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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public — 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  he  addressed  to  the  chairman  of 

the  board 
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This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Docket. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Sprinkler  Rules. 

Factory  Exit  Rul  es. 

Smoking  in  Factory,  Rules. 

Rules  of  Procedure. 

Approved  Fuel  Oil  Pumps. 

Fire  Drill  Rules. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  January  4, 
1937,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  January  11,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions 
HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  December  30,  1936. 

Cal.  No.  Department  Premises  Affected 

382-36-A . D.B.M . 17  Bowery,  east  side,  163  ft.  2 

in.  north  of  Division  street 
(Block  289,  Lot  7),  Borough 
of  Manhattan,  Decision. 


383-36-A . F.D . 1148  Metropolitan  avenue,  south¬ 

west  corner  of  Varick  ave¬ 
nue  (Block  2943,  Lot  10), 
Borough  of  Brooklyn, 

69588-L.C. 


384-36-SA . F.D . York  Bake  Oven  Oil  Burner, 

Appliance. 


385-36-BZ . D.B.R . 547  Forest  avenue  (old  No. 

525),  north  side,  70.37  ft. 
east  of  Davis  avenue 
(Block  148,  Lot  29),  West 
Brighton,  Borough  of  Rich¬ 
mond,  N.B.  507-36. 


386-36-BZ . D.B.Q . 144-30  Farmers  boulevard,  west 

side,  35.72  ft.  south  of  144th 
road  (Block  3242,  Lot  5), 
Springfield,  Borough  of 
Queens,  Decision. 


387-36-S . F.D . 1008-1012  East  49th  street,  east 

side,  200  ft.  south  of  Far- 
ragut  road  (Block  4786,  Lot 
63),  Borough  of  Brooklyn, 
10198-L.D. 


388-36-BZ . D.B.R . 27  Cedar  street,  east  side,  175.92 

ft.  north  of  Canal  street 
(Block  52 7,  part  of  Lot  49), 
Stapleton,  Borough  of  Rich¬ 
mond,  N.B.  509-36. 


389-36-BZ . D.B.Bx . 2389  Jerome  avenue,  west  side, 

150  ft.  north  of  West  184th 
street  (Block  3199,  Lot  113), 
Borough  of  The  Bronx, 

Decision. 


390-36-S . D.B.M . 80-82-84  Nassau  street,  east 

side,  99  ft.  9  in.  north  of 
John  street,  and  9-11  Dutch 
street  (Block  78,  Lot  38), 
Borough  of  Manhattan, 

Applic.  1355-32. 


391-36-A . D.B.M . 83-85  Greene  street  and  128-132 

Spring  street,  southwest 
corner  (Block  486,  Lot  17), 
Borough  of  Manhattan, 

Applic.  1595-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 


D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


COURT  DECISIONS 

Peo.  ex  rel.  Arverne  Bay  Construction  Co.  v.  Murdock — July  3, 
1934,  Board  denied  gasoline  station  in  business  district 
under  section  21 ;  Cal.  No.  76-34-BZ ;  premises  1868- 
1890  Linden  boulevard,  Borough  of  Brooklyn.  Justice 
Faber  confirmed  Referee’s  report  reversing  Board  (Oc¬ 
tober  23,  1935).  Appellate  Division  reversed  Special 
Term  and  sustained  Board,  holding  that  relief,  if 
any,  should  be  achieved  through  appeal  to  the  legis¬ 
lative  authority  which  created  the  zone  (N.Y.L.J. 
April  4,  1936).  Court  of  Appeals  affirmed  decision  of 
Appellate  Division  (N.Y.L.J.  June  3,  1936). 

*  *  * 

Arverne  Bay  Construction  Co.  v.  Thatcher,  supt.  &c. — Motion  for 
summary  judgment  dismissing  the  complaint  is  denied. 
The  plaintiff  is  not  precluded  by  the  determination  in 
the  certiorari  proceeding  which  was  instituted  to  re¬ 
view  the  ruling  .of  the  Board  of  Standards  and  Ap¬ 
peals  denying  a  variance  under  section  21  of  the 
Building  Zone  Resolution.  In  the  present  action  the 

plaintiff  does  not  seek  a  variance  but  rather  a  declar¬ 
ation  that  the  Building  Zone  Resolution,  in  so  far  as 
it  affects  the  plaintiff’s  property,  is  unreasonable,  dis¬ 
criminatory  or  confiscatory  and  therefore  without  con¬ 
stitutional  sanction.  Since  this  constitutional  question 
could  not  have  been  raised  in  the  certiorari  proceed¬ 
ing  (Matter  of  Levy  v.  Board  of  Standards  and  Ap¬ 
peals,  267  N.Y.  347 ;  Matter  of  Dillon  v.  O’Shaugh- 
nessy,  Pres.  &c.,  222  App.  Div.,  772),  the  defense  of 
res  adjudicata  is  unavailable  to  the  defendant.  (Jus¬ 
tice  Steinbrink,  N.Y.L.J.  Dec.  21,  1936). 

*  *  * 

Matter  of  Halpert  (Murdock  et  al) — On  February  6,  1934,  Board 
denied  gasoline  station  in  business  district  under  Sec¬ 
tion  21;  Cal.  No.  312-33-BZ;  Premises  Southeast  cor¬ 
ner  Merrick  and  Linden  boulevards,  St.  Albans,  Bor¬ 
ough  of  Queens.  Mr.  Justice  Riegelmann  confirmed 
Referee’s  Report,  reversing  Board  (N.Y.L.J.  February 
7,  1936).  Appellate  Division  sustained  Board  (N.\. 
L.J.  December  29,  1936). 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules.  ...  Dec. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules .  Sept. 

Concrete  Rules  (Hydrated  Lime).,.  Dec. 

Elevator  rules  . . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Jan. 

Fire  Alarm  Rules  (Interior) . Dec. 

Fire  Drill  Rules . Jan. 

Fire  Retarding  Rules  for  Garages, 

etc . Nov. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules...  . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Dec. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Mnv. 

Platform  Trucks,  Specifications  for.  Nov. 

Plumbing  Rules  . Dec. 

Procedure,  Rules  of . Jan. 

Refrigerating  Systems.  Extract  C.O.Dec. 
Smoking  in  Factories,  Rules  for.... Jan. 

Sprinkler  Rules  . Jan. 

Standpipe  Fireline  Rules . Dec. 

Structural  Alterations.  Reporting.  ..  June 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc .  Nov. 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


22,  1936— Vol.  21,  No.  51 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21,  No.  36 

22,  1936— Vol.  21,  No.  51 

3,  1936— Vol.  21,  No.  9 
1,  1935—  Vol.  20,  No.  1 
5,  1937— Vol.  22,  No.  1 

22,  1936— Vol.  21,  No.  51 
5,  1937— Vol.  22,  No.  1 

24,  1936— Vol.  21,  No.  47 

14,  1936— Vol.  21,  No.  15 

21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

29,  1936— Vol.  21,  No.  52 

27.  1934— Vol.  19,  No.  48 

24,  1936— Vol.  21,  No.  47 

22,  1936— Vol.  21,  No.  51 

5,  1937— Vol.  22,  No.  1 

8,  1936— Vol.  21,  No.  49 

5,  1937— Vol.  22,  No.  1 

5,  1937— Vol.  22,  No.  1 

29,  1936— Vol.  21,  No.  52 

7,  1932— Vol.  17,  No.  23 

24,  1936— Vol.  21,  No.  47 

24,  1936— Vol.  21,  No.  47 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  . . Mar.  5.  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . Dec.  29,  1936 — Vol.  21,  No.  52 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Dec.  29,  1936— Vol.  21,  No.  52 

Fuel  Oil  Fill  Pipe  Terminals . May  26.  1936— Vol.  21,  No  21 

Fuel  Oil  Burners  for  Industrial  Use.Nov.  17,  1936 — Vol.  21,  No.  46 
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Fuel  Oil  Pumps . Jan.  5,  1937 — Vol.  22,  No.  1 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . . . Dec.  29,  1936 — Vol.  21,  No.  52 


CALL  OF  CLERKS  CALENDAR 
MONDAY,  JANUARY  4,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

168-36-BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Lewart  Realty 
Corporation,  owner. 

PREMISES — 218  South  9th  street  and  252-258  Havemeyer 
street,  southwest  corner  (Block  No.  2149,  Lot  No. 
18),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

309-36-BZ. 

APPLICANT — Roe  &  Kramer  and  Martyn  N.  Weinstein, 
for  Mount  Carmel  Cemetery,  for  Estate  of  J. 
Adams  Heuss,  owner, 

PREMISES — 80-89  Cypress  Hills  street  (Fresh  Pond 
road),  east  side,  996  ft.  north  of  Interborough 
Parkway  (Block  No.  3750,  Lot  No.  695),  Ridge¬ 
wood,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  a  garage 
for  less  than  five  (5)  motor  vehicles  (trucks), 
storage  and  tool  house. 


of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cal.  no.  261-36-BZ — Application,  August  24,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Fred  S.  Loewenthal,  ap¬ 
plicant,  on  behalf  of  Regina  Loewen¬ 
thal,  owner,  to  permit  in  a  business  use 
district  the  use  of  a  plot  of  ground  as 
a  parking  space  for .  more  than  five 
(5)  motor  vehicles;  premises  2891-2895 
Bailey  avenue,  west  side,  57  ft.  south 
of  West  230th  street  and  60-64  West 
230th  street  (Block  No.  3264,  Lot  Nos. 
82  and  88),  Borough  of  The  Bronx. 

cal.  no.  282-36-BZ — Application,  September  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Henry  Albert,  applicant,  on 
behalf  of  Sidney  Knopfler,  owner,  to 
permit  in  a  residence  use  district  the 
use  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor 
vehicles;  premises  west  side  of  34th 
street,  140.10  ft.  south  of  28th  avenue 
(Block  No.  627,  Lot  Nos.  26^4,  27,  28 
and  29),  Long  Island  City,  Borough 
of  Queens. 


329-36-BZ. 

APPLICANT — John  M.  Baker,  for  Frank  Pallante, 
owner. 

PREMISES — 25-34  33rd  street,  west  side,  315.15  ft.  south 
of  Astoria  boulevard  (Block  No.  620,  Lot  No. 
66),  Long  Island  City,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
an  existing  factory  building. 

590-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Rubel  Corpora¬ 
tion,  owner. 

PREMISES — 1032-1044  Myrtle  avenue,  south  side,  182  ft. 
3  in.  east  of  Sumner  avenue  (Block  No.  1585,  Lot 
No.  14),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  21  and  7h  of  the  building 
zone  resolution  (reopened  under  new  proposal, 
September  22,  1936). 

TO  PERMIT  in  a  business  use  district  the  open  air  park¬ 
ing  of  more  than  five  (5)  motor  vehicles. 


JANUARY  5,  1937,  10  A.  M. 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
-  of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  5,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


cal.  no.  244-36-BZ — Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 


cal.  no.  246-36-BZ — Application,  August  11,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Frank  J.  Fennimore,  ap¬ 
plicant,  on  behalf  of  Maria  Notarfran- 
cesco,  owner,  to  permit  in  a  business 
use  district  the  use  of  a  vacant  plot 
of  ground  for  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  pe¬ 
riod  of  not  more  than  two  (2)  years; 
premises  550-560  New  York  avenue, 
northwest  corner  of  Maple  street 
(Block  No.  4791,  part  of  Lot  Nos.  44 
and  46),  Borough  of  Brooklyn. 


cal.  no.  289-36-BZ — Application,  November  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anna  Kelly,  applicant  and 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an 
existing  garage  for  five  (5)  motor  ve¬ 
hicles  to  a  garage  for  five  (5)  motor 
vehicles  and  motor  vehicle  repair  shop 
for  minor  repairs  and,  also,  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  7  Androvette 
street,  northwest  corner  of  Arthur  Kill 
road  (Block  No.  7406,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 


cal.  no.  128-36-BZ  Application,  May  8,  1936,  under  section 
21  of  the  building  zone  resolution,  of 
Harry  P.  Jaenike,  applicant,  on  behalf 
of  Spruille  Braden,  owner,  to  permit 
in  a  residence  use  district  the  erection 
and  maintenance  of  a  multiple  dwell- 
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ing  and,  also,  a  garage  for  more  than 
five  (5)  motor  vehicles  to  be  used  for 
tenants  of  multiple  dwelling  on  same 
plot;  premises  5205-5257  Sycamore 
avenue,  west  side,  308.57  ft.  south  of 
West  254th  street,  between  Sycamore 
avenue  and  Railroad  Right  of  Way 
(Block  No.  3420,  Lot  Nos.  485-850), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  5,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

341-36-A — 1749-1753  Flatbush  avenue,  southeast  corner  of 
Avenue  J  (Block  No.  7617,  Lot  No.  80), 
Borough  of  Brooklyn. 

350-36-A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

368-36-A — 806-814  Ninth  avenue,  318-362  West  54th  street, 
southeast  corner  and  321-329  West  53rd 
street  (Block  No.  1044,  Lot  Nos.  3  and 
18),  Borough  of  Manhattan. 

349-36-A — 1796-1808  Broadway,  232-240  Central  Park 
South  and  235-241  West  58th  street  (Block 
No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

358- 36- A — 557-563  ('543  displayed)  East  18th  street,  east 

side,  131  ft.  in.  north  of  Newkirk 
avenue  (Block  No.  5204,  Lot  No.  45), 
Borough  of  Brooklyn. 

363-36-A — 892  East  Tremont  avenue,  south  side,  126.93 
ft.  east  of  Crotona  parkway  (Block  No. 
2985,  Lot  No.  45),  Borough  of  The  Bronx. 

365-36-A — 338-340  Flushing  avenue,  south  side,  71  ft.  west 
of  Taaffe  place  (Block  No.  1881,  Lot  No. 
33),  Borough  of  Brooklyn. 

377- 36-A — 1275-1291  Broadway,  101-125  West  32nd  street 

and  100-124  West  33rd  street  (Block  No. 
808,  Lot  No.  40),  Borough  of  Manhattan. 

Variations  of  Labor  Law 

337-36-S — 442-446  Fifth  avenue,  northwest  corner  of 
West  39th  street  (Block  No.  841,  Lot  Nos. 
37-38-41-43-44),  Borough  of  Manhattan. 

359- 36-S — 6-8  East  39th  street,  south  side,  150  ft.  east  of 

Fifth  avenue  and  5  East  38th  street 
('Block  No.  868,  Lot  No.  8),  Borough  of 
Manhattan. 

Appliance  Submitted  for  Approval 

378- 36-SA — Ritz  Oil  Burner,  Model  A. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  5,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters,  except  cases  which  have 
been  heard  and  on  which  decision  has  been  reserved  with¬ 
out  further  argument,  pending  an  inspection  and  a  report 
with  recommendation  by  the  committee  of  the  board : 

cal»  no.  240-36-BZ — Application,  August  4,  1936,  under 
section  7a  of  the  building  zone  reso¬ 
lution,  of  Samuels  and  Samuels,  ap¬ 


plicants,  on  behalf  of  Joseph  Giganti. 
owner,  to  permit  the  extension  of  an 
existing  public  garage  and  the  erec- 
iton  of  a  gasoline  service  station  in 
a  residence  use  district;  premises 
87-14  92nd  street,  west  side,  110.39  ft. 
south  of  Jamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Bor¬ 
ough  of  Queens. 

cal.  no.  249-36-BZ — Application,  August  17,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Steinberg  and 
Pokoik,  owners,  to  permit  partly  in  a 
a  residence  use  district  and  partly  in 
a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional 
stores  on  the  basement  story,  East 
167th  street  front  of  building;  prem¬ 
ises  1197  Grand  Concourse  and  138- 
148  East  167th  street,  southwest  cor¬ 
ner  (Block  No.  2463,  Lot  No.  46), 
Borough  of  The  Bronx. 

cal.  no.  325-36-BZ — Application,  October  29,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Francis  Seaman,  applicant, 
on  behalf  of  New  York  Railways 
Corporation,  owner,  to  permit  partly 
in  a  retail  use  district  and  partly  in 
a  residence  use  district  the  conver¬ 
sion  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles;  said  building  lo¬ 
cated  on  same  street  between  intersect¬ 
ing  streets  with  a  school ;  premises  806- 
814  9th  avenue,  318-362  West  54th 
street,  southeast  corner,  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot 
No.  3),  Borough  of  Manhattan. 

cal.  no.  353-36-BZ — Application,  November  18,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Powell  Garage 
Co.,  Inc.,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a  ga¬ 
rage  for  more  than  five  (5)  motor 
vehicles  to  a  gasoline  service  station ; 
premises  2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue 
(Block  No.  5064,  Lot  No.  53),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  172-36-BZ — Application,  June  6,  1936,  under  sec¬ 
tions  7a  and  21  of  the  building  zone 
resolution,  of  Jeffrey  J.  Lewin,  appli¬ 
cant,  on  behalf  of  Knickerbocker 
Laundry  Co.,  Inc.,  owner,  to  permit  in 
a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a 
factory,  power  wet-wash  laundry,  dry 
cleaning,  dyeing  and  finishing  uses; 
premises  80-19  to  80-25  Cornish  ave¬ 
nue,  north  side,  135.66  ft.  east  of 
Queens  boulevard  ('Block  No.  1538, 
Lot  Nos.  87  and  91),  Elmhurst,  Bor¬ 
ough  of  Queens. 

cal.  no.  266-36-BZ — Application,  September  10,  1936,  under 
section  7c  of  the  building  zone  reso- 
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lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Frederick  Rei¬ 
ner,  owner,  to  permit  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  partly  in  a  business  use  district 
and  partly  in  an  unrestricted  use  dis¬ 
trict ;  premises  Northeast  corner  of 
Queens  boulevard  and  Nassau  boule¬ 
vard  (Horace  Harding  boulevard)  ; 
(Block  No.  1876,  Lot  No.  1  and  part 
of  Lot  No.  21),  Elmhurst,  Borough  of 
yueens. 

cal.  no.  2S6-36-BZ — Application  of  William  Hohauser,  ap¬ 
plicant,  on  behalf  of  Marie  E.  Hard- 
art  and  Estate  of  Martha  L.  Ruther- 
furd,  owners,  reopened  under  new 
facts  December  15,  1936,  under  sec¬ 
tions  7b,  7c  and  21  of  the  building 
zone  resolution,  to  permit  the  erection 
of  a  business  building  (theatre)  partly 
in  a  business  use  district  and  partly  in 
a  residence  use  district  and  the  omis¬ 
sion  of  the  required  rear  yard  (pre¬ 
viously  denied)  ;  premises  1109  Lex¬ 
ington  avenue,  east  side,  68.6  ft.  north 
of  East  77th  street  and  153-157  East 
77th  street  (Block  No.  1412,  Lot  Nos. 
20^4,  23,  23^2  and  24),  Borough  of 
Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERKS  CALENDAR 
MONDAY,  JANUARY  11,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

336-36-BZ. 

APPLICANT — John  Adikes,  for  Estate  of  Henry  S. 
Leverich,  et  al.,  owners. 

PREMISES — 93-02  to  93-20  37th  avenue  and  37-01  to  37- 
05  93rd  street,  southeast  corner  (Block  No.  1481, 
Lot  No.  1),  Corona,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

170-36-BZ. 

APPLICANT — Nathan  A.  Goldenthal,  for  Michael  J. 
Shea  and  Hannah  Shea,  owners. 

PREMISES — 25-13  35th  street,  east  side,  92.04  ft.  south 
of  Astoria  boulevard  (Block  No.  633,  Lot  Nos. 
30,  3.1  and  32),  Long  Island  City,  Borough  of 
Queens. 

APPLICATION,  under  sections  7g  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  occupancy  of 
portion  of  a  plot  of  ground  as  an  open  air  parking 
space  for  more  than  five  (5)  motor  vehicles  and, 
also,  to  permit  the  conversion  of  occupancy  of  an 
existing  structure  on  the  plot  to  three  (3)  three- 
car  garages. 

217-28-BZ. 

APPLICANT — Tobias  Goldstone,  for  Lillie  Solomon, 
owner. 

PREMISES— 1004-1012  Broadway  and  861-881  Willough¬ 
by  avenue,  northwest  corner  (Block  No.  1590,  Lot 
Nos.  19  and  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  facts  October  27, 
1936), 


TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  and, 
also,  a  brake  service  station  (previously  denied 
for  gasoline  station). 

379-33-BZ. 

APPLICANT — Anna  Haurylak,  for  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W.  Stalma  and  Vlasta 
Stalma,  owners. 

PREMISES — 79-08  Astoria  boulevard  and  23-49  79th 
street,  southeast  corner  (Block  No.  1032,  Lot  No. 
54),  East  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  June  9, 
1936), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  and, 
also,  a  motor  vehicle  repair  shop  (previously  de¬ 
nied  for  a  gasoline  station). 


JANUARY  12,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  12,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  233-36-BZ— Application,  July  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Al  Gerbolini,  applicant  and  lessee, 
on  behalf  of  The  Corporation  for  the 
Relief  of  Widows  and  Children  of 
Clergymen  of  The  Protestant  Episco¬ 
pal  Church  in  the  State  of  New  York, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part 
of  an  existing  building  to  a  motor  ve¬ 
hicle  repair  shop ;  premises  1802  54th 
street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot 
No.  9),  Borough  of  Brooklyn. 

cal.  no.  238-36-BZ — Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anthony  P.  Sorice,  Jr.  and 
Solon  Rosenthal,  applicants,  on  behalf 
of  Harris  Neisloss,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station;  premises  111-10 
Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot 
No.  27),  Hollis,  Borough  of  Queens. 

cal.  no.  255-36-BZ — Application,  September  2,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Theodore  P.  Ion,  applicant,  on 
behalf  of  Amelia  Gerrie  Walker,  own¬ 
er,  to  permit  in  a  residence  use  district 
the  change  of  occupancy  of  the  first 
story  of  an  existing  building  to  busi¬ 
ness  use  (store)  ;  premises  1013  Kent 
avenue,  east  side,  77  ft.  3  in.  north  of 
Lafayette  avenue  (Block  No.  1940, 
Lot  No.  1),  Borough  of  Brooklyn. 

cal.  no.  259-36-BZ — Application,  July  28,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolu- 
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tion,  of  Louis  A.  Reiter,  applicant,  on 
behalf  of  Emma  Hughes,  owner,  to 
permit  in  a  business  use  district  the 
change  of  occupancy  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  415-417  Leonard  street 
and  76-84  Bayard  street,  southwest  cor¬ 
ner  (Block  No.  2722,  Lot  No.  19), 
Borough  of  Brooklyn. 

cal.  no.  148-36-BZ — Application,  May  21,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Henry  Nordheim,  applicant,  on  be¬ 
half  of  Bowery  Savings  Bank,  owner, 
to  permit  in  a  business  use  district  the 
maintenance  of  a  parking  lot  for  the 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  1083-1087  Hall  place 
and  856-864  East  167th  street,  south¬ 
west  corner  (Block  No.  2691,  Lot  No. 
86),  Borough  of  The  Bronx. 

cal.  no.  82-36-BZ — Application  of  Seymour  Scott  Jack- 
son,  applicant,  on  behalf  of  Hoelze 
Realty  Corporation,  owner,  reopened 
under  new  proposal  December  15,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  maintenance  of  a  saw  and 
planing  mill ;  premises  206-24  to  206-26 
Northern  boulevard,  south  side,  117  ft. 
6  in.  east  of  206th  street  (Block  No. 
3148,  Lot  No.  9y2 ) ,  Bayside,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

Variation  of  Labor  Law 

1 93-36- S- — 2101  Second  avenue,  west  ‘fide.  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot 
No.  24),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  12,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing  on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board ; 

cal.  no.  272-30-BZ — Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  and  restored  to 
calendar  November  17,  1936,  by  Order 
of  the  Court — re  Application,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  440-446  Utica  ave¬ 
nue  and  923-943  East  New  York  ave¬ 
nue,  northwest  corner  and  872-884 


Lefferts  avenue  (Block  No.  1430,  Lot 
No.  34),  Borough  of  Brooklyn. 

cal.  no.  300-35-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

cal.  no.  617-31-BZ — Application  of  Lama  &  Proskauer  on 
behalf  of  Albert  Breuninger,  owner, 
reopened  October  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  granted  by 
the  Board  for  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  and  a  gasoline 
service  station)  ;  premises  1300-1308 
Sedgwick  avenue,  east  side,  153  ft.  11 
in.  south  of  West  169th  street  (Block 
No.  2530,  Lot  No.  32),  Borough  of 
The  Bronx. 

cal.  no.  330-36-BZ — Application,  November  6,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Samuel  Rosenblum,  applicant, 
on  behalf  of  Shelton  Holding  Corpor¬ 
ation,  owner,  to  permit  in  a  business 
use  district,  the  parking  of  more  than 
five  (5)  motor  vehicles  on  a  plot  un¬ 
built  upon,  for  a  period  of  not  more 
than  two  (2)  years;  premises  141-147 
East  48th  street,  north  side,  110  ft.  east 
of  Lexington  avenue  (Block  No.  1303, 
Lot  Nos.  24,  25,  26  and  27),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  18,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

302-36-BZ. 

APPLICANT — Ferdinand  Savignano,  for  Edgar  J.  Kohn- 
stamm,  owner. 

PREMISES — 965-971  65th  street,  north  side,  100  ft.  west 
of  10th  avenue  (Block  No.  5743,  Lot  No.  67), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  a  stor¬ 
age  garage  for  more  than  five  (5)  motor  vehicles, 
motor  vehicle  repair  shop  and  auto  laundry. 

427-32-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Standard  National 
Corporation,  owner. 

PREMISES — 1427-1447  Webster  avenue,  west  side,  346-35 
ft.  south  of  East  171st  street  (Block  No.  2887,  Lot 
No.  129),  Borough  of  The  Bronx. 
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APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  building  to  a  motor 
vehicle  repair  shop  (previously  withdrawn;  re¬ 
opened  and  restored  to  calendar  October  20,  1936). 


JANUARY  19,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  19,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  141-36-BZ — Application,  May  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Bennett  and  Koeppel,  applicants, 
on  behalf  of  Irving  L.  Berman,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed 
for  lack  of  prosecution ;  reopened  and 
restored  to  Calendar  November  24, 
1936)  ;  premises  833-835  Sutter  avenue 
and  407-417  Schenck  avenue,  northeast 
corner  (Block  No.  4028,  Lot  No.  35), 
Borough  of  Brooklyn. 

cal.  no.  274-36-BZ — Application,  September  14,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Commander 
Oil  Corporation,  owner,  to  permit  in  a 
business  use  district  the  extension  of 
a  petroleum  storage  plant;  premises 
72-40  to  72-50  Elizabeth  avenue  (foot 
of  Elizabeth  avenue)  ;  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Ar- 
verne,  Borough  of  Queens. 

cal.  no.  339-36-BZ — Application,  November  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Harold  C.  Bernhard,  applicant, 
on  behalf  of  St.  John’s  Ev.  Lutheran 
Church,  owner,  to  permit  in  a  resi¬ 
dence  use,  “E”  area  district  the  erec¬ 
tion  of  part  of  a  building  nearer  than 
ten  (10)  ft.  to  the  street  line;  prem¬ 
ises  88-22  to  88-24  Myrtle  avenue  and 
82-55  88th  place,  southeast  corner 
(Block  No.  3869,  Los  Nos.  45  and 
108),  Glendale,  Borough  of  Queens. 

cal.  no.  285-36-BZ — Application,  September  23,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frederick  W.  Rathamel,  ap¬ 
plicant,  on  behalf  of  Viebrock  Plumb¬ 
ing  Co.,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles,  motor  vehicle  repair  shop  and, 
also,  gasoline  service  station ;  prem¬ 
ises  72-27  Cypress  Hills  street,  north¬ 


east  side,  199  ft.  south  of  Myrtle  ave¬ 
nue  (Block  No.  3600,  Lot  No.  125), 
Glendale,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  19,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

312-36-A — 35-02  Vernon  boulevard,  southwest  corner  of 
35th  avenue  (Block  No.  327,  Lot  No.  1), 
Long  Island  City,  Borough  of  Queens. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  19,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman.  ' 


JANUARY  26,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  Janu¬ 
ary  26,  1937,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matter: 

cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail. 
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RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES  —  SPRINKLER  SYSTEMS  ADOPTED 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  NOVEMBER  9,  1927 


Note — In  reprinting  these  Rules,  no  changes  have  been 
made,  as  to  departmental  jurisdiction,  as  changed  by  the 
McCall  Bill  known  as  Chapter  764  of  the  Laws  of  1933. 

General  Requirements.  The  rules  contained  herein 
cover  the  general  details  of  a  sprinkler  equipment  only. 
Before  an  equipment  is  installed  or  before  a  present 
equipment  is  remodeled,  involving  10  or  more  heads  on 
any  floor,  complete  working  plans  shall  be  submitted  for 
approval  to  the  Fire  Department,  with  such  specification 
forms  as  may  be  required  by  the  Fire  Commissioner, 
except  for  the  installation  of  the  connection  to  the  water 
main  service  pipe  and  meter  setting,  which  shall  be  ap¬ 
proved  by  the  Department  of  Water  Supply,  Gas  and 
Electricity. 

Plans.  These  plans  shall  be  drawn  to  an  indicated 
scale ;  give  correct  address  and  points  of  compass ;  show 
longitudinal  and  cross  sections  of  the  building  with  story 
heights,  and  the  essential  features  of  the  construction, 
viz.,  size,  location  and  direction  of  joists,  timbers  or 
other  structural  members.  They  shall  also  indicate  the 
location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers.  Plans  for  non-automatic  dry-pipe  systems 
shall  indicate  the  location  and  number  of  actuating  de¬ 
vices. 

Upon  approval  of  preliminary  plans  such  number  of 
sets  of  clean,  corrected  plans  on  cloth  as  the  Fire  Com¬ 
missioner  may  require,  not  exceeding  three  (3),  shall  be 
filed  for  final  approval  of  the  Fire  Commissioner.  A  cer¬ 
tified  copy  of  the  approved  plans  shall  be  forwarded  to 
the  Bureau  of  Buildings  by  the  Bureau  of  Fire  Preven¬ 
tion.  If  the  structure  is  equipped  with  a  standpipe  (fire 
line)  the  plans  shall  include  a  note  to  that  effect. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  application  shall  be  made  to  the  Bureau  of 
Fire  Prevention  for  test  and  acceptance  of  the  completed 
installation.  When  the  sprinkler  equipment  is  approved 
the  applicant  will  be  so  advised  in  writing  by  the  Bureau 
of  Fire  Prevention. 

Rule  1.  Definition  of  Automatic  Extinguisher  Systems. 

Automatic  extinguisher  systems  shall  consist  of  a  system 
of  piping  connected  to  one  or  more  acceptable  sources  of 
water  supply,  provided  with  distributing  devices  so  ar¬ 
ranged  and  located  as  to  discharge  and  diffuse  automati¬ 
cally  an  effective  stream  or  spray  over  the  interior  of  the 
building  area. 

Rule  2.  Classification  of  Sprinkler  Systems.  For  the 

purpose  of  these  rules,  sprinkler  systems  shall  be  classi¬ 
fied  as: 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 

and  sprinkler  heads  are  at  all  times  filled  with  water: 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  compressed 
or  at  atmospheric  pressure,  and  the  water  supply  is  con¬ 
trolled  by  a  Dry  Pipe  Valve  as  defined  in  Rule  39  of 
these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry,  equipped  with  a 
Siamese  fire  department  connection. 

An  automatic  thermostatic  or  pneumatic  fire  alarm 
with  direct  connection  to  Central  Office  of  one  of  the 
operating  fire  alarm  companies  or  Fire  Department  Head¬ 
quarters  shall  be  provided  in  connection  with  all  non¬ 
automatic  sprinkler  systems. 

Rule  3.  Approved  Devices.  Automatic  sprinklers  and 

accessory  appliances  shall  include  all  devices  approved 
as  such  by  any  recognized  standard  research  laboratory 
on  the  endorsement  of  approval  by  resolution  of  the  Board 
of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  or  direct  connection  to  the  Public 
Water  System. 

(b)  Auxiliary  Sources  shall  include  the  Fire  Pump 
and  the  Fire  Department  Siamese  connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty- 
five  per  cent.  (25%)  of  the  number  of  sprinkler  heads  in 
the  average  protected  fire  area  for  twenty  (20)  minutes, 
but  not  less  than  5,000  gallons ;  and  the  bottom  of  the 
tank  shall  have  an  elevation  of  not  less  than  twenty  (20) 
feet  above  the  higest  line  of  sprinklers  below  the  main 
roof.  Gravity  tank  or  tanks  shall  not  be  required  to  be 
elevated  above  the  highest  sprinklers  in  pent  house  hav¬ 
ing  an  area  less  than  2,500  sq.  ft.,  unless  such  pent  house 
contains  a  hazardous  occupancy,  or  is  used  for  the  stor¬ 
age  of  combustible  material.  Where  a  split  system  is 
installed  the  bottom  of  the  tank  or  tanks  need  not  be 
elevated  more  than  3  feet  above  the  main  roof  or  20  feet 
above  the  highest  sprinkler  fed  from  an  intermediate  tank. 

Where  a  tank  capacity  in  excess  of  25,000  gallons  is 
required  by  this  rule,  the  amount  of  water  in  excess  of 
25,000  gallons  shall  be  provided  in  separate,  tanks  not 
grouped  together  except  when  tanks  of  unlimited  capaci¬ 
ties  are  supported  on  structures  altogether  independent 
of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of 
pipe  inside  tank  must  be  of  brass  or  copper  or  other  non- 
corrosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct 
service  main  connection,  provided  that  there  are  separate 
feed  mains  from  the  basement  or  lowest  story  and  a  con¬ 
trol  valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2) 
inches  in  diameter  for  tanks  up  to  30,000  gallons  capacity 
and  not  less  than  three  (3)  inches  in  diameter  for  larger 
tanks.  The  top  of  the  overflow  pipe  shall  be  three  (3) 
inches  below  the  top  of  the  staves  in  wooden  tanks  and 
one  (1)  inch  from  the  top  in  steel  tanks.  The  pipe  may 
extend  through  the  bottom  of  tank  provided  the  portion 
inside  tank  is  of  brass  or  copper  or  other  non-corrosive 
metal  and  without  joints  or  it  may  extend  through  side 
of  tank.  For  tanks  over  roofs  overflow  pipes  shall  termi¬ 
nate  not  more  than  twenty-four  (24)  inches  above  roof 
and  shall  be  fitted  with  a  90  degree  elbow.  At  each 
gravity  or  pressure  tank  there  shall  be  provided  a  4-inch 
emergency  drain,  and  for  gravity  tanks  in  excess  of  ten 
thousand  (10,000)  gallons  capacity  a  six-inch  (6")  emer¬ 
gency  drain  must  be  provided.  Such  drain  to  be  equipped 
with  an  O.  S.  and  Y.  gate  valve  arranged  to  discharge 
on  the  roof  of  building  not  more  than  twenty-four  inches 
(24")  above  roof  and  shall  be  fitted  with  a  90  degree 
elbow.  When  the  tank  or  tanks  are  on  a  separate  struc¬ 
ture  independent  of  buildings,  drain  connections  to  be 
arranged  to  discharge  at  ground  level. 

Rule  6.  Frost  Proofing.  The  discharge,  heating  or 
filling  pipes  where  exposed  to  the  weather  shall  be  pro¬ 
tected  from  freezing  in  the  following  manner: 
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1.  Pipes  painted  two  (2)  coats  of  red  lead  in  linseed 
oil  with  a  small  percentage  of  litharge  as  a  hardener. 

2.  One  wrapping  of  tar  paper  equivalent  to  Asphalt  Sat¬ 
urated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

3.  Three  (3)  layers  of  standard  1"  high  grade  long 
cow’s  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builder’s  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

4.  One  (1)  covering  of  8  oz.  canvas,  painted  with  two 
(2)  coats  of  waterproofed  paint. 

Application. 

a.  All  wrappings  to  be  independently  applied  and  se¬ 
curely  fastened  in  place  with  heavy  jute  twine.  Circum¬ 
ferential  and  logitudinal  joints  to  have  at  least  a  2"  lap 
staggered  with  adjacent  layers  and  opposing  leakage  to  the 
hair  felt. 

b.  In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not  per¬ 
mit  of  individual  wrapping. 

c.  Where  a  heating  pipe  is  one  of  the  group,  the  wrap¬ 
ping  should  be  applied  so  that  the  hot  line  would  serve  all 
pipes  in  the  enclosure.  The  initial  wrapping  of  tar  paper 
around  each  water  pipe  should  be  applied  with  laps  down 
and  the  whole  group  wrapped  with  tar  paper  with  laps  up. 
If  due  to  the  position  of  the  hot  line  sufficient  air  space 
would  not  insulate  the  hair  felt,  then  protection  to  be  ef¬ 
fected  by  suitable  separators,  or  a  wrapping  of  asbestos 
paper  instead  of  the  tar  paper  around  the  group. 

d.  On  vertical  pipes  particular  provision  to  be  made  to 
prevent  slipping  and  tearing  of  insulation  due  to  its  weight. 

e.  To  prevent  slipping  away  of  insulation  at  point  of 
entrance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  bottom  of  the  tank  overlapping  inside  and  out¬ 
side  the  insulation  of  the  group  for  a  distance  of  18"  below 
the  tank.  This  duck  to  be  well  coated  with  paint.  Loose 
hair  felt  to  be  packed  about  connections  at  tank  bottom  to 
safeguard  against  settling. 

Rule  7.  Tank  Ladders  and  Supports.  Easy  access  to 
top  of  each  tank  shall  be  provided  by  means  of  a  steel  or 
wrought  iron  gooseneck  ladder  substantially  constructed  of 
flat  iron  side  bars  of  not  less  than  2"  x  54'",  or  angle  iron 
strings  not  less  than  1)4'"  x  1 x  54",  spaced  not  less  than 
14"  apart,  with  rungs  round  or  square  not  less  than  54", 
spaced  not  more  than  12"  on  centres,  the  ladder  rigidly 
braced,  and  shall  not  tip  outward  from  the  vertical  at  any 
point,  and  when  ladders  exceed  20  feet  in  height  an  iron 
platform  not  less  than  14"  square,  rigidly  secured  to  strings 
of  ladder  and  properly  braced  shall  be  provided  near  top 
of  tank. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  is  located  on  a  structure  altogether 
independent  of  buildings  the  bottom  shall  not  be  less  than 
20  feet  above  the  highest  line  of  sprinklers  below  the  main 
roof  of  the  highest  building  in  a  group  of  buildings. 

Rule  8.  Pressure  Tank.  Pressure  tanks  shall  contaii 
sufficient  water  to  supply  twelve  and  one-half  per  cent 
(12}4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  3,000  gallons  of  water  for  a  wet  pipe  system  where 
supplemented  by  an  auxiliary  water  supply,  and  not  less 
than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  6,000  gallons 
of  water.  The  tank  shall  be  kept  two-thirds  (2/3)  full  of 
water  under  a  pressure  of  seventy-five  (75)  pounds  per 


square  inch,  and  shall  be  so  proportioned  and  located  that 
a  pressure  of  not  less  than  fifteen  (15)  pounds  per  square 
inch  will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof. 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  under  the  main  roof  supplied  by 
such  tank  or  tanks  and  shall  not  be  required  to  be  located 
above  the  highest  line  of  sprinklers  in  a  pent  house  having 
an  area  less  than  2,500  square  feet  unless  such  pent  house 
contains  a  hazardous  occupancy  or  is  used  for  the  storage 
of  combustible  materials.  Where  a  split  system  is  installed 
the  bottom  of  the  intermediate  tank  shall  be  located  above 
the  highest  line  of  sprinklers  fed  from  such  tanks. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  inches  in 
size.  The  water  supply  and  connections  shall  be  capable  of 
supplying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one  (1) 
ppund  in  two  minutes  in  each  pressure  tank. 

Rule  9.  Public  Water  System.  Direct  connection  to  the 
city  water  supply  shall  be  capable  of  furnishing  water,  at 
not  less  than  fifteen  (15)  pounds  per  square  inch  static 
pressure  at  the  highest  line  of  sprinklers  below  the  main 
roof. 

(a)  Where  the  average  pressure  from  the  city  water 
supply  does  not  comply  with  this  rule  but  is  sufficient  to 
give  at  least  five  pounds  at  the  highest  line  of  sprinklers  as 
determined  by  test,  an  automatic,  electrically  driven  pump 
installed  for  the  purpose  of  boosting  or  increasing  the  city 
water  pressure  in  the  sprinkler  system  may  be  accepted 
under  the  following  conditions : 

Pump  to  be  a  single  stage,  centrifugal,  of  approved 
design,  to  be  of  not  less  than  500  gallons  per  minute  capac¬ 
ity  and  to  otherwise  comply  with  Rule  10. 

(b)  Pump  to  be  automatic,  arranged  to  maintain  25 
pounds  at  highest  line  of  sprinklers  at  rated  capacity  and 
to  be  under  the  supervision  and  directly  connected  to  the 
office  of  one  of  the  fire  alarm  companies  which  is  con¬ 
nected  to  Fire  Department  headquarters. 

(c)  The  acceptance  of  this  form  of  an  automatic  water 
supply  shall  be  limited  to  an  individual  building  not  ex¬ 
ceeding  80  feet  in  height,  requiring  not  more  than  100 
sprinklers  in  the  largest  fire  area. 

(d)  Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  connec¬ 
tion  shall  be  as  large  as  that  of  the  main  riser  and  not  less 
than  four  (4)  inches,  and  shall  have  a  post  indicator  manu¬ 
ally  operated  control  valve,  painted  green,  sealed  open  in 
an  approved  manner,  located  on  the  first  story  or  at  the 
sidewalk  level  near  point  of  main  entrance  to  building, 
and  be  provided  with  a  sign  secured  to  post  reading: 
sprinkler  control  to  city  main. 

(e)  House  service  water  supply  connection  may  be 
taken  from  the  sprinkler  water  supply  connection  to  the 
city  main  on  the  inlet  side  of  the  fire  meter,  not  exceed¬ 
ing  154  inches  in  diameter  for  a  4-inch  connection,  and 
2  inches  in  diameter  for  a  6-inch  or  larger  connection. 

(f)  A  certificate  establishing  the  fact  that  water  sup¬ 
ply  conditions  and  pressures  are  as  may  be  required  shall 
be  submitted  to  the  Fire  Department  from  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Rule  10.  Fire  Pump.  As  auxiliary  sources  of  water 
supply,  steam  or  electric  standard  fire  pumps  shall  re¬ 
ceive  water  supply  from  a  suction  tank,  a  direct  connec¬ 
tion  to  the  city  water  main  or  other  approved  source, 
capable  of  supplying  the  pump  at  its  rated  capacity  for 
sixty  (60)  minutes.  The  rated  capacity  of  the  pump  shall 
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be  not  less  than  five  hundred  (500)  gallons  per  minute, 
and  shall  be  sufficient  to  supply  twenty-five  per  cent.  (25%) 
of  the  number  of  sprinklers  in  the  average  protected  fire 
area. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  en¬ 
closed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founda¬ 
tion  not  less  than  one  (1)  foot  in  height.  The  pump 
room  shall  be  readily  accessible  with  safe  egress  for  the 
attendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting  out 
of  any  one  boiler  without  interrupting  the  steam  supply 
to  the  pump  from  the  other  boilers.  The  boiler  room 
shall  be  cut  off  from  the  remainder  of  the  building  by 
fireproof  floor  and  wall  construction  with  approved  fire 
doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall  be 
acceptable  as  a  source  of  energy  for  driving  electric  fire 
pumps.  When  local  power  plants  supply  the  energy  for 
operating  electric  pumps,  two  motor  generator  units  shall 
be  provided,  or  one  generator  unit  supplemented  by  a 
public  service  break-down  switch.  Local  electric  power 
plants  shall  be  located  in  rooms  of  fireproof  construction 
with  approved  fire  doors  at  openings. 

Rule  11.  Sprinkler  Discharge.  For  the  purpose  o 
computing  the  capacity  of  water  supplies,  standard  one- 
half  (*4)  inch  sprinkler  heads  shall  be  assumed  to  have 
an  average  discharge  of  twenty  (20)  gallons  per  minute, 
and  the  discharge  of  larger  heads  shall  be  computed 
proportionately  in  the  ratio  of  the  areas  of  their  respec¬ 
tive  orifices. 

Rule  12.  Fire  Area.  A  fire  area  is  any  floor  spac 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or  a 
combination  of  both. 

In  a  non-fireproof  building  with  mill  or  non-fireproof 
floors  and  roof,  such  wall  shall  be  not  less  than  8  in.  in 
thickness  if  of  brick  or  stone,  and  not  less  than  6  in.  if  of 
reinforced  concrete,  and  extending  continuously  from  the 
lowest  story  to  be  at  least  3  ft.  above  the  roof  and  be 
coped. 

In  a  fireproof  building  such  wall  or  walls  shall  be  of 
fireproof  material  not  less  than  6  in.  in  thickness,  and 
shall  extend  from  the  fireproof  floor  to  ceiling,  or  un¬ 
derside  of  fireproof  roof. 

No  opening  shall  exceed  66  in.  in  width,  or  60  sq.  ft. 
in  area,  the  centre  of  every  opening  in  such  walls  shall 
be  at  least  40  ft.  from  the  centre  of  every  other  opening 
therein  at  the  same  level. 

All  openings  shall  be  provided  with  approved  auto¬ 
matic  fire  doors  on  each  side  of  openings. 

The  number  of  sprinklers  in  the  average  protected  fire 
area  shall  be  determined  by  the  number  of  sprinklered 
stories  in  such  section.  In  determining  the  required  capac¬ 
ity  of  water  supplies,  the  number  of  sprinklers  in  the 
average  protected  fire  area  need  not  include  those  located 
in  low  positions,  such  as  under  benches,  low  shelves, 
closets  and  platforms  and  between  cars  in  car  barns. 

Rule  13.  Fire  Department  Connection.  All  auto 

matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department  hose. 
Buildings  fronting  on  only  one  street  shall  be  provided 
with  at  least  two  Siamese  connections  when  the  street 
frontage  of  buildings  exceeds  two  hundred  (200)  feet. 


Where  buildings  have  frontages  on  more  than  one 
street  there  shall  be  a  fire  department  connection  on  each 
street  front  where  frontage  is  not  continuous  but  in  all 
cases  where  more  than  one  fire  department  connection 
is  required  they  shall  be  located  as  the  Fire  Commis¬ 
sioner  may  direct  and  shall  not  be  grouped.  The  Siam¬ 
ese  headers  shall  be  of  the  same  diameter  as  the  largest 
riser  or  cross  connection,  but  in  no  case  less  than  4 
inches  or  more  than  6  inches. 

All  Siamese  hose  connections  hereinafter  installed,  ex¬ 
cept  those  on  piers  or  warehouses  intended  for  fire  boat 
use,  shall  be  three  (3)  inches,  female  connection.  Siamese 
on  piers,  warehouses,  etc.,  intended  for  fireboat  use,  ex¬ 
cept  where  the  source  of  supply  is  from  a  direct  connec¬ 
tion  to  city  main,  shall  be  not  less  than  3l/2- inch  female 
connections  with  standard  fire  department  threads. 

The  Siamese  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  three  (3)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment.  Each  inlet  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by  raised 
letters  at  least  one  (1)  inch  in  size,  cast  in  the  fitting  in 
a  clear  and  prominent  manner  and  reading  for  the  service 
designated,  viz. :  “Base,  Spkr.,”  etc.,  as  the  case  may  be. 
If  the  entire  building  is  sprinklered,  the  fitting  shall  be 
marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  build¬ 
ing  line  except  that  where  there  is  an  angle  formed  by 
the  street  wall  and  a  check  piece  or  the  base  of  a  column, 
pilaster  or  ornamental  projection,  they  may  be  so  located 
that  no  part  extends  more  than  fifteen  (15)  inches  from 
either  side  of  such  angle  in  accordance  with  the  pro¬ 
visions  of  the  Building  Code. 

In  each  fire  department  connection  there  shall  be  an 
approved  straightway  check  valve  installed  in  a  hori¬ 
zontal  position,  the  piping  shall  be  arranged  to  drain  be¬ 
tween  the  check  valve  and  the  outside  Siamese  coupling 
by  either  a  ball  drip  having  a  one-half  (*4)  inch  pipe 
connection  and  one-half  (14)  inch  orifice  and  a  bronze 
ball  of  proper  size,  or  by  a  three-quarter  (Y\)  inch  drip 
connection  arranged  to  drain  to  a  sewer. 

All  sprinkler  Siamese  street  risers,  Siamese  wall  collars 
and  adjustable  Siamese  caps  shall  be  painted  green. 

Rule  14.  Sprinkler  Systems  Classified. 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources  or  the  automatic  super¬ 
vised  fire  pump  specified  in  rule  nine ;  and 

(b)  Two  Source  Systems,  supplied  with  water  from  a 
combination  of  any  two  of  the  automatic  sources ;  two 
pressure  tanks  with  a  total  water  capacity  twice  that  re¬ 
quired  for  a  one  source  supply ;  direct  connection  to  the 
city  water  supply  on  two  different  streets,  so  located  that 
the  closing  of  the  controlling  valve  on  one  main  will  not 
eliminate  the  main  on  the  other  street ;  or  a  direct  con¬ 
nection  to  the  city  water  supply  and  one  of  the  auxiliary 
sources  provided  the  water  supply  connection  is  at  least 
six  (6)  inches  in  size,  the  main  is  fed  both  ways  and  a 
two  (2)  inch  test  pipe  at  the  top  of  the  sprinkler  riser 
shows  a  flowing  pressure  of  fifteen  (15)  pounds  per 
square  inch  between  the  hours  of  six  a.m.  to  six  p.m. 

Rule  15.  Sprinkler  Spacing.  Sprinkler  heads  and  lines 
shall  be  spaced  as  herein  provided : 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following : 

(a)  For  Standard  one-half  (j4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 
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10  feet  in  10  foot  bays ; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays ; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1  J4)  inch 

heads _ 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  inflammable  mo¬ 
tion  picture  films  shall  have  one  standard  one-half 
(34)  inch  head  for  each  62*4  cubic  feet  of  available 
storage  space,  or  one  (1)  inch  Conran*  head  for  each 
250  cubic  feet  of  available  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  less 
than  three  (3)  feet  wide  shall  be  treated  as  open  joist  con¬ 
struction  and  sprinkler  heads  and  lines  spaced  accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  centers, 
but  less  than  five  (5)  feet  on  centers,  will  require  special 
ruling  by  the  administrative  official  having  jurisdiction. 

Rule  16.  Joisted  Construction.  Under  open  finish 
joisted  construction  ceilings,  floor,  decks  and  roofs,  the 
sprinkler  lines  shall  be  run  at  right  angles  to  the  joists  and 
the  heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  halfway  between  heads  on  adjacent 
lines. 

a.  One-Half  Inch  Heads.  For  Standard  one-half  (34) 
inch  heads  the  distance  between  lines  of  sprinklers  shall 
not  exceed  ten  (10)  feet,  and  the  distance  between  heads 
on  each  line  shall  not  exceed  eight  (8)  feet,  the  end  heads 
on  alternate  lines  being  spaced  not  more  than  two  (2) 
feet  from  wall  or  partition.  Permission  may  be  given  by 
the  administrative  official  having  jurisdiction  to  install  but 
one  line  of  sprinklers,  in  each  bay  where  girders  project 
below  the  underside  of  joists  and  divide  the  ceiling  into 
bays  ten  (10)  to  eleven  and  one-half  (11)4)  feet  wide 
from  center  to  center  of  girders,  and  the  heads  shall  then 
be  spaced  on  each  line  so  that  the  area  covered  by  a  single 
head  does  not  exceed  eighty  (80)  square  feet.  In  all  cases 
where  such  bays  are  over  eleven  and  one-half  (11)4)  feet 
wide,  two  or  more  lines  of  sprinklers  shall  be  installed  in 
each  bay  as  required  by  the  rules  for  spacing.  Where 
girders  and  joists  are  flush  at  the  bottom,  heads  shall  be 
spaced  according  to  the  general  rule. 

b.  One  Inch  Heads.  For  Conran*  one  (1)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty 
(20)  feet  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  sixteen  (16)  feet,  the  end  heads  on 
alternate  lines  being  spaced  not  more  than  four  (4)  feet 
from  wall  or  partition.  Where  girders  project  below  the 
underside  of  joists  and  divide  the  ceiling  into  bays  not  ex¬ 
ceeding  twenty  (20)  feet  in  width,  measured  from  center 
to  center  of  girders,  one  line  shall  be  placed  in  the  center 
of  each  bay.  In  bays  exceeding  twenty  (20)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty  (20)  feet. 

c.  One  and  One-Quarter  Inch  Heads.  For  Conran* 
one  and  one-quarter  (\Va)  inch  heads  the  distance  be¬ 
tween  adjacent  lines  shall  not  exceed  twenty-five  (25) 
feet  and  the  distance  between  the  head  on  each  line  shall 
not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  underside 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran  head 
of  the  type  tested  and  approved  by  the  Fire  Department,  or 
one  that  has  passed  similar  tests  by  the  Fire  Department. 


twenty-five  (25)  feet  in  width,  measured  from  center  to 
center  of  girders,  one  line  shall  be  placed  in  the  center  of 
each  bay.  In  bays  exceeding  twenty-five  (25)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay,  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty-five  (25)  feet. 

Rule  17.  Smooth  Finish,  Sheathed  or  Plastered  Ceilings. 

Under  smooth  finish,  sheathed  or  plastered  ceilings,  in  bays 
six  (6)  feet  wide  and  over  (measurements  to  be  taken 
from  center  to  center  of  timber,  girder  or  other  projection 
or  support  forming  the  bay),  sprinkler  heads  and  lines 
shall  be  spaced  as  follows : 

(a)  For  standard  one-half  (34)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays ; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (134)  inch 
heads — - 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Rule  18.  Fireproof  Construction.  The  rules  of  slow- 
burning  mill  construction  shall  apply  as  far  as  prac¬ 
ticable.  The  rule  may  be  modified,  however,  the  intent 
being  to  arrange  the  spacing  of  heads  to  protect  the 
contents  rather  than  the  ceilings;  but  in  no  case  shall  the 
distance  between  a  head  on  one  line  and  a  head  on  an 
adjacent  line  exceed  the  following: 

(a)  For  standard  one-half  (34)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  for  Conran  one  and  one-quarter  (134)  inch  heads, 
25  feet. 

Rule  19.  Distance  From  Walls.  The  distance  from  wall 
or  partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and  wall. 
Where  beams,  girders,  columns,  walls,  partitions  or  other 
obstructions  prevent  the  effective  discharge  of  water,  addi¬ 
tional  heads  shall  be  installed  to  effectively  sprinkle  the 
area. 

Rule  20.  Vertical  Shafts.  In  vertical  shafts  having  in¬ 
flammable  sides,  heads  shall  be  provided  within  the  shaft  in 
addition  to  the  head  or  heads  at  the  tops  of  shafts,  as  fol¬ 
lows  : 

(a)  One  standard  one-half  (34)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 
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(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (134)  inch  head 
for  each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where 
practicable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Rule  21.  Pitched  Roofs.  Under  a  pitched  roof  sloping 
more  steeply  than  one  (1)  foot  in  three  (3)  feet,  heads 
shall  be  located  in  peak  of  roof,  and  those  on  either  side 
of  the  peak  shall  be  spaced  according  to  the  foregoing  re¬ 
quirements.  The  distance  between  heads  shall  be  measured 
on  a  line  parallel  with  the  roof.  Where  the  roof  meets 
the  side  wall  or  the  floor  line,  the  heads  shall  be  placed 
not  more  than  the  following  distance  from  such  inter¬ 
section  : 

(a)  For  standard  one-half  (34)  inch  heads,  3j4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1/4)  inch  heads, 
8/4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  to  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(d)  For  standard  one-half  (34)  inch  heads,  234  feet. 

(e)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(f)  For  Conran*  one  and  one-quarter  (1/4)  inch  heads, 
6 34  feet. 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth : 

(g)  For  standard  one-half  04)  inch  heads,  2J4  feet. 

(h)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(i)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
634  feet. 

Rule  22.  Special  Location*  and  Variations.  In  Special 
locations,  such  as  over  electric  generating,  power  and  trans¬ 
forming  apparatus,  over  their  controlling  devices  and 
switchboards,  where  water  from  the  fire  extinguishing 
equipment  would  be  detrimental,  the  sprinkler  lines  and 
heads  may  be  omitted  at  the  discretion  of  the  administrative 
official  having  jurisdiction,  and  when  in  his  judgment  a 
slight  variation  of  this  rule  of  spacing  is  desirable  to  ef¬ 
fect  a  more  efficient  distribution  of  water  for  fire  ex¬ 
tinguishing  purposes,  the  sprinkler  lines  and  heads  shall  be 
spaced  as  he  may  direct. 

Rule  23.  Sprinkler  Position.  All  sprinkler  heads  shall 
be  located,  wherever  possible,  in  an  upright  position  on 
top  of  the  pipes,  except  that  sprinkler  heads  on  automatic 
wet  pipe  systems  may  be  pendant  on  concealed  piping  and 
when  construction  or  occupancy  of  a  room  or  enclosure 
makes  it  preferable. 

(a)  Where  standard  one-half  04)  inch  heads  are  in¬ 
stalled  sprinkler  deflectors  shall  be  parallel  to  ceilings, 
roofs  or  the  incline  of  stairs,  but  when  installed  in  the  peak 
of  a  pitched  roof  they  shall  be  horizontal.  Distance  of  de¬ 
flectors  from  ceilings  of  mill  or  other  smooth  construction, 
or  bottom  of  joists  of  open  joist  construction,  shall  be  not 
less  than  three  (3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors 
and  panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling 
as  specified  for  deflectors  in  paragraph  (a)  of  this  rule; 
except  that  when  heads  are  located  under  pitched  roofs 
or  piers  or  similar  structures,  they  shall  in  general  be  in¬ 
stalled  in  the  upright  position  (not  normal  to  slope  of 
roof)  and  three  (3)  feet  vertically  below  the  underside  of 
roof.  When  the  administrative  official  having  jurisdiction 


deems  a  variation  of  this  rule-  advisable  to  obtain  a  more 
efficient  distribution  of  water,  the  heads  shall  be  located 
with  respect  to  joists  or  ceiling,  as  he  may  direct. 

Rule  24.  Spray  Clearance.  Not  less  than  eighteen  (18) 
inches  effective  clear  space  shall  be  left  below  the  sprinkler 
heads,  so  that  they  may  discharge  an  unbroken  spray 
blanket  from  sprinkler  to  sprinkler  and  sides  of  room 
when  in  operation.  Any  stock  piles,  racks  or  other  ob¬ 
structions  interfering  with  such  action  shall  not  be  per¬ 
mitted.  Sprinkler  system  piping  shall  not  be  used  for  the 
support  of  stock,  clothing,  etc. 


Rule  25.  Pipe  Sizes.  The  number  of  heads  on  a 
given  size  pipe  in  one  fire  area  in  any  story  shall  not 
exceed  the  following: 


(a)  For  standard  one-half  (34)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

^4  inch  .  1  head 

1  “  2  heads 

134  “  3  “ 

134  “  5  “ 

2  “  .  10  “ 

2V2  “  20  “ 

3  “  36  “ 

334  “  55  “ 

4  “  80  “ 

5  “  140  “ 

6  “  .  200  “ 

7  “  300  “ 

8  “  420  “ 


(b)  For  Conran*  one  (1)  inch  heads — 
Size  of  Pipe 

1  inch  . 

134  “  . 

134  “  . 

2  “  . 

234  “  . 

3  “  . 


5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

2  heads 

3  “ 

4  “ 

6  “ 

9  “ 

. .  18  “ 

. .  34  “ 

..  51  “ 

. .  75  “ 

. .  105  “ 


(c)  For  Conran*  one  and  one-quarter 


Size  of  Pipe 
134  inch 

134  “ 

2 

234  “ 


3 

4 

5 

6 

7 

8 


(134)  inch  heads — 
Maximum  No.  of 
Heads  Allowed 
, . .  1  head 

2  heads 

3  “ 

4  “ 


12  " 
21  “ 
40  “ 

60  “ 
84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
so  that  the  number  of  heads  on  a  branch  line  will  not 
exceed  eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 


12 


RULES 


Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  ( 2l/2 )  inch  pipe  does  not  sup¬ 
ply  more  than  sixteen  (16)  standard  one-half  ( J4 )  inch 
heads,  in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one 
room  with  reference  to  the  pipe  sizes,  and  the  feed  main 
shall  be  of  sufficient  size  to  accommodate  the  number  of 
heads  called  for.  Larger  pipe  sizes  than  are  allowed  in  the 
schedule  for  a  given  number  of  heads  may  be  required 
wherever  the  construction  or  conditions  introduce  un¬ 
usually  long  runs  of  feed  mains  or  many  angles.  Build¬ 
ings  with  blind  attics  with  small,  unprotected  openings  to 
floor  below,  may  be  piped  from  the  system  on  the  ceiling 
of  floor  below,  provided  pipe  size  schedule  is  not  over¬ 
loaded  on  sizes  three  (3)  inches  or  under. 

Rule  26.  Feed  Mains.  The  size  of  feed  mains  shall 
not  be  less  than  the  size  of  riser  and  shall  be  arranged  to 
run  as  direct  as  possible  from  source  of  water  supply  to 
riser. 

Feed  mains  from  stair  or  other  towers  without  ap¬ 
proved  stops  between  floors,  when  piped  on  independent 
riser,  shall  be  of  sufficient  size  to  accommodate  the  total 
number  of  sprinklers  in  such  tower. 

Rule  27.  Risers.  There  shall  be  one  or  more  sep¬ 
arate  risers  in  each  building  and  in  each  section  of  the 
building  divided  by  fire  walls.  Risers  shall  be  arranged  to 
provide  “Center  Central”  or  “Side  Central”  supply  to  feed 
main.  Each  riser  shall  be  of  sufficient  size  to  supply  all  the 
heads  on  said  riser  in  one  story,  according  to  the  schedule 
of  pipe  sizes  in  Rule  15. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area 
to  be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  ($4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1}4)  inch  heads, 

8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates, 
clamps,  couplings  or  approved  hangers. 

Rule  28.  Connections  Prohibited.  No  connections,  such 
as  for  sill  cocks,  house  service  or  hose  outlets,  shall  be 
made  with  a  sprinkler  system  riser  or  any  part  thereof 
except  as  provided  for  in  rule  9. 

Rule  29.  Air  Lock  Adjustment.  Where  gravity  and 
pressure  tanks  feed  through  a  common  discharge  pipe  or 
“dead  riser”  to  the  foot  of  a  riser  and  an  air  lock  is  likely 
to  develop  the  discharge  pipe  of  the  gravity  tank  shall 
connect  with  the  discharge  pipe,  or  “dead  riser,”  forty  (40) 
feet  below  the  bottom  of  the  pressure  tank. 

Rule  30.  Pipes  and  Fittings.  All  pipe  shall  be  full- 
weight  standard  wrought  iron  or  steel  threaded  pipe,  well 
reamed  and  screwed  up  tight  into  fittings  without  reducing 
the  waterway.  Fittings  shall  be  standard  cast  iron  fittings, 
and  shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a 
working  pressure  of  150  pounds  per  square  inch  and  must 
be  capable  of  withstanding  a  hydrostatic  test  pressure  of 
750  pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 


Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for 
a  working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  31.  Protection  of  Pipes  and  Sprinklers.  When 
exposed  to  moisture,  sprinkler  pipes  and  hangers  shall  be 
protected  against  corrosion  whenever  found  necessary  by 
thoroughly  cleaning  the  pipe  of  all  scale  and  grease  and 
painting  with  a  coat  of  red  lead  and  linseed  oil  paint  or 
other  acceptable  moisture  resistive  paint.  When  exposed 
to  chemical  fumes,  the  pipe  and  fittings  shall  be  coated 
with  graphite  or  other  approved  chemical  resistive  paint. 
Care  shall  be  taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly 
protected  by  a  masonry  or  wood  enclosure,  properly  heated 
or  filled  with  mineral  wool,  sawdust  or  tar  mixed  with 
granulated  cork,  extending  below  bottom  of  pipe  and 
through -the  top  flooring  of  ground  floor,  or  the  pipe  shall 
be  protected  with  three  alternate  layers  of  one-inch  hair 
felt  and  building  paper  or  by  other  approved  method. 
When  of  wood,  such  enclosure  shall  be  constructed  double 
with  a  layer  of  tar  paper  between  the  two  thicknesses  of 
wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through 
cinder  concrete  floors  or  partitions,  they  shall  be  pro¬ 
tected  with  a  metal  sleeve  or  be  grouted  with  cement 
mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed 
cover,  or  with  an  approved  wax  coating. 

Rule  32.  Drainage.  All  sprinkler  pipe  and  fittings 
shall  be  so  installed  that  they  can  be  thoroughly  drained, 
and  where  practicable,  all  piping  shall  be  arranged  to 
drain  at  the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  overflow  domestic  service  or  other  con¬ 
nections  to  the  same  sewer  or  house  drain,  or  if  carried 
through  the  walls  and  exposed  to  the  weather,  they  shall  be 
fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  (*4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve ; 

At  each  dry-pipe  valve ; 

At  each  gravity  tank; 

At  each  pressure  tank; 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are 
used;  and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that 
flowing  tests  may  be  made  to  determine  if  the  water  sup¬ 
plies  or  connections  from  yard  mains  to  the  inside  of  the 
building  are  in  order  without  causing  water  damage  or 
overflowing  service  connections  to  the  same  house  drain. 
Any  such  drain  shall  be  not  less  than  two  (2)  inches  in 
size  except  the  drains  at  independent  floor  valves  shall  be 
not  less  than  1  inch  in  size  where  floor  valves  are  not  over 
2 Vi  inches  in  size  and  \x/\  inches  where  floor  valves  are 
larger  and  connected  to  a  main  drain  riser  of  not  less  than 
1J4  inches  in  size.  The  drain  at  the  main  riser  shall  dis¬ 
charge  into  a  cone  or  sight  drain,  or  if  carried  through  the 
wall  and  exposed  to  the  weather,  it  shall  be  fitted  with  a 
hood  or  down-turned  elbow. 
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At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

On  automatic  wet  pipe  systems,  the  horizontal  branch 
pipes  shall  be  pitched  not  less  than  one-quarter  (*4)  inch 
in  ten  (10)  feet  to  drain  towards  the  sources  of  supply 
with  drip  valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (Y)  inch  in  ten  (10)  feet. 

Rule  33.  Test  Pipe.  In  all  wet-pipe  automatic  sprinkler 
systems  a  test  pipe  of  not  less  than  34  inch  in  diameter 
snan  cc  connected  directly  with  each  system  but  shall  be 
connected  to  a  pipe  of  not  less  than  1%  inches  in  diam¬ 
eter  in  upper  story  and  arranged  to  discharge  through  a 
y2- inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  should  be  increased  to  one  (1)  inch  or  larger. 
Controlling  valve  should  be  located  at  a  sufficient  distance 
from  where  the  test  pipe  passes  through  the  wall  of  the 
building  so  as  to  reduce  to  a  minimum  the  chance  of  freez¬ 
ing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  34-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  Y^-mch.  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  34.  Pressure  Gauges.  A  four  and  one-half  (4j4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve ;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both 
above  and  below  the  alarm  valve  and  the  dry-pipe  valve 
with  only  one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected 
from  freezing  and  be  controlled  by  a  valve  with  arrange¬ 
ments  for  draining.  A  plugged  outlet,  not  less  than  one- 
quarter  (J4)  inch  in  size,  shall  be  located  between  each 
valve  and  gauge  for  purpose  of  installing  the  inspector’s 
gauge. 

Rule  35.  Valves.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
non-corrodible  material.  Valves  over  two  (2)  inches  in  di¬ 
ameter  shall  be  of  brass,  or  bronze  or  iron  body,  brass 
mounted,  or  of  other  approved  non-corrodible  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  non-cor¬ 
rodible  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc, 
stuffing  box  pattern  with  hand  wheel,  outside  screw  and 
yoke,  or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straightway  regrind¬ 
ing  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  36.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 


Rule  37.  Water  Supply  Check  Valves.  The  piping 
connecting  each  source  of  water  supply  with  the  sprinkler 
system,  including  fire  department  connections,  shall  be  pro¬ 
vided  with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  38.  Control  Valves.  All  automatic  sprinkler 
systems  shall  be  provided  with  a  main  control  or  shut-off 
valve  arranged  to  be  readily  accessible  as  near  the  stair¬ 
ways  or  fire  tower  as  possible  and  sealed  in  the  open  posi¬ 
tion;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent 
and  readily  accessible  floor  control  valves,  sealed  in  the 
open  position  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (kO 
inch  sprinkler  heads  or  three  (3)  Conran*  heads  in  any 
automatic  wet  pipe  system  are  exposed  to  cold  and  subject 
to  freezing,  shut-off  valves  may  be  provided  to  discontinue 
the  water  supply  to  such  heads  between  November  1  and 
April  1.  A  greater  number  of  heads  than  specified  above, 
located  in  places  which  cannot  be  properly  heated,  shall  be 
controlled  by  an  automatic  dry-pipe  valve. 

Rule  39.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

Automatic  wet-pipe  sprinkler  systems  in  which  only 
twenty-five  per  cent.  (25%)  of  the  heads  are  required  to  be 
maintained  dry  for  protection  from  freezing,  shall  have 
only  such  heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  con¬ 
taining  dry  air,  or  it  shall  be  passed  through  a  drying 
chamber  containing  calcium  chloride,  in  order  to  avoid  the 
introduction  of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be 
maintained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  A”  dry-pipe  valve: 

(b)  For  standard  one-half  (}4)  inch  heads .  400 

(c)  For  Conran*  one  (1)  inch  heads .  100 

(d)  For  Conran*  one  and  one-quarter  (1^4)  inch 

heads  .  64 


Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve: 
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(e)  For  standard  one-half  (}4)  inch  heads .  600 

(f)  For  Conran*  one  (1)  inch  heads .  150 

(g)  For  Conran*  one  and  one-quarter  (1%)  inch 

heads  .  96 


(h)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve: 

(i)  For  standard  one-half  (J4)  inch  heads .  600 

(j)  For  Conran*  one  (1)  inch  heads .  150 

(k)  For  Conran*  one  and  one-quarter  (lRt)  inch 

heads  .  96 


Rule  40.  Alarm  Valve.  All  automatic  wet  pipe 
sprinkler  systems  shall  be  equipped  with  an  alarm  valve  so 
constructed  that  a  flow  of  water  through  a  one-half  ( ) 
inch  orifice  will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

When  an  electrically  operated  alarm  is  installed  in  con¬ 
nection  with  an  alarm  valve  or  dry  pipe  valve, _  the  installa¬ 
tion  shall  be  made  in  conformity  with  the  provision  of  Rule 

41. 

Rule  41.  High  and  Low  Water.  Electric  Alarm  on 
Gravity  and  Pressure  Tanks.  All  gravity  tanks  shall  be 
equipped  with  a  device  to  indicate  when  the  water  falls  be¬ 
low  or  rises  above  the  normal  level  in  the  tank,  with  an 
indicator  and  alarm  located  in  the  engineers’  room  near 
the  pump. 

All  gravity  and  pressure  tanks  shall  be  equipped  with 
a  high  and  low  alarm  as  hereinafter  specified.  The  high 
and  low  gravity  and  the  high  and  low  pressure  electric 
alarm  shall  be  so  constructed  and  arranged  that  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  gravity  tank,  and  when  the  pressure  falls  below  or 
rises  above  the  predetermined  level  in  the  pressure  tank,  an 
audible  and  visible  signal  will  be  given  in  either  the  pump 
room  or  engineer’s  room. 

The  audible  signalling  device  for  high  and  low  water 
and  high  and  low  pressure  electric  alarm  shall  consist 
of  a  vibrating  gong  of  at  least  3  inches  in  diameter  of 
the  enclosed  type  and  arranged  for  conduit  installation, 
the  same  to  be  operated  automatically  from  an  approved 
device  indicating  the  level  of  water  in  the  gravity  tank 
and  from  the  pressure  gauge  of  pressure  tank. 

The  audible  signalling  device  for  the  alarm  and  dry 
pipe  valves  shall  consist  of  an  enclosed  type  6-inch  vibrat¬ 
ing  gong  arranged  for  conduit  installation.  A  closed  cir¬ 
cuit  annunciator  shall  be  provided  in  connection  with  the 
alarm  system.  The  high  and  low  telFtale  electric  connec¬ 
tions  shall  be  so  constructed  that  it  will  not  be  affected  by 
moisture  and  the  parts  shall  be  heavy  and  rugged.  The 
float  shall  be  of  approved  type. 

All  wiring  shall  be  installed  in  iron  or  steel  conduits 
and  the  installation  shall  be  in  accordance  with  the  pro¬ 
visions  of  Chapter  9  of  the  Code  of  Ordinances.  Only 
approved  closed  circuit  systems  shall  be  installed.  Con¬ 
trol  panels  to  operate  the  signalling  equipment  must  be 
approved  by  the  Board  of  Standards  and  Appeals.  The 
control  cabinet  shall  be  located  in  the  engineer’s  or  pump 
room  where  it  will  be  under  the  supervision  of  the  person 
in  charge  of  the  sprinkler  system. 


The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference : 

1.  Public  utility  electric  light  and  power  systems. 

2.  Electric  light  or  power  system  (public  utility  or 
isolated  plant)  supplemented  by  storage  battery 
either  controlled  by  an  automatic  throw-over  device 
or  floating  on  the  line  and  protected  by  a  reverse 
current  circuit  breaker. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  the  closed  circuit  type. 

When  the  system  is  connected  to  the  110  volt  lighting 
service  a  suitable  cut-out  is  to  be  provided  and  it  shall  be 
enclosed  in  a  locked  or  sealed  metal  cabinet.  The  con¬ 
nection  to  the  system  shall  be  the  first  connection  on  the 
house  side  of  and  as  near  as  practicable  to  the  meter. 
When  batteries  are  used  to  operate  the  system  they  shall 
be  placed  in  an  approved  cabinet  provided  with  a  lock  and 
key. 

Rule  42.  Heating  of  Tanks.  The  water  in  all  sprinkler 
tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frostproof 
house  properly  heated  and  lighted. 

Rule  43.  Concealed  Pipe  Systems.  All  pipe  in  con¬ 
cealed  pipe  systems  shall  be  of  standard  full-weight 
wrought  iron  or  steel,  painted  with  two  coats  of  protective 
paint,  one  before  and  one  after  installation.  Such  pipe  as 
shall  be  installed  in  ducts  or  be  encased  in  cement  mortar 
shall  be  inspected  prior  to  concealment.  When  installed  in 
the  concealed  space  between  floor  arches  and  ceiling,  such 
pipe  shall  be  supported  by  hangers  and  all  pipe,  fittings 
and  hangers  be  protected  with  two  coats  of  paint. 

Rule  44.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of 
sprinkler  heads  shall  be  provided  with  the  necessary  cur¬ 
tain  boards  and  draft  stops  to  permit  specific  control  of 
the  fire  by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  45.  Approval  of  Sprinkler  System.  Before  ac¬ 
ceptance  all  automatic  sprinkler  systems,  excluding  the 
water  supply  tanks,  shall  be  subjected  after  installation 
to  a  hydrostatic  pressure  test  of  at  least  one  (1)  hour’s 
duration  at  not  less  than  fifty  (50)  pounds  per  square  inch 
in  excess  of  that  which  will  be  normally  carried  and  ob¬ 
served  in  the  sprinkler  system,  such  test  pressure,  how¬ 
ever,  to  be  not  less  than  one  hundred  and  fifty  (150) 
pounds  per  square  inch  in  any  part  of  the  system. 

All  pressure  tanks  shall  be  tested  after  erection  to  a 
test  pressure  of  one  and  one-half  (lj/2)  times  the  working 
pressure.  To  prevent  the  possibility  of  serious  water 
damage  in  case  of  a  break,  the  pressure  shall  be  main¬ 
tained  by  a  small  pump,  the  main  controlling  gate  being 
meanwhile  kept  shut.  Brine  or  other  corrosive  chemicals 
shall  not  be  used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of 
over  two  (2)  pounds  per  square  inch  for  the  twenty-four 
(24)  hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  te$t  to  prevent  injuring  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of 
sprinklers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 
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No  piping,  devices  nor  any  portion  of  a  newly  con¬ 
structed  sprinkler  system  shall  be  covered  up  or  perma¬ 
nently  concealed  until  tested  by  the  Bureau  of  Fire  Pre¬ 
vention  and  approved  of  in  writing,  except  piping  passing 
through  floors,  walls,  partitions  or  beams  for  distances 
equal  to  the  thickness  of  such  floors,  walls,  partitions  or 
beams. 

Rule  46.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings 
under  the  provisions  of  Chapter  5,  Article  4,  Secton  72, 
Subdivision  L,  Code  of  Ordinances,  shall  consist  of  at  least 
a  •  One  Automatic  Source  System,  except  buildings  used 
as  freight  depots,  car  barns,  stables,  garages,  factories  and 
grain  elevators  which  sprinkler  systems  shall  be  supplied 
by  any  two  of  the  automatic  sources  or  one  of  the  auto¬ 
matic  sources  and  a  fire  pump  as  described  in  rules  9 
and  10. 

Rule  47.  Department  Stores.  Wet  sprinkler  systems 
shall  be  required  in  all  department  stores  and  where  the 
floor  area  on  any  story  or  cellar  exceeds  20,000  square 
feet,  the  system  shall  be  supplied  by  two  of  the  auto¬ 
matic  sources  as  provided  for  in  Rule  14. 

Rule  48.  Factories  and  Other  Buildings.  Where  the 
Labor  Law  or  the  Code  of  Ordinances  require  automatic 
sprinkler  systems,  or  where  any  of  the  requirements  of 
the  Labor  Law  or  Code  of  Ordinances  are  waived  be¬ 
cause  of  the  installation  of  an  automatic  sprinkler  sys¬ 
tem,  such  sprinkler  systems,  unless  specifically  otherwise 
required  by  the  Fire  Commissioner,  Code  of  Ordinances, 
Labor  Law,  or  these  rules,  shall  have  at  least  the  fol¬ 
lowing  sources  of  supply  installed  in  accordance  with  these 
rules : 

1.  A  Gravity  tank  and  Siamese,  or 

2.  A  Pressure  tank  and  Siamese,  or 

3.  A  direct  6-inch  connection  to  the  City  water  supply 
fed  two  ways,  capable  of  furnishing  water  at  not  less 
than  IS  pounds  per  square  inch  static — pressure  at  the 
highest  line  of  sprinklers  below  the  main  roof,  and  the 
required  Siamese. 

Rule  49.  Theatre  Buildings.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall 
consist  of  at  least  a  One  Source  Automatic  System. 

Rule  50.  Firework  Storage.  Automatic  sprinklers  re¬ 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  either  of  the  two 
automatic  sources  as  provided  in  Rule  14. 

Rule  51.  Nitro-Cellulose  Products.  Automatic  sprinklers 
as  required  in  buildings  in  which  nitro-cellulose  products 
are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a 
system  supplied  from  both  approved  gravity  tank  supply 
and  an  approved  pressure  tank  supply,  except  that  no 
change  shall  be  required  in  supplies  to  automatic  sprinkler 
equipments  previously  approved  by  the  Fire  Commissioner 
as  two  source  systems,  in  conformity  with  the  provisions 
of  this  rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  either  of 
the  two  automatic  sources  as  provided  for  in  Rule  14. 


Rule  52.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflamma¬ 
ble  motion-picture  films  are  stored  under  the  provisions  of 
Chapter  10,  Article  20,  Section  241,  Code  of  Ordinances, 
shall  consist  of  a  system  supplied  from  both  an  approved 
gravity  tank  supply  and  an  approved  pressure  tank  supply 
except  that  no  change  shall  be  required  in  supplies  to  auto¬ 
matic  sprinkler  equipments  previously  approved  by  the 
Fire  Commissioner  as  two  source  systems  in  conformity 
with  the  provisions  of  this  rule  as  in  force  up  to  December 
1,  1921. 

Rule  53.  Sprinkler  Protection  for  Special  Hazards  in 
Non-Sprinklered  Buildings  Not  Provided  for  by  Laws  or 
Ordinances  or  in  These  Rules. 

Sprinkler  heads  and  pipings  may  be  provided  on  ceilings 
of  enclosed  rooms,  closets,  shafts,  or  other  spaces  which 
are  used  as  carpenter  shops,  upholstering  rooms,  paint 
shops,  waste  paper  rooms,  old  record  storerooms,  trunk 
and  general  storage  rooms  in  hotels,  offices  or  other  build¬ 
ings,  and  in  stores  and  showrooms  or  where  nitro-cellu¬ 
lose  products  or  inflammable  photographic  or  X-ray  film  is 
stored  or  used,  or  in  ice  boxes  of  cold  storage  plants. 

The  number  and  type  of  sprinkler  heads,  spacing  and 
size  of  pipe,  location  and  number  of  valves,  method  of 
draining  lines,  water  flow  or  other  alarms,  shall  be  as  re¬ 
quired  by  the  Fire  Commissioner  to  properly  protect  the 
special  hazard. 

The  source  of  water  supply  where  required  may  be  taken 
from  the  house  supply  tank  or  other  sources  of  water 
supply,  except  that  no  connection  shall  be  taken  from 
the  standpipe  system  or  from  the  feed  line  to  boilers.  In 
all  cases  there  shall  be  sufficient  water  to  provide  20  gal¬ 
lons  of  water  per  head  for  30  minutes  and,  further,  that 
the  pressure  on  any  sprinkler  line  shall,  where  practicable, 
be  not  less  than  15  pounds  static  pressure. 

Rule  54.  Existing  Installations  and  Approvals.  Auto¬ 
matic  sprinkler  systems  and  devices  heretofore  installed 
shall  not  be  required  to  conform  to  these  rules  where  the 
fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions 
or  extensions  in  height  or  area  is  made  to  the  building 
when  these  rules  shall  apply  if  deemed  advisable  or  neces¬ 
sary  by  the  Fire  Commissioner. 

Rule  55.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  ap¬ 
proved  fire  doors  on  both  sides  of  the  wall,  one  of  which 
must  be  automatic. 

Rule  56.  Maintenance  Inspection.  Automatic  sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the 
person  in  charge  of  the  building,  or  by  other  competent 
person  employed  by  the  owner,  to  see  that  all  parts  of  the 
system  are  in  perfect  working  order,  and  the  fire  depart¬ 
ment  connection  or  connections,  if  any,  ready  for  immedi¬ 
ate  use  by  the  Fire  Department.  A  detailed  record  of  each 
inspection  shall  be  kept  for  examination  by  a  representa¬ 
tive  of  the  Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And 
there  shall  be  one  or  more  employees  instructed  in  the 
maintenance  of  sprinkler  system. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  res¬ 
cinded. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c ;  by  mail  35c. 
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FACTORY  EXIT  RULES  ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS 
FEBRUARY  23,  1927,  AND  AMENDED  JANUARY  15,  1932. 


(64-27-SR) 

STANDARD  FACTORY  EXITS 
Section  1 — Fire  Escapes. 

Rule  1.  In  any  building  erected  prior  to  October  1, 
1913,  now  occupied  or  to  be  occupied  as  a  factory,  more 
than  five  stories  in  height  and  not  exceeding  nine  stories 
in  height,  nor  in  any  case  more  than  90  ft.  from  curb  level 
to  top  floor  level,  one  of  the  required  means  of  exit  or 
escape  under  Section  271-1  of  the  Labor  Law  may  con¬ 
sist  of  an  outside  fire  escape,  provided  that : 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
with  all  the  provisions  of  Section  273,  labor  law,  and  in 
addition  thereto : 

(1)  The  balconies  and  stairs  shall  be  protected  on 
the  outside  by  substantial  railings  to  a  height  of  at 
least  4  ft.  6  in.,  measured  from  floor  of  balcony  or 
center  of  stair  tread,  constructed  of  bars  at  least  one- 
half  (^4)  inch  in  diameter,  spaced  not  more  than  six 
(6)  inches  on  centers,  or  of  substantial  grille  work,  or 
of  screening  not  less  than  No.  10  U.  S.  gauge  wire 
with  not  more  than  one  and  one-half  (lj/2)  inch  mesh, 
all  rigidly  braced ; 

(2)  When  there  is  safe  egress  from  the  roof  of  the 
building  to  any  adjoining  structure,  the  fire  escape 
stairway  shall  continue  to  the  roof,  and  if  there  be  no 
safe  means  of  egress,  a  gooseneck  ladder  shall  be  pro¬ 
vided  from  the  top  story  balcony  to  the  roof. 

(b)  Any  such  fire  escape  erected  prior  to  October  1, 
1913,  shall  conform  in  every  respect  with  the  requirements 
of  paragraph  (a)  of  this  rule,  except  that  balconies  may 
be  not  less  than  3  feet  in  width ;  the  connecting  stairs  not 
less  than  20  inches  in  width,  and  placed  at  an  angle  not 
exceeding  60  degrees  if  the  building  is  not  over  six  stories 
in  height,  otherwise  at  an  angle  of  45  degrees. 

Rule  2.  In  any  building  erected  prior  to  October  1, 
1913,  now  occupied  or  to  be  occupied  as  a  factory,  five 
stories  or  less  in  height,  one  of  the  required  means  of  exit 
under  Section  271  of  the  Labor  Law  may  consist  of  an 
outside  iron  fire  escape,  provided  that : 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
with  all  the  provisions  of  Section  273,  Labor  Law. 

(b)  Existing  fire  escapes  shall  comply  with  all  the  pro¬ 
visions  of  Section  274,  Labor  Law  and  in  addition  thereto 

(1)  The  balconies  shall  be  not  less  than  3  feet  in 
width. 

(2)  The  rails  around  balconies  and  well  holes  and 
on  stairways  shall  be  not  less  than  3  feet  in  height. 

(3)  Passageways  on  the  balconies  shall  be  not  less 
than  14  inches  in  the  clear. 

(4)  At  least  one  opening  to  each  balcony  shall  be 
a  single  fireproof  casement  door  at  least  2  feet  wide 
and  at  least  6  feet  in  height,  except  that  where  the 
distance  between  the  sill  and  lintel  will  not  permit 
of  an  opening  6  feet  in  height,  a  casement  door  not 
less  than  4  ft.  6  in.  in  height  will  be  permitted. 

Rule  3.  The  single  fireproof  casement  doors  leading  to 
all  fire  escape  balconies  shall  open  out  and  shall  be  self¬ 
closing.  An  easily  operated  door  lock  with  knobs  on  both 
sides  of  the  door  shall  be  provided. 

Such  fire  doors  may  be  at  window  sill  level  if  fixed  iron 
step  at  least  two  feet  wide,  with  risers  not  exceeding 
eight  (8)  inches,  and  treads  not  less  than  eight  (8)  inches 
are  provided  on  the  inside  from  floor  level  to  sills  properly 
secured. 

Rule  4  (a).  Any  such  fire  escape  erected  subsequent 
to  October  1,  1913,  and  prior  to  these  rules  taking  effect, 


unless  previously  accepted  as  one  of  the  required  means 
of  exit  or  escape  by  the  administrative  official  having  jur¬ 
isdiction,  shall  conform  in  every  respect  to  the  provisions 
of  these  rules. 

(b)  A  fire  escape  shall  not  hereafter  be  accepted  as  con¬ 
stituting  one  of  the  required  means  of  exit  or  escape  under 
Section  271-1  of  the  Labor  Law,  in  any  building  erected 
prior  to  October  1,  1913,  now  occupied  or  to  be  occupied  as 
a  factory,  exceeding  nine  stories  in  height,  or  more  than 
90  feet  from  curb  level  to  top  floor  level. 

Rule  5.  All  fire  escapes  shall  be  maintained  struc¬ 
turally  safe,  properly  painted,  and  kept  clear  of  all  obstruc¬ 
tions. 

Section  2 — Enclosure  of  Factory  Stairways. 

Rule  6.  Except  as  herein  provided,  in  all  factory  build¬ 
ings  five  stories  or  less  in  height,  erected  prior  to  October 
1,  1913,  in  which  there  are  more  than  twenty-five  persons 
employed  above  the  second  story,  all  interior  stairways, 
serving  as  required  means  of  exit,  and  the  landings,  plat¬ 
forms  and  passageways  connected  therewith,  shall  be  en¬ 
closed  on  all  sides  by  partitions  of  fire-resisting  material 
extending  continuously  from  the  lowest  point  of  the  stair¬ 
way  in  accordance  with  the  following  schedule : 


Number 

of 

stories 

Contents 
combustible, 
no  sprinkler 

Contents  non¬ 
combustible 
no  sprinkler 

Contents 
combustible, 
and  sprinkler 

Contents  non¬ 
combustible 
and  sprinkler 

Three 

Stairways 

Enclosed 

Four 

Stairways 

Enclosed 

Stairways 

Enclosed 

Five 

Stairways 

Enclosed 

Stairways 

Enclosed 

Stairways 

Enclosed 

The  term  “contents”  as  used  above  means  articles,  goods, 
wares  and  merchandise,  packed,  stored,  manufactured  or  in 
the  process  of  manufacture. 

The  term  “combustible”  as  used  above  means  articles, 
goods,  wares  or  merchandise  which  will  burn  or  support 
combustion. 

The  term  “sprinkler”  as  used  above  means  an  adequate 
automatic  sprinkler  equipment  installed  and  maintained  in 
good  working  order  on  each  floor. 

The  term  “story”  as  used  above  means  that  part  of  a 
building  between  any  floor  and  the  floor  or  roof  next 
above the  first  story  is  that  part  of  a  building  which  is 
more  than  50  per  cent  above  the  floor  below  and  the  floor 
next  above  the  ,curb  or  average  grade  level. 

Where  the  stairways  extends  to  the  top  floor  of  the 
building,  such  partitions  shall  extend  to  the  under  side  of 
the  roof  boarding.  That  portion  of  the  under  side  of  the 
roof  beams  within  the  stair  enclosure  shall  be  covered  with 
fire-resisting  material,  except  in  buildings  with  roofs  of 
non-combustible  material,  in  which  case  the  partitions  may 
stop  at  the  under  side  of  he  roof. 

Where  the  stairway  is  required  to  extend  to  the  roof, 
the  enclosure  shall  be  so  built  as  to  form  a  bulkhead.  The 
enclosure  shall  be  ventilated  by  a  skylight  in  the  roof  with 
louvres  or  ventilators,  or  exterior  windows  with  ventilating 
sections  at  the  top  floor. 

All  openings  in  such  partitions  shall  be  provided  with 
approved  self-closing  fire  doors,  except  where  such  open¬ 
ings  are  in  the  exterior  wall  of  the  building. 
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The  bottom  of  the  enclosure  shall  be  of  fireproof  mate¬ 
rial  at  least  four  inches  thick  unless  the  partition  extends 
to  the  cellar  bottom. 

A  horizontal  exit,  as  defined  in  section  267  of  the  Labor 
Law,  will  be  accepted  as  a  compliance  with  this  rule  when 
both  sides  of  the  fire  wall  or  walls  are  occupied  on  any 
factory  floor  by  the  same  occupant. 

Rule  7.  Where  there  are  occupancies  on  any  story 
or  part  of  a  story  involving  the  storage  or  use  below  the 
top  story  of  the  following  materials  and  exceeding  the 
amouni  specified,  and  there  are  more  than  5  persons  em¬ 
ployed  at  manufacturing  above  such  occupancy,  the  interior 
stairway  serving  as  required  means  of  egress  shall  be  en¬ 
closed  on  that  story  with  fire-resisting  material  from  floor 
to  under  side  of  floor  above,  including  any  exposed  stair 
soffits,  landings  and  passageways ;  openings  shall  be  pro¬ 
vided  with  approved  self-closing  fire  doors. 

Nitrocellulose  in  any  shape  or  form,  10  pounds. 

Volatile  inflammable  oils,  1  gallon. 

Volatile  inflammable  mixtures,  5  gallons. 

Combustible  mixtures,  10  gallons. 

Paints,  varnishes  and  lacquers,  10  gallons. 

Upholstering  or  mattresses,  manufacturing  or  repairing. 

Cotton,  rag  and  paper  sorting,  1  ton. 

Paper  box  manufacturing. 

Restaurants  and  lunch  rooms  with  cooking  (not  includ¬ 
ing  tea,  coffee  or  similar  beverages). 

The  Board  shall  rule  upon  new  occupanies  as  they  arise 
and  pass  upon  points  under  dispute. 

When  more  than  two  stories  are  to  be  segregated,  _  as 
above,  the  entire  stairway  shall  be  enclosed  in  fire-resisting 
material  where  there  are  more  than  5  persons  employed  at 
manufacturing  above  the  first  story. 

Rule  8.  Required  Exits  and  Enclosures  of  Stairways  in 
Two-Story  Factory  Buildings. 

1.  Required  Exits. — In  every  two-story  factory  build¬ 
ing  erected  prior  to  October  1,  1913,  in  which  more  than 
five  persons  are  employed  at  manufacturing,  there  shall  be 
provided  from  each  story  at  least  two  means  of  exit  or 
escape  from  fire  remote  from  each  other,  one  of  which 
from  every  floor  above  or  below  grade  shall  lead  to  or 
open  on  an  interior  stairway  which  shall  be  enclosed,  as 
hereinafter  provided,  or  on  an  exterior  enclosed  stairway. 
The  other  may  lead  to  such  a  stairway,  or  to  a  horizontal 
or  grade  exit,  or  to  an  exterior  screened  stairway,  or  to  a 
fire  escape  conforming  to  section  273,  Labor  Law,  or  rule  2 
of  these  rules.  Except  that  exit  door  shall  be  a  fire  door, 
with  substantial  steps  to  the  sills  properly  secured  when  sill 
is  more  than  8  inches  above  the  floor  level ;  and  where 
there  is  no  safe  egress  from  the  roof,  a  gooseneck  ladder 
shall  be  provided  from  top  balcony  to  the  roof,  except  on 
the  front  of  buildings. 

Unobstructed  egress  from  the  foot  of  the  fire  escape,  or 
exterior  screened  stairway  shall  be  as  required  by  section 
273,  Labor  Law,  or  to  open  adjoining  yard  with  egress  to 
the  street.  No  point  on  any  floor  of  such  building  shall  be 
more  than  one  hundred  and  fifty  (150)  feet  distant  from 
such  an  exit. 

Rule  9.  Enclosure  of  Stairways. — In  two-story  build¬ 
ings  where  there  are  occupancies  on  any  story  or  part 
of  a  story  involving  the  storage  or  use  below  the  top  story 
of  any  of  the  materials  exceeding  the  amounts  specified  in 
Rule  7  and  there  are  more  than  5  persons  employed  at 
manufacturing  above  such  occupancy,  all  interior  stairways 
serving  as  required  means  of  exit  shall  be  enclosed  from 
the  lowest  point  of  such  stairway  to  the  ceiling  of  the  first 
floor  by  partitions  of  fire-resisting  material,  unless  the 
building  is  provided  with  a  wet  sprinkler  system,  in  which 
case  such  enclosure  of  stairways  shall  not  be  required. 
Such  enclosures  shall  lead  directly  to  a  door  opening  out¬ 


wardly  to  a  street  or  road,  or  an  open  area  affording  unob¬ 
structed  passage  to  a  street  or  road.  All  openings  in  such 
enclosure  shall  be  provided  with  fire  doors  equipped  with 
self-closing  devices. 

All  reference  herein  to  “Enclosure  of  Stairways”  shall  be 
considered  as  applying  only  to  required  stairways. 

Rule  10.  Storage  of  Combustible  Material  Within 
Factory  Stairway  Enclosures. 

In  all  factory  buildings  no  articles  or  wares  of  any  nature 
shall  be  kept  or  stored  inside  the  limits  of  any  stairway 
enclosure  or  unenclosed  stairway,  or  on  the  landings,  plat¬ 
forms  or  passageways  connected  therewith. 

But  this  shall  not  prohibit  the  erection  and  maintenance 
of  a  stand  to  be  built  of  incombustible  material  and  wire 
glass  or  ^-inch-thick  plate  glass  for  the  retail  sale  of  cigars, 
cigarettes  and  tobacco  and  candies  in  original  packages  or 
daily  newspapers  in  the  public  hall  or  corridor  on  the  first 
story  of  any  building  provided  there  is  no  open  flame.  All 
portions  of  the  stand  and  any  portion  of  any  permitted  ac¬ 
cessory  use  to  same  shall  be  set  back  at  least  18  inches 
from  the  outside  line  of  travel  of  the  required  legal  width 
of  exit.  Each  such  stand  shall  be  provided  with  at  least 
one  approved  2^-gallon  chemical  fire  extinguisher. 

Section  3 — Safe  Egress  from  Roofs  of  Factory 
Buildings. 

Rule  11.  Interior  stairways  serving  as  required  means 
of  exit  in  factory  buildings  erected  after  October  1,  1913, 
and  not  exceeding  five  stories  in  height,  and  in  buildings 
erected  before  October  1,  1913,  now  occupied  or  to  be 
occupied  as  a  factory,  shall  not  be  required  to  extend  to  the 
roof  where  there  is  no  safe  egress  from  the  roof,  under 
Sections  270,  271  and  272,  Labor  Law. 

(a)  When  the  roofs,  or  the  top  of  the  parapet  wall  of 
an  adjoining  building  are  more  than  eight  feet  below  or 
more  than  five  feet  above  the  top  of  the  parapet  wall  of 
the  building  in  question,  and  there  is  no  outside  party  wall 
fire  escape,  party  wall  exterior  screened  stairway,  party 
wall  balconies  or  bridges,  or  where  any  outside  exits  do 
not  connect  to  adjoining  buildings  at  roof  level,  or  where 
there  are  no  unbarred  window  openings  five  feet  above  the 
roof  or  parapet  wall  of  the  building  in  question. 

(b)  When  the  roof  of  the  building  in  question  has  a  pitch 
exceeding  one  foot  in  six  feet  of  horizontal  run. 

Rule  12  (a).  When  there  is  no  safe  egress  from  the 
roof,  as  above  described,  there  shall  be  in  all  cases  at  least 
a  double-rung  ladder  at  the  top  of  the  interior  stairway, 
and  within  the  interior  stairway  enclosure  when  stairway  is 
enclosed.  Such  ladder  shall  be  at  least  18  inches  in  width 
and  shall  be  properly  secured  at  top  and  bottom.  The  lad¬ 
der  shall  lead  to  a  scuttle  opening  not  less  than  2  feet  by  3 
feet  or  be  of  such  additional  area  as  may  be  required  to 
provide  ample  head  room.  The  scuttle  cover  shall  be  hinged 
and  of  light  weight  construction,  or  be  counter-balanced. 
An  easily  operated  hook  may  be  provided  on  scuttle  cover. 

(b)  Where  the  stair  bulkhead  door  opens  within  10  feet 
from  the  open  edge  of  the  roof,  an  iron  railing  properly 
braced  at  least  3  feet  high  and  at  least  10  feet  long  shall  be 
provided  at  the  edge  of  roof. 

SUBSTANDARD  FACTORY  EXITS 

Section  4 — Fire  Escapes. 

Rule  13.  When  in  addition  to  the  required  exits  from 
any  factory  or  factory  building,  there  exist  other  means  of 
egress  which  are  not  entirely  in  accordance  with  the  re¬ 
quirements  of  the  Labor  Law  and  the  Rules  of  the  Board 
of  Standards  and  Appeals,  such  means  of  egress  may  be 
retained  under  the  following  conditions : 

(a)  Fire  Escapes. — All  substandard  fire  escapes  on  fac¬ 
tory  buildings  shall  be  maintained,  structurally  safe,  prop¬ 
erly  painted,  and  with  the  openings  leading  thereto,  kept  in 
good  repair. 
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In  lieu  of  a  counter-balanced  stairway,  a  drop  ladder  in 
guides  with  a  back-drop  gravity  hook  may  be  provided. 

The  drop  ladder  shall  be  of  sufficient  length  to  reach 
from  the  lowest  balcony  to  the  ground  or  safe  landing 
place,  with  a  passageway  opening  cut  in  the  balcony  rail, 
which  rail  shall  be  properly  braced. 

When  such  substandard  fire  escapes  are  located  in  a 
court,  side  or  rear  of  a  building,  proper  egress  to  a  point 
of  safety  shall  be  provided,  either  to  open  adjoining  yards, 
or  the  lowest  balcony  may  be  connected  to  an  adjoining  fire 
escape,  exterior  stairway,  to  the  roof  of  adjoining  exten¬ 
sions,  or  other  means  of  egress  satisfactory  to  the  authori¬ 
ties  having  jurisdiction. 

Substandard  fire  escapes  shall  be  kept  clear  of  all  ob¬ 
structions,  shall  not  be  used  for  fire  drills,  and  shall  not  be 
considered  as  a  basis  for  increase  in  occupancy. 

Section  5 — Stairways  and  Bridges. 

Rule  14.  Interior  Stairways. — All  interior  stairways 
not  conforming  to  the  requirements  of  the  Labor  Law  or 


rules  of  the  Board  of  Standards  and  Appeals  may  be  re¬ 
tained,  provided  that  egress  to  same  is  maintained  un¬ 
obstructed,  halls  are  properly  lighted,  and  all  landings, 
passageways,  etc.,  are  maintained  free  and  unobstructed. 
An  easily  operated  panic  bolt  or  other  similar  device  may 
be  installed  at  street  exit  door. 

Rule  15.  Exterior  Screened  Stairways. —  Exterior 
screened  stairways  not  serving  as  a  required  means  of 
egress  shall  be  maintained  structurally  safe  and  properly 
pointed,  exits  thereto  and  all  platforms  and  passageways 
thereof  shall  be  maintained  unobstructed,  and  egress  from 
termination  shall  be  provided  as  required  for  substandard 
fire  escapes  in  subdivision  a. 

Rule  16.  Horizontal  Bridges. — Horizontal  bridges  and 
party  wall  balconies  between  buildings  shall  be  maintained 
structurally  safe  and  properly  painted,  and  access  thereto 
and  all  passageways  thereof  shall  be  maintained  unob¬ 
structed. 

Rule  17.  No  sign  of  any  character  shall  be  placed  at 
openings  leading  to  these  substandard  exits. 
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SMOKING  IN  FACTORIES 


Adopted  bv  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in  : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksnjithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 

provided  that  in  any  case: 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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Rules  of  Procedure  of  the  Board  of  Standards  and  Appeals  Adopted  February  15,  1927,  Amended 
December  2,  1930,  April  14,  1931,  June  13,  1933  and  Revised  April  30,  1935. 


(89-27-SR) 

ARTICLE  I— PUBLIC  HEARING. 

1.  Regular  sessions  designated  as  public  hearings  of  the 
Board  of  Standards  and  Appeals  shall  be  held  on  Tuesday 
of  each  week  at  10  A.  M.  and  2  P.  M.,  and  such  additional 
sessions  on  days  to  be  set  by  the  board  as  may  be  deemed 
necessary  to  facilitate  the  work  of  the  board. 

2.  Sessions  shall  be  devoted  to  hearings  on  applications 
for  variations  of  the  Building  Zone  Resolution;  appeals 
from  administrative  orders ;  applications  for  variation  of 
the  Labor  Law ;  approval  of  appliances  and  materials  and 
consideration  of  Rules,  as  such  sessions  are  published  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

3.  Special  sessions  may  be  called  by  the  Chairman,  or  at 
the  request  of  three  members,  provided  that  notice  of  the 
same  has  been  mailed  to  each  member  at  least  twenty-four 
hours  before  the  time  set,  except  that  the  announcement  of 
a  special  session  at  any  session  at  which  a  quorum  is 
present  shall  be  sufficient  notice. 

4.  All  hearing  sessions  shall  be  open  to  the  public. 

5.  A  quorum  of  the  Board  of  Standards  and  Appeals 
shall  consist  of  three  members. 

6.  The  members  of  the  Board  shall  attend  sessions  in 
person,  except  that  during  absence  or  disability  a  substitute 
may  act,  as  provided  by  law  under  section  718  of  the  Char¬ 
ter  as  amended  by  Local  Law  No.  13  of  1925.  The  names 
of  such  substitutes,  designated  by  the  Mayor,  shall  have 
been  previously  filed  with  the  Chairman. 

ARTICLE  II— CASES  BEFORE  THE  BOARD. 

1.  Every  application  under  the  Building  Zone  Resolution, 
every  appeal  under  section  719  of  the  Charter  and  every 
application  under  section  718a,  subdivision  4,  of  the  Charter, 
shall  be  made  to  the  Board  on  the  forms  provided,  and  shall 
include  the  data  required  in  such  forms  so  as  to  supply  all 
information  necessary  for  a  clear  understanding  by  the 
Board  and  its  staff.  The  statements  of  essential  information 
made  by  the  applicant  and  the  determination  of  the  Board 
in  each  case  will  be  incorporated  in  a  resolution  formally 
adopted  and  published  in  the  Bulletin  of  the  Board.  Officials, 
who  are  charged  with  the  enforcement  of  the  laws,  ordi¬ 
nances  and  rules  relating  to  buildings  in  the  City  of  New 
York  will  be  bound  by  such  resolutions,  and,  before  granting 
permit  or  taking  any  other  affirmative  action,  should  see  that 
there  are  no  misstatements  as  to  facts  and  that  the  condi¬ 
tions  of  the  resolution  are  observed.  Any  administrative 
official  discovering  any  misstatement  of  essential  information 
is  requested  to  notify  the  Board,  in  order  that  it  may  take 
such  action  as  the  circumstances  require.  All  approvals  shall 
remain  valid  only  as  long  as  the  information  and  the  con¬ 
ditions  on  which  the  resolution  was  based  are  maintained. 

2.  Any  communication  purporting  to  be  an  application  or 
appeal  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  and  shall  be  of  no  force  or  effect  until  it  is  made 
in  the  form  required  except  as  provided  in  Art.  VI. 

3.  Upon  receipt  of  any  such  communication,  the  writer 
shall  be  supplied  with  the  proper  forms  for  presenting  his 
application  or  appeal  and  he  shall  be  required  to  file  the 
proper  form  and  furnish  all  necessary  data  within  thirty 
days  of  the  date  of  the  order  or  decision  appealed  from 
except  as  provided  in  Art.  VI. 

4.  The  duplicate  of  each  application  or  appeal  required 
by  this  article  shall  be  forwarded  to  the  administrative 
official  whose  order  or  determination  is  appealed  from. 

5.  At  the  public  hearing  of  a  case  before  the  Board,  the 
applicant  shall  first  present  the  argument  in  support  of  the 
case  and  those  in  objection  shall  follow.  To  maintain  or¬ 
derly  procedure,  each  side  shall  proceed  without  interrup¬ 
tion  by  the  other. 


6.  Every  person  before  the  rostrum  shall  abide  by  the 
order  and  direction  of  the  Chairman.  Discourteous  or  dis¬ 
orderly  conduct  shall  be  regarded  as  a  breach  of  his  privi¬ 
leges  and  shall  be  dealt  with  as  the  Chairman  deems  proper. 
Orders  to  maintain  discipline  shall  be  carried  out  by  the 
Sergeant-at-Arms. 

Subject  to  the  direction  of  the  Chairman,  the  Chief  Clerk 
shall  enforce  the  rules  of  the  Board  and  shall  direct  and 
supervise  the  Sergeant-at-Arms  in  maintaining  order  and 
decorum  in  the  hearing  room  and  lobbies  during  all  public 
hearings. 

7.  No  member  shall  proceed  to  question  or  discuss  an 
issue,  put  a  motion  or  offer  a  resolution  until  he  shall  have 
addressed  the  Chairman  and  shall  have  been  recognized  by 
him.  While  the  Chairman  is  putting  a  motion  or  offering 
a  resolution,  or  during  the  progress  of  a  roll  call,  no  mem¬ 
ber  shall  interrupt  or  leave  his  seat.  When  a  motion  to 
adjourn  is  carried,  the  members  of  the  Board  shall  keep 
their  seats  until  the  Chairman  declares  the  meeting  ad¬ 
journed. 

ARTICLE  III— THE  CALENDAR. 

1.  Each  case  filed  in  the  proper  form,  with  the  required 
data,  shall  be  numbered  serially.  These  Calendar  numbers 
shall  begin  anew  on  January  1st  of  each  year,  and  shall  be 
hyphenated  with  the  number  of  the  year  and  the  initials 
indicating  the  character  of  the  case. 

2.  As  soon  as  a  case  receives  a  calendar  number,  it  shall 
be  placed  on  the  Docket.  Thereafter  the  applicant  shall  be 
notified  of  the  date  his  case  will  be  set  for  public  hearing. 
In  building  zone  applications  the  applicant  shall  be  notified 
of  the  date  when  his  case  will  be  reached  in  the  call  of  the 
Clerk’s  Calendar. 

3.  The  Clerk’s  Calendar  Call  shall  be  called  each  Monday 
at  2  P.  M.  in  Room  1013,  Municipal  Building,  Manhattan, 
by  the  Chairman  or  by  a  member  of  the  staff  detailed  to 
Such  duty  by  the  Chairman,  and  a  date  for  the  public  hearing 
of  each  application  for  variation  of  the  Building  Zone 
Resolution  shall  then  be  set,  which  shall  be  full  and  suf¬ 
ficient  notice  to  all  persons  interested  in  such  case. 

4.  Thereafter  each  case  shall  be  listed,  by  Calendar  num¬ 
ber  and  premises,  in  the  Hearing  Calendar  printed  in  the 
Bulletin  of  the  Board,  under  the  title  of  the  respective  pro¬ 
ceedings,  and  the  date  for  which  such  case  has  been  set. 

ARTICLE  IV— DISPOSITION  OF  CASES. 

1.  The  final  determination  of  any  application  or  appeal 
before  the  Board  shall  be  in  the  form  of  a  resolution  either 
reversing,  varying  or  modifying  the  order,  requirement,  de¬ 
cision  or  determination  appealed  from  and  granting  the 
application  or  appeal  or  affirming  the  order  and  denying  the 
application  or  appeal  or  dismissing  the  application  or  appeal 
for  lack  of  jurisdiction  or  prosecution.  The  concurring 
vote  of  three  members  shall  be  necessary  to  a  decision.  If 
a  resolution  fails  to  receive  three  votes  in  favor  of  the 
applicant,  the  action  will  be  deemed  equivalent  to  a  denial 
and  a  resolution  denying  such  application  or  appeal  shall  be 
formally  entered  on  the  record  unless  there  be  a  member 
absent  at  the  roll  call  and  the  vote  of  the  absentee  added  to 
the  number  of  votes  for  the  applicant  would  equal  three,  in 
which  case  the  matter  will  be  laid  over  for  consideration 
and  final  determination. 

2.  Any  applicant  may  withdraw  his  application  or  appeal 
at  any  time  prior  to  action  thereon,  with  the  consent  of  the 
Board,  but  if  a  motion  has  been  made,  and  is  pending,  either 
to  grant  or  to  dismiss,  such  motion  shall  have  precedence. 

3.  No  application  dismissed  or  denied  can  be  considered 
again  except  (1)  on  a  motion  to  reconsider  the  vote,  or 
(2)  on  a  request  to  restore  to  the  calendar. 

4.  No  request  to  grant  a  rehearing  can  be  entertained 
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unless  substantial  new  evidence  is  submitted.  If,  on  motion 
of  a  member  of  the  Board,  adopted  by  three  affirmative 
votes,  the  request  is  granted,  the  case  shall  be  put  on  the 
calendar  for  a  rehearing. 

In  all  cases  the  request  for  rehearing  shall  be  in  writing, 
reciting  the  reasons  for  the  request,  and  shall  be  accom¬ 
panied  by  the  necessary  data  and  diagrams.  Such  request 
shall  be  filed  with  the  Chairman.  The  Chairman  may  then 
set  a  date  when  the  request  for  restoration  to  the  calendar 
shall  be  submitted  to  the  Board,  of  which  date  the  person 
making  the  request  shall  be  notified. 

5.  The  Board  may,  on  the  motion  of  any  member,  re¬ 
view  any  decision  that  it  has  made  and  may  reverse  or 
modify  such  decision,  but  no  such  review  shall  prejudice 
the  rights  of  any  person  who  has  in  good  faith  acted 
thereon  before  it  is  reversed  or  modified. 

ARTICLE  V— BUILDING  ZONE  APPLICATIONS 

1.  No  application  for  a  variation  or  modification  of  the 
provisions  of  the  Building  Zone  Resolution  shall  be  enter¬ 
tained  by  the  Board  except  in  a  specific  case,  and  from  an 
order,  requirement  decision  or  determination  made  by  any 
Commissioner  of  Buildings  or  the  Tenement  House  Com¬ 
missioner,  on  the  ground  that  the  proposed  plan  or  use 
violates  the  Building  Zone  Resolution. 

2.  No  such  application  shall  be  entertained  unless  the 
application  is  filed  within  thirty  days  from  the  date  of  the 
action  of  the  Commissioner  of  Buildings  or  the  Tenement 
House  Commissioner. 

3.  Every  application  shall  be  made  on  Form  3BZ  and 
shall  be  accompanied  by  all  the  data  required  by  such  form, 
and  shall  be  considered  subject  to  such  rules  as  the  Board 
has  adopted  or  may  adopt  under  Article  5,  Section  21  of 
the  Building  Zone  Resolution. 

4.  As  soon  as  any  application  is  completed  by  the  filing 
of  the  data  required  in  Form  3BZ,  the  case  shall  receive  a 
calendar  number  and  shall  be  placed  on  the  Clerk’s  Calen¬ 
dar,  and  the  applicant  shall  be  notified  by  the  Board  on 
Form  6CC  of  the  time  set  for  the  call  of  the  calendar,  which 
shall  be  at  least  ten  days  after  the  mailing  of  said  notice. 
With  this  notice  the  applicant  shall  be  supplied  with  an 
official  copy  of  Form  7NO,  which  he  is  required  to  send  to 
every  property  owner  entitled  to  notice  of  the  application. 
Within  three  days  the  applicant  must  file  a  verified  state¬ 
ment  that  he  has  so  notified  each  of  such  property  owners 
either  by  personal  service  or  by  registered  mail.  Not  less 
than  fourteen  days’  notice  of  the  date  fixed  for  calendar 
call  in  each  Building  Zone  application  shall  be  given  by 
publication  in  the  Bulletin  of  the  Board. 

5.  On  the  call  of  the  Clerk’s  Calendar  the  applicant  shall 
appear  in  person,  or  by  agent  or  attorney,  and  property 
owners  affected  by  the  application  may  appear  either  in 
person  or  by  agent  or  attorney  and  present  written  objec¬ 
tions  they  may  have  to  the  granting  of  the  application, 
together  with  a  description  of  their  property  and  an  affi¬ 
davit  of  ownership.  Then  a  date  shall  be  set  for  a  public 
hearing  on  the  application  at  the  earliest  available  date 
thereafter.  Notice  of  said  hearing  shall  be  given  by  pub¬ 
lication  in  the  Bulletin  of  the  Board. 

6.  On  the  date  set  for  the  public  hearing,  the  applicant 
shall  state  his  case,  then  the  opposition  shall  be  heard,  and 
both  shall  have  an  opportunity  for  rebuttal. 

7.  Any  application  that  has  been  denied  after  a  public 
hearing  cannot  be  reheard  except  on  new  material  facts  or 
a  different  section  of  the  Building  Zone  Resolution. 

ARTICLE  VI— APPEALS. 

1.  No  appeal  from  any  order,  requirement,  decision  or 
determination  of  the  Commissioner  of  Buildings  or  the 
Board  of  Buildings  or  the  Fire  Chief  and  Commissioner  or 
from  any  rule  or  regulation  relating  to  the  construction, 
alteration,  structural  changes  in  equipment,  occupancy  or 
use  of  any  building  or  structure,  under  Section  719  of  the 


Charter,  shall  be  entertained  unless  such  appeal  is  filed  on 
Form  1A,  with  all  the  data  required  in  such  form,  within 
thirty  days  from  the  date  of  the  order  appealed  from  ex¬ 
cept  that  minor  appeals  from  orders  or  decisions  may  be 
filed  on  form  1A  accompanied  by  a  written  description  of 
the  premises  and  a  copy  of  the  order  or  decision.  What 
constitutes  minor  appeals  from  orders  or  decisions  shall  be 
determined  by  the  Chairman. 

ARTICLE  VII— LABOR  LAW  VARIATIONS,  ETC. 

1.  No  application  for  variation  of  the  Labor  Law,  or  of 
any  rule  adopted  thereunder  affecting  the  construction  or 
alteration  of  buildings,  exits  therefrom,  the  installation  of 
fixtures  or  apparatus  as  authorized  by  Section  718a,  sub¬ 
division  4  of  the  Charter,  shall  be  entertained  unless  it  is 
made  on  Form  2S,  with  all  the  data  required  in  such  form, 
within  thirty  days  from  the  date  of  the  administrative  order. 

No  application  for  approval  of  a  device,  material  or 
method  of  construction  shall  be  entertained  unless  it  is  filed 
on  Form  4SA,  with  all  the  data  required. 

No  application  for  the  adoption  or  amendment  of  Rules 
shall  be  entertained  unless  the  application  is  made  in  writing. 

ARTICLE  VIII— ADOPTION  OF  RULES. 

1.  No  resolution  of  the  Board  of  Standards  and  Appeals 
adopting  or  amending  any  rule  or  regulation  under  sub¬ 
divisions  2  or  3  of  section  718-a  of  the  Charter  or  any  other 
law  shall  be  adopted  unless  such  proposed  rule  or  regula¬ 
tion  shall  have  been  published  in  the  Bulletin  of  the  Board 
for  at  least  ten  days  prior  to  a  public  hearing  thereon. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  adoption  of  such  resolution. 

2.  Amendments  to  these  Rules  of  Procedure  may  be 
made  by  the  Board  of  Standards  and  Appeals  at  any  regu¬ 
lar  session,  providing  notice  of  such  amendment  has  been 
given  to  each  member  of  the  Board  three  days  prior  to  such 
session,  either  in  writing  or  by  publication  in  the  Bulletin. 
Any  rule  of  procedure  may  be  suspended  at  any  session 
by  the  concurring  vote  of  three  members. 

ARTICLE  IX— OTHER  RESOLUTIONS. 

1.  Every  resolution  of  the  Board  of  Standards  and  Ap¬ 
peals  suggesting  changes  or  amendments  to  the  law  under 
subdivision  5,  section  718-a  of  the  Charter  and  every  reso¬ 
lution  not  otherwise  provided  for  shall  require  at  least 
three  affirmative  votes  for  its  adoption. 

ARTICLE  X— INSPECTIONS. 

1.  In  any  case  in  which  the  Board  may  deem  it  neces¬ 
sary,  an  inspection  of  the  premises  in  question  may  be 
ordered  by  the  Board.  Such  inspection  shall  be  made  by 
the  Chairman  and  by  two  or  more  members  designated  by 
him,  and  they  shall  report  their  findings  to  the  Board. 

ARTICLE  XI— TESTS. 

1.  In  any  case  in  which  the  Board  may  order  a  test  of 
any  material  or  device,  such  test  shall  be  conducted  accord¬ 
ing  to  the  rules  adopted  by  the  Board  for  the  use,  of  such 
material  or  device.  Test  shall  be  conducted  under  the 
supervision  of  an  Assistant  Engineer  and/or  in  the  presence 
of  such  member  or  members  of  the  Board  or  staff  as  the 
Chairman  may  designate,  or  in  lieu  of  the  above,  tests  may 
be  made  of  material  and  devices  by  a  recognized  standard 
testing  laboratory,  city  or  state  department,  but  the  Board 
reserves  the  right  to  be  present  at  such  test.  The  result 
of  such  test  shall  be  reported  to  the  Board  in  writing. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  approval  of  the  use  of  such  material  or  device. 

ARTICLE  XII— RECORDS. 

1.  All  applications  and  appeals  shall  be  on  the  required 
forms,  and  all  communications,  reports,  etc.,  relative  to  any 
matter  appearing  on  the  calendar,  shall  be  on  sheets  approxi¬ 
mately  8^  in.  by  11  in.  in  size.  Plans  shall  be  on  sheets 
8^4  in.  by  11  in.  or  multiples  thereof  unless  otherwise  ap- 
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proved  by  the  Chairman.  After  final  disposition,  all  appli¬ 
cations  and  appeals  and  other  papers  appertaining  thereto 
shall  be  suitably  bound  and  indexed  and  filed  numerically  in 
cabinets.  All  applications  and  appeals  shall  upon  application 
to  the  clerk  in  charge  be  accessible  to  the  public  at  all  rea¬ 
sonable  hours. 

ARTICLE  XIII— THE  BULLETIN. 

1.  The  Bulletin  of  the  Board  of  Standards  and  Appeals 
shall  be  published  on  Tuesday  of  each  week.  It  shall  contain  : 

(1)  Directory  of  the  Board. 

(2)  Docket. 

(3)  Clerk’s  Calendar  Call. 

(4)  The  Hearing  Calendar. 

(5)  Notice  of  hearing  on  building  zone  applications  and 
on  proposed  rules  or  the  amendment  of  rules. 

(6)  An  abstract  of  the  minutes  of  each  meeting,  in¬ 
cluding  a  brief  statement  of  the  action  in  each  case,  with 
the  roll  call  thereon  and  the  full  text  of  the  resolutions 
adopted. 

(7)  Rules  adopted. 

(8)  Such  other  information  as  may  be  of  value  to  the 
public  and  within  the  scope  of  the  work  of  the  Board. 

2.  The  preparation  and  editing  of  material  for  the  bul¬ 
letin  shall  be  in  charge  of  such  members  of  the  staff  as  the 
Chairman  shall  designate. 

ARTICLE  XIV— OFFICERS. 

1.  The  Chairman  shall  preside  at  all  sessions.  The 
Chairman  may  designate  any  member  of  the  Board  to  pre¬ 
side  and  perform  the  duties  of  the  Chair  at  public  sessions. 

2.  The  Chairman,  subject  to  these  rules,  shall  decide  all 
points  of  order  or  procedure,  unless  otherwise  directed  by  a 


majority  of  the  Board  in  session  at  that  time. 

3.  The  Chairman  shall  designate  the  members  of  the 
Board  to  make  an  inspection,  and,  unless  otherwise  directed 
by  the  vote  of  three  members  of  the  Board,  shall  appoint 
any  committee  that  may  be  deemed  necessary. 

4.  The  Chairman  shall  report  at  each  session  on  all 
pertinent  official  transactions  that  do  not  otherwise  come 
to  the  attention  of  the  Board. 

5.  Administrative  authority  is  vested  solely  in  the  Chair¬ 
man  of  the  Board  who  shall,  subject  to  these  rules,  trans¬ 
act  all  official  business  of  the  Board,  engage  the  necessary 
employees  and  direct  the  work  of  the  office.  Official  corre¬ 
spondence  shall  be  signed  by  the  Chairman  and  by  such 
members  of  the  staff  as  the  Chairman  may  designate. 

6.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Chief  Clerk  shall  have  charge  of  all  accounts  and 
see  that  the  files  and  indices  are  kept  in  proper  order  and 
up  to  date,  and  generally  supervise  the  clerical  work  of  the 
office  force,  maintaining  discipline  in  accordance  with  the 
rules  of  the  office  and  charter  provisions. 

7.  Subject  to  these  rules  and  the  direction  of  the  Chair¬ 
man,  the  Assistant  Engineers  shall  examine  and  report  on 
all  applications  or  appeals,  prepare  all  proposed  rules  or  re¬ 
vised  rules  suggested  with  report  on  the  reasons  and  neces¬ 
sity  for  same ;  supervise  and  witness  the  tests  conducted 
under  the  auspices  of  the  Board,  and  assist  generally  in  all 
technical  matters  coming  before  the  Board. 

8.  A  complete  stenographic  record  of  the  transactions  at 
public  sessions  shall  be  made  for  the  files,  including  ver¬ 
batim  transcripts  of  such  parts  as  may  be  directed,  and 
there  shall  be  prepared,  after  each  meeting  and  in  time  for 
the  next  publication  of  the  Bulletin,  the  abstract  of  the 
minutes  which  is  to  appear  in  such  Bulletin. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  4S8-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  , Model  7-OB  199-36-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  1 84-22- S A 

Worthington  Show  Model  Duplex .  194-22-SA 
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Fire  Drill  Rules,  Adopted  By  the  Board  of  Standards  and  Appeals,  October  5,  1923. 


(593-23-SR) 

Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Lazos  of  1933. 

DEFINITION  OF  “FIRE  DRILL” 

The  method  and  practice  of  the  systematic  and  or¬ 
derly  vacating  of  a  building  by  its  occupants  in  case  of 
emergency,  panic  or  fire  in  the  least  possible  time — by 
the  nearest  safe  means  of  exit — and  the  use  of  fire  ap¬ 
pliances  which  shall  be  provided  for  the  extinguishing  or 
retarding  of  fire  and  the  safeguarding  of  human  life. 

Rule  1 

In  all  buildings  as  defined  in  Article  1,  Section  10  of 
the  Labor  Law  in  which  fire  drills  are  required  pursuant 
to  Section  279  and  in  any  other  building  in  which  the 
Fire  Commissioner  may  be  directed  pursuant  to  the  power 
conferred  in  section  775-B  of  the  Greater  New  York 
Charter,  it  shall  be  the  duty  of  the  owners,  lessees  or 
tenants  to  conduct  fire  drills  monthly  and  at  such  other 
times  as  the  Fire  Commissioner  may  direct. 

For  the  purpose  of  conducting  such  fire  drills  the 
owner  or  tenant  shall  appoint  from  among  their  em¬ 
ployees  such  responsible  and  dependable  persons,  male  or 
female,  who  shall  efficiently  perform  the  duties  of  the 
various  positions  of  the  fire  drill  organization,  as  specified 
on  the  accompanying  chart. 

It  shall  be  the  duty  of  the  owner  or  tenant  to  enter 
in  the  blank  spaces  provided  for  that  purpose  in  said 
chart  the  names  of  persons  so  selected  and  post  said 
chart  and  copies  of  the  rules  in  a  conspicuous  place. 

FIRE  DRILL  ORGANIZATION. 

Premises  . 

Name  of  concern . 

Building  No . Story . 

FOREMAN  OR  PERSON  IN  CHARGE 
Regular  Substitute 


WATCHMAN 


MALE  SEARCHER 


FEMALE  SEARCHER 


STREET  ALARM  BOX  RUNNER 


FIRE  BRIGADE 


EXIT  GUARDS 
Exit . 


SQUAD  MONITORS 
. Squad  No.  1 . 

u  (i  o 


u  u 


a  u  4 

u  it  r 


n  u 


Rule  2.  Duties  of  Foreman. 

The  Foreman  or  Person  in  Charge  shall  direct,  enforce 
and  have  full  charge  of  the  “Fire  Drill”  in  every  factory 
on  each  floor.  Each  day  before  work  is  begun  he  shall 
see  that  extinguishers,  fire  hose,  fire  buckets,  etc.,  are  in 
readiness  for  use,  exit  doors  are  unlocked,  aisles  are  free 
from  obstruction,  that  stairways,  halls,  etc.,  are  properly 
lighted,  and  shall  remedy  any  dangerous  condition  found 
to  exist.  Immediately  after  work  is  commenced  he  shall 
check  up  the  Fire  Drill  Organization  list  and  note  if  the 
regularly  assigned  persons  are  present ;  if  any  are  found 
to  be  absent,  he  shall  assign  other  employees  (if  prac¬ 
ticable)  to  perform  their  duties. 

He  shall  immediately  notify  new  employees  of  the  exist¬ 
ence  of  the  Fire  Drill  Organization  an  give  them  the  nec¬ 
essary  instructions  as  to  the  duties  they  are  to  perform,  etc. 

He  shall  be  familiar  with  the  operation  and  location  of 
the  interior  alarm  signal  box  on  his  floor. 

He  shall  listen  for  the  test  signal  each  morning  at  the 
appointed  hour  and  in  the  event  of  the  test  signal  not 
being  heard  he  shall  communicate  with  the  superintendent 
or  other  person  in  charge  of  the  building  and  advise  him 
of  the  fact.  The  (Floor  Captains)  Foreman’s  orders  are 
final  as  to  the  carrying  out  of  the  fire  drill  on  his  par¬ 
ticular  floor. 

Rule  3.  Duties  of  Watchmen. 

The  WATCHMEN  shall  see  that  all  doors  and  windows 
are  closed  so  as  to  prevent  the  spread  of  fire.  The 
WATCHMEN  shall  be  the  only  persons  permitted  to  re¬ 
main  on  the  floor  during  the  progress  of  a  fire  drill  and 
do  so  at  their  own  risk.  For  ordinary  purposes  only  one 
watchman  and  a  substitute  shall  be  designated.  In  special 
cases,  however,  extra  watchmen  may  be  assigned  by  con¬ 
sent  in  writing  from  Fire  Commissioner. 

Rule  4.  Duties  of  Searchers. 

The  MALE  AND  FEMALE  SEARCHERS  shall  search 
all  toilets,  dressing  rooms  and  emergency  rooms  used  and 
frequented  by  their  sex  and  all  other  portions  of  the  floor 
and  order  all  persons,  except  those  authorized  to  remain, 
to  leave  the  premises.  .They  are  to  take  care  of  and  assist 
all  persons  who  may  faint  or  be  disabled. 

SEARCHERS  shall  leave  the  floor  immediately  after  the 
last  squad  leaves. 

Rule  5.  Duties  of  Street  Alarm  Box  Runner. 

The  STREET  ALARM  BOX  RUNNER  shall  be  fa¬ 
miliar  with  the  location  of  the  nearest  city  fire  alarm  box 
and  know  how  it  is  operated. 

In  ordinary  practice  fire  drills  the  STREET-ALARM- 
BOX-RUNNER  shall  report  to  the  Foreman  for  orders, 
and  if  his  services  are  not  required  he  shall  promptly  file 
out  of  the  premises  with  the  other  occupants. 

Only  when  a  fire  actually  occurs  on  his  floor,  or  when 
ordered  to  do  so  by  the  Foreman,  shall  the  STREET- 
ALARM-BOX-RUNNER  proceed  to  the  street  alarm  box 
and  send  in  the  fire  alarm. 
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RULES 


Rule  6.  Duties  of  Fire  Brigade. 

The  fire  brigade  shall  have  full  charge  of  the  operation 
of  all  auxiliary  fire  fighting  apparatus  and  shall  endeavor 
to  extinguish,  or  at  least  hold  in  check  until  the  arrival 
of  the  fire  department,  any  fire  that  may  occur.  When  it 
is  necessary  for  the  fire  brigate  to  respond  to  different 
floors  in  the  building  they  shall  not  use  the  stairways  or 
fire  escapes  while  the  occupants  are  escaping  from  the 
premises. 


Rule  7.  Duties  of  Exit  Guards. 

The  EXIT  GUARDS  shall  station  themselves  at  all  exit 
doors  leading  to  fire  escapes,  stairways  and  other  means 
of  escape  immediately  upon  the  sounding  of  the  alarm. 
There  shall  be  two  guards  for  each  exit,  if  practicable; 
one  to  stand  in  the  hallway  holding  back  the  door  and  the 
other  directly  inside  on  the  floor.  They  are  to  keep  the 
exit  doors  open  and  direct  the  movements  of  the  persons 
using  these  exits  and  prevent  congestion. 

EXIT  GUARDS  shall  remain  at  their  stations  until  all 
of  the  occupy  nts  of  the  building  have  passed  their  station. 
Then  close  their  doors  and  pass  out  of  the  building.  Upon 
signal  for  the  occupants  to  return,  EXIT  GUARDS  shall 
take  their  designated  stations  and  remain  there  until  all 
persons  have  returned  to  their  respective  floors. 

Rule  8.  Duties  of  Squad  Monitors. 

The  SQUAD  MONITORS,  as  soon  as  the  alarm  is 
sounded,  shall  see  that  the  employees  under  their  charge 
quickly  form  into  line,  two  abreast,  and  numbering  not 
more  than  thirty  to  each  squad.  They  shall  see  that  all 
aisles  and  passageways  are  cleared  of  obstructions. 

Note:  Chairs,  stools,  baskets,  etc.,  should  be  pushed 
under  or  placed  on  top  of  work  benches. 

MONITORS  shall  proceed  at  the  head  of  their  re¬ 
spective  squads  to  the  exit  assigned,  and  then  march 
up  or  down  the  stairs  or  to  other  exits  as  directed  by 
the  EXIT  GUARDS. 

On  reaching  the  sidewalk  MONITORS  shall  keep  their 
squads  in  order  and  lead  them  a  reasonable  distance  from 
the  building,  so  as  not  to  cause  congestion  and  interference 
with  fire  apparatus.  When  the  proper  signal  is  given  they 
shall  return  to  their  respective  floors  at  head  of  their 
squads. 

MONITORS  will  at  all  times  see  that  those  under  their 
charge  conduct  themselves  in  a  respectable  and  orderly 
manner. 


rules  of  the  Board  of  Standards  and  Appeals,  the  fire  drill 
conducted  each  month  shall  include  all  of  the  persons  on 
the  premises  engaged  at  work  for  a  factory,  and  drills  shall 
be  conducted  at  least  twice  each  year  in  which  all  of  the 
persons  on  the  premises  shall  participate  simultaneously. 

Rule  10.  Duties  of  Owner. 

It  shall  be  the  duty  of  the  OWNER,  LESSEE  OR  TEN¬ 
ANT  OF  THE  BUILDING  or  his  authorized  agent  or 
their  representatives  to  personally  observe  that  the  “Fire 
Drill”  is  held  simultaneously  on  every  floor  of  the  build¬ 
ing  and  the  participation  therein  of  every  occupant  of  such 
building.  Any  FIRE  DRILL  in  which  all  of  the  occupants 
do  not  partiepate  shall  not  be  considered  as  complying  with 
the  LAW,  except  as  otherwise  provided  in  these  rules. 

The  person  or  persons  representing  the  OWNER,  LES¬ 
SEE  OR  TENANT  who  supervises  the  FIRE  DRILL  at 
the  building  shall  submit  to  an  examination  by  the  Bureau 
of  Fire  Prevention  as  to  their  experience  and  general  fit¬ 
ness  for  such  duties,  and  shall  be  so  certified  in  writing  by 
the  FIRE  COMMISSIONER. 

Rule  11.  Duties  of  Engineer. 

It  shall  be  the  duty  of  the  ENGINEER,  SUPERIN¬ 
TENDENT  or  other  PERSON  IN  CHARGE  of  a  build¬ 
ing  having  an  interior  fire  alarm  system  to  test  such  system 
daily  immediately  after  the  beginning  of  business,  and  to 
see  that  all  apparatus  operated  by  springs  requiring  wind¬ 
ing  are  rewound  after  each  alarm  and  kept  in  normal 
condition  for  operation. 

Whenever  it  is  necessary  to  test  the  fire  alarm  system 
at  any  other  time  of  the  day,  owing  to  repairs,  etc.,  being 
made,  the  PERSON  IN  CHARGE  OF  BUILDING 
will  first  notify  all  Foremen  of  the  several  floors  of  the 
intended  test  and  likewise  notify  them  when  the  repairs, 
etc.,  are  completed.  This  precaution  is  taken  to  prevent 
confusion  and  excitement,  also  misunderstanding  of  the 
alarm  signals. 

It  shall  also  be  the  duty  of  the  PERSON  IN  CHARGE 
OF  BUILDING  to  sound  the  interior  alarm  system  at 
irregular  intervals,  but  not  less  than  once  each  calendar 
month,  for  the  purpose  of  holding  practice  fire  drills. 
He  shall  keep  on  the  premises  a  record  of  such  drills 
showing  the  date  when  held  and  the  required  time  for 
all  occupants  to  reach  the  street  or  a  point  of  safety 
outside  the  building. 

The  PERSON  IN  CHARGE  OF  BUILDING  must 
immediately  acquaint  new  tenants  of  the  existence  of 
the  “Fire  Drill”  Organization  and  its  purport. 


Rule  9.  Holding  of  Drills. 

FIRE  DRILLS  shall  be  held  at  least  once  each  month 
at  varied  hours  of  the  day,  and  all  of  the  occupants  shall 
participate  therein  simultaneously.  Such  drills  shall  con¬ 
duct  all  occupants  to  a  place  of  safety. 

Where  dual  operation  interior  fire  alarm  systems  are  in¬ 
stalled  as  permitted  under  Rule  11  of  the  interior  fire  alarm 


Rule  12.  Registration. 

The  name  and  address  of  every  person,  corporation  or 
co-partnership,  that  will,  under  professional  service,  carry 
on  the  trade,  business  or  calling  of  establishing,  main¬ 
taining  or  supervising  the  “Fire  Drill”  shall  be  registered 
in  the  Fire  Department,  which  Department  shall,  upon 
evidence  of  fitness,  grant  a  certificate  to  that  effect. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 

copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


24 


BULLETIN 


OF  THE 

BOARD  OF  STANDARDS 

CITY  OF  NEW  YORK 

Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as 
the  Municipal  Assembly,  Local  Law  No.  13,  of  1925,  Local  Law  No. 

Local  Law  No.  10  of  1935. 


ANft^lfALS 

Diversity  of  in 

u*  ILL 

amended  by  Chap.  503,  La^i-  iof  1916,  and 
26  of  1934,  Local  Law  No.  27  of  1934  and 


Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1000  to  1018,  Municipal  Building, 

New  York  City. 


Vol.  XXII 


Subscription 
$2.50  a  year 


JANUARY  12,  1937 


Single  Copies,  5  cents  Mq  O 

By  mail,  8  cents 


DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public — 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Orders  Served  on  Board. 

Court  Decision. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  January  5,  1937,  at  10  A.  M., 
Affecting  Calendar  Numbers  244-36-BZ,  289-36-BZ, 
128-36- BZ,  246-36-BZ,  261-36-BZ  and  282-36-BZ. 

Minutes  of  Regular  Meeting,  January  5,  1937,  at  2  P.  M., 
Affecting  Calendar  Numbers  307-33-BZ,  724-27-BZ, 
388-36- BZ,  179-36-BZ,  240-36-BZ,  249-36-BZ,  325-36- 
BZ,  353-36-BZ,  172-36-BZ,  266-36-BZ,  256-36-BZ,  350- 
36-A,  349-36- A,  2-37- A,  334-36- A,  502-24- A,  341 -36- A, 
368-36- A,  358-36-A,  363-36-A,  365-36-A,  377-36-A,  314- 
34-A,  359-36-S,  337-36-S,  378-36-SA  and  237-36-SA. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 

10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  January  11, 
1937,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  January  18,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman. 
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CALENDAR 


DOCKET 


COURT  DECISION 


Neiv  Cases  Filed  up  to  January  6,  1937 
Cal.  No.  Department  Premises  Affected 

392-36-A . F.D . Hunts  Point  avenue  and  foot  of 

East  River  (Block  2780,  Lot 
82),  Borough  of  The 
Bronx,  Decision. 


393-36-S . D.B.M . 160  Mercer  street,  east  side,  220 

ft.  north  of  Prince  street 
and  589  Broadway  (Block 
512,  Lot  17),  Borough  of 
Manhattan,  31258-L.D. 


1-37-BZ . D.B.Q . 67-02  62nd  street,  west  side, 

125.11  ft.  north  of  68th 
street  (Block  3620,  Lot  7), 
Ridgewood,  Borough  of 
Queens,  Decision. 


2-37-A . F.D . 114  East  32nd  street,  south  side, 

100  ft.  east  of  4th  avenue 
(Block  887,  Lot  88),  Bor¬ 
ough  of  Manhattan, 

3955-L.C. 


Restored  to  Calendar 

307-33-BZ . D.B.B . 1754-1766  Coney  Island  avenue, 

west  side,  180  ft.  south  of 
Avenue  N  (Block  6592,  Lots 
16  and  18),  Borough  of 
Brooklyn,  Applic.  17486-36. 


724-27-BZ . D.B.B . 8319  (’offcial),  8321  20th  avenue, 

east  side,  24  ft.  north  of 
84th  street  (Block  6329,  Lot 
2),  Borough  of  Brooklyn, 
Applic.  18009-36. 


CODE 


D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B..  . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B-B . Board  of  Buildings 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  December  31,  1936,  Benjamin  N.  Brody,  attorney,  served  on 
Board,  petition  and  order  of  certiorari  for  Helen  Schrage  Lehman, 
owner,  in  re  decision  of  December  1,  1936,  denying  under  section 
21,  gasoline  station  in  business  district  (previously  also  denied),  at 
premises  110-38  Springfield  boulevard  and  217-20  110th  road,  S.W. 
corner,  Queens  Village,  Queens;  Cal.  No.  217-33-BZ. 

* *  *  * 

On  December  31,  1936,  Regan  &  Barrett,  attorneys,  served  on 
Board,  petition  and  order  of  certiorari  for  The  City  Mortgage 
Company,  owner,  in  re  decision  of  November  24,  1936,  denying, 
under  section  21,  appeal  to  change  stores  to  alcove  gasoline  station 
in  connection  with  existing  garage,  in  business  district,  at  prem¬ 
ises  182-184  Fulton  street  and  91  Orange  street,  N.W.  corner, 
Brooklyn,  Cal.  No.  250-36-BZ. 


Streit  vs.  Board  of  Standards  and  Appeals — On  November  20,  1934, 
Board  denied  reopening  of  application  previously  denied 
for  gasoline  station,  in  business  district,  under  section 
21,  Cal.  No.  26-32-BZ,  Premises  1551-1555  Coney  Is¬ 
land  avenue,  Borough  of  Brooklyn.  Justice  referred 
matter  back  to  Board  for  rehearing  (N.Y.L.J.  July  2, 

1936) .  Application  denied  on  rehearing.  Justice  Lock- 
wood  reversed  Board  (N.Y.L.J.  August  1,  1936).  Ap¬ 
pellate  Division  reversed  order  of  Special  Term  and 
reinstated  decision  of  Board  (N.Y.L.J.  January  2, 

1937) . 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ...  Dec. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules... . Sept. 

Concrete  Rules  (Hydrated  Lime)...  Dec. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules..... . Jan. 

Fire  Alarm  Rules  (Interior) . Dec. 

Fire  Drill  Rules . Jan. 

Fire  Retarding  Rules  for  Garages,' 

etc . . Nov. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Dec. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Vov. 

Platform  Trucks,  Specifications  for.  Nov. 

Plumbing  Rules  . .  Dec. 

Procedure,  Rules  of . Jan. 

Refrigerating  Systems.  Extract  C.O.Jan. 
Smoking  in  Factories,  Rules  for.... Jan. 

Sprinkler  Rules  . fan. 

Standpipe  Fireline  Rules . Dec. 

Structural  Alterations.  Reporting. . .  Tune 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc . Nov. 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


22,  1936— Vol.  21,  No.  51 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21.  No.  36 

22,  1936— Vol.  21,  No.  51 

3,  1936— Vol.  21,  No.  9 
1,  1935 — Vol.  20,  No.  1 
5,  1937— Vol.  22,  No.  1 

22,  1936— Vol.  21,  No.  51 
5,  1937— Vol.  22,  No.  1 

24,  1936— Vol.  21,  No.  47 
14,  1936— Vol.  21,  No.  15 

21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13.  No.  23 

29,  1936— Vol.  21,  No.  52 

27,  1934 — Vol.  19,  No.  48 
24,  1936— Vol.  21,  No.  47 

22,  1936— Vol.  21,  No.  51 
5,  1937— Vol.  22,  No.  1 
12,  1937— Vol.  22,  No.  2 
5,  1937— Vol.  22,  No.  1 
5,  1937— Vol.  22,  No.  1 

29,  1936— Vol.  21,  No.  52 
7.  1932— Vol.  17,  No.  23 
24,  1936— Vol.  21,  No.  47 
24,  1936— Vol.  21,  No.  47 

10.  1923— Vol.  8.  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Dec. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Dec. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use. Nov. 

Fuel  Oil  Pumps . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Dec. 


5.  1935— Vol.  20,  No.  10 

29,  1936— Vol.  21,  No.  52 

29,  1936— Vol.  21,  No.  52 
26.  1936— Vol.  21.  No.  21 
17,  1936— Vol.  21.  No.  46 
5,  1937— Vol.  22,  No.  1 

26,  1935— Vol.  20.  No.  48 

29,  1936— Vol.  21,  No.  52 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  11,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

336-36-BZ. 

APPLICANT — John  Adikes,  for  Estate  of  Henry  S. 
Leverich,  et  ah,  owners. 

PREMISES — 93-02  to  93-20  37th  avenue  and  37-01  to  37- 
OS  93rd  street,  southeast  corner  (Block  No.  1481, 
Lot  No.  1),  Corona,  Borough  of  Queens. 
APPLICATION,  under  section  21  of  the  buildi  ng  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

170-36-BZ. 

APPLICANT — Nathan  A.  Goldenthal,  for  Michael  J. 

Shea  and  Hannah  Shea,  owners. 

PREMISES — 25-13  35th  street,  east  side,  92.04  ft.  south 
of  Astoria  boulevard  (Block  No.  633,  Lot  Nos. 
30,  31  and  32),  Long  Island  City,  Borough  of 
Queens. 

APPLICATION,  under  sections  7g  and  21  of  the  building 
zone  resolution, 
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TO  PERMIT  in  a  residence  use  district  the  occupancy  of 
portion  of  a  plot  of  ground  as  an  open  air  parking 
space  for  more  than  five  (5)  motor  vehicles  and, 
also,  to  permit  the  conversion  of  occupancy  of  an 
existing  structure  on  the  plot  to  three  (3)  three- 
car  garages. 

217-28-BZ. 

APPLICANT— Tobias  Goldstone,  for  Lillie  Solomon, 
owner. 

PREMISES— 1004-1012  Broadway  and  861-881  Willough- 
bv  avenue,  northwest  corner  (Block  No.  1590,  Lot 
Nos.  19  and  20),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  facts  October  27, 
1936), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  and, 
also,  a  brake  service  station  (previously  denied 
for  gasoline  station). 

379-33-BZ. 

APPLICANT— Anna  Haurylak,  for  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W.  Stalma  and  Vlasta 
Stalma,  owners. 

PREMISES— 79-08  Astoria  boulevard  and^  23-49  /9th 
street,  southeast  corner  (Block  No.  1032,  Lot  No. 
54),  East  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  June  9, 
1936), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  and, 
also,  a  motor  vehicle  repair  shop  (previously  de¬ 
nied  for  a  gasoline  station). 


JANUARY  12,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  12,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  233-36-BZ— Application,  July  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  A1  Gerbolini,  applicant  and  lessee, 
on  behalf  of  The  Corporation  for  the 
Relief  of  Widows  and  Children  of 
Clergymen  of  The  Protestant  Episco¬ 
pal  Church  in  the  State  of  New  York, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part 
of  an  existing  building  to  a  motor  ve¬ 
hicle  repair  shop;  premises  1802  54th 
street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot 
No.  9),  Borough  of  Brooklyn. 

cal.  no.  238-36-BZ — Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anthony  P.  Sorice,  Jr.  and 
Solon  Rosenthal,  applicants,  on  behalf 
of  Harris  Neisloss,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station;  premises  111-10 
Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot 
No.  27),  Hollis,  Borough  of  Queens. 


:al.  no.  255-36-BZ— Application,  September  2,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Theodore  P.  Ion,  applicant,  on 
behalf  of  Amelia  Gerrie  Walker,  own¬ 
er,  to  permit  in  a  residence  use  district 
the  change  of  occupancy  of  the  first 
story  of  an  existing  building  to  busi¬ 
ness  use  (store)  ;  premises  1013  Kent 
avenue,  east  side,  77  ft.  3  in.  north  of 
Lafayette  avenue  (Block  No.  1940, 
Lot  No.  1),  Borough  of  Brooklyn. 

cal.  no.  259-36-BZ — Application,  July  28,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolu¬ 
tion,  of  Louis  A.  Reiter,  applicant,  on 
behalf  of  Emma  Hughes,  owner,  to 
permit  in  a  business  use  district  the 
change  of  occupancy  of  an  existing 
building  to  a  motor  vehicle  repair 
shop;  premises  415-417  Leonard  street 
and  76-84  Bayard  street,  southwest  cor¬ 
ner  (Block  No.  2722,  Lot  No.  19), 
Borough  of  Brooklyn. 

cal.  no.  148-36-BZ— Application,  May  21,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Henry  Nordheim,  applicant,  on  be¬ 
half  of  Bowery  Savings  Bank,  owner, 
to  permit  in  a  business  use  district  the 
maintenance  of  a  parking  lot  for  the 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  1083-1087  Hall  place 
and  856-864  East  167th  street,  south¬ 
west  corner  (Block  No.  2691,  Lot  No. 
86),  Borough  of  The  Bronx. 

cal.  no.  82-36-BZ— Application  of  Seymour  Scott  Jack- 
son,  applicant,  on  behalf  of  Hoelze 
Realty  Corporation,  owner,  reopened 
under  new  proposal  December  15,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  maintenance  of  a  saw  and 
planing  mill ;  premises  206-24  to  206-26 
Northern  boulevard,  south  side,  117  ft. 
6  in.  east  of  206th  street  (Block  No. 
3148,  Lot  No.  9l/2),  Bayside,  Borough 
of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  12,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

301 -36- A— 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

349-36-A— 1796-1808  Broadway,  232-240  Central  Park 
South  and  235-241  West  58th  street  (Block 
No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

361-36-A— 5302-5324  2nd  avenue,  north  side,  from  53rd 
street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

371- 36-A— 51-03  Van  Dam  street,  southeast  corner  of 

Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 

372- 36-A— 51-03  Van  Dam  street,  southeast  corner  of 

Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 
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373-36-A — Block  front,  north  side  of  Lafayette  avenue, 
between  Metcalf  avenue  and  Fteley  ave¬ 
nue  ('Block  No.  3633,  Lot  No.  1),  Bor¬ 
ough  of  The  Bronx. 

380- 36- A — 114-118  Liberty  street,  south  side,  77  ft.  3*/2 

in.  west  of  Church  street  and  119-121 
Cedar  street  (Block  No.  52,  Lot  No.  25), 
Borough  of  Manhattan. 

381- 36-A — 317-323  East  34th  street,  north  side,  185  ft. 

8-4/7  in.  east  of  2nd  avenue  (Block  No. 
940,  Lot  No.  12),  Borough  of  Manhattan. 

391-36-A — 83-85  Greene  street  and  128-132  Spring  street, 
southwest  corner  (Block  No.  486,  Lot  No. 
17),  Borough  of  Manhattan. 

Variations  of  Labor  Law 

1 93-36-S — 2101  Second  avenue,  west  side,  75  ft.  north  of 
East  108th  street  (Block  No.  1658,  Lot 
No.  24),  Borough  of  Manhattan. 

362-36-S — 5302-5324  2nd  avenue,  north  side,  from  53rd 
street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

379-36-S — 116-118  Wooster  street,  east  side,  130  ft.  south 
of  Prince  street  (Block  No.  500,  Lot  No. 
9),  Borough  of  Manhattan. 

Appliance  Submitted  for  Approval 
384-36-SA — York  Bake  Oven  Oil  Burner. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  12,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing  on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  272-30-BZ — Application  of  Jacob  A.  Freedman, 
applicant,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  and  restored  to 
calendar  November  17,  1936,  by  Order 
of  the  Court — re  Application,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  (previously 
denied)  ;  premises  440-446  Utica  ave¬ 
nue  and  923-943  East  New  York  ave¬ 
nue,  northwest  corner  and  872-884 
Lefferts  avenue  (Block  No.  1430,  Lot 
No.  34),  Borough  of  Brooklyn. 

cal.  no.  300-35-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

cal.  no.  617-31-BZ — Application  of  Lama  &  Proskauer  on 
behalf  of  Albert  Breuninger,  owner, 
reopened  October  14,  1936,  under  sec¬ 


tion  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  granted  by 
the  Board  for  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  and  a  gasoline 
service  station)  ;  premises  1300-1308 
Sedgwick  avenue,  east  side,  153  ft.  11 
in.  south  of  West  169th  street  (Block 
No.  2530,  Lot  No.  32),  Borough  of 
The  Bronx. 

cal.  no.  330-36-BZ — Application,  November  6,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Samuel  Rosenblum,  applicant, 
on  behalf  of  Shelton  Holding  Corpor¬ 
ation,  owner,  to  permit  in  a  business 
use  district,  the  parking  of  more  than 
five  (5)  motor  vehicles  on  a  plot  un¬ 
built  upon,  for  a  period  of  not  more 
than  two  (2)  years;  premises  141-147 
East  48th  street,  north  side,  110  ft.  east 
of  Lexington  avenue  (Block  No.  1303, 
Lot  Nos.  24,  25,  26  and  27),  Borough 
of  Manhattan. 

cal.  no.  72-36-BZ — Application,  March  23,  1936,  under  sec¬ 
tions  7b  and  7c  of  the  building  zone 
resolution,  of  Rosdniw  Company,  Inc., 
applicant  and  lessee,  on  behalf  of  Es¬ 
tate  of  Thomas  Snell,  owner,  The 
Manufacturers  Trust  Co.,  trustee,  to 
permit  the  extension  from  a  retail  use 
district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the 
first  story  of  a  residence  building; 
premises  322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner 
(Block  No.  894,  Lot  No.  71),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  18,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

302-36-BZ. 

APPLICANT — Ferdinand  Savignano,  for  Edgar  J.  Kohn- 
stamm,  owner. 

PREMISES — 965-971  65th  street,  north  side,  100  ft.  west 
of  10th  avenue  (Block  No.  5743,  Lot  No.  67), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  a  stor¬ 
age  garage  for  more  than  five  (5)  motor  vehicles, 
motor  vehicle  repair  shop  and  auto  laundry. 

427-32-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Standard  National 
Corporation,  owner. 

PREMISES — 1427-1447  Webster  avenue,  west  side,  346-35 
ft.  south  of  East  171st  street  (Block  No.  2887,  Lot 
No.  129),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  building  to  a  motor 
vehicle  repair  shop  (previously  withdrawn;  re¬ 
opened  and  restored  to  calendar  October  20,  1936). 
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168-36-BZ. 

APPLICANT— Irving  M.  Fenichel,  for  Lewart  Kealty 
Corporation,  owner. 

PREMISES— 218  South  9th  street  and  252-258  Havemeyer 
street,  southwest  corner  (Block  No.  2149,  Lot  No. 
18),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


JANUARY  19,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  19,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build- 
.  ing,  on  the  following  matters : 


cal.  no.  141-36-BZ — Application,  May  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Bennett  and  Koeppel,  applicants, 
on  behalf  of  Irving  L.  Berman,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed 
for  lack  of  prosecution;  reopened  and 
restored  to  Calendar  November  24, 
1936)  ;  premises  833-835  Sutter  avenue 
and  407-417  Schenck  avenue,  northeast 
corner  (Block  No.  4028,  Lot  No.  35), 
Borough  of  Brooklyn. 


cal.  NO.  274-36-BZ — Application,  September  14,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Commander 
Oil  Corporation,  owner,  to  permit  in  a 
business  use  district  the  extension  of 
a  petroleum  storage  plant;  premises 
72-40  to  72-50  Elizabeth  avenue  (foot 
of  Elizabeth  avenue)  ;  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Ar- 
verne,  Borough  of  Queens. 


cal.  no.  339-36-BZ — Application,  November  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Harold  C.  Bernhard,  applicant, 
on  behalf  of  St.  John’s  Ev.  Lutheran 
Church,  owner,  to  permit  in  a  resi¬ 
dence  use,  “E”  area  district  the  erec¬ 
tion  of  part  of  a  building  nearer  than 
ten  (10)  ft.  to  the  street  line;  prem¬ 
ises  88-22  to  88-24  Myrtle  avenue  and 
82-55  88th  place,  southeast  corner 
(Block  No.  3869,  Los  Nos.  45  and 
108),  Glendale,  Borough  of  Queens. 


cal.  no.  285-36-BZ — Application,  September  23,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frederick  W.  Rathamel,  ap¬ 
plicant,  on  behalf  of  Viebrock  Plumb¬ 
ing  Co.,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles,  motor  vehicle  repair  shop  and, 
also,  gasoline  service  station ;  prem¬ 
ises  72-27  Cypress  Hills  street,  north¬ 


east  side,  199  ft.  south  of  Myrtle  ave¬ 
nue  (Block  No.  3600,  Lot  No.  125), 
Glendale,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  19,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

3 12-36- A— 35-02  Vernon  boulevard,  southwest  corner  of 
35th  avenue  (Block  No.  327,  Lot  No.  1), 
Long  Island  City,  Borough  of  Queens. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  19,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 


cal.  no.  26-36- BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


CAL.  NO.  244-36-BZ— Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 


cal.  no.  289-36-BZ — Application,  November  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anna  Kelly,  applicant  and 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an 
existing  garage  for  five  (5)  motor  ve¬ 
hicles  to  a  garage  for  five  (5)  motor 
vehicles  and  motor  vehicle  repair  shop 
for  minor  repairs  and,  also,  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  7  Androvette 
street,  northwest  corner  of  Arthur  Kill 
road  (Block  No.  7406,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  25,  1937,  2  P.  M. 

Building  Zone  Cases 

252-36-BZ. 

APPLICANT — William  A.  Lacerenza,  for  Dualton 
Homes,  Inc.,  owner. 

PREMISES — 60-62  Bayard  street,  south  side,  75  ft.  east 
of  Lorimer  street  (Block  No.  2722,  Lot  No.  8), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  conversion  of 
occupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles. 

889-24-BZ. 

APPLICANT — Lauritz  Lauritzen,  for  D.  &  B.  Auto 
Painting  Co.,  owner. 

PREMISES— 103-111  Underhill  avenue,  east  side,  103  ft. 
11^4  in.  south  of  St.  Marks  avenue  (Block  No. 
1153,  Lot  No.  5),  Borough  of  Brooklyn, 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution  (reopened  September  29, 
1936), 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
an  existing  garage  for  more  than  five  (’5)  motor 
vehicles. 

351-36-BZ. 

APPLICANT — Edward  Boosin,  for  Gravesend  Service 
Station,  Inc.,  owner. 

PREMISES— 381-391  Avenue  U  and  2122-2128  East  2nd 
street,  northwest  corner  (Block  No.  7104,  Lot 
Nos.  490  and  495),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station. 


JANUARY  26,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  Janu¬ 
ary  26,  1937,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 


cant,  on  behalf  of  Estate  of  J.  Adams 
Heuss,  owner,  to  permit  in  a  residence 
use  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a 
garage  for  less  than  five  ('5)  motor 
vehicles  (trucks),  storage  and  tool 
house;  premises  80-89  Cypress  Hills 
street  (Fresh  Pond  road),  east  side, 
996  ft.  north  of  Interborough  parkway 
(Block  No.  3750,  Lot  No.  695),  Ridge¬ 
wood,  Borough  of  Queens. 

cal.  no.  329-36-BZ— Application,  November  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  M.  Baker,  applicant,  on 
behalf  of  Frank  Pallante,  owner,  to 
permit  in  a  residence  use  district  the 
extension  of  an  existing  factory  build¬ 
ing;  premises  25-34  33rd  street,  west 
side,  315.15  ft.  south  of  Astoria  boule¬ 
vard  (Block  No.  620,  Lot  No.  66), 
Long  Island  City,  Borough  of  Queens. 

CAL.  no.  590-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  under  new 
proposal  September  22,  1936,  under  sec¬ 
tions  21  and  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  open  air  parking  of  more 
than  five  (5)  motor  vehicles;  premises 
1032-1044  Myrtle  avenue,  south  side, 
182  ft.  3  in.  east  of  Sumner  avenue 
(Block  No.  1585,  Lot  No.  14),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  388-36-BZ — Application,  December  29,  1936,  under 
section  7a>of  the  building  zone  resolu¬ 
tion,  of  Janies  Whitford,  applicant,  on 
behalf  of  Rubsam  and  Horrmann 
Brewing  Co.,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  storage  garage  for 
more  than  five  (5)  motor  vehicles  and, 
also,  motor  vehicle  repair  shop;  prem¬ 
ises  27  Cedar  street,  east  side,  175.92 
ft.  north  of  Canal  street  (Block  No. 
527,  part  of  Lot  No.  49),  Stapleton, 
Borough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 


cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

cal.  no.  309-36-BZ — Application,  October  20,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Roe  and  Kramer,  attorneys 
and  Martyn  N.  Weinstein,  architect, 
for  Mount  Carmel  Cemetery,  appli¬ 


JANUARY  26,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

350-36-A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 


FEBRUARY  2,  1937,  2  P.  M. 

Variation  of  Labor  Law 

359-36-S — 6-8  East  39th  street,  south  side,  150  ft.  east  of 
Fifth  avenue  and  5  East  38th  street 
(Block  No.  868,  Lot  No.  8),  Borough  of 
Manhattan. 


Applicants,  under  the  building  zone  resolution,  are  en-  such  copies  at  the  office  of  the  Board  of  Standards  and 
titled  to  one  copy  of  Form  7NO.  Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 

If  they  desire  additional  copies,  for  their  own  con-  three  cents  each— postage  to  be  added  if  the  forms  are 
venience  in  notifying  property  owners,  they  may  obtain  forwarded  by  mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JANUARY  5,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  special  meeting  of  the  board  held 
on  Friday  morning,  December  11,  1936;  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  morning, 
December  15,  1936  and  the  minutes  of  the  regular  meet¬ 
ing  of  the  board  held  on  Tuesday  afternoon,  December 
15,  1936,  were  approved  as  printed  in  Bulletin  No.  51, 
Vol.  XXI. 


BUILDING  ZONE  CASES 

244-36-BZ. 

APPLICANT — Samuels  &  Samuels  for  Bennet-Schieber, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — Northeast  corner  of  Liberty 
avenue  and  104th  avenuerand  northwest  corner  of 
Liberty  avenue  and  184th  street  (Block  No.  1404, 
part  of  Lot  Nos.  141  and  145),  Jamaica,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant :  Archie  Samuels. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  January  19,  1937,  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


289-36-BZ. 

APPLICANT — Anna  Kelly,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an  existing  ga¬ 
rage  for  five  (5)  motor  vehicles  to  a  garage  for 
five  (5)  motor  vehicles  and  motor  vehicle  repair 
shop  for  minor  repairs  and,  also,  the  erection 
and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 7  Androvette  street,  northwest 
corner  of  Arthur  Kill  road  (Block  No.  7406,  part 
of  Lot  No.  1),  Charleston,  Borough  of  Richmond. 
APPEARANCES— 

For  Applicant :  William  A.  Smith,  H.  E.  Gibbs, 
John  C.  Kelly  and  Joseph  Kelly. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  January  19,  1937,  at 
2  P.M.  for  report  of  committee.  No  further 
argument. 

128-36-BZ. 

APPLICANT — Harry  P.  Jaenike  for  Spruille  Braden, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  erection  and  maintenance  of  a  multiple 
dwelling,  and,  also,  a  garage  for  more  than  five 
(5)  motor  vehicles  to  be  used  for  tenants  of  mul¬ 
tiple  dwelling  on  same  plot. 

PREMISES  AFFECTED— 5205-5257  Sycamore  avenue, 
west  side,  308.57  ft.  south  of  West  254th  street, 
between  Sycamore  avenue  and  Railroad  Right  of 
Way  (Block  No.  3420,  Lot  Nos.  485,  850),  Bor¬ 
ough  of  the  Bronx. 


APPEARANCES— 

For  Applicant:  None. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  withdrawn  upon  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


246-36-BZ. 

APPLICANT — Frank  J.  Fennimore  for  Maria  Notarfran- 
cesco,  owner. 

SUBJECT— Application  ('re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution  to  permit  in  a  business 
use  district  the  use  of  a  vacant  plot  of  ground 
for  the  parking  of  more  than  five  (5)  motor  ve¬ 
hicles  for  a  period  of  not  more  than  two  (2) 
years. 

PREMISES  AFFECTED— 550-560  New  York  avenue, 
northwest  corner  of  Maple  street  (Block  No.  4791, 
part  of  Lot  Nos.  44  and  46),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Frank  J.  Fennimore,  James  Fen¬ 
nimore  and  Michael  Notarfrancesco. 

For  Opposition:  Jerome  N.  Wanshel  and  Isaac 
Siegmeister. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

YValsh . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(246-36-BZ) 

Whereas,  Frank  J.  Fennimore,  for  Maria  Notarfran¬ 
cesco,  owner,  filed  August  11,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  use  of  a  vacant  plot  of  ground  for  the  parking 
of  more  than  five  (5)  motor  vehicles  for  a  pej-iod  of  not 
more  than  two  (2)  years  affecting  premises  550-560  New 
York  avenue,  northwest  corner  of  Maple  street  (Block 
No.  4791,  part  of  Lot  Nos.  44  and  46),  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  it  appeared  that  there  was  a  duly  organized 
school  operated  by  a  religious  organization  on  the  same 
block  (Maple  street)  as  the  proposed  parking  lot  and  the 
board  was  therefore  without  power  to  entertain  the  ap¬ 
peal  because  of  the  prohibition  in  section  21. 

Resolved,  that  the  application  be  and  it  hereby  is  zvith- 
drawn. 


261-36-BZ. 

APPLICANT — Fred  S.  Loewenthal,  for  Regina  Loewen- 
thal,  owner. 

SUBJECT- — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  use  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 2891-2895  Bailey  avenue,  west 
side,  57  ft.  south  of  West  230th  street  and  60-64 
West  230th  street  (Block  No.  3264,  Lot  Nos.  82 
and  88),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Fred  S.  Loewenthal. 
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For  Opposition:  Clyde  Brown,  Jr.  and  Charles  V. 
Chamberlin. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(261-36-BZ)  • 

Whereas,  Fred  S.  Lowenthal,  for  Regina  Lowenthal, 
owner,  filed  August  24,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  dis¬ 
trict  the  use  of  a  plot  of  ground  as  a  parking  space  for 
more  than  five  (5)  motor  vehicles;  Premises:  2891-2895 
Bailey  avenue,  west  side,  57  ft.  south  of  West  230th  street 
and  60-64  West  230th  street  (Block  No.  3264,  Lot  Nos.  82 
and  88),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Bailey  avenue  is  in  a 
business  and  residence  use  district;  that  West  230th  street 
is  in  a  business  and  unrestricted  use  district  and  that 
Exterior  street  is  in  an  unrestricted  use  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  August  24,  1936,  rendered  in  acting  on  Application 
for  Certificate  of  Occupancy  for  the  parking  of  100  cars 
reads : 

“denied” ; 

and 

Whereas,  the  premises  consist  of  an  irregularly  shaped 
plot  of  ground  having  a  frontage  of  50  feet  on  Bailey  ave¬ 
nue,  50  ft.  on  West  230th  street,  a  distance  of  167  ft.  along 
the  west  lot  line  and  120  ft.  along  the  south  lot  line.  It 
is  proposed  to  occupy  the  plot  as  a  parking  space  for  more 
than  five  (5)  motor  vehicles;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  7(h)  of  the  build¬ 
ing  zone  resolution  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7(h)  of  the  building  zone  resolution  for  a  period  of  two 
years  from  the  date  of  this  action,  to  permit  the  premises 
under  appeal  to  be  used  for  the  parking  and  storage  of 
motor  vehicles  on  condition  that  only  such  motor  vehicles 
shall  be  stored  or  parked  as  are  capable  of  operation ; 
that  the  entrance  shall  be  exclusively  from  Bailey  avenue ; 
that  such  entrance  on  Bailey  avenue  shall  not  exceed  a 
width  of  18  ft. ;  that  there  shall  be  a  fence  erected  along 
Bailey  avenue  and  along  the  interior  lot  lines  of  the 
property,  except  that  the  fence  in  the  rear  shall  be  erected 
at  a  distance  of  25  ft.  eastwardly  from  the  line  of  the 
New  York  Central  right-of-way;  that  the  premises  shall 
be  substantially  leveled  generally  to  the  grade  of  Bailey 
avenue  and  shall  be  coyered  with  steam  cinders ;  that  the 
automobiles  shall  be  so  parked  that  aisles  shall  be  left  at 
all  times  for  access  and  egress ;  that  during  the  term  of 
this  variance,  the  premises  shall  be  used  for  no  other 
purpose  and  no  building  shall  be  erected  thereon  and  no 
other  use  maintained  except  that  a  small  building  may  be 
erected  near  Bailey  avenue  as  an  office  for  the  attendant, 
provided  such  building  is  not  over  10  ft.  square  and  not 
over  one-story  in  height ;  that  signs  shall  be  limited  to 
a  sign  at  Bailey  avenue  advertising  the  use  of  the  prop¬ 


erty  ;  that  the  space  between  the  rear  fence  and  the  rail¬ 
road  right-of-way  shall  be  kept  clear  of  rubbish  at  all 
times  and  the  angle  of  repose  maintained  so  as  to  prevent 
as  far  as  practical  the  washing  of  earth  on  the  railroad 
right-of-way;  that  such  lighting  as  is  maintained  shall  be 
located  so  as  to  not  be  objectionable  to  the  owners  across 
Bailey  avenue ;  that  all  permits  shall  be  obtained  and  all 
work  completed  within  one  year  from  the  date  of  this 
action. 


282-36-BZ. 

APPLICANT — Henry  Albert,  for  Sidney  Knopfler, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  use  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— West  side  of  34th  street, 
140.10  ft.  south  of  28th  avenue  (Block  No.  627, 
Lot  Nos.  26^2,  27,  28  and  29),  Long  Island  City, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Harry  Weber,  Nicholas  Cinerella 
and  Frank  J.  Wall. 

For  Opposition :  Gavin  J.  Connor,  Rae  Kluess, 
John  Defino  and  others. 


ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(282-36-BZ) 

Whereas,  Henry  Albert,  for  Sidney  Knopfler,  owner, 
filed  September  19,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  residence  use  district  the 
use  of  a  plot  of  ground  as  a  parking  space  for  more  than 
five  (5)  motor  vehicles;  Premises:  West  side  of  34th 
street,  140.10  ft.  south  of  28th  avenue  (Block  No.  627, 
Lot  Nos.  26j4,  27,  28  and  29),  Long  Island  City,  Borough 
of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  34th  street  is  in  a 
residence  and  business  use;  33rd  street  is  in  a  residence 
and  business  use ;  28th  avenue  is  in  a  business  use ;  30th 
avenue  is  in  a  business  use ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  August  20,  1936,  Order  No.  2443,  reads: 

“Please  be  advised  that  request  made  to  this  depart¬ 
ment  by  you,  dated  August  19,  1936,  as  representative 
of  Sidney  Knopfler  of  31-20  36th  street,  Long  Island 
City,  for  Certificate  of  Occupancy  for  parking  space 
at  premises  located  on  the  west  side  of  34th  street, 
140.10  ft.  south  of  28th  avenue,  Borough  of  Queens, 
is  hereby  denied  as  these  premises  are  situated  in  a 
residence  district  and  occupancy  of  this  vacant  land 
for  parking  purposes  would  be  in  violation  of  the 
provisions  of  the  building  zone  resolution  of  the  City 
of  New  York.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  85  ft.  and  a  depth  of  97.6  ft.  It  is 
proposed  to  use  the  plot  as  a  parking  space  for  more  than 
five  (5)  motor  vehicles;  and 
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Whereas,  inspection  was  made  by  a  committee  of  the 
board  prior  to  the  hearing  so  as  to  be  informed;  and 
Whereas,  the  board  deemed  that  applicant  had  failed 
to  substantiate  his  basis  of  appeal  under  section  21  of 
the  building  zone  resolution,  and  was,  therefore,  not  en¬ 
titled  to  relief. 

Resolved ,  that  the  decision  of  the  commissioner  of 


buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


Adjourned,  12:05  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JANUARY  5,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES. 

307-33-BZ. 

APPLICANT — Jack  Z.  Cohen,  for  1758  Coney  Island  Ave¬ 
nue  Realty  Co.,  Inc.,  and  Jack  Chanin,  owners. 

SUBJECT — Application  for  reopening — consideration — (re 
decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  so  as  to  include  a  gasoline  service  station. 

PREMISES  AFFECTED— 1754-1766  Coney  Island  ave¬ 
nue,  west  side,  180  ft.  south  of  Avenue  N  (Block 
No.  6592,  Lot  Nos.  16  and  18),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Larry  Meltzer. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  Tp  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


724-27-BZ. 

APPLICANT — Ferdinand  Savignano,  for  Amalgamated 
Properties,  Inc.,  owner  and  Yetta  Klien,  lessee. 

SUBJECT — Application  for  reopening — amendment  —  re 
(decision  of  the  commissioner  of  buildings)  to 
permit  in  a  residence  use  district  the  change  of 
occupancy  of  part  of  the  2nd  floor  of  an  existing 
dwelling  to  business  use  (beauty  parlor). 

PREMISES  AFFECTED — 8319  (official)  8321  20th  ave¬ 
nue,  east  side,  24  ft.  north  of  84th  street  (Block 
No.  6329,  Lot  No.  2),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Arnold  W.  Lederer  and  Mrs. 
Klien. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


388-36-BZ. 

APPLICANT — James  Whitford,  for  Rubsam  and  Horr- 
mann  Brewing  Co.,  owner. 


SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7a  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  storage  garage 
for  more  than  five  (5)  motor  vehicles  and,  also, 
motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 27  Cedar  street,  east  side, 
175.92  ft.  north  of  Canal  street  (Block  No.  527, 
part  of  Lot  No.  49),  Stapleton,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant :  James  Whitford. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  January  26,  1937,  at  10  A.M.  Applicant 
to  notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  January  12,  1937. 
Such  notice  to  include  instructions  to  property 
owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  January  22,  1937, 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . 0 


179-36-BZ. 

APPLICANT — Leo  Bradspies,  for  Fannie  Levy,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  21  and  7h  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  use  of  a  plot  of  ground  as  an  open 
air  parking  space  for  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 10  East  179th  street  and  1980 
Jerome  avenue,  southeast  corner  (Block  No.  2884, 
Lot  No.  14),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  dismissed  for  lack  of 
prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(179-36-BZ) 

Whereas,  Leo  Bradspies,  for  Fannie  Levy,  owner,  filed 
June  11,  1936,  an  applicaton  with  this  board  affecting 
premises  10  East  179th  street  and  1980  Jerome  avenue, 
southeast  corner  (Block  No.  2884,  Lot  No.  14),  Borough 
of  The  Bronx;  and 

Whereas,  the  applicant  failed  to  complete  his  papers 
although  duly  notified  to  do  so. 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 
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240-36-BZ. 

APPLICANT— Samuels  and  Samuels,  for  Joseph  Giganti, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7 a  of  the  building 
zone  resolution,  to  permit  the  extension  of  an  ex¬ 
isting  public  garage  and  the  erection  of  a  gasoline 
service  station  in  a  residence  use  district. 

PREMISES  AFFECTED— 87-14  92nd  street,  west  side, 
110.39  ft.  south  of  Jamaica  avenue  (Block  No.  79, 
Lot  No.  20),  Woodhaven,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Archie  H.  Samuels. 

For  Opposition:  Wm.  Steffens,  Max  Kounfmann, 
James  Hanning  and  others. 

For  Administration :  Charles  Tilgner,  Board  of 


Education. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  :  Commissioner  Savage  . . .  1 

Negative:  Chairman  Murdock  and  Commis¬ 
sioner  Blum  .  2 

Not  Voting:  Assistant  Chief  Walsh  .  1 

THE  RESOLUTION— 

(240-36-BZ) 


Whereas,  Samuels  and  Samuels,  for  Joseph  Giganti, 
owner,  filed  August  4,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  resident  use  district, 
the  extension  of  an  existing  garage  and  the  erection  of 
a  gasoline  service  station ;  Premises :  87-14  92nd  street, 
west  side,  110.39  ft.  south  of  Jamaica  avenue  (Block  No. 
79,  Lot  No.  20),  Woodhaven,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Jamaica  avenue  is  in 
a  business  district;  that  92nd  street  is  in  a  residence  and 
business  district;  that  88th  avenue  is  in  a  residence  dis¬ 
trict  and  that  91st  street  is  in  a  residence  and  business 
district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  July  30,  1936,  re  Alt.  Applic.  No.  5477-1936,  reads: 

“The  extension  of  a  public  garage  located  in  a 
residence  district  is  contrary  to  law.  The  creation  of 
a  gasoline  service  station  in  a  residence  district  is 
contrary  to  art.  2,  sect.  3  of  the  zone  resolution. 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  of 
100  ft.  Upon  the  plot  there  is  located  a  two-story  frame 
dwelling  and,  also,  a  one-story  building  having  a  frontage 
of  23  ft.  and  a  depth  of  100  ft.,  irregular,  in  area — occu¬ 
pied  as  a  garage  for  more  than  five  cars.  It  is  proposed 
to  remove  the  frame  dwelling ;  to  extend  the  area  of  the 
garage  structure  to  a  building  46  ft.  by  75  ft.  in  area  and, 
also,  to  establish  upon  the  front  of  the  plot  a  gasoline 
service  station  46  ft.  by  25  ft.  in  area ;  and 

Whereas,  the  site  in  question  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report 
follows : 

REPORT  OF  COMMITTEE 

December  29,  1936. 

Re:  Cal.  No.  240-36-BZ 
87-14  92nd  street,  West  Side, 

110.39  ft.  S.  of  Jamaica  avenue,  Woodhaven. 

This  is  an  application  under  section  7- A  of  the 
building  zone  resolution  for  the  extension  of  an 
existing  one-story  building  erected  prior  to  1916,  used 
originally  as  a  stable  but  approved  for  use  as  a  garage 
prior  to  zoning.  There  may  be  some  doubt  as  to  the 


use  of  the  rear  portion  occupied  at  one  time  as  a 
factory  but  later  approved  as  a  part  of  the  garage, 
but  from  the  record  it  would  seem  that  the  use  of 
the  existing  building  as  a  garage  is  legally  established. 

The  entire  lot  which  is  occupied  by  this  one  story 
garage  and  a  frame  dwelling  is  46  ft.  by  100  ft.,  all 
in  a  residence  C  zone.  The  proposal  is  to  remove  the 
frame  dwelling  and  extend  the  garage  to  cover  the 
entire  lot.  The  proposal  to  construct  an  alcove  gaso¬ 
line  station  has  been  withdrawn.  A  partially  con¬ 
structed  addition  between  the  house  and  the  rear  por¬ 
tion  of  the  garage,  apparently  started  without  approval 
of  plans,  has  been  discontinued  and  should  be  required 
by  the  commissioner  of  buildings  to  be  removed. 
This  building  and  its  use  is  a  misfit  on  this  residential 
street.  It  would  be  better  eliminated,  but  the  owner 
has  rights,  according  to  the  record,  that  he  cannot 
be  deprived  of.  Many  objections  in  the  past  from 
neighbors  as  to  its  use  have  been  made.  What  is 
proposed  will  not  minimize  those  complaints,  but  will 
magnify  them  by  the  enlargement  of  the  area. 

In  the  opinion  of  the  Committee,  after  careful  in¬ 
spection,  the  appeal  should  not  be  granted. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

CHARLES  M.  BLUM, 

BERNARD  A.  SAVAGE  (dissenting), 

Committee. 

and 

Whereas,  this  report  recommended  the  denial  of  the 
application  and  the  board  deemed  that  it  should  not  exer¬ 
cise  its  discretion  to  grant  the  appeal  under  section  7, 
subdivision  A  of  the  building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


249-36-BZ. 

APPLICANT — Scacchetti  &  Siegel  for  Steinberg  &  Po- 
koik,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  residence 
use  district  and  partly  in  a  business  use  district 
the  alteration  of  existing  multiple  dwelling  and 
stores  by  adding  six  (6)  additional  stores  on  the 
basement  story  East  167th  street  front  of  the 
building. 

PREMISES  AFFECTED— 1197  Grand  Concourse  and 
138-148  East  167th  street,  southwest  corner  ('Block 
No.  2463,  Lot  No.  46),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Max  Siegel,  Archie  H.  Samuels. 


For  Opposition :  A.  A.  Silverberg. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(249-36-BZ) 


Whereas,  Scacchetti  &  Siegel,  for  Steinberg  &  Pokoik, 
owners,  filed  August  17,  1936,  an  application  under  the 
building  zone  resolution  to  permit  partly  in  a  residence  use 
district  and  partly  in  a  business  use  district  the  alteration 
of  existing  multiple  dwelling  and  stores  by  adding  six 
(6)  additional  stores  on  the  basement  story,  East  167th 
street  front  of  building;  Premises:  1197  Grand  Concourse 
and  138-148  East  167th  street,  southwest  corner,  (Block 
No.  2463,  Lot  No.  46),  Borough  of  The  Bronx;  and 
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Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  167th  street  is  in  busi¬ 
ness  and  residence  use;  Tudor  place  is  in  residence  use; 
Grand  Concourse  is  in  residence  use,  and  Walton  avenue 
is  in  residence  and  business  use ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  August  14,  1936,  re  Alt.  App.  No.  495-1936,  reads: 

“1.  Proposed  alteration  for  stores  in  present  five 
story  and  basement  non-fireproof  Class  ‘A’  multiple 
dwelling  (tenement)  in  residence  district  is  contrary 
to  provisions  of  article  2,  section  3  of  the  building  zone 
resolution.” 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con¬ 
struction,  five  (5)  stories  in  height,  with  a  frontage  of 
102.93  ft.  on  the  Grand  Concourse  and  149.91  ft.  on  East 
167th  street ;  occupied  as  an  apartment  house  with  stores ; 
the  westerly  portion  of  the  building  extends  into  the  busi¬ 
ness  district  for  a  distance  of  50  ft.  and  the  remainder  is 
located  in  the  residence  district.  It  is  proposed  to  alter 
portion  of  the  basement  and  first  story  of  the  East  167th 
street  front  of  the  building  and  to  erect  stores  therein; 
said  stores  to  commence  at  a  point  25  ft.  west  of  the  Grand 
Concourse  and  have  a  frontage  of  66  ft. ;  the  westerly 
(East  167th  street)  portion  of  the  basement  story  is  de¬ 
veloped  with  stores ;  and 

Whereas,  these  premises  were  inspected  by  a  committee 
of  the  board,  and  the  committee  recommended  as  reported 
verbally  by  the  chairman  that  the  application  be  denied ; 
and 

Whereas,  the  board  found  that  no  hardship  had  been 
proven  to  warrant  granting  the  variance  sought  under  sec¬ 
tion  21  and  that  discretion  to  grant  under  section  7-c 
should  not  be  exercised. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ing  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


325-36-BZ. 

APPLICANT — Francis  Seaman  for  New  York  Railways 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  partly  in  a  retail  use 
district  and  partly  in  a  residence  use  district  the 
conversion  of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  (5)  motor  vehicles; 
said  building  located  on  same  street  between  in¬ 
tersecting  streets  with  a  school. 

PREMISES  AFFECTED— 806-814  Ninth  avenue,  318-362 
West  54th  street,  southeast  corner  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot  No.  3), 
Borough  of  Manhattan. 

1  APPEARANCES— 

For  Applicant:  Francis  Seaman  and  Edmond 
Colins. 

For  Opposition:  N.  Taylor  Phillips,  David  M. 
Basof,  Benjamin  Gollay,  Robert  J.  Farring¬ 
ton  and  Jas.  A.  Johnson. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(325-36-BZ) 

Whereas,  Francis  Seaman,  for  New  York  Railways 


Corporation,  owner,  filed  October  29,  ly36,  an  application 
under  the  building  zone  resolution  to  permit  partly  in  a 
retail  use  district  and  partly  in  a  residence  use  district 
the  conversion  of  occupancy  of  an  .existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles;  premises: 
806-814  9th  avenue,  318-362  West  54th  street,  southeast 
corner,  and  321-329  West  53rd  street  (Block  No.  1044,  Lot 
No.  3),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  53rd  street  is  in  a 
residence  and  retail  use ;  West  54th  street  is  in  residence 
and  retail  use ;  9th  avenue  is  in  retail  use,  and  8th  avenue 
is  in  a  retail  use;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  16,  1936,  re  Alteration  No.  3260,  1936, 
reads : 

No.  1.  Proposed  use  of  premises  as  a  garage  for 
more  than  5  motor  vehicles  is  in  violation  of  section 
3  and  section  4-a,  specifically  4(A-15)  of  building  zone 
resolution. 

Note  that  premises  are  located  partly  in  a  residential 
district  and  partly  in  retail  district. 

No.  2.  Use  of  building  as  a  garage  for  more  than 
5  motor  vehicles  is  prohibited  if  building  is  located  on 
same  street  between  intersecting  streets  with  a  public 
school  or  any  duly  organized  school  for  children  under 
16  years  of  age,  giving  regular  instruction  at  least 
five  days  a  week  for  eight  months  or  more  each  year, 
owned  and  operated  by  any  established  religious  body 
or  educational  corporation,  section  21  of  the  building 
zone  resolution. 

and 

Whereas,  the  building  is  of  fireproof  construction,  two 
stories  in  height,  with  a  frontage  of  525  ft.  on  West  54th 
street,  115.1  ft.  on  West  53rd  street,  135.1  ft.  on  9th  ave¬ 
nue,  and  a  distance  of  200.1  ft.  along  the  east  lot  line,  for¬ 
merly  occupied  as  car  barns,  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles  (motor  buses)  ;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report 
follows : 

REPORT  OF  COMMITTEE 

December  28,  1936. 

Cal.  No.  325-36-BZ. 

806-814  Ninth  avenue,  318-362  West  54th  street,  321-329 

West  53rd  street,  Borough  of  Manhattan. 

This  application  under  section  21  is  for  a  zoning 
variance  to  permit  a  two-story  fireproof  car  barn,  used 
continuously  for  many  years  for  the  storage  of  trolley 
cars,  to  be  used  for  storage  of  buses  which  have  sup¬ 
planted  the  trolleys.  No  increase  in  size  of  the  build¬ 
ing  is  contemplated  and  it  is  proposed  to  install  a 
foamite  system  for  fire  protection  in  addition  to  the 
existing  sprinkler  system,  National  District  Telegraph 
Fire  Alarm  System  and  local  fire  alarm  signal  system. 

Recently  the  rezoning  of  an  extended  area  on  the 
west  side  of  Manhattan  has  placed  this  building  partly 
in  a  retail  business  district  along  Ninth  avenue  and 
the  balance  in  a  residential  district.  Formerly  the 
entire  building  was  in  a  business  use  zone. 

There  are  two  buildings  within  the  area  which  have 
been  used  for  school  purposes,  one  at  342  West  53rd 
street,  which  the  committee  of  inspection  is  advised  is 
now  condemned  and  vacant,  and  the  other  at  314  West 
54th  street,  occupying  a  small  room  for  teaching  Greek 
after  their  regular  public  school  hours.  Neither  school, 
the  committee  finds,  falls  within  the  prohibition  of  sec¬ 
tion  21  of  the  Zoning  Resolution. 

There  are  several  objectors,  the  most  affected  being 
the  owner  of  adjoining  premises  on  Ninth  avenue  at 
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the  northeast  corner  of  West  53rd  street.  Undoubt¬ 
edly  he  would  like  to  see  this  car  barn  vacated  after 
owning  property  adjoining  it  for  many  years. 

In  the  committee’s  opinion,  there  would  be  a  dis¬ 
tinct  hardship  not  to  permit  the  contiuned  use  of  this 
building  for  public  transportation  equipment.  The 
proposed  use  while  technically  dissimilar  to  the  stor¬ 
age  of  trolley  cars  is,  in  fact,  a  continuation  of  a 
similar  use  with  a  change  of  motive  power. 

It  is  recommended  that  the  appeal  be  granted  sub¬ 
ject  to  such  conditions  as  the  board  deems  proper  to 
impose,  which  could  well  indicate  a  term  for  the  vari¬ 
ance  to  run. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman 

BERNARD  A.  SAVAGE. 
CHARLES  M.  BLUM, 

PATRICK  WALSH, 

Committee. 

and 

Whereas,  this  report  recommended  the  granting  of  the 
appeal  under  section  21  of  the  building  zone  resolution; 
and 

Whereas,  the  board  deemed  that  the  use  proposed  was 
in  effect  a  continuing  use  with  a  change  of  motive  power 
and  that  it  would  be  a  hardship  not  to  permit  the  use  of 
this  building,  as  a  bus  garage. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  for  a  period 
of  ten  years  from  the  date  of  this  action;  permitting  the 
building  under  appeal  to  be  used  as  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  buses  in  the  ownership  and  op¬ 
eration  of  the  New  York  Railways  Corp.  or  their  sub¬ 
sidiaries,  on  condition  that  the  building  shall  not  be  in¬ 
creased  in  height  and  area;  that  the  sprinkler  system  shall 
be  maintained  throughout;  that  a  Foamite  system  shall 
be  installed  and  that  in  all  other  respects  the  building  and 
occupancy  shall  comply  with  all  rules  and  regulations  ap¬ 
plicable  thereto. 


353-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Powell  Garage 
Co.,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
use  district  the  alteration  and  change  of  occu¬ 
pancy  of  part  of  a  garage  for  more  than  five  (5) 
motor  vehicles  to  a  gasoline  service  station. 
PREMISES  AFFECTED— 2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue  (Block  No. 
5064,  Lot  No.  53),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama  and  Jerome  H. 
Wanshel. 

For  Opposition :  M.  Gallin. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(353-36-BZ) 

Whereas,  Lama  and  Proskauer,  for  Powell  Garage  Co., 
Inc.,  owner,  filed  November  18,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  residence  use 
district  the  alteration  and  change  of  occupancy  of  part 
of  a  garage  for  more  than  five  (5)  motor  vehicles,  to  a 
gasoline  service  station;  Premises:  2036-2052  Bedford 

avenue,  southwest  corner  of  Clarkson  avenue  (Block  N*o. 


5064,  Lot  No.  53),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Clarkson  avenue  is 
in  a  residence  use  district ;  Bedford  avenue  is  in  a  resi¬ 
dence  use  district;  Lenox  road  is  in  a  residence  use  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  18,  1936,  re  Application  No.  19483- 
1936,  reads : 

“2 — Proposed  alterations  to  existing  public  garage 
for  more  than  five  cars  for  the  conversion  of  a  por¬ 
tion  of  same  to  a  gasoline  station  is  contrary  to  Art. 
II,  Sec.  6,  Zoning  Resolution  and  is  hereby  denied.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  139  ft.  11  in.  on 
Clarkson  avenue;  160  ft.  on  Bedford  avenue  and  a  distance 
of  200  ft.  along  the  west  lot  line.  Upon  the  plot  there 
is  located  a  one  story  garage  for  more  than  5  motor 
vehicles — having  a  frontage  of  approximately  120  ft.  on 
Bedford  avenue.  The  Clarkson  avenue  front  of  the  plot 
(139  ft.  11  in.)  is  developed  with  a  gasoline  service  station 
having  a  depth  of  40  feet.  It  is  proposed  to  remove  and 
relocate  part  of  the  walls  of  the  existing  garage  and  to 
occupy  the  resulting  area  as  an  arcade  gasoline  service 
station.  Said  station  to  have  a  frontage  of  100  ft.  8  in. 
on  Bedford  avenue  and  a  depth  of  24  ft.;  and 

Whereas,  the  board  inspected  these  premises  and  was 
thoroughly  familiar  with  the  conditions  because  of  the 
prior  action  of  the  board  in  calendar  number  133-36-A 
and  has  also  inspected  the  piemises  since  such  action;  and 

Whereas,  the  board  carefully  considered  the  objections 
of  adjacent  property  owners  and  deemed  that  in  balancing 
equities,  that  relief  should  be  granted  under  section.  7A 
and  that  the  rearrangement  of  the  garage  and  existing 
gasoline  station  should  be  permitted  under  such  conditions 
as  will  improve  the  existing  conditions  and  obviate  objec¬ 
tions  ;  and 

Whereas,  the  board  found  that  the  existing  recently 
established  school  at  2057  Bedford  avenue  did  not  fall 
within  the  prohibition  in  section  21  ;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  section  7- A  of  the  building  zone  resolution  to  grant  a 
variance  under  such  circumstances  as  pertain  herein. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  7- A  thereof,  permitting  the  rearrangement  of  the 
existing  garage  and  gasoline  station  to  be  generally  in 
accord  with  revised  plan  marked  “Received  December  31, 
1936,”  on  condition  that  complete  working  drawings  carry¬ 
ing  out  this  proposed  arrangement  with  modifications  as* 
suggested  by  the  board  at  the  hearing  of  January  5,  1937, 
shall  be  submitted  to  the  board  for  approval  and  for  the 
imposition  of  such  additional  conditions  as  the  board  may 
determine  desirable,  and  that  such  working  drawings  shall 
be  submitted  within  thirty  days  from  the  date  of  this 
action. 


172-36-BZ. 

APPLICANT — Jeffrey  J.  Lewin,  for  Knickerbocker  Laun¬ 
dry  Company,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
use  district  the  change  of  occupancy  of  an  exist¬ 
ing  building  to_  a  factory,  power  wet-wash  laun¬ 
dry,  dry  cleaning,  dyeing  and  finishing  uses. 
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REPORT  OF  COMMITTEE 

December  28,  1936 

Cal.  No.  172-36-BZ 

Premises:  80-19  to  80-25  Cornish  avenue, 

Elmhurst,  Queens. 

The  Knickerbocker  Laundry  Co.  own  the  premises 
at  80-19  to  80-25  Cornish  avenue  in  Elmhurst,  which 
were  operated  for  many  years  as  a  power  wet  wash 
laundry  having  been  constructed  when  the  district 
was  zoned  for  unrestricted  use.  The  zoning  was 
changed  in  1924,  making  Cornish  avenue  residential, 
but  with  adjacent  frontages  along  Queens  boulevard 
business  and  with  the  rear  along  Barnwell  avenue  near 
the  Long  Island  Railroad  elevated  tracks  left  unre¬ 
stricted. 

These  premises  consist  of  vacant  property  with  100 
ft.  frontage  and  a  one-story  brick  and  cement  block 
laundry  building  with  an  80  ft.  frontage.  This  build¬ 
ing  only  is  under  appeal  based  on  a  denial  of  a  new 
certificate  of  occupancy  for  a  factory,  power  wet  wash 
laundry,  dry  cleaning,  dyeing  and  finishing.  Certifi¬ 
cate  of  occupancy  No.  20834  was  issued  to  the  Clover 
Laundry  in  1926  for  the  factory-laundry  occupancy. 
Upon  consolidation  with  the  Knickerbocker  Laundry 
and  removal  of  the  business  to  their  new  building  in 
Ravenswood,  this  building  was  temporarily  vacated 
and  it  is  now  proposed  to  use  it  for  dyeing  fabrics, 
with  no  laundry  use  nor  dry  cleaning  and  with  a 
limited  number  of  employees.  To  be  informed  what 
the  proposed  process  would  consist  of,  the  committee 
of  the  board  have  not  only  inspected  a  factory  in 
West  New  York  doing  the  same  work  as  proposed,  but 
have  also  had  the  proposed  tenant  show  the  com¬ 
mittee  at  the  building  how  it  would  be  rearranged  and 
the  dyeing  equipment  located  and  connected  with  ex¬ 
haust  ventilation. 


PREMISES  AFFECTED— 80-19  to  80-25  Cornish  avenue, 

north  side,  135.66  ft.  east  of  Queens  boulevard 

(Block  No.  1538,  Lot  Nos.  87  and  91),  Elmhurst, 

Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Jeffrey  J.  Lewin. 

For  Opposition:  James  Gannon  and  Mrs.  H.  T. 
Grieveson. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(172-36-BZ) 

Whereas,  Jeffrey  J.  Lewin,  for  Knickerbocker  Laundry 
Co.,  Inc.,  owner,  filed  June  6,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  residence  use 
district  the  change  of  occupancy  of  an  existing  building 
to  a  factory,  power,  wet-wash  laundry,  dry  cleaning,  dye¬ 
ing  and  finishing  uses;  Premises:  80-19  to  80-25  Cornish 
avenue,  north  side,  135.66  ft.  east  of  Queens  boulevard 
(Block  No.  1538,  Lot  Nos.  87  and  91)  Elmhurst,  Borough 
of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Cornish  avenue  is  in 
residence  and  business  use  districts ;  Barnwell  avenue  is 
in  unrestricted  and  business  use  districts  and  Queens 
boulevard  is  in  a  business  use  district;  and 

Whereas,  the  decisions  of  the  commissioner  of  build¬ 
ings,  dated  May  8,  1936  and  July  30,  1936,  read  as  follows: 

May  8,  1936 

“Your  application  of  even  date,  requesting  a  Cer¬ 
tificate  of  Occupancy  for  factory;  power  wet-wash 
laundry,  dry  cleaning,  dyeing  and  finishing,  at  prem¬ 
ises  known  as  80-25  Cornish  street,  Elmhurst,  Borough 
of  Queens,  is  hereby  denied,  as  such  occupancy  is 
contrary  to  Art.  2,  Sec.  4,  Subd.  11  of  the  building 
zone  resolution.” 

July  30,  1936 

“Relative  to  premises  known  as :  80-25  Cornish 

street,  Elmhurst,  please  be  advised  that  the  said 
premises  affected  by  the  objection  is  in  a  residence 
zone,  and  by  a  prior  right  a  business  zone  has  been 
established. 

The  objection  given  by  me  is  to  the  effect  that  you 
cannot  change  a  business  use  to  a  non-conforming  use. 

This  letter  is  for  the  purpose  of  establishing  the 
fact  that  the  business  use  has  been  established  by  a 
prior  right  although  zoned  today  as  a  residence  use.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  180  ft.  on  Cornish  avenue  and  a 
maximum  depth  of  99  ft.  Upon  the  northeasterly  portion 
of  the  plot  there  is  located  a  one  story,  non-fireproof 
structure  80  ft.  by  approximately  99  ft.  in  area ;  it  is 
proposed  to  occupy  the  existing  building  as  a  factory  for 
dyeing  and  finishing  uses.  It  is  proposed  to  use  the  vacant 
(southwesterly)  portion  of  the  plot  for  ingress  and  egress 
of  trucks  to  the  loading  platform  at  south  side  of  build¬ 
ing;  and 

Whereas,  the  site  in  question  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report 
follows : 


Undoubtedly,  while  used  as  a  laundry  it  was  objec¬ 
tionable.  But  the  building  when  built  having  been 
designed,  intended  and  arranged  for  a  factory  use, 
prior  to  the  rezoning,  the  owner  has  certain  rights  to 
use  it  for  a  factory,  even  though  it  was  vacant,  but 
not  abandoned,  for  a  short  period.  In  the  opinion 
of  the  committee  the  proposed  use  for  dyeing  is  far 
less  objectionable  than  the  former  laundry  use,  and 
some  use  of  the  building  obviously  should  be  per¬ 
mitted. 

Cornish  avenue,  while  now  residential  as  to  zoning, 
is  largely  non-conforming  as  to  use  because  of  the 
Sewer  Department  yards,  building  supply  plant  and 
part  of  the  gasoline  station  at  the  corner  of  Queens 
boulevard,  all  in  addition  to  this  laundry  property. 

The  committee  recommends  that  the  application 
should  be  granted  under  section  21  for  a  term  of  five 
years,  subject  to  such  conditions  as  will  protect  as 
far  as  possible  the  nearby  owners  from  noise,  vibra¬ 
tion  and  other  annoyances. 

(Signed)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 

and 

Whereas,  this  report  recommended  the  granting  of  the 
application  under  section  21  of  the  building  zone  resolu¬ 
tion  ;  and 

Whereas,  the  board  deemed  that  it  would  be  a  hardship 
not  to  permit  the  continued  use  of  the  building  for  an 
occupancy  similar  to  that  previously  existing. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 


37 


' 


MINUTES 


the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  permitting  the  continuation  of  a  nonconforming 
use  in  the  building  under  appeal,  to  be  used  as  a  factory 
for  dyeing  for  a  period  of  five  years  from  this  date,  on 
condition  that  the  building  shall  not  be  increased  in  height 
or  area;  that  all  windows  facing  the  adjacent  adjoining 
premises  to  the  east  shall  be  blocked  up  with  approved 
masonry ;  that  plans  showing  the  machinery  to  be  installed, 
the  location  thereof  and  the  ventilation  shall  be  submitted 
to  this  board  for  approval  by  the  chairman  in  behalf  of 
the  board  before  the  same  are  filed  with  the  commissioner 
of  buildings;  that  not  more  than  twenty  (20)  operators 
shall  be  employed  at  any  one  time ;  that  all  plans  shall  be 
submitted,  all  permits  obtained  and  all  work  completed 
within  one  year  from  the  date  of  this  action. 


266-36-BZ. 

APPLICANT — Lama  &  Proskauer  for  Frederick  Reiner, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution  to  permit  the  erection  and  maintenance 
of  a  gasoline  service  station  partly  in  a  business 
use  district  and  partly  in  an  unrestricted  use  dis¬ 
trict. 

PREMISES  AFFECTED — Northeast  corner  of  Queens 
boulevard  and  Nassau  boulevard  (Horace  Hard¬ 
ing  boulevard)  (Block  No.  1876,  Lot  No.  1  and 
part  of  Lot  No.  21),  Elmhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(266-36-BZ) 

Whereas,  Lama  and  Proskauer,  for  Frederick  Reiner, 
owner,  filed  September  10,  1936,  an  application  under  the 
building  zone  resolution  to  permit  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station  partly  in  a  business 
use  district  and  partly  in  an  unrestricted  use  district; 
Premises:  Northeast  corner  of  Queens  boulevard  and 
Nassau  boulevard  (Horace  Harding  boulevard)  ;  (Block 
No.  1876,  Lot  No.  1  and  part  of  Lot  No.  21),  Elmhurst, 
Borough  of  Queens ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Queens  boulevard  is  in  a 
business  use  district;  Nassau  boulevard  is  in  unrestricted 
and  business  use  districts,  and  60th  avenue  is  in  business 
and  unrestricted  use  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  September  9,  1936,  re  Application  No.  3633, 
reads : 

“The  creation  of  a  gasoline  service  station  within 
so  much  of  the  plot  as  is  located  within  a  business 
district  (although  additional  portion  of  the  plot  is 
within  an  unrestricted  area)  is  contrary  to  section  4 
of  the  building  zone  resolution.  Not  further  consid¬ 
ered.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  76.5  ft.  on  Queens 


boulevard,  194.4  ft.  on  Nassau  boulevard,  and  a  distance 
of  100  ft.  along  the  east  lot  line.  The  east  portion  of  the 
plot  is  located  in  the  unrestricted  district  and  the  west 
portion  is  located  in  the  business  use  district.  Proposes 
to  erect  upon  the  plot  a  one  story  structure  57  ft.  by  26 
ft.  in  area,  to  be  used  as  office,  grease  pits  and  automobile 
laundry  and,  also,  to  install  the  necessary  tanks  and  pumps 
for  a  gasoline  service  station ;  and 

Whereas,  a  committee  of  the  board  inspected  these 
premises,  report  of  which  inspection  was  read  at  this  hear¬ 
ing  and  which  report  follows : 

REPORT  OF  COMMITTEE. 

December  28,  1936. 

Cal.  No.  266-36-BZ. 

Premises :  Northeast  corner  of  Queens  boulevard  and 

Horace  Harding  (Nassau)  boulevard,  Elmhurst, 

Borough  of  Queens. 

The  application  here  is  for  a  zoning  variance  to 
permit  the  extension  of  a  partially  installed  gasoline 
station  located  in  the  unrestricted  district  into  the  busi¬ 
ness  district  to  the  corner  of  these  two  boulevards. 
The  lots  involved  are  lot  1  and  part  of  lot  21  in  block 
1876.  Lot  21  need  not  be  considered  as  no  variance 
is  required  there.  On  that  part  of  the  plot  within  the 
unrestricted  district,  a  gasoline  station  permit  has  al¬ 
ready  been  issued.  Permits  have  also  been  issued 
across  Horace  Harding  boulevard  for  a  gasoline  sta¬ 
tion  at  the  southwest  corner  of  93rd  street  and  a  per¬ 
mit  is  outstanding  for  the  southeast  corner  of  Queens 
boulevard  and  Horace  Harding  boulevard.  This  lat¬ 
ter  permit  was  issued  prior  to  the  taking  of  land  for 
the  widening,  but  the  location  of  the  plot  covered  by 
the  permit  is  difficult  to  determine.  From  the  damage 
maps  and  other  surveys,  it  would  appear  that  the  loca¬ 
tion  of  the  existing  tanks  is  beyond  the  plot  covered 
by  the  permit.  The  station  is  not  completed,  nothing 
appearing  except  part  of  the  tanks  and  piping  in¬ 
stallation. 

At  this  point,  the  main  part  of  Queens  boulevard  is 
a  depressed  throughway  with  service  street  to  connect 
with  Horace  Harding  boulevard  which,  as  widened, 
crosses  Queens  boulevard  at  the  higher  level  and  con¬ 
tinues  southerly  as  a  continuation  of  Woodhaven 
boulevard  to  the  Rockaways.  Serving  of  cars  can 
be  done  from  the  station  proposed  without  extending 
into  the  business  district. 

In  the  opinion  of  the  committee,  the  opening  of 
Horace  Harding  boulevard,  not  yet  accomplished  but 
in  process  across  the  World’s  Fair  site,  will  bring  uses 
that  are  conforming  to  the  corner,  and,  in  the  unde¬ 
veloped  condition  of  the  boulevard,  it  is  too  early  to 
assign  this  corner  to  a  non-conforming  use,  with  am¬ 
ple  area  for  such  a  use  adjoining.  The  recent  open¬ 
ing  of  the  Municipal  subway  from  Roosevelt  avenue 
to  Metropolitan  avenue  and  passing  by  these  prem¬ 
ises  along  Queens  boulevard  may  be  expected  to  aid 
development  of  properties  such  as  this,  particularly 
as  stations  are  provided  both  on  southerly  side  of 
Horace  Harding  boulevard  and  also  north  of  the 
premises  under  appeal.  After  holding  this  property  for 
years  for  its  speculative  value,  it  would  appear  that 
just  as  the  time  has  approached  when  it  could  perhaps 
be  used  conformingly,  the  applicant  desires  a  gasoline 
station  presumably  because  the  opening  of  the  boule¬ 
vard  would  indicate  that  use  as  the  best  money-maker. 

This  application  is  under  section  7-C.  The  commit¬ 
tee  recommends,  after  inspection,  that  the  application 
be  denied  as  there  appears  no  proper  basis  for  the 
board  exercising  its  discretion  under  the  prescribed 
requirement  that  a  variation  granted  should  be  in 
harmony  with  the  general  purpose  and  intent  of  the 
zoning  resolution,  without  prejudice  to  a  rehearing 


« 
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in  the  event  the  gasoline  station  at  the  southeast  cor¬ 
ner  is  completed. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

and 

Whereas,  after  the  reading  of  the  report  the  applicant 
requested  a  withdrawal  of  the  application. 

Resolved ,  that  the  application  be  and  it  hereby  is  with¬ 
drawn. 

256-36-BZ. 

APPLICANT— William  I.  Hohauser,  for  Marie  E.  Hart 
and  Estate  of  Martha  L.  Rutherfurd,  owners. 
SUBJECT— Application  reopened  December  15,  1936  un¬ 
der  new  facts — ('re  decision  of  the  commissioner 
of  buildings)  under  sections  7b,  7c  and  21  of  the 
building  zone  resolution,  to  permit  the  erection  of 
a  business'  building  (theatre)  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
and  the  omission  of  the  required  rear  yard  (prev¬ 
iously  denied). 

PREMISES  AFFECTED — 1109  Lexington  avenue,  east 
sidte,  68.6  ft.  north  of  East  77th  street  and  153- 
157  East  77th  street  (Block  No.  1412,  Lot  Nos. 
20}4,  23,  23}4  and  24),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  William  I.  Hohauser. 

For  Opposition:  Louis  J.  Vorhaus,  George  H. 
Buck,  Segmund  Meyer,  Mannie  Featherson, 
George  J.  Hassel,  Brother  Victor,  Mrs.  Au¬ 
gustus  King,  Albert  Gins,  Elizabeth  C.  Shat- 
tuck,  Harold  Klein. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(256-36-BZ) 

Whereas,  William  I.  Hohauser,  for  Marie  E.  Hardart 
and  the  estate  of  Martha  L.  Rutherfurd,  filed  September 
3,  1936,  an  application  under  the  building  zone  resolution 
to  permit  the  erection  partly  in  a  business  use  district  and 
partly  in  a  residence  use  district,  of  a  proposed  business 
building  (theatre)  and  the  omission  of  the  required  rear 
yard;  Premises:  1109  Lexington  avenue,  east  side,  68.6 
ft.  north  of  East  77th  street  and  153-157  East  77th  street 
(Block  No.  1412,  Lot  Nos.  20}4,  23,  23}4  and  24),  Bor¬ 
ough  of  Manhattan;  and 

Whereas,  this  application  was  denied  by  the  board 
December  1,  1936  and  applicant  requested  a  reopening  of 
the  case  on  the  basis  of  new  facts  as  follows : 

Applicant  proposes  to : 

(1)  Construct  the  roof  of  the  auditorium  with  steel 
beams  and  girders  and  “gypsteel”  fireproof  planks 
covered  with  non-flammable  Barrett  specification 
roofing  and  provide  a  hung  ceiling  in  the  audi¬ 
torium  of  metal  lath  and  plaster  having  a  blanket 
of  3  in.  thick  sound  deadening  rockwool  above 
same. 

(2)  Construct  the  easterly  wall  (adjacent  to  the 
garage)  with  an  outer  wall  of  solid  masonry  at 
least  12  in.  thick  furred  with  a  fireproof  inner 
lining  3  in.  from  this  outer  wall ;  the  furred  space 
being  filled  with  fireproof  sound  deadening  rock¬ 
wool.” 

and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  December  15,  1936;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Lexington  avenue  is  in 
a  business  and  “B”  area;  that  Third  avenue  is  in  a  busi¬ 
ness  and  “B”  area ;  that  East  77th  street  is  in  a  residence 
and  business  and  “B”  area;  and  that  East  78th  street  is 
in  a  residence  and  business  and  “B”  area ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  August  20,  1936,  re  Applic.  No.  200-1936,  reads: 

‘‘1.  Proposed  building  to  be  occupied  as  theatre 
may  not  extend  into  a  residence  district,  zone  resolu¬ 
tion,  Sec.  3. 

2.  Provide  lawful  rear  yard,  zone  res.  12.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  16  ft.  8  in.  on  Lex¬ 
ington  avenue,  50  ft.  on  East  77th  street  and  a  distance  of 
102  ft.  along  the  east  lot  line ;  the  easterly  portion  of  the 
plot  extends  into  the  residence  district  for  a  distance  of 
20  ft.  and  the  remainder  of  the  plot  is  in  the  business  use 
district.  It  is  proposed  to  demolish  the  buildings  on  the 
site  and  to  erect  thereon  a  fireproof  motion  picture  theatre 
having  a  capacity  of  590  seats,  also  to  omit  the  required 
rear  yard.  The  required  (legal)  rear  yard  is  provided  for 
that  part  of  the  building  which  is  located  in  the  business 
use  district,  that  is,  the  rear  yard  is  10  ft.  deep  and  at  a 
level  which  is  23  ft.  above  curb  level.  That  portion  of  the 
building  within  the  residence  use  district  is  provided 
with  a  10  ft.  wide  yard  at  a  level  which  is  23  ft.  above 
curb  level,  and  not  at  curb  level,  as  required.  40%  of  the 
area  of  the  yard  (within  the  residence  district)  could  be 
occupied  by  the  building  up  to  a  level  18  ft.  above  curb 
level ;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  section  7-C  of  the  building  zone  resolution  to  grant 
the  extension  of  a  use  into  a  more  restricted  zone ;  and 
Whereas,  the  board  deemed  that  to  grant  the  application 
was  a  proper  exercise  of  discretion  under  section  7,  sub¬ 
division  C. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  and 
area  district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under  Sec¬ 
tion  7-C  thereof,  permitting  the  proposed  building  to  be  ex¬ 
tended  into  the  residential  use  district,  on  condition  that  the 
building  shall  be  constructed  of  fireproof  materials  substan¬ 
tially  as  indicated  on  plans  filed  with  this  application;  that 
the  wall  adjoining  the  garage  on  the  east  shall  be  con¬ 
structed  of  double  thickness,  the  outer  wall  not  less  than  12 
inches  thick  and  furred  with  a  fireproof  interlining  not  less 
than  3  inches  thick,  with  furred  space  between  filled  with 
fireproof  sound  deadening  rockwool ;  that  the  roof  con¬ 
struction  shall  be  of  fireproof  materials,  consisting  of 
gypsteel  fireproof  planks  or  equivalent  and  with  a  roof 
weather  surfacing  of  non-flammable  Barrett  specification; 
that  there  shall  be  no  openings  in  the  rear  or  on  the 
easterly  side  of  the  building;  that  the  exit  doors  to  East 
77th  street  shall  be  used  only  for  emergency  purposes ; 
that  any  fan  or  blower  for  ventilating  system  installed 
for  general  ventilation  of  the  theatre  building  shall  be 
located  on  the  roof  wfithin  the  portion  zoned  for  business 
use ;  that  no  roof  signs  shall  be  erected  on  any  part  of 
the  building;  that  there  shall  be  no  illuminated  signs  on 
the  East  77th  street  facade;  that  when  the  theatre  is  in 
operation  the  marquee  lights  on  Lexington  avenue  shall 
be  extinguished  not  later  than  ten  o’clock,  other  than  such 
lights  as  are  necessary  to  illuminate  the  entrance ;  that  the 
cellar  and  side  walls  next  to  garage  shall  be  constructed 
with  waterproof  cement ;  that  complete  working  drawings 
shall  be  submitted  to  this  board  and  approved  by  the 
chairman  on  behalf  of  the  board  before  same  are  filed 
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with  the  commissioner  of  buildings ;  that  all  permits  shall 
be  obtained  and  all  work  completed  within  one  year  from 
the  date  of  this  action. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

350-36-A. 

APPLICANT — Nordlinger,  Riegelman  &  Cooper,  for  So¬ 
bol  Bros.,  Service  Stations,  Inc.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 127-133  Fourth  avenue  and 
102-104  East  13th  street,  southeast  corner  (Block 
No.  558,  Lot  Nos.  7  and  10),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  L.  A.  Halprin. 

ACTION  OF  BOARD— Laid  over  to  January  26,  1937,  at 
2  P.M.  on  request  of  appellant. 


349-36-A. 

APPLICANT— Blandy,  Mooney  &  Shipman,  for  George 
Ehret  Columbus  Circle  Corporation,  owner. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1796-1808  Broadway,  232-240 
Central  Park  south  and  235-241  West  58th  street 
(Block  No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  John  A.  Brough. 

For  Opposition :  Mr.  Addonizio  and  Henry  R. 

Rittenberg. 

ACTION  OF  BOARD — Laid  over  to  January  12,  1937,  at 
2  P.M.  on  written  request  of  attorney  in  opposi¬ 
tion. 


2-37-A. 

APPLICANT — Maintenance  Supply  Co.,  Division  of  In¬ 
dustrial  Distributors,  Inc.,  lessee. 

SUBJECT — Acceptance — not  filed  within  30  day  time  limit 
— Appeal  from  an  order  of  the  fire  commissioner. 

PREMISES  AFFECTED — 114  East  32nd  street,  south 
side,  100  ft.  east  of  Fourth  avenue  (Block  No. 
887,  Lot  No.  88),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Irving  Goldberg. 

ACTION  OF  BOARD — Appeal  accepted. 

THE  VOTE  TO  ACCEPT  APPEAL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


334-36- A. 

APPLICANT — First  Presbyterian  Church  of  Far  Rock- 
away,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 880  Far  Rockaway  boulevard, 
north  side,  between  Seneca  street  and  Sage  place 
(Block  No.  14,  Lot  No.  1),  Far  Rockaway,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appeal  withdrawn  on  written 
request. 

THE  VOTE  Tp  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negative  .  0 

Absent  .  0 


502-24- A. 

APPLICANT — Vincent  J.  DeSanctis,  for  Estate  of  Maur- 
izio  de  Fina,  owner. 

SUBJECT — Request  for  reopening — amendment  —  re  Ap¬ 
peal  from  an  order  of  the  fire  commissioner. 
PREMISES  AFFECTED — 163  Crosby  street,  east  side, 
101  ft.  south  of  Bleecker  street  (Block  No.  522, 
Lot  No.  30),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Vincent  J.  De  Sanctis. 

For  Opposition :  Edward  G.  Steinert. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment  ;  Inspector  Maher,  Department  of 


Buildings. 

ACTION  OF  BOARD — Request  to  reopen,  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(502-24- A) 


Whereas,  this  appeal  affecting  premises  163  Crosby 
street,  east  side,  101  ft.  south  of  Bleecker  street  (Block 
No.  522,  Lot  No.  303),  Borough  of  Manhattan,  was  granted 
by  the  board  under  certain  conditions ;  and 

Whereas,  the  present  owner,  through  its  agent,  re¬ 
quested  an  amendment  of  the  resolution  to  omit  the  fire 
alarm  signal  system;  and 

Whereas,  a  committee  of  the  board  found  upon  inspec¬ 
tion  that  the  occupancy  of  the  building  was  extremely  haz¬ 
ardous  and  that  the  thermostatic  alarm  had  operated  when 
a  fire  occurred  to  give  alarm  as  intended  and  that  this 
system  had  been  removed  after  such  fire  and  that  no  re¬ 
laxation  of  the  board’s  fire  preventive  requirements  is 
justified. 

Resolved,  that  the  request  to  reopen  this  appeal  be  and 
it  hereby  is  denied. 


341-36-A. 

APPLICANT — M.  H.  Korn,  for  The  Texas  Company, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1749-1753  Flatbush  avenue, 
southeast  corner  of  Avenue  J  (Block  No.  7617, 
Lot  No.  80),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  Lynch. 

For  Opposition:  Otto  Walter  and  Elizabeth 
Tischer. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  o 

Absent  .  o 

THE  RESOLUTION— 

(341-36-A) 

Whereas,  M.  H.  Korn,  for  The  Texas  Company,  owner, 
filed  on  November,  1936,  an  appeal  from  a  decision  of  the 
commissioner  of  buildings  affecting  premises  1749-1753 
Flatbush  avenue,  southeast  corner,  Avenue  J  (Block  No. 
7617,  Lot  No.  80),  Borough  of  Brooklyn;  and 
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Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  November  7,  1936,  on  Application  No.  10413-1936, 
ireads  as  follows : 

“Location  of  pumps  and  curb  cuts  as  indicated  on 
plans  not  acceptable  to  commissioner.  Proposition  is 
therefore  denied.” 

,and 

Whereas,  the  premises  consist  of  a  plot  53  ft.  7)4  in. 
on  Flatbush  avenue,  30  ft.  2  in.  on  Avenue  J,  and  44  ft. 

in.  on  Brooklyn  avenue,  on  which  is  erected  a  one- 
story  office  and  accessory  building  with  two  approved 
gasoline  pumps  and  five  portable  tanks ;  an  application  was 
filed  with  the  commissioner  of  buildings  to  alter  the  sta¬ 
tions  ;  and 

Whereas,  on  July  21,  1936,  the  fire  department  advised 
the  commissioner  of  buildings  that  on  April  25,  1918,  Plan 
No.  213-18  was  approved  for  three  120  gallon  gasoline 
tanks  at  premises  1749  Flatbush  avenue.  The  said  land  and 
premises  above  referred  to  are  situate  at,  bounded  and 
described  as  follows :  Beginning  at  a  point  on  the  south¬ 
erly  side  of  Avenue  J  distant  10  ft.  east  from  the  corner 
formed  by  the  intersection  of  Avenue  J  and  Flatbush  ave¬ 
nue;  running  thence  east  30  ft.  2  in.;  thence  south  44  ft. 
4p2  in. ;  thence  northwest  53  ft.  7  in. ;  to  the  point  or  place 
of  beginning.  On  December  30,  1918,  Plan  No.  738-18  was 
approved  for  one  additional  550  gallon  tank.  Permit  No. 
31795  was  issued  5-26-19  to  expire  3-21-20,  for  an  oil  sell¬ 
ing  station,  storage  of  910  gallons  gasoline,  90  gallons 
lubricating  oil,  110  gallons  kerosene  oil  and  4  buried  tanks. 
Permits  have  been  issued  yearly  since.  Present  Permit 
No.  72596,  issued  3-16-36  for  2200  gallons  gasoline,  250 
gallons  lubricating  oil  and  5  portable  tanks  is  now  in  force 
to  expire  2-27-37 ;  and 

Whereas,  the  applicant  has  filed  plans  marked  received 
i  “Dec  31,  1936,”  showing  the  proposed  arrangement  of  the 
station. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  the  station  shall 
be  rearranged  substantially  as  indicated  on  plans  marked 
“received  December  31,  1936”;  that  the  gasoline  pump  at 
the  northerly  end  shall  be  entirely  eliminated  and  con¬ 
crete  curbing  shall  be  constructed  at  entrance  to  greasing 
station;  that  all  gasoline  pumps  shall  be  installed  on  the 
platform  toward  the  center  of  the  plot  not  exceeding  a 
total  of  three;  that  the  clear  distance  from  the  edge  of 
the  platform  to  Flatbush  avenue  building  line  shall  not  be 
less  than  6  ft.;  that  the  protecting  wall  on  the  Brook¬ 
lyn  avenue  side  of  the  gasoline  selling  platform  shall  not 
be  less  than  5  ft.  in  height  and  12  in.  in  thickness;  that 
the  curb  cuts  from  Brooklyn  avenue  shall  not  exceed 
those  now  in  existence;  that  the  existing  curb  cut  on 
Flatbush  avenue  on  the  northerly  end  shall  be  reduced  by 
3  ft.  and  new  curb  cuts  shall  not  exceed  widths  shown 
.  on  plan ;  that  all  advertising  shall  be  limited  to  the  illu¬ 
minated  globes  of  the  pumps  and  to  a  sign  attached  di¬ 
rectly  to  the  wall  of  the  accessory  building  and  to  one 
[  post  standard  which  may  be  erected  near  the  intersection 
of  Flatbush  avenue  and  Avenue  J,  which  standard  may 
be  used  for  supporting  the  sign  which  may  be  illuminated, 
advertising  only  the  brand  of  gasoline  offered  for  sale, 
provided  the  sign  does  not  extend  beyond  the  building  line 
for  a  distance  of  more  than  6  ft.;  that  no  portable  gaso¬ 
line  pumps  shall  be  used  on  or  from  the  premises ;  and 
that  complete  working  drawings  shall  be  submitted  to  the 
board  and  approved  by  the  chairman  in  behalf  of  the 
board  before  same  are  filed  with  the  commissioner  of 
buildings. 


368- 36- A. 

APPLICANT — Francis  Seaman  for  New  York  Railways 
Corporation,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 


PREMISES  AFFECTED— 806-814  Ninth  avenue,  318-362 
West  54th  street,  southeast  corner  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot  Nos.  3  and 
18),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Francis  Seaman  and  Edmond 
Colins. 

For  Opposition :  David  M.  Basof. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 


THE  RESOLUTION— 

(368-36-A) 

Whereas,  .Francis  Seaman,  for  New  York  Railways 
Corporation,  owner  filed  December  5,  1936,  an  appeal  from 
a  decision  of  the  commissioner  of  buildings,  affecting 
premises  806-814  9th  avenue,  318-362  W.  54th  street,  south¬ 
east  corner  and  321-329  West  53d  street  ('Block  No.  1044, 
Lot  Nos.  3  and  18),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  November  30,  1936,  re  App.  No.  1098-1936,  reads : 

“1.  Gasoline  installation  does  not  conform  to  sec. 
156,  chap.  10,  Code  of  Ordinances,  as  to  size  of  tanks, 
enclosures,  etc.  Plans  are  incomplete  and  cannot  be 
completely  examined  due  to  fact  that  alt.  5260-36  was 
disapproved  on  account  of  zone  restrictions.  An 
appeal  is  pending  before  the  Board  of  Standards  and 
Appeals  under  Cal.  No.  325-1936  building  zone.” 

and 

Whereas,  the  premises  consist  of  a  2-story  fireproof 
building  525  ft.  by  135  ft.  10  in.  in  area,  erected  in  1908; 
occupied  at  present  as  follows :  cellar — transformer  vault 
— one  person;  1st  floor — carbarn — 50  persons;  2nd  floor — 
carbarn — 5  persons.  It  is  proposed  to  be  occupied  through¬ 
out  as  a  storage  garage  for  buses ;  and 

Whereas,  it  is  proposed  to  install  two  5,000  gallon 
gasoline  tanks  in  a  reinforced  concrete  vault,  which  will 
be  continuously  mechanically  ventilated ;  all  safeguards 
required  for  installations  in  excess  of  550  gallons  will  be 
provided ;  and 

Whereas,  the  applicant  contends  that  the  10,000  gallons 
provided  for  is  a  minimum  required  for  the  proposed 
fleet  of  motor  buses  which  it  is  intended  to  garage  in 
and  service  from  the  premises  in  question;  buses  will 
average  a  consumption  of  50  gallons  per  day  and  there 
will  be  approximately  200  buses  stored  on  the  premises ; 
storage  tank  vault  will  be  located  so  as  not  to  disturb 
existing  foundations;  there  will  be  no  sale  of  gasoline 
conducted  on  or  from  the  premises.  The  presence  of  rock 
within  a  few  feet  of  the  proposed  tank  vault  wall  bottom 
will  assure  a  suitable  and  stable  foundation  and  eliminate 
possibility  of  strains  due  to  settlement.  The  building  is 
equipped  with  a  voluntary  automatic  sprinkler  installation, 
which  it  is  proposed  to  supplement  by  a  number  of  foamite 
or  COs  portable  extinguishers. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  in  connection  with  App.  No.  1098-36  be  and  it 
hereby  is  modified  and  that  the  appeal  be  and  it  hereby  is 
granted,  permitting  the  installation  of  two  5,000  gallon 
gasoline  tanks  in  a  reinforced  concrete  vault,  located 
generally  as  indicated  on  floor  plans  and  detailed  draw¬ 
ings  filed  with  this  appeal  marked  “Received  December  5, 
1936,”  on  condition  that  these  tanks  shall  be  used  solely 
for  servicing  of  buses  in  this  garage,  zoning  variance  for 
which  has  this  day  been  granted  under  Cal.  No.  325-36-BZ, 
on  condition  that  the  construction  of  pits,  tanks,  piping, 
ventilation  and  other  structural  details  shall  be  executed 
in  full  accordance  with  plans  and  detailed  working  draw¬ 
ings  which  shall  be  submitted  to  this  board  for  approval 
before  same  are  submitted  to  the  commissioner  of  build- 
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ings;  that  the  tanks  shall  be  inspected,  monthly  record  of 
such’  inspections  to  be  available  for  examination  by  the 
inspector  of  combustibles ;  that  the  ventilation  system 
shall  be  kept  in  continuous  operation ;  that  there  shall  be 
an  electrical  connection  to  preclude  operation  of  the  dis¬ 
pensing  pumps  unless  the  ventilating  exhaust  fan  is  being 
electrically  operated. 


358-36-A. 

APPLICANT— Harrison  Schock,  for  Bryant  F.  Gilmour, 
owner.  .  . 

SUBJECT— Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 557-563  (543  displayed)  East 
18th  street,  east  side,  131  ft.  5%  in.  north  of  New¬ 
kirk  avenue  (Block  No.  5204,  Lot  No.  45),  Bor¬ 
ough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Harrison  Schock. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  •  •  •  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(358-36-A) 

Whereas,  Harrison  Schock,  applicant,  for  Bryant  F. 
Gilmour,  owner,  filed  November  21,  1936,  an  appeal  from 
decisions  of  the  commissioner  of  buildings,  affecting  prem¬ 
ises  557-563  (543  displayed)  East  18th  street,  east  side, 
131  ft.  5)4  in.  north  of  Newkirk  avenue  (Block  No.  5204, 
Lot  No.  45),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  July  27,  1936,  on  Application  No.  9223/36,  reads 
as  follows : 

“Re:  557-563  (543  dis.)  East  18th  street— Permit 

6690/36 

This  is  to  advise  you  that  the  above  numbered  per¬ 
mit  has  been  revoked  in  that  garage  as  shown  on  plan 
is  in  violation  of  section  16,  par.  (b)  of  the  building 
zone  resolution.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  October  22,  1936,  reads  as  follows : 

“Re:  557-563  (543  displayed)  East  18th  street,  east 
side,  131  ft.  5?4  in.  north  of  Newkirk  avenue,  Per¬ 
mit  6690/36. 

In  reply  to  your  letter  dated  October  20,  with  refer¬ 
ence  to  the  above  mentioned  matter,  please  be  advised 
we  can  do  nothing  but  state  that  our  revocation  of 
July  27,  1936  still  stands.” 

and 

Whereas,  the  premises  in  question,  located  in  a  resi¬ 
dence  use,  “F”  area,  1)4  times  height  district,  consists  of 
an  irregular  shaped  plot  fronting  74  ft.  6)4  in.  on  the  east 
side  of  East  18th  street  with  a  depth  of  100  ft.  on  its 
northerly  line  and  109  ft.  6)4  in.  on  its  southerly  line  and 
31  ft.  6  in.  on  the  rear,  on  which  there  is  located  a  2)4 
story,  one-family  frame  dwelling,  41  ft.  by  50  ft.  in  area, 
in  addition  to  the  garage  in  question  which  is  of  concrete 
block  construction,  10  ft.  by  18  ft.  in  area,  10  ft.  in  height; 

Whereas,  the  applicant  contends  that  “on  June  22,  1936, 
George  A.  Lobenstein,  registered  architect,  filed,  on  behalf 
of  the  owner,  an  application  in  the  department  of  build¬ 
ings,  Borough  of  Brooklyn,  to  erect  a  one-story  concrete 
block  garage,  10  ft.  0  in.  by  18  ft.  0  in.  for  one  pleasure 
car,  as  accessory  to  existing  dwelling  on  lot.  This  appli¬ 
cation  was  given  number  9223  of  1936.  In  the  course  of 
the  procedure  of  the  department  of  buildings  the  prem¬ 


ises,  as  stated  in  the  application,  were  attested  by  the  zon¬ 
ing  examiner  in  the  department  of  buildings  as  being  in 
“F”  area  and  residential  use  district ;  that  on  June  23,  1936, 
the  construction  examiner  in  the  department  of  buildings, 
to  whom  the  application  was  assigned,  disapproved  the 
application  in  the  usual  manner  and  form,  subject  to  cor¬ 
rection  or  subsequent  statements  to  be  made  in  the  ap¬ 
plication,  as  follows : 

“Refer  to  Bureau  of  Sewers.”  .  _  , 

that  no  other  objection  was  made  by  the  examiner.  This 
objection  was  made  in  accordance  with  General  Order  18 
of  1919,  April  4,  1919,  of  the  then  bureau  of  buildings. 
In  substance  this  general  order  refers  to  where  extensions 
or  other  buildings  are  to  be  erected  on  the  same  lot,  the 
bureau  of  sewers  shall  certify  to  the  bureau  of  buildings 
that  the  existing  house  sewer  is  adequate  to  take  the  ad¬ 
ditional  extension  of  the  sanitary  system  or  drainage  sys¬ 
tem  within  the  proposed  extension  or  new  building  on  the 
same  lot  connecting  to  the  existing  house  sewer.  On  June 
27,  1936,  A.  J.  Griffen,  chief  engineer,  bureau  of  sewers, 
stated  in  the  usual  form  by  rubber  stamp,  “Drainage  plan 
approved  subject  to  sewer  permit  and  inspection  ,  that 
on  June  29,  1936,  the  application  was  approved  by  the 
commissioner  of  buildings  and  given  permit  number  6690 
of  1936;  that  on  or  about  July  1,  1936,  the  owner  entered 
into  and  awarded  a  contract  for  the  erection  of  the  garage 
to  Albert  E.  Castle,  Inc.,  general  contractors,  for  the  sum 
of  $488.00,  exclusive  of  any  architectural  or  other  pro¬ 
fessional  services;  that  on  July  10,  1936,  satisfactory  evi- 
dence  was  submitted  to  the  department  of  buildings  that 
compensation  insurance  had  been  secured  in  accordance 
with  the  Workmen’s  Compensation  Law  and  a  Permit  to 
Build”  was  approved  by  the  commissioner  of  buildings 
under  the  same  date;  that  the  general  contractor  started 
to  perform  the  construction  of  the  garage  on  the  same 
day  the  “Permit  to  Build”  was  issued — July  10,  1936;  that 
on' July  21,  1936,  the  garage  was  completed;  that  under 
date  of  July  27,  1936,  the  commissioner  of  buildings  re¬ 
voked  the  permit,  notifying  the  architect  and  owner  as 
follows: 

“This  is  to  advise  you  that  the  above  numbered  per¬ 
mit  has  been  revoked  in  that  garage,  as  shown  on  plan, 
is  in  violation  of  section  16,  par.  (6)  of  the  building 
zone  resolution.” 

and 

Whereas,  it  is  prayed  that  the  decision  of  the  commis¬ 
sioner  of  buildings  revoking  the  permit  be  cancelled  and 
that  he  also  issue  a  certificate  of  occupancy  upon  appli¬ 
cation  to  him,  for  the  reasons  that  the  permit  was  properly 
issued  by  the  proper  authority  (the  commissioner  of  build¬ 
ings)  to  issue  such  a  permit;  that  no  fraud  was  practised 
upon  the  commissioner  of  buildings  to  secure  the  permit; 
that  no  false  statement  or  any  misrepresentation  as  to  a 
material  fact  in  the  application  on  which  the  permit  was 
issued,  was  made;  that  no  objection  was  made  by  the 
department  of  buildings  as  to  location  of  the  garage  at  the 
time  of  examination  of  the  application ;  that,  finally,  the 
commissioner  of  buildings  had  no  right  to  revoke  the 
permit,  for  the  owner  erected  the  garage  in  reliance  upon 
the  permit ;  the  owner  entered  upon  good  faith  in  a  con¬ 
tract  for  the  construction  of  the  garage;  the  owner  in¬ 
curred  liabilities  under  the  permit  in  the  construction  of 
the  garage;  and  the  owner  also  acquired  a  vested  interest 

therein ;  and  .  ,  t  ,  .  , 

Whereas,  it  was  the  opinion  of  the  board  that  the  com¬ 
missioner  of  buildings  was  justified  in  revoking  the  per¬ 
mit  and  that  the  proper  procedure  of  the  applicant  should 
be  the  filing  of  an  application  for  a  zoning  variation. 

Resolved,  that  the  decisions  of  the  commissioner  of 
buildings  be  and  they  hereby  are  affirmed,  and  that  the 
appeal  be  and  it  hereby  is  denied. 


363-36-A. 

APPLICANT— Louis  Bennett,  for  Daly  Cinema  Corpora¬ 
tion,  lessee. 
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SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 892  East  Tremont  avenue, 
south  side,  126.93  ft.  east  of  Crotona  parkway 
(rllock  No.  2985,  Lot  No*.  45),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant :  Louis  Bennett  and  Richard  Berner. 
For  Administration :  Capt.  George  J.  Foster,  Fire 
Department. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION— 

(363-36-A) 


Whereas,  Louis  Bennett,  for  Daly  Cinema  Corporation, 
i  lessee,  filed  November  28,  1936,  an  appeal  from  an  order 
of  the  fire  commissioner  affecting  premises  892  East  Tre¬ 
mont  avenue,  south  side,  126.93  ft.  east  of  Crotona  park¬ 
way  (Block  No.  2985,  Lot  No.  45),  Borough  of  The 
Bronx ;  and 

Whereas,  the  order  of  the  Fire  Commissioner  (No. 
1121),  dated  July  1,  1936,  reads  as  follows: 

“An  inspection  made  of  your  premises  shows  that 
the  following  item(s)  require(s)  attention  and  cor¬ 
rection,  within  twenty  days : 

1.  Arrange  automatic  starting  device  serving  the  fire 
pump  so  that  same  will  cut  in  at  60  lbs.  pressure 
and  out  at  80  lbs.  pressure. 

If  upon  reinspection  this  order  is  found  not  complied 
with,  further  action  on  the  part  of  this  department 
may  be  necessary.” 

and 

Whereas,  subsequently  on  November  5,  1936,  the  appli¬ 
cant  received  the  following  communication  from  the  Fire 
Department : 

In  accordance  with  our  conference  held  in  my  office 
on  November  5,  1936,  I  am  enclosing  copies  of  orders 
issued  against  Daly  Theatre,  892  E.  Tremont  avenue, 
Bronx.” 

and 

Whereas,  the  building  in  question  is  of  ordinary  brick 
construction,  254  ft.  x  101  ft.  6  in.,  the  theatre  portion 
being  approximately  10,500  sq.  ft.  in  area,  one  story,  29 
ft.  in  height,  equipped  with  a  standpipe  system  and  occu¬ 
pied  as  a  motion  picture  theatre  seating  1,460  persons; 
and  the  standpipe  system  is  fed  from  a  3,500  gallon  tank 
on  the  roof,  a  Siamese  connection  on  Daly  avenue  and  a 
Siamese  connection  on  East  Tremont  avenue;  and 

Whereas,  the  borough  engineer,  Department  of  Water 
Supply,  Gas  and  Electricity,  certified  on  December  4,  1936, 
that  there  is  20  in.  main  in  East  Tremont  avenue  fed  two 
ways  and  having  an  average  pressure  of  40  lbs.  per  sq. 
in.  and  a  12  in.  main  in  Daly  avenue  fed  two  ways,  having 
an  average  pressure  of  40  lbs.  per  sq.  in. ;  and 

Whereas,  certificate  of  occupancy  No.  859-1928  was 
issued  June  26,  1928,  for  a  motion  picture  theatre  on  the 
first  floor  and  dance  hall  (60  persons)  on  roof,  and  the 
dance  hall  (roof)  occupancy  has  since  been  discontinued; 
and 

Whereas,  the  applicant  contends  that  the  fire  pump  is 
not  necessary  and  requests  permission  to  dismantle  and 
discontinue  the  use  thereof. 

Resolved,  that  the  order  of  the  Fire  Commissioner,  No. 
1121,  dated  July  1,  1936,  be  and  it  hereby  is  modified,  and 
that  the  appeal  be  and  it  hereby  is  granted,  waiving  the 
requirement  for  the  fire  pump  on  condition  that  the  build¬ 
ing  be  not  increased  in  height  or  area  and  that  the  use 
of  the  roof  for  any  purpose  as  a  place  of  public  assembly 
shall  be  discontinued  and  that  a  new  certificate  of  occu¬ 


pancy  shall  be  obtained  from  the  commissioner  of  build¬ 
ings  to  exclude  the  roof  occupancy;  that  the  fire  pump 
shall  be  disconnected  and  that  the  3  inch  feed  line  to 
the  suction  tank  shall  be  sealed  closed ;  that  in  all  other 
respects  all  orders  and  requirements  shall  be  complied 
with. 


365-36-A. 

APPLICANT — Twin  City  Shellac  Co.,  Inc.,  lessee. 
SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED— 338-340  Flushing  avenue,  south 
side,  71  ft.  west  of  Taaffe  place  (Block  No.  1881, 
Lot  No.  33),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Isidor  Weis,  J.  Weis. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(365-36-A) 

Whereas,  Twin  City  Shellac  Co.,  Inc.,  applicant  and 
lessee,  filed  on  December  2,  1936  an  appeal  from  an  order 
and  a  decision  of  the  fire  commissioner  affecting  premises 
338-340  Flushing  avenue,  south  side  71  ft.  west  of  Taaffe 
place  (Block  No.  1881,  Lot  No.  33),  Borough  of  Brooklyn; 
and 

Whereas,  the  order  of  the  fire  commissioner  (No. 
68991  LC),  dated  September  16,  1936,  reads  as  follows: 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises,  used  for  the  storage  of  varnish,  etc., 
shows  that  the  following  must  be  done  before  the 
permit  requested  by  you  can  be  issued : 

FORTHWITH 

1.  Discontinue  the  further  manufacture  of  an  in¬ 
flammable  mixture  “Dan-Dee”  Floor  Polish  in  Build¬ 
ing  No.  340  for  the  reason  that  sections  201  (e)  and 
131-2,  chapter  10,  Code  of  Ordinances,  prohibits  the 
manufacture,  storage  and  sale  of  dry  goods,  or  other 
highly  inflammable  material  in  the  same  building 
where  the  manufacture,  mixing  or  compounding  of 
paints,  varnish,  lacquer  or  shellac  is  done.” 

and 

Whereas,  the  decision  of  the  fire  commissioner  dated 
November  14,  1936,  reads  as  follows: 

“In  answer  to  your  request,  please  be  advised  that 
this  department  does  not  rescind  an  order  and  reissue 
it  so  that  it  may  be  taken  to  the  Board  of  Standards 
and  Appeals  when  you  have  exceeded  the  time  limit 
in  which  to  file  your  appeal. 

However,  we  have  been  advised  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  for  an  appeal.  For  that  pur¬ 
pose,  this  communication  is  forwarded  and  will  certify 
that  order  No.  68991-LC  was  issued  against  Twin  City 
Shellac  Co.,  Inc.,  and  reads  as  follows: 

‘1.  Discontinue  the  further  manufacture  of  an  in¬ 
flammable  mixture  “Dan-Dee”  Floor  Polish  in  Build¬ 
ing  No.  340  for  the  reason  that  sections  201  (e)  and 
131-2,  chapter  10,  Code  of  Ordinances,  prohibits  the 
manufacture,  storage  and  sale  of  dry  goods,  or  other 
highly  inflammable  material  in  the  same  building 
where  the  manufacture,  mixing  or  compounding  of 
paints,,  varnish,  lacquer  or  shellac  is  done.’  ” 

and 

W hereas,  the  applicant  herein  was  prosecuted  in  Munici¬ 
pal  Term,  City  Magistrates  Court,  Brooklyn,  on  a  charge 
of  violating  sec.  200  of  chapter  10  of  the  Code  of  Ordi- 
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nances  and  sentence  was  suspended  on  November  18,  1936; 

^Whereas,  the  building  in  question  is  of  ordinary  brick 
construction,  46  ft.  x  60  ft.  in  area,  2  stories  24  ft.  in 
height,  located  in  an  unrestricted  use  district  and  occupied 
as  follows:  Cellar,  boiler  room,  no  persons;  first  floor, 
office  and  manufacturing  of  shellac  products,  7  persons ; 
second  floor,  manufacturing  of  shellac  products,  7  per¬ 
sons;  and  .  .  r  .i 

Whereas,  it  is  proposed  to  continue  the  use  of  tne 

premises  for  the  manufacture  of  shellac  products  in  which 
the  following  raw  materials  will  be  used: 

20  barrels  rosin 

80  drums  denatured  alcohol 

16,000  pounds  spirit  soluble  gums 

10  drums  mineral  spirits 

5,000  pounds  wax 

5,000  gallons  shellac  varnish 

12,000  gallons  imitation  shellac  varnish 

200  gallons  varnish  remover— FD  No.  B96/57 

1  drum  commercial  castor  oil 

Whereas,  the  applicant  contends  that  applicant  has  been 
engaged  in  the  manufacture  of  shellac  for  several  years 
and  in  order  to  meet  competition,  has  engaged  in  the 
manufacture  of  a  so-called  floor  polish,  the  principal  base 
of  which  is  shellac  diluted  with  alcohol.  The  ingredients 
are  similar  to  those  used  in  the  manufacture  of  shellac, 
except  that  the  mixture  is  of  a  different  proportion ;  the 
so-called  polish  does  not  involve  any  greater  hazard  than 
the  manufacture  of  shellac;  that  the  Fire  Department  has 
no  objection  to  the  storage  of  the  floor  polish  and  states 
that  it  would  be  satisfied  to  restore  the  permit  it  the 
Twin  City  Shellac  Co.,  would  label  the  cans  by  another 
name  than  “polish.”  It  is  stated  that  the  word  lacquer 
or  “finish”  would  be  satisfactory  to  it;  that  section  201  (e) 
of  chapter  10  of  the  Code  of  Ordinances  relates  to  the 
inflammability  of  the  stored  merchandise;  that  the  so- 
called  “polish”  is  no  more  inflammable  or  dangerous,  than 
the  shellac  itself ;  that  simply  because  most  floor  polishes 
are  usually  made  of  wax  and  for  that  reason  have  been 
ruled  to  be  inflammable  does  not  bring  applicant  s  shellac 
polish  within  the  ordinance;  that  the  applicant  would 
ordinarily  change  the  name  from  polish  to  finish  or  to 
lacquer,  but  that  would  not  make  the  product  as  saleable 
as  it  is  under  the  better  understood  name  of  polish;  and 
Whereas,  it  appears  that  “Dan-Dee  Floor  Polish  is  a 
diluted  shellac  and  that  the  entire  building  is  used  tor 
cutting  shellac  and  packaging  same. 

Resolved,  that  the  order  of  the  fire  commissioner,  No 
6899 1-LC  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it ’hereby  is  granted,  permitting  the  manufacture  of 
Dan-Dee  floor  polish  on  condition  that  all  packages  are 
properly  labeled  “Inflammable  Mixture”  ;  and  that  in  all 
other  respects  all  laws,  rules  and  requirements  shall  be 
complied  with. 


THE  RESOLUTION— 

(377-36-A) 

Whereas,  Girnbel  Bros.,  Inc.,  lessee,  filed  December  15, 
1936,  an  appeal  from  an  order  of  the  fire  commissioner  af¬ 
fecting  premises  1275-1291  Broadway,  101-125  West  32nd 
street  and  100-124  West  33rd  street  (Block  No.  808,  Lot 
No.  40),  Borough  of  Manhattan;  and 

Whereas,  the  order,  No.  4040-LC,  of  the  fire  commis¬ 
sioner,  dated  November  16,  1936,  reads: 

“With  reference  to  your  application  dated  October 
31,  1936,  for  a  permit  to  store  shells  (ammunition)  at 
above  location,  I  regret  to  inform  you  that  I  am  with¬ 
out  power  to  grant  such  a  permit  for  the  reason: 

Section  81-4-D,  chatper  10,  Code  of  Ordinances  pro¬ 
hibits  the  issuance  of  such  permit  for  any  premises 
where  liquors  are  sold. 

You  are  therefore,  hereby,  advised  to: 

1.  Discontinue  the  storage  and  sale  of  ammunition 
in  excess  of  200  small  arms,  cartridges  on  these  prem¬ 
ises.  Section  81-4,  chapter  10,  Code  of  Ordinances. 

Note  :  Appeal  from  this  determination,  if  taken,  must 
be  filed  with  the  Board  of  Standards  and  Appeals 
within  30  days  of  date  of  this  notice.” 

and 

Whereas,  the  premises  consist  of  an  eleven  story  fire¬ 
proof  building,  167  ft.  1J4  in.  in  height,  189  ft.  by  400  ft. 
in  area,  equipped  with  a  sprinkler  system  and  a  standpipe 
system ;  occupied  throughout  as  a  department  store  for 
which  certificate  of  occupancy  No.  11933-1926  was  issued; 
and 

Whereas,  combustible  permit  No.  37518  was  issued  Oc¬ 
tober  1,  1935,  to  expire  October  16,  1936,  for  the  storage  of 
the  following  ammunication : 


Quantity 

Materials 

2600 

12  gauge 

1350 

16 

300 

20 

300 

410 

2000 

22  cal.  short 

2000 

22  cal.  long 

2000 

22  cal.  long  rifle 

150 

25/20 

60 

30/30 

60 

30/06 

500 

22  long  shots 

377-36-A. 

APPLICANT — Girnbel  Bros.,  Inc.,  lessees. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner.  „  ,  ... 

PREMISES  AFFECTED— 1275-1291  Broadway,  101-125 
West  32nd  street  and  100-124  West  33rd  street 
(Block  No.  808,  Lot  No.  40),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Wallen  Haenlein. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD— Granted  on  condition. 

THE  VOTE—  „  J  ,  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ••  ^ 

Absent  .  ^ 


and 

Whereas,  applicant  contends  that  all  of  the  shells,  for 
which  a  renewal  of  the  permit  to  store  is  sought,  will  be 
stored  in  approved  steel  cabinets,  the  same  having  been 
so  stored  since  the  original  permit  was  issued  to  applicant 
in  September,  1934.  The  sporting  goods  department  of 
applicant  is  located  on  the  sixth  floor  of  applicant’s  said 
building  and  contains  merchandise  usually  sold  in  sporting 
goods  departments  of  department  stores,  none  of  which 
are  inflammable.  As  stated  above,  the  cabinets  in  which 
this  stock  of  ammunition  is  kept  are  made  of  steel  and 
kept  closed  at  all  times.  There  is  no  other  explosive 
merchandise  kept  on  the  sixth  floor.  The  stock,  permit 
for  the  storing  of  which  is  hereby  requested,  will  not  be 
kept  near  any  department  of  applicant’s  business  wdiich 
is  used  as  drug  store,  paint  store,  paint  shop  or  stationery 
store,  or  where  cigars,  cigarettes  or  tobacco  is  stored  or 
kept  for  sale,  or  where  liquors  are  sold,  or  where  other 
materials  of  a  highly  inflammable  nature  are  manufac¬ 
tured,  stored  or  kept  for  sale.  Applicant  conducts  a  retail 
liquor  business  in  the  aforesaid  premises.  This  liquor 
store  is  located  on  the  main  floor  in  the  extreme  south¬ 
east  corner  of  applicant’s  building.  The  liquor  store  is 
enclosed  with  fireproof  partitions,  and  as  is  required  by 
the  State  Liquor  Authority,  has  but  one  entrance  which 
leads  to  Broadway  and  which  is  separated  from  the  other 
entrances  to  applicant’s  said  business.  The  drug  depart¬ 
ment  and  the  department  where  cigarettes  and  tobacco  are 
sold  by  applicant,  are  on  the  street  floor  of  applicant’s 
building.  The  paint  department  is  on  the  eighth  floor  of 
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applicant’s  building,  and  all  these  departments  are  far  re¬ 
moved  from  the  sporting  goods  department.  There  are 
no  open  flames  of  any  kind  on  the  premises  of  the  ap¬ 
plicant  near  the  place  where  these  stocks  are  or  will  be 
kept.  In  fact  there  are  no  open  flames  in  the  entire  build¬ 
ing  occupied  by  the  applicant  except  in  the  kitchen  on  the 
eleventh  floor  and  in  the  boilers  in  the  engine  room  in  the 
sub-basement.  It  is  obvious  that  these  open  flames  are  far 
removed  from  the  place  of  storage  of  the  above  stock, 
as  stated ;  and 

Whereas,  it  is  proposed  to  store  all  ammunition  on  the 
sixth  floor  of  the  building  which  is  used  for  the  sale  of 
merchandise  that  is  not  of  a  highly  inflammable  nature. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
4040-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  storage  and 
sale  of  ammunition,  on  condition  that  such  ammunition 
shall  not  exceed  the  quantity  formerly  permitted  under 
permit  No.  37518,  issued  by  the  fire  commissioner,  Octo¬ 
ber  1,  1935,  and  that  such  ammunition  shall  be  stored  in 
approved  steel  cabinets  and  stored  only  on  the  sixth  floor 
of  the  building,  in  connection  with  the  sporting  goods 
department. 

314-34-A. 

APPLICANT— The  New  York  Central  Railroad  Com¬ 
pany,  owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Appeal  from  an  order  of  the  commis¬ 
sioner  of  buildings. 

PREMISES  AFFECTED— South  side  of  Broadway,  90 
ft.  southeast  of  West  225th  street  (Block  No. 
2215,  Lot  No.  675), 'Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  William  R.  Stevens. 

ACTION  OF  BOARD — Appeal  reopened  and  permit  ex¬ 
tended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(314-34-A) 

Whereas,  this  appeal  affecting  premises  south  side  of 
Broadway,  90  ft.  southeast  of  West  225th  street  (Block 
No.  2215,  Lot  No.  675),  Borough  of  Manhattan,  was 
granted  by  the  board  December  18,  1934,  for  a  temporary 
period  of  two  years  on  certain  conditions  and  applicant 
requested  an  extension  of  the  period. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
December  18,  1934  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

“Resolved  that  the  order  of  the  commissioner  of 
buildings  No.  6370  be,  and  it  hereby  is  modified  and 
the  appeal  be  and  it  hereby  is  granted,  permitting  the 
continuation  of  the  building  for  a  period  of  two  years 
from  the  date  of  this  resolution ;  on  condition  that 
there  shall  be  no  additional  structures  erected  on  the 
property  northerly  from  the  station  to  the  line  of  the 
existing  garage  and  store  buildings.” 


SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 5  East  38th  street  and  6-8  East 
39th  street,  south  side,  150  ft.  east  of  Fifth  ave¬ 
nue  (Block  No.  868,  Lot  No.  8),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  Harry  Hart. 

For  Administration :  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  February  2,  1937,  at 
2  P.M.  on  request  of  applicant’s  representative. 


VARIATIONS  OF  LABOR  LAW 

359-36-S. 

APPLICANT — David  E.  McElroy,  for  The  Mutual  Life 
Insurance  Co.  of  New  York,  owner. 


337-36-S. 

APPLICANT — Joseph  M.  Lonergan,  for  S.  H.  Kress  & 
Co.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  a  de¬ 
cision  of  the  health  commissioner. 

PREMISES  AFFECTED — 442-446  Fifth  avenue,  north¬ 
west  corner  of  West  39th  street  (Block  No.  841, 
Lot  Nos.  37-38-41-43-44),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Joseph  M.  Lonergan. 

ACTION  OF  BOARD — Granted  on  condition. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(337-36-S) 

Whereas,  Joseph  M.  Lonergan,  for  S.  H.  Kress  &  Co., 
owner,  filed  on  November  9,  1936,  an  application  for  a 
variation  of  the  labor  law,  as  cited  in  a  decision  of  the 
Department  of  Health,  affecting  premises  442-446  Fifth 
avenue,  northwest  corner  of  39th  street  (Block  No.  841, 
Lot  Nos.  37,  38,  41,  43,  44),  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  Department  of  Health, 
dated  October  13,  1936,  reads  as  follows : 

“In  reply  to  your  communication  of  October  2,  1936, 
relative  to  the  bakery  of  S.  H.  Kress  &  Co.  of  444 
5th  avenue,  New  York  City,  please  be  advised  that 
the  application  for  a  sanitary  certificate  for  the  said 
bakery,  was  denied,  because  of  the  fact  that  this 
bakery  is  a  cellar  bakery  within  the  meaning  of  article 
12  of  the  Labor  Law,  particularly  sec.  338  thereof,  in 
that  the  ceiling  is  entirely  below  the  level  of  the.  curb 
of  the  street  in  front  of  the  building  and  in  that  no 
Certificate  of  Exemption  has  been  issued  to  the  owner 
of  the  building  thereof.” 

and 

Whereas,  the  premises  consist  of  a  12  story  and  four 
cellar  fireproof  building,  187  ft.  7  in.  in  height,  98  ft.  9 
in.  by  185  ft.  (18,268  ft.  in  area),  equipped  with  a 
sprinkler  system,  erected  under  N.  B.  application  No. 
117  of  1934  and  occupied  as  follows:  4th  cellar — boiler 
room — 5  persons;  3rd  cellar — kitchen  and  bakery — 50  per¬ 
sons;  2nd  cellar — cafeteria — 350  persons;  1st  cellar — 
lunchroom  and  sales  rooms — 700  persons;  1st  floor  sales — 
1,000  persons;  mezzanine — sales  and  lounge — 50  persons; 
2nd  floor — office  and  lockers — 400  persons;  3rd  to  7th 
floors — storage— 50  persons  each;  8th  floor  (P.H.) — ma¬ 
chinery — 5  persons;  9th  to  12th  floors— machinery — 0  per¬ 
sons,;  and 

Whereas,  certificate  of  occupancy  No.  20610  was  issued 
on  September  13,  1936  for  a  fireproof  business  building 
in  a  retail  district;  and 

Whereas,  the  owner  was  prosecuted  in  the  Municipal 
Term,  Magistrate’s  Court  on  October  20th  and  convicted 
on  a  charge  of  violating  section  337  of  the  labor  law ;  and 
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Whereas,  the  applicant  contends  that  “the  bakery  is 
located  in  the  third  cellar.  The  ovens  consist  of  three 
small,  metal,  gas  fired  affairs.  They  are  located  in  a  room 
which  has  tiled  floor,  walls  and  ceiling,  and  immediately 
beneath  exhaust  ducts,  part  of  the  ventilating  system  of 
the  premises.  The  premises  are  fireproofed  and  sprinklered. 
The  ceiling  is  about  10  ft.  4  in.  in  height  from  the  finished 
floor.  The  room  is  ventilated  and  the  humidity  therein 
controlled  by  means  of  a  carrier  air  conditioning  system, 
so  that  the  temperature  and  relative  humidity  are  under 
control  at  all  times,  and  kept  in  accordance  with  the 
wishes  of  those  employed  therein.  The  machinery  situ¬ 
ated  therein  is  all  of  a  small  type,  electrically  operated 
The  bakery  operating  here  is  permissible  of  continued 
operation  for  supplying  baked  products  to  be  consumed 
on  the  premises.  The  law  exempts  such  bakery  f rouj 
requirements  of  permits,  exemptions  certificates,  etc.  How¬ 
ever,  this  concern  has  quite  a  few  customers  who  seek 
their  baked  products,  and  as  a  result  of  selling  to  those 
peoples,  a  permit  becomes  necessary.  <  In  view  of  the 
sanitary  condition,  the  construction,  ventilation  and  opera¬ 
tion  of  these  premises,  it  is  respectfully  requested  that  this 
honorable  board  grant  a  variation  of  the  Labor  Law  for 
the  operation  of  the  bakery  herein  in  accordance  with  the 
provisions  of  the  Labor  Law.” 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  Labor 
Law  and  that  the  application  be  and  it  hereby  is  granted, 
permitting  the  continuance  of  the  cellar  bakery,  on  condi¬ 
tion  that  the  bakery  shall  at  all  time  be  ventilated  as 
described  in  the  papers  accompanying  this  appeal;  on 
further  condition  that  not  more  than  ten  per  cent  of  the 
total  product  of  the  bakery  shall  be  sold  on  the  premises 
for  consumption  off  the  premises ;  that  in  all  other  respects 
the  building  shall  comply  with  the  laws  and  regulations 
applicable  thereto  and  with  the  certificate  of  occupancy 
issued  by  the  commissioner  of  buildings ,  that  nothing 
herein  shall  in  any  way  be  taken  as  waiving  the  require¬ 
ments  of  the  zoning  resolution  as  to  amount  of  manufac¬ 
turing  permitted  in  a  retail  zone. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
378-36-SA. 

APPLICANT— Ritz  Oil  Burner  Co.,  Inc.,  owner;  William 
Schoenfeldt,  agent. 

SUBJECT— Ritz  Oil  Burner,  Model  A,  approval  of. 

APPEARANCES— 

For  Applicant:  William  Schoenfeldt. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


237-36-SA. 

APPLICANT— Aldrich  Company,  owner. 

SUBJECT— Heat-Pak  Oil  Burner,  Models  35  and  Com¬ 
pact — approval  of. 

APPEARANCES— 

For  Applicant:  A.  H.  Townsend. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative-  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(237-36-SA) 

Whereas,  the  Aldrich  Company,  owner,  filed  July  31, 
1936,  an  application  of  the  device  known  as  the  Heat-Pak 
Oil  Burner,  Models  35  and  Compact;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  pressure  • 
atomizing  type  and  was  installed  in  an  ordinary  type 
steam  boiler.  The  burner  consisted  of  the  following 
assembly : 

Emerson  1/6  H.P.  motor;  Sirocco  type  fan;  Sun- 
stram  fuel  unit  consisting  of  pump,  regulating  valve 
and  strainer. 

Ignition — Electric.  Webster  transformer  110  to 

10,000  volts.  Nozzle — any  standard  make  of  nozzle 
may  be  used  in  the  burner.  In  the  installation  under 
test,  a  Monarch  nozzle  was  used  with  two-gallons  ■ 
capacity. 

The  Model  35  was  the  burner  set  up  for  inspection 
and  test.  The  compact  model  is  identical  with  the 
Model  35,  except  that  the  length  of  the  air  tube  has 
been  cut  down  so  that  it  may  be  used  in  burner  boiler 
unit. 

Controls — Minneapolis  Honeywell  Pressuretrol  L404: 
Protecto-Relay  R117-3.  The  burner  may  also  be 
equipped  with  Mercoid  or  any  other  standard  controls. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  into  operation,  and  on 
two  successive  tests,  the  controls  shut  the  burner  down 
in  103  and  105  seconds  respectively.  The  burner  was 
then  put  into  normal  operation  for  approximately  45 
minutes,  and  all  controls  functioned  as  designed.  ! 
Examination  of  the  combustion  chamber  showed  no 
undue  carbon  deposits,  and  the  flame  of  the  burner 
was  clean  and  free  of  soot  and  smoke.  During  the 
period  of  test  there  were  no  flare  backs  or  puffs  due 
to  faulty  ignition. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Heat-Pak  Oil  Burner  Models  35  and 
Compact,  be  approved  for  domestic  and  commercial 
installations  with  fuel  oil  not  heavier  than  No.  3  U.  S. 
Department  of  Commerce  Standards  when  installed 
in  accordance  with  the  Oil  Burner  Rules  adopted  by 
the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Heat-Pak  Oil 
Burner,  Models  35  and  Compact,  for  domestic  and  com¬ 
mercial  installations,  when  installed  in  accordance  with 
Oil  Burner  Rules  of  the  Board  of  Standards  and  Appeals, 
for  use  with  fuel  oil  not  heavier  than  No.  3  U.  S.  Depart¬ 
ment  of  Commerce  Standards,  on  condition  that  there  shall 
be  permanently  attached  to  each  burner  installed  a  label 
reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  237-36-SA. 


Adjourned,  5:15  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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ANNUAL  REPORT 


City  of  New  York 
Board  of  Standards  and  Appeals 

HARRIS  H.  MURDOCK,  Chairman 
MUNICIPAL  BUILDING 

Hon.  F.  H.  La  Guardia,  January  12th,  1937. 

Mayor,  The  City  of  New  York, 

City  Hall,  Manhattan. 

Dear  Sir  : 

With  this  year,  the  Board  of  Standards  and  Appeals  completes  its  twentieth  year  of  service.  Established  under 
the  Lockwood-Ellenbogen  bill  adopted  by  the  Legislature  and  known  as  Chapter  503  of  the  Laws  of  1916,  the  Board 
succeeded  the  former  Board  of  Examiners,  but  with  greatly  enlarged  powers  to  test  materials,  adopt  rules  to  supplement 
the  Building  Code,  Labor  Law  and  other  laws,  and  to  make  adjustments  in  individual  cases  where  in  the  application 
of  the  law  there  is  a  practical  difficulty  or  unnecessary  hardship.  These  functions  are  of  vital  importance  to  the 
proper  application  of  the  building  laws  governing  the  construction  of  buildings  and  their  occupancy.  The  new  Char¬ 
ter  fully  recognizes  these  principles  and  confirms  the  original  intention  of  1916  in  giving  this  Board  exclusively 
the  power  to  test  and  approve  materials,  to  adopt  rules  and  to  make  variances  where  justified,  other  than  as  to  minor 
structural  variances  under  the  Building  Code  where  the  Borough  Superintendents  are  to  be  permitted  a  limited  but 
desirable  leeway. 

Efforts  to  break  down  the  Board’s  powers,  by  Charter  amendment  and  otherwise,  have  been  unsuccessful.  When 
properly  presented,  the  Courts  have  recognized  the  Legislative  intent  and  have  upheld  the  powers  of  the  Board  in  no 
uncertain  terms.  It  is  worthy  of  note  that  Mr.  Justice  Charles  C.  Lockwood,  author  of  the  Lockwood-Ellenbogen 
measure,  took  the  opportunity  in  the  recent  Powell  case,  to  reaffirm  and  clarify  the  intent  of  the  provisions  of  the 
Charter  which  he  caused  to  be  enacted  into  law  in  1916,  and  which  he  found  had  not  been  weakened,  or  in  any  way 
dispensed  with  since.  A  more  recent  decision  by  Mr.  Justice  Charles  B.  McLaughlin,  in  the  Falcone  case,  also  leaves  no 
doubt  as  to  the  exclusive  powers  of  the  Board.  Efforts  to  adopt  as  ordinances,  rules  adopted  by  the  Board  have  so  far 
been  unsuccessful.  In  the  public  interest,  ordinances  should  establish  basic  requirements  supplemented  by  rules  adopted 
by  the  Board  as  to  more  detailed  requirements.  Twenty  years  of  practice  has  confirmed  the  logic  of  this  procedure  and 
it  should  not  be  changed. 

Linder  Charter  provisions,  the  Board  passes  on  appeals  for  variation  of  the  Building  Zone  resolution.  The  con¬ 
stitutionality  of  Zoning  has  been  upheld,  because  there  is  provided  a  Board  of  Appeals  to  adjust  individual  cases  wdiere 
the  law  inflicts  an  unfair  or  inequitable  condition  and  where  a  practical  difficulty  or  an  unnecessary  hardship  exists. 
The  Zoning  Resolution  itself  defines,  under  section  6,  certain  adjustments  that  may  be  made  in  buildings  erected  and 
used  nonconformingly  since  prior  to  1916,  and,  under  section  7,  adjustments  that  the  Board  may  make  if  found  to  be 
justified.  It  was  the  intent  to  provide  under  sections  6  and  7  for  all  types  of  adjustments  that  could  be  foreseen,  leaving 
section  21  to  cover  the  extreme  or  unique  case.  The  courts  in  outstanding  decisions  have  confirmed  this.  The  court 
has  also  clearly  defined  the  line  where  the  Board  must  stop  and  not  infringe  on  the  general  powers  of  the  Board  of 
Estimate  and  Apportionment.  Many  instances  of  clearly  improper  zoning  have  made  the  Board’s  problem  difficult  and, 
in  many  of  these  instances,  the  Board  has  suggested  that  the  locality  should  petition  the  Board  of  Estimate  and  Appor¬ 
tionment  to  correct  the  zoning.  Unfortunately,  our  incomplete  classification  of  districts  prevents  in  many  cases  the 
proper  solution.  In  the  instances  during  the  past  year  where  the  Board’s  decisions  have  been  under  Court  review,  the 
Board’s  position  has  been  most  ably  presented  by  the  Corporation  Counsel,  and  the  decisions  of  the  court  have  been 
most  understanding  and  judicial. 

The  commendation  of  the  work  of  this  Board,  in  Mr.  Edw^ard  M.  Bassett’s  new  book  “Zoning,  is  gratefully 
acknowledged.  His  comment  that  Boards  of  Zoning  Adjustment  generally  have  been  over  zealous  in  attempting  to  right 
wrongs  the  remedial  measure  for  which  may  be  for  others  to  apply  is  understandable  except  by  the  public  which  expects 
relief  upon  request.  The  public,  however,  are  becoming  more  and  more  cognizant  of  the  protection  that  zoning  gives 
and  are  exceedingly  helpful  in  presenting  the  adjacent  owners’  viewpoint,  so  that  in  balancing  equities  the  Board  may 
render  a  decision  fair  to  all.  ... 

The  Board  has  been  called  upon  during  the  past  year  to  render  a  far  greater  number  of  decisions  than  ever  before 
involving  the  intent  and  meaning  of  the  law.  Questions  of  general  interpretation  not  only  of  the  Zoning  Resolution,  but 
of  the  Building  Code,  Multiple  Dwelling  Law  and  other  laws,  have  been  submitted  as  administrative  appeals.  This 
practice  should  be  encouraged.  It  is  proper  that  the  Board  should  be  asked  to  rule  on  disputed  questions  where  the 
meaning  of  a  law  affecting  building  use  or  construction  is  not  clear.  With  access  to  legal  opinions  that  may  have  been 
rendered,  the  Board  can  authoritatively  declare  for  general  application  how  the  law  should  be  interpreted.  If  the 
Board  errs,  a  court  review  will  set  the  matter  straight.  In  all  but  two  instances,  the  Board’s  decision  has  been  readily 
accepted.  In  those  two  instances,  review  by  the  courts  is  as  yet  incomplete. 

Revised  fire  alarm  rules  have  been  adopted,  substantially  similar  to  those  adopted  by  the  Industrial  Board  for 
application  elsewhere  in  New  York  State.  The  oil  burner  rules  have  been  reindexed  under  the  Dewey  decimal  system 
and  amended  in  several  particulars,  mainly  in  reference  to  storage  of  fuel  oil  inside  of  buildings,  to  complete  the 
revision  made  a  year  ago  when  it  was  found  that  the  enclosure  in  sand  as  a  fire  preventative  precaution  resulted  in 
serious  electrolytic  action  destroying  the  tank  steel.  The  Board’s  formula,  at  first  not  favorably  received,  of  concrete 
jacketing  for  inside  tanks  is  more  and  more  becoming  the  accepted  method  for  insulation  against  damage  from  fire. 
Revisions  of  rules  to  supplement  the  Labor  Law,  revised  paint  spraying  rules  and  other  rules  are  in  process,  and  in  the 
event  that  the  present  rules  of  the  Board  on  plumbing,  standpipes,  sprinklers,  elevators  and  other  matters  are  not 
adopted  as  ordinances,  as  they  should  not  be,  revisions  of  these  rules  delayed  for  five  years  while  the  proposed  New 
Building  Code  has  been  under  consideration,  will  be  undertaken  to  keep  pace  with  structural  developments.  The 
Board’s  procedure  in  appointing  committees  of  the  industry,  city  departments  and  civic  bodies,  to  assist  in  formulating 
rules,  and  the  required  public  hearings  ensure  the  most  intelligent  and  prompt  action.  Publication  of  rules  in  the 
volume  for  sale  by  the  City  Record  and  containing  also  the  Building  Code  and  Zoning  Resolution,  permits  the  most 
important  Board  rules  to  be  readily  accessible,  in  addition  to  publication  in  the  Boards  bulletin,  in  which  an  index 
appears  each  week,  giving  the  last  date  of  publication  of  each  set  of  rules. 

A  statistical  record  of  appeals  follows : 
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Filed  1936 

A 

BZ 

JANUARY  . 

..  5 

10 

Restored  . 

..  0 

6 

FEBRUARY  .... 

..  9 

11 

Restored  . 

..  0 

5 

MARCH  . 

..  16 

15 

Restored  . 

..  0 

11 

APRIL  . 

..  6 

16 

Restored  . 

..  1 

8 

MAY  . 

. .  16 

20 

Restored  . 

..  0 

10 

JUNE . 

..  17 

16 

Restored  . 

..  1 

11 

JULY  . 

..  18 

9 

Restored  . 

..  0 

7 

AUGUST  . 

..  2 

11 

Restored  . 

..  0 

0 

SEPTEMBER  .. 

..  19 

19 

Restored  . 

..  1 

8 

OCTOBER  . 

..  15 

12 

Restored  . 

..  0 

8 

NOVEMBER  ... 

..  18 

12 

Restored  . 

..  2 

9 

DECEMBER  .... 

..  13 

11 

Restored  . 

..  0 

9 

— 

— 

TOTAL  . 

..  159 

254 

PENDING 

Dec.  31,  1935. 

..  26 

82 

GRAND  TOTAL 

..  185 

336 

CASES  FILED  AND 

PENDING, 

1936 

S 

SA 

SR 

M’L 

T’L 

GR.T’L 

2 

3 

0 

29 

49 

•  • 

0 

1 

1 

0 

8 

57 

2 

3 

0 

46 

71 

•  . 

0 

1 

0 

0 

6 

77 

3 

5 

0 

56 

95 

•  • 

0 

0 

0 

0 

11 

106 

4 

6 

0 

62 

94 

•  • 

0 

3 

0 

0 

12 

106 

1 

6 

0 

53 

96 

•  • 

0 

2 

0 

0 

12 

108 

3 

9 

0 

73 

118 

•  • 

1 

1 

0 

0 

14 

132 

0 

6 

0 

52 

85 

•  • 

0 

3 

0 

0 

10 

95 

0 

4 

0 

0 

17 

•  • 

0 

0 

0 

0 

0 

17 

0 

2 

0 

52 

92 

•  • 

0 

2 

0 

0 

11 

103 

0 

6 

0 

34 

67 

•  • 

1 

1 

0 

0 

10 

77 

5 

2 

0 

54 

91 

•  • 

0 

4 

0 

0 

15 

106 

4 

1 

0 

52 

81 

•  • 

0 

0 

2 

0 

11 

92 

26 

71 

3 

563 

1076 

1076 

2 

63 

3 

0 

176 

176 

28 

134 

6 

563 

1252 

1252 

DISPOSITION 

1936 


JANUARY  . 

...  14 

32 

3 

7 

1 

29 

86 

•  • 

FEBRUARY  ... 

...  10 

11 

1 

5 

0 

46 

73 

•  • 

MARCH  . 

...  10 

25 

1 

8 

0 

56 

100 

259 

APRIL  . 

...  3 

20 

3 

12 

0 

62 

100 

•  • 

MAY  . 

...  15 

31 

6 

10 

0 

53 

115 

•  • 

JUNE . 

...  11 

28 

1 

5 

1 

73 

119 

334 

JULY  . 

...  33 

26 

1 

12 

0 

52 

124 

•  • 

AUGUST  . 

...  0 

0 

0 

0 

0 

0 

0 

•  • 

SEPTEMBER  . 

...  14 

14 

0 

3 

0 

52 

83 

207 

OCTOBER  . 

...  19 

23 

0 

6 

0 

34 

82 

•  • 

NOVEMBER  .. 

...  14 

17 

3 

8 

0 

54 

96 

DECEMBER  ... 

...  16 

20 

0 

5 

2 

52 

95 

273 

TOTAL  ... 

...  159 

247 

19 

81 

4 

563 

1073 

1073 

PENDING 

Dec.  31,  1936 

...  26 

89 

9 

53 

2 

0 

179 

179 

Code;  A Appeals  from  Administrative  Orders.  BZ — Applications  under  Building  Zone  Resolution.  S — Applications  for  Variations  of 

Labor  Law.  SA — Applications  for  Approval  of  Appliances.  SR — Applications  for  Adoption  of  Rules.  M’L — Miscellaneous  Docket. 
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SUMMARY 


DOCKET  DISPOSITION  OF  CASES 


Cases  pending  December  31,  1935 .  176 

Cases  filed  up  to  December  31,  1936 .  393 

Restored  to  Calendar  .  120 


Miscellaneous  Applications 


Requests  to  reopen  .  345 

Requests  to  amend .  145 

Requests  to  rescind  .  2 

Requests  for  extension  of  time .  47 

Requests  for  extension  of  permit .  8 

Requests  for  approval  of  plans .  14 

Administrative  requests  .  0 

Requests  for  interpretation  .  2 

Total .  1252 


Withdrawn  .  59 

Dismissed  .  18 

Denied  .  92 

Granted  .  13 

Granted  on  condition  .  243 

Appliances  approved  .  70 

Appliances  dismissed,  disapproved  or  withdrawn .  11 

Rules  approved  .  4 

Rules  disapproved,  rescinded  or  withdrawn .  0 

Miscellaneous  Actions 

Requests  to  reopen  granted  .  323 

Requests  to  reopen  denied  .  14 

Requests  to  amend  granted  .  145 

Requests  to  amend  denied  .  0 

Requests  to  rescind  granted  .  2 

Requests  to  rescind  denied  .  0 

Requests  for  extension  of  time  granted  .  47 

Requests  for  extension  of  time  denied  .  0 

Requests  for  extension  of  permit  granted  .  8 

Requests  for  extension  of  permit  denied  .  0 

Plans  approved  .  13 

Plans  disapproved  .  1 

Administrative  requests  granted  .  0 

Administrative  requests  denied  or  withdrawn .  0 

Interpretations  .  2 

Requests  withdrawn  or  dismissed  .  8 


Disposed  of  . .  1073  Total  .  1073 

Cases  pending  December  31,  1936 .  l79 


MONEYS  RECEIVED 


SUBSCRIPTIONS  OCT.  NOV.  DEC.  TOTAL  1st  QUAR.  2d  QUAR.  3d  QUAR.  GR.  T’L. 

To  Bulletin .  $77.50  $47.50  $  60.00  $185.00  $220.00  $235.00  $132.50  $  772.50 

Cash  Sales .  36.85  35.25  87.04  159.14  147.26  135.38  86.25  528.03 


Paid  to  Chamberlain  .  $114.35  $82.75  $147.04  $344.14  $367.26  $370.38  $218.75  $1,300.53 


REVIEW  FROM  1916 


Restored 

Total 

Pending 

Disposed  of  as 

Follows : 

Cases 

&  M’l 

to  Dis- 

Previous 

With- 

Dis- 

Cases 

Granted 

M’l 

Total 

Pending 

Year 

Filed 

Actions 

pose  of 

Year 

drawn 

missed 

Denied 

etc. 

Actions 

Cases 

Dec.  31st 

1916 

502 

32 

534 

0 

39 

64 

59 

204 

32 

398 

136 

1917 

2620 

35 

2655 

136 

291 

154 

241 

835 

35 

1559 

1232 

1918 

1734 

160 

1894 

1232 

803 

666 

41S 

1009 

160 

3056 

70 

1919 

1005 

73 

1078 

70 

105 

47 

271 

594 

41 

1058 

90 

1920 

793 

114 

907 

90 

84 

100 

233 

457 

33 

907 

90 

1921 

1720 

176 

1896 

90 

102 

206 

337 

827 

35 

1597 

389 

1922 

1575 

405 

1980 

389 

171 

195 

262 

1025 

281 

1934 

435 

1923 

1562 

308 

1870 

435 

149 

189 

193 

928 

219 

1678 

627 

1924 

1540 

415 

1955 

627 

173 

194 

290 

1003 

324 

1984 

598 

1925 

1350 

335 

1685 

598 

140 

129 

203 

793 

275 

1540 

743 

1926 

1147 

403 

1550 

743 

193 

85 

289 

864 

403 

1834 

459 

1927 

1357 

575 

1932 

459 

168 

137 

261 

679 

477 

1722 

669 

1928 

988 

467 

1455 

669 

230 

107 

312 

585 

384 

1618 

506 

1929 

765 

508 

1273 

506 

177 

62 

190 

518 

440 

1387 

392 

1930 

760 

523 

1283 

392 

175 

38 

215 

379 

451 

1258 

417 

1931 

623 

645 

1268 

417 

103 

44 

184 

471 

539 

1341 

344 

1932 

631 

641 

1272 

344 

158 

22 

159 

492 

524 

1355 

261 

1933 

389 

648 

1037 

261 

54 

34 

144 

312 

542 

1086 

212 

1934 

368 

584 

952 

212 

47 

51 

162 

248 

493 

1001 

163 

1935 

365 

718 

1083 

163 

40 

14 

122 

305 

589 

1070 

176 

1936 

393 

683 

1076 

176 

59 

18 

103 

330 

563 

1073 

179 

Total 

22187 

8448 

30635 

8009 

3461 

2644 

4648 

12861 

6840 

30456 

8188 

EDWARD  V.  BARTON,  Chief  Clerk. 
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HARRIS  H.  MURDOCK,  Chairman. 


RULES 


FXTRACTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  OF  THE  CITY  OF  NEW  YORK, 
RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDED  JANUARY  29,  1935. 


ARTICLE  1. 
General  Provisions. 


§1.  Definitions. 

Unless  otherwise  expressly  stated,  whenever  used  in  this 
chapter  the  following  terms  shall  respectively  be  deemed 

33.  Refrigerating  system,  a  combination  of  apparatus  in 
which  a  refrigerant  is  circulated)  for  the  purpose  of  ex- 

tracting^eatparts  the  system  are  the  compressor,  gen¬ 
erator,  condensor,  absorber,  receiver,  shell  type  or  tube  type 
apparatus,  pipes,  vessels,  or  other  parts,  containing  refrig- 

(b)  Direct  refrigeration,  a  system  in  which  the  refrig¬ 
erant  is  circulated  to  the  substance  or  space  refrigerated. 

(c)  Indirect  refrigeration,  a  system  in  which  brine 
cooled  by  the  refrigerant  is  circulated  to.  the  substance  or 

space^  re^^rigerant  ;s  chemical  agent  other  than  brine 

used  to  produce  refrigeration.  , 

(e)  Irritant  refrigerant,  any  refrigerant  which  when 
breathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  oi  the 

hyfg)CaFlammablSe  refrigerant,  any  refrigerant  which  will 
burn  or  explode  when  mixed  with  certain  proportions  of 

aiI(h)  Refrigerating  machinery  room,  a  room  in  which 
is  located  a  refrigerating  system  containing  refrigerant,  but 
not  including  expansion  coils  when  located  in  cold  storage 
rooms  or  expansion  coils  when  located  in  refrigerator  boxes. 

(i)  Factor  of  safety,  the  multiple  three  and<  one-third 
(3 y3)'  the  product  of  which  and  the  test  pressure,  con¬ 
stitutes  the  probable  rupture  pressure. 

(j)  Pressure  imposing  element,  that  apparatus  which 
draws  the  refrigerant  from  the  low  pressure  or  low  tem- 
perature  side  of  the  system  and  discharges  it  into  the  high 
pressure  or  high  temperature  side  of  the  system. 

(k)  Pressure  limiting  device,  a  pressure  or  temperature 
responsive  mechanism  for  automatically  stopping  the  oper¬ 
ation  of  the  pressure  imposing  element. 

(l)  Brine,  any  liquid  which  having  been  cooled  by  the 
refrigerating  system  is  used  for  the  transmission  of  heat. 

(m)  Pressure  relief  device,  a  pressure  relief  valve,  a 
rupture  member,  fusible  plug  or  other  approved  'device  for 
relieving  the  pressure. 

(n)  Pressure  relief  valve,  a  valve  held  shut  by  a  spring 
or  other  means  to  automatically  relieve  pressure  in  excess 

of  its  setting.  .  . 

(o)  Rupture  member,  a  device  that  will  automatically 

rupture  at  a  pre-determined  pressure. 

(p)  Liquid  receiver,  a  vessel  permanently  connected  to 
a  system  by  inlet  and  outlet  pipes  for  storage  of  a  liquid 

refrigerant.  .  . 

(q)  Container,  a  cylinder  for  the  shipment  of  refrig¬ 

erant  constructed  to  conform  to  the  regulations  of  the 
Interstate  Commerce  Commission.  .  . 

(r)  Mixer,  a  vessel  or  device  in  a  system  for  mixing 
the!  ammonia  or  other  soluble  vapor  with  water. 

(s)  Stop  valve,  a  cut-off  valve  for  use  during  normal 
operation. 

(t)  Service  valve,  a  key-operated  shut-off  valve  used 
only  during  shipment,  installation  or  repairs. 

(u)  Fusible  plug,  a  device  having  a  predetermined- 
temperature  fusible  member  for  the  relief  of  pressure. 

(v)  Public  buildings,  business  buildings,  and^  residence 
buildings  are  buildings  as  so  defined  by  section  70,  Article 
4,  of  the  Building  Code  of  the  City  of  New  York. 


poses,  or  in  which  persons  are  harbored  to  receive  medical, 
charitable  or  other  care  or  treatment,  or  in  which  persons 
are  held  or  detained  by  reason  of  public  or  civic  duty,  or 
for  correctional  purposes,  including  among  others,  court 
houses,  schools,  colleges,  libraries,  museums  exhibition 
buildings,  lecture  halls,  churches,  assembly  halls  lodge 
rooms,  dance  halls,  theatares,  bath  houses,  hospitals,  asy¬ 
lums,  armories,  fire  houses,  police  stations,  jails  and  pas¬ 
senger  depots. 

NOTE -—-Residence  Buildings.  Residence  buildings  are 
buildings  or  parts  of  buildings  in  which  sleeping  accommo¬ 
dations  are  provided,  except  such  as  may  for  other  reasons 
be  classed  as  public  buildings,  including  among  others, 
dwellings,  tenement  houses,  hotels,  lodging  houses,  dormi- 
tories,  convents,  and  studios  and  club  houses  having  sleep- 
ing  accommodations. 

NOTE: _ Business  Buildings.  Business  buildings  are 

buildings  or  parts  of  buildings,  which  are  not  public  budd¬ 
ings  or  residence  buildings,  including  among  others,  office 
buldings  stores,  markets,  restaurants,  warehouses,  freight 
depots,  car  barns,  stables,  garages,  factories,  laboratories, 
smoke  houses,  grain  elevators  and  coal  pockets. 


ARTICLE  3. 
Bonds  and  Fees. 

§43.  Fees  for  Permits. 


Applicants  for  permits  under  the  provisions  of  this  chap-  i 
ter  shall  pay  annual  fees  as  follows : 

35.  Refrigerating  systems: 

Class  A  systems .  in  no 

Class  B  systems . . . .  1U.UU 

Class  C  systems  containing  over  six  pounds 

of  refrigerant . •.••••: . j'''' 

Class  C  systems  containing  six  pounds  or 

less  of  refrigerant .  LOO 


ARTICLE  18. 
Refrigerating  Systems. 


Section  216.  Permits. 

“  217.  Supervision. 

“  218.  Classification. 

"  219.  Permissible  locations. 

“  220.  Machinery  rooms  and  ventilation. 

“  221.  Open  flames  and  electrical  equipment. 

“  222.  Testing. 

“  223.  Piping. 

“  224.  Safety  devices. 

“  225.  Size  of  safety  devices. 

“  226.  Location  and  discharge  of  safety  devices. 

“  227.  Operating  precautions. 

“  228.  Equipment  diagrams. 


§216.  Permits. 


NOTE:— Public  Buildings.  Public  buildings  are  build¬ 
ings  or  parts  of  buildings  in  which  persons  congregate  for 
civic,  political,  educational,  religious  or  recreational  pur- 


(a)  Except  as  hereinafter  provided  in  this  article  it 
shall  be  unlawful  to  maintain  or  operate  a  refrigerating 
system  without  a  permit. 

(b)  A  permit  will  not  be  required  for  a  Class  C  system 
when  maintained  or  operated  in  the  residence  portion  of  a 
dwelling  containing  not  more  than  two  families,  or  in  the 
residence  portions  of  either  a  tenement  house  or  a  business 

building.  ... 

(c)  No  refrigerating  system  shall  be  maintained  or  op¬ 
erated  employing  a  refrigerant  other  than  those  specified 
in  this  article  without  a  permit  issued  upon  such  condi¬ 
tions,  consistent  with  the  provisions  of  this  article,  as  are 
deemed  by  the  fire  commissioner  necessary  in  the  interest 
of  public  safety. 

NOTE:— The  Fire  Chief  and  Commissioner  prescribed 
under  date  of  April  4,  1934,  the  following: 
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1.  That  the  refrigerants  dichlorodifluoromethane,  known 
as  “Freon”  (“Kinetic  No.  12”  also  “F-12”)  CC1.F,  also 
dichlorotetrafluoroethane  (“F-114”)  CaCl-F*  and  mono- 
fluorotrichloromethane  (“F-ll”  CFCls  are  non-flammable 
and  non-irritant,  unless  otherwise  hereinafter  provided,  and 
shall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances,  as 
such,  except,  when  used  in  a  room  or  rooms  in  which  there 
is  an  open  flame  or  apparatus  to  produce  an  open  flame, 
when  the  provisions  of  said  article  covering  irritant  re¬ 
frigerants  shall  apply. 

2.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  are  restricted  to  parts  of  a  building  so  specified  in 
Section  219  (b)  for  refrigerants  other  than  non-irritant 
and  non-flammable. 

3.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  used  for  air  conditioning  are  restricted  to  the  indi¬ 
rect  method  except  that  the  direct  method  may  be  used  in 
parts  of  a  building  so  specified  in  Section  219  (b)  for  re¬ 
frigerants  other  than  non-irritant  and  non-flammable. 

4.  That  refrigerating  systems  employing  F-ll ;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  or  on  the 
stairways,  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
any  building. 

5.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un¬ 
less  the  entire  system  is  confined  in  a  fireproof  machinery 
room,  used  for  no  other  purpose,  and  in  which  no  open 
flame  shall  be  employed,  except  that  the  Class  “C”  system 
containing  not  more  than  10  pounds  of  refrigerant  may  be 
used  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
of  the  building  by  a  tight  fitting  self-closing  door  or  doors 
and  provided  with  a  window  or  windows  to  the  outside 
air.  All  open  flames,  and/or  apparatus  for  producing  an 
open  flame,  in  diet  kitchens  where  these  refrigerants  are 
used  shall  be  vented  to  the  outside  air  as  herinafter  re¬ 
quired  in  Paragraph  8. 

6.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  may  be  installed  or  maintained  in  a  hospital  private 
room,  having  tight  partitions  and  tight  fitting  self-closing 
door  or  doors  and  where  not  more  than  two  persons  are 
helpless  and/or  given  medical  treatment,  provided  there  is 
no  open  flame  and/or  apparatus  for  producing  an  open 
flame  in  such  room  and  when  the  system  contains  not  more 
than  10  pounds  of  refrigerant. 

7.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  a  theatre 
and/or  motion  picture  theatre  unless  the  entire  system  is 
confined  in  a  fireproof  machinery  room,  used  for  no  other 
purpose,  and  in  which  no  open  flame  and/or  apparatus  to 
produce  such  open  flame  shall  be  employed. 

8.  That  a  refrigerating  system  employing  F-ll ;  F-12  or 
F-114  when  used  in  a  room  or  rooms  in  which  there  is  an 
open  flame  or  apparatus  to  produce  such  open  flame,  such 
open  flame  and/or  apparatus  shall  be  provided  with  a  hood 
and  independent  mechanical  ventilation  so  arranged  as  to 
convey  all  the  products  of  combustion  to  the  outside  of  the 
building.  This  provision  shall  apply  only  to  diet  kitchens 
of  hospitals  and  to  Class  “C”  systems  in  schools,  churches, 
dance  halls,  court  rooms,  police  stations,  jails,  asylums, 
subways,  passenger  depots,  rooms  opening  into  passenger 
depots  and/or  subways  and  such  other  places  as  are  deemed 
by  the  Fire  Commissioner  necessary  in  the  interest  of  pub¬ 
lic  safety. 

9.  That  each  refrigerating  machinery  room  in  any 
building  in  which  F-ll;  F-12  or  F-114  are  used,  shall  be 
maintained  vapor-tight  and  provided  with  tight  fitting,  self¬ 
closing  doors,  in  accordance  with  Section  220-1- (a). 

10.  That  each  refrigerating  machinery  room  in  which 
F-ll;  F-12  or  F-114  is  used,  shall  be  adequately  ventilated 
directly  to  the  outside  air  in  accordance  with  Section  220- 
(2)  a-b-c  and  d. 

11.  Tests  pressures  and  setting  of  safety  valves  for  sys¬ 
tems  employing  F-ll,  F-12  or  F-114,  shall  be  included  in 
Section  222  (a)  as  follows: 


Refrigerant 

Column  No.  1 

Column  No.  2 

Column  No.  3 

F-ll 

25 

15 

15 

F-12 

180 

120 

135 

F-114 

60 

30 

30 

12.  That  the  size  of  pressure  relief  valves  for  systems 
in  which  F-ll,  F-12  or  F-114  is  employed,  shall  be  as 
follows : 

Capacity  of  System  Number  Required 

Up  to  30  tons  One  Y*  inch 

30  to  60  “  One  Y  “ 

60  to  100  “  One  1 

100  to  175  “  One  1  Y\  inches 

175  to  250  “  One  1*4  “ 

250  to  450  “  One  2 

450  to  900  “  Two  2 

13.  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con¬ 
form  with  Section  227-3  (e)  for  other  refrigerants. 

14.  That  all  other  sections  or  parts  of  Article  18  of  the 
Refrigerating  Code  not  so  mentioned,  shall  be  complied 
with. 

15.  That  refrigerating  systems  employing  F-ll,  F-12  or 
F-114,  installed  prior  to  May  19,  1932,  shall  be  inspected, 
and  if  found  to  comply  with  the  rules,  or  if  in  the  opinion 
of  the  Fire  Commissioner,  the  installations  are  of  a  non- 
hazardous  character,  a  permit  may  be  issued.  Installations 
which  have  been  made  in  hospitals,  theatres,  asylums  and 
places  of  public  assembly  shall  be  made  to  comply  strictly 
with  these  rules. 

(d)  A  permit,  where  required,  shall  be  applied  for 
forty-eight  hours  after  installation  is  completed,  contain¬ 
ing  the  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system. 

(e)  Only  the  refrigerant  specified  in  the  permit  shall 
be  used  in  the  system. 

(f)  Refrigerating  systems  to  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
to  such  conditions  as  are  deemed  necessary  by  the  fire 
commissioner. 

§217.  Supervision. 

(a)  No  refrigerating  system  containing  more  than  fifty 
(50)  pounds  of  refrigerant  shall  be  maintained  or  operated 
in  any  building  except  under  the  personal  supervision,  di¬ 
rection  or  control  of  either  a  duly  licensed  engineer  or  a 
person  who  has  obtained  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings. 
Where  the  system  contains  not  more  than  two  hundred 
(200)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required. 

(b)  No  Class  C  system  as  hereinafter  permitted  for 
exhibition  or  demonstration  purposes  shall  be  maintained 
or  operated  in  a  public  building  or  exhibition  hall  except 
under  the  personal  supervision,  direction  or  control  of 
either  a  duly  licensed  engineer  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings. 

(c)  Upon  receipt  of  such  certificate  the  applicant  there¬ 
for  shall  pay  an  annual  license  fee  as  follows:  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof  the  sum  of  $1  if 
such  renewal  be  applied  for  within  thirty  days  prior  to 
the  expiration  of  such  certificate.  Any  such  certificate  may 
be  revoked  or  suspended  for  cause  at  any  time  by  the 
commissioner  of  buildings. 

§218.  Classifications. 

(a)  The  total  amount  of  refrigerant  common  to  a  system 
operating  through  one  or  more  evaporators,  shall  be  con¬ 
sidered  the  capacity  of  the  system  and  determine  its  class. 

(b)  A  Class  A  system  is  a  system  containing  one  thou¬ 
sand  (1,000)  pounds  or  over  of  refrigerant,  or  capable  of 
thirty  (30)  tons  capacity  or  over. 

(c)  A  Class  B  system  is  a  system  capable  of  less  than 
thirty  (30)  tons  capacity,  or  containing  less  than  one  thou¬ 
sand  (1,000)  pounds  of  refrigerant  and  over  the  amounts 
provided  for  in  a  Class  C  system. 

(d)  A  Class  C  system  is  a  system  containing  not  more 
than  twenty  (20)  pounds  of  refrigerant. 
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§219.  Permissible  Locations. 

(a)  No  Class  A  or  Class  B  systems  shall  be  installed 
in  any  public  building  as  defined  by  section  7  , .  ar  1C  , 
the  Building  Code,  until  plans  have  been  filed  wi  h  and 
approved  by  the  fire  commissioner,  and  no  retrioerant 
shall  be  placed  in  the  system  until  a  permit  has  been  ob¬ 
tained  from  the  fire  commissioner. 

(b)  The  direct  method  of  refrigeration  shall  not  be 
used  in  any  building,  whether  or  not  a  permit  is  required 
for  installation  thefen,  outside  of  the  re  r.|eratmg  ma¬ 
chinery  room  except  in  buildings  used  «c  i  vely  hir  cc 
making  or  for  refrigerating  purposes  or  both,  when  not 
carried  above  the  first  floor  in  business  building ; ,  in  the 
business  sections  of  business  buildings  provided  the  entue 
system  is  confined  to  one  floor  in  the  space  occupied  by  a 
single  tenant;  in  the  business  section  of  a  residence  build- 
fig  when  not  carried  above  the  first  floor;  in  a  residence 
budding  occupied  by  not  more  than  two  families  or  in  any 
building  provided  a  non-irritant  and  non-flammable  retng 

erant  is  used.  _  . 

(c)  No  brine  shall  be  used  in  any  brine  circulating  sys¬ 
tem  that  will  generate  flammable  vapor  at  a  Jemperatu 
below  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
open  cup  tester,  and  no  refrigerant  shall  be  Vse^,abbn|ie; 

(d)  No  Class  A  system  using  ammonia  shall  be  in 

stalled  or  maintained  in  any  building  above  the  JJ? 
level  unless  such  building  is  used  exclusively  for  icema  & 

or  refrigerating  purposes.  .  .  .  .  ,  ,,  ,  ,i 

(e)  Systems  on  demonstration  in  exhibition  halls  shall 

be  limited  to  the  unit  type  containing  not  more  than  ten 

(10)  pounds  of  refrigerant.  •  -t-nt 

(f)  No  refrigerating  system  employing  an  irritant 
and/or  flammable  refrigerant  shall  be  installed  or  main- 

taiinedThe°stainrways,  halls,  lobbies,  entrances,  exits,  audi- 

t02.UI1DanceahalfiUcourtS  room,  police  station,  jail,  subway, 

theatre,  motion  picture  theatre.  _ 

3  Waiting  or  public  rooms  m  a  railroad  passenge 
depot  and/or  rooms  opening  directly  therein. 

4  Rooms  opening  directly  into  a  subway,  and/or  the¬ 
atre,  and/or  motion  picture  theatre  and/or  where  persons 

are  detained  and/or  confined.  _  .  .  , 

5.  A  school  unless  the  refrigerating  system  is  used  ex¬ 
clusively  for  instructions  or  research  purposes. 

6.  A  hospital  and/or  asylum  in  which  persons  are  con¬ 
fined  or  given  medical  treatment  and/or  helpless. 

7.  Unless  as  otherwise  required  by  this  section  the  re¬ 
frigerating  system  is  cut  off  from  the  building  by  un¬ 
pierced  fireproof  construction. 

The  aforementioned  provisions  do  not  apply  to  hermeti¬ 
cally  sealed  unit  systems  containing  not  more  than  six 
(6)  pounds  of  refrigerant  when  located  in  dance  halls, 
police  stations,  diet  kitchens  of  hospitals  and/or  laborato¬ 
ries  and  when  located  in  rooms  shut  off  from  the  rest  of 
the  building  by  tight  partitions  and  _  tight-fitting,  solid, 
self-closing  door  or  doors  and  located  in  a  room  having  a 
window  to  the  outside  air. 

(g)  An  intermittent  absorption  type  of  refrigerating 
machine  shall  not  be  permitted  in  a  Class  A  system.  Such 
a  type  of  machine  shall  be  permitted  in  a  Class  B  system 
only  when  a  heating  medium  of  low  pressure  steam  is  used 

in  its  operation.  .  ,. 

(h)  The  use  of  methyl  and  ethyl  chloride,  sulphur  diox¬ 
ide,  or  a  hydro-carbon  refrigerant  will  not  be  permitted 

in  Class  A  systems.  ,  , 

(i)  A  Class  B  system  using  ethyl  chloride  or  a  hydro¬ 
carbon  refrigerant  shall  not  be  installed  or  maintained  in 
the  Borough  of  Manhattan  or  in  other  built-up  sections  of 
the  city.  Elsewhere,  it  shall  be  installed  or  maintained  only 
in  a  fireproof  building  of  not  more  than  one  story  in  height, 
and  shall  be  located  on  the  ground  floor,  which  shall  be  of 
unpierced  fireproof  construction.  The  refrigerating  ma¬ 
chinery  room  shall  be  cut  off  from  the  rest  of  the  building 
by  unpierced  fireproof  walls  of  not  less  than  eight  inches 


(8")  of  brick  or  six  inches  (6”)  of  reinforced  concrete. 
Direct  exit  therefrom  leading  to  the  open  air  and  not  to 
any  other  part  of  the  building  shall  be  maintained  and 
shall  be  provided  with  vapor-tight,  self-closing,  fireproof 
door  or  doors. 

§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 

1.  Refrigerating  machinery  rooms. 

(a)  All  refrigerating  machinery  rooms  in  which  an 
irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en¬ 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room.  This  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 

which  it  opens.  .  .  . 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rooms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery  ' 
room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  T.  he  ven¬ 
tilation  shall  consist  of  a  window  or  windows  opening 
directly  to  the  open  air,  or  mechanical  means  capable  of 
exhausting  the  four  air  from  the  room. 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
the  outer  air,  a  total  area  of  inlet  and  outlet,  respectively,; 
of  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 

mentioned  table.  .  i 

(c)  When  mechanical  means  are  used  they  shall  consist 
of  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type  which  shall  be  capable  of  removing  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col¬ 
umn  B  of  the  table  in  paragraph  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
less  than  that  specified  in  Column  C  of  the  above-men¬ 
tioned  table.  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  The  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  ol 
the  refrigerating  machinery  room. 

(d)  


Pounds  of 
Refriger¬ 
ant  in 
System. 

Mechan¬ 
ical  Cu. 
Ft.  per 
Minute 
Discharge. 

Window  Area 
Meehan-  in  Sq.  Ft. 
ical  Sq.  for  each 

Ft.  Duct  Opposite 
Area.  Side. 

Window  Area 
in  Sq.  Ft.  for 
One  Side 
Only. 

A 

B 

c 

D 

E 

Up  to  ...  20 

150 

1/4 

1 

6 

50 

250 

1/3 

1  1/2 

12 

100 

400 

1/2 

2 

16 

150 

550 

2/3 

2  1/2 

19 

200 

680 

2/3 

3 

250 

800 

1 

3  1/2 

on 

29 

300 

900 

1 

4 

32 

400 

1,100 

1  1/4 

4  1/2 

38 

500 

1,275 

1  1/4 

5 

42 

600 

1,450 

1  1/2 

6 

45 

700 

1,630 

1  1/2 

6  1/2 

48 

52 


800 

1,800 

2 

7 

51 

900 

1,950 

2 

7  1/2 

55 

1,000 

2,050 

2 

8 

59 

1,250 

2,350 

2  1/4 

9 

68 

1,500 

2,800 

2  1/2 

11 

78 

1,750 

3,150 

3 

12  1/2 

87 

2,000 

3,500 

3  1/2 

14 

95 

2,500 

4,150 

4 

16 

113 

3,000 

4,500 

4  1/2 

18 

130 

4,000 

6,000 

6 

24 

167 

5,000 

7,500 

7  1/2 

30 

204 

6,000 

9,000 

9 

36 

241 

7,000 

10,500 

10.5 

42 

278 

8,000 

12,000 

12 

48 

315 

9,000 

13,000 

13 

52 

342 

10,000 

14,000 

14 

56 

360 

12,000 

17,000 

17 

68 

425 

14,000 

19,000 

19 

75 

470 

16,000 

22,000 

22 

86 

540 

18,000 

24,000 

24 

92 

580 

20,000 

26,000 

26 

100 

630 

25,000 

33,000 

33 

121 

760 

30,000 

39,000 

39 

142 

870 

35,000 

44,000 

44 

155 

940 

40,000 

51,000 

51 

176 

1,060 

45,000 

56,000 

56 

190 

1,120 

Note — Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require¬ 
ments  specified  in  columns  “D”  and  “E”  of  this  table. 

(e)  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed,  the  requirements  as  given  in  table  (d)  may 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
the  refrigerant  no  ventilation  shall  be  required. 

(f)  In  lieu  of  mechanical  means  of  ventilation  in  re¬ 
frigerating  machinery  room  or  rooms  where  a  Class  A 
system  or  a  Class  B  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  inch  (Y")  orifice  spaced  not  more  than  eight 
feet  apart  in  any  direction,  and  such  system  shall  be 
located  above  all  the  refrigerating  apparatus  and  piping 
in  the  refrigerating  machinery  room.  Not  more  than  one 

[  head  shall  be  installed  on  a  34 -inch  pipe ;  five  heads  on  a 
1-inch  pipe  six  heads  on  a  134-inch  pipe.  The  deluge  sys¬ 
tem  shall  be  permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
inch  can  be  maintained  on  the  inlet  side  of  the  main  con¬ 
trol  valve  or  valves  at  all  times.  The  control  valve  or 
,  valves  for  such  water  deluge  system  shall  be  manually 
operated,  easily  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

i  §221.  Open  Flames  and  Electrical  Equipment. 

1.  Open  flames. 

No  fire-flame  or  arc  light  will  be  permitted  in  a  Class  A 
or  B  refrigerating  machinery  room  in  which  a  flammable 
refrigerant  is  used. 

2.  Electrical  equipment. 

(a)  All  Class  A  and  B  systems  refrigerating  systems 
containing  more  than  fifty  (50)  pounds  of  refrigerant  shall 
have  an  emergency  switch  controlling  all  of  the  electrically- 
operated  refrigerating  machinery  or  the  remote  control  of 
such  a  switch  located  outside  of  the  refrigerating  machin¬ 
ery  room  where  it  can  be  quickly  reached  and  operated  in 
case  of  necessity. 

(b)  Where  the  operating  mechanism  in  any  system  is 
dependent  upon  electrical  control,  such  control  in  a  pressure 
limiting  device  shall  be  on  a  closed  circuit.  Nothing  herein 
contained  shall  require  a  hand  reset  on  an  automatic  type 
of  refrigerating  machine. 

§222.  Testing. 

(a)  Every  part  of  any  refrigerating  system,  except  pres¬ 
sure  gauges  and  control  mechanism,  shall  be  tested  to  at 


least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (50)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room. 


Refrigerant. 

Col.  1. 

High 

Pressure 

Side. 

Col.  2.  Col.  3. 

Low  Pressure  Side. 

With 

Safety 

Valves. 

; - > 

Without 

Safety 

Valves. 

Carbon  dioxide  . 

1,500 

750 

1,000 

Ethane  . 

1,050 

520 

760 

Ammonia  . 

300 

150 

225 

Propane  . 

250 

115 

175 

Methyl  chloride  . 

155 

80 

120 

Sulphur  dioxide  . 

135 

100 

100 

Iso-butane  . 

90 

45 

70 

Butane  . 

75 

35 

50 

Ethyl  chloride  . 

30 

15 

25 

Dichloromethane . 

12 

12 

12 

Dichloroethylene  . 

12 

12 

12 

Trichloroethylene  . 

12 

12 

12 

§223.  Piping. 

1.  Piping. 

(a)  All  piping,  liquid  receivers  or  vessels  containing  the 
refrigerant,  shall  be  supported  on  or  by  strong  and  durable 
materials.  This  provision  shall  not  apply  to  Class  C  in¬ 
stallations. 

(b)  The  arrangement  of  stop  valves,  relief  devices,  etc., 
when  used  shall  be  as  shown  on  the  diagram  for  Class  A 
and  B  systems  in  section  228. 

(c)  Every  system  which  may  be  charged  after  installa¬ 
tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

(a)  Liquid  level  gauge  glasses,  except  those  of  the  bull’s 
eye  type,  shall  have  automatic  closing  shut-off  valves  and 
such  glasses  shall  be  adequately  protected  against  injury 
by  slotted  metal  casings. 

§224.  Safety  Devices. 

1.  Construction  and  setting. 

(a)  Pressure  relief  valves,  pressure  limiting  devices  and 
rupture  members  shall  be  set  to  prevent  the  pressure  ex¬ 
ceeding  the  test  pressure.  The  pressure  at  which  the  device 
is  set  to  function  shall  be  indicated  thereon.  (See  section 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 
relief  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
of  required  size  are  used,  and  so  arranged  that  only  one 
pressure  relief  device  can  be  cut  off  for  repair  purposes  at 
any  one  time. 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 
and  in  which  the  pressure  will  equalize  throughout  the 
system  when  the  pressure  imposing  element  is  not  in  opera¬ 
tion  may  be  protected  by  only  one  pressure  relief  device 
located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

(a)  The  low  pressure  side  of  a  Class  A  ammonia  sys¬ 
tem  shall  be  provided  with  a  hand-operated  valve  for  dis¬ 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency. 

(b)  The  ammonia  mixer  shall  be  constructed  of  steel 
and  shall  be  capable  of  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch. 

_  (c)  No  valve  shall  be  located  in  the  ammonia  emergency 
discharge  line  except  the  manually-operated  valve  discharg¬ 
ing  into  the  water  and  ammonia  mixer,  but  there  may  be 
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one  stop  valve  located  inside  the  building  for  repair  pur¬ 
poses  only.  This  valve  shall  be  sealed  open  and  labeled 


“Keep  Open.  ,  „  , 

(d)  The  manually  operated  pressure  relief  valve  shall  be 

located  in  a  locked  box  which  can  be  opened  by  members  o 
the  Fire  Department  by  means  of  a  Fire  Department  key. 
The  door  of  the  box  shall  be  on  the  public  thoroughfare 
side  of  the  building  in  an  easily  accessible  location  and  not 
less  than  eighteen  (18)  inches  or  more  than  five  (5)  feet 
above  the  sidewalk  level.  The  box  shall  be  permanently 
labeled  having  letters  of  not  less  than  one  (1)  inch  reading 
“For  Fire  Department  Use  Only.”  The  relief  valve  shall  be 
”  A  cio-n  he  nosted  within  the  box 


labeled  “Ammonia.”  A  sign  shall  be  posted  within  the  box 
reading  “Do  Not  Open  Valve  Until  Water  Is  Flowing. 

(e)  A  single  standard  three  (3)  inch  fire  department 
connection  shall  be  provided  through  which  the  necessary 
water  may  be  supplied  to  the  mixer.  The  fire  department 
connection  shall  be  located  near  the  box  and  not  less  than 
eighteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
above  the  sidewalk  level  and  shall  be  permanently  labeled 
having  letters  not  less  than  one  (1)  inch  reading  “To  Am¬ 
monia  Mixer.”  A  check  valve  so  set  as  to  prevent  gases 
from  reaching  the  fire  department  connection  shall  be  in¬ 
stalled  in  the  water  line  between  the  fire  department  con¬ 
nection  and  the  water  and  ammonia  mixer. 

(f)  The  fire  department  shall  have  sole  use  of  the 
mixer  and  supply  the  necessary  water. 

(g)  In  systems  using  over  twenty-seven  thousand 
(27,000)  pounds  of  ammonia  there  shall  be  provided  one 
additional  water  and  ammonia  mixer  for  each  twenty-seven 
thousand  (27,000)  pounds  of  ammonia  or  fraction  thereof 
so  used  in  excess. 

(h)  The  ammonia  mixer  and  its  connection  for  a  Class 
A  system  shall  conform  to  the  diagram  in  section  228. 

§225.  Size  of  Safety  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  be  as  follows  : 


Capacity 
of  System. 


COs  and 

Ethane,  No. 
Req.,  Size. 


Other 

Refrigerants, 
No.  Req.,  Size. 


Up 

to 

30 

tons . 

1— 1/2" 

1- 

I/2" 

30 

to 

60 

tons . 

i—yr 

1- 

-3/4" 

60 

to 

100 

tons . 

l-J/z" 

1- 

-1' 

100 

to 

175 

tons . 

1-1/2" 

1- 

-D/4 

175 

to 

250 

tons . 

.  .  .  .  1-3/4" 

1- 

-U/2 

250 

to 

450 

tons . . 

1—1" 

1- 

-2" 

450 

to 

900 

tons . 

2- 

-2" 

(b)  Where  rupture  members  are  permitted  and  used,  the 
equivalent  area  of  the  relief  valve  specified  must  be  pro¬ 
vided. 

(c)  Fusible  plugs  may  be  used  on  all  Class  C  systems 
and  on  all  Class  B  systems  of  the  hermetically  sealed  com¬ 
pression  type  containing  not  more  than  fifty  (50)  pounds 
of  refrigerant.  The  free  discharge  opening  shall  be  one- 
sixteenth  (1/16)  inch  in  diameter. 

§226.  Location  and  Discharge  of  Safety  Devices. 

1.  Location. 

(a)  A  pressure  limiting  device  shall  be  provided  on  the 
high  pressure  side  of  each  water-cooled  refrigerating  sys¬ 
tem  containing  more  than  six  (6)  pounds  of  refrigerant. 
A  pressure  relief  valve  shall  be  provided  on  the  high  pres¬ 
sure  side  of  each  water-cooled  refrigerating  system  con¬ 
taining  twenty  (20)  pounds  or  more  of  refrigerant,  but  it 
shall  not  be  necessary  to  discharge  the  refrigerant  to  the 
outside  air  or  water  tank  from  any  such  refrigerating  sys¬ 
tem  containing  fifty  (50)  pounds  or  less  of  refrigerant,  any 
other  provision  of  this  chapter  to  the  contrary  notwith¬ 
standing. 

(b)  Each  compressor  or  generator  of  a  Class  A  or  B 
system  containing  more  than  100  pounds  of  refrigerant 
shall  be  protected  by  a  pressure  relief  valve  connected  into 
the  high  pressure  side  between  the  main  stop  valve  and  the 
compressor  or  generator  to  relieve  excessive  pressure  as 
hereinafter  provided. 
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RULES 


(c)  A  rupture  member  may  be  substituted  for  the  relief 
valve  in  COi  systems  or  systems  operating  below  atmos¬ 
pheric  pressure. 

(d)  Shell  type  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  of 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(50)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 

by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided. 

(e)  Class  C  systems  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  so  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
is  that  generated  in  a  fire,  they  may  burst  due  to  the  ex- 
Dansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 
relief  device. 

(f)  A  pressure  relief  valve  will  be  required  on  the  low 
pressure  side  of  a  Class  B  system  into  which  the  relief 
,alve  or  valves  on  the  high  pressure  side  discharge,  as  so 
diown  on  equipment  diagram  of  section  228-2. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  224,  3. 
[f  it  is  discharged  to  the  outside  atmosphere  it  must  be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
?rade.  The  discharge  from  more  than  one  relief  valve 
nay  be  run  into  a  common  header,  the  area  of  which  shall 
De  equal  to  the  area  of  the  pipes  connected  thereto.  The 
outlet  orifice  shall  be  turned  downward. 

(b)  Where  more  than  fifty  (50)  pounds  of  ammonia 
s  used  in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  for 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
}e  used  for  no  purpose  except  ammonia  discharge.  At 
east  one  gallon  of  fresh  water  shall  be  provided  for  every 
Dound  of  ammonia  contained  in  the  system.  The  water 
rsed  shall  be  prevented  from  freezing  without  the  use  of 
;alt  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  (J4)  of  No.  11  U.  S. 
?auge  iron.  No  horizontal  dimensions  of  the  tank  shall  be 
greater  than  one-half  (}4)  the  height.  The  tank  shall  have 
i  hinged  cover  or,  if  of  the  enclosed  type,  shall  have  a 
.  ent  hole  at  the  top.  All  pipe  connections  shall  be  through 
he  top  of  the  tank  only.  The  discharge  pipe  from  the 
Pressure  relief  valves  shall  discharge  the  ammonia  in  the 
:enter  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
securely  supported  as.  any  other  portion  of  the  system. 
There  shall  be  no  opening  in  the  tank  below  the  water  level. 
|.  .(c)  Where  more  than  fifty  (50)  pounds  of  any  re- 

rigerant  other  than  ammonia  is  used  the  discharge  from 
Relief  valves  shall  be  to  the  atmosphere  as  specified  for 
Class  A  ammonia  systems.  Carbondioxide  may  be  dis¬ 
charged  into  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used. 

(d)  Arrangements  of  pressure  relief  devices  for  Class  A 
ind  B  systems  shall  conform  to  the  diagrams  in  section  228. 

$227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos- 
>heric  pressure  shall  be  provided  with  at  least  two  helmets 
>r  masks. 

(b)  In  a  Class  B  system  in  which  more  than  fifty  (50) 
>ounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re- 
ngerant  is  used,  there  shall  be  provided  at  least  one  hel- 
net  or  mask. 

(c)  Only  helmets  or  masks  that  have  been  approved  by 
he  United  States  Bureau  of  Mines  as  suitable  for  the 
etrigerant  employed  shall  be  used,  and  they  shall  be  kept 
n  operative  condition  in  an  easily  accessible  case  or  cab- 
net  located  immediately  outside  the  refrigerating  machin- 
ry  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  more 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  painted 
on  and  affixed  in  a  permanent  manner  to  the  main  steam 
control,  main  electrical  and  remote  control  switches,  re¬ 
ceivers,  condensers,  shell  type  coolers,  signs  having  letters 
not  less  than  one  and  one-half  inches  (1^")  high,  desig¬ 
nating  the  part  and  refrigerant  contained  therein. 

.  (b)  Ihe  seller  of  every  Class  A  or  B  system  shall  fur¬ 
nish  the  purchaser  with  a  sign  bearing  his  name  at  least 
8/2"  by  11"  in  size,  which  gives  the  rated  refrigeration 
capacity  and  the  quantity  and  kind  of  refrigerant  required 
for  the  satisfactory  operation  of  the  system  and  the  pur¬ 
chaser  shall  conspicuously  and  permanently  display  this 
sign  in  the  machinery  room.  The  quantity  and  name  of 
the  proper  refrigerant  content  and  the  rated  refrigeration 
capacity  shall  be  stamped  on  all  Class  C  systems  near  to 
or  on  the  name  plate. 

(c)  The  following  information  shall  be  posted  in  Class 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  of 
refrigerant  is  used:  (a)  The  names  and  addresses  of  the 
engineers  or  operators  in  charge;  (b)  Location  of  nearest 
fire  alarm  box ;  (c)  The  name,  address  and  telephone  number 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instruc¬ 
tions  for  safely  shutting  down  the  plant  in  case  of  emer¬ 
gency. 

3.  Storage  of  refrigerant. 

(a)  Refrigerant  not  contained  in  the  refrigerating  system 
shall  be  stored  only  in  flammable  or  irritant  containers  con¬ 
forming  to  the  regulations  prescribed  by  the  Interstate  Com¬ 
merce  Commission  for  the  transportation  of  such  refrigerant. 

(b)  Only  two  containers  holding  not  more  than  a  total 
of  three  hundred  (300)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
rooms  of  a  Class  A  system. 

(c)  Only  one  container  holding  not  more  than  one  hun¬ 
dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
room  of  a  Class  B  system. 

(d)  In  a  Class  C  system  no  refrigerant  other  than  that 
used  in  the  system  shall  be  stored  in  the  refrigerating 
machinery  rooim 

(e)  If  a  greater  amount  of  flammable  or  irritant  re¬ 
frigerant  is  desired  other  than  that  permitted  in  a  refrig¬ 
erating  machinery  room,  it  shall  be  stored  in  a  fireproof 
building  or  enclosure  used  for  no  other  purpose. 

(f)  When  the  refrigerant  is  withdrawn  from  a  system 
it  shall  be  discharged  into  a  suitable  absorbent  or  con¬ 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  such 
refrigerant.  No  refrigerant  shall  be  permitted  to  escape 
into  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  system 
except  during  period  of  charging  or  withdrawing  the  re¬ 
frigerant. 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 

Adopted  by  the  Board  of  Aldermen  December  13,  1927. 

Received  from  his  Honor  the  Mayor  December  30,  1927, 
without  his  approval  or  disapproval  thereof ;  therefore,  as 
provided  in  section  40  of  the  Greater  New  York  Charter, 
the  same  took  effect  as  if  he  had  approved  it. 

ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refuse 
to  comply  with  any  provisions  of  this  chapter,  in  addition 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall, 
upon  conviction,  be  punished  by  a  fine  of  not  more  than 
$500  or  by  imprisonment  not  exceeding  six  months,  or  by 
both  such  fine  and  imprisonment. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdle,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System. 

380-29- S A— Kennedy  2I/4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

109-31-SA — Gilbarco  Oil  Burner,  Models  GB  3,  4  and  5 
and  Esso  Oil  Burner,  Models  EB  3,  4 
and  5. 

520-31-SA — Gilbarco  Oil  Burner,  Models  GB  1  and  2  and 
Esso  Oil  Burner,  Models  EB  1  and  2. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

282-33-SA — Gilbarco  Oil  Burner,  Model  GB-0  and 
Sachem  Oil  Burner,  Model  GB-0. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35- S A— Cole  Hot  Blast  Oil  Heater,  Model  915. 


216-35-SA— Vac-O- Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA— Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 
265-35-SA— French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

144-36-SA— Herman  Nelson  Conversion  Oil  Burner. 

Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM— Carey  Rocktex  Insulating  Wool. 

201- 36-SA— Quick  Heat  Pot  Type  Radiant  Heater,  Model; 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0 
326-1  and  329-1. 

202- 36-SA— Quick  Heat  Pot  Type  Circulating  Heater 

Models  218-1,  218-2,  228-1,  228-2,  238-1  anc 
238-2. 

219-36-SA— Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

242- 36-SA— Swirling  Heat  Oil  Burner,  Models  A-S,  A-M 

A-L  and  B. 

243- 36-SA— Victor  Circulating  Fuel  Oil  Heater,  Model: 

VCH  27,  VCH  19  and  VCH  17. 

254-36-SA— Chase  Brass  &  Copper  Co.,  Inc.,  1  in.  Nev 
York  Regulation  Lavatory  Trap. 

264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041 
042  and  052. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oi 
Check  Valve,  Model  No.  426. 

295-36-SA— Vesta  Fuel  Oil  Meter. 

305-36-SM— Revere  Copper  Oil  Burner  Tubing. 
317-36-SA— Dempsey  Industrial  Oil  Burner. 

320-36-SA— Preferred  Syphon  Breaker,  Type  T. 
352-36-Sx\ — International  Oil  Burning  Heater,  Models  95 
90,  99,  55  and  66. 

367-36-SA— Simplex  Horizontal  Rotary  Oil  Burner,  Type 
H-H.E.G.  and  H.E.G.-H. 

378-36-SA — Ritz  Oil  Burner,  Model  A. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upoi 
which  action  by  the  board  has  been  deferred  pending  com 
mittee  reports  of  this  board,  court  or  department  action 
and  will  remain  thereon  until  the  aforesaid  reports,  cour 
or  departmental  actions  are  consummated.  Whereupon  th 
case  or  cases  zvill  be  restored  to  the  regular  calendar  an 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  th 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETU 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . — 

Street . . - — . 

P.  0...~ . - . -1 

My  Subscription  is  to  begin  with  the  issue  for . . .  1937. 

56 


»  60 


BULLETIN 


OF  THE 


OV 


BOARD  OF  STANDARDS  AND  ^JgPEALS 

CITY  OF  NEW  YORK  oitV  Of 

Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as  amended  by  Chap.  503,  Laws  of  1916,  and 
the  Municipal  Assembly,  Local  Law  No.  13,  of  1925,  Local  Law  No.  26  of  1934,  Local  Law  No.  27  of  1934  and 

Local  Law  No.  10  of  1935. 


Published  weekly  by  the  Board  of  Standards  and  Appeals  at  its  office,  Rooms  1000  to  1018,  Municipal  Building, 

New  York  City. 


Vol.  XXII 


Subscription 
$2.50  a  year 


JANUARY  19,  1937  Single  Copies,  5  cents  No  3 

7  By  mail,  8  cents  *  ** 


DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 

Office — Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public— 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

All  communications  should  he  addressed  to  the  chairman  of 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  January  12,  1937,  at  10 
A.  M.,  Affecting  Calendar  Numbers  233-36-BZ,  238-36- 
BZ,  82-36-BZ,  255-36-BZ,  259-36-BZ,  148-3G-BZ  and 
589-31-BZ. 

Minutes  of  Regular  Meeting,  January  12,  1937,  at  2  P.  M., 
Affecting  Calendar  Numbers  300-35-BZ,  617-31-BZ, 
272-30-BZ,  330-36-BZ,  72-36-BZ,  492-27-BZ,  58-32-BZ, 
335-35-BZ,  214-34-BZ,  353-35-BZ.  301-36-A,  349-36-A, 
361-36-A,  371-36-A,  372-36-A,  380-36-A.  373-36-A,  381- 
36-A,  391 -36- A,  200-36-A,  161-36-A,  362-36-S,  193-36-S, 
379-36-S  and  384-36-SA. 

Approved  Fireline  Hose  Valves. 

Oil  Burner  Rules. 

Approved  Fuel  Oil  Pumps. 

Approved  Burners  for  Domestic  and  Commercial  Use. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  January  18, 
1937,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  January  25,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman. 
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DOCKET 


Cal.  No. 
3-37-BZ. 

New  Cases  Filed  up  to  January  13,  1937 
Department  Premises  Affected 

. D.B.Bx . 2825  Bailey  avenue,  west  side, 

205.33  ft.  north  of  West 
Kingsbridge  road  (Block 
3264,  Lot  38),  Borough  of 
The  Bronx,  Decision. 

4-37-A. . 

. F.D . 

.96-18  to  96-44  43rd  avenue, 
southwest  corner  of  97th 
place  (Block  850,  Lot  17), 
Corona,  Borough  of  Queens, 
68248-L.C. 

5-37-S. . 

. D.B.Bx . 

.2055-2071  Jerome  avenue,  west 
side,  75  ft.  north  of  West 
Burnside  avenue  (Block  3192, 
Lot  66),  Borough  of  The 
Bronx,  Order  No.  385-36. 

6-37-SA. 

. F.D . 

..Diesel  American  Oil  Burner, 
Model  D-A-l,  Appliance. 

7-37- A.. 

. F.D . 

.1001-1019  Irving  avenue,  north- 
west  corner  of  Covert  street 
(Block  3539,  Lot  1),  Ridge¬ 
wood,  Borough  of  Queens, 
69619-L.C. 

8-37-BZ. 

. D.B.B . 

..113-125  Hamilton  avenue  and 
306-314  Columbia  street, 
northwest  corner  (Block  362, 
Lot  1),  Borough  of  Brook¬ 
lyn,  Decision. 

9-37-S. . 

. D.B.B . 

.795  Flushing  avenue,  north  side, 
75  ft.  west  of  Humboldt 

street  (Block  3127,  Lot  30), 
Borough  of  Brooklyn, 

12649-L.D. 


10-37-A . D.B.B . 6-32  Taaffe  place,  west  side,  79 

ft.  9  in.  south  of  Flushing 
avenue  (Block  1881,  Lot  39), 
Borough  of  Brooklyn, 

4566-L.F. 


11-37-BZ . D.B.Bx . 6007-6023  Broadway,  northwest 

corner  of  Spuyten  Duyvil 
parkway  and  northeast  corner 
of  Post  road  (Block  3415F, 
Lots  275,  305  and  307),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


12-37-SA . F.D . Silent  Glow  Oil  Burner,  Model 

1300.  Appliance. 


13-37- A . F.D . Transportation  of  Fuel  Oil  in 

trucks  in  New  York  City, 
8084-L.C. 


Restored  to  Calendar 

58-32-BZ . D.B.B . 5701-5711  20th  avenue  and  2002- 

2012  57th  street,  southeast 
corner  ('Block  5500,  Lot  6), 
Borough  of  Brooklyn, 

Applic.  20134-36. 


CODE 

D.B . Department  of  Building* 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ...  Dec. 
Certificate  of  Occupancy,  approved 

forms  . . . Aug. 

Concrete  Flat  Slabs,  Rules . Sept. 

Concrete  Rules  (Hydrated  Lime) . . .  Dec. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Jan. 

Fire  Alarm  Rules  (Interior) . Dec. 

Fire  Drill  Rules . Jan. 

Fire  Retarding  Rules  for  Garages, 

etc . Nov. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for. Nov. 

Plumbing  Rules  . Dec. 

Procedure,  Rules  of . Jan. 

Refrigerating  Systems,  Extract  C.O.Jan. 
Smoking  in  Factories,  Rules  for.... Jan. 

Sprinkler  Rules  . Jan. 

Standpipe  Fireline  Rules . ....Dec. 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc . .Nov. 

Wire  Glass  Rules  (Amendment  to 

Rule  SOS  of  Industrial  Code).. Apr. 


22,  1936— Vol.  21,  No.  SI 

2,  1932— Vol.  17,  No.  31 
8,  1936— Vol.  21,  No.  36 

22,  1936— Vol.  21,  No.  51 

3,  1936— Vol.  21,  No.  9 
1,  1935 — Vol.  20,  No.  1 
S,  1937— Vol.  22,  No.  1 

22,  1936 — Vol.  21,  No.  51 
5,  1937— Vol.  22,  No.  1 

24,  1936— Vol.  21,  No.  47 
14,  1936— Vol.  21,  No.  15 

21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 

19,  1937— Vol.  22,  No.  3 

27,  1934— Vol.  19,  No.  48 
24,  1936— Vol.  21,  No.  47 

22,  1936— Vol.  21,  No.  51 
5,  1937— Vol.  22,  No.  1 
12,  1937— Vol.  22,  No.  2 
5,  1937— Vol.  22,  No.  1 
5,  1937— Vol.  22,  No.  1 

29,  1936— Vol.  21,  No.  52 
7,  1932— Vol.  17,  No.  23 
24,  1936— Vol.  21,  No.  47 
24,  1936— Vol.  21,  No.  47 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  . Alar.  5,  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . . . Jan.  19,  1937 — Vol.  22,  No.  3 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Jan.  19,  1937 — Vol.  22,  No.  3 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  1936 — Vol.  21,  No.  21 

Fuel  Oil  Burners  for  Industrial  Use.Nov.  17,  1936 — Vol.  21,  No.  46 

Fuel  Oil  Pumps . Jan.  19,  1937— Vol.  22,  No.  3 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . Dec.  29,  1936 — Vol.  21,  No.  52 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  18,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

302-36-BZ. 

APPLICANT — Ferdinand  Savignano,  for  Edgar  J.  Kohn- 
stamm,  owner. 

PREMISES — 965-971  65th  street,  north  side,  100  ft.  west 
of  10th  avenue  (Block  No.  5743,  Lot  No.  67), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  building  to  be  used  as  a  stor¬ 
age  garage  for  more  than  five  (5)  motor  vehicles, 
motor  vehicle  repair  shop  and  auto  laundry. 

427-32-BZ. 

APPLICANT — Scacchetti  &  Siegel,  for  Standard  National 
Corporation,  owner. 
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PREMISES — 1427-1447  Webster  avenue,  west  side,  346-35 
ft.  south  of  East  171st  street  (Block  No.  2887,  Lot 
No.  129),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  part  of  an  existing  building  to  a  motor 
vehicle  repair  shop  (previously  withdrawn;  re¬ 
opened  and  restored  to  calendar  October  20,  1936). 

168-36-BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Lewart  Kealty 
Corporation,  owner. 

PREMISES — 218  South  9th  street  and  252-258  Havemeyer 
street,  southwest  corner  (Block  No.  2149,  Lot  No. 
18),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


JANUARY  19,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Janu¬ 
ary  19,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  141-36-BZ — Application,  May  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Bennett  and  Koeppel,  applicants, 
on  behalf  of  Irving  L.  Berman,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed 
for  lack  of  prosecution;  reopened  and 
restored  to  Calendar  November  24, 
1936)  ;  premises  833-835  Sutter  avenue 
and  407-417  Schenck  avenue,  northeast 
corner  (Block  No.  4028,  Lot  No.  35), 
Borough  of  Brooklyn. 

cal.  no.  274-36-BZ — Application,  September  14,  1936,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  ■  on  behalf  of  Commander 
Oil  Corporation,  owner,  to  permit  in  a 
business  use  district  the  extension  of 
a  petroleum  storage  plant;  premises 
72-40  to  72-50  Elizabeth  avenue  (foot 
of  Elizabeth  avenue)  ;  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Ar- 
verne,  Borough  of  Queens. 

cal.  no.  339-36-BZ — Application,  November  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Harold  C.  Bernhard,  applicant, 
on  behalf  of  St.  John’s  Ev.  Lutheran 
Church,  owner,  to  permit  in  a  resi¬ 
dence  use,  “E”  area  district  the  erec¬ 
tion  of  part  of  a  building  nearer  than 
ten  (10)  ft.  to  the  street  line;  prem¬ 
ises  88-22  to  88-24  Myrtle  avenue  and 
82-55  88th  place,  southeast  corner 
(Block  No.  3869,  Los  Nos.  45  and 
108),  Glendale,  Borough  of  Queens. 

cal.  no.  285-36-BZ — Application,  September  23,  1936,  under 
section  21  of  the  building  zone  resolu¬ 


tion,  of  Frederick  W.  Rathamel,  ap¬ 
plicant,  on  behalf  of  Viebrock  Plumb¬ 
ing  Co.,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles,  motor  vehicle  repair  shop  and, 
also,  gasoline  service  station ;  prem¬ 
ises  72-27  Cypress  Hills  street,  north¬ 
east  side,  199  ft.  south  of  Myrtle  ave¬ 
nue  (Block  No.  3600,  Lot  No.  125), 
Glendale,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  19,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

312-36-A — 35-02  Vernon  boulevard,  southwest  corner  of 
35th  avenue  (Block  No.  327,  Lot  No.  1), 
Long  Island  City,  Borough  of  Queens. 

380-36-A — 114-118  Liberty  street,  south  side,  77  ft.  3*4 
in.  west  of  Church  street  and  119-121 
Cedar  street  (Block  No.  52,  Lot  No.  25), 
Borough  of  Manhattan. 

342-36- A — 511  West  235th  street,  north  side,  from  River- 
dale  avenue  to  Cambridge  avenue  and  3500 
Riverdale  avenue  (Block  No.  3409,  Lot 
No.  388),  Borough  of  The  Bronx. 

392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 

Variation  of  Labor  Law 

360-36- S — 366-376  Frost  street,  south  side,  100  ft.  east  of 
Morgan  avenue  (Block  No.  2869,  Lot  Nos. 
11-13),  Borough  of  Brooklyn. 

Appliances  Submitted  for  Approval 

6-37-SA — Diesel-American  Oil  Burner,  Model  D-A-l. 
12-37-SA — Silent  Glow  Oil  Burner,  Model  1300. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu¬ 
ary  19,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

i 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 
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cal.  no.  244-36-BZ — Application,  August  10,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Samuels  and  Samuels,  applicants,  on 
behalf  of  Bennet-Shieber,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  northeast  cor¬ 
ner  of  Liberty  avenue  and  104th  ave¬ 
nue  and  northwest  corner  of  Liberty 
avenue  and  184th  street  (Block  No. 
1404,  part  of  Lot  Nos.  141  and  145), 
Jamaica,  Borough  of  Queens. 

cal.  no.  289-36-BZ — Application,  November  13,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anna  Kelly,  applicant  and 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an 
existing  garage  for  five  (5)  motor  ve¬ 
hicles  to  a  garage  for  five  (5)  motor 
vehicles  and  motor  vehicle  repair  shop 
for  minor  repairs  and,  also,  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station ;  premises  7  Androvette 
street,  northwest  corner  of  Arthur  Kill 
road  (Block  No.  7406,  part  of  Lot  No. 
1),  Charleston,  Borough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  25,  1937,  2  P.  M. 

Building  Zone  Cases 

252-36-BZ. 

APPLICANT — William  A.  Lacerenza,  for  Dualton 
Homes,  Inc.,  owner. 

PREMISES— 60-62  Bayard  street,  south  side,  75  ft.  east 
of  Lorimer  street  (Block  No.  2722,  Lot  No.  8), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  conversion  of 
occupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles. 

889-24-BZ. 

APPLICANT — Lauritz  Lauritzen,  for  D.  &  B.  Auto 
Painting  Co.,  owner. 

PREMISES — 103-111  Underhill  avenue,  east  side,  103  ft. 
11*4  in.  south  of  St.  Marks  avenue  (Block  No. 
1153,  Lot  No.  5),  Borough  of  Brooklyn, 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution  (reopened  September  29, 
1936), 

TO  PERMIT  in  a  residence  use  .district  the  extension  of 
an  existing  garage  for  more  than  five  (5)  motor 
vehicles. 


351-36-BZ. 

APPLICANT — Edward  Boosin,  for  Gravesend  Service 
Station,  Inc.,  owner. 

PREMISES — 381-391  Avenue  U  and  2122-2128  East  2nd 
street,  northwest  corner  (Block  No.  7104,  Lot 
Nos.  490  and  495),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station. 


JANUARY  26,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  Janu¬ 
ary  26,  1937,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters: 

cal.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 
on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

cal.  no.  309-36-BZ — Application,  October  20,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Roe  and  Kramer,  attorneys 
and  Martyn  N.  Weinstein,  architect, 
for  Mount  Carmel  Cemetery,  appli¬ 
cant,  on  behalf  of  Estate  of  J.  Adams 
Heuss,  owner,  to  permit  in  a  residence 
use  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a 
garage  for  less  than  five  (5)  motor 
vehicles  (trucks),  storage  and  tool 
house ;  premises  80-89  Cypress  Hills 
street  (Fresh  Pond  road),  east  side, 
996  ft.  north  of  Interborough  parkway 
(Block  No.  3750,  Lot  No.  695),  Ridge¬ 
wood,  Borough  of  Queens. 


cal.  no.  329-36-BZ — Application,  November  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  M.  Baker,  applicant,  on 
behalf  of  Frank  Pallante,  owner,  to 
permit  in  a  residence  use  district  the 
extension  of  an  existing  factory  build¬ 
ing;  premises  25-34  33rd  street,  west 
side,  315.15  ft.  south  of  Astoria  boule¬ 
vard  (Block  No.  620,  Lot  No.  66), 
Long  Island  City,  Borough  of  Queens. 

cal.  no.  590-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  under  new 
proposal  September  22,  1936,  under  sec¬ 
tions  21  and  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  open  air  parking  of  more 
than  five  (5)  motor  vehicles;  premises 
1032-1044  Myrtle  avenue,  south  side, 
182  ft.  3  in.  east  of  Sumner  avenue 
(Block  No.  1585,  Lot  No.  14),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  388-36-BZ — Application,  December  29,  1936,  under 
section  7a  of  the  building  zone  resolu¬ 
tion,  of  James  Whitford,  applicant,  on 
behalf  of  Rubsam  and  Horrmann 
Brewing  Co.,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  storage  garage  for 
more  than  five  (5)  motor  vehicles  and. 
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also,  motor  vehicle  repair  shop ;  prem¬ 
ises  27  Cedar  street,  east  side,  175.92 
ft.  north  of  Canal  street  (Block  No. 
527,  part  of  Lot  No.  49),  Stapleton, 
Borough  of  Richmond. 

cal.  no.  238-36-BZ — Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anthony  P.  Sorice,  Jr.  and 
Solon  Rosenthal,  applicants,  on  behalf 
of  Harris  Neisloss,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station;  premises  111-10 
Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot 
No.  27),  Hollis,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


JANUARY  26,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

350-36-A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

349-36-A — 1796-1808  Broadway,  232-240  Central  Park 
South  and  235-241  West  58th  street  (Block 
No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

371- 36-A — 51-03  Van  Dam  street,  southeast  corner  of 

Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 

372- 36-A — 51-03  Van  Dam  street,  southeast  corner  of 

Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 

361- 36-A — 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

Variation  of  Labor  Lazo 

362- 36-S — 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu- 
uary  26,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing  on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  233-36-BZ — Application,  July  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  A1  Gerbolini,  applicant  and  lessee, 
on  behalf  of  The  Corporation  for  the 
Relief  of  Widows  and  Children  of 
Clergymen  of  The  Protestant  Episco¬ 
pal  Church  in  the  State  of  New  York, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part 
of  an  existing  building  to  a  motor  ve¬ 
hicle  repair  shop;  premises  1802  54th 
street  and  5401-5403  18th  avenue, 


southeast  corner  (Block  No.  5487,  Lot 
No.  9),  Borough  of  Brooklyn. 

cal.  no.  82-36-BZ — Application  of  Seymour  Scott  Jack- 
son,  applicant,  on  behalf  of  Hoelze 
Realty  Corporation,  owner,  reopened 
under  new  proposal  December  15,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  maintenance  of  a  saw  and 
planing  mill ;  premises  206-24  to  206-26 
Northern  boulevard,  south  side,  117  ft. 
6  in.  east  of  206th  street  (Block  No. 
3148,  Lot  No.  9j4),  Bayside,  Borough 
of  Queens. 

cal.  no.  300-35-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

cal.  no.  617-31-BZ — Application  of  Lama  &  Proskauer  on 
behalf  of  Albert  Breuninger,  owner, 
reopened  October  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  granted  by 
the  Board  for  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  and  a  gasoline 
service  station)  ;  premises  1300-1308 
Sedgwick  avenue,  east  side,  153  ft.  11 
in.  south  of  West  169th  street  (Block 
No.  2530,  Lot  No.  32),  Borough  of 
The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

370-36-BZ. 

APPLICANT — Goldschlag  and  Kron,  for  Drydock  and 
Corlear  Park  Properties,  Inc.,  owner. 

PREMISES — 533  East  14th  street  and  240  Avenue  B, 
northwest  corner  (Block  No.  972,  part  of  Lot  No. 
16),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles. 

366-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  2291  Realty  Cor¬ 
poration,  owner. 

PREMISES— 2261-2269  (2291  displayed)  Grand  Con¬ 

course,  west  side,  95  ft.  south  of  East  183d  street 
(Block  No.  3163,  Lot  No.  26),  Borough  of  The 
Bronx. 


61 


CALENDAR 


APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


FEBRUARY  2,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Febru¬ 
ary  2,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  336-36-BZ — Application,  November  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  Adikes,  applicant,  on  be¬ 
half  of  Estate  of  Henry  S.  Leverich, 
et  al,  owners,  to  permit  in  a  business 
use  district  the  erection  and  mainten¬ 
ance  of  a  gasoline  service  station ; 
premises  93-02  to  93-20  37th  avenue 
and  37-01  to  37-05  93rd  street,  south¬ 
east  corner  (Block  No.  1481,  Lot  No. 
1),  Corona,  Borough  of  Queens. 

cal.  no.  217-28-BZ — Application  of  Tobias  Goldstone,  ap¬ 
plicant,  on  behalf  of  Lillie  Solomon, 
owner,  reopened  October  27,  1936  un¬ 
der  new  facts,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  and,  also,  a  brake  service  station 
(previously  denied  for  a  gasoline  serv¬ 
ice  station)  ;  premises  1004-1012  Broad¬ 
way  and  861-881  Willoughby  avenue, 
northwest  corner  (Block  No.  1590,  Lot 
Nos.  19  and  20),  Borough  of  Brooklyn. 

cal.  no.  379-33-BZ — Application  of  Anna  Haurylak,  appli¬ 
cant,  on  behalf  of  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W.  Stalma  and 
Vlasta  Stalma,  owners,  reopened  un¬ 
der  new  proposal  June  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  and,  also,  a 


motor  vehicle  repair  shop  (previously 
denied  for  a  gasoline  service  station)  ; 
premises  79-08  Astoria  boulevard  and 
23-49  79th  street,  southeast  corner 
(Block  No.  1032,  Lot  No.  54),  East 
Elmhurst,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  2,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

Variation  of  Labor  Law 

359-36-S — 6-8  East  39th  street,  south  side,  150  ft.  east  of 
Fifth  avenue  and  5  East  38th  street; 
('Block  No.  868,  Lot  No.  8),  Borough  of 
Manhattan. 


FEBRUARY  9,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Febru¬ 
ary  9,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter : 

cal.  no.  170-36-BZ — Application,  June  4,  1936,  under  sec¬ 
tions  7g  and  21  of  the  building  zone 
resolution,  of  Nathan  A.  Goldenthal,' 
applicant,  on  behalf  of  Michael  J.  Shea 
and  Hannah  Shea,  owners,  to  permit 
in  a  residence  use  district  the  occu¬ 
pancy  of  portion  of  a  plot  of  ground 
as  an  open  air  parking  space  for  more 
than  five  (5)  motor  vehicles  and,  also 
to  permit  the  conversion  of  occupancy 
of  an  existing  structure  on  the  plol 
to  three  (3)  three-car  garages;  prem¬ 
ises  25-13  35th  street,  east  side,  92.04 
ft.  south  of  Astoria  boulevard  (Block 
No.  633,  Lot  Nos.  30,  31  and  32),  Long 
Island  City,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  anc 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  a 
three  cents  each— postage  to  be  added  if  the  forms  ari 
forwarded  by  mail. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  o 
the  Tenement  House  Department  on  Fire  Retarding,  Fin 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  a 
the  Distribution  Division  of  the  City  Record  Office,  Roon 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JANUARY  12,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  January  5,  1937,  and  the  minutes 
of  the  regular  meeting  of  the  board  held  on  Tuesday 
afternoon,  January  5,  1937,  were  approved  as  printed  in 
Bulletin  No.  2,  Volume  XXII. 


BUILDING  ZONE  CASES 

.  233-36-BZ. 

APPLICANT — A1  Gerbolini  (lessee),  for  The  Corpora¬ 
tion  for  Relief  of  Widows  and  Children  of  Clergy¬ 
men  of  the  Protestant  Episcopal  Church  of  the 
State  of  New  York,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part  of  an  exist¬ 
ing  building  to  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 1802  54th  street  and  5401-5403 
18th  avenue,  southeast  corner  (Block  No.  5487, 
Lot  No.  9),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Murray  Saks  and  A1  Gerbolini. 
For  Opposition:  Mary  E.  W.  Douglas,  Benjamin 
Messinger,  Magdelene  C.  Rodgers  and  others. 

ACTION  OF  BOARD — Laid  over  to  January  26,  1937  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


238-36-BZ. 

APPLICANT — Anthony  P.  Sorice,  Jr.  and  Solon  Rosen¬ 
thal,  for  Harris  Neisloss,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 111-10  Liberty  avenue,  south¬ 
east  corner  of  Luzerne  avenue  ('Block  No.  1371, 
Lot  No.  27),  Hollis,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition :  William  D.  Bosler. 

ACTION  OF  BOARD — Laid  over  to  January  26,  1937  at 
10  A.M.  upon  written  request  of  applicant. 


82-36-BZ. 

APPLICANT — Seymour  Scott  Jackson,  for  Hoelze  Realty 
Corporation,  owner. 

SUBJECT — Application  reopened  December  15,  1936,  for 
consideration  under  new  proposal — (re  decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  maintenance  of  a  saw  and 
planing  mill. 

PREMISES  AFFECTED— 206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in.  east  of  206th 
street  (Block  No.  3148,  Lot  No.  9j4),  Bayside, 
Borough  of  Queens. 

:  APPEARANCES— 

For  Applicant:  Seymour  S.  Jackson,  William 
Hoelze  and  Joseph  Lynch. 

For  Opposition:  R.  Harold  Paltrow. 

ACTION  OF  BOARD — Laid  over  to  January  26,  1937,  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


255-36-BZ. 

APPLICANT — Theodore  P.  Ion,  for  Amelia  Gerrie 
Walker,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  change  of  occupancy  of  the  first  story 
of  an  existing  building  to  business  use  (store). 
PREMISES  AFFECTED — 1013  Kent  avenue,  east  side,  77 
ft.  3  in.  north  of  Lafayette  avenue  (Block  No. 
1940,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Theodore  P.  Ion  and  Mildred 
Knight. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(255-36-BZ) 

Whereas,  Theodore  P.  Ion,  for  Amelia  Gerrie  Walker, 
owner,  filed  September  2,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  residence  use 
district  the  change  of  occupancy  of  the  first  story  of  an 
existing  building  to  business  use  (store);  Premises:  1013 
Kent  avenue,  east  side  77  ft.  3  in.  north  of  Lafayette 
avenue  (Block  No.  1940,  Lot  No.  1),  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  January  12,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Kent  avenue  is  in  an 
unrestricted  and  residence  use ;  Lafayette  avenue  is  in  a 
residence  and  unrestricted  use  district;  and  Franklin  ave¬ 
nue  is  in  an  unrestricted  and  residence  use ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  August  31,  1936,  re  Application  No.  11554-1934, 
reads : 

“Proposed  store  to  be  located  in  a  residential  dis¬ 
trict  is  contrary  to  Art.  II,  Sect.  3A,  Zone  Resolution.” 

and 

Whereas,  the  building  is  of  frame  construction,  3  stories 
in  height,  with  a  frontage  of  22  ft.  9  in.  and  a  depth  of 
46  ft.  6  in.,  to  be  occupied  as  store  on  the  first  story  and 
dwellings  above ;  and 

Whereas,  the  site  in  question  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  in  order  that  the 
board  might  be  informed  of  conditions  prior  to  the  hear¬ 
ing;  and 

Whereas,  the  board  found  that  the  portion  of  the  build¬ 
ing  in  question  had  been  designed  and  used  prior  to  1916 
as  a  stable  and  deemed  that  temporary  hardship  exists 
to  justify  granting  a  variance  for  a  temporary  period 
under  section  21  of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  under 
section  21  thereof  for  a  period  of  five  years  from  the 
date  of  this  action,  to  permit  the  street  floor  of  the  build¬ 
ing  to  be  used  as  a  retail  store,  on  condition  that  no 
manufacturing,  motor  vehicle  repairing  and  no  sale  of 
liquor  shall  be  permitted  on  the  premises ;  that  other  than 
as  varied  herein,  all  requirements  of  the  building  code 


63 


MINUTES 


and  other  laws  and  regulations  applicable  thereto  shall 
be  complied  with ;  that  all  permits  shall  be  obtained  within 
one  year  from  the  date  of  this  action. 


259-36-BZ. 

APPLICANT — Louis  A.  Reiter,  for  Emma  Hughes, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an  existing  build¬ 
ing  to  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 415-417  Leonard  street  and  76- 
84  Bayard  street,  southwest  corner  (Block  No. 
2722,  Lot  No.  19),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Louis  A.  Reiter. 

For  Opposition:  L.  C.  Squire. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(259-36-BZ) 

Whereas,  Louis  A.  Reiter,  for  Emma  Hughes,  owner, 
filed  July  28,  1936,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  use  district  the  change 
of  occupancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop;  Premises:  415-417  Leonard  street  and  76-84 
Bayard  street,  southwest  corner  (Block  No.  2722,  Lot  No. 
19),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  12,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Leonard  street  is  in 
a  business  residence  and  unrestricted  district ;  Bayard 
street  is  in  a  residence  and  business  district  and  Richard¬ 
son  street  is  in  an  unrestricted  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  August  18,  1936,  re  Alt.  Applic.  No.  6655-1936, 
reads : 

“Inasmuch  as  the  original  junk  shop  occupancy  for 
the  above  location  was  granted  by  the  Board  of 
Standards  and  Appeals,  under  resolution  37-22-A,  any 
proposed  modification  of  the  occupancy  of  above  plot 
is  to  be  referred  to  the  said  board  for  consideration. 

Above  application  is  therefore  denied.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  50  ft.  on  Leonard  street  and  100  ft. 
on  Bayard  street — occupied  by  several  structures  (as 
shown  upon  filed  drawings)  and  an  open  yard — occupied 
as  a  junk  shop  and  junk  yard.  Plans  show,  also,  that 
the  Leonard  street  front  of  the  plot  is  developed  with  a 
gasoline  service  station.  On  the  south  lot  line  of  the 
plot  and  located  15  ft.  west  of  the  Leonard  street  building 
line  there  is  located  a  one-story  frame  and  metal  covered 
building  15  ft.  by  30  ft.  in  area.  It  is  proposed  to  occupy 
this  building  as  a  motor  vehicle  repair  shop ;  and 

Whereas,  in  order  to  be  informed  a  committee  of  the 
board  inspected  this  site  prior  to  the  hearing;  and 

Whereas,  the  board  deems  that  a  temporary  hardship 
exists  to  justify  the  granting  a  variance  for  a  temporary 
period  of  five  years  under  section  21  of  the  building  zone 
resolution,  under  certain  conditions. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 


use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  under 
section  21  thereof  for  a  period  of  five  years  from  the 
date  of  this  action,  permitting  a  portion  of  the  existing 
building  fronting  on  Leonard  street  to  be  used  for  auto¬ 
mobile  repairing,  on  condition  that  only  hand  tools  shall 
be  employed ;  that  the  area  of  the  existing  gasoline  station 
and  the  buildings  accessory  thereto  shall  not  be  increased 
or  extended  beyond  a  distance  25  ft.  westerly  from  the 
corner  of  Leonard  and  Bayard  streets,  except  that  the 
portion  of  the  building  to  be  used  for  automobile  repair¬ 
ing  may  extend  for  a  distance  of  45  ft.  from  Leonard 
street  toward  the  southerly  side ;  that  there  shall  be  no 
openings  between  any  portion  of  the  gasoline  station  or 
the  section  to  be  used  for  automobile  repairing  and  the 
balance  of  the  plot  used  as  a  junk  yard;  that  no  additional 
gasoline  pumps  shall  be  installed  and  all  pumps  ,if 
moved,  shall  be  at  least  10  ft.  from  either  street  building 
line ;  that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  action. 


148-36-BZ. 

APPLICANT — Henry  Nordheim,  for  Bowery  Savings 
Bank,  owner. 

SUBJECT— 'Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7-H  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  maintenance  of  a  parking  lot  for  the  storage 
of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1083-1087  Hall  place  and  856- 
864  East  167th  street,  southwest  corner  (Block  No. 
2691,  Lot  No.  86),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Henry  Nordheim  and  Arthur  A. 
Epstein. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(148-36-BZ) 

Whereas,  Henry  Nordheim,  for  Bowery  Savings  Bank, 
owner,  filed  May  21,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  district  the 
maintenance  of  a  parking  lot  for  the  storage  of  more 
than  five  (5)  motor  vehicles;  Premises:  1083-1087  Hall 
place  and  856-864  East  167th  street,  southwest  corner 

(Block  No.  2691,  Lot  No.  86),  Borough  of  The  Bronx; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  12,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Hall  place  is  in  resi¬ 
dence  and  business  use  districts;  East  167th  street  is  in 
a  business  use  district;  Stebbins  avenue  is  in  residence  and 
business  use  districts  and  Intervale  avenue  is  in  a  business 
district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  19,  1936,  reads : 

“Your  request  for  a  dismissal  of  violation  136-BZ- 
35  and  for  a  certificate  of  occupancy  of  premises 
occupied  by  Arthur  Epstein,  lessee  of  the  vacant  plot 
at  856  East  167th  street,  southwest  corner  of  Hall 
place,  in  the  Borough  of  The  Bronx,  for  an  open  air 
station  for  the  parking  or  storage  of  more  than  five 
motor  vehicles,  is  hereby  denied  as  the  premises  are 
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located  in  a  business  district  as  established  by  the 
building  zone  resolution  in  which  proposed  occupancy 
is  prohibited.” 

and 

Whereas,  the  premises  consist  of  a  vacant  plot  of 
ground  having  a  frontage  of  74.9  ft.  on  Hall  place  and 
113.3  ft.  on  East  167th  street,  it  is  proposed  to  occupy  the 
plot  as  an  open  air  parking  space  for  more  than  five 
motor  vehicles ;  and 

Whereas,  a  committee  of  the  board  inspected  these 
premises  prior  to  the  hearing  and  found  that  the  plot 
was  being  used  as  stated  for  the  parking  of  cars  with 
entrance  only  from  East  167th  street;  that  the  wood  fence 
and  signs  indicated  on  the  photographs  filed  with  this 
appeal  had  been  eliminated  and  instead  there  was  a  sub¬ 
stantial  woven  wire  fence  of  the  manproof  type,  approxi¬ 
mately  6  ft.  high,  erected  on  both  street  fronts  and  that 
the  property  was  in  presentable  condition,  with  approxi¬ 
mately  30  cars  on  the  plot  at  the  time  it  was  inspected 
by  a  committee  of  the  board;  and 

W  hereas,  the  board  deemed  that  there  is  justification 
for  the  board  to  exercise  its  discretion  to  grant  the  appli¬ 
cation  under  section  7,  subdivision  H  of  the  building  zone 
resolution. 

Resloved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  under 
section  7  (h)  for  a  period  of  two  (2)  years  from  the 
date  of  this  action,  permitting  the  premises  under  appeal 
to  be  used  for  the  parking  and  storage  of  automobiles 
on  condition  that  only  pleasure  cars  and  not  more  than 
five  (5)  trucks  not  exceeding  two  (2)  ton  capacity  shall 
be  stored  or  parked;  that  all  vehicles  stored  or  parked 
shall  be  capable  of  operation ;  that  the  entrance  shall 
be  restricted  to  East  167th  street,  as  at  present;  that  the 
substantial  woven  wire  fence  now  on  the  building  line 
shall  be  maintained  at  all  times;  that  no  advertising  shall 
be  maintained  on  the  premises  other  than  a  small  sign 
at  the  entrance  indicating  the  use  of  the  plot ;  that  no 
buildings  shall  be  erected  on  the  premises  other  than  a 
small  building  not  exceeding  10  ft.  square  for  use  of  the 
attendant  for  office;  that  the  plot  shall  be  under  super¬ 
vision  of  an  attendant  at  all  times  while  the  plot  is  open 
for  business ;  that  no  use  other  than  parking  and  storage 
shall  be  made  of  these  premises  during  the  term  of  the 
variance;  that  proper  aisles  shall  be  maintained  at  all 
times  for  ingress  and  exit;  that  any  lights  maintained  on 
the  premises  for  general  illumination  shall  be  so  located 
as  not  to  be  objectionable  to  the  adjoining  premises;  that 
a  substantial  fence  shall  be  maintained  along  the  inner 
lot  line  where  courts  or  yards  of  adjoining  buildings  occur; 
that  such  portable  fire  appliances  shall  be  maintained  on 
the  premises  as  the  commissioner  shall  direct;  that  all 
permits  shall  be  obtained  within  three  months  from  the 
date  of  this  action. 


589-31-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Sonia  Corpora¬ 
tion,  owner. 

SUBJECT — Application  for  reopening  —  amendment  of 
resolution  and  approval  of  plans — re  Application 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  per¬ 
mitting  the  extension  in  area  of  an  existing  gaso¬ 
line  service  station  previously  granted  by  the 
board. 

PREMISES  AFFECTED— 159-01  to  159-07  114th  avenue 
(Linden  boulevard)  and  159-02  to  159-08  Meyer 
avenue,  northeast  corner  of  159th  street  (Block 
No.  2958,  Lot  Nos.  1  and  3),  Jamaica,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Max  Siegel. 


ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  .  4 

Negative  . ”  ’  0 

Absent  . .  q 

THE  RESOLUTION— 

(589-31-BZ) 

i  Whereas,  this  application  affecting  premises  159-01  to 
cn  no  U4th  avenue  (Linden  boulevard)  and  159-02  to 
Meyer  avenue,  northeast  corner  of  159th  street 
(Block  No.  2958,  Lot  Nos.  1  and  3),  Jamaica,  Borough  of 
Queens,  was  granted  by  the  board,  March  4,  1932,  on 
certain  conditions,  resolution  amended  December  1,  i936, 
subject  to  additional  conditions  on  submission  of  complete 
working  plans;  and 

W  hereas,  Scacchetti  and  Siegel,  the  architects,  have 
submitted  complete  working  plans. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
ecember  1,  1936,  be  and  it  hereby  is  amended,  so  that 
as  amended  the  resolution  will  read : 


that,  the  plot  under  appeal  may  be  increased  by  the 
addition  of  the  adjoining  lot  known  as  Lot  No.  3 
in  Block  No.  2958  and  permitting  the  entire  plot  so 
increased  to  be  used  as  a  gasoline  service  station  on 
condition  that  the  station  shall  be  arranged  and  de- 
signed  substantially  as  indicated  on  plans  filed,  marked 
Received  December  28,  1936”;  that  the  entire  plot 
shall  be  leveled  substantially  to  the  grade  of  Linden 
boulevard ;  that  the  accessory  building  shall  be  erected 
toward  the  easterly  end  of  the  plot  and  shall  not 
exceed  one-story  in  height  and  shall  be  constructed 
of  fireproof  materials  except  that  the  roof  beams  and 
roof  boarding  may  be  of  wood,  provided  the  ceilings 
throughout  are  fire-retarded  in  accordance  with  the 
rules  of  the  Board  of  Standards  and  Appeals  and  the 
roof  surfaced  with  non-inflammable  weather  surfac¬ 
ing;  that  the  window  frames  and  sash  and  door  frames 
and  doors  may  be  of  wood;  that  the  overhead  doors 
to  the  greasing  sections  may  be  installed,  provided 
the  greasing  equipment  is  of  the  hydraulic  lift  type; 
that  the  boiler  room  shall  be  entirely  separated  from 
the  balance  of  the  building  by  fireproof  construction 
and  enterable  only  from  the  exterior;  that  the  balance 
of  the  plot  where  not  occupied  by  accessory  buildings 
shall  be  cement  paved  or  paved  with  crushed  blue 
stone  with  Tarvia  binder;  that  the  entrance  to  the 
premises  may  be  from  the  three  streets,  as  indicated, 
with  one  entrance  from  Meyer  avenue  not  exceeding 
3q  ft.  in  width,  one  entrance  from  1 59th  street  not 
exceeding  25  ft.  and  one  entrance  from  Linden  boule¬ 
vard  ;  that  opposite  these  entrances  curb  cuts  shall 
not  exceed  30  ft.  on  Meyer  avenue,  30  ft.  on  159th 
street  and  two  30  ft.  curb  cuts  from  Linden  boulevard; 
that  curbing  as  indicated  shall  be  installed  on  the  lot 
line  at  the  intersections  of  Meyer  avenue  and  159th 
street  and  Linden  boulevard  and  159th  street  and 
along  Meyer  avenue  eastwardly  from  the  permitted 
entrance  and  along  Linden  boulevard  eastwardly  from 
the  permitted  entrance;  that  curbed  area  shall  be 
maintained  where  indicated  on  plans  for  planting; 
that  no  automobile  repairing  shall  be  permitted  on 
the  premises  and  no  parking  of  cars  other  than  those 
being  serviced;  that  the  gasoline  pumps  shall  be  lo- 
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cated  not  less  than  15  ft.  from  the  building  line  of 
any  street  except  that  a  single  pump  on  the  Linden 
boulevard  side  toward  the  easterly  end  may  be  10  ft. 
from  the  building  line ;  that  all  gasoline  pumps  installed 
shall  be  of  the  design  approved  for  use  on  parkways 
with  either  fieldstone  or  face  brick  pedestals  to  har¬ 
monize  with  the  materials  used  on  the  accessory 
building ;  that  advertising  shall  be  limited  to  the  illumi¬ 
nated  globes  of  the  gasoline  pumps  and  to  a  perma¬ 
nent  flat  sign  on  the  accessory  building,  prohibiting 
all  roof  signs  and  signs  of  a  temporary  nature,  but 
permitting  one  post  standard  to  be  located  within  the 
building  line  near  the  intersection  of  Linden  boulevard 
and  159th  street  for  the  support  of  a  sign  which  may 
be  illuminated,  advertising  only  the  brand  of  gasoline 
on  sale  and  permitting  the  sign  to  extend  beyond  the 
building  line  for  a  distance  of  not  more  than  5  ft. , 
that  no  portable  gasoline  pumps  shall  be  used  on  or 
from  the  premises;  that  lighting  for  general  illumi¬ 
nation  shall  be  by  means  of  post  standards  with  metal 
reflectors  so  arranged  as  to  reflect  downwardly,  so 


as  to  not  be  objectionable  to  the  adjoining  owners; 
that  there  shall  be  no  windows  or  other  openings  in 
the  lot  line  wall  to  the  east  opening  upon  the  adjoin¬ 
ing  premises;  that  all  supply  service  piping  in  con¬ 
nection  with  the  gasoline  pumps  and  tanks  shall  be 
new  material;  that  required  vent  lines  in  connection 
with  gasoline  tanks  shall  be  carried  over  and  up  above 
the  roof  of  the  accessory  building  toward  the  northerly 
side;  that  all  plans  shall  be  filed  and  all  permits 
obtained  and  work  completed  within  one  year  from 
the  date  of  this  amended  resolution;  and  that  the 
plans  filed,  marked  “Received  December  28,  1936,”  as 
amended  January  12,  1937,  be  and  they  hereby  are 
approved  for  general  arrangement  and  design,  as  being 
in  substantial  accord  with  the  resolution  as  herein 
adopted.” 


Adourned,  11:45  A.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JANUARY  12,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

300-35-BZ. 

APPLICANT— William  Richter,  for  Arthill  Realty  Cor¬ 
poration,  owner. 

SUBJECT— Application  reopened  December  15,  1936  un¬ 
der  new  facts  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  an  existing  gasoline 
service  station  (previously  denied). 

PREMISES  AFFECTED— 2664-2694  Ocean  parkway,  west 
side,  15  ft.  south  of  Nixon  court  ('Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  Richter. 

For  Opposition :  L.  C.  Squire. 

ACTION  OF  BOARD— Laid  over  to  January  26,  1937  at 
2  P.M.  Applicant  to  confer  with  Park  Depart¬ 
ment. 


617-31-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Albert  Breun- 
inger,  owner. 

SUBJECT— Application  reopened  October  14,  1936  for 
consideration  under  new  proposition  (re  decision 
of  the  commissioner  of  buildings)  under  section 
21  of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station.  (Previously  granted 
by  the  Board  for  the  erection  and  maintenance  of 
a  garage  for  more  than  five  (5)  motor  vehicles.) 

PREMISES  AFFECTED— 1300-1308  Sedgwick  avenue, 
east  side,  153  ft.  11  in.  south  of  West  169th  street 
(Block  No.  2530,  Lot  No.  32),  Borough  of  The 
Bronx. 


APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  James  R.  Gereghty. 

ACTION  OF  BOARD— Laid  over  to  January  26,  1937  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


272-30-BZ. 

APPLICANT — Jacob  A.  Freedman,  for  Rubel  Corpora¬ 
tion,  owner. 

SUBJECT — Application  reopened  and  restored  to  Calen¬ 
dar  November  17,  1936,  by  Order  of  the  Court — 
re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion  (previously  denied). 

PREMISES  AFFECTED— 440-446  Utica  avenue  and  923- 
943  East  New  York  avenue,  northwest  corner  and 
872-884  Lefferts  avenue  (Block  No.  1430,  Lot  No. 
34),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Jacob  A.  Freedman  and  Michael 
Levine. 

For  Opposition :  Rutherford  S.  Moorhead,  Alfred 
P.  Hamel,  Harry  K.  Nadell  and  L.  C.  Squire. 


ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(272-30-BZ) 


Whereas,  the  Board  of  Standards  and  Appeals  recon¬ 
sidered  for  hearing  by  order  of  the  Court,  October  1, 
1935,  for  Jacob  A.  Freedman,  on  behalf  of  Rubel  Corpora¬ 
tion,  owner,  an  application  under  the  building  zone  reso¬ 
lution  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station;  premises:  440- 
446  Utica  avenue,  923-943  East  New  York  avenue,  north¬ 
west  corner  and  872-884  Lefferts  avenue  (Block  No. 
1430,  Lot  No.  34),  Borough  of  Brooklyn;  and 
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Whereas,  a  public  hearing  was  held  on  this  application  court  hearings.  The  hearing  of  December  8,  1936, 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  pursuant  to  court  order,  gave  the  applicant  a  further- 

meeting,  January  7,  1936,  after  due  notice  by  publication  opportunity  to  present  testimony  and  photographs 

in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  showing  the  traffic  conditions  on  the  surrounding  ave- 

a°d  t  nues  (Exhibits  A-14,  A-15,  and  A-16).  Hon.  Charles 

Whereas,  the  use  district  maps  accompanying  the  A.  Kelby,  referee,  stated  that  the  board  “arbitrarily 

building  zone  resolution  show  that  Empire  boulevard  is  in  disregarded  ...  the  great  increase  in  vehicular  traffic, 

a  business  district;  East  New  York  avenue  is  in  a  business  which  has  tended  to  isolate  this  property.  .  .  .”  To 

district;  Utica  avenue  is  in  a  business  district  and  Remsen  this  condition,  the  committee  of  the  board  has'  given 

avenue  and  Lefferts  avenues  are  in  business  districts;  and  its  attention  by  observing  traffic  conditions  at  this 

Whereas,  the  decision  of  the  commissioner  of  buildings,  intersection  on  several  occasions.  The  photographs 

rendered  November  27,  1933,  re  Application  No.  14291,  above  referred  to  are  typical  of  traffic  conditions. 

1933,  reads :  _  There  may  be  periods  when  traffic  is  heavier.  Buses 

“Proposed  gasoline  service  station  to  be  located  in  are  shown  in  the  photograph,  and  there  is  also  a  bus 

a  business  district  is  contrary  to  Art.  II,  section  4  (a)  line  stop  on  East  New  York  avenue  at  the  corner  of 

of  the  zone  resolution.”  this  property  under  appeal.  Marker  is  shown  on 

ar*d  _  _  photograph  “A-15.”  Persons  living  in  the  apartment 

Whereas,  the  premises  consist  of  a  corner  plot  having  houses  on  Lefferts  avenue  across  from  this  site  have 

150  feet  10  inches  frontage  on  Lefferts  avenue,  47  ft.  6  in.  to  cross  that  avenue  and  walk  around  or  across  this 

on  Utica  avenue  and  158  ft.  8  in.  on  East  New  York  site  to  reach  that  bus.  As  far  as  traffic  is  concerned, 

avenue;  it  is  proposed  to  erect  an  office  76  ft.  by  23  ft.  in  the  committee  cannot  find  that  the  condition  warrants 

area  and  to  install  the  necessary  tanks  and  pumps  for  a  a  plea  of  hardship  sufficient  to  justify  a  variation  of 

gasoline  service  station;  and  the  zoning  use. 

Whereas,  this  application  was  denied  by  the  board  after  The  value  of  this  plot  for  use  as  a  gasoline  station 

full  consideration  at  public  hearing  at  its  meeting  January  undoubtedly  is  greater  than  for  a  conforming  use. 

7,  1936;  and  This  is  the  usual  condition  where  variances  are  sought. 

Whereas,  on  order  of  the  Court,  the  matter  was  re-  The  committee  reaffirms  its  report  of  January  2, 

ferred  back  to  the  board  for  consideration  of  all  the  facts  1936,  and  finds  nothing  in  the  new  testimony  consid- 

contained  in  the  printed  record;  and  ered  to  justify  exercise  of  discretion  to  grant  a  zoning 

Whereas,  on  November  17,  1936,  this  application  was  variance  under  section  21,  as  interpreted  by  the  courts 

reopened  and  restored  to  calendar  by  vote  of  the  board  in  and  cited  in  the  Matter  of  Halpert  (N.  Y.  Law  Jour- 

accordance  with  the  order  of  the  Court;  and  nal,  December  29,  1936),  and  applied  in  the  decision 

Whereas,  a  public  hearing  was  held  on  this  application  of  the  Appellate  Division  in  that  case, 

by  the  Board  of  Standards  and  Appeals,  at  its  regular  (Sgd.)  HARRIS  H.  MURDOCK, 

meeting,  December  8,  1936,  after  due  notice  by  publication  Chairman 

in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  BERNARD  A  SAVAGE 

an{*  .  _  ,  ,  ,  CHARLES  M.  BLUM,  ’ 

Whereas,  a  committee  of  the  board  reported  on  this  Committee 

application,  which  report  was  read  at  the  public  hearing  and 

and  which  report  follows :  Whereas,  this  report  recommended  the  denial  of  the 

REPORT  OF  COMMITTEE  application;  and 

r  i  M  979  -n-7  December  29,  1936.  Whereas,  the  board  found  that  there  were  no  practical 

/MO  yiiu'TT  • ■  difficulties  or  unnecessary  hardship  to  preclude  a  conform- 

097  T7JtlCavraVei^e,1  ing  devel°Pment  of  the  premises  and  therefore  the  board 

oiiooA  T  *sj  New  York  a^'enue>  northwest  corner,  was  justified  in  not  exercising  its  discretion  under  section 

o/Z-5o4  Leiferts  avenue,  Brooklyn.  21  of  the  building  zone  resolution. 

In  accordance  with  the  order  of  Mr.  Justice  Cuff,  Resolved >  that  the  decision  of  the  commissioner  of 

referring  this  matter  back  to  this  board  for  further  buildings  be  and  it  hereby  is  affirmed,  and  the  application 
testimony  and  consideration  of  facts  contained  in  the  be  and  it  hereby  is  denied. 
printed  record,  a  new  hearing  was  held  on  December 

8,  1936,  to  permit  the  applicant  and  those  in  opposi-  - 

tion  to  add  to  the  record.  Members  of  the  board  330-36-BZ. 

have  read  the  printed  record,  and  considered  the  re-  APPLICANT— Samuel  Rosenblum,  for  Shelton  Holding 
port  of  the  referee  and  testimony  taken.  Corporation,  owner. 

It  is  the  policy  of  this  board,  for  convenience  of  SUBJECT — Application  (re  decision  of  the  commissioner 

reference,  to  continue  the  same  calendar  number  where  of  buildings)  under  section  7h  of  the  building 

the  same  premises  is  made  the  subject  of  more  than  zone  resolution,  to  permit  in  a  business  use  dis- 

one  appeal  for  a  zoning  variance.  While,  technically,  trict  the  parking  of  more  than  five  (5)  motor 

the  former  appeal  is  reopened,  as  a  matter  of  fact,  vehicles,  on  a  plot  unbuilt  upon,  for  a  period  of 

if  more  than  a  minor  modification  is  involved  in  the  not  more  than  two  (2)  years, 

new  appeal,  the  procedure  is  identical  with  that  of  PREMISES  AFFECTED— 141-147  East  48th  street,  north 
7r!  appeal.  Therefore,  while  Cal.  No.  272-  side,  110  ft.  east  of  Lexington  avenue  (Block  No 

30-BZ,  has  been  the  title  of  these  appeals,  on  the  1303,  Lot  Nos.  24,  25,  26  and  27),  Borough  of 

previous  hearings  before  this  board,  held  on  December  Manhattan. 

17,  1935,  and  January  7,  1936,  affecting  the  same  prem-  APPEARANCES— 

lses,  the  procedure  was  identical  in  each  case  to  that  For  Applicant :  Samuel  Rosenblum  and  E  J 

followed  in  an  original  appeal.  Carey. 

The  report  of  the  committee  of  January  2,  1936,  For  Opposition:  None, 

appearing  in  the  bulletin  of  the  board,  volume  XXI,  ACTION  OF  BOARD — Application  granted  on  condition 

No.  1,  was  made  after  public  hearing  and  careful  THE  VOTE— 

inspection  of  the  area  and  was  the  basis  of  the  board’s  Affirmative:  Chairman  Murdock,  Commission- 

action  of  January  7,  1936,  in  denying  the  new  appeal  ers  Savage  and  Blum  and  Assistant  Chief 

for  a  zoning  variance.  The  board  endeavored  to  carry  Walsh .  4 

out  its  understanding  of  the  court  order  to  treat  this  Negative  . ! . *  ’  j '  ”  [ .  0 

new  appeal  without  reference  to  previous  appeals  or  Absent  . .  0 
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THE  RESOLUTION— 

(330-36-BZ) 

Whereas,  Samuel  Rosenblum,  for  Shelton  Holding 
Corporation,  owner,  filed  November  6,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
district,  the  parking  of  more  than  five  (5)  motor  vehicles 
on  a  plot  unbuilt  upon  for  a  period  of  not  more  than  two 
(2)  years;  Premises:  141-147  East  48th  street,  north  side, 
110  ft.  east  of  Lexington  avenue  (Block  No.  1303,  Lot 
Nos.  24,  25,  26  and  27),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  12,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;, 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Lexington  avenue  is 
in  a  business  district ;  East  48th  street  E  in  business  and 
residence  uses  and  East  49th  street  is  in  a  business  use 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  16,  1936,  reads: 

“Your  application  for  a  certificate  of  occupancy 
for  parking  space  for  more  than  five  (5)  automobiles 
is  denied  for  the  reason  that  the  premises  is  located 
in  a  business  district  and  the  parking  of  more  than 
five  cars  is  prohibited  by  the  zoning  resolution.’’ 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  90  ft.  and  a  depth  of 
100  ft.  5  in;  it  is  proposed  to  occupy  the  plot  as  a  parking 
space  for  more  than  five  (5)  motor  vehicles;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  section  7-H  of  the  building  zone  resolution  to  grant  a 
variation  for  a  temporary  period  of  two  years  under 
appropriate  conditions ;  and 

Whereas,  after  public  hearing  the  board  deemed  that 
there  is  justification  for  the  board  to  exercise  its  discretion 
to  grant  the  application  under  section  7-H. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  7-H  of  the  building  zone  resolution  for  a  period 
of  two  years  from  the  date  of  this  action,  to  permit  the 
premises  under  appeal  to  be  used  for  the  transient  parking 
of  automobiles,  on  condition  that  the  plot  shall  be  leveled 
substantially  to  the  grade  of  East  48th  street  and  shall 
be  covered  with  rolled  steam  cinders,  properly  bound  to 
prevent  dusting ;  that  the  entrance  to  the  property  shall 
consist  of  one  entrance  only  from  East  48th  street,  which 
may  be  twenty  (20)  ft.  in  width;  with  curb  cut  opposite 
of  similar  width ;  that  on  the  street  building  and  interior 
lot  lines  there  shall  be  erected  a  substantial  woven  wire 
fence  except  where  the  entrance  occurs;  that  pleasure 
vehicles  only  shall  be  parked  as  are  capable  of  operation; 
that  during  the  term  of  this  variance  this  plot  shall  not 
be  used  for  any  other  use  and  no  buildings  shall  be  built 
thereon,  except  a  small  building  not  more  than  10  ft. 
square  and  one  story  high,  to  be  used  as  an  office  and 
shelter  for  the  attendant;  that  proper  aisles  shall  be  main¬ 
tained  at  all  times  for  ease  of  exit  and  ingress ;  that  during 
the  time  the  plot  is  open  for  business  there  shall  be  an 
attendant  on  the  plot;  that  any  lighting  shall  be  so  ar¬ 
ranged  as  to  deflect  downwardly  so  as  not  to  cause  objec¬ 
tion  to  the  adjoining  owners;  that  no  advertising  shall  be 
displayed  on  any  part  of  the  plot  except  there  may  be 
erected  a  flat  sign,  not  extending  beyond  the  building  line 
near  East  48th  street  portion  of  the  property,  advertising 
the  use ;  that  all  permits  shall  be  obtained  within  two 
months  from  the  date  of  this  action. 


72-36-BZ. 

APPLICANT — Rosdniw  Company,  Inc.,  for  Estate  of 
Thomas  Snell,  owner,  The  Manufacturers  Trust 
Co.,  Trustee. 

SUBJECT — Application  (re,  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution,  to  permit  the  extension,  from  a 
retail  use  district  into  a  residence  use  district,  of 
a  business  use  (store)  on  part  of  the  first  story 
of  a  residence  building. 

PREMISES  AFFECTED — 322-332  Lexington  avenue  and 
130  East  39th  street,  southwest  corner  (Block  No. 
894,  Lot  No.  71),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  William  Tucker,  A.  Riggs  and 
Thomas  Flynn. 

For  Opposition:  John  Fox. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(72-36-BZ) 

Whereas,  Rosdniw  Company,  Inc.,  for  Estate  of 
Thomas  Snell,  owner,  the  Manufacturers  Trust  Co., 
trustee,  filed  March  23,  1936,  an  application  under  the 
building  zone  resolution  to  permit  the  extension  from  a 
retail  use  district  into  a  residence  use  district  of  a  busi¬ 
ness  use  ('store)  on  part  of  the  first  story  of  a  residence 
building;  Premises:  322-332  Lexington  avenue  and  130 
East  39th  street,  southwest  corner  (Block  No.  894,  Lot 
No.  71),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  12,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the 
building  zone  resolution  show  that  Lexington  avenue  is 
residence,  south  of  a  point  100  ft.  north  of  East  38th 
street;  Lexington  avenue  is  retail  north  of  a  point  100  ft. 
north  of  East  38th  street;  East  38th  street  is  in  the  resi¬ 
dence  use  district  and  East  39th  street  is  in  retail  and 
residence  use  districts;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  February  24,  1936,  re  Zoning  Violation  No.  47-1935, 
reads : 

“Answering  your  communication  of  February  21, 
1936,  relative  to  zoning  violation  No.  47-1935,  pending 
in  this  department  against  the  above,  premises,  in 
which  request  is  made  that  this  violation  be  withdrawn 
and  cancelled  by  this  department  on  the  grounds  that 
the  building  is  only  partly  in  a  residential  district  and 
the  major  portion  in  the  retail  district,  you  are  advised 
that  the  jurisdiction  to  entertain  appeals  for  relief 
from  this  order  is  the  Board  of  Standards  and  Appeals. 

You  are  further  advised  that  the  commissioner  of 
buildings  has  no  power  to  waive  the  requirements  of 
the  building  zone  resolution.” 

and 

Whereas,  the  existing  building  is  of  fireproof  construc¬ 
tion,  15  stories  in  height,  with  a  frontage  of  118  ft.  6  in. 
on  Lexington  avenue  and  approximately  95  ft.  on  East 
39th  street ;  occupied  as  a  multiple  dwelling  to  be  occupied 
as  a  business  use  (stores)  on  part  of  the  first  story  and 
as  a  multiple  dwelling  above;  and 

Whereas,  this  premises  was  inspected  by  a  committee 
of  the  board,  report  of  which  inspection  was  read  at  this 
hearing,  and  which  report  follows : 
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REPORT  OF  COMMITTEE 

January  4,  1937. 

Cal.  No.  72-36-BZ, 

Premises :  322-332  Lexington  avenue  and  130  East 
39th  street,  southwest  corner,  Manhattan. 

The  premises  under  appeal,  known  as  the  Peter 
Cooper  Hotel,  have  a  frontage  of  118  ft.  6  in.  on 
Lexington  avenue  and  approximately  95  ft.  on  East 
39th  street,  southwest  corner.  The  building  is  15 
stories  in  height.  The  premises  is  cut  by  two  zoning 
use  districts,  so  that  the  most  southerly  21  ft.  on  the 
Lexington  avenue  frontage  is  located  in  a  residence 
use  district,  the  balance  of  the  frontage  being  in  a 
retail  district  use,  by  reason  of  the  amendment  to  the 
zoning  map  by  the  Board  of  Estimate  and  Apportion¬ 
ment  on  October  26,  1934.  Formerly  the  entire  build¬ 
ing  was  in  a  residence  zone. 

The  appeal  papers,  plans  and  photographs,  also  in¬ 
spection  by  committee  of  the  board  disclose  that  any 
business  use  in  the  premises  is  confined  to  the  ground 
floor  only,  and  no  business  use  in  the  portion  of  the 
premises  zoned  for  retail  business  use  has  been  made 
of  any  portion  of  the  building  above  the  ground  floor, 
all  the  upper  floors  being  used  for  apartment  hotel 
purposes.  The  appeal  is  for  permission  to  use  the 
most  southerly  portion  of  the  premises  along  Lexing¬ 
ton  avenue,  21  ft.  of  which  is  in  the  residence  use 
district,  for  store  use  on  the  ground  floor.  This  space, 
entirely  separated  from  the  balance  of  the  building, 
is  now  so  used  under  lease  to  Gristede  Brothers,  as 
a  chain  grocery  and  is  subject  to  a  zoning  violation 
as  to  that  part  of  the  store  located  inside  the  resi¬ 
dential  district. 

Objection  has  been  raised  that  when  the  hotel  was 
built  in  1926,  it  was  designed  so  that  this  portion  of 
the  building  might  readily  be  converted  to  store  use; 
that  other  properties  in  the  area  split  by  two  zoning 
use  districts  have  not  appealed  to  the  board  for  relief ; 
that  the  granting  of  this  appeal  would  set  a  precedent 
and  would  deteriorate  the  immediate  neighborhood ; 
that  the  board  has  no  power  to  grant  such  an  appeal 
on  the  basis  of  a  zoning  violation. 

The  committee  is  of  the  opinion  and  finds  that  the 
building  of  the  apartment  hotel  in  1926  so  that  it 
might  readily  change  this  portion  of  the  building  to 
store  use,  if  permitted,  was  just  business  foresight; 
that  all  properties  in  the  area  split  by  two  zoning 
uses  have  a  right  of  appeal  by  the  terms  of  the  build¬ 
ing  zone  resolution ;  that  no  case  establishes  any 
precedent,  except  in  principle,  as  each  case  must  stand 
or  fall  on  its  own  merits;  that  a  committee  of  the 
board  inspected  the  premises  with  a  view  to  observing 
the  exact  conditions  and  determining  how  best  the 
spirit  and  intent  of  the  zoning  resolution  might  be 
carried  out  with  respect  to  this  property  and  those 
immediately  affected;  that  the  board  has  a  right  to 
entertain  an  appeal  from  a  decision  of  the  superin¬ 
tendent  of  buildings  involving  a  zoning  violation ;  that 
at  the  public  hearing  on  October  16,  1936,  the  chairman 
granted  applicant  the  privilege  of  submitting  his  plan 
to  the  building  commissioner  and  appealing  to  the 
board  for  a  zoning  variance  from  the  building  com¬ 
missioner’s  denial,  and  amending  his  appeal  papers 
accordingly,  so  that  this  appeal  will  not  be  decided 
on  a  technicality  but  on  the  merits  of  the  case.  This 
has  been  done. 

When  the  building  was  constructed  this  store  space 
under  appeal  was  used  as  a  restaurant  primarily  per¬ 
haps  for  the  tenants  of  the  building  but  actually  for 
general  public  use  with  access  both  through  the  build¬ 
ing  _  and  directly  from  Lexington  avenue.  Without 
stating  the  purpose  of  changing  the  use  of  this  res¬ 
taurant  to  a  store,  plans  were  filed  and  approved  for 


an  alteration  to  the  front  which  indicated  that  a  change 
of  use  was  involved.  As  indicated  in  the  decision  of 
the  Court  of  Appeals  in  Monument  Garage  vs.  Levy, 
this  should  have  been  questioned  before  approval. 
There  was,  however,  a  violation  placed  soon  there¬ 
after,  after  attention  was  called  to  the  illegal  use. 
While  it  is  almost  a  legal  axiom  that  those  seeking 
equity  should  have  “clean  hands”  and  while  the  board 
should  not  condone  the  offense  in  this  case  the  com¬ 
mittee  concludes : 

.  After  inspection  of  the  premises  and  full  considera¬ 
tion  of  all  the  facts  and  arguments  presented  that,  as 
against  the  right  to  retail  business  use  on  all  15  stories 
of  that  portion  of  the  building  in  the  retail  zone 
which  is  not  availed  of,  permitting  the  use  of  the  21 
ft.  extending  into  the  residence  district,  for  the  ground 
floor  only  on  the  Lexington  avenue  frontage,  would 
balance  the  equities  in  favor  of  the  most  restricted 
use  for  the  building  as  a  whole;  that  the  property 
immediately  adjoining  in  the  rear,  in  the  same  owner¬ 
ship,  bears  whatever  detriment,  if  any,  results  from 
the  proposed  store  use;  that  the  property  immediately 
adjoining  on  the  south,  like  the  building  under  appeal, 
is  built  on  the  lot  line  and  cannot  be  seriously  affected 
by  this  one  store  in  addition  to  the  other  stores  now 
on  the  Lexington  avenue  frontage  of  this  building 
and  adjacent  even  within  the  residential  district. 

The  action  of  the  Board  of  Estimate  necessarily 
established  a  line  between  the  retail  and  the  residence 
districts.  Following  the  rule,  this  line  generally  estab¬ 
lished  in  the  centre  of  the  block  was  set  as  100  ft. 
north  of  East  38th  street  without  reference  to  the 
fact  that  it  cut  through  a  developed  plot.  This  varia- 
tion  should  be  viewed  as  a  proper  one  under  section 
7(c)  and  as  a  justified  transition  in  use  where  the 
retail  zone  adjoins  the  residence  zone,  with  a  solid 
brick  wall  separating  this  space  from  the  adjoining 
residential  district  and  confined  to  the  ground  floor 
space  with  the  cellar  underneath.  To  say  that  this 
space  can  be  used  for  residence  purposes  is  equivalent 
to  saying  that  any  store  space  can  be  altered  to  such 
use.  Access  as  suggested  through  the  corridor  passing 
legal  store  doors  on  one  side  and  stairhalls  and  toilet 
rooms  on  the  other  is  not  such  an  approach  as  would 
justify  a  satisfactory  rental  from  a  doctor  or  apart¬ 
ment  tenant  if  such  could  be  found  to  occupy  street 
level  space.  From  Lexington  avenue  the  entrance 
is  between  the  building  service  entrance  and  an  old 
brownstone  building  occupied  for  apartments  and 
rooms,  the  owner  of  which  does  not  oppose  this  appeal. 

The  committee  recommends  that  the  board  grant 
this  appeal,  subject  to  such  safeguards  and  limitations 
store  use  as  will  permit  the  applicant  a  reason¬ 
able  use  of  the  property  under  appeal  and  at  the  same 
time  protect  the  immediately  adjoining  premises  and 
the  general  area.  These  conditions  should  include 
compliance  with  the  building  code  and  multiple  dwell- 
ing  law,  limitation  of  signs  to  a  permanent  flat  sign 
directly  over  the  show  window  and  neatly  painted 
pcimanent  signs  on  the  glass  show  window  and  door, 
limitation  of  the  sale  of  delicatessen  products  as  sup¬ 
plementary  to  the  general  business  as  a  grocery  store 
to  a  six  foot  counter,  proper  mechanical  ventilation 
of  the  rear  room  where  such  products  are  prepared. 
1  he  term  should  be  limited  to  five  years  and  limited 
to  the  existing  occupancy  without  change  or  approval 
of  change  by  this  board.  The  chute  to  cellar  should 
be  eliminated,  access  to  cellar  should  be  entirely 
through  the  store  or  through  the  service  entrance  of 
the  hotel.  The  owner  and  tenant  should  agree  to 
eliminate  the  use  of  hand  delivery  trucks,  parking  of 
manager’s  or  employees’  cars  during  the  day  at  the 
curb,  elimination  of  all  temporary  signs  and  neon  signs 
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outside  or  showing  from  the  inside  and  upon  a  limi¬ 
tation  of  time  when  supply  truck  may  deliver  mer¬ 
chandise. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman 

BERNARD  A.  SAVAGE. 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 

and 

Whereas,  this  report  recommended  the  granting  of  this 
application  under  appropriate  conditions ;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  section  7,  subdivision  C  of  the  building  zone  resolution, 
to  exercise  its  discretion  in  this  application. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-C  thereof  for  a  period  of  five  years  from  the  date  of 
this  action  to  permit  that  portion  of  the  street  floor  toward 
the  southerly  portion  of  the  building  within  the  district 
zoned  for  residential  use  and  the  cellar  space  beneath  to 
be  used  for  business  purposes  as  a  retail  grocery  store, 
on  condition  that  the  construction  within  and  enclosing 
the  space  to  be  used  for  business  purposes  is  made  to 
comply  with  the  requirements  of  the  multiple  dwelling 
law,  building  code  and  all  other  laws,  rules  and  regu¬ 
lations  applicable  thereto  and  for  the  use  and  occupancy 
herein  permitted ;  that  the  store  front  shall  not  be  further 
altered  except  that  the  door  to  chute  to  cellar  shall  be 
removed  and  replaced  by  materials  similar  to  adjoining 
portion  of  the  base  below  the  show  window ;  that  signs 
shall  be  restricted  to  the  existing  flat  unilluminated  sign 
over  the  show  window  and  to  lettering  neatly  painted  on 
glass  show  windows  and  doors  excluding  all  illuminated 
signs  on  the  exterior  or  visible  from  the  street  through 
the  show  windows  and  all  signs  of  a  temporary  nature ; 
that  display  of  delicatessen  products  shall  be  limited  to  a 
six  foot  counter  and  sale  of  such  products  shall  be  inci¬ 
dental  to  the  general  business  of  a  retail  grocery;  that 
proper  mechanical  ventilation  shall  be  installed  in  rear 
room  where  products  are  prepared  and  where  an  open 
flame  is  maintained  and  mechanical  refrigeration  is  em¬ 
ployed;  that  retail  deliveries  shall  be  made  without  the 
use  of  hand  push  carts;  that  deliveries  of  supplies  shall 
be  made  through  the  store  door  or  through  the  service 
entrance  of  the  building  and  shall  be  limited  to  not  over 
one  hour  during  the  morning  of  each  business  day;  that 
automobiles  of  anyone  connected  with  the  business  shall 
not  be  permitted  to  be  parked  within  the  block  on  Lex¬ 
ington  avenue;  that  a  new  certificate  of  occupancy  shall 
be  obtained  which  shall  in  view  of  this  variation  limit 
permitted  business  use  in  the  building  to  street  floor  and 
cellar  and  that  all  work  required  to  be  done  by  this  reso¬ 
lution  shall  be  completed  within  three  months  of  the  date 
of  this  action. 


492-27-BZ. 

APPLICANT— Theodore  L.  Soontup,  for  Halward 
Realty  Corporation,  owner. 

SUBJECT — Request  for  reopening — amendment — re  order 
of  the  commissioner  of  buildings — re  application, 
granted  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 1134-1 144  East  New  York  ave¬ 
nue,  southwest  corner  of  East  98th  street  (Block 
No.  4600,  Lot  No.  7),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Martin  Levison. 

ACTION  OF  BOARD — Request  to  reopen  denied. 


THE  VOTE  TO  REOPEN— 

Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(492-27-BZ) 

Whereas,  this  application  affecting  1134-1144  East  New 
York  avenue,  southwest  corner  of  East  98th  street  (Block 
No.  4600,  Lot  No.  7),  Borough  of  Brooklyn,  was  granted 
by  the  board,  February  28,  1933,  resolution  amended  May 
31,  1933  and  September  18,  1936,  and  a  further  request  has 
been  made  to  reopen  and  amend  as  to  a  sign  on  these 
premises ;  and 

Whereas,  the  board  found,  after  inspection  by  a  com¬ 
mittee,  that  there  was  no  justification  for  the  proposed 
signs  which  have  been  already  erected  contrary  to  the 
conditions  of  the  resolution  and  that  in  other  respects 
such  conditions  had  not  been  complied  with. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 


58-32-BZ. 

APPLICANT— Irving  Adelsohn,  for  Frank  J.  Mahoney, 
owner. 

SUBJECT— Application  for  reopening — consideration  un¬ 
der  new  proposal — re  (decision  of  the  commis¬ 
sioner  of  buildings)  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

PREMISES  AFFECTED— 5701-5711  20th  avenue  and 
2002-2012  57th  street,  southeast  corner  (Block  No. 
5500,  Lot  No.  6),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Samuel  Flaun. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(58-32-BZ) 

Whereas,  the  applicant,  desires  a  zoning  variance  to  per¬ 
mit  the  use  of  the  premises  as  a  gasoline  service  station 
in  place  of  a  garage  previously  denied  and  requests  a  re¬ 
opening  of  the  previous  appeal  for  the  consideration  of 
the  new  proposal  under  the  usual  procedure  as  in  a  new 
application. 

Resolved,  that  the  application  be  and  it  hereby  is  re¬ 
opened  for  consideration  of  the  new  proposal  subject  to 
the  usual  procedure  as  in  a  new  application. 


335-35-BZ. 

APPLICANT — Sidney  H.  Kitzler,  for  Anna  Gidseg, 
owner. 

SUBJECT — Application  for  reopening  —  amendment — re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  7c  of  the  building  zone 
resolution,  permitting  the  extension  from  an  un¬ 
restricted  use  district  into  a  residence  use  district 
of  a  proposed  warehouse,  garage  for  more  than 
five  ('5)  motor  vehicles  and  a  loading  platform. 

PREMISES  AFFECTED — 167-03  to  167-09  108th  road, 
north  side,  117  ft.  5  in.  west  of  Merrick  road; 
108-18  Merrick  road,  west  side,  20  ft.  north  of 
108th  road  (Block  No.  1241,  Lot  Nos.  15-18),  Ja¬ 
maica,  Borough  of  Queens. 
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APPEARANCES— 

For  Applicant:  Sidney  H.  Kitzler  and  Philip 
Freshman. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  . . .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(335-35-BZ) 


Whereas,  this  application  affecting  premises  167-03  to 
167-09  108th  road,  north  side,  117  ft.  5  in.  west  of  Merrick 
road;  108-18  Merrick  road,  west  side,  20  ft.  north  of 
108th  road  (Block  No.  1241,  Lot  Nos.  15-18),  Jamaica, 
Borough  of  Queens,  was  granted  by  the  board,  May  12, 
1936,  on  certain  conditions,  resolution  amended  June  23, 
1936,  and  applicant  requested  a  further  amendment  of  the 
resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolutions  of  May  12,  1936  and  June 
23,  1936,  so  that  as  amended  it  shall  read: 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  and  that  the  application  be 
and  it  hereby  is  granted  under  section  7-C,  permitting 
the  rear  portion  of  the  existing  building  on  Lot  15, 
Block  1241,  to  be  used  for  business  purposes  in  con¬ 
junction  with  the  use  and  occupancy  of  the  existing 
building  on  this  plot  and  permitting  the  erection  of 
the  proposed  one-story  storehouse  building,  as  indi¬ 
cated  on  revised  floor  plans  and  elevations  marked 
“Received  December  10,  1936,”  on  condition  that  this 
building  shall  be  constructed  on  the  southerly,  west¬ 
erly  and  northerly  elevations  of  face  brick  with  stone 
and  terra  cotta  coping;  that  there  shall  be  no  win¬ 
dows  on  any  of  the  interior  lot  line  walls  opening 
upon  adjacent  property;  that  the  roof  may  be  of  wood 
beams  and  wood  boarding,  supported  on  steel  girders 
and  steel  columns,  provided  the  ceiling  in  the  ware¬ 
house  portion  is  protected  with  metal  ceiling  not  less 
than  28-gauge,  providing  the  roof  weather  surfacing 
is  of  non-inflammable  material ;  that  the  skylights  shall 
have  metal  frames  and  sash  and  be  glazed  with  thin 
glass  with  screens  over  and  under  and  no  part  of  any 
skylight  shall  be  nearer  than  6  ft.  to  the  interior  lot 
line ;  that  that  portion  of  the  building  marked  “Drive¬ 
way  for  five  cars”  shall  have  a  concrete  floor  and  be 
separated  from  the  balance  of  the  building  with  brick 
walls  and  roller  curtains  at  entrance  to  loading  plat¬ 
form  with  sliding  wood  doors  at  the  street  line;  that 
the  ceiling  over  this  driveway  space  shall  be  fire- 
retarded  in  accordance  with  the  rules  of  the  Board 
of  Standards  and  Appeals ;  that  the  cellar  under  the 
building  shall  be  restricted  to  a  space  for  heating  pur¬ 
poses  only,  separated  from  the  balance  of  the  building 
with  fireproof  construction,  enterable  from  the  ex¬ 
terior  only;  that  the  building  shall  be  used  as  a  ware¬ 
house  for  incombustible  materials,  consisting  of  stoves, 
plumbing  fixtures  and  similar  material ;  that  all  per¬ 
mits  shall  be  obtained  and  all  work  completed  within 
one  year  from  the  date  of  this  action.” 

214-34-BZ. 

APPLICANT — Benjamin  N.  Brody,  for  Peter  Schwartz, 
owner. 


SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
change  of  occupancy  of  an  existing  building  to  a 
junk  shop  for  a  temporary  period. 

PREMISES  AFFECTED  —  412-414  Manhattan  avenue, 
southeast  corner  of  Richardson  street  (Block  No. 
2734,  Lot  No.  7),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Benjamin  N.  Brody. 

ACTION  OF  BOARD — Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(214-34-BZ) 


Whereas,  this  application  affecting  premises  412-414 
Manhattan  avenue,  southeast  corner  of  Richardson  street 
(Block  No.  2734,  Lot  No.  7),  Borough  of  Brooklyn,  was 
granted  by  the  board  November  20,  1934,  on  certain  condi¬ 
tions  and  applicant  requested  an  extension  of  the  permit. 

Resolved,  That  the  resolution  adopted  by  the  board  No¬ 
vember  20,  1934,  be  and  it  hereby  is  amended  so  that  as 
amended  it  shall  read  : 

“ Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  for  a  period  of  two  years  from  the 
date  of  this  action,  permitting  the  premises  under  ap¬ 
peal  to  be  used  for  the  storage  of  second-hand  bottles 
in  the  basement  and  second-hand  metals  on  the  first 
floor  on  condition  that  the  floor  beams  shall  be 
strengthened  as  may  be  required  by  the  commissioner 
of  buildings  for  the  load  they  will  be  called  upon  to 
carry ;  that  the  building  shall  be  not  increased  in  height 
or  area  and  that  no  additional  signs  shall  be  attached 
to  the  building  now  in  existence.” 


353-35-BZ. 

APPLICANT — George  W.  Rappold,  for  Reinhold  A.  Skel¬ 
ton,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 86-08  Broadway,  west  side,  62 
ft.  south  of  51st  street  (Maurice  avenue),  (Block 
No.  1549,  Lot  No.  12),  Elmhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Geo.  W.  Rappold  and  W.  J.  Bell. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  .  0 

Absent  . Q 
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THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(353-35-BZ) 

Whereas,  this  application  affecting  premises  86-08 

Broadway,  west  side,  62  ft.  south  of  51st  street  (Maurice 

avenue),  (Block  No.  1549,  Lot  No.  12),  Elmhurst,  Borough 
of  Queens,  was  granted  by  the  board,  March  17,  1936,  on 
certain  conditions  and  applicant  requested  an  amendment 
of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
March  17th,  1936  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  to  permit  the  erection  and  use  of  the 
proposed  one-story  garage  building  as  indicated  on 
plans  filed  with  this  appeal,  on  condition  that  the  build¬ 
ing  shall  be  located  as  indicated  in  rear  of  Lot  12, 
adjacent  to  the  easterly  line  of  the  proposed  Reeder 
street;  that  the  garage  shall  be  exclusively  for  the 
storage  of  automobiles  used  in  conjunction  with  the 
operation  of  the  undertaking  business  located  on  front 
of  this  lot  at  premises  known  as  86-08  Broadway;  that 
the  ceiling  of  this  building  shall  be  fire  retarded  in 
accordance  with  the  Rules  of  the  Board  of  Standards, 
and  Appeals,  unless  the  roof  is  constructed  of  steel 
beams,  steel  purloins  and  galvanised  steel  corrugated 
sheet  roofing,  in  which  case  the  fire-retarding  may  be 
omitted;  and  the  weather  surfacing  of  the  roof  shall 
be  of  non-inflammable  material,  unless  the  roof  is 
covered  with  steel  corrugated  asbestos  and  protected 
roofing;  that  no  windows  shall  be  installed  in  the 
garage  walls  parallel  to  the  side  lot  lines  unless  the 
distance  between  such  walls  and  side  lot  lines  is  at 
least  7  ft. ;  that  this  variation  is  granted  only  so  long 
as  the  building  is  used  as  herein  permitted ;  and  that 
all  permits  shall  be  obtained  and  all  work  shall  be 
completed  within  one  year  from  the  date  of  this 
action.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 


301-36- A. 

APPLICANT — Margaret  Farrell,  lessee. 

SUBJECT — Appeal  from  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 619-621-623  East  163rd  street, 
northside,  60  ft.  West  of  Cauldwell  avenue  and 
606-608  Teasdale  place  (Block  No.  2621,  Lot  Nos. 
29,  30,  31,  18  and  20),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Laid  over  to  February  2,  1937,  at 
2  P.M.  on  request  of  board. 


349-36-A. 

APPLICANT — Blandy,  Mooney  &  Shipman,  for  George 
Ehret  Columbus  Circle  Corporation,  owner. 

SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1796-1808  Broadway,  232-240 
Central  Park  South  and  235-241  West  58th  street 
(Block  No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 


APPEARANCES— 

For  Applicant:  John  A.  Brough  and  Max  Seigel. 
For  Opposition:  Clifford  L.  Tischenor,  Joseph  F. 
Addonizio,  Aug  Franzen,  Robert  Gellespie,  and 
De  Witt  Lockman. 

ACTION  OF  BOARD— Laid  over  to  January  26,  1937,  at 
2  P.M.  for  determination  of  board.  No  further 
argument. 

361 -36- A. 

APPLICANT— A.  P.  Stewart,  for  E.  W.  Bliss  Co.,  owner. 
SUBJECT — Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 5302-5324  2nd  avenue,  north 
side,  from  53rd  street  to  54th  street  (Block  No. 
812,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  G.  Fromen. 

For  Administration:  Inspector  Carrol,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  January  26,  1937  at 
2  P.M.  on  request  of  Inspector  of  Department  of 
Buildings. 


371-36- A. 

APPLICANT— Metropolitan  Paint  Manufacturing  Corp., 
lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 51-03  Van  Dam  street,  south¬ 
east  corner  of  Borden  avenue  (Block  No.  305,  Lot 
No.  17),  Long  Island  City,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Julius  Droisen. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD— Laid  over  to  January  26,  1937  at 
2  P.M.  on  request  of  applicant’s  representative. 


372-36-A. 


APPLICANT — Buckingham  Wax  Corporation,  lessee. 
SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 51-03  Van  Dam  street,  south¬ 
east  corner  of  Borden  avenue  (Block  No.  305,  Lot  . 
No.  17),  Long  Island  City,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Julius  Droisen. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Laid  over  to  January  26,  1937,  at 
2  P.M.  on  request  of  applicant’s  representative. 


380-36- A. 

APPLICANT — Samuel  Rosenblum,  for  One  Fourteen 
Liberty  Street  Corporation,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 114-118  Liberty  street,  south 
side,  77  ft.  2/  in.  west  of  Church  street  and  119- 
121  Cedar  street  (Block  No.  52,  Lot  No.  25), 
Borough  of  Manhattan. 


4 

- 


APPEARANCES— 


For  Applicant :  Samuel  Rosenblum. 

For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  January  19,  1937,  at 
2  P.M.  for  further  informaton. 

373-36- A. 

APPLICANT — Miller  and  Goldhammer,  for  A.  F.  &  G. 
Realty  Corporation,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 


72 


MINUTES 


PREMISES  AFFECTED — Block  front,  north  side  of  La¬ 
fayette  avenue,  between  Metcalf  avenue  and  Fteley 
avenue  (Block  No.  3633,  Lot  No.  1),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant :  Albert  Goldhammer. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  ■  Chairman  Murdock.  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(373-36-A) 

Whereas,  Miller  and  Goldhammer,  for  A.  F.  &  G.  Realty 
Corporation,  owner,  filed  on  December  10,  1936,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings,  affect¬ 
ing  premises,  north  side  of  Lafayette  avenue,  between 
Metcalf  avenue  and  Fteley  avenue  (Block  No.  3633,  Lot 
No.  1),  Borough  of  The  Bronx;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
on  new  building  application  No.  293-36,  dated  November 
10,  1936,  reads  as  follows : 

“Your  request  relative  to  the  acceptance  of  the  fire 
area  of  the  premises  enumerated  as  follows : 

Block  front,  north  side  Lafayette  avenue  between 
Metcalf  and  Fteley  avenues  will  have  to  be  denied  as 
the  commissioner  of  buildings  has  no  power  to  make 
this  change,  no  definite  hardship  having  been  indicated. 

I  would  suggest  that  you  take  this  matter  up  with 
the  Board  of  Standards  and  Appeals  who  are  em¬ 
powered  to  grant  you  the  relief  requested.” 

and 

Whereas,  the  premises  in  question  consist  of  a  6-story 
multiple  dwelling  located  partly  in  a  business  and  partly 
in  a  residence  use  district,  which  it  is  proposed  to  erect 
as  one  unit  in  a  proposed  development  which  will  ulti¬ 
mately  consist  of  ten  similar  units.  The  building  in  ques¬ 
tion  fronts  200  ft.  on  Lafayette  avenue  and  extends  north¬ 
erly  82  ft.  therefrom,  the  easterly  and  westerly  fire  areas 
will  be  3,000  sq.  ft.  each,  the  central  portion  will  be  2,500 
sq.  ft. ;  and 

Whereas,  the  applicant  contends  that  at  the  time  the 
plans  were  prepared  it  was  expected  that  the  new  building 
code  would  be  approved  by  the  Board  of  Aldermen  and 
that  the  proposed  3,000  sq.  ft.  fire  area  will  be  permitted 
by  the  new  code ;  that  these  buildings  are  to  be  low  cost 
housing  project  which  has  been  approved  by  the  F.H.A. 
and  it  would  be  a  hardship  at  this  .time  to  change  the 
plans  as  it  would  necessitate  obtaining  another  approval 
from  the  F.H.A.  and  change  the  cost  of  construction. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings,  Application  No.  293-36  be  and  it  hereby  is  modi¬ 
fied,  and  that  the  appeal  be  and  it  hereby  is  granted, 
varying  the  requirements  of  section  72  (e)  of  the  building 
code  and  permitting  the  proposed  sectionizing  of  the 
multiple  dwelling  on  condition  that  the  area  between  the 
fire  walls  in  no  instance  will  exceed  3,000  sq.  ft. ;  that  in 
all  other  respects  the  requirements  of  the  building  code 
and  all  other  laws  and  regulations  applicable  thereto  shall 
be  complied  with;  and  that  this  variance  shall  not  be 
taken  as  a  precedent  for  general  application. 


381-36-A. 

APPLICANT — Samuel  Rosenblum,  for  Sternfeld  Building 
Company,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 317-323  East  34th  street,  north 
side,  185  ft.  8-4/7  in.  east  of  Second  avenue 
(Block  No.  940,  Lot  No.  12),  Borough  of  Man¬ 
hattan. 


APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(381-36-A) 

Whereas,  Samuel  Rosenblum  for  Sternfeld  Building 
Company,  owner,  filed  December  19,  1936,  an  appeal  from 
an  order  and  a  decision  of  the  commissioner  of  buildings 
affecting  premises  317-323  East  34th  street,  northside,  185 
ft.  8-4/7  in.  east  of  Second  avenue  (Block  No.  940,  Lot 
No.  12),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
(30303-F)  dated  October  6/36,  reads  as  follows: 

“1.  Raise  standpipe  tank  to  twenty  foot  above  the 
outlet  of  highest  story  and  properly  support  same  as 
per  Sec.  580-1,  Chapter  5,  Code  of  Ordinances.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  December  16,  1936,  reads  as  follows: 

“Your  letter  of  the  12th  instant,  requesting  recon¬ 
sideration  of  Order  No.  30303-F,  is  hereby  acknowl¬ 
edged. 

In  reply,  you  are  advised  that  no  reconsideration 
may  be  given,  in  view  of  the  fact  that  this  item  has 
been  issued  under  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals.  Therefore,  we  have  no  alterna¬ 
tive,  but  to  deny  your  request.” 

and 

Whereas,  the  building  is  fireproof,  twelve  stories  in 
height,  89  ft.  3-3/7  in.  by  98  ft.  9  in.  in  area  on  the  first 
floor  and  89  ft.  3-3/7  in.  by  88  ft.  10  in.  in  area  above; 
erected  in  1909  and  equipped  with  a  sprinkler  system  and 
a  standpipe  system;  OCCUPIED:  Cellar,  storage,  25  per¬ 
sons;  above,  factory  occupancy  throughout,  the  following 
number  of  persons  per  floor — 1st  fl. — 25  persons;  2nd  fl. — 
25  persons;  3rd  fl.— 100  persons;  4th  fl.— 40  persons;’  5th 
fl.— 35  persons  ;  6th  fl.— 20  persons  ;  7th  fl.— vacant ;  8th  fl.— 
15  persons;  9th  fl.— 15  persons;  10th  fl.— 15  persons;  11th 
fl. — 10  persons;  12th  fl. — 125  persons;  and 

.Whereas,  the  applicant  contends  the  building  is  occu¬ 
pied  for  factory  purposes  mainly,  that  it  is  equipped  with 
three  means  of  egress,  two  interior  fireproof  enclosed 
stairways,  and  one  existing  outside  iron  stairway  with  fire¬ 
proof  windows  on  the  course  of  same;  that  it  is  equipped 
with  an  automatic  sprinkler  system  throughout,  having 
10,000  gallon  gravity  tank  and  7,500  gallon  pressure  tank, 
that  in  addition,  there  is  a  standpipe  equipment  connected 
to  two  tanks  on  the  roof  with  ample  water  supply;  that 
these  tanks  are  situated  17  ft.  above  the  top  floor  outlet 
and  the  only  variance  requested  is  that  in  regard  to  the 
height  of  these  tanks;  that  it  would  be  a  great  hardship 
to  change  this  condition  which  has  been  in  existence  for 
so  many  years,  where  the  height  while  not  20  ft.  above 
is  17  ft.  above,  so  that  the  difference  in  pressure  is  very 
slight ;  that  in  view  of  the  fire  fighting  facilities  now 
available  in  the  building,  and  as  the  difference  in  height 
is  .  slight,  it  is  respectfully  requested  that  the  existing 
height  of  the  tanks  be  accepted. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  30303-F,  Item  1,  be  and  it  hereby  is  modified, 
and  that  the  appeal  be  and  it  hereby  is  granted,  permit¬ 
ting  the  standpipe  tanks  to  remain  at  their  present  level, 
provided  they  are  not  less  than  17  ft.  above  the  highest 
hose  outlet  in  the  top  story  on  condition  that  Order  No. 
30304-F,  Item  1,  requiring  a  reserve  of  3,500  gallons  of 
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water  at  all  times  for  standpipe  shall  be  complied  with 
and  that  in  all  other  respects,  other  than  as  modified 
herein  the  Standpipe  Fire-Line  Rules  of  the  Board  of 
Standards  and  Appeals  shall  be  complied  with. 


391 -36- A. 

APPLICANT— George  A.  Boehm,  for  Jerome  Tanen- 
baum,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 83-85  Greene  street  and  128- 
132  Spring  street,  southwest  corner  (Block  No. 
486,  Lot  No.  17),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  George  A.  Boehm. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(391-36-A) 

Whereas,  George  A.  Boehm,  for  Jerome  Tanenbaum, 
owner,  filed  December  29,  1936,  an  appeal  from  a  decision 
of  the  commissioner  of  buildings,  affecting  premises :  83-5 
Greene  street  and  128-132  Spring  street,  southwest  corner 
(Block  No.  486,  Lot  No.  17),  Borough  of  Manhattan ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  November  30,  1936,  Alt.  App.  No.  1595-1936,  reads: 
“No.  11.  Cellar  ceiling  must  be  fire  retarded.” 

and 

Whereas,  the  building  in  question  which  was  erected 
about  1880  is  located  in  an  unrestricted  district  and  was 
used  as  a  factory  prior  to  1916,  is  of  ordinary  brick  con¬ 
struction,  51  ft.  by  97  ft.  11  in.  in  area,  to  be  reduced  to 
2  stories,  35  ft.  in  height  and  to  be  occupied  as  follows: 
cellar,  storage  and  boiler  room;  1st  floor,  factory,  80 
persons ;  2d  floor,  factory,  80  persons ;  and 

Whereas,  the  applicant  contends  that  the  work  now 
being  done  on  this  structure  is  an  alteration  to  an  existing 
factory  building  and  that  no  change  in  occupancy  is  con¬ 
templated  or  will  be  permitted  under  the  certificate  of 
occupancy  to  be  issued  upon  completion  of  the  work;  that 
section  No.  440  of  the  building  code  definitely  excludes 
from  the  requirement  of  fire  retarding  cellar  ceilings,  the 
ceilings  of  buildings  in  which  there  is  no  change  in  occu¬ 
pancy ;  and  that  it  is  therefore  unwarranted  and  an  un¬ 
necessary  hardship  to  require  the  cellar  oeiling  of  this 
building  to  be  fire  retarded. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  November  30,  1936,  in  connection  with  Altera¬ 
tion  No.  1595-36  be  and  it  hereby  is  reversed,  and  that  the 
appeal  be  and  it  hereby  is  granted  on  condition  that  the 
building  code  and  all  other  laws  and  regulations  applicable 
to  this  building  shall  be  complied  with  in  all  other  respects. 


200-36- A. 

APPLICANT — Daniel  Marshall,  for  Tidewater  Oil  Com¬ 
pany,  owner  of  truck  herein  involved. 

SUBJECT— Application  for  reopening— extension  of  time 
— re  Appeal  from  an  order  of  the  fire  commis¬ 
sioner  affecting  the  use  of  a  gravity  tank  truck 
for  transportation  and  delivery  of  gasoline. 

PREMISES  AFFECTED— World’s  Fair  Site,  northwest 
corner  of  Queens  avenue  and  58th  street  (Block 
No.  209,  Lot  No.  51),  (Flushing  Meadows),  Co¬ 
rona,  Borough  of  Queens. 


APPEARANCES— 

For  Applicant :  Daniel  Marshall. 

ACTION  OF  BOARD— Application  reopened,  and  time 

PYtpnnpn 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(200-36- A) 

Whereas,  this  appeal  affecting  premises  World’s  Fair 
site,  specifically,  northwest  corner  of  Corona  avenue  and 
58th  street  (Block  No.  209,  Lot  No.  51),  Flushing  Mea¬ 
dows,  Corona,  Borough  of  Queens,  was  granted  by  the 
board  July  7,  1936,  time  extended  October  14,  1936,  and 
applicant  requests  a  further  extension  of  time. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  7,  1936,  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  the  term  of  the  permit,  so  that  as 
amended  this  portion  of  the  resolution  will  read: 

“permitting  truck  under  appeal  to  be  used  for  a  period 
of  six  (6)  months  from  the  date  of  this  amended 
resolution;  the  resolution  of  July  7,  1936,  otherwise 
to  be  complied  with.” 


161-36-A. 

APPLICANT — Jno.  B.  Snook  Sons-Victor  C.  Farrar,  for 
Stern  Bros.,  lessees. 

SUBJECT — Application  for  reopening — amendment  —  re 
Appeal  from  the  decision  of  the  commissioner  of 
buildings  and  the  board  of  buildings. 

PREMISES  AFFECTED— 31-45  West  42nd  street,  north 
side,  208  ft.  east  of  Sixth  avenue,  36-68  West 
43rd  street  and  1110-1116  Sixth  avenue  (Block  No. 
1258,  Lot  No.  9),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Hubert  C.  Bowman. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(161-36-A) 


Whereas,  Stern  Brothers,  lessees,  filed  June  1,  1936,  an 
appeal  from  decisions  of  the  commissioner  of  buildings 
and  the  board  of  buildings,  affecting  premises  31-45  West 
42nd  street,  north  side,  208  ft.  east  of  6th  avenue,  36-68 
West  43rd  street  and  1110-1116  6th  avenue,  southeast  cor¬ 
ner  (Block  No.  1258,  Lot  No.  9),  Borough  of  Manhattan; 
and 

Whereas,  this  appeal  was  granted  by  the  board  June 
23,  1936,  subject  to  the  submission  of  working  drawings 
carrying  out  the  recommendations  of  the  committee  and 
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subject  to  such  further  conditions  as  the  board  may  see 
fit  to  require  after  said  drawings  are  submitted ;  and 
Whereas,  working  drawings  were  submitted  and  con¬ 
ditions  were  imposed  and  applicant  requested  an  amend¬ 
ment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
June  23,  as  amended  by  resolution  adopted  July  7,  1936, 
be  and  it  hereby  is  amended  so  that  as  amended  the  reso¬ 
lution  will  read : 

“Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  modified  and  the  appeal 
be  and  it  hereby  is  granted,  subject  to  plans  submitted 
and  previously  approved,  so  as  to  permit  the  installa¬ 
tion  of  escalators  in  the  building  under  appeal,  on 
condition  that  the  installation  shall  be  of  fireproof 
construction  throughout ;  that  the  steel  baffles  shall 
be  constructed  as  indicated  on  plans ;  that  the  sprinkler 
curtain  shall  be  installed  with  heads  as  indicated  in 
addition  to  the  present  sprinkler  system ;  that  where 
any  sprinkler  heads  are  closer  together  than  4  ft.  a 
metal  reflector  shall  be  installed  at  each  such  head  to 
prevent  water  cooling ;  that  the  roller  shutter  at  the 
top  of  each  opening  per  floor  shall  be  constructed  as 
shown  and  made  so  as  to  be  readily  operated  by  hand 
by  means  of  a  chain  permanently  secured  by  heavy 
ring  to  the  bottom  rail  of  the  shutter  and  supported 
on  hook  brackets  so  as  to  be  at  all  times  readily  avail¬ 
able ;  that  this  chain  shall  be  what  is  known  as  an 
iron  Jack  chain  weighing  not  less  than  Y  lb.  per  run¬ 
ning  foot;  that  on  all  shutters  directly  above  the  bot¬ 
tom  rail  there  shall  be  painted  in  black  letters 
not  less  than  3  in.  in  height,  the  words  “close  shutter 
to  floor”  with  an  arrow  pointing  downwardly ;  that 
a  gong,  as  indicated,  shall  be  installed  at  each  esca¬ 
lator  run,  operated  by  means  of  push  buttons  located 
centrally,  two  to  a  floor,  the  pushing  of  any  such  but¬ 
ton  to  ring  gongs  on  all  floors  as  a  signal  to  close 
escalator  curtains ;  that  instructions  to  all  superintend¬ 
ents  and  section  managers  shall  include,  in  addition 
to  general  instructions  as  to  use  of  fire  extinguishing 
equipment  and  exits  in  case  of  fire,  instruction  and 
monthly  drill  as  to  closing  escalator  shaft  curtains  so 
that  responsibility  will  at  all  times  be  fixed  on  attend¬ 
ants  on  each  floor  to  the  end  that  curtains  are  imme¬ 
diately  closed  upon  the  sounding  of  the  gong  signal ; 
that  the  closing  of  curtains  shall  automatically  stop 
all  escalators;  that  this  variance  is  granted  only  so 
long  as  the  building  is  occupied  as  a  department  store 
by  Stern  Brothers  and  only  so  long  as  fire-extinguish¬ 
ing  equipment  and  exits  thereto  are  maintained  to 
the  satisfaction  of  the  administrative  official  having 
jurisdiction. 


VARIATIONS  OF  LABOR  LAW 

362-36- S. 

APPLICANT — A.  P.  Stewart,  for  E.  W.  Bliss  Co.,  owner. 
SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

;  PREMISES  AFFECTED— 5302-5324  Second  avenue, 
north  side,  from  53rd  street  to  54th  street  ('Block 
No.  812,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  G.  Fromen. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  January  26,  1937  at 
2  P.M.  on  request  of  Inspector  of  Department  of 
Buildings. 

193-36-S. 

APPLICANT — Frank  Ragone,  for  D.  Fox,  owner. 
SUBJECT — Variation  of  the  labor  law  as  cited  in  deci¬ 
sions  of  the  health  commissioner. 


PREMISES  AFFECTED — 2101  Second  avenue,  west  side, 
75  ft.  north  of  East  108th  street  (Block  No.  1658, 
Lot  No.  24),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Abraham  Zemlock. 

For  Administration :  Inspector  Edward  Messer, 
Department  of  Health. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  Q 


THE  RESOLUTION— 

(193-36-S) 

Whereas,  Frank  Ragone,  for  D.  Fox,  owner,  filed  on 
June  24,  1936,  an  application  for  a  variation  of  the  labor 
law  as  cited  in  decision  of  the  Health  Department  and  a 
decision  of  the  Board  of  Health  affecting  premises  2101 
Second  avenue,  west  side,  75  ft.  north  of  East  108th  street 
(Block  No.  1658,  Lot  No.  24),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  Health  Department  reads 
as  follows  and  is  dated  May  28,  1936: 

“Letter  of  approval  from  Building  Department  is 
required” ; 

and 

Whereas,  the  decision  cf  the  Board  of  Health,  dated 
April  15,  1936  (No.  3622-A),  reads  as  follows: 

“At  a  meeting  of  the  Board  of  Health  of  the  Depart¬ 
ment  of  Health  of  The  City  of  New  York,  held  April 
15,  1936,  your  application  for  a  permit  to  conduct 
sanitary  permit  for  a  cellar  bakery,  2101  2nd  avenue, 
in  the  Borough  of  Manhattan  was  denied”; 

and 

Whereas,  the  premises  consist  of  a  building  of  ordinary 
brick  construction,  erected  about  1884,  25  ft.  by  86  ft.  in 
area,  5  stories  and  cellar,  75  ft.  in  height;  and 

Whereas,  the  cellar  bakery  has  a  clear  height  from 
floor  to  ceiling  of  7  ft.  8  in. ;  the  ceiling  is  located  3  ft. 
above  yard  grade  at  the  rear  and  3  ft.  below  grade  at 
the  front;  bakery  is  ventilated  by  means  of  a  door  at  the 
front  and  a  door  at  the  rear  and  three  windows  on  the 
side  court,  which  is  4  ft.  above  bakery  floor;  and 

Whereas, _  the  applicant  contends  that  he  has  been  a 
tenant  in  said  premises  and  has  conducted  a  bakery  busi¬ 
ness  therein  for  more  than  eight  years ;  that  the  premises 
have  been  operated  as  a  bakery  for  the  past  36  years ; 
that  the  bakery  is  separated  from  the  balance  of  the  cellar 
floor  area  by  fireproof  partitions;  and 

Whereas,  the  records  of  the  Tenement  House  Depart¬ 
ment  indicate  the  existence  of  this  cellar  bakery  since 
1903. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  labor 
law,  and  that  the  application  for  a  certificate  of  exemption 
is  hereby  granted  for  a  period  of  two  years  from  the 
date  of  this  action,  on  condition  that  the  cellar  windows 
shall  be  repaired;  that  the  house  drain  shall  be  properly 
repaired ;  that  the  proper  toilet  facilities  shall  be  provided 
and  the  premises  maintained  in  a  sanitary  condition  satis¬ 
factory  to  the  administrative  official  having  jurisdiction. 


379-36-S. 

APPLICANT — United  Brush  Manufactories,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 116-118  Wooster  street,  east 
side,  130  ft.  south  of  Prince  street  (Block  No. 
500,  Lot  No.  9),  Borough  of  Manhattan. 
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APPEARANCES— 

For  Applicant:  Daniel  Woodcock. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings.  . 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(379-36-S) 

Whereas,  United  Brush  Manufactures,  owner,  filed  on 
December  17,  1936,  an  application  for  a  variation  from  the 
requirements  of  the  Labor  Law  as  it  is  set  forth  in  an 
order  and  a  decision  of  the  commissioner  of  buildings 
affecting  premises,  116-118  Wooster  street,  east  side,  130 
ft.  south  of  Prince  street,  (Block  No.  500,  Lot  No.  9), 
Borough  of  Manhattan ;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
(30139-LD)  dated  September  29,  1936,  reads  as  follows: 

“1.  Extend  the  interior  stairway  at  north  side  of 
building  which  serves  as  a  required  means  of  egress 
to  three  feet  above  the  roof  as  per  Sec.  271,  of  the 
Labor  Law.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  November  17,  1936,  reads  as  follows: 

“Your  letter  of  October  29,  1936,  asking  for  the 
rescindment  of  Order  30139-LD  was  given  further  in¬ 
vestigation  and  study. 

The  south  stairway  extends  to  the  roof.  Both  stair¬ 
ways  originally  extended  to  the  roof.  The  roof  of  the 
building  adjoining  to  the  south  is  at  the  same  level. 
After  a  severe  fire  which  occurred  about  1920,  the 
building  was  reconstructed  but  the  north  stairway  to 
the  roof  was  not  replaced. 

The  request  in  yours  of  October  29th  must  be  de¬ 
nied  and  the  law  complied  with.  There  is  no  objec¬ 
tion  to  an  appeal  being  made  to  the  Board  of  Stand¬ 
ards  and  Appeals.” 

and 

Whereas,  the  premises  consist  of  a  6-story  non-fire- 
proof  building  approximately  80  ft.  in  height,  50  ft.  by  97 
ft.  in  area  on  the  first  story  and  50  by  90  ft.  in  area  above ; 
erected  prior  to  1913  and  occupied  as  follows :  Cellar,  stor¬ 


age,  2  persons ;  1st  floor,  office  and  salesroom,  4  persons ; 
2nd  fl.,  shipping  and  stock  room,  2  persons ;  3rd  fl.,  office 
and  salesroom,  8  persons ;  4th  fl.  storage,  3  persons ;  5th 
fl.  storage  and  manufacturing,  2  persons;  6th  fl.  vulcan¬ 
izing  and  steam  room,  6  persons ;  certificate  of  occupancy 
No.  2895-21  was  issued  permitting  the  occupancy  of  56 
persons  per  story;  the  building  is  equipped  with  a  sprink¬ 
ler  system  and  an  interior  fire  alarm  system ;  there  are  2 
interior  stairs,  one  of  which  extends  to  the  roof ;  and 

Whereas,  the  applicant  contends  that  the  order  in  ques¬ 
tion  refers  to  the  north  stairway,  where  it  is  proposed,  to 
provide  in  the  stairhall  a  double-rung  iron  ladder  leading 
to  a  2 54  ft.  by  2^4  ft.  scuttle  in  the  roof;  that  there  is  a 
fire-escape  at  the  front  of  the  building,  extending  from 
2nd  floor  level  to  top  floor  and  thence  to  the  roof  by 
means  of  a  gooseneck  ladder,  and  an  extension  to  the 
street,  by  means  of  a  drop-ladder. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  from  the  requirement  of  the 
Labor  Law,  and  that  the  application  be  and  it  hereby  is 
granted  as  to  Order  No.  30139-LD  of  the  commissioner 
of  buildings  on  condition  that  there  shall  be  constructed 
in  the  northerly  stairway  an  iron  double-rung  ladder  to 
the  roof,  with  access  to  the  roof  through  a  scuttle  not 
less  than  2j4  ft.  square,  scuttle  to  be  easy  opening  in  ac¬ 
cordance  with  the  requirements ;  and  that  in  all  other 
respects  the  building  shall  comply  with  the  requirements 
of  the  Labor  Law ;  and  that  the  occupancy  of  the  building 
shall  be  limited  per  floor  to  the  permitted  occupancy  based 
on  the  primary  means  of  egress. 


APPLIANCE  SUBMITTED  FOR  APPROVAL 
384-36-SA. 

APPLICANT — C.  V.  Henry,  for  York  Oil  Burner  Co., 
Inc.,  owner. 

SUBJECT— York  Bake  Oven  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


Adjourned,  5:30  P.M. 

Edward  V,  Barton,  Chief  Clerk. 


APPROVED  APPLIANCES 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company  .  81-20-SA 

Walworth  Company  .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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OIL  BURNER  RULES 

[217-21-SR] 

NOTICE — In  this  publication  of  these  Kules,  a  new  decimal 
numbering:  system  has  been  employed,  but  for  con¬ 
venience,  the  former  designations  are  also  shown  in 
brackets. 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals  June 

15,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
December  4,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 
1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

[a]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 

equipment  for  use  within  the  City  of  New  York 
except  as  provided  in  these  rules. 

[b]  1.2  These  rules  shall  not  apply  to  gas  companies  stor¬ 

ing  or  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 

Rule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  Appeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit,  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com¬ 
pliance  with  these  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn¬ 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CONTROLS — Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

2.7  DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS— Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS:  Buildings  used  exclusively  for 


dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 

2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points, 
180°  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162")  AVV.G.  wire,  or  pipe  not 
less  than  one-half  inch  (/4")  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  The  other 
end  shall  be  bonded  to  a  ground  connec¬ 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2')  below  the  surface  of  the 
earth. 

2.11  FILL  PIPE:  That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 

2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  (J4)  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  04)  inch 
gypsum  wall  boards  weighing  not  less  than 
16  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  (*4)  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
floor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  (}i)  inch 
thick. 

2.12.4  Note — All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current. 

2.14  INDUSTRIAL  INSTALLATIONS:  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 
purposes  designed  for  and/or  using  oil  as  defined 
in  these  rules. 

2.17  OIL  LEVEL  INDICATING  DEVICE:  A  means 
by  which  the  level  of  the  oil  in  a  storage  tank  may 
be  indicated. 


77 


RULES 


2.18  OVERFLOW  PIPE:  A  pipe  which  conveys,  by 
gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2.19  PERMANENT  DEFORMATION:  Wherever 
phrase,  “without  permanent  deformation,”  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT:  Shall  mean  permit  for  storage  of  oil. 

2.21  PORTLAND  CEMENT  CONCRETE:  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  not 
more  than  two  and  one-half  (2*4)  parts  sand  and 
five  (5)  parts  of  coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28. 

2.22  PREHEATER:  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

2.23  RELIEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2.24  RELIEF  LINE:  That  portion  of  the  line  between 
the  bypass  connection  of  the  relief  valve  and  the 
supply  line  or  storage  tank. 

2.25  REMOTE  CONTROL:  A  hand,  electric,  or  me¬ 
chanically-operated  device  to  shut  oft  the  oil  sup¬ 
ply.  A  thermostat  is  not  acceptable  as  a  remote 
control. 

2  26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2.27  SHOP  FABRICATED:  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2.28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 
tuated  to  prevent  the  flow  of  liquid  in  a  line  of 
pipe. 

2.29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2.30  STORAGE  TANK:  Any  container  for  oil  hav¬ 
ing  a  capacity  of  two  hundred  and  seventy-five 
(275)  gallons  or  more,  having  a  fill  line  and  vent 
line  connected  thereto. 

2.31  STORAGE  TANK,  AUXILIARY:  Any  con¬ 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  with  an  automatic  or 
manually  operated  pump. 

2.32  SUPPLY  LINE:  That  portion  of  the  line  be¬ 
tween  the  storage  tank  and  the  pump  oil  inlet 
connection.  Where  a.  pump  is  not  used,  it  shall 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2  33  TEST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2.34  TRANSFER  PUMP:  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burner. 

2.35  VENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 

Rule  3.  Oil  Permitted. 

fal  3  1  Oil  permitted  under  these  rules  shall  be  any  liq¬ 
uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar,  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


in  a  Pensky-Martens  closed  cup  tester  (Ameri¬ 
can  Society  for  Testing  Materials  Method  D93- 
22)  and  marketed  under  the  following  commercial 
grades : 


Range  Oil  SP. 

Gr. 

(A.P.  I.) 

40-44" 

No.  1  Fuel  Oil  “ 

it 

ii 

36-40" 

No.  2  “  “ 

it 

it 

32-36" 

No.  3  “  “ 

it 

ii 

28-32" 

No.  4  “  “ 

it 

it 

24°  + 

No.  5  “  “ 

it 

ii 

18°  + 

No.  6  “  “ 

it 

ii 

10°  + 

The  use  of  crankcase 
strictly  prohibited. 

.  Burners. 

refuse 

oil  as  fuel 

oil  is 

[a]  4.1  Burners,  including  oil-burning  heaters,  shall  be 

as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

[b]  4.2  Approval  of  burners  or  oil-burning  heaters  de¬ 

signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
for  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons’  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

[c]  4.3  The  requirements  of  these  rules  shall  not  apply 

to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  of  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick, 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches, 
soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

[a]  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 

be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  be 
as  stated  in  the  table  given  below. 

[b]  5.1.2  All  tanks  must  be  welded  or  riveted  and 

caulked,  or  riveted  and  welded.  Flanges 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  between  plates  is  pro¬ 
hibited. 

[c]  5.1.3  Thickness  of  cylindrical  tanks,  except 

tanks  of  275  gallons  capacity  or  less: 

Tanks  36  in.  in  diameter  and  less — in- 
shell,  in.  heads.  ■ , 

Tanks  37  to  72  in.  in  diameter — in.1 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in. 
shell,  y  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  of 
24  in.  steel  and  to  be  stiffened  by  angle 
rings  or  equivalent  members  so  as  to  re¬ 
tain  their  cylindrical  form. 
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[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 

tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

[e]  5.1.5  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows : 

<  In  shell  in.  thick,  $4  in.  in  diameter 
rivets  2jy  in.  pitch. 

In  shell  5/16  in.  thick,  $4  in.  in  diameter 
rivets  2 Y%  in.  pitch. 

In  shell  in.  thick,  £4  in.  in  diameter  riv¬ 
ets  2j4  in.  pitch. 

5.2  Rectangular  Tanks. 

[a]  5.2.1  All  rectangular  tanks  shall  be  built  of 

steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5/16  of  an  inch. 

[b]  5.2.2  Corners  may  be  made  up  by  bending  the 

plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  £4  of  an  inch  in 

diameter  and  spaced  not  more  than  2J4 
inches  center  to  center. 

[d]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 

to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

[e]  5.2.5  When  structural  steel  members  are  used 

such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

[f]  5.2.6  When  structural  steel  reinforcing  members 

are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  pounds  per  square  inch 
taken  in  the  minimum  net  section. 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty-four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  _  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[h]  5.2.8  The  connection  between  these  members  and 

the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

[a]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 


and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
and  head  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U. 
S.  Standard  No.  14.. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

storage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  (}4")  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes;  where  used  for  oils  having  a  vis¬ 

cosity  less  than  500  sec.  Saybolt  Universal  at 
100°  F.  shall  have  manhole  covers  bolted 
and  air  tight ;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallon* 
Capacity  Located  Outside  of  Building  Above 
Ground. 

[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates  shall  be  y  inch  and  the  minimum 
thickness  of  roof  plates  %  inch. 

The  thickness  of  shell  plates  shall  be  figured 
in  accordance  with  the  following  formula : 

P  x  r  x  F 

t  equals— - - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch) . 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No. 
14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

[a]  5.5.1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  wall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 

Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun¬ 

dred  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shall 
be  not  less  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons  stor¬ 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 

than  two  hundred  and  seventy-five  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4”)  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  in  an  en¬ 
closure  having  masonry  walls  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  not  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6.1.3  The  capacity  of  individual  storage  tanks  lo¬ 

cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
with  burners  or  oil-burning  heaters  shall  be 
installed  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 
or  floor  and  protected  against  mechanical 
injury. 

6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
of  the  tank  not  less  than  two  feet  (2')  be¬ 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
earth,  free  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be 

placed  within  twenty  (20')  feet  of  any  wall, 
separating  a  building  from  the  subway,  and, 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub¬ 
way,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and 
Appeals. 

[c]  6.2.3  No  tank  shall  be  buried  so  as  to  be  nearer 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two 

hundred  and  seventy-five  gallons,  prior  to 
or  at  the  time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 


6.3  Outside  of  Buildings,  Above  Ground. 


[a] 


6.3.1  Storage  tanks  located  outside  of  buildings 
above  ground  shall  be  not  less  than  one  and 
one-quarter  (1)4)  tank  diameters  and  in  no 
case  less  than  ten  feet  (10')  from  the  line 
of  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec¬ 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 

If  distant  25  feet  from  line 
of  adjoining  property 
which  may  be  built  upon  16,000 gallons' 

If  distant  30  feet .  24,000 

40  feet .  36,000 

50  feet .  48,000 

60  feet .  60,000 

75  feet .  96,000 


distant 

distant 

distant 

distant 


If 
If 
If 
If 

If  distant  85  feet,  or  more  100,000 
[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one. 
and  one-half  (1)4)  times  the  capacity  of  the, 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  ()4)  the  height  of  the  tank 
when  the  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core  of 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  be 
firmly  and  compactly  built  of  good  earth, 
free  from  stones,  vegetable  matter,  etc.,  and 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  at 
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least  one  and  one-half  (1*4)  to  two  (2)  on 
all  sides.  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded. 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 
Code  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[c]  6.3.3  All  above  ground  storage  tanks  larger  than 
two  hundred  and  seventy-five  (275)  gallons, 
prior  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 

Rule  7.  Piping. 

7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 

workmanlike  manner.  Exposed  piping  shall 
be  protected  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  at  tank. 

[b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 

brass  pipe,  or  new  extra-heavy  copper  brass 
or  aluminum  alloy  tubing,  properly  marked 
and  duly  approved,  may  be  used.  Drawn 
metal  tubing  when  used  for  conveying  oil, 
shall  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub¬ 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  (Y"  ) 
inside  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

[c]  7.1.3  Overflow  pipes  where  installed  shall  not  be 

smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

[a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 

discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

[b]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 

lief  valve  to  prevent  excessive  oil  pressure. 

[c]  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 

more  than  one  and  one-half  (1*4)  times  the 
maximum  working  pressure  of  the  system. 
The  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
line.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7.3.1  An  open  vent  of  iron  or  steel,  without  trap, 

and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

[b]  7.3.2  Where  a  battery  of  storage  tanks,  designed 

to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

[c]  7  .3.3  Vents  shall  be  not  less  than  one  and  one- 

quarter  inches  (1}4")  in  diameter  for  stoi- 


age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  in  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  J4  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[d]  7.3.4  Vent  pipes  shall  be  provided  with  weather¬ 
proof  hoods  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  building  opening  and  not  less  than  five 
feet  (5')  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 

7.4  Fill  Pipes. 

[a]  7.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 

ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (S')  from 
any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal. 
No  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe  may 
be  installed  provided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  Alii  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  fill  pipe  terminal  shall  be  provided  with 
letters  reading  “Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 
has  been  approved.  The  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  %  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit¬ 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  of 
hot  water  or  low  pressure  (ten  (10)  pounds 
per  square  inch  maximum)  steam  coils. 
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7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

[a]  8.1  Each  supply  line  from  storage  tanks  of  two 

hundred  and  seventy-five  (275)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

[b]  8.2  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons  ca¬ 
pacity,  shall  be  provided  with  a  shut-off  valve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavv  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

I  cl  8.3  Except  as  may  be  modified  in  specific  instances 
by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(275)  gallons’  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
business  building  only  under  the  following  pro¬ 
visions  : 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  having  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50  )  above  the  street 
level.  Only  one  oil  delivery  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not.be 
larger  than  two  inches  (2")  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 
above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 
each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 

Ignition 

Stack  or 

Combustion  “ 

Pressure 

Gravity  “ 

[d]  8.4  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when  outside  location  is  impractical  such 
control  may  be  located  immediately  inside  the 


room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con¬ 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.5  Except  as  provided  by  Rule  4.2  of  these  rules 

for  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  or 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used 

for  atomizing  the  oil,  the  oil  and  the  atomizing 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply,  the 
supply  of  oil  will  immediately  be  cut  off.  Except 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 

Rule  9.  Oil  Level  Indicating  Devices  and  Test 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Test 
wells  shall  not  be  permitted  in  tanks  located 
inside  of  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  of 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructed 

of  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10) 

gallons’  capacity  shall  be  operated  until 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

[b]  10.1.2  Applications  for  permit  shall  be  made  by 

the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shall 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made, 
name  and  address  of  owner  and/or  oc¬ 
cupant,  name  and  address  of  installer, 
make  and  approval  number  of  burners 
pumps  and  other  devices,  capacity  num¬ 
ber  and  location  of  storage  tanks,  to¬ 
gether  with  approval  of  such  proposed 
installation  by  the  Commissioner  of 
Buildings  when  required  under  Rule  10.2 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fir< 

Chief  and  Commissioner  until  the  installa¬ 
tion  has  been  inspected  by  his  represen 
tative. 

10.2  Plans  to  be  Filed  Where  Structural  Considers 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  a 
defined  in  these  rules,  the  installer  shal 
file  with  the  Commissioner  of  Building 
plans  showing  the  size  and  location  o 
all  storage  tanks  having  a  capacity  greate 
than  275  gallons  where  such  tanks  ar 
to  be  installed  either  inside  of  building 
in  or  below  the  lowest  floor  level  or  out 
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side  of  buildings  below  ground.  Plans, 
however,  shall  be  filed  where  27 5  gallon 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

10.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 

and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 
inch  for  a  period  of  ten  (10)  minutes. 

[b]  10.3.2  Storage  tanks  of  more  than  two  hundred 

and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as  follows : 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  which  shall  be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

[d]  10.3.4  The  anti-syphon  devices,  where  used  as 

provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

10.4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

11.1  All  installations  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in¬ 
stallation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner. 
Such  reported  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 

range  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

[b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 

the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 

completely  cut  off  the  passage  of  flue  gases  at  any 
time. 

Rule  13.  Automatic  Pumps. 

13.1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis¬ 
charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall 
not  be  less  than  eighteen  (18)  inches,  except  that 
this  clearance  may  be  reduced  to  nine  (9)  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  %  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twice  the  width  thereof  and  such  baf¬ 
fle  is  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 
not  less  than  twelve  (12")  inches,  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (5’)  of  heating  apparatus, 
except  where  same  is  protected  by  fire  retarding 
material. 

[d]  14.4  Burners  and  all  accessories,  including  tanks  and 

piping,  shall  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  asbestos  or  equiva- 
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lent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re¬ 
quired  within  the  specific  approval  of  each  burner. 

[gl  14.7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

fal  15.1  Cards,  giving  complete  instructions  for  the  care 
and  operation  of  the  system  shall  be  permanently 
fixed  near  the  apparatus  in  readable  condition. 
Where  burners;  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons’  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

r bl  15  2  All  heating  systems  in  which  the  oil  is  preheated 
or  systems  not  fully  automatic  shall,  when  operat¬ 


ing  be  under  the  direct  supervision  of  a  person 
holding  a  certificate  of  fitness  issued  by  the  Fire 
Chief  and  Commissioner,  except,  that  a  person 
holding  a  certificate  of  fitness  as  a  licensed  engineer  1 
or  as  a  licensed  fireman  under  the  provisions  of 
Section  409  of  the  Charter  of  the  City  of  New 
York,  shall  not  be  required  to  obtain  such  certifi¬ 
cate. 

Rule  1 6.  Modification. 

16  1  When,  for  any  reason,  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  ad- 
ministrative  official  having  jurisdiction  shall  have 
power  to  accept  substitute  methods  provided  the 
spirit  and  substance  of  these  rules  shall  be  com¬ 
plied  with. 

Rule  17.  Existing  Installations. 

17.1  Oil  burner  systems  heretofore  installed  and  duly 
approved  as  complying  with  all  laws  and  rules  then  • 
applicable  thereto  shall  be  deemed  acceptable,  pro¬ 
vided  there  have  been  no  subsequent  alterations  to 
the  apparatus,  except  as  to  Rule  15.2. 


APPROVED  FUEL  OIL  PUMPS 


9-32-SA 
1413-22-SA 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  S’oc'qa 

American  Marsh  Simplex.... .  SVcS'ca 

Autopulse  Electric  Fuel  Oil  Pump..........  21b-41-bA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  . 

Ballard  Duplex  Electric  Driven  Pump  Set.. 

Beach  Russ  Co.  Rotary  .  otctaca 

Blackmer  Rotary  .  ..  ...  .........  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  j/£-il-aA 

Century  Rotary  .  A  SA 

Cook  Electric  Oil  Pump .  60-5-25-bA 

Davidson  . 

Dean  Bros.  Durable  Duplex .  mqu'ca 

DeLaval  IMO  Oil  Pump .  ^8-32-S  A 

Deming  Double  Oscillating  Force  Pump .  STaIqa 

Deming  Fuel  Oil  Pump . 


298-31-SA 

11-28-SA 


Enterprise  Oil  Pump  . 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump . 

Goulds  Hand  Rotary  .  c  a 

Goulds  Rotary  Oil  Pump .  SVoVca 

Goulds  Triplex  Plunger  .  257-22-bA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump . 

Koerting  Gear  Pump .  'I  a 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump . . 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No 

-\ r  ta  d ........  52-27-SA 

1V±.  AS.  ivuiai  j  . ’  ta  ta 

Milwaukee  Piston  Rotating  Port  Pump . 

763-25-SA 

658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

175-35-SA 

1 396-24- S A 

1029-26-SA 

r  ascoe  r  uiiiy  oci  . . 

Petro-Nokol  Industrial  Oil  Pump . 

570-32-SA 

267-32-SA 

1193-21-SA 

vjuimuy  jcicw  jt  ump  . 

Range-O-Matic  Oil  Pump,  Model  50  and  Sue- 

102-35-SA 

588-25-SA 

Rotary  Pressure  Pump  . 

1060-25-SA 

513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D ...... 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB 

163-34-SA 

410-32-SA 

199-36-SA 

492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . • 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat  . 

Union  Steam  Pump  for  Fuel  Oil . 

1279-25-SA 

60-28-SA 

568-30-SA 

705-30-SA 

438-21-SA 

Wayne  Oil  Pump  &  Fan  Set . 

Webster  Fuel  Oil  Pump,  Type  A . 

Worthington  Duplex  Double-Acting  Steam 

1169-23-SA 

1155-25-SA 

23-34-SA 

184-22-SA 

Worthington  Show  Model  Duplex . 

1 94-22- SA 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en- 

titiled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each— postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


APPROVED  APPLIANCES 


Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner 

.  B.  C.  Oil  Burner . 

.  B.  C.  Oil  Burner,  Type  H . 

ce  Rotary  Oil  Burner . 

cme  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  . 

cme  Oil  Burner,  Models  BO-1  and  BO-2.. 

etna  Automatic  Oil  Burner . 

ir-Blast  Oil  Burner . 

jrtemp  Oil  Burner,  Models  B-6  and  C-6 _ 

.irtemp  Oil  Burner,  Models  D,  F  and  G.... 

jladin  Oil  Burner . 

Jexander  Oil  Burner . 

.lida  Oil  Burner . 

Ipine  Oil  Burner,  Models  A  and  H . 

.nerican  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 
92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 
4562,  4563,  4573,  4578,  4588,  4688,  4678, 
i  4668,  4666,  4683,  4663,  4653,  4673,  4674, 

I  4664,  4612,  4618,  4628  and  4638 . 

ristocrat  Oil  Burner . 

«;sociated  Oil  Burner  . 

,rto  Heat  Oil  Burner . 

,;jtocrat  Oil  Burner,  Model  B-l . 

yitomatic  Airless  Oil  Burner,  Model  No.  1.. 


Calendar  No. 
1295-24-SA 
684-29-SA 
47-35-SA 

112-36-SA 
132-34-SA 
1547-23-SA 
579-32-SA 
139-36-SA 
88-34- SA 
298-26-SA 
65-28-SA 
124-34-SA 
110-36-SA 


298-33-SA 

222-35-SA 

178-35-SA 

284-33-SA 

297-31-SA 

53-34-SA 


hker  Automatic  House  Heating  Burner.... 

liker  Oil  Burner,  Model  L,  Gun  Type . 

liker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD . 

Iillard  Baby  Grand  Oil  Burner . 

fillard  Super  Domestic  Oil  Burner . 

Iiyard  Domestic  Fuel  Oil  .Burner . 

Icrggren  Oil  Burner . 

fthlehem  Steam  Atomizing  Fuel  Oil  Burner 
[ttendorf  Automatic  Oil  Burner,  Models  D, 

;  F  and  G  . 

"ttendorf  High  Pressure  Oil  Burner . 

ittendorf  Oil  Burner . . 

ttendorf  Oil  Burner,  Model  H.B . 

:>ck  Oil  Burner,  Models  A,  B,  C  and  D _ 

i'ck  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8  . 

;aden  Automatic  Fuel  Oil  Burner. . 

:'anford  Oil  Burner . 

:>anford  Oil  Burner,  Model  “A” . 

dghton  Oil  Burner . 

llet  Automatic  Oil  Burners,  Models  A  and 
B  . 

loroil  Burner,  Type  AA . .' . 

mel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S . 

rboradiant  Oil  Burner,  Models  V  &  VS... 

.rboradiant  Oil  Burner,  Model  VSS . 

rborundum  Burner  . 

.[rter-Korth  Oil  Burner,  Model  “P” . 

jfter-Korth  Oil  Burner  . 

rter  Oil  Burner,  Models,  4X,  5X,  6X  and 

10X . . . 

zo  Oil  Burner . 

.'ntral  Oil  Burner,  Models  4X,  5X,  6X  and 

10X . . 

■ntury  Oil  Burner  . 

.allenger  Kleen  Heat  Burner,  Series  No.  100 

allenger  Oil  Burner,  Model  “A” . 

almers-Ace  (Rotary)  Oil  Burner . 

aimers  Automatic  Oil  Burner,  Models  D1 

and  D2  . 

ro  Oil  Burner,  Models  A  and  B . 

mmonwealth  Automatic  Oil  Burner . 

;ncord  Burner  . 

ntinential  Oil  Burner,  Models  A,  B  and  C. . 

ok’s  Automatic  Oil  Burner . 

pe-Swift  Safety  Automatic  Oil  Burner _ 


1323-22-SA 

404-29-SA 

329-35-SA 
447-32-SA 
939-24- S  A 
1184-22-SA 
764-26-SA 
485-32-SA 

88-34-SA 

479-31-SA 

731-28-SA 

498-32-SA 

123-31-SA 

102-34-SA 

322-30-SA 

36-31-SA 

461-32-SA 

372-33-SA 

195-33-SA 

1361-24-SA 

229-32-SA 
16-31-SA 
49-32- S  A 
571-29-SA 
389-32-SA 
54-30-SA 

117-34-SA 

354-35-SA 

117-34-SA 

157-28-SA 

813-28-SA 

86-34-SA 

47-35-SA 

608-32- S A 
86-36-SA 
348-28-SA 
108-35-SA 
146-31-SA 
955-27-SA 
354-31-SA 


Name  of  Burner  Calendar  No. 

Craftsman  Oil  Burner  .  222-35-SA 

Crescent  Oil  Burner .  222-29-SA 

Crescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Crown  Oil  Burner,  Type  XA .  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-26-SA 

D’Elia  Oil  Burner .  155-31-SA 

Delco  Heat  Oil  Burner .  420-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Diesel  Oil  Burner  .  354-35-SA 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner .  317-31-SA 

Doherty  Oil  Burner .  943-26-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Dupont  Oil  Burner  .  248-36-SA 

Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C  .  600-31-SA 

Economy  Oil  Burner,  Type  A-l .  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-SA 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-SA 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C,  EA  and  TCV .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

Empire  Oil  Burner .  222-35-SA 

Enterprise  Rotary  Fuel  Oil  Burner .  1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 .  225-32-SA 

Espo  Oil  Gas  Burner .  1431-23-SA 

Evenheet  Oil  Burner .  554-32-SA 

Everedy  Oil  Burner .  102-33-SA 

Fairfield  Oil  Burner .  584-31-SA 

Faultless  Oil  Burner .  493.24-SA 

Fine-Glo  Oil  Burner .  178-35-SA 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 

Model  T-2  .  125-36-SA 

Fluid  Heat  Domestic  Oil  Burner,  Type  O...  1094-27-SA 

Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P  134-35-SA 

Fluid  Heat  Oil  Burner .  361-32-SA 

Forsdraft  Oil  Burner .  41.34.SA 

Foster  Oil  Burner .  715-26-SA 

Franklin  Domestic  Oil  Burner .  560-26-SA 

Freeport-Silent  Service  Oil  Burner,  Models  5, 

10  and  30 .  97-33-SA 

Fuelo  Oil  Burner .  47-30-SA 

Gar  Wood  Oil  Burner .  373-30-SA 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500  481-32-SA 

General  Automatic  Oil  Burner.  Model  A _  60-36-SA 

General  Electric  Fuel  Oil  Burner .  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 _  228-33-SA 

Ghapco  Steam  Generator  .  348-31-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbert  &  Barker  Flexible  Flame  Burner....  109-31-SA 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-31-SA 

Gilbert  &  Barker  Oil  Burner,  Model  S-l _  282-33-SA 

Gill  Oil  Burner .  1231-23-SA 

Gold  Star  Oil  Burner,  Models  F  and  6 .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 .  441-31- SA 

Goodspeed  Automatic  Oil  Burner .  957-27-S4 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner .  382-26-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

Hardinge  Oil  Burner .  813-25-SA 

Hardinge  Oil  Burner,  Model  23 .  33-33-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Automatic  Oil  Burner .  1162-24-SA 

Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  .  595-29-SA 
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Name  of  Burner  Calendar  No. 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hayward  Oil  Burner . 696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat  King  Oil  Burner,  Model  2 .  98-35-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Heat-Pak  Oil  Burner,  Models  35  and  Compact  237-36-SA 

Heatiator  Oil  Burner .  1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 

Heil  Combustion  Fuel  Oil  Burner,  Type  B...  295 -29- S A 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  HF....  309-33-SA 

Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  . 486-32-SA 

Herman  Nelson  Conversion  Oil  Burner .  144-36-SA 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2  11-36-SA 

Hofmann  Automatic  Fuel  Oil  Burner,  Model 

41  .  274-35-SA 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Homestead  Oil  Burner,  Model  E .  176-36-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 


Improved  Kres-Ivno  Oil  Burner  and  Model 

MD  . 

Inferno  Oil  Burner . 

International  Mechanical  Draft  Oil  Burner.. 
International  Oil  Burner . 


591-29-SA 
82-33-SA 
372-30-S A 
1 3 05 -24- S A 


Jacobsen  Balanced  Oil  Burner,  (Model  V-l)  333-33-SA 
Tohnson  Improved  Rotary  Fuel  Oil  Burner..  938-22-SA 
Joyce  Oil  Burner .  852-26-SA 

K.  F.  C.  Oil  Burner .  846-25-SA 

Kaytown  Quiet  Automatic  Oil  Burner,  Models 

'  A,  B  and  C .  1 46-31 -S A 

Kelco  Oil  Burner .  237-33-SA 

Kelvinator  Oil  Burner .  339-31-SA 

Kelvinator  Oil  Burner,  Model  K .  105-34-SA 

KeWaNee  Oil  Burner,  Model  “C” .  518-32-SA 

Kingsway  Century  Oil  Burner,  Models  F  and 

G... . 369-33-SA 

Kleen  Heet  Oil  Burner .  62-24-SA 

Kleen  Heet  Oil  Burner,  Type  902 .  99-35-SA 

Kleen  Heet  Oil  Burner,  Type  R .  49-33-SA 

Korth  Oil  Burner,  Models  G  and  S .  136-34-SA 

Kreager  Oil  Burner .  367-30-SA 

Kres-Kno  Oil  Burner .  443-28-SA 

Kres-Kno  Pressing  Machine  Burner,  Model 

MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Laco  Oil  Burner,  Model  NL .  670-30-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D..  226-33-SA 

Lange  Economical  Oil  Burner .  355-33-SA 

Lawrence  May  Oil  Burner .  1034-27-SA 

Leader  Oil  Burner .  425-31-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75-34-SA 

Lochinvar  Oil  Burning  LInit .  142-36-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Luxor  Heat  Oil  Burner .  322-30-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3..  166-34-SA 


“M  W”  Domestic  Oil  Burners,  Models  Nos. 


25,  26,  65,  66,  307,  308,  309,  400  and  800..  341-32-SA 

M.  W.  Emancipator  Oil  Burner .  102-33-SA 

M.  W.  Oil  Burning  Water  Heater .  737-29-SA 

M.  W.  Water  Heater,  Model  20-D .  365-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Majestic  Oil  Burner .  693-30-SA 

Major  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Marr  Oil  Burner,  Model  H,  Type  R .  765-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Master-Kraft  Oil  Burner .  83-33-SA 

May  Oil  Burner .  68-24-SA 

May  Oil  Burner,  Type  BB .  46-34-SA 


Name  of  Burner  Calendar  No 

Mayfield  Oil  Burner .  568-31-S.A 

Mayflower  Oil  Burner .  124-29-SA 

Mc.Ilvane  Oil  Burner .  544-29-SA 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-SA 

Merco  Oil  Burner . . 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Metro-Pressure  Oil  Burner,  Models  A,  B  and 

C  .  146-31-SA 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner . .  153-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-S/ 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-S/ 

Monitor  Oil  Burner .  202-34- S/ 

Morrissey  Oil  Burner .  673-27-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3,  and  MP-1.... 

Morse  Conical  Type  Steam  Atomizing  Burner 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner 

Morse  Fuel  Oil  Burner .  820-23-S( 

Moto-Heat  Oil  Burner .  195-32-S/ 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  .  628-23-S/ 

Mousette  Oil  Burner .  887-25-S/ 


359-33-S/ 

938- 25-S/ 

939- 25-S/ 


Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-S/ 

National  Airoil  High  Pressure  Burner .  185-29-S7 

National  Airoil  Low  Pressure  Burner .  186-29-Si 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-Si 

National  Barley  Rotary  Oil  Burner .  197-33-Si 

National  Clark  Rotary  Oil  Burner .  197-33-Si 

National  Devices  Oil  Burner .  184-36-Si 

National  Oil  Burner,  Model  F-J .  360-34-Si 

National  Rotary  Oil  Burner .  836-25-Si 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-Si 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-Si 

New  Process  Oil  Burner .  1071-27-Si 

Nichols-McCann-Harrison  Burners  .  255-31-Si 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-Si 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28- Si 

Nokol  Automatic  Burner .  1078-24-Si 

Norge  Oil  Burner  Models  N8.  N18  and  N28.  226-34-S. 

Norge  Water  Heater,  Models  23  and  45 .  365-34-S. 

Nu-Way  Oil  Burner .  773-26-S. 

Oilbuilt  Burner  .  85-33-S 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-S 

Oreo  Oil  Burner,  Model  A-l .  216-36-S 

Oronoque  Oil  Burner .  394-30-S 

Orr  Fuel  Oil  Burner .  113-26-S 

Pacific  Oil  Burner .  343-35-Si 

Packard  Fuel  Oil  Burner .  77-34-S 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-S 

Paramount  Oil  Burner .  1193-25-S 

Paramount  Oil  Burner,  Model  A .  617-30-S 

Pascoe  Oil  Burner .  1029-26-S 

Penn  Rotary  Oil  Burner .  236-35-S 

Peoples  Silent  Oil  Burner,  Models  O  and  G. .  313-35-S 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-S 

Perfect  Automatic  Oil  Burner  (Gun  Type), 

Model  A-l... .  112-36-S 

Perfect-Pantex  Oil  Burner .  271-33-S 

Petro  Domestic  Burner .  161-26-S 

Petro  Model  T  Oil  Burner .  451-31-S 

Petro  Model  W  Oil  Burner .  452-31-S 

Petro  Burner,  Model  0  .  78-28-S 

Petro  Burner,  Model  P-2 .  735-30-S 

Petro  Oil  Burner,  Model  W-2 .  244-33-~ 

Petro  Oil  Burner,  Models  W-l  and  W-1J4...  245-33-S 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 . 40-31-S 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH.. .  614-32-S 
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Name  of  Burner 


Calendar  No. 


ioneer  Automatic  Oil  Burner . 

referred  Oil  Burner  (Manual  Operation), 

Model  D.  O . 

ressure  Oil  Burners,  Models  A  B  and  C... 

resto  Automatic  Oil  Burner . 

'rize  Automatic  Oil  Burner,  Models  A,  B 

and  C  . 

rogressive  Oil  Burner,  Models  G4,  GS,  G6 

and  G 7  . 

rogressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS . 

ublic  Service  Oil  Burner,  Models  R-15  and 

R-35  . . 

yrolene  Oil  Burner . 

f 

«iet  Ballard  Automatic  Oil  Burner . 

<uiet  Heet  Oil  Burner . 

,ay  Rotary  Fuel  Oil  Burner,  Types  A  and  B 
ay-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 . 

ayfield  Oil  Burner . 

eal  Host  Oil  Burner . 

ij-Ly-On  Oil  Burner . 

:mington  Domestic  Oil  Burner,  Type  B.... 

emington  Oil  Burner . 

exoil  Domestic  and  Industrial  Fuel  Oil 

Burner  . 

;ynolds  Oil  Burner,  Model  GC . 

chfield  Oil  Burner,  Pressure  Gun  Type _ 

chmond  Gravity  Fuel  Oil  Burner . 

„ckard  Oil  Burner . 

ibhr  Schanck  Fuel  Oil  Burner . 

.btoflame  Gem  Oil  Burner . 

yan  &  Scully  Commercial  and  Domestic  Oil 
Burner  . 

&  K.  Mechanical  Fuel  Oil  Burner . 

.&  K  Wide  Range  Fuel  Oil  Burner . 

!K  Oil  Burner,  Models  F  and  G . 

T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  . 

T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 
Oii  Burner  . 

•  T.  Johnson  Oil  Heat  Servant . 

Hiulse  Home  Oil  Burner . 

bott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ,  CV  and  SN  Junior . 

baldheet  Oil  Burner,  Model  SH . 

jtcurity  Oil  Burner . 

bepard  Oil  Burner . 

bill  Oil  Burner . . . 

bur-Heat  Oil  Burner.  Models  R-15  and  R-35 
lent-Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  O . 

bent  Automatic  Oil  Burner . 

bent  Automatic  Burner,  Model  "B” . 

bent  Automatic  Burner,  Model  “E” . 

bent  Flash  Oil  Burner,  Model  Cl . 

bent  Glow  Oil  Burner,  Model  G . 

lent  Glow  Oil  Burner,  Models  800,  1000, 

1800,  2800,  3800,  6800  and  8800 . 

bent  Heet  Oil  Burner,  Model  C . 

•  lent  Paramount  Oil  Burner,  Models  F  and  G 

implex  Domestic  Oil  Burner,  Type  P.A _ 

;mplex  Domestic  Type  “S.P."  Oil  Burner. . 

•  mplex  Turbine  Fuel  Oil  Burner,  Models 

C. O.G.  and  M.O.G . 

ocony  Arrow  Oil  Burner . 

andard  Automatic  Oil  Burner,  Type  14-G. 
andard  Automatic  Oil  Burner,  Type  11-G. 

andardyne  Oil  Burner . 

ephens  Oil  Burner,  Models  Nos.  1  and  2. ... 

mhler  Oil  Burner . 

•uhler  Oil  Burner,  Model  R . 

jmmerheet  Oil  Burner . 

indstrand  Automatic  Oil  Burner . 


1259-27-SA 

253-35-SA 
146-31-SA 
294-34- S  A 


600-3 1-S  A 

411-32-SA 

224-34- S  A 

21-36-SA 

184-36-SA 

660-30-SA 

49-36-SA 


504-23-SA 


368- 34-SA 
504-26- S  A 

38-34-SA 

745-26-SA 

532-31-SA 

891-26-SA 

667-28-SA 

266-34-SA 

73-36-SA 

1193-22-SA 

1011-27-SA 

583-21-SA 

187-33-SA 

304-32- S  A 
1115-22-SA 
10-33-SA 

369- 33-SA 

1 97- 32 -S  A 

1 98- 32- S A 
1 57-34- S A 

1487-23-SA 


436-32-SA 

160-36-SA 

56-28-SA 

563-30-SA 

315-30-SA 

21-36-SA 

463-3 1-S A 
458-26-SA 

709- 30-S A 

7 1 0- 30- S A 
38-33-SA 

600-30-SA 


345-31-SA 
96-36- S  A 
369-33-SA 
446-30-SA 

145- 31-SA 

1203-22-SA 

1191-24-SA 

536- 31-SA 

537- 31-SA 
34-34- S A 

146- 33-SA 
618-27-SA 

84-36- S A 
581-26-SA 
755-26-SA 


Name  of  Burner  Calendar  No. 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G....' .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

Tabor  Automatic  Oil  Heater,  Type  “D” .  77 8-28-SA 

Thermoil  Oil  Burner,  Model  G1 .  324-36-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Thoroburn  Oil  Burner,  Model  A-1-16-G .  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 


Timken  Silent  Automatic  Heater  (Water 


Heater  Unit)  Models  40-A  and  50-B....  121-35-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C...  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Tri-Aire  Oil  Burner,  Model  C-3 .  188-36-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

U  and  S  Oil  Burner  for  Pressing  Machine, 

Models  A,  B  and  C .  331-36-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner .  6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44.32.SA 

Vesta  Oil  Burner .  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner .  320-30-SA 

Viking  Oil  Burner .  396-32-SA 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW, 

EW-1  and  EW-2 .  341-33-SA 

Warner  Oil  Burner,  Model  A...* .  16-34-SA 

Wayne  Oil  Burner .  1155-25-SA 

Wayne  Domestic  Oil  Burner,  Model  K .  115-32-SA 

Wayne  S-2  Domestic  Oil  Burner .  115-32-SA 

Weco  Multi  Oil  Burner,  Low  Pressure  Type.  24-36-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Flame  Oil  Burner .  357-35-SA 

White  Heat  Oil  Burner .  232-36-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

JJ,  Junior,  K,  KA,  KB,  and  R .  918-22-SA 

Windsor  Oil  Burner,  Models  A-3U,  B-5U 

and  C-6U  .  658-30-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

.  820  _ . 19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

.  and  B  .  32-33-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  44-29-SA 

York  Horizontal  Rotary  Oil  Burner  (Type 

AP)  .... .  56-36-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdle,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30- S A— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

109-31-SA — Gilbarco  Oil  Burner,  Models  GB  3,  4  and  5 
and  Esso  Oil  Burner,  Models  EB  3,  4 
and  5. 

520-31-SA — Gilbarco  Oil  Burner,  Models  GB  1  and  2  and 
Esso  Oil  Burner,  Models  EB  1  and  2. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3x3x6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

282-33-SA— Gilbarco  Oil  Burner,  Model  GB-0  and 
Sachem  Oil  Burner,  Model  GB-0. 

156-34-S A— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-S A — Kraissl-T rumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 


216-35-SA— Vac-O- Vent  Fill  Box  (Pressure  and  Vacuuir 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Model- 
100,  200,  201  and  300. 


229-35-SA- 

231-35-SA- 

238-35-SA- 

265-35-SA- 


93-36-SA- 

102-36-SA- 

144-36-SA- 


-Hardinge  Gun  Type  Oil  Burner,  Model  25. 
-Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
-Garfire  Gun  (Fire  Extinguisher). 

-French  Automatic  Oil  Burner,  Model  5  D- 
Luxe. 

-Wicaco  Adjustable  Oil  Burner  Pump. 
-Cole  Draft  Governor. 

-Herman  Nelson  Conversion  Oil  Burnei 
Models  C-1001,  C-1002,  C-3001  and  C 


191  -36-SM— Carey  Rocktex  Insulating  Wool. 
201-36-SA— Quick  Heat  Pot  Type  Radiant  Heater,  Model 
316-0,  319-0,  316-1,  319-1,  326-0,  329-( 
326-1  and  329-1. 


202-36-SA— Quick  Heat  Pot  Type  Circulating  Heate 
Models  218-1,  218-2,  228-1,  228-2,  238-1  an 


219-36-SA— Bronx  Faultless  Oil  Burner  for  Pressing  Ms 
chine. 

242- 36-SA— Swirling  Heat  Oil  Burner,  Models  A-S,  A-l 

A-L  and  B. 

243- 36-SA— Victor  Circulating  Fuel  Oil  Heater,  Mode 

VCH  27,  VCH  19  and  VCH  17. 

254-36-SA— Chase  Brass  &  Copper  Co.,  Inc.,  V/2  in.  Ne 
York  Regulation  Lavatory  Trap. 

264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  04 
042  and  052. 

286-36- S A — Oil  Industrial  Laboratories,  Anti-Syphon  C 
Check  Valve,  Model  No.  426. 


onr*  C'  A  17 Cl i  1  AT otor 


305-36-SM— Revere  Copper  Oil  Burner  Tubing. 
317-36-SA— Dempsey  Industrial  Oil  Burner. 
320-36-SA— Preferred  Syphon  Breaker,  Type  T. 
352-36-SA— International  Oil  Burning  Heater,  Models  9 
90,  99,  55  and  66. 

367-36-SA— Simplex  Horizontal  Rotary  Oil  Burner,  Typ 
H-H.E.G.  and  H.E.G.-H.  f  j 


378-36- S A— Ritz  Oil  Burner,  Model  A. 

384-36-SA— York  Bake  Oven  Oil  Burner. 

Cases  listed  in  the  Reserve  Calendar  are  cases  upi 
which  action  by  the  board  has  been  deferred  pending  co\ 
mittee  reports  of  this  board,  court  or  department  actio 
and  will  remain  thereon  until  the  aforesaid  reports,  cot 
or  departmental  actions  are  consummated.  Whereupon  t 
case  or  cases  will  be  restored  to  the  regular  calendar  a 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  t 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLET. 
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Chief  John  J.  McElligott 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan.  s’ 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


ELEPHONE— WORTH  2-0184. 

'ffice  Hours  for  Public— 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

II  communications  should  be  addressed  to  the  chairman  of 

the  board 
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orrections  Affecting  Calendar  Numbers  64-34-A,  332-36- 
A,  and  353-35-BZ. 
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oncrete  Rules  (Hydrated  Lime), 
ire  Retarding  Rules  for  Garages,  etc. 
eserve  Calendar. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday ,  January  25, 
1937,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday ,  February  1,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  January  20,  1937 

Cal.  No.  Department  Premises  Affected 

14-37-BZ . D.B.Bx . 1665-1675  Jerome  avenue,  west 

side,  150  ft.  north  of  Feath¬ 
erbed  lane  (Block  2861,  Lot 
35),  Borough  of  The  Bronx, 
Alt.  9-37. 


15-37-BZ . D.B.Bx . 1540-1544  Boston  road  and 

844-850  East  172nd  street, 
southwest  corner  (Block 
2966,  Lot  81),  Borough  of 
The  Bronx,  Alt.  818-36. 


16-37-A . F.D . 32-37  to  32-55  Vernon  boule¬ 

vard,  southeast  corner  of 
Flancock  street  (Block  315, 
Lots  11-12),  Long  Island 
City,  Borough  of  Queens, 
69732-C. 


330-33- BZ . D.B.Q . Northern  boulevard,  north 

side,  386  ft.  west  of  Alley 
Creek  (Block  2033,  Lot  630), 
Little  Neck,  Borough  of 
Queens,  Plan  2073-33. 


CODE 

D  B . Department  of  Buildings 

H.D . Health  Department 

D.B.B..  . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens  i 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . ...Board  of  Buildings 


17-37-BZ . D.B.M . 322-324  West  41st  street,  south 

side,  300  ft.  west  of  8th 
avenue  (Block  1031,  Lot 
45),  Borough  of  Manhattan, 
Decision. 


18-37-BZ . D.B.B . 2166  Coney  Island  avenue, 

west  side,  100  ft.  43/s  in. 
south  of  1st  court  (Block 
6685,  Lot  34),  Borough  of 
Brooklyn,  Applic.  20436-36. 


19-37-BZ . D.B.B . 1-11  Ocean  Parkway,  south 

side,  160  ft.  10)4  in.  east  of 
East  8th  street  (Block  5322, 
Lot  10),  Borough  of  Brook¬ 
lyn.  Applic.  20636-36. 


20-37- A . F.D . 211  60th  street,  northeast  cor¬ 

ner  2nd  avenue  (Block  861, 
Lot  1),  Borough  of  Brook¬ 
lyn,  68219-L.C. 


21-37-A . D.B.M . 210  West  80th  street,  south 

&  side,  173  ft.  5  in.  east  of 

B.B.  Broadway  (Block  1227,  Lot 

41),  Borough  of  Manhattan, 
Alt.  3545-36. 


COURT  DECISIONS 

Ft.  Greene  Associates,  Inc.  v.  Murdock — January  7,  1936,  Board 
affirmed  its  previous  denial  of  gasoline  service  station  in 
business  district,  under  section  21,  after  reopening  on 
order  of  the  court  that  smaller  plot,  different  ownership 
and  new  decision  of  Commissioner  of  Buildings  required 
rehearing;  Cal.  No.  1109-27-BZ:  Premises,  106-21  Wood- 1 
haven  boulevard,  Woodhaven,  Borough  of  Queens.  Mr. 
Justice  Furman  reversed  Board  (N.Y.L.J.  June  25, 

1936).  Appellate  Division  reversed  Special  Term  and 

sustained  Board  (N.Y.L.J.  Nov.  7,  1936).  Court  of 
Appeals  sustained  Appellate  Division  and  Board  (N.Y. 
L.J.  January  20,  1937). 

*  *  * 

Matter  of  Finn  (Board  of  Standards  and  Appeals)— May  12,  1936, 
Board  granted  gasoline  service  station  in  business  dis¬ 
trict  under  section  21,  Cal.  No.  282-35-BZ;  Premises, 
1159-1167  Utica  avenue  and  5002-5010  Clarendon  road, 
southeast  corner,  Borough  of  Brooklyn.  Mr.  Justice 
Conway  reversed  Board  (N.Y.L.J.  Jan.  19,  1937). 

*  *  * 

Matter  of  Goelet  (Moss,  Commr.).  On  May  8,  1936,  Commr.  Moss 
refused  license  for  theatre  site  80  ft.  from  Park  avenue 
building  line,  with  main  entrance  on  53rd  street  and 
accessible  from  Park  avenue  through  a  20-ft.  promenade. 
Appellate  Division  reversed  order  of  Special  Term,  up¬ 
holding  Commissioner’s  decision,  its  opinion  stating  in 
part:  “The  history  of  the  statutes  governing  the  li¬ 
censing  of  theatres  in  this  community  confirms  out 
opinion  that  the  duty  of  the  licensor  is  to  consider  the 
question  from  the  standpoint  of  public  health,  safety, 
and  morals  only  and  not  as  a  problem  in  city  planning. 
(Published  in  Bulletin  of  Board  Nov.  10,  1936).  Court 
of  Appeals  affirmed  order  of  Appellate  Division,  with¬ 
out  opinion.  (N.Y.L.J.  Jan.  20,  1937). 


Restored  to  Calendar 

414-29-BZ . D.B.B . 970-978  Nostrand  avenue  and 

291-301  Sullivan  place,  north¬ 
west  corner  (Block  1305, 
Lots  46,  47,  48,  50  &  52), 
Borough  of  Brooklyn, 

_  Applic.  20348-36. 

205-29-BZ . D.B.Q . 157-30  Willets  Point  boule¬ 

vard,  southeast  corner  of 
Cross  Island  boulevard 
(Block  619,  Lots  15-18), 
Whitestone,  Borough  of 
Queens,  Applic.  11072-36. 


31-33-BZ . D.B.B . 610-622  Utica  avenue,  north¬ 

west  corner  of  Winthrop 
street  (Block  4603,  Lots  40 
&  43),  Borough  of  Brook¬ 
lyn,  Decision. 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ...  Dec. 
Certificate  of  Occupancy,  approved 

forms  . . Aug. 

Concrete  Flat  Slabs,  Rules . Sept. 

Concrete  Rules  (Hydrated  Lime)... Jan. 

Elevator  rules  .  .  . . . Mar. 

Exit  Rules  (Revolving  Doors) . Tan. 

Factory  Exit  Rules . Jan. 

Fire  Alarm  Rules  (Interior) . Dec. 

Fire  Drill  Rules . Jan. 

Fire  Retarding  Rules  for  Garages, 

etc . Jan. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  .  Tune 

Oil  Burner  Rules . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for.  Nov. 

Plumbing  Rules  .  Jan. 

Procedure,  Rules  of . Jan. 

Refrigerating  Systems,  Extract  C.O.Jan. 
Smoking  in  Factories,  Rules  for.... Jan. 


22,  1936— Vol.  21,  No.  5 

2,  1932— Vol.  17,  No.  31 
8,  i93fi_Vol.  21,  No.  3( 

26,  1937— Vol.  22,  No.  • 

3,  1936— Vol.  21,  No. 

1,  193  5— Vol.  20,  No.  1 
5,  1937— Vol.  22,  No. 

22,  1936— Vol.  21,  No.  5 
5,  1937— Vol.  22,  No. 

26,  1937— Vol.  22,  No.  , 

14.  1936— Vol.  21,  No.  1! 

21,  1919— Vol.  4,  No.  it 
7,  1925— Vol.  10,  No.  I 
5,  1Q28— Vol.  13.  No.  2. 
19,  1937— Vol.  22,  No. 

27.  1934 — Vol.  19,  No.  41 
24,  1936— Vol.  21,  No.  4 
26,  1937— Vol.  22,  No. 

5,  1937— Vol.  22,  No. 
12,  1937— Vol.  22,  No. 

5,  1937— Vol.  22,  No. 
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sprinkler  Rules  . Jan.  5,  1937— Vol.  22,  No.  1 

Standpipe  Fireline  Rules . Dec.  29,  1936— Vol.  21,  No.  52 

Structural  Alterations,  Reporting. .  .June  7,  1932— Vol.  17,  No.  23 

Tank  Trucks,  Fuel  Oil,  etc . Nov.  24,  1936— Vol.  21,  No.  47 

lank  Trucks,  Gasoline,  etc . Nov.  24,  1936 — Vol.  21,  No.  47 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 


\nti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Jan. 

"uel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Jan. 

uel  Oil  Fill  Pipe  Terminals . day 

7uel  Oil  Burners  for  Industrial  Use.  Nov. 

fuel  Oil  Pumps . Jan. 

->aint.  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Sange  Oil  Burners  and  Space 

Heaters  . Dec. 


5,  1935- 
19,  1937- 

19,  1937- 
26.  1936- 
17,  1936- 
19,  1937- 

26,  1935- 

29,  1936- 


-Vol.  20,  No.  10 
-Vol.  22,  No.  3 

-Vol.  22,  No.  3 
-Vol.  21,  No.  21 
-Vol.  21,  No.  46 
-Vol.  22,  No.  3 

-Vol.  20,  No.  48 

-Vol.  21,  No.  52 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JANUARY  25,  1937,  2  P.  M. 

Building  Zone  Cases 

152-36-BZ. 

APPLICANT — William  A.  Lacerenza,  for  Dualton 
Homes,  Inc.,  owner 

PREMISES — 60-62  Bayard  street,  south  side,  75  ft.  east 
of  Lorimer  street  (Block  No.  2722,  Lot  No.  8), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

"O  PERMIT  in  a  business  use  district  the  conversion  of 
occupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles. 

89-24-BZ. 

APPLICANT — Lauritz  Lauritzen,  for  D.  &  B.  Auto 
Painting  Co.,  owner. 

’REMISES — 103-111  Underhill  avenue,  east  side,  103  ft. 
11/4  in.  south  of  St.  Marks  avenue  (Block  No. 
1153,  Lot  No.  5),  Borough  of  Brooklyn, 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution  (reopened  September  29, 

[  1936), 

i  O  PERMIT,  in  a  residence  use  district  the  extension  of 
an  existing  garage  for  more  than  five  (5)  motor 
vehicles. 

51-36-BZ. 

iPPLICANT — Edward  Boosin,  for  Gravesend  Service 
Station,  Inc.,  owner. 

’REMISES— 381-391  Avenue  U  and  2122-2128  East  2nd 
street,  northwest  corner  (Block  No.  7104,  Lot 
Nos.  490  and  495),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

'O  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station. 


JANUARY  26,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
's  and  Appeals  of  a  public  hearing  under  the  provisions 
f  the  building  zone  resolution,  Tuesday  morning  Janu- 
D*  26,  1937,  at  10  o’clock,  in  Room  1013,  Municipal 
uilding,  on  the  following  matters: 

al.  no.  241-36-BZ — Application,  August  4,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution  of  George  A.  Voss,  applicant, 


on  behalf  of  Medical  Society  of 
County  of  Kings  and  Academy  of 
Medicine  of  Brooklyn,  Inc.,  owner,  to 
permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  busi¬ 
ness  use  district;  premises  1307-1311 
Bedford  avenue  and  1214  Atlantic  ave¬ 
nue,  southeast  corner  (Block  No.  1200, 
Lot  No.  9),  Borough  of  Brooklyn. 

cal.  no.  309-36-BZ— Application,  October  20,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Roe  and  Kramer,  attorneys 
and  Martyn  N.  Weinstein,  architect, 
for  Mount  Carmel  Cemetery,  appli¬ 
cant,  on  behalf  of  Estate  of  J.  Adams 
Heuss,  owner,  to  permit  in  a  residence 
use  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a 
garage  for  less  than  five  (5)  motor 
vehicles  (trucks),  storage  and  tool 
house;  premises  80-89  Cypress  Hills 
street  (Fresh  Pond  road),  east  side, 
996  ft.  north  of  Interborough  parkway 
(Block  No.  3750,  Lot  No.  695),  Ridge¬ 
wood,  Borough  of  Queens. 

cal.  no.  329-36-BZ — Application,  November  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  M.  Baker,  applicant,  on 
behalf  of  Frank  Pallante,  owner,  to 
permit  in  a  residence  use  district  the 
extension  of  an  existing  factory  build¬ 
ing!  premises  25-34  33rd  street,  west 
side,  315.15  ft.  south  of  Astoria  boule¬ 
vard  (Block  No.  620,  Lot  No.  66), 
Long  Island  City,  Borough  of  Queens. 

cal.  no.  590-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  under  new 
proposal  September  22,  1936,  under  sec¬ 
tions  21  and  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  open  air  parking  of  more 
than  five  (5)  motor  vehicles;  premises 
1032-1044  Myrtle  avenue,  south  side, 
182  ft.  3  in.  east  of  Sumi  er  avenue 
(Block  No.  1585,  Lot  No.  14),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  388-36-BZ — Application,  December  29,  1936,  under 
section  7a  of  the  building  zone  resolu¬ 
tion,  of  James  Whitford,  applicant,  on 
behalf  of  Rubsam  and  Horrmann 
Brewing  Co.,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  storage  garage  for 
more  than  five  (5)  motor  vehicles  and, 
also,  motor  vehicle  repair  shop;  prem¬ 
ises  27  Cedar  street,  east  side,  175.92 
ft.  north  of  Canal  street  (Block  No. 
527,  part  of  Lot  No.  49),  Stapleton, 
Borough  of  Richmond. 

cal.  no.  238-36-BZ — Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anthony  P.  Sorice,  Jr.  and 
Solon  Rosenthal,  applicants,  on  behalf 
of  Harris  Neisloss,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
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erection  and  maintenance  of  a  gaso¬ 
line  service  station;  premises  111-10 
Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot 
No.  27),  Hollis,  Borough  of  Queens. 

cal.  no.  274-36-BZ— Application,  September  14,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Commander 
Oil  Corporation,  owner,  to  permit  in  a 
business  use  district  the  extension  of 
a  petroleum  storage  plant;  premises 
72-40  to  72-50  Elizabeth  avenue  (foot 
of  Elizabeth  avenue)  ;  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Ar- 
verne,  Borough  of  Queens. 

HARRIS  H.  MURDOCK.  Chairman. 


JANUARY  26,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

13-37-A — Transportation  of  Fuel  Od  in  Tank  Trucks  in 
New  York  City. 

350-36-A— 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

349-36- A— 1796-1808  Broadway,  232-240  Central  Park 
South  and  235-241  West  58th  street  (Block 
No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

371- 36-A— 51-03  Van  Dam  street,  southeast  corner  of 

Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 

372- 36-A— 51-03  Van  Dam  street,  southeast  corner  of 

Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 

361- 36-A — 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

Variations  of  Labor  Law 

362- 36- S— 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

390-36-S— 80-84  Nassau  street,  east  side,  99  ft.  9  in.  north 
of  John  street,  and  9-11  Dutch  street 
(Block  No.  78,  Lot  No.  38),  Borough  of 
Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Janu- 
uary  26,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing  on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  233-36-BZ— Application,  July  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  A1  Gerbolini,  applicant  and  lessee, 
on  behalf  of  The  Corporation  for  the 
Relief  of  Widows  and  Children  of 
Clergymen  of  The  Protestant  Episco¬ 
pal  Church  in  the  State  of  New  York, 
owner,  to  permit  in  a  business  use  dis¬ 


trict  the  change  of  occupancy  of  part 
of  an  existing  building  to  a  motor  ve¬ 
hicle  repair  shop;  premises  1802  54th 
street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot 
No.  9),  Borough  of  Brooklyn. 

cal.  no.  82-36-BZ— Application  of  Seymour  Scott  Jack- 
son,  applicant,  on  behalf  of  Hoelze 
Realty  Corporation,  owner,  reopened 
under  new  proposal  December  15,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  maintenance  of  a  saw  and 
planing  mill ;  premises  206-24  to  206-26 
Northern  boulevard,  south  side,  117  ft. 

6  in.  east  of  206th  street  (Block  No. 
3148,  Lot  No.  9J4),  Bayside,  Borough 
of  Queens. 

cal.  no.  300-35-BZ— Application  of  William  Richter,  ap-  , 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

cal.  no.  617-31-BZ — Application  of  Lama  &  Proskauer  on 
behalf  of  Albert  Breuninger,  owner, 
reopened  October  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  granted  by 
the  Board  for  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  and  a  gasoline 
service  station)  ;  premises  1300-1308 
Sedgwick  avenue,  east  side,  153  ft.  11 
in.  south  of  West  169th  street  (Block 
No.  2530,  Lot  No.  32),  Borough  of 
The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

370-36-BZ.  1 

APPLICANT— Goldschlag  and  Kron,  for  Drydock  and 
Corlear  Park  Properties,  Inc.,  owner.  | 

PREMISES— 533  East  14th  street  and  240  Avenue  B, 
northwest  corner  (Block  No.  972,  part  of  Lot  No, 
16),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  garage  foi 
more  than  five  (5)  motor  vehicles. 

366-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  2291  Realty  Cor 
poration,  owner. 
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PREMISES— 2261-2269  (2291  displayed)  Grand  Con¬ 
course,  west  side,  95  ft.  south  of  East  183d  street 
(Block  No.  3163,  Lot  No.  26),  Borough  of  The 
Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


FEBRUARY  2,  1937,  10  A.  M. 

Building  Zone  Applications 

I  NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
i  ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Febru¬ 
ary  2,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

'  cal.  no.  336-36-BZ — Application,  November  9,  1936,  under 

section  21  of  the  building  zone  resolu¬ 
tion,  of  John  Adikes,  applicant,  on  be¬ 
half  of  Estate  of  Henry  S.  Leverich, 
et  al,  owners,  to  permit  in  a  business 
use  district  the  erection  and  mainten¬ 
ance  of  a  gasoline  service  station ; 
premises  93-02  to  93-20  37th  avenue 
and  37-01  to  37-05  93rd  street,  south¬ 
east  corner  (Block  No.  1481,  Lot  No. 
1),  Corona,  Borough  of  Queens. 

wjvl.  no.  217-28-BZ — Application  of  Tobias  Goldstone,  ap¬ 
plicant,  on  behalf  of  Lillie  Solomon, 

I  owner,  reopened  October  27,  1936  un¬ 

der  new  facts,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  and,  also,  a  brake  service  station 
(previously  denied  for  a  gasoline  serv¬ 
ice  station)  ;  premises  1004-1012  Broad¬ 
way  and  861-881  Willoughby  avenue, 
northwest  corner  ('Block  No.  1590,  Lot 
Nos.  19  and  20),  Borough  of  Brooklyn. 

cal.  no.  379-33-BZ — Application  of  Anna  Haurylak,  appli¬ 
cant,  on  behalf  of  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W.  Stalma  and 
Vlasta  Stalma,  owners,  reopened  un¬ 
der  new  proposal  June  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  and,  also,  a 
motor  vehicle  repair  shop  (previously 
denied  for  a  gasoline  service  station)  ; 
premises  79-08  Astoria  boulevard  and 
23-49  79th  street,  southeast  corner 
(Block  No.  1032,  Lot  No.  54),  East 
Elmhurst,  Borough  of  Queens. 

cal.  no.  302-36-BZ — Application,  October  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Ferdinand  Savignano,  appli¬ 
cant,  on  behalf  of  Edgar  J.  Kohn- 
stamm,  owner,  to  permit  in  a  business 
use  district  tbe  erection  and  mainte¬ 
nance  of  a  building  to  be  used  as  a 
storage  garage  for  more  than  five  (5) 

.  motor  vehicles,  motor  vehicle  repair 

shop  and  automobile  laundry;  prem¬ 


ises  965-971  65th  street,  north  side,  100 
ft.  west  of  10th  avenue  (Block  No. 
5743,  Lot  No.  67),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  2,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

Variations  of  Labor  Law 

359- 36-S — 6-8  East  39th  street,  south  side,  150  ft.  east  of 

Fifth  avenue  and  5  East  38th  street 
(Block  No.  868,  Lot  No.  8),  Borough  of 
Manhattan. 

360- 36- S — 366-376  Frost  street,  south  side,  100  ft.  east  of 

Morgan  avenue  (Block  No.  2869,  Lot  Nos. 
11-13),  Borough  of  Brooklyn. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  8,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

86-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Morris  I.  Hal- 
perin,  owner. 

PREMISES — 268  Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  December  1,  1936), 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (previously 
withdrawn). 

326-36-BZ. 

APPLICANT — John  M.  Lonergan,  for  Guiseppe  Monte- 
morano,  owner. 

PREMISES — 961-965  4th  avenue  and  402-412  3t7h  street, 
southeast  corner  (Block  No.  701,  Lot  No.  8), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

375-36-BZ. 

APPLICANT — William  B.  Linder,  for  Jacob  Mayers, 
owner. 

PREMISES — 179-183  Flatbush  avenue,  619-621  Pacific 
street  and  8-18  Fifth  avenue  (Block  No.  1118, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


FEBRUARY  9,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
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of  the  building  zone  resolution,  Tuesday  morning,  Febru¬ 
ary  9,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  170-36-BZ— Application,  June  4,  1936,  under  sec¬ 
tions  7g  and  21  of  the  building  zone 
resolution,  of  Nathan  A.  Goldenthal, 
applicant,  on  behalf  of  Michael  J.  Shea 
and  Hannah  Shea,  owners,  to  permit 
in  a  residence  use  district  the  occu¬ 
pancy  of  portion  of  a  plot  of  ground 
as  an  open  air  parking  space  for  more 
than  five  (5)  motor  vehicles  and,  also, 
to  permit  the  conversion  of  occupancy 
of  an  existing  structure  on  the  plot 
to  three  (3)  three-car  garages;  prem¬ 
ises  25-13  35th  street,  east  side,  92.04 
ft.  south  of  Astoria  boulevard  (Block 
No.  633,  Lot  Nos.  30,  31  and  32),  Long 
Island  City,  Borough  of  Queens. 

cal.  no.  427-32-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Standard  Na¬ 
tional  Corporation,  owner,  reopened 
and  restored  to  calendar  October  20, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business 
use  district  the  change  of  occupancy 
of  part  of  an  existing  building  to  a 
motor  vehicle  repair  shop  (previously 
withdrawn)  ;  premises  1427-1447  Web¬ 
ster  avenue,  west  side,  346.35  ft.  south 
of  East  171st  street  (Block  No.  2887, 
Lot  No.  129),  Borough  of  The  Bronx. 

cal.  no.  168-36-BZ — Application,  June  3,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Irving  M.  Fenichel,  applicant,  on 
behalf  of  Lewart  Realty  Corporation, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises 
218  South  9th  street  and  252-258  Have- 
meyer  street,  southwest  corner  (Block 
No.  2149,  Lot  No.  18),  Borough  of 
Brooklyn. 

cal.  no.  330-33-BZ — Application  of  Charles  M.  Lobejager, 
applicant,  on  behalf  of  Jopaul  Realty 
Corporation,  owner,  reopened  January 
19,  1937,  for  consideration  as  to  ex¬ 
tension  of  permit — re  Application, 
granted  on  condition  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  for  a  temporary  period; 
premises  north  side  of  Northern  boule¬ 
vard,  386  ft.  west  of  Alley  Creek 
(Block  No.  2033,  Lot  No.  630),  Little 
Neck,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  9,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 


Variation  of  Labor  Law 

5-37-S — 2055-2071  Jerome  avenue,  west  side,  75  ft.  north 
of  west  Burnside  avenue  (Block  No.  3192, 
Lot  No.  66),  Borough  of  The  Bronx. 


FEBRUARY  16,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  7  uesday  morning ,  Febru¬ 
ary  16,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter : 

cal.  no.  141-36-BZ— Application,  May  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Bennett  and  Koeppel,  applicants, 
on  behalf  of  Irving  L.  Berman,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed 
for  lack  of  prosecution;  reopened  and 
restored  to  Calendar  November  24, 
1936)  ;  premises  833-835  Sutter  avenue 
and  407-417  Schenck  avenue,  northeast 
corner  (Block  No.  4028,  Lot  No.  3o), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  2,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 

Seventh  avenue  (Block  No.  1004,  Lot  No. 

6),  Borough  of -Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
2,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the’  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal  NO  26-36- BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel— which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JANUARY  19,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  January  12,  1937,  and  the  minutes 
of  the  regular  meeting  of  the  board  held  on  Tuesday 
afternoon,  January  12,  1937,  were  approved  as  printed  in 
Bulletin  No.  2,  Vol.  XXII. 


ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  q 

Absent  .  n 

THE  VOTE  TO  APPROVE  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . q 

Absent  .  q 


BUILDING  ZONE  CASES 

141-36-BZ. 

APPLICANT — Bennett  &  Koeppel,  for  Irving  L.  Berman, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed  for  lack  of 
prosecution;  reopened  and  restored  to  the  Calen¬ 
dar,  November  24,  1936). 

PREMISES  AFFECTED — 833-835  Sutter  avenue  and  407- 
417  Schenck  avenue,  northeast  corner  (Block  No. 
4028,  Lot  No.  35),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Harold  Arens. 

For  Opposition  :  Samuel  Seid. 

ACTION  OF  BOARD — Laid  over  to  February  16,  1937’ 
at  10  A.M.  upon  request  of  applicant’s  representa¬ 
tive. 


274-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Commander  Oil 
Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  a  petroleum  storage 
plant. 

PREMISES  AFFECTED — 72-40  to  72-50  Elizabeth  ave¬ 
nue  (Foot  of  Elizabeth  avenue)  ;  (Block  No.  520. 
Lot  Nos.  10,  13,  69,  74  and  75),  Arverne,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  F.  H.  Taylor. 

ACTION  OF  BOARD — Laid  over  to  January  26,  1937  at 
10  A.M.,  applicant  to  file  additional  plans. 


414-29-BZ. 

APPLICANT — Sidney  H.  Kitzler,  for  Stella  C.  Sartor, 
owner. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  proposal — ('re  decision  of  the  commis¬ 
sioner  of  buildings)  under  sections  7e  and  21  of 
the  building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles  (previous¬ 
ly  granted  for  open  air  parking  of  more  than  five 
(5)  motor  vehicles). 

PREMISES  AFFECTED — 970-978  Nostrand  avenue  and 
291-301  Sullivan  place,  northwest  corner  (Block 
No.  1305,  Lot  Nos.  46,  47,  48,  50  and  52),  Bor¬ 
ough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Sidney  H.  Kitzler. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(414-29-BZ) 

Whereas,  the  applicant,  desires  a  zoning  variance  to 
permit  the  use  of  the  premises  as  a  garage  for  storage  of 
more  than  five  (5)  motor  vehicles  previously  granted  for 
open  air  parking  for  more  than  five  ('5)  motor  vehicles 
and  requests  a  reopening  of  the  previous  appeal  for  the 
consideration  of  the  new  proposal  under  the  usual  proced¬ 
ure  as  in  a  new  application. 

Resolved,  that  the  application  be  and  it  hereby  is  re¬ 
opened  for  consideration  of  the  new  proposal,  subject  to 
the  usual  procedure  as  in  a  new  application. 


72-36-BZ. 

APPLICANT — Rosdniw  Company,  Inc.,  for  Estate  o 
Thomas  Snell,  owner,  The  Manufacturers  Trus 

l  Co.,  Trustee. 

SUBJECT — Application  (re  decision  of  the  commissione 
of  buildings)  under  section  7c  of  the  buildin; 
zone  resolution,  to  permit  the  extension,  from  : 
retail  use  district  into  a  residence  use  district,  o 
a  business  use  (store)  on  part  of  the  first  ston 
of  a  residence  building. 

PREMISES  AFFECTED — 322-332  Lexington  avenue  am 
130  East  39th  street,  southwest  corner  (Block  No 
894,  Lot  No.  71),  Borough  of  Manhattan. 

ACTION  OF  BOARD — Application  reopened  and  resolu 
tion  approved  as  printed  in  Bulletin  of  January 
19,  1937,  Vol.  22,  No.  3,  pages  68,  69  and  70. 
THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission- 


205-29-BZ. 

APPLICANT — Michael  Levine,  for  Whitestone  Service 
Station,  Inc.,  owner. 

SUBJECT — Application  for  reopening — consideration  un¬ 
der  new  proposal — (re  decision  of  the  commis¬ 
sioner  of  buildings)  under  sections  7-c  and  21  of 
the  building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  extension  of  an  existing  gasoline  serv¬ 
ice  station,  which  was  granted  by  the  board  for  a 
temporary  period. 

PREMISES  AFFECTED— 157-30  Willetts  Point  boule¬ 
vard,  southeast  corner  of  Cross  Island  boulevard 
(Block  No.  619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Michael  Levine. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 
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THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  J" 

Absent  .  u 

THE  RESOLUTION— 

(205-29-BZ) 

Whereas,  the  applicant,  desires  a  zoning  variance  to 
permit  the  extension  of  an  existing  gasoline  service  sta¬ 
tion  previously  granted  for  a  temporary  period  and  re¬ 
quests  a  reopening  of  the  previous  appeal  for  the  consid¬ 
eration  of  the  new  proposal  under  the  usual  procedure  as 

in  a  new  application.  .  . 

Resolved,  that  the  application  be  and  it  hereby  is  re¬ 
opened  for  consideration  of  the  new  proposal,  subject  to 
the  usual  procedure  as  in  a  new  application. 


339-36-BZ. 

APPLICANT— Harold  C.  Bernhard,  for  St.  John’s  Ev. 
Lutheran  Church,  owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use,  E 
area  district  the  erection  of  part  of  a  building 
nearer  than  ten  (10)  feet  to  the  street  line. 

PREMISES  AFFECTED — 88-22  to  88-24  Myrtle  avenue 
and  82-55  88th  place,  southeast  corner  (Block  No. 
3869,  Lot  Nos.  45  and  108),  Glendale,  Borough  of 
Queens. 

APPEARANCES—  _  _  ,  , 

For  Applicant :  Harold  C.  Bernhard. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  condition. 


VOTE _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh . 


Negative  .  n 

Absent  . 


THE  RESOLUTION— 

(339-36-BZ) 

Whereas,  Harold  C.  Bernhard,  for  St.  John’s  Ev.  Luth¬ 
eran  Church,  owner,  filed  November  9,  1936  an  application 
under  the  building  zone  resolution  to  permit  m  a  residence 
use  “E”  area  district  the  erection  of  part  of  a  bmj9,irJf 
nearer  than  ten  (10)  ft.  to  the  street  line;  Premises :  88-22 
to  88-24  Myrtle  avenue  and  82-55  88th  Plaf e»  southeart  cor- 
tier  (Block  No.  3869,  Lot  Nos.  45  and  108),  Glendale, 

BW„UISUt  ?Upublk  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  lts  r.egular 
meeting,  January  19,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals, 

^Whereas  the  use  and  area  district  maps  accompanying 
the  building  zone  resolution  show  that  Myrtle  avenue  is  in 
a  residence  and  “E”  area  district;  88th  place  is  in  a  resi¬ 
dence  use  and  “E”  area  district;  88th  lane  is  in  a  residence 

use  and  “E”  area  district;  and  .  .  ,  .... 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  5,  1936,  N.  B.  Application  No.  5212- 

1936,  reads^  of  any  building  in  an  “E”  district  may 
be  nearer  than  10  feet  to  the  building  line. 

^Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  134.4  ft.  on  88th  place  and  100  ft.  on 
Myrtle  avenue.  It  is  proposed  to  erect  upon  the  west 
portion  of  the  plot  a  one  story  church  building  approx. 
106  ft.  by  32  ft.  in  area;  a  portion  of  the  building  (29  ft. 


2  in.  by  10  ft.  0  in.)  is  located  on  the  street  line  of  88th 
place  instead  of  setting  back  therefrom  the  distance  of  ten 
feet  as  required  by  the  building  zone  resolution ,  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  his  basis  of  appeal  under  section  21  of  the  building 
zone  resolution  in  that  there  were  practical  difficulties  and 
unnecessary  hardship  if  the  church  were  compelled  to  alter 
its  construction  from  the  long  established  cruci- form,  and 
further  that  the  proposed  extension  is  only  one  story  in 
height  and  additional  yard  space  is  left  unbuilt  upon  to 
more  than  compensate  for  the  area  covered. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  moke  o  variation  in  the  application  of  the  area 
district  regulation  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  21,  waiving  the  requirements  of  the  ‘  E  area  dis¬ 
trict,  so  as  to  permit  the  proposed  extension,  as  indicated 
on  plans  filed  with  this  application,  on  condition  that  in  all 
other  respects  the  requirements  of  the  zone  resolution  shall 
be  complied  with. 


285-36-BZ. 

APPLICANT— Frederick  W.  Rothamel,  for  Viebrock 
Plumbing  Co.,  Inc.,  owner.  _  _ 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an  existing  build¬ 
ing  to  a  garage  for  more  than  five  (5)  motor  ve¬ 
hicles,  motor  vehicle  repair  shop  and,  also,  gaso¬ 
line  service  station. 

PREMISES  AFFECTED— 72-27  Cypress  Hills  street, 
northeast  side,  199  ft.  south  of  Myrtle  avenue 
(Block  No.  3600,  Lot  No.  125),  Glendale,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Frederick  W.  Rothamel. 

For  Opposition:  None.  . 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  ,  ^ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  J- 

Absent  .  ” 

THE  RESOLUTION— 

(285-36-BZ) 

Whereas,  Frederick  W.  Rothamel,  for  Viebrock  Plumb¬ 
ing  Co.,  Inc.,  owner,  filed  September  23,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a 
business  use  district  the  change  of  occupancy  of  an  exist¬ 
ing  building  to  a  garage  for  more  than  five  (5)  motor 
vehicles,  motor  vehicle  repair  shop  and  also,  gasoline 

service  station ;  Premises :  72-27  Cypress  Hills  street, 

northeast  side,  199  ft.  south  of  Myrtle  avenue  (Block  No. 
3600,  Lot  No.  125),  Glendale,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  19,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cypress  Hills  street  is  in  a 
business  use  district ;  Myrtle  avenue  is  in  a  business  use 
district;  74th  avenue  is  in  a  business  use  district  and  65th 
place  is  in  a  residence  and  business  use  district;  and 
Whereas,  the  decision  No.  2215  of  the  commissioner  of 
buildings,  rendered  September  1,  1936,  reads: 

“Your  request  of  August  26  for  certificate  of  occu¬ 
pancy  covering  the  premises  7227  Cypress  Hills  street, 
Borough  of  Queens,  for  use  as  ‘storage  garage  and 
automobile  repair  shop  and  a  gasoline  service  station’ 
is  hereby  denied  for  the  reason  that  the  premises  are 
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located  within  a  business  district,  and  the  requested 
use  is  contrary  to  section  4  of  the  building  zone 
resolution. 

and 

Whereas,  the  building  is  of  non-fireproof  construction 

Vow* ln  he-lght’  WJth  a  frontage  of  50  ft.  and  a  depth 
of  80  ft.  maximum,  formerly  occupied  under  certificate  of 
occupancy  No.  43063  as  garage,  storage;  it  is  proposed  to 
occupy  the  building  as  a  garage  for  more  than  five  (5) 
motor  vehicles,  a  motor  vehicle  repair  shop  and  a  gasoline 
service  station  (supplying  gas  only  to  cars  stored  or  being 
repaired  in  building)  ;  and 

Whereas,  the  board  deemed  that  in  view  of  the  com¬ 
mitments  made  by  the  lessee  due  to  misunderstanding  of 

SnA?C*iUpanCy  permitted  V  certificate  of  occupancy  No 
45U05,  that  a  temporary  hardship  existed. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  for  a  period  of  five  (5)  years  from  the  date  of  this 
action  to  permit  the  building  under  appeal  to  be  used  in 
addition  to  the  permitted  use  as  a  five  (5)  car  garage,’  as 
an  automobile  repair  shop  and  for  greasing  cars,  on  con¬ 
dition that  no  machinery  shall  be  installed  in  connection 
with  the  repair  work  requiring  motor  power  greater  than 
Yi  h'P-  ?er.  machine;  that  there  shall  be  no  forge  or  anvil- 
that  permits  shall  be  obtained  from  the  fire  commissioner 
tor  any  welder  or  acetylene  torch  equipment  used  on  the 
premises  requiring  permit ;  that  the  existing  gasoline  equip- 

^"tJonsist!ng  °f  one  pump  and  550-gallon  gasoline  tank 
located  inside  the  building  may  be  continued,  provided 
gasoline  is  dispensed  only  to  the  cars  being  serviced  within 
the  building;  that  there  shall  be  no  windows  or  other 
openings  in  the  interior  lot  line  walls;  that  the  ceiling 
throughout  shall  be  protected  with  not  less  than  28  gau°-e 
meal  ceiling;  that  no  alteration  shall  be  made  to  the 
budding  front;  that  the  building  shall  not  be  increased  in 
height  or  area;  that  a  new  certificate  of  occupancy  shall 
be  obtained  consistent  with  the  uses  granted  within  this 
resolution ;  that  no  sign  shall  be  installed  other  than  those 
now  existing  and  no  roof  signs  shall  be  erected;  that  all 
permits  shall  be  obtained  within  30  days  from  the  date 
oi  this  action. 


31-33-BZ. 

APPLICANT— Abram  Shlefstein,  for  Winthrop  Servicen- 
„  ter,  Inc.,  owner. 

oUBJECT— Application  for  reopening  to  incorporate  Court 
decision  and  to  consider  plans— re  Application 
granted  on  condition  by  the  Court  for  a  tempo- 
:arypenpd  of  five  (5)  years,  under  section  21  of 
the  building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  erection  and  maintenance  of  a  gasoline 
Dt>-c-nrT^rZlce  statlon  (previously  denied  by  the  Board) 
’REMISES  AFFECTED — 610-622  Utica  avenue  north- 
west  corner  of  Winthrop  street  (Block  No  4603 

APPEARANCES—  ^  43)’  B°r0Ugh  of  Brooklyn- 

Bo,r  Applicant :  Abram  Shlefstein. 

CTION  OF  BOARD— Application  reopened  and  granted 

-HE  vote  to  reopen-""  °f  °rder  o£  the  court 

Affirmative :  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  . 0 

Absent  .  n 

'HE  VOTE  TO  GRANT— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 
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Negative  .  « 

Absent  . 

THE  RESOLUTION— 

(31-33-BZ) 

Whereas,  this  application  to  permit  partly  in  a  resi- 
ence  use  district  and  partly  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  station  af- 
fecting  premises  610-622  Utica  avenue,  northwest  corner 
of  Winthrop  street  (Block  No.  4603,  Lot  Nos.  40  and 

o  /on  ?“gh  °f  BroJoklyn-  was  granted  by  the  board  June 
,  95o,  for  a  period  of  two  years  on  certain  conditions, 

i°o ^nn„permits  -^nd  complete  work  extended  Sep- 
ember  19,  1933 ;  a  similar  request  for  extension  of  time 

8  irS"  permits  and  complete  work  denied  September 
18,  1934,  time  extended  to  obtain  permits  and  complete 
work  by  order  of  Court,  April  16,  1935;  and 

Whereas,  the  owner,  through  his  attorney,  John  T  M 
O  Shea  requested  a  further  extension,  of  the  temporary 
period  for  five  years  and  the  time  to  complete  the  work, 
the  temporary  permit  having  expired  and  work  not  hav¬ 
ing  been  completed;  and 

Whereas  the  case  was  reopened  by  vote  of  the  board 
June  1«,  1955;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meetmg  March  31 ,1936,  after  due  notice  by  publication 
and^6  e*in  Board  of  Standards  and  Appeals; 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Utica  avenue  is  in  a  business 
district ;  Winthrop  street  is  in  residence  and  business  dis- 
tricts  and  East  49th  street  is  in  a  residence  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  December  30,  1935,  reads : 

“Proposed  gasoline  service  station  to  be  located 
partly  m  a  business  use  and  partly  in  a  residential 
district  is  contrary  to  Art.  II,  Sect.  4a  and  Sect.  3, 
respectively,  of  Zone  Resolution.” 

and 

.  Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
ing  a  frontage  of  120  ft.  on  Winthrop  street  and  100  ft 
on  Utica  avenue.  The  west  portion  of  the  plot  extends 
into  the  residence  district  for  a  distance  of  20  ft.  and  the 
remainder  of  the  plot  is  in  the  business  district;  proposes 
to  erect  upon  the  plot  a  one-story  building,  24  ft.  by  56 
ft  in  area  to  be  used  as  an  auto  laundry,  lubritorium  and 
office  and  proposes  also,  to  erect  the  necessary  tanks  and 
pumps  for  a  gasoline  service  station ;  and 
Whereas,  the  board  in  order  to  be  informed  inspected 
these  premises  prior  to  the  hearing;  and 
Whereas,  the  board  deemed  that  applicant  had  failed  to 
substantiate  the  basis  of  his  application  for  renewal  of 
the  permit  and  its  extension  for  a  period  of  five  years;  and 
Whereas  tins  application  was  denied  by  the  board, 
March  31,  1936;  and 

Whereas,  an  order  of  certiorari  was  served  and  after 
co-t  review  certain  stipulations  were  agreed  upon ;  and 
Whereas,  this  application  was  reopened  by  vote  of  the 
board. 

Resolved,  that  in  pursuance  of  the  order  of  the  court 
dated  October  23,  1936  in  the  matter  of  Denis  P.  Healy 
versus  the  Board  of  Standards  and  Appeal's,  the  Board  of 
oandards  and  Appeals  does  hereby  make  a  variation  in 
the  application  of  the  use  district  regulations  of  the  build- 
ing  zone  resolution  and  that  the  application  be  and  it 
hereby  is  granted  so  as  to  permit  the  premises  under  appeal 
to  be  occupied  as  a  gasoline  service  station  for  a  period 
ol  five  (5)  years  from  the  date  of  the  court  order  on 
condition  that  there  shall  be  erected  along  the  interior  lot 
“".esi,from  Utlca  avenue  westerly  and  then  southerly  to 
Winthrop  street  and  thence  along  Winthrop  street  a  sub¬ 
stantial  woven  wire  fence  not  less  than  5  ft.  in  height- 
that  any  accessory  building  erected  on  the  plot  shall  be 
erected  generally  as  indicated  on  plan  filed  with  the  Board 


MINUTES 


of  Standards  and  Appeals  except  that  such  building  may 
be  approximately  65  ft.  in  total  length  and  located  toward 
the  center  of  the  premises,  as  indicated  on  revised  plan 
marked  “Received  January  13,  1937” ;  that  such  building 
shall  be  of  fireproof  materials  except  that  the  roof  beams, 
roof  boarding,  exterior  doors  and  windows  may  be  of 
wood  provided  the  ceiling  throughout  is  fire-retarded  in 
accordance  with  the  rules  of  the  Board  of  Standards  and 
Appeals  and  the  roof  is  weather  surfaced  with  non- 
inflammable  material;  that  such  building  shall  not  exceed 
one  story  in  height  and  shall  contain  an  office,  auto  laun¬ 
dry  and  space  for  greasing  pits  or  lifts  with  the  front 
thereof  left  open;  that  no  portion  of  the  building  shall 
be  constructed  with  any  excavation  thereunder  except  the 
portion  used  for  the  greasing  pits ;  that  other  than  covered 
by  this  accessory  building  the  entire  area  shall  be  kept 
clear  and  in  neat  condition  and  such  portions  as  are  used 
for  driveways  for  automobiles  to  and  from  the  pumps  and 
accessory  building  shall  be  surfaced  with  concrete,  Col- 
provia  or  crushed  bluestone,  properly  bound ;  that  there 
shall  be  only  two  25  ft.  entrance  driveways  to  the  property 
which  shall  be  from  Utica  avenue  only;  that  no  driveway 
shall  be  nearer  than  10  ft.  to  the  intersection  of  Utica 
avenue  and  Winthrop  street;  that  opposite  these  driveways 
there  shall  be  curb  cuts  in  the  curb  not  exceeding  30  ft. 
in  width  each ;  that  such  gasoline  pumps  as  are  located 
on  the  property  shall  be  at  least  10  ft.  from  any  building 
or  lot  line;  that  the  advertising  of  non-conforming  uses 
shall  be  restricted  to  the  globes  of  gasoline  pumps  and 
to  flat  permanent  signs  which  shall  be  placed  against  the 
accessory  building  precluding  all  temporary  signs  of  any 
nature  advertising  non-conforming  uses,  but  permitting 
the  erection  of  one  post  standard  within  the  building  line 
near  the  street  intersections  for  supporting  an  illuminated 
sign  advertising  only  the  brand  of  gasoline  on  sale,  pro¬ 
vided  such  sign  does  not  extend  beyond  the  building  line 
more  than  5  ft. ;  that  there  shall  be  no  portable  gasoline 
pumps  used  on  or  from  the  property ;  that  there  shall  be 
no  open  uncovered  greasing  pits  or  lifts  installed  on  the 
premises ;  that  no  motor  vehicles  shall  be  repaired  on  the 
premises,  and  that  no  motor  vehicles  shall  be  parked  or 
stored  other  than  those  being  serviced ;  that  all  permits 
shall  be  obtained  and  all  work  completed  within  one  year 
from  the  date  of  the  Court  order,  October  23,  1936. 


172-36-BZ. 

APPLICANT — Coronet  Piece  Dye  Works,  Inc.,  for 
Knickerbocker  Laundry  Co.,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment  of 
resolution  and  approval  of  plans — re  Application 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  permit¬ 
ting  in  a  residence  use  district  the  change  of 
occupancy  of  an  existing  building  to  a  factory, 
power  wet-wash  laundry,  dry  cleaning,  dyeing  and 
finishing  uses  for  a  temporary  period. 

PREMISES  AFFECTED— 80-19  to  80-25  Cornish  avenue, 
north  side,  135.66  ft.  east  of  Queens  boulevard 
(Block  No.  1538,  Lot  Nos.  87  and  91),  Elmhurst, 
Borough  of  Queens. 


APPEARANCES— 

For  Applicant :  Herman  Glasser  and  Carl  Otto. 
ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(172-36-BZ) 

Whereas,  this  application  affecting  premises  80-19  to 
80-25  Cornish  avenue,  north  side,  135.66  ft.  east  of  Queens 
boulevard  (Block  No.  1538,  Lot  Nos.  87  and  91),  Elmhurst, 
Borough  of  Queens,  was  granted  by  the  board  January  5, 
1937,  on  certain  conditions,  and  applicant,  in  conformity 
with  these  conditions,  has  submitted  plans  and  requests 
an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  January  5,  1937  so  that  as 
amended  the  resolution  will  read  as  follows : 

"Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  , 
under  section  21  thereof,  permitting  the  continuation 
of  a  nonconforming  use  in  the  building  under  appeal, 
to  be  used  as  a  factory  for  dyeing  for  a  period  of  five 
years  from  this  date,  on  condition  that  the  building 
shall  not  be  increased  in  height  or  area;  that  all  win¬ 
dows  facing  the  adjacent  adjoining  premises  to  the ; 
east  shall  be  blocked  up  with  approved  masonry  except 
one  window  on  the  northeasterly  interior  lot  line 
which  need  not  be  blocked  up,  provided  there  is  con¬ 
structed  an  office  enclosure  as  indicated  with  partitions 
running  from  floor  to  ceiling  or  ceilinged  over  at  the 
top  of  the  window;  that  the  plans  marked  ‘Received 
January  14,  1937’  showing  the  arrangement  of  dye 
machines  and  equipment  are  approved  as  being  in  sub¬ 
stantial  accord  with  the  requirements  of  the  resolu¬ 
tion;  that  not  more  than  twenty  (20)  operators  shall 
be  employed  at  any  one  time ;  that  all  plans  shall  be 
submitted,  all  permits  obtained  and  all  work  completed 
within  one  year  from  the  date  of  this  action.” 


Adjourned,  11:10  A.  M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants  under  the  building  zone  resolution,  are  en-  such  copies  at  the  office  of  the  Board  of  Standards  and 
titled  to  one  copy  of  Form  7NO.  Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 

If  they  desire  additional  copies,  for  their  own  con-  three  cents  each— postage  to  be  added  if  the  forms  are 
venience  in  notifying  property  owners,  they  may  obtain  forwarded  by  mail. 
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BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING  THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE- 

TUESDAY  AFTERNOON,  JANUARY  19,  1937  0PEA^W  ^  - 

Present:  Chairman  Murdock,  Commissioners  Savage  Savage  and  Sum^nd^ss^sta^n?^ 

and  Blum  and  Assistant  Chief  Walsh.  Walsh  nd  Assistant  Chief 

-  Negative  .  . 

building  zone  cases  Absent . 1 !’.!!!!!  ” 

26-36-BZ.  .  _ _ 

APPLICANT— Robert  T.  Lyons  and  Saul  Bernstein  for  244-36-BZ. 

Mortgage  Commission  of  the  State  of  New  York,  A£  PLICANT  Samuels  &  Samuels  for  Bennet-Schiehpr 
owner.  Inc.,  owner.  c  ’ 

SUBJECT —Application  (re  decision  of  the  commissioner  SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  o£  buildings)  under  section  21  of  the  building  zone 

zone  resolution,  to  permit  in  a  business  use  “B”  resolution,  to  permit  in  a  business  use  district  the 

area  and  2  times  height  district  the  alteration  of  a  erection  and  maintenance  of  a  gasoline  service 

hotel— which  after  alteration  will  exceed  the  per-  •  station.  gasoline  service 

mitted  height  and  will  not  have  the  required  yard  PREMISES  AFFECTED — Northeast  corner  of  T  ihertv 

PRFMISFS  TmKn  ut  ,,,  ?v““e  Md  104th  avenue  and  northwest  corner  of 

PREMISES  AFFECTED— 145  West  51st  street,  north  Liberty  avenue  and  184th  street  (Block  No  1404 

Inna  I  5,  w  eaA‘  n  Sev™th.a.v'nu,e  (Block  No.  pf‘ of  Lot  Nos-  141  “d  415),  Jamaica,  Borough 

1004,  Lot  No.  6),  Borough  of  Manhattan  o£  Queens.  s 

APPEARANCES—  '  APPEARANCES— 

For  Applicant :  Mr.  Latinsky.  For  Applicant :  Archie  H.  Samuels 

For  Opposition:  William  J.  Kennedy.  For  Opposition:  None 

ACTION  OF  BOARD-Laid  over  to  March  2,  1937  at  ^HONOF  BOARD-Application  granted  on  condition. 
2  P.M.,  on  request  of  applicants  representative.  IHE  VOTE — 

_  Affirmative:  Chairman  Murdock,  Commission- 

330-33-BZ.  Walffi  VagG  ^  Blum  and  Assistant  Chief 

APPLICANT — Chas.  M.  Lobejager,  for  Jopaul  Realty  Negative  . .  t 

Corporation,  owner.  Absent  . * .  J; 

SUBJECT  Application  for  reopening — extension  of  per-  THF  RF9DTTmnM 
mi£  re  Application  (decision  of  the  commission¬ 
er  of  buildings)  under  section  21  of  the  building  (244-36-BZ) 

zone  resolution,  permitting  in  a  business  use  dis-  Whereas,  Samuels  &  Samuels,  for  Bennet-Shieber  Inc. 
tnct  the  erection  and  maintenance  of  a  gasoline  August  10,  1936,  an  application  under  the* 

service  station  for  a  temporary  period.  building  zone  resolution  to  permit  in  a  business  usp  flic 

PREMISES  AFFECTED— North  side  of  Northern  boule-  t"c‘  the  erection  and  maintenance  of  a  gasoline  service 

yard  386  ft.  west  of  Alley  Creek  (Block  No.  2033,  f *  Premises  ■'  northeast  corner  of  Liberty  avenue  and 

APPFARaVttu-q630^  LlttIe  Neck’  Borough  of  Queens.  northwest  corner  o£  Liberty  avenue  and 

APPEARANCES —  Tstree£  (Flock  No.  1404,  part  of  Lots  Nos.  141  and 

For  Applicant:  Louis  Gallucci.  4to),  Jamaica,  Borough  of  Queens;  and 

ACTION  OF  BOARD— Application  reopened,  calendar  ,  Whereas,  a  public  hearing  was  held  on  this  application 
inWA1™d  and  Set  for  hearinS  February  9,  1937  tbe  Board  of  Standards  and  Appeals,  at  its  Regular 

THE  VOTE  TO  REOPEN-  SJJ’SullSnS?  the' 

Affirmative.  Chairman  Murdock,  Commission-  .  Whereas,  the  use  district  maps  accompanying  the  build- 

ers  Savage  and  Blum  and  Assistant  Chief  in£>,  zone  resolution  show  that  Liberty  avenue  is  in  business 

vr  Walsh . .  4  and  unrestricted  use  districts;  104th  avenue  is  in  business 

Negative  .  0  and  res?dence  use  districts,  and  185th  street  is  in  business 

Absent  .  0  and  residence  use  districts;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
‘65-28-BZ.  rendered  July  29,  1936,  re  N.B.  App.  No.  3445-1936,  reads: 

IPPT  tcavt  t  i  •'  re  creation  of  a  gasoline  service  station  in  a 

vrrLlCANT  Lawrence  M.  Rothman,  for  Flostrand  bufj?e?s.  dls£nct  is  contrary  to  article  2,  section  4, 

Realties,  Inc.,  owner.  subdivision  46  of  the  zoning  law.” 

SUBJECT— Request  for  reopening  —  amendment  —  re  ar\d,r  4l 

Apph^tmn  ('decision  of  the  superintendent  of  i  YH^REAS>  the  premises  consist  of  an  irregularly  shaped 

buildings)  under  section  21  of  the  building  zone  £l0t  °f  gr°u£nd  ha™g  a  £rontage  of  275  ft.  on  Liberty 

resolution,  permitting  partly  in  a  business  use  dis-  a',enue>  ft.  on  104th  avenue  and  a  distance  of  131  ft. 
tnct  and  partly  in  a  residence  use  district  the  a  °ng  tbe  ea?t  }?}.  bne,  upon  which  it  is  proposed  to  erect 

erection  and  maintenance  of  a  garage  for  the  stor-  a  onJ:story  building,  26  ft.  by  55  ft.  in  area,  to  be  used 
more  than  five  (5)  motor  vehicles.  f® cf°n  grease  Uts  and  automobile  laundry,  and  also  to 

REMISES  AFFECTED— West  side  of  Westchester  ?  5  he  "ecessary  tanks  and  pumps  for  a  gasoline  service 

avenue,  161.14  ft.  south  of  Wilkinson  avenue  w°n  ’  and  .  . 

(Block  No.  4235,  Lot  No.  43),  Borough  of  The  m'n  HEM;A®:  tb£  Sltj  ln  question  was  inspected  by  a  com- 
Bronx.  g  01  ifte  mittee  of  the  board  and  the  verbal  report  of  committee 

•PPEARANCES —  recommends  that  the  variation  should  be  granted  under 

r-nT^For  Applicant :  Lawrence  M.  Rothman  c  ?f  the  building  zone  resolution  for  a  temporary 

CTION  OF  BOARD-Request  to  reopen  withdrawn  on  ceed  a  “ditt'ancUof  %  W*0"  °£.  ««  Plot  ”ot  to  «- 
request  of  applicant.  inu,  a  distance  of  142  ft.  from  Liberty  avenue  along 

104th  avenue  and  then  at  a  right,  angle  through  to  Liberty 
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avenue  under  such  other  restrictions  as  the  board  deems 
desirable  to  impose  after  complete  working  drawings  have 
been  submitted  for  its  approval ;  and  ,  ,  , 

Whereas,  the  board  found  that,  due  to  the  undeveloped 
condition  of  the  surrounding  area,  there  was  a  tempo¬ 
rary  hardship  precluding  the  premises  from  being  devel¬ 
oped  for  conforming  use. 

Resolved,  that  the  Board  of  Standards  and  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  21  thereof  for  a  temporary  period  of  ten  years 
from  the  date  of  this  action,  on  condition  that  complete 
working  drawings  shall  be  submitted  for  the  approval  ot 
the  board  and  for  the  imposition  of  such  conditions  as 
the  board  deems  desirable  after  the  submission  of  such 
plans ;  that  the  area  of  the  plot  covered  by  this  application 
shall  not  exceed  a  distance  of  142  ft.  easterly  along  104th 
avenue  from  the  intersection  of  Liberty  avenue ;  that  plans 
shall  be  submitted  within  six  months. 


289-36-BZ. 

APPLICANT— Anna  Kelly,  owner.  . 

SUB TECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7-f  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  an  existing  ga¬ 
rage  for  five  (5)  motor  vehicles  to  a  garage  for 
five  (’5)  motor  vehicles  and  motor  vehicle  repair 
shop  for  minor  repairs  and,  also,  the  erection  and 
maintenance  of  a  gasoline  service  station. 
PRFMTSES  AFFECTED— 7  Androvette  street,  northwest 
P  corner  of  Arthur  Kill  road  (Block  No.  7406,  part 

of  Lot  No.  1),  Charleston,  Borough  of  Richmond. 

APPEARANCES—  .  _  . . 

For  Applicant:  William  A.  Smith. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  q 

Negative  .  q 

Absent  . 

THE  RESOLUTION— 

(289-36-BZ) 

Whereas,  Anna  Kelly,  owner,  filed  November  13,  1936, 
an  application  under  the  building  zone  resolution  to  permit 
in  a  business  use  district  the  change  of  occupancy  of  an 
existing  garage  for  five  (5)  motor  vehicles  to  a  garage  for 
five  (5)  motor  vehicles  and  motor  vehicle  repair  shop  for 
minor  repairs  and  also  the  erection  and  maintenance  of  a 
gasoline  service  station;  premises,  7  Androvette  street, 
northwest  corner  of  Arthur  Kill  road 
part  of  Lot  No.  1),  Charleston,  Borough  of  Richmond, 

^Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  January  19,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals, 

^Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing-  zone  resolution  show  that  Androvette  street,  Arthur 
Kill  road  and  Manley  street  are  all  in  a  business  use 

district;  and  .  . 

Whereas,  the  decision  of  the  commissioner  of  buildings, 

rendered  November  6,  1936  reads: 

“Your  application,  Alteration  No.  621-1936,  fi'ed  on 
Tune  29  1936  and  amended  November  4,  1936  to 

change  the  use  of  premises  7  Androvette  street,  north 
side  Charleston,  Borough  of  Richmond,  from  an  exist- 
ing  five  (5)  car  garage  and  showroom  to  a  five  (b) 
car  garage,  showroom,  gasoline  service  station  and 


motor  vehicle  repair  shop  for  minor  repairs,  is  hereby 
denied  for  the  reason  that  it  is  contrary  to  the  zoning 
resolution;  this  location  being  in  a  business  use 
district.” 

Whereas,  the  premises  (part  of  a  larger  plot)  consist 
of  an  irregular  shaped  plot  of  ground  having  a  frontage 
of  118  ft.  on  Androvette  street  and  51  ft.  on  Arthur  Kill 
road.  Upon  the  central  portion  of  the  plot  there  is 
located  a  one  story,  non-fireproof  building,  62  ft.  by  25  ft. 
in  area,  now  being  used  under  certificate  of  occupancy 
No.  436,  dated  March  30,  1936,  as  a  5-car  garage  and 
showroom.  It  is  proposed  to  occupy  this  building  as  a  5- 
car  garage,  showroom  and  as  a  motor  vehicle  repair  shop 
for  minor  repairs ;  and  to  use  the  Arthur  Kill  road  front¬ 
age  of  the  plot— having  a  length  of  51  ft.  and  a  mean  depth 
of  approximately  32  ft. — as  a  gasoline  service  station ,  and 

Whereas,  the  board  deemed  after  inspection  and  verbal 
report  of  committee  that  applicant  had  substantiated  his 
basis  of  appeal  under  section  7(f)  of  the  building  zone 
resolution,  and  was,  therefore,  entitled  to  temporary  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7(f)  for  a  temporary  period  of  two  years  from  the  date 
of  this  action,  to  permit  the  plot  under  appeal  and  the 
building  thereon  to  be  used,  in  addition  to  the  existing 
permitted  use  as  a  five-car  garage,  as  a  gasoline  selling 
station  on  condition  that  the  gasoline  selling  area  indicated 
shall  be  leveled  substantially  to  the  grade  of  Arthur  Kill 
road;  that  there  shall  not  be  erected  more  than  three 
gasoline  pumps,  as  indicated,  no  pump  to  be  nearer  than 
15  ft.  to  either  street  line;  that  hedges  and  planting  shall 
be  maintained,  as  indicated  on  this  plan  ;  that  there  may 
be  entrances,  as  indicated,  from  Arthur  Kill  road  and  from 
Androvette  street;  that  advertising  on  the  premises  shall 
be  restricted  to  the  illuminated  globes  of  the  gasoline 
pumps  and  to  permanent  flat  signs  attached  to  the  acces¬ 
sory  building;  that  no  roof  or  temporary  signs  shall  be 
permitted;  that  no  portable  gasoline  tanks  shall  be  used 
on  or  from  the  property ;  that  no  cars  shall  be  stored  other 
than  those  being  serviced;  that  minor  repairing  may  be 
permitted  to  be  carried  on  within  the  building,  provided 
that  such  repairing  shall  be  done  entirely  with  hand  tools; 
that  all  permits  shall  be  obtained  and  all  work  completed 
within  six  months  from  the  date  of  this  action. 


96-33-BZ. 

APPLICANT — Earl  I.  Gallant,  for  Michele  Molfetta, 
owner. 

SUBJECT— Request  for  reopening— consideration  under 
new  facts — re  Application  (decision  of  the  super¬ 
intendent  of  buildings)  under  section  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
district  the  erection  and  maintenance  of  a  gasoline 
service  station  (previously  denied). 

PREMISES  AFFECTED— Northwest  corner  of  Baisley 
avenue  and  Eastern  boulevard  (Block  No.  5340, 
Lot  No.  1),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Earl  I.  Gallant. 

ACTION  OF  BOARD — Request  to  reopen  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  . .  • ; .  u 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 
Walsh  .  } 

THE  RESOLUTION— 

(96-33-BZ) 

Whereas,  this  application  affecting  premises  northwest 

corner  of  Baisley  avenue  and  Eastern  boulevard  (Block 
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No.  5340,  Lot  No.  1),  Borough  of  The  Bronx,  was  denied 
by  the  Board  June  13,  1933;  and 
Whereas,  a  new  applicant,  unfamiliar  with  the  verbatim 
record  of  the  previous  hearing  at  which  the  application 
was  denied,  has  requested  a  reopening  of  the  case;  and 
Whereas,  no  court  review  of  the  board’s  decision  was 
sought  as  permitted  by  law;  and 
Whereas,  the  board  deemed  that  there  were  no  sub¬ 
stantial  new  facts  presented  to  warrant  a  rehearing. 

Resolved ,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 


31-36-BZ. 

APPLICANT — Adam  Noser,  for  John  Benson,  owner. 

SUBJECT — Application  for  reopening — extension  of  time 
and  amendment — re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  resi¬ 
dence  use  district  the  erection  and  maintenance 
of  a  building  having  a  store  on  the  first  story  and 
dwellings  above. 

PREMISES  AFFECTED — 631  Henderson  avenue  and  169 
Elm  street,  northeast  corner  (Block  No.  157,  Lot 
No.  170),  West  New  Brighton,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant:  Adam  Noser. 

ACTION  OF  BOARD — Application  reopened,  resolution 
and  time  extended. 

1  THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION  AND” EX¬ 
TEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(31-36-BZ) 

Whereas,  this  application  affecting  premises  631  Hender¬ 
son  avenue  and  169  Elm  street,  northeast  corner  (Block 
No.  157,  Lot  No.  170),  West  New  Brighton,  Borough  of 
Richmond,  was  granted  by  the  board  May  19,  1936,  on 
certain  conditions  and  applicant  requests  an  amendment 
of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
May  19,  1936  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

Resolved  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of 
the  use  district  regulations  of  the  building  zone  reso¬ 
lution  and  the  application  be  and  it  hereby  is  granted 
under  section  21,  to  permit  the  erection  on  the  plot 
under  appeal  of  a  2 story  building  generally  as  in¬ 
dicated  on  plans  filed  with  this  appeal  as  modified 
by  plan  marked  ‘received  January  7,  1937’,  permitting 
the  ground  floor  therein  to  be  used  as  a  retail  store  on 
condition  that  there  shall  be  no  signs  or  show  windows 
on  Elm  street  beyond  a  distance  of  8  ft.  from  the 
northerly  building  line  of  Henderson  avenue ;  that 
the  building  shall  be  set  back  from  Elm  street  for  a 
distance  of  at  least  6  ft.  and  this  area  between  the 
building  and  Elm  street  shall  at  all  times  be  kept  in 
neat  condition  and  which,  except  for  necessary  paths, 
shall  be  planted  with  shrubs;  that  the  building  shall 
not  be  nearer  to  the  easterly  building  line  than  3  ft. ; 
that  in  all  other  respects  the  building  and  use  shall 
conform  with  the  requirements  of  the  residential  dis¬ 


trict;  that  a  two-car  garage  may  be  erected  at  the 
northerly  or  rear  portion  of  the  plot  facing  Elm  street, 
provided  such  garage  is  used  solely  for  the  storage  of 
pleasure  cars  owned  by  the  tenants  in  the  premises 
under  appeal,  as  permitted  in  a  residence  district;  that 
there  shall  be  no  gasoline  storage  within  the  two-car 
garage  or  on  the  premises,  except  in  the  tanks  of  the 
cars;  that  all  permits  shall  be  obtained  and  all  work 
completed  within  one  year  from  the  date  of  this 
amended  action.” 


53-29-BZ. 

APPLICANT— Edward  L.  Nelly,  for  Harry  Barrow 
owner.  ' 

SUBJECT  Application  for  Reopening — (Extension  of 
time)  re  Application  (decision  of  the  superintend¬ 
ent  of  buildings)  under  section  21  of  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 5231-5247  Rings  Highway, 
northeast  corner  of  Foster  avenue  (Block  No' 

APPEARANCES-*  L°‘  N°'  0’  B°r°Ugh  °£  BrookIy"- ' 


For  Applicant:  Leonard  Hardy. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . *  *  q 

Absent  .  n 

THE  VOTE  TO  EXTEND  TIME— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  . ' .  q 

Absent  . ’  *  *  q 


THE  RESOLUTION— 

(53-29-BZ) 

Whereas,  this  application  affecting  premises  5231-5247 
Rings  highway,  northeast  corner  of  Foster  avenue  (Block 
No.  7949,  part  of  Lot  No.  1),  Borough  of  Brooklyn,  was 
granted  by  the  board  July  2,  1929,  resolution  amended 
October  8,  1931,  and  further  amended  from  time  to  time, 
and  applicant  requests  a  further  amendment. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
October  8,  1931,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  completion  of  work,  so  that  as 
amended  this  portion  of  the  resolution  will  read : 

“that  in  view  of  the  statement  that  plans  have  been 
filed  and  approval  of  the  same  obtained,  the  time  to 
complete  shall  be  extended  one  year  from  the  date  of 
this  amended  resolution ;  that  other  than  as  amended 
herein,  the  resolution  of  October  8,  1931,  shall  be  com¬ 
plied  with  in  all  respects.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
27-36-A. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 145  West  51st  street,  north 
side,  125  ft.  east  of  Seventh  avenue  (Block  No. 
1004,  Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Mr.  Latinsky. 

For  Opposition :  William  J.  Nennelly. 
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ACTION  OF  BOARD — Laid  over  to  March  2,  1937  at  2 
P.M.  on  request  of  applicant’s  representative. 


392-36- A. 

APPLICANT— James  F.  Hunter,  for  Consolidated  Edison 
Company  of  New  York,  Inc.,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— Foot  of  Hunts  Point  avenue 
and  East  River  (Block  No.  2780,  Lot  No.  82), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  James  F.  Hunter. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD— Laid  over  to  February  9,  1937  at 
2  P.M.  for  inspection  by  the  board  and  further 
information. 


342-36-A. 

APPLICANT— Teakwood  Realty  Corporation,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 511  West  235th  street,  north 
side,  from  Riverdale  avenue  to  Cambridge  avenue 
and  3500  Riverdale  avenue  (Block  No.  3409,  Lot 
No.  388),  Borough  of  The  Bronx. 

APPEARANCES—  .  .  _ 

For  Applicant:  Charles  Patterno  and  A.  Cam- 

pagna. 

ACTION  OF  BOARD— Appeal  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  J" 

Absent  .  u 


312-36-A.  .  . 

APPLICANT— Edward  M.  Wharff,  for  High  Point  Oil 
Terminals,  Inc.,  owner.  .  . 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 

of  buildings.  ,  ,  ,  ., 

PREMISES  AFFECTED — 35-02  Vernon  boulevard  south¬ 
west  corner  of  35th  avenue  (Block  No.  327,  Lot 
No.  1),  Long  Island  City,  Borough  of  Queens. 


APPEARANCES— 

For  Applicant : 


Edward  M.  Wharff  and  J.  M. 


Crom. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . . .•  • : . 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Absent  . 


THE  RESILUTION — 

(312-36-A) 

Whereas,  Edward  M.  Wharff,  applicant,  for  High  Point 
Oil  Terminals,  Inc.,  owner,  filed  October  21,  1936,  an  ap¬ 
peal  from  a  decision  of  the  commissioner  of  buildings, 
affecting  premises  35-02  Vernon  boulevard  southwest  cor¬ 
ner  of  35th  avenue  (Block  No.  327,  Lot  No.  1),  Long 
Island  City,  Borough  of  Queens;  and  _ 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  October  20,  1936,  re  Alt.  Permit  No.  6584-36,  reads 
“1.  All  oil  storage  tanks  comprising  or  forming  a 
part  of  an  oil  storage  plant  shall  be  constructed  o 
tank  steel,  as  provided  for  throughout  rules  of  the 

Board  of  Standards  and  Appeals.  , 

2.  All  storage  tanks  shall  be  buried  so  that  the 


tops  thereof  shall  be  at  least  2  ft.  below  the  grade 
level.” 

Whereas,  the  premises  consist  of  a  plot  fronting  625 
ft.  on  35th  avenue  and  60  ft.  on  Vernon  boulevard,  on 
which  there  have  been  constructed  four  38,000  gallon  tanks 
for  the  storage  of  Nos.  1,  2  and  4  fuel  oil  and  six  40,000 
gallon  tanks  for  the  storage  of  the  same  grades  of  oil, 
all  of  these  tanks  located  below  ground ;  the  present  plant 
is  equipped  with  a  C.O.2  fire-extinguishing  system  piped 
to  each  tank  and  there  is  located  on  the  easterly  end  of 
the  plot,  within  185  ft.  of  Vernon  boulevard,  a  loading  rack 
and  office ;  and  .  . 

Whereas,  it  is  proposed  to  construct  at  a  point  begin¬ 
ning  433.31  ft.  west  of  Vernon  boulevard  three  325,000 
gallon  fuel  oil  tanks  to  be  used  for  the  storage  of  Nos.  2, 

4  and  6  oils  respectively;  and 

Whereas,  it  is  proposed  to  construct  these  tanks,  as 
shown  on  plans  marked  “Received  November  25,  1936,”  the 
question  involved  by  objection  No.  1  is  academic;  it.  is 
proposed  to  construct  tanks  of  concrete  and  steel  tension 
rods  according  to  the  “preload”  system  as  follows:  After 
constructing  a  concrete  floor  and  allowing  it  to  cure,  forms 
will  be  erected  for  the  tank  walls;  forms  will  be  con¬ 
structed  of  sheet  metal  on  the  inside  and  wood  on  the 
outside;  threaded  tension  rods  coated  with  an  asphaltic 
solution  to  prevent  bonding  will  then  be  placed  outside 
the  sheet  steel  of  the  form;  these  tension  rods  .will  be 
connected  by  means  of  sleeve  nuts ;  “Gunite”  will  then 
be  applied  over  the  rods,  as  shown  on  the  plans  accom¬ 
panying  this  application,  and  apertures  will  be  left  at  the 
sleeve  nuts  to  permit  stressing.  After  the  “Gunite”  sets, 
all  of  the  forms  except  the  sheet  metal  inside  will  be  re¬ 
moved.  Hairpin  ties  will  then  be  spot  welded  to  the  sheet 
metal  inside  and  an  additional  thickness  of  “Gunite”  ap¬ 
plied  thereto.  Temporary  wooden  forms  will .  then  be 
placed  for  the  construction  of  the  dome  by  a  similar  proc¬ 
ess  except  that  the  sheet  metal  lining  will  be  omitted  in 
the  dome ;  and 

Whereas,  the  applicant  contends  that  this  type  of  con¬ 
struction  has  been  developed  to  include  the  best  qualities 
of  concrete  and  steel ;  that  “Gunite”  has.  a  density  and 
impermeability  superior  to  concrete ;  that  it  has  an  aver¬ 
age  strength  in  compression  for  the  mixes  to  be.  used  in 
excess  of  4,500  pounds  per  square  inch  and  a  tensile  stress 
in  excess  of  400  pounds  per  square  inch;  that  the  type  of 
tank  proposed  is  permitted  under  the  regulations  of  the 
National  Board  of  Fire  Underwriters ;  and 
Whereas,  it  appears  that  this  type  of  tank  will  not  with¬ 
stand  the  test  pressure  required  by  the  rules  of  the  Board 
of  Standards  and  Appeals. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be  and 
it  hereby  is  denied. 

380-36- A. 

APPLICANT— Samuel  Rosenblum  for  One  Fourteen  Lib¬ 
erty  Street  Corporation,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 114-118  Liberty  street,  south 
side,  77  ft.  Zy2  in.  west  of  Church  street  and  119- 
121  Cedar  street  (Block  No.  52,  Lot  No.  25), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  * 

Negative  .  ~ 

Absent  .  ^ 
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THE  RESOLUTION— 

(380-36- A) 

Whereas,  Samuel  Rosenblum,  applicant  for  One  Four¬ 
teen  Liberty  Street  Corporation,  owner,  filed  on  December 
19,  1936,  an  appeal  from  an  order  and  decision  of  the 
commissioner  of  buildings  affecting  premises  114-118  Lib¬ 
erty  street,  south  side,  77  ft.  3,l/2  in.  west  of  Church  street 
and  119-121  Cedar  street  (Block  No.  52,  Lot  No.  25), 
Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  commissioner  of  buildings 
(30142  F),  dated  September  29,  1936,  reads  as  follows: 

“1.  Provide  approved  fireproof  windows  or  iron 
shutters  at  all  openings  in  the  exterior  wall  above  the 
1st  story  which  are  distant  in  a  direct  line  less  than 
30  ft.  from  any  opening  in  any  other  building  and 
not  in  the  same  plane  with  said  openings  and  which 
are  not  more  than  50  ft.  above  a  neighboring  roof  at 
east  and  west  sides  of  building,  or  other  approved 
protection,  as  per  section  375,  article  18,  chapter  5  of 
the  Code  of  Ordinances.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  December  16,  1936,  reads  as  follows: 

“We  are  in  receipt  of  your  communication  of  the 
11th  instant,  wherein  you  request  rescindment  of  order 
No.  30142-F. 

In  reply,  you  are  advised  that  this  order  has  been 
issued  under  a  mandatory  provision  of  the  Code,  and 
inasmuch  as  the  building  is  over  40  ft.  in  height  and 
the  unprotected  windows  constitute  an  exposure,  there¬ 
fore  your  request  must  be  denied.” 

and 

Whereas,  the  building  is  fireproof,  70  ft.  5  in.  by  112 
!  ft.  4  in.  in  area,  11  stories,  150  ft.  in  height  located  in  an 
unrestricted  use  district  and  erected  in  1900;  equipped  with 
;a  standpipe  system  and  occupied  as  follows:  1st  floor, 
stores;  2nd  floor,  showroom  and  manufacture  of  gaskets, 
20  persons;  3rd  floor,  office  and  sales  rooms,  25  persons; 
4th  to  11th  floors,  inclusive,  offices,  25  persons  per  story; 

1  and 

Whereas,  the  applicant  contends  “that  the  building  is 
used  practically  entirely  for  office  purposes ;  that  at  the 
easterly  gable  wall  a  great  many  of  the  windows  are  those 
above  the  roof  of  the  adjoining  four-story  building  to  the 
east,  which  roof  has  no  skylights  and  there  is  no  direct 
exposure;  that  the  occupancy  of  the  adjoining  premises  is 
not  hazardous ;  that  with  reference  to  the  windows  in  the 
easterly  court,  this  court  is  20  ft.  x  29  ft.  7  in.  in  area,  is 
open  to  the  top;  that  the  windows  directly  to  the  east  in 
a  building  almost  30  ft.  away  are  protected  by  iron  shut¬ 
ters;  that  the  other  windows  are  windows  in  small  units 
where  there  is  no  hazardous  occupancy;  that  on  the  west¬ 
erly  wall  the  openings  in  the  court  that  are  affected  are 
over  20  ft.  away  from  the  adjoining  exposure  wall  and 
those  that  face  directly  on  the  westerly  court  in  the 
adjoining  building  now  have  fireproof  windows  with  wired 
glass,  that  three  of  the  windows  on  each  floor  are  windows 
that  lead  from  toilet  compartments,  that  the  position  of 
these  windows  and  the  fact  that  there  is  really  no  hazard¬ 
ous  exposures  adjoining  are  such  that  it  would  be  a  great 
!  hardship  to  go  to  the  expense  of  providing  shutters  or 
fireproof  windows  when  the  occupancy  is  not  hazardous, 
and  such  expense  would  simply  be  an  additional  burden 
on  the  owner;  that  this  building  has  been  in  existence 
since  1900,  and  these  conditions  have  prevailed  heretofore 
for  a  considerable  period  of  time;  that  the  dividing  of 
each  floor  into  smaller  offices  also  adds  to  the  protection 
a°d  the  reduction  of  possibility  of  spread  due  to  the 
adjoining  exposures. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings  (No.  30142  F)  be  and  it  hereby  is  modified  and  that 
the  appeal  be  and  it  hereby  is  granted  on  condition  that 
the  windows  in  all  stories  opening  upon  the  main  stairway 
leading  to  Liberty  street  shall  be  made  fireproof  self¬ 


closing;  that  all  windows  on  the  easterly  wall  of  the 
building  along  the  court  and  overlooking  adjoining  roofs 
shall  be  made  fireproof  and  self-closing  or  equipped  with 
shutters  for  a  distance  of  50  ft.  above  the  height  of  the 
adjoining  buildings  at  112  Liberty  street  and  117  Cedar 
street,  unless  all  glass  in  the  partitions  forming  offices 
adjacent  to  these  windows  is  changed  to  wire  glass  where 
such  partitions  are  along  corridors ;  that  the  windows  on 
the  westerly  side  of  the  building  opening  into  the  court 
shall  be  made  fireproof,  self-closing,  unless  the  glass  in 
the  partitions  along  corridors  enclosing  offices  and  toilets 
adjacent  thereto  is  changed  to  wire  glass.  A  solid  panel 
of  kalamein  may  be  substituted  for  wire  glass  or  glazed 
wall  openings  may  be  blocked  up  with  material  similar 
to  partition  construction. 


250-35- A. 

APPLICANT — Nelson  Bros.  Coal  Corporation,  owner. 

SUBJECT — Application  for  reopening — amendment  —  re 
Appeal  from  a  decision  and  orders  of  the  fire 
commissioner — transportation  of  fuel  oil  in  trucks 
in  New  York  City. 

APPEARANCES— 

For  Applicant:  Edward  L.  Barton. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(250-35-A) 


Whereas,  Nelson  Bros.  Coal  Corp.,  owner,  filed  Sep¬ 
tember  19,  1935,  an  appeal  from  a  decision  and  orders  of 
the  fire  commissioner,  affecting  the  transportation  of  fuel 
oil  in  trucks  in  New  York  City,  stored  in  398  Hamilton 
avenue,  Borough  of  Brooklyn;  and 

Whereas,  the  orders  and  decision  of  the  fire  commis¬ 
sioner  read  as  follows : 

Dated  August  2,  1935,  re  Order  No.  6885-LC — 

“An  inspection  of  truck  020  with  tank  on  an  autocar 
chassis  250119,  used  by  you  for  the  transportation  of 
any  liquid  product  of  petroleum,  shale  oil  or  coal  tar 
as  required  by  section  113,  article  8,  chapter  10  of  the 
code  of  ordinances  of  the  City  of  New  York,  shows 
the  following  requirements  necessary  before  a  permit 
can  be  issued. 

“1.  Discontinue  the  use  of  tank  having  more  than 
600-gallon  capacity  in  each  compartment,  section  4.2.” 
Dated  August  2,  1935,  re  Order  No.  6886-LC — 

“An  inspection  of  truck  032  with  tank  on  an  autocar 
chassis  T10362,  used  by  you  for  the  transportation  of 
any  liquid  product  of  petroleum,  shale  oil  or  coal  tar, 
as  required  by  section  113,  article  8,  chapter  10,  of  the 
code  of  ordinances  of  the  City  of  New  York,  shows 
the  following  requirements  necessary  before  a  permit 
can  be  issued. 

“1.  Discontinue  the  use  of  tank  having  more  than 
600-gallon  capacity  in  each  compartment,  section  4.2.” 
Decision  dated  August  24,  1935 — 

“Fire  Commissioner  McElligott,  upon  receipt  of  your 
letter  of  August  19,  directed  that  the  bureau  of  com¬ 
bustibles  should  investigate  your  complaint.  Please 
be  advised  that  that  bureau  states : 

“  ‘Section  4.1  of  the  specifications  provides  that 
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and 


no  tank  shall  have  a  carrying  capacity  exceeding 
2500  gallons,  which  is  the  case  on  Truck  No.  0-30, 
0-31  and  0-32,  and  section  4.2  of  the  specifications 
provides  that  the  total  capacity  of  any  one  com¬ 
partment  shall  not  exceed  600  gallons.  The  com¬ 
partments  of  all  four  tank  trucks  exceed  this 
amount  Under  these  conditions,  it  was  necessary 
to  place  the  orders,  as  this  department  has  no 
discretion  in  the  matter.  The  only  relief  that  this 
applicant  can  seek  is  from  the  Board  of  Standards 
and  Appeals.’” 

Dated  October  8,  1935,  Order  No.  7574-LC,  reads  . 

“An  inspection  of  Truck  No.  030,  on  an  autocar 
chassis,  used  by  you  for  the  transportation  ot  any  liq¬ 
uid  product  of  petroleum,  shale  oil  or  coal  tar  as  re¬ 
quired  by  section  113,  article  8,  chapter  10,  of  the  co  e 
of  ordinances  of  the  City  of  New  York,  shows  the 
following  requirements  necessary  before  a  permit  can 

be  issued.  „  ,  ,  •  „ 

“1  Discontinue  the  use  of  tank  having  more  than 

600  gallons  capacity  in  each  compartment.  Section 

Dated  Dctober  8,  1935,  Order  No.  7575-LC,  reads. 

“An  inspection  of  Truck  No.  031  on  an  autocar 
chassis,  used  by  you  for  the  transportation  of  any  liq¬ 
uid  product  of  petroleum,  shale  oil  or  coal  tar  as  re¬ 
quired  by  section  113,  article  8,  chapter  10,  of  the  code 
of  ordinances  of  the  City  of  New  York,  shows  the 
following  requirements  necessary  before  a  permit  can 

“1.  Discontinue  the  use  of  tank  having  more  than 
600-gallon  capacity  in  each  compartment.  Section 

4.2.” 


long  as  these  trucks  remain  in  the  ownership  of  the  Nelson 
Bros.  Coal  Corporation  or  in  the  ownership  of  the  Nellaw 
Trucking  Corporation. 


VARIATION  OF  LABOR  LAW 


360-36-S. 

APPLICANT— A.  C.  Lefante,  for  Netmor  Realty  Corpor¬ 
ation,  owner.  .  . 

SUBJECT— Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of  build- 


^.i  —  variation  oi  uic  iauui  *»»»  ^  “  7 

order  and  a  decision  of  the  commissioner  of  build¬ 
ings.  ,, 

PREMISES  AFFECTED— 366-376  Frost  street,  south 
side  100  ft.  east  of  Morgan  avenue  (Block  No. 
2869,  Lot  Nos.  11  and  13),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Ernest  Pliana. 

ACTION  OF  BOARD— Laid  over  to  February  2,  1937 
at  2  P.M.  for  report  of  committee,  and  for  fur¬ 
ther  information. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
6-37-SA. 

APPLICANT— Diesel  Oil  &  Burner  Corporation  of  New 

Oil  Burner,  Model  D-A-l, 


Whereas,  the  four  tank  trucks,  Nos.  020,  030,  031  and 
032  are  used  for  the  distribution  of  fuel  oil  within  the 
City  of  New  York  operating  from  398  Hamilton  avenue, 
Borough  of  Brooklyn ;  and 

Whereas,  the  applicant  claims  the  four  tank  trucks  were 
in  use  prior  to  the  date  of  the  new  rules  effective  May  18 
1935-  that  the  tank  trucks  comply  in  all  respects  with  the 
requirements  of  the  new  rules  except  as  to  gross  capaci  y 
and  total  capacity  of  each  compartment ;  the  applicant 
transports  Nos.  1,  2  and  4  fuel  oil ;  tank  truck  No.  020  has 
2  000  gallons  gross  capacity,  divided  into  two  (2)  3UU 
gallongand  oneg  (1)  1, 000-gallpn  compartments  in  service 
since  November,  1932;  tank  truck  No.  030  has  3,000  gal 

Ions  gross  capacity,  divided  in‘°  *ree  /nlKS 
comparements,  in  service  since  October,  1933  tank :  true 
No.  031  has  3,000  gallons  gross  capacity,  divided  nffothree 
(3)  1  000-gallon  compartments,  in  service  since  December 
1934-  ’tank  truck  No.  032  has  3,000  gallons  gross  capacity, 
divided  into  three  (3)  1,000-gallon  compartments  in  ser¬ 
vice  since  January,  1935;  furthermore,  the  applicant  con¬ 
tends  there  is  no  way  in  which  these  tank  trucks  may  be 
altered  to  comply  with  the  order,  the  business  has  no 
branch  outside  the  city  where  these  tank  trucks  could  be 
used;  strict  compliance  with  the  order 

of  the  present  tanks  and  an  outlay  of  about  $1,800  for  each 

\V  h  ere  a  s ,  this  appeal  was  granted  by  the  board  October 
29  1935  on  certain  conditions  and  applicant  requested  a 
amendment  of  the  resolution.  #  . 

Resolved,  that  the  orders  of  the  fire  commissioner,  Nos. 

6RR5  I  C  6886-LC  7574-LC  and  7575-LC,  be  and  they  here- 
if5skC’m%ehnd  that  the  appeal  be  and  «  hereby  .s 
granted,  permitting  the  use  of  trucks  020  03°  031  and  032 
for  the  distribution  of  fuel  oil  within  the  City  of  Ne 
York  OH  condition  that  the  capacity  of  tank  of  truck  020 
shall  not  exceed  2,500  gross  gallons  and  that  trucks  030, 
fm  and  032  shall  not  exceed  a  capacity  of  3,000  gross  gai 
?ois  and  that  no  individual  compartment  of  these  trucks 
shall  exceed  1,000  gallons  and  that  in  all  other  resPects  t  e 
trucks  shall  comply  with  the  specifications  for  tank  trucks 
of  the  fire  chief  and  commissioner;  and  granted  only  so 


York,  owner. 

SUBJECT— Diesel-American 
approval  of. 

APPEARANCES— 

For  Applicant:  A.  W.  Schillinger. 

ACTION  OF  BOARD— Application  placed  on  reserve 
calendar,  and  referred  to  engineer  of  the  board. 


12-37-SA.  . 

APPLICANT— Irving  T.  Hecht,  agent  for  Silent  Glow 
Oil  Burner  Corporation,  owner. 

SUBJECT— Silent  Glow  Oil  Burner,  Model  1300,  ap¬ 
proval  of. 

APPEARANCES—  . 

For  Applicant:  Irving  T.  Hecht. 

ACTION  OF  BOARD— Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


591-29-SA. 

APPLICANT — B.  I.  Stamm,  for  J.  E.  Kresky,  owner. 
SUBJECT— Application  for  reopening— change  of  name— 
Kres-Kno  Oil  Burner,  Model  MD. 

APPEARANCES— 

For  Applicant:  B.  I.  Stamm. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  q 

Negative  .  g 

Absent  «•••••••••••••••••••••**************** 

THE  VOTE  TO  AMEND  RESOLUTION—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  q 

Negative  .  q 

Absent  . 

THE  RESOLUTION— 

(591-29-SA) 

Whereas,  this  application  for  the  approval  of  the  device 
known  as  the  Improved  Kres-Kno  Oil  Burner  was  granted 
by  the  board  June  10,  1930,  approving  the  use  of  the  im 
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proved  Kres-Kno  Oil  Burner  for  use  in  domestic  and 
commercial  installations ;  and 

Whereas,  B.  I.  Stamm,  for  the  present  owner,  J.  E. 
ECresky,  requests  approval  of  the  Improved  Kres-Kno  Oil 
Burner,  Model  MD;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
:he  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
jf  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
bf  bureau  of  combustibles,  was  substantially  as  follows : 

This  burner,  the  Model  MD,  differs  from  the  one 
originally  approved  by  the  board,  in  the  following  re¬ 
spects  : 

The  position  of  the  motor  and  fan  has  been  changed 
and  the  old  type  trip  bucket  control  has  been  replaced 
with  an  up-to-date  constant  level  valve  and  electric 
oil  control,  type  AP,  manufactured  by  the  Automatic 
Products  Company. 

The  burner  is  also  equipped  with  an  oil  pilot  light. 
We  observed  the  burner  in  operation  and  during  this 
period  of  time,  the  flame  was  clean  and  free  from 
J  soot  and  smoke. 

Examination  of  the  combustion  chamber  showed  no 
undue  carbon  deposits.  The  burner  may  be  either 
fully  automatic  or  manually  operated. 

As  a  result  of  this  inspection,  it  is  recommended 
that  this  burner  be  approved  for  domestic  and  com¬ 
mercial  use  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals  on  June  15,  1934,  for  fuel  oil  not  heavier 
than  No.  3;  and 

Whereas,  this  device  was  approved  by  the  board  Octo- 
>er  23,  1934  on  certain  conditions  and  applicant  requested 
lermission  to  market  this  device  as  the  Vitro-Heet  Oil 
lurner  Model,  MD. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
iiereby  approve  the  Improved  Kres-Kno  Oil  Burner  and 
he  Improved  Kres-Kno  Oil  Burner,  Model  MD,  for  use 
p  domestic  and  commercial  installations  when  installed  in 
ccordance  with  the  Oil  Burner  Rules  of  the  Board  of 
'tandards  and  Appeals  for  use  with  oil  not  heavier  than 
4o.  3  on  condition  that  there  shall  be  attached  to  each 
device  a  name  plate  permanently  affixed  stating  that  this 
evice  has  been  approved  by  the  Board  of  Standards  and 
Appeals  for  use  in  New  York  City  under  Calendar  No. 
91-29-SA. 

Resolved  further,  that  this  device  may  also  be  marketed 
mder  the  name  of  Vitro-Heet  Oil  Burner,  Model  MD, 
n  condition  that  under  whichever  name  marketed  the  re¬ 
tirements  hereinbefore  set  forth  shall  be  complied  with. 


54-34-SA. 

APPLICANT — B.  I.  Stamm  for  J.  E.  Kresky,  owner. 
:’UBJECT — Application  for  reopening — change  of  name — 
Kres-Kno  Pressing  Machine  Burner,  Model  MD. 
lPPEARAN  CES — 

|  For  Applicant :  B.  I.  Stamm. 
iCTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

'HE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

'HE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(354-34-SA) 

Whereas,  B.  I.  Stamm,  agent  for  J.  E.  Kresky,  owner, 
filed  December  18,  1934,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  the  device  known 
as  the  Kres-Kno  Pressing  Machine  Burner,  Model  MD 
sizes  KRF  and  KRF-1 ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  in  charge  of  bureau  of 
combustibles,  was  substantially  as  follows: 

This  burner  is  of  the  mechanical  draft  pot  type 
burner  and  consists  of  the  following  assembly:  A 
Robins  and  Meyer  1/20  H.P.  motor;  a  Sirocco  type 
fan;  an  air  duct  to  the  burner  unit  which  consists  of  a 
heavy  iron  casting  surrounded  by  air  ports  on  both 
sides.  On  the  bottom  member  the  oil  line  and  pilot 
is.  centered  in  the  casting  by  a  special  rivet  which 
eliminates  any  foreign  matter  that  may  settle  in  the 
oil  flow.  The  difference  in  sizes  is  only  a  difference 
in  the  lengths  of  the  air  chambers  of  the  burner. 

Controls — A  Detroit  lubricator  float  valve,  Model 
CRC234.  This  valve  is  used  to  maintain  a  constant 
level  of  oil  in  the  vaporizing  pot. 

A  Detroit  lubricator  solonoid  valve  which  has  a  by¬ 
pass  in  it  allowing  sufficient  oil  to  flow  through  to  a 
pilot  light  for  ignition  purposes.  A  steam  Pressuretrol 
manufactured  by  the  Penn  Switch  Company  which  is 
set  at  a  predetermined  steam  pressure  usually  60 
pounds.  When  the  predetermined  pressure  is  reached 
the  oil  supply  is  completely  shut  off  except  that  used 
for  the  pilot  light.  The  oil  supply  was  furnished  from 
a  six  gallon  welded  steel  tank,  mounted  upon  three 
substantial  iron  legs  bolted  to  the  floor.  The  burner 
is  designed  to  use  fuel  oils  not  heavier  than  No.  3 
commercial  grades. 

Operation — The  burner  was  operated  and  when  the 
pressure  of  60  pounds  was  reached  the  Penn  switch 
completely  shut  down  the  supply  of  oil  to  the  burner. 
When  the  steam  pressure  fell  to  40  pounds  the  Solo¬ 
noid  valve  opened  and  allowed  a  full  supply  of  oil  to 
the  burner.  The  flame  was  steady  without  any  evi¬ 
dence  of  soot  or  smoke  and  the  combustion  chamber 
showed  no  undue  carbon  deposits.  There  were  no 
flarebacks  or  puffs  during  the  test. 

As  a  result  of  our  inspection  and  test  it  is  recom¬ 
mended  that  same  be  approved  for  commercial  and  in¬ 
dustrial  use  when  installed  in  accordance  with  the  Oil 
Burner  Rules  and  under  such  regulations  that  the 
Board  of  Standards  and  Appeals  have  adopted  for 
other  pressing  machine  burners;  and 
Whereas,  this  device  was  approved  by  the  board  Febru¬ 
ary  19,  1935,  on  certain  condition  and  applicant  requested 
permission  to  market  the  burner  under  the  name  Vitro 
Heet  Pressing  Machine  Burner  Model  MD. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  Kres-Kno  Pressing  Machine  Burner, 
Model  MD,  sizes  KRF  and  KRF-1,  for  commercial  and  in¬ 
dustrial  installations  for  use  with  range  oil  or  fuel  oil  not 
heavier  than  No.  3,  on  condition  that  this  device  shall  be 
installed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals,  as  modified  and  supple¬ 
mented  by  the  following  conditions : 

1.  When  exposed  oil  piping  is  more  than  8  inches  in 
length,  same  shall  be  enclosed  in  iron  or  steel  piping 
or  BX  cable.  Such  piping  shall  be  securely  fas¬ 
tened  to  the  floor  or  walls  with  non-combustible 
fastenings  as  per  Rule  7,  1A  and  IB. 

2.  That  the  stand  supporting  the  burner  in  the  fire 


105 


MINUTES 


3. 


4. 

5. 


6/ 


box  of  the  boiler  shall  be  securely  bolted  to  the 
bottom  thereof. 

The  oil  supply  container  and  pump  to  be  mounted 
on  a  common  base  shall  be  firmly  anchored  to  the 
floor  and  at  a  distance  of  at  least  60  in.  from  the 
boiler  in  which  the  device  is  installed. 

Only  approved  safety  cans  shall  be  used  for  the 
storage  and  filling  of  oil  containers. 

Floor  beneath  oil  burner  device  shall  be  protected 
by  a  shield  of  at  least  in.  asbestos  or  other  equiv¬ 
alent  material,  this  shield  to  extend  at  least  12  in. 
beyond  the  outline  of  the  boiler  in  which  the  device 
is  installed. 

The  storage  container  shall  bear  a  label  permanent¬ 
ly  attached  thereto  reading  as  follows: 

NOTICE 

APPROVED  BY  THE 

BOARD  OF  STANDARDS  AND  APPEALS 
UNDER  CAL.  NO.  354-34-SA. 

For  Use  in  New  York  City 
Only  an  Approved  Safety  Can  Shall  Be  Used  In 
Filling  This  Storage  Container. 

That  the  tank  shall  be  set  rigidly  in  a  cup  shaped 
base  receptacle  of  sufficient  capacity  to  contain  1/4 
the  contents  of  the  tank  in  case  of  leakage. 

That  the  device  shall  be  connected  by  a  suitable 
flue  pipe  to  a  legal  chimney  or  to  the  outer  air  this 
flue  to  be  provided  with  a  suitable  stack  check  to 

nullify  down  draft.  , 

That  the  boiler  from  the  top  thereof  to  the  floor 
line  shall  be  protected  with  a  jacket  1  in.  in  thick¬ 
ness  of  either  air-cell  asbestos  or  85  per  cent  mag¬ 
nesia,  except  that  an  operating  opening  may  be  left 
open  at  the  base  not  exceeding  50  sq.  in.  area,  said 
jacket  to  be  secured  by  wire  to  the  boiler  and  com¬ 
pletely  covered  with  sheet  metal  or  with  hard 
cement  surface;  and  that  other  than  as  herein 
amended  the  resolution  adopted  by  the  board  on 
November  7,  1934,  shall  be  complied  with  in  all 
respects. 

The  storage  of  oil  shall  be  limited  to  not  more 
than  2  five  gallon  safety  cans  in  reserve  unless  the 
installation  is  made  in  complete  conformity  with 

the  oil  burner  rules.  ,  , 

The  board  reserves  the  right  to  add  additional  re¬ 
quirement  if  and  when  such  additional  requirements 
are  deemed  necessary. 

Resolved  further,  that  this  device  may  also  be  marketed 
under  the  name  Vitro-Heet  Pressing  Machine  Burner 
Model  MD,  sizes  KRF  and  KRF-1  on  condition  that 
under  whichever  name  marketed  the  requirements  herein¬ 
before  set  forth  shall  be  complied  with. 


7. 


8. 


9. 


10. 


11. 


355-34-SA. 

APPLICANT — B.  I.  Stamm  for  J.  E.  Kresky,  owner. 

SUB  TECT— Application  for  reopening— change  of  name 

Kres-Kno  Range  Oil  Burner,  Model  MD,  Sizes 
KR,  KRF,  KRF-1  and  1-R. 

APPEARANCES— 

For  Applicant:  B.  I.  Stamm. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  q 

Negative  .  n 

Absent  ....*•••••• . *  * . * . . . 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  q 

Negative  . 


Absent  .  u 

THE  RESOLUTION— 

(355-34-SA) 

Whereas,  B.  I.  Stamm,  for  J.  E.  Kresky,  owner  filed 
December  18,  1934,  an  application  with  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  Kres-Kno  Range  Burner,  Model  MD,  sizes  KR, 
KRF,  KRF-1  and  1-R;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  bureau  of  combustibles,  was  substantially  as  follows . 

This  burner  is  of  the  mechanical  draft  pot  type,  and 
consists  of  the  following  assembly :  A  Robins  and 
Meyer  1/20  h.p.  motor;  a  Sorocco  type  fan;  an  air 
duct  to  the  burner  unit  which  consists  of  a  heavy  iron 
casting  surrounded  by  air  ports  on  both  sides.  On  the 
bottom  member  the  oil  line  and  pilot  is  centered  in 
the  casting  by  a  special  rivet  which  eliminates  any 
foreign  matter  that  may  settle  in  the  oil  flow.  The 
difference  in  sizes  is  only  a  difference  in  the  lengths 
of  the  air  chamber  of  the  burners.  At  the  premises 
where  we  inspected  this  burner  it  was  manually  oper¬ 
ated.  The  oil  supply  was  by  gravity  from  a  six  gallon 
welded  steel  tank  mounted  upon  three  substantial  iron 
legs  bolted  to  the  floor.  _  .  , 

This  burner  may  also  be  used  in  cooking  ranges  in 
commercial  kitchens  and  it  is  suggested  that  the  certain 
recommendations  be  carried  out  in  their  installation 
and  incorporated  upon  their  instruction  card. 

This  burner  is  also  used  in  connection  with  hot 
water  boiler  units  and  when  so  installed  for  furnishing 
hot  water  it  is  equipped  with  a  Detroit  lubricator 
float  valve,  Model  CR-C  234;.  A  Detroit  lubricator 
solonoid  with  a  by-pass  for  the  oil  pilot  and  the  Minne¬ 
apolis  Honeywell  immersion  type  Aquastat.  When  the 
heat  of  the  water  reaches  the  point  at  which  the 
Aquastat  is  set,  the  Aquastat  closes  the  Solonoid  valve 
and  the  burner  then  operates  on  a  low  flame  .  until 
the  temperature  in  the  water  falls  below  the  point  at 
which  the  Aquastat  is  set. 

The  controls  were  tested  and  found  that  they  func¬ 
tioned  as  designed,  namely,  that  at  no  time  was  there 
an  excess  supply  of  oil  allowed  to  flow  to  the  burner. 

As  these  burners  were  installed  in  accordance  with 
the  provisions  of  the  oil  burner  rules,  adopted  by  the 
Board  of  Standards  and  Appeals  of  June  15,  1934,  it 
is  recommended  that  they  may  be  approved  for  domes¬ 
tic  and  commercial  use ; 

and  | 

Whereas,  this  device  was  approved  by  the  board  March 
12,  1935  on  certain  conditions  and  applicant  requested  per¬ 
mission  to  market  the  device  as  the  Vitro-Heet  Range  Oil 
Burner,  Model  MD. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Kres-Kno  Range 
Burner,  Model  MD,  Sizes  KR,  KRF,  KRF-1  and  1-R,  for 
domestic  and  commercial  use  on  condition  that  this  device 
shall  be  installed  in  accordance  with  the  oil  burner  rules 
of  the  Board  of  Standards  and  Appeals  and  the  additional 
requirements  as  follows : 

1.  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  tank. 

2.  When  exposed  oil  piping  is  more  than  8  inches,  in 
length  same  shall  be  enclosed  in  iron  or  steel  piping 
or  BX  cable.  Such  piping  shall  be  securely  fastened 
to  the  floors  or  walls  with  non-combustible  fastening 
as  per  Rule  7,  1A  and  IB. 

3.  That  the  stand  supporting  the  burners  in  the  firebox 
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of  the  range  or  oven  shall  be  securely  bolted  to  the 
bottom  thereof. 

4.  That  dampers  in  the  fire  box  of  the  range  or  oven 
shall  be  so  fixed  that  they  cannot  be  fully  closed. 

5.  Storage  container  shall  not  be  filled  in  same  room 
when  and  where  burner  is  in  operation. 

6.  Floor  beneath  oil  burner  device  shall  be  protected  by 
a  shield  of  at  least  inch  asbestos  or  other  equiva¬ 
lent  material,  this  shield  to  extend  at  least  12  inches 
beyond  the  outline  of  the  oven  or  range  in  which 
the  device  is  installed. 

7.  The  storage  container  shall  bear  a  label  permanently 
attached  thereto  reading  as  follows : 

NOTICE 

APPROVED  BY  THE BOARD  OF  STANDARDS 
AND  APPEALS 

FOR  USE  IN  NEW  YORK  CITY 
UNDER  CAL.  NO.  355-34-SA 
ONLY  AN  APPROVED  SAFETY  CAN  SHALL 
BE  USED  IN  FILLING  THIS  STORAGE 
CONTAINER. 

8.  The  oil  supply  tank  shall  be  located  not  less  than 
sixty  inches  from  the  range  or  oven;  where  this  is 


impossible,  the  oil  supply  container  shall  be  protected 
by  a  double  air  spaced  metal  shield  on  the  side  adja¬ 
cent  to  the  heat  producing  apparatus. 

9.  That  the  device  shall  be  connected  by  a  suitable  flue 
pipe  to  a  legal  chimney,  in  accordance  with  the  re¬ 
quirements  of  section  403  of  chapter  V  of  the  code 
of  ordinances,  such  chimney  to  be  provided  with  a 
readily  accessible  cleanout  door;  that  this  flue  be 
provided  with  a  suitable  stack  check  to  nullify  down 
draft. 

10.  The  fuel  oil  used  in  this  device  shall  be  not  heavier 
than  No.  3  fuel  oil. 

Resolved  further,  that  this  device  may  he  marketed 
under  the  name  of  Vitro-Heet  Range  Oil  Burner,  Model 
AID,  sizes  KR,  KRF,  KRF-1  and  1-R  on  condition 
that  the  requirements  heretofore  set  forth  shall  be  com¬ 
plied  with  and  that  under  whichever  name  marketed  the 
requirements  hereinbefore  set  forth  shall  be  complied  with. 


Adjourned,  3:50  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  April  24,  1934,  as  they  appeared 
in  Bulletin  No.  18,  Vol.  19,  are  hereby  corrected  to  read  as 
follows : 

THE  RESOLUTION— 

(64-34- A) 

Whereas,  Croker  Fire  Prevention  Corp.,  for  Morris 
White  Properties,  Inc.,  owner,  filed  March  8,  1934,  an  ap¬ 
peal  from  an  order  of  the  fire  commissioner  and  a  decision 
of  the  commissioner  of  buildings,  affecting  premises  121- 
131  West  19th  street  (Block  No.  795,  Lot  No.  27),  Bor¬ 
ough  of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
April  6,  1933,  re:  Order  No.  2831-F,  reads: 

“1.  Repair  or  replace  the  missing  and  defective 
shutters  with  proper  iron  shutters  or  approved  fire¬ 
proof  windows  at  all  openings  in  the  exterior  wall 
above  1st  story  which  are  distant  in  a  direct  line  less 
than  30  ft.  from  any  opening  in  any  other  building 
and  not  in  the  same  plane  with  said  openings  which 
are  not  more  than  50  ft.  above  a  neighboring  roof  at 
rear  of  building  or  other  approved  protection,  as  per 
section  375,  article  18,  chapter  5,  Code  of  Ordinances ;” 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  March  3,  1934,  reads : 

“In  reference  to  your  request  to  rescind  item  I  of 
Order  No.  2831-F  pending  against  the  above  premises 
and  requiring  the  following: 

“  ‘Repair  or  replace  the  missing  and  defective  shut¬ 
ters  with  proper  iron  shutters  or  approved  fireproof 
windows  at  all  openings  in  the  exterior  wall  above  first 
story  which  are  distant  in  a  direct  line  less  than  30 
ft.  from  any  opening  in  any  other  building  and  not  in 
the  same  plane  with  said  openings  and  which  are  not 


'Correction — Word  “westerly”  changed  to  "rear  north¬ 
erly”  in  line  59  of  resolution. 


more  than  50  ft.  above  the  neighboring  roof  at  rear  of 
building,  or  other  approved  protection,  as  per  section 
375,  article  18,  chapter  5,  Code  of  Ordinances.’ 

“You  are  advised  as  these  premises  exceeds  forty 
feet  in  height  and  is  occupied  as  a  tenant  factory,  your 
request  must  be  denied.” 

and 

Whereas,  the  building  is  fireproof,  10  stories  in  height, 
122  ft.  10  in.  by  92  ft.  in  area;  OCCUPIED  as  a  tenant 
factory,  50  to  100  persons  per  story;  and 

Whereas,  the  appellant  has  filed  plans  indicating  63 
window  openings  in  the  north  wall  affected  by  the  order, 
and  the  buildings  causing  the  exposure  located  3  ft.  to 
10  ft.  distant ;  and 

Whereas,  the  appellant  claims  the  building  under  appeal 
is  equipped  with  an  approved  standpipe  system  and 
sprinkler  system  covering  the  entire  premises,  there  is 
a  sprinkler  head  within  2  ft.  6  in.  to  4  ft.  7  in.  from  the 
center  of  every  window  opening  affected  by  the  order,  a 
great  many  of  these  windows  are  now  provided  with 
kalamein  sliding  shutters;  that  all  the  windows  in  the 
building  causing  the  exposure  are  fireproof  and  self-clos¬ 
ing;  however,  the  appellant  proposes  to  provide  fireproof 
windows  for  all  openings  from  the  stair  hall  at  the  north¬ 
west  corner  of  the  building. 

Resolved,  that  the  order  of  the  fire  commissioner  and 
the  decision  of  the  commissioner  of  buildings  be  and  they 
hereby  are  modified,  and  that  the  appeal  be  and  it  hereby 
is  granted  as  to  order  No.  2831-F  on  condition  that  all 
windows  covered  by  this  order  on  the  rear  northerly  wall 
shall  be  protected  with  fireproof  shutters  on  all  stories 
above  the  street  level  up  to  and  including  the  second  story 
above  the  roof  of  the  building  at  120  West  20th  street  and 
122  West  20th  street  and  four  stories  above  the  building 
at  124-128  West  20th  street;  that  the  sprinkler  system  shall 
be  maintained  in  satisfactory  working  condition  at  all 
times;  that  there  shall  be  a  sprinkler  head  opposite  each 
window  in  this  west  wall  for  its  entire  height,  not  farther 
removed  than  4  ft.  7  in.  from  the  center  thereof ;  and  that 
all  windows  in  the  stairway  at  the  northwest  corner  shall 
be  made  fireproof,  self-closing. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 
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♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday  afternoon,  December  1,  1936, 
as  they  appeared  in  Bulletin  No.  49,  Vol.  XXI,  are  hereby 
corrected  to  read  as  follows : 

THE  RESOLUTION— 

(332-36- A) 

Whereas,  Kings  Laboratories,  Inc.,  lessee,  for  Grace  A. 
Fraser  &  Estate  of  Caroline  W.  Fraser,  owners,  filed  No¬ 
vember  6,  1936,  an  appeal  from  an  order  of  the  fire  com¬ 
missioner  affecting  premises  4005  Dyre  avenue,  northwest 
corner  Dark  street  (Block  No.  4969,  Lot  No.  19),  Bor¬ 
ough  of  The  Bronx;  and 

Whereas,  the  order,  No.  3654-LC,  of  the  fire  commis¬ 
sioner,  dated  October  16,  1936,  reads : 

‘With  reference  to  your  application  dated  November 
29,  1936,  for  a  permit  to  manufacture  an  inflammable 
mixture  at  above  location,  I  regret  to  inform  you  that 
I  am  without  power  to  grant  such  a  permit  for  the 
reason:  Section  131-2A,  chapter  10,  Code  of  Ordi¬ 
nances,  prohibits  the  issuance  of  such  a  permit  for 
any  building  that  is  within  50  ft.  of  any  building  where 
the  public  assemble,  namely,  ‘church’. 

“You  are  therefore,  hereby,  ordered  to : 

1.  Discontinue  the  manufacture  of  an  inflammable 
mixture  on  these  premises  in  violation^  of  the 
provisions  of  the  Code  of  Ordinances. 

and 

Whereas,  the  premises  in  question  consist  of  a  non- 
fireproof  building,  one  story  in  height,  50  ft.  by  24  ft.  in 


♦Correction — Word  “combustible,”  changed  to  “inflamm¬ 
able”  in  line  27,  50,  and  52  of  the  resolution,  words  “or 
manufactured”  added  in  line  50  and  52,  and  words  except 
as  to  buried  storage  tanks”  added  in  line  58  of  resolution. 


area;  located  at  the  rear  of  the  lot  and  occupied  as  fol¬ 
lows:  Cellar,  boiler  room,  ('unused)  ;  first  floor,  south  sec¬ 
tion,  offices ;  north  section,  vacant ;  two  center  sections —  , 
storage  of  metal  tubes  and  storage  of  inflammable  mixture 
and  filling  of  metal  tubes ;  and 

Whereas,  it  is  proposed  to  separate  the  center  section 
from  the  balance  of  the  building  by  bricking  up  the  pres¬ 
ent  opening  in  dividing  wall  and  to  occupy  the  section 
which  is  located  approximately  14  ft.  south  from  the  north¬ 
erly  line  of  the  building  for  the  storage  of  150-gallon 
drums  of  Dupont  film  cement  (Butyl  Acetate,  denatured 
alcohol)  ;  and 

Whereas,  the  applicant  contends  that  the  building,  which 
is  the  cause  of  the  exposure  in  question  is  an  extension 
to  a  church  building  which  is  located  on  the  south  side  of 
Dark  street  directly  opposite  the  premises  in  question  and 
that  the  extension  of  the  church  building  which  is  a  por¬ 
tion  within  50  ft.  of  the  premises  in  question  exists  in  the 
bed  of  a  city  street,  and  that  the  portion  of  the  building  in 
which  the  combustible  mixture  will  be  stored  will  be  more 
than  50  ft.  from  the  place  of  public  assembly  and  will  be 
separated  by  the  office  portion  and  the  portion  devoted 
to  the  storage  of  metal  tubes  only.  i 

Resolved,  that  the  order,  No.  3654-LC,  of  the  fire  com¬ 
missioner,  dated  October  16,  1936,  be  and  it  hereby  is 
modified,  and  the  appeal  be  and  it  hereby  is  granted  on 
condition  that  no  inflammable  mixture  shall  be  stored  or 
manufactured  in  any  part  of  the  building  that  is  within  50 
ft.  of  the  church  building;  that  the  inflammable  mixture 
proposed  to  be  stored  or  manufactured  shall  not  exceed 
at  any  one  time  a  total  weight  of  300  lbs. ;  that  such  port¬ 
able  fire  appliances  shall  be  maintained  as  the  commis¬ 
sioner  shall  direct;  that  the  person  in  charge  shal  hold 
Certificate  of  Fitness;  that  the  building  shall  not  be  in¬ 
creased  in  height  or  area ;  and  that  in  all  other  respects  , 
all  rules  and  regulations  applicable  thereto,  except  as  to 
buried  storage  tanks  shall  be  complied  with. 


MINUTES 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  January  12,  1937,  as  they  ap¬ 
peared  in  Bulletin  No.  3,  Vol.  XXII,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(353-35-BZ) 

Whereas,  this  application  affecting  premises  86-08 
Broadway,  west  side,  62  ft.  south  of  51st  street  (Maurice 
avenue),' (Block  No.  1549  Lot  No  12)  Elmhurst;  Bor¬ 
ough  of  Queens,  was  granted  by  the  board,  March  1/,  IVoo, 
on  certain  conditions  and  applicant  requested  an  amend¬ 
ment  of  the  resolution.  .  ,  ,  „ 

Resolved,  that  the  resolution  adopted  by  the  board  on 
March  17,  1936  be  and  it  hereby  is  modified,  so  that  as 
amended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variations  in  the  application  of 
the  use  district  regulations  of  the  building  zone  reso¬ 
lution,  and  that  the  application  be  and  it  hereby  is 


Correction— The  word  “purloins”  changed  to  “purlins” 
in  line  26  of  resolution,  and  the  word  “and  deleted  in 
line  30. 


BUILDING  CODE  ON  SALE. 


Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


granted,  under  section  21  to  permit  the  erection  and 
use  of  the  proposed  one-story  garage  building  as  in¬ 
dicated  on  plans  filed  with  this  appeal,  on  condition- 
that  the  building  shall  be  located  as  indicated  in  rear 
of  Lot  12,  adjacent  to  the  easterly  line  of  the  proposed, 
Reeder  street ;  that  the  garage  shall  be  exclusively  for , 
the  storage  of  automobiles  used  in  conjunction  with 
the  operation  of  the  undertaking  business  located  on 
front  of  this  lot  at  premises  known  as  86-08  Broad¬ 
way;  that  the  ceiling  of  this  building  shall  be  fire  re¬ 
tarded  in  accordance  with  the  Rules  of  the  Board  of 
Standards  and  Appeals,  unless  the  roof  is  constructed, 
of  steel  beams,  steel  purlins  and  galvanized  steel  cor¬ 
rugated  sheet  roofing,  in  which  case  the  fire-retarding 
may  be  omitted;  and  the  weather  surfacing  of  the  root 
shall  be  of  non-inflammable  material,  unless  the  roof 
is  covered  with  steel  corrugated  asbestos  protected 
roofing  •  that  no  windows  shall  be  installed  in  the 
garage  walls  parallel  to  the  side  lot  lines  unless  the 
distance  between  such  walls  and  side  lot  lines  is  at 
least  7  ft. ;  that  this  variation  is  granted  only  so  long 
as  the  building  is  used  as  herein  permitted;  and  that 
all  permils  shall  be  obtained  and  all  work  shall  be 
completed  within  one  year  from  the  date  of  this 
action.” 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2215, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand* 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  SO  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot : 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  5j4  pounds 

3  inches .  5  1/5  9j4  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33J4  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
tmcKness  and  weight  per  linear  foot: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


\y2  inches . 14  inches  2.68  pounds 

2  "  inches . 15  inches  3.61  pounds 

2i/4  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

Zy2  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4^4  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 3 7  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


■  29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 

solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2y2  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3 y2  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

414  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters 


Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


- - 

33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


...  = 

Diameters  Weights 

- —  •  : 

1^4  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2J4  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces  1 

4  inches .  3  pounds  8  ounces 

— 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 

not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe.  , 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short  | 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


\y2  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of  , 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot : 


Weights  per 

Diameters 

Linear  Font 

\y  inch  (for  flush  pipes  only) .  2^4  pounds 

1^4  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4^4  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 


41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 


42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 

^  aS  building  fpr  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick ;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick,  ffhe  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50  All  pipes,  issuing  from  extensions  or  elsewhere 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de- 
tray  the  expense  of  extending  said  soil,  waste  or  vent  lines 

mak7 such  alteration^'  higlKr  buiMi"&  °r  shal1  “““« 

!3,Thte  arrangement  of  all  pipes  must  be  as  straight 
unavoidable5  P°SSlb  e’  0ffsets  wil1  be  permitted  only  when 

52  All  pipes  and  traps  should,  where  possible  be  ex- 

forSein<  °  VeW'  Ihey  sb?uld  always  be  readily  accessible 
tor  inspection  and  repairing. 

'tn5th,  ln  ?very  building  where  there  is  a  leader  connected 
b°  bteidram'  lf  there  are  any  plumbing  fixtures,  there  must 

for  Ventilation  ^  4)  ^  P1PC  extending  above  the  roof 

Yard,  Area  and  Other  Drains. 

inSLaAm,^rfr  ^eaS  C°U[tS  exceeding  15  square  feet 
n  area  must  be  drained  into  the  sewer.  A  shaft  open  at 

anno°tPhn0t  exceedinS  ?  feet  in  area,  and  which 

drain  trbfnC°nneCled  !?  bacl5  of  a  Ieader>  yard  court  or  area 

supnhed  nrS  ^  1Jlt0  a  Pubhcly-placed,  water- 

supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 
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nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57-  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys- 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
tor  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

b-very  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roots  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
aijy  ,ram  wader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  bv 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
tie  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con- 
duc  ed  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

.  6I-  Insid(j  Baders  must  be  made  of  cast-iron,  wrought 
!r°L°tr  steeI’  Wltb  ro°f  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 

wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal  but 
they  must  connect  with  the  house  drain  by  means ’of  a 

level11"011  P1PC  eXtending  verticaHy  five  feet  above  the  grade 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

b5\  °ld  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found 
on  examination  by  the  plumbing  inspector,  to  conform  in’ 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
can  be  olti.he^epir  ^  £  ^ 

,hfpipp^  “VIS 

™bere  th^re  Jf  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  ^oTnts 
68.  No  earthenware  house-drain,  when  found  in  a  leakv 

wUdta7cas«t',„°npiSan  be  reI>3ired  °r  '"“  '5 

hefvy  cast  g£ 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  dram  in  the  wa 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  1U 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter : 


Diameter 


of  Fall 

Pipe  Va  Inch  per  Foot  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10 . 41,000  square  feet  59,000  square  feet 

12 . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table: 


Main  soil  stacks  in  buildings  serving  not  more 

than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks . _• -  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  . • .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  114  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  1/4  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
dian  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
'is  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
ronnected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
rent  connection  for  water-closets  and  slop  sinks  must  be 
nade  from  the  branch  soil  or  waste  pipe  just  below  the 
rap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
Connected  as  to  prevent  obstruction,  and  no  waste  pipe  con- 
lected  between  it  and  the  fixture.  Earthenware  traps  must 
lave  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
onnection,  by  means  of  a  horizontal  branch  soil  or  waste 
>ipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
nd  in  which  the  connection  between  the  branch  pipe  and 
.he  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
>f  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
vent  pipe. 

l,  97-  Tlie  sizes  of  vent  pipes  throughout  must  not  be  less 
aan  the  following: 

Foi  main  vents,  two  inches  in  diameter;  for  water-closets 
m  three  or  more  floors,  three  inches  in  diameter;  for  other 
:xtures  on  less  than  seven  floors,  two  inches  in  diameter; 
iree-inch  vent  pipe  will  be  permitted  for  less  than  nine 
dories;  for  more  than  eight  and  less  than  sixteen  stories, 
our  inches  in  diameter;  for  more  than  fifteen  and  less 
qan  twenty-two  stories,  five  inches  in  diameter;  for  more 
nan  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
etermined  by  the  Commissioner  of  Buildings. 

j  For  fixtures  other  than  water-closets  and  slop  sinks  and 
or  more  than  eight  stories,  vent  pipes  may  be  one  inch 
nailer  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
:?t  exceeding  25  feet,  two  inches  in  diameter;  when  over 
5  >n  length  but  not  exceeding  50  feet,  three  inches 
,i  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
ngth,  nor  can  any  main  vent  be  of  less  diameter  than 
,ie  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
s'  are  arranged  in  groups  of  batteries,  “yoke  type”  ven- 
lation  may  be  installed,  provided  that  for  batteries  of  wa- 
rclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
et  distant  from  the  horizontal  branch  soil  pipe  into  which 
discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi- 
naiy  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


-1/2  inch  branches  on  a  \l/2  inch  main  branch. 

4,  .  }ncb  branches  on  a  2  inch  main  branch. 

2  2  2  ^ranc^es  on  a  ^  inch  main  branch. 

4- 1J4  |  “ich  branches  on  a  2  inch  main  branch. 

5- \y2  j *  *ncb  branches  on  a  2  inch  main  branch. 


Traps. 

•  form  of  trap  wil1  be  Permitted  to  be  used  unless 

it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon- jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
a.ny  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more- than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

lOo.  All  fixtures,  other  than  water-closets  and  urinals 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
hve  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight 
ihe  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man- 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

\l/2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (154)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(24)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,.  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (154)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  154  inches  in  diameter 
nor  larger  than  154  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup- 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Wash  tubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa- 
ter-closets  so  thcit  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart- . 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be^equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  .  with  connection' 
through  the  floor  in  all  new  work,  and  in  all  alterations 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  fron 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  othei 
water-closets  having  an  unventilated  space,  or  the  walls  oi 
which  are  not  thoroughly  washed  out  at  each  discharge 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted 
except  earthenware  hoppers  where  there  is  an  exposure  t( 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted 

135.  Water-closets  and  urinals  must  never  be  connecte< 
directly  with  or  flushed  from  the  water-supply  pipes,  ex 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  fron 
a  separate  cistern,  the  water  from  which  is  used  for  n< 
other  purpose,  or  may  be  flushed  through  flushometer  valve! 
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,  137.  _  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
,bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
,of  the  drainage  system. 

,  139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  Ihe  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

,  141.  Water-closet  flush  pipes  must  not  be  less  than  one 
ind  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
n  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
md  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

,  142-  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli- 
inces  may  be  used  only  on  written  permit  from  the  Com- 
mssioner  of  Buildings,  and  must  be  set  and  arranged  as 
nay  be  required  by  the  terms  of  the  permit. 

;  144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
iction  of  urine.  _  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
porrosive  material. 


’  145.  The  platforms  of  treads  of  urinal  stalls  must  never 
>e  connected  independently  to  the  plumbing  system,  nor  can 
hey  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
>e  enameled  or  galvanized. 

r.n  a”  houses,  sinks  must  be  entirely  open,  on  iron 
°r  buckets  without  any  inclosing  woodwork. 

•  'V;ooden  wash  tubs  are  prohibited,  except  when 
ised  in  hotels,  restaurants  or  bottling  establishments  for 
yashmg  dishes  or  bottles.  Cement  or  artificial  stone  tubs 

"f  Bufldingsermitted  UnkSS  approved  by  the  Commissioner 


Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
e  provided  with  a  sufficient  supply  of  water  for  flushing 
o  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
vater-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
lams  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
;nder  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
nd  under  the  supervision  of  the  Department  of  Water 
:’upply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
ervice  pipe  inside  the  front  wall. 

152-  The  diameters  of  street  service  pipes  must  not  be 
;SS  than  three-quarter  inch  for  dwellings  and  tenements 
ccupied  by  six  families  or  less;  one  inch  for  tenements 
nd  one  and  one-half  inch  for  hotels,  factories  and  other 
nscellaneous  buildings,  provided  that  in  no  case  can  the 
lameter  of  the  service  pipes  be  less  than  the  diameter  of 
ie  tap  installed  under  the  supervision  of  the  Department 
i  Water  Supply,  Gas  and  Electricity. 


Riser  Lines. 

^ diameter  of  all  riser  lines  in  plumbing  systems 
al!  be  not  less  than  three-quarters  (yA)  inches;  except 
iat  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
ay  be  one-half  ( y2 )  inch. 
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Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
ot  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ,  except  that  only  one  stop  cock  or  valve  shall  be  re- 
quned  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
nxtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
tin  ee-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 

em  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stones  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
stafled  ^XtUre’  an  aPProve<4  circulating  system  shall  be  in- 

19  wi*h  this  amendment  adopted  November 

ic,  lydt,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1,  1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
o  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
ot  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 

as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 


!58.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof 
where  possible,  and  in  such  cases  should  be  brought  down 

°  •  *1. S1X  inches  of  the  roof,  or  it  must  be  trapped 

and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  lioor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 


y T  — .  sum  idiiKs  must  De  provided 

and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 


163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe  ; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 


so  arranged  as  to  discharge  into  a  lime  box  and.  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  V/2  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

l 

.  ■  i 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Diameters 


Weights  per 
Linear  Foot 


v% 

inch 

V. 2 

inch 

inch 

i 

inch 

D/4 

inch 

^l/2 

inch 

2 

inch 

2l/2 

inch 

3 

inch 

3/2 

inch 

4 

inch 

0.56  pound 
0.85  pound 
1.12  pound 

1.67  pound 
2.24  pounds 

2.68  pounds 
3.61  pounds 
5.75  pounds 
7.54  pounds 
9.00  pounds 

10.66  pounds 


No  pipe  allowed  of  less  than  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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:  valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

!  181.  Where  it  is  not  impracticable  so  to  do,  all  risers 

shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be- 

•  coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
■  inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
’coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
!with  tar. 

l  184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  %  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
;?.ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
she  less  than  eighteen  inches. 

;  No  swinging  or  folding  gas  brackets  shall  be  placed 
'igainst  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
trom  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
.ombustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
anks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow- 
ng  scale: 


i  Diameter 

Length 

Burners 

H 

inch . 

3 

i  X 
H 

inch . 

6 

inch . 

20 

l 

inch . 

35 

.  1J4 

inch . 

60 

i  'A 

inch . 

100 

2 

inch . 

200 

2^ 

inch . 

300 

3 

inch . 

450 

inch . 

600 

4 

inch . 

750 

^1-  Outlets  for  gas  ranges  shall  have  a  diameter  not 
:ss  than  required  for  six  burners,  and  all  gas  ranges  and 
eaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
hing  or  woodwork,  it  shall  be  classed  as  fixtures. 

*93.  All  brass  tubing  used  for  arms  and  stems  of  fix- 
ires  shall  be  at  least  No.  18  standard  gauge  and  full  size 
utside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
t  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  of  an  inch  bearing  (except  in  cases  of  special  de- 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out- 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes  • 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con- 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 


197  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis- 
sioner  of  Buildings  shall  have  power  to  modify  their  provi- 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 


1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 


Modifications. 


Instructions. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and  : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual¬ 
ities,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions.  ;*  ] 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 

placed  in  the  trap,  when  water  has  been  discharged  through 
same.  »  i 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

• 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

< 

Instructions:  Applicants  for  approval  of  deep  seal  . 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application  : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested.  , 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 

with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed.  *  > 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that  1 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 

- ■  -  —  ■  " 

USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  wUh  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

l-2^-5  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 

30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  the  action  of  flame  and  heat 
when  subjected  to  a  continuous  fire  for  one  hour  at  an 
average  temperature  of  seventeen  hundred  (1700)  degrees 
Fahrenheit  without  the  passage  of  flame,  and  with  a  max¬ 
imum  temperature  rise  to  four  hundred  (400)  degrees 
Fahrenheit  on  the  side  away  from  the  fire.  The  point  at 
which  the  temperature  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
ointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
notor  vehicle  repair  shops  or  oil  selling  stations  when  the 
>eams  are  protected  on  the  upper  and  under  sides  with  the 
ir.^7re^ar(^n?  materials  specified  in  rules  for  floor  and 
:eihng  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
orms  of  construction  shall  be  accepted  as  fire-retarding  for 
he  covering  of  the  upper  sides  of  wood  floor  beams  in 
oisted  floor  construction  in  non-fireproof  buildings  used  as 
arages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (71s)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2 ]/2) 
inches  of  1 :2y2  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (J4)  of  one  (1)  per  cent  of 
steel  mesh; 

(b)  Two  and  one-half  (2}4)  inches  of  1  :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 

■  fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
)rms  of  construction  shall  be  accepted  as  fire-retarding  for 
le  covering  of  the  undersides  of  wood  floor  beams  in 
•isted  floor  construction  in  non-fireproof  buildings  used  as 
irages,  motor  vehicle  repair  shops  or  oil  selling  stations: 

•  la>  ®ne-half  (H)  inch  plaster  boards,  or  three- 
eighths  04)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
v.il  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (%)  inch  asbes- 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
tne  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 
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centers  T™  ^  ^  SixtCen  (16)  ‘nches 

(c)  Metal  lath  weighing  not  less  than  three  pounds 

withqPortlandd’  attacl?ed  to  furrinS  strips  and  plastered 

(»0  fn&Cement  m°r,ar  a‘  'eaSt  thr«-Ouar«ers 

Rule  5.  Attachment  to  Ceiling.  Fire-retardim?  ceil 

deSSrrPair°nshfiorpTr  od""  HmgS  USed  aS  vehi-' 

cie  repair  shops  or  oil  selling  stations  shall  be  attached  to 

wood  floor  beams  and  girders  in  such  manner  as  to  main 

beams'shafl  beMl  bctv^n,the  wood  beams  and  all  wood 
earns  shall  be  seasoned  before  applying  the  protective  coat. 

(3) Inch” tbove 'd,he  1 afld0e0rWa*ertight  £°r  "  he,^h,  °f  thre' 

in  non-fifenroofThhf-  AU  str“ct“ral  posts  and  columns 
he  n!!"  ♦ PJ  lld: ‘ngs  required  to  be  fire-retarded  shall 

be  protected  with  fire-retarding  materials  specified  for  ceil 
ing  coverings  in  these  rules,  ?r  with  any of  the  materials 

shallPnot1hefirrepr-°0^  const™ction  >•  except  that  an  air  space 
shal  not  be  required  around  steel  or  cast  iron  columns 

^roSflo1!!  ^n'^olum^s^han  be 

(5)  feet  fr°m  the  wife 

ip^Ureqifired^todbeSfir^retardedrshall  b^prot^cte^witfT'the 

thLreta[dmg  mat^ials  specified  for  ceiling  coveHngs  in 
these  rules  °r  with  any  of  the  materials  acceptable  in  fire- 
proof  constructicn;  except  that  an  air  spaceneed  not  be 
provided  around  steel  girders.  ° 

9-  Enclosures.  Existing  stairways  and 

vertical  shafts  in , non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
oil  selling  stations  shall  be  enclosed  in  fire-retarding  par- 
tons  continued  through  the  non-fireproof  floor  confec¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used  the 
space  between  the  floor  beams  shall  be  fire-stoned  with 

TnmPSlible  “trials-  All  openings  in  sUehTartitk.ns 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  .  Wherever  necessary  for  protection  against 

SefivemfC5a  partition  sI,ia11  be  jacketed  to  a  heigh! 

of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S  gauge 

be  accepted  for  the  endosu^eW  f°rmS  °£  Partiti°nS  sha" 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  y^d,  attached  to  furrin£  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
m)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (76)  inch  wood  sheathing,  one-half 
(/2)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams ; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (76)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  {%)  inch  asbestos  boards 

ia  TTWch  tlght  stag&ered  joints  and  jacketed  with  No. 

16  U  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire- 
proof  materials  and  covered  on  both  sides  with  No  26 
U.  S.  gauge  metal ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdle,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2)4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30- S A— Conran  Hydraulic  Emergency  Control  Valve 
for  Fire  Line. 

109-3 1-S A — Gilbarco  Oil  Burner,  Models  GB  3,  4  and  5 
and  Esso  Oil  Burner,  Models  EB  3,  4 
and  5. 

520-31-SA— Gilbarco  Oil  Burner,  Models  GB  1  and  2  and 
Esso  Oil  Burner,  Models  EB  1  and  2. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

528-32-SA— Weldon  Extinguisher. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand- 
pipe  and  Sprinkler  Systems  3x3x6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

282-33-S  A— Gilbarco  Oil  Burner,  Model  GB-0  and 
Sachem  Oil  Burner,  Model  GB-0. 

156-34-S A— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA— Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-0 -Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 


226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 
231-35-SA— Sealtite  Fill  Pipe  Terminal  for  Gasoline. 
238-35-SA — Garfire  Gun  (Fire  Extinguisher). 
265-35-SA— French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA— Cole  Draft  Governor. 

144-36-SA— Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM— Carey  Rocktex  Insulating  Wool. 

201- 36-SA— Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA— Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA— Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

242- 36-SA— Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA— Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 

254-36-SA— Chase  Brass  &  Copper  Co.,  Inc.,  \l/2  in.  New 
York  Regulation  Lavatory  Trap. 

264-36- S A— Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

295-36-SA— Vesta  Fuel  Oil  Meter. 

305-36-SM— Revere  Copper  Oil  Burner  Tubing. 
317-36-SA— Dempsey  Industrial  Oil  Burner. 

320-36-SA— Preferred  Syphon  Breaker,  Type  T. 
352-36-SA— International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  66. 

367-36-SA— Simplex  Horizontal  Rotary  Oil  Burner,  Types 
H-H.E.G.  and  H.E.G.-H. 

378-36-SA — Ritz  Oil  Burner,  Model  A. 

384-36- S A— York  Bake  Oven  Oil  Burner. 

6-37-SA — Diesel-American  Oil  Burner,  Model  D-A-l. 
12-37-SA — Silen  Glow  Oil  Burner,  Model  1300. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com-, 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated  Whereupon  the 
case  or  cases  ivill  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name- 


Street . 

P.  O. 


My  Subscription  is  to  begin  with  the  issue  for, 
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CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 
Oocket. 

Rules  Directory. 

-ertiorari  Order  Served  on  Board. 

-ourt  Decision. 

-all  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  January  26,  1937,  at  10 
A.  M.,  Affecting  Calendar  Numbers  309-36-BZ,  329-36- 
BZ,  590-29-BZ.  238-36-BZ,  274-36-BZ,  241-3G-BZ,  14- 
37-BZ  and  388-36-BZ. 

Minutes  of  Regular  Meeting,  January  26,  1937,  at  2  P.  M., 
Affecting  Calendar  Numbers  233-36-BZ,  82-36-BZ,  300- 

35- BZ,  617-31-BZ,  440-22-BZ,  418-31-BZ,  350-36-A,  349- 

36- A,  371-36-A,  372-36-A,  361-36-A,  13-37-A,  362-36-S, 
390-36-S,  345-31-SA,  23-34-SA.  528-32-SA,  367-36-SA, 
109-31-SA,  520-31-SA,  282-33-SA,  117-34-SA  and  108- 
34-SA. 

Smoking  in  Factory,  Rules. 

Standpipe-Fireline  Rules. 

?ules  for  Liquefiers  used  to  convert  solid  carbon  dioxide 
to  a  liquid  and/or  a  gas. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

(  The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  February  1, 
1937,  at  2  o  clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  February  8,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  vvhich  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions. 

HARRIS  H  MURDOCK.  Chairman 
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CALENDAR 


DOCKET 

Neiv  Cases  Filed  up  to  January  27,  1937 
Cal.  No.  Department  Premises  Affected 

22-37- A . D.B.M . 110  Bowery,  west  side,  130  ft. 

6  in.  south  of  Grand  street 
(Block  239,  Lot  26),  Bor¬ 
ough  of  Manhattan, 

Decision  re :  Alt.  3624-36. 


23-37-SA  FD . Silent  Heet  Oil  Burner,  Models 

.  A,  B  and  E,  Appliance. 


24-37-SA . F.D . Silent  Glow  Si-Glo-La  Oil 

(Space)  Heaters,  Models 
15,  35,  60  and  80, 

Appliance. 


25-37-SA . F.D . Century  Pressing  Machine  Oil 

Burner,  Models  U1  and  U2, 
Appliance. 


26-37- A . D.B.B . 1-17  South  10th  street,  north 

side,  90.83  ft.  west  of  Kent 
avenue  (Block  2143,  Lot  1), 
Borough  of  Brooklyn, 

Applic.  422-37. 


27-37-SA . F.D . Philco  Oil  Burner,  Models  AM 

and  B,  Appliance. 


28-37-BZ . D.B.B . 1813  64th  street,  north  side,  90 

ft.  10J/2  in.  east  of  18th  ave¬ 
nue  (Block  5540,  Lot  73), 
Borough  of  Brooklyn, 

Applic.  17969-36. 


Restored  to  Calendar 

23-34- SA . F.D . Webster  Fuel  Oil  Pump, 

Appliance. 


CODE 

D  B . Department  of  Buildings 

H.D . Health  Department 

D.B.B.. . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Feb. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules.. _ .  Sept. 

Concrete  Rules  (Hydrated  Lime)... Jan. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors)  .....  Tan. 

Factory  Exit  Rules..... _ . Jan. 

Fire  Alarm  Rules  (Interior) . Dec. 

Fire  Drill  Rules . Jan. 

Fire  Retarding  Rules  for  Garages, 

etc . . . Jan. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages.  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 


2,  1937 — Vol.  22,  No.  5 

2,  1932— Vol.  17,  No.  31 
8,  1936 — Vol.  21.  No.  36 

26,  1937— Vol.  22,  No.  4 

3,  1936— Vol.  21,  No.  9 
1,  1935— Vol.  20,  No.  1 
5,  1937— Vol.  22,  No.  1 

22,  1936— Vol.  21,  No.  51 
5,  1937— Vol.  22,  No.  1 

26,  1937— Vol.  22,  No.  4 

14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 


Hatchway  Protection  . June 

Oil  Burner  Rules . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for.  Nov. 

Plumbing  Rules  .  Jan. 

Procedure,  Rules  of . Jan. 

Refrigerating  Systems,  Extract  C.O.Jan. 


5,  1928— Vol.  13,  No.  23 
19,  1937— Vol.  22,  No.  3 


27,  1934 — Vol. 
24,  1936— Vol. 
26,  1937— Vol. 
5,  1937— Vol. 
12,  1937— Vol. 
1937— Vol. 


19,  No.  48 

21,  No.  47 

22,  No.  4 
22,  No.  1 
22,  No.  2 
22,  No  ' 


5, 

1937— Vol. 

22, 

No. 

1 

2, 

1937  -Vol. 

D  2 

No. 

b 

.  .Tune 

7, 

1932— Vol. 

17, 

No. 

23 

..Nov. 

24, 

1936— Vol. 

21, 

No. 

47 

24, 

1936 — Vol. 

21, 

No. 

47 

to 

.  .Apr. 

10, 

1923— Vol. 

8, 

No. 

15 

LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . Mar. 

Fireline  Hose  Valves . Jan. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Jan. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use. Nov. 

Fuel  Oil  Pumps . Jan. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Dec. 


5,  1935 — Vol.  20,  No.  10 

19,  1937— Vol.  22,  No.  3 

19,  1937— Vol.  22,  No.  3 
26,  1936— Vol.  21,  No.  21 
17,  1936— Vol.  21,  No.  46 
19,  1937— Vol.  22,  No.  3 

26,  1935— Vol.  20,  No.  48 

29,  1936— Vol.  21,  No.  52 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 


On  January  26,  1937,  Messrs.  House,  Grossman,  Vorhaus  &  Hem- 
ley,  attorneys,  served  on  Board  petition  and  order  of  certiorari  for 
Ardsley  Garage  Co.,  Inc.,  objector,  in  re  decision  of  January  5,  1937, 
granting  theatre  partly  in  business  and  partly  in  residence  district, 
under  section  7-c,  Cal.  No.  256-36-BZ;  premises  1109  Lexington  ave¬ 
nue  and  153-157  East  77th  street.  Borough  of  Manhattan. 


COURT  DECISION 


In  re  Tenlan  Realty  Corpn.  (Board  of  Standards  and  Appeals)— 
July  14,  1936,  Board  amended  resolution  and  reopened 
case  to  permit  roof  sign,  on  business  building  in  resi¬ 
dence  district,  under  section  21;  Cal.  No.  65-27-BZ; 
premises  Southwest  corner  West  Tremont  avenue  and 
University  avenue,  Borough  of  The  Bronx.  Mr.  Jus¬ 
tice  Hoffstadter  sustained  Board  (N.  Y.  L.  J.,  January 
26,  1937). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

370-36-BZ. 

APPLICANT — Goldschlag  and  Kron,  for  Drydock  and 
Corlear  Park  Properties,  Inc.,  owner. 

PREMISES— 533  East  14th  street  and  240  Avenue  B, 
northwest  corner  (Block  No.  972,  part  of  Lot  No. 
16),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles. 

366-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  2291  Realty  Cor¬ 
poration,  owner. 

PREMISES— 2261-2269  (2291  displayed)  Grand  Con¬ 

course,  west  side,  95  ft.  south  of  East  183d  stree' 
(Block  No.  3163,  Lot  No.  26),  Borough  of  Th< 
Bronx. 

APPLICATION,  under  section  21  of  the  building  zon< 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  anc 
maintenance  of  a  business  building  (stores). 
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CALENDAR 


FEBRUARY  2,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  Febru¬ 
ary  2,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal.  no.  336-36-BZ  Application,  November  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  Adikes,  applicant,  on  be¬ 
half  of  Estate  of  Henry  S.  Leverich, 
et  al,  owners,  to  permit  in  a  business 
use  district  the  erection  and  mainten¬ 
ance  of  a  gasoline  service  station; 
premises  93-02  to  93-20  37th  avenue 
and  37-01  to  37-05  93rd  street,  south¬ 
east  corner  (Block  No.  1481,  Lot  No. 

|  1),  Corona,  Borough  of  Queens. 

I 

cal.  no.  217-28-BZ — Application  of  Tobias  Goldstone,  ap¬ 
plicant,  on  behalf  of  Lillie  Solomon, 
owner,  reopened  October  27,  1936  un¬ 
der  new  facts,  under  section  21  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  and,  also,  a  brake  service  station 
(previously  denied  for  a  gasoline  serv¬ 
ice  station)  ;  premises  1004-1012  Broad¬ 
way  and  861-881  Willoughby  avenue, 
northwest  corner  (Block  No.  1590,  Lot 
Nos.  19  and  20),  Borough  of  Brooklyn. 

cal.  «o.  379-33-BZ  Application  of  Anna  Haurylak,  appli¬ 
cant,  on  behalf  of  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W.  Stalma  and 
Vlasta  Stalma,  owners,  reopened  un¬ 
der  new  proposal  June  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  and,  also,  a 
motor  vehicle  repair  shop  (previously 
denied  for  a  gasoline  service  station)  ; 
premises  79-08  Astoria  boulevard  and 

23-49  79th  street,  southeast  corner 
(Block  No.  1032,  Lot  No.  54),  East 
Elmhurst,  Borough  of  Queens. 

l 

CAL.  NO.  302-36-BZ — Application,  October  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Ferdinand  Savignano,  appli¬ 
cant,  on  behalf  of  Edgar  J.  Kohn- 
stamm,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  building  to  be  used  as  a 
storage  garage  for  more  than  five  (5) 
motor  vehicles,  motor  vehicle  repair 
shop  and  automobile  laundry;  prem¬ 
ises  965-971  65th  street,  north  side,  100 
ft.  west  of  10th  avenue  (Block  No. 
5743,  Lot  No.  67),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  2,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 
301 -36- A — 619-623  East  163rd  street,  north  side,  60  ft.  west 


of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx, 

349-36-A— 1796-1808  Broadway,  232-240  Central  Park 
South  and  235-241  West  58th  street  (Block 
No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

4-37-A — 96-18  to  96-44  43rd  avenue,  southwest  corner 
of  97th  place  (Block  No.  850,  Lot  No. 
17),  Corona,  Borough  of  Queens. 

34-37-A— 1031-1039  Zerega  avenue  and  2357-2375  Chatter- 
ton  avenue,  northwest  corner  (Block  No. 
o825,  Lot  No.  42),  Borough  of  The  Bronx. 

Variations  of  Labor  Law 

359- 36-S— 6-8  East  39th  street,  south  side,  150  ft.  east  of 

Fifth  avenue  and  5  East  38th  street 
(Block  No.  868,  Lot  No.  8),  Borough  of 
Manhattan. 

360- 36-S— 366-376  Frost  street,  south  side,  100  ft.  east  of 

Morgan  avenue  (Block  No.  2869,  Lot  Nos. 
11-13),  Borough  of  Brooklyn. 

390-36-S — 80-84  Nassau  street,  east  side,  99  ft.  9  in.  north 
of  John  street,  and  9-11  Dutch  street 
(Block  No.  78,  Lot  No.  38),  Borough  of 
Manhattan. 

5-37-S — 2055-2071  Jerome  avenue,  west  side,  75  ft.  north 
of  west  Burnside  avenue  (Block  No.  3192, 
Lot  No.  66),  Borough  of  The  Bronx. 

Appliances  Submitted  for  Approval 

23- 37-SA — Silent  Heet  Oil  Burner,  Models  A,  B  and  E. 

24- 37-SA — Silent  Glow  Si-Glo-La  Oil  Space  Heater, 

Models  15,  35,  60  and  80. 

25- 37-SA— Century  Pressing  Machine  Oil  Burner,  Mod¬ 

els  U1  and  U2. 

27-37-SA — Philco  Oil  Burner,  Models  AM  and  B. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru- 
ary  2,  1937  at  2  o’clock,  in  Room  1013,  "Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  233-36-BZ — Application,  July  29,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Al  Gerbolini,  applicant  and  lessee, 
on  behalf  of  The  Corporation  for  the 
Relief  of  Widows  and  Children  of 
Clergymen  of  The  Protestant  Episco¬ 
pal  Church  in  the  State  of  New  York, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part 
of  an  existing  building  to  a  motor  ve¬ 
hicle  repair  shop;  premises  1802  54th 
street  and  5401-5403  18th  avenue, 
southeast  corner  (Block  No.  5487,  Lot 
No.  9),  Borough  of  Brooklyn. 

cal.  no.  82-36-BZ — Application  of  Seymour  Scott  Jack- 
son,  applicant,  on  behalf  of  Hoelze 
Realty  Corporation,  owner,  reopened 
under  new  proposal  December  15,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 


123 


CALENDAR 


district  the  maintenance  of  a  saw  and 
planing  mill ;  premises  206-24  to  206-26 
Northern  boulevard,  south  side,  117  ft. 
6  in.  east  of  206th  street  (Block  No. 
3148,  Lot  No.  9j4),  Bayside,  Borough 
of  Queens. 

cal.  no.  617-31-BZ — Application  of  Lama  &  Proskauer  on 
behalf  of  Albert  Breuninger,  owner, 
reopened  October  14,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  granted  by 
the  Board  for  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles  and  a  gasoline 
service  station)  ;  premises  1300-1308 
Sedgwick  avenue,  east  side,  153  ft.  11 
in.  south  of  West  169th  street  (Block 
No.  2530,  Lot  No.  32),  Borough  of 
The  Bronx. 

HARRIS  H.  MURDOCK.  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  8,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

86-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Morris  I.  Hal- 
perin,  owner. 

PREMISES — 268  Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  December  1,  1936), 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (previously 
withdrawn). 


cal.  no.  170-36-BZ— Application,  June  4,  1936,  under  sec¬ 
tions  7g  and  21  of  the  building  zone 
resolution,  of  Nathan  A.  Goldenthal, 
applicant,  on  behalf  of  Michael  J.  Shea 
and  Hannah  Shea,  owners,  to  permit 
in  a  residence  use  district  the  occu¬ 
pancy  of  portion  of  a  plot  of  ground 
as  an  open  air  parking  space  for  more 
than  five  (5)  motor  vehicles  and,  also, 
to  permit  the  conversion  of  occupancy 
of  an  existing  structure  on  the  plot 
to  three  (3)  three-car  garages;  prem¬ 
ises  25-13  35th  street,  east  side,  92.04 
ft.  south  of  Astoria  boulevard  (Block 
No.  633,  Lot  Nos.  30,  31  and  32),  Long 
Island  City,  Borough  of  Queens. 


cai  .  no.  427-32-BZ— Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Standard  Na¬ 
tional  Corporation,  owner,  reopened 
and  restored  to  calendar  October  20, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business 
use  district  the  change  of  occupancy 
of  part  of  an  existing  building  to  a 
motor  vehicle  repair  shop  (previously 
withdrawn)  ;  premises  1427-1447  Web¬ 
ster  avenue,  west  side,  346.35  ft.  south 
of  East  171st  street  (Block  No.  2887, 
Lot  No.  129),  Borough  of  The  Bronx. 

cal.  no.  168-36-BZ— -Application,  June  3,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Irving  M.  Fenichel,  applicant,  on 
behalf  of  Lewart  Realty  _  Corporation, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises 
218  South  9th  street  and  252-258  Have- 
meyer  street,  southwest  corner  (Block 
No.  2149,  Lot  No.  18),  Borough  of 
Brooklyn. 


326-36-BZ. 

APPLICANT — John  M.  Lonergan,  for  Guiseppe  Monte- 
morano,  owner. 

PREMISES— 961-965  4th  avenue  and  402-412  3t7h  street, 
southeast  corner  (Block  No.  701,  Lot  No.  8), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

375-36-BZ. 

APPLICANT— William  B.  Linder,  for  Jacob  Mayers, 
owner. 

PREMISES — 179-183  Flatbush  avenue,  619-621  Pacific 
street  and  8-18  Fifth  avenue  (Block  No.  1118, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


FEBRUARY  9,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Febru¬ 
ary  9,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters ; 


cal.  no.  330-33-BZ — Application  of  Charles  M.  Lobejager, 
applicant,  on  behalf  of  Jopaul  Realty 
Corporation,  owner,  reopened  January 
19,  1937,  for  consideration  as  to  ex¬ 
tension  of  permit — re  Application, 

granted  on  condition  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  iu  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  for  a  temporary  period; 
premises  north  side  of  Northern  boule- 
*  vard,  386  ft.  west  of  Aliev  Creek. 
(Block  No.  2033,  Lot  No.  630),  Little 
Neck,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  9,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 

350-36-A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

371-36-A— 51-03  Van  Dam  street,  southeast  corner  oi 
Borden  avenue  (Block  No.  305,  Lot  No 
17),  Long  Island  City,  Borough  of  Queens 
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372-36- A— 51-03  Van  Dam  street,  southeast  corner  of 
Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  9.  1937  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board  : 

cal.  no.  309-36-BZ — Application,  October  20,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Roe  and  Kramer,  attorneys 
and  Martyn  N.  Weinstein,  architect, 
for  Mount  Carmel  Cemetery,  appli¬ 
cant,  on  behalf  of  Estate  of  J.  Adams 
Heuss,  owner,  to  permit  in  a  residence 
use  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a 
garage  for  less  than  five  ('5)  motor 
vehicles  (trucks),  storage  and  tool 
house;  premises  80-89  Cypress  Hills 
street  (Fresh  Pond  road),  east  side, 
996  ft.  north  of  Interborough  parkway 
(Block  No.  3750,  Lot  No.  695),  Ridge¬ 
wood,  Borough  of  Queens. 

:al.  no.  329- 36-BZ— Application,  November  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  M.  Baker,  applicant,  on 
behalf  of  Frank  Pallante,  owner,  to 
permit  in  a  residence  use  district  the 
extension  of  an  existing  factory  build- 
ing ,  premises  25-34  33rd  street,  west 
side,  315.15  ft.  south  of  Astoria  boule¬ 
vard  (Block  No.  620,  Lot  No.  66), 
Long  Island  City,  Borough  of  Queens. 


Oil  Corporation,  owner,  to  permit  in  a 
business  use  district  the  extension  of 
a  petroleum  storage  plant;  premises 
72-40  to  72-50  Elizabeth  avenue  ( foot 
ot  Elizabeth  avenue)  ;  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Ar- 
verne,  Borough  of  Queens. 

cal.  no.  300-35-BZ  Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK.  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  15,  1937,  2  P.  M. 

Building  Zone  Cases 

3-37- BZ. 

APPLICANT — Henry  G.  Steinmetz,  for  John  A.  Stein- 
metz,  owner. 

PREMISES — 2825  Bailey  avenue,  west  side,  205.33  ft. 
north  of  West  Kingsbridge  road  (Block  No.  3264, 
Lot  No.  38),  Borough  of  The  B  ronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

10  PERMIT  partly  in  an  unrestricted  use  district  and 
partly  in  a  business  use  district  the  occupancy  of 
a  plot^of  ground  as  a  parking  space  for  more  than 
five  (a)  motor  vehicles. 


al.  no.  590-29-BZ— Application  of  Lama  and  Proskauer 
applicants,  on  behalf  of  Rubel  Corpor¬ 
ation,  owner,  reopened  under  new 
proposal  September  22,  1936,  under  sec¬ 
tions  21  and  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the^  open  air  parking  of  more 
than  five  (a)  motor  vehicles;  premises 
1032-1044  .Myrtle  avenue,  south  side, 
182  ft.  3  in.  east  of  Sumi  er  avenue 
(Block  No.  1585,  Lot  No.  14),  Bor¬ 
ough  of  Brooklyn. 

^  no.  238-36-BZ— Application,  August  3,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Anthony  P.  Sorice,  Jr.  and 
Solon  Rosenthal,  applicants,  on  behalf 
of  Harris  Neisloss,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station;  premises  111-10 
Liberty  avenue,  southeast  corner  of 
Luzerne  avenue  (Block  No.  1371,  Lot 
No.  27),  Hollis,  Borough  of  Queens. 

•  l.  no.  274-36-BZ— Application,  September  14,  1936,  under 
sections  7a  and  21  of  the  building  zone 
lesolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Commander 
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354-36-BZ. 

APPLICANT — South  Brooklyn  Savings  Bank  owner 

PREMISES — 7513-7523  Ridge'  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No.  5939,  Lot  No 
1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  and  “E”  area  district  the 
erection  and  maintenance  of  a  Class  A  Multiple 
Dwelling  not  conforming  with  the  requirements  of 
the  building  zone  resolution  as  to  area,  side  yard 
and  setback. 


386-36-BZ. 

APPLICANT— William  E.  Kennedy,  for  Mary  E.  Carter 

owner. 

PREMISES — 144-30  Farmers  boulevard,  west  side  35  72 
ft  south  of  144th  road  (Block  No.  3242,  Lot  No. 
5)'  Springfield,  Borough  of  Queens. 

Al  PLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  conversion  of 
occupancy  of  part  of  existing  building  to  business 
use. 


FEBRUARY  16,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
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on  the  building  zone  resolution,  Tuesday  morning  Febru¬ 
ary  16,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

cal  no  141-36-BZ— Application,  May  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Bennett  and  Koeppel,  applicants, 
on  behalf  of  Irving  L.  Berman,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed 
for  lack  of  prosecution;  reopened  and 
restored  to  Calendar  November  24, 
1936)  ;  premises  833-835  Sutter  avenue 
and  407-417  Schenck  avenue,  northeast 
corner  (Block  No.  4028,  Lot  No.  o5), 
Borough  of  Brooklyn. 

cal  no.  252-36-BZ— Application,  August  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  A.  Lacerenza,  appli¬ 
cant,  on  behalf  of  Dualton .  Homes, 
Inc.,  owner,  to  permit  in  a  business  use 
district  the  conversion  of  occupancy  of 
an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  60-62  Bayard  street,  south 
side  75  ft.  east  of  Lorimer  street 
(Block  No.  2722,  Lot  No.  8),  Borough 
of  Brooklyn. 

cal  no.  889-24-BZ— Application  of  Lauritz  Lauritzen  ap¬ 
plicant,  on  behalf  of  D.  &  B.  Auto 
Painting  Company,  owner,  reopened 
September  29,  1936,  under  sections  7a, 
7c  and  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  use  dis¬ 
trict  the  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  103-111  Underhill 
avenue,  east  side,  103  ft.  lllA  in.  south 
of  St.  Marks  avenue  (Block  No.  1153, 
Lot  No.  5),  Borough  of  Brooklyn. 

CAL  no.  351-36-BZ— Application,  November  17,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  Boosin,  applicant, _  on 
behalf  of  Gravesend  Service  Station, 
Inc.,  owner,  to  permit  in  a  business 
use  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station;  premises 
381-391  Avenue  U  and  2122-2128  East 
2nd  street,  northwest  corner  (Block 
No.  7104,  Lot  Nos.  490  and  495),  Bor¬ 
ough  of  Brooklyn. 

cal.  NO.  14-37-BZ— Application,  January  11.  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Scacchetti  and  Siegel,  appli¬ 


cants,  on  behalf  of  Macaba  Corpora¬ 
tion,  owner,  to  permit  in  a  business  use 
district  the  change  of  occupancy  of  an 
existing  building  to  include  a  motor 
vehicle  repair  shop ;  premises  1665-1675 
Jerome  avenue,  west  side,  150  ft.  north 
of  Featherbed  lane  (Block  No.  2861, 
Lot  No.  35),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman ,i 


FEBRUARY  24,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

361- 36-A— 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

Variation  of  Labor  Law 

362- 36-S— 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 


MARCH  2,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of ! 

Seventh  avenue  (Block  No.  1004,  Lot  No. 

6),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Marcl 
2  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building! 
on  the'  following  matter,  except  cases  which  have  beet 
heard  and  on  which  decision  has  been  reserved  withoul 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36- BZ— Application,  February  11,  1936,  unde: 

section  21  of  the  building  zone  resolu 
tion,  of  Robert  T.  Lyons  and  Sau 
Bernstein,  applicants,  on  behalf  o 
Mortgage  Commission  of  the  State  o 
New  York,  owner,  to  permit  in  a  busi 
ness  use.  “B”  area  and  two  (2)  time 
height  district,  the  alteration  of  ; 
hotel — which  after  alteration  will  ex 
ceed  the  permitted  height  and  will  no 
have  the  required  yard  and  corn, 
space;  premises  145  West  51st  streei 
north  side.  125  ft.  east  of  Sevent 
avenue  (Block  No.  1004,  Lot  No.  6) 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  an 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  ; 
three  cents  each — postage  to  be  added  if  the  forms  ai 
forwarded  by  mail 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JANUARY  26,  1937 

Present:  Commissioners  Savage  and  Blum  and  Assistant 

Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
i  on  Tuesday  morning,  January  19,  1936  and  the  minutes  of 
the  regular  meeting  of  the  Board  held  on  Tuesday  after¬ 
noon,  January  19,  1936,  were  approved  as  printed  in  Bul¬ 
letin  No.  4,  Vol.  XXII. 


BUILDING  ZONE  CASES 

309-36-BZ. 

APPLICANT — Roe  and  Kramer  and  Martyn  N.  Wein¬ 
stein,  for  Mount  Carmel  Cemetery,  for  Estate  of 
J.  Adams  Heuss,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  erection  and  maintenance  of  a  building  to 
be  used  as  a  garage  for  less  than  five  (5)  motor 
vehicles  (trucks),  storage  and  tool  house. 

PREMISES  AFFECTED — 80-89  Cypress  Hills  street 
(Fresh  Pond  road),  east  side,  996  ft.  north  of 
Interborough  parkway  (Block  No.  3750,  Lot  No. 
695),  Ridgewood,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Charles  P.  Kramer. 

For  Opposition :  None. 

ACTION  OF  BOARD — Laid  over  to  February  9,  1937,  at 
2  P.M.  for  inspection  by  committee  of  the  board. 
No  further  argument. 


329-36-BZ. 

APPLICANT — John  M.  Baker,  for  Frank  Pallante,  owner. 
SLBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis- 
trict  the  extension  of  an  existing  factory  building. 
PREMISES  AFFECTED — 25-34  33rd  street,  west  side, 
315.15  ft.  south  of  Astoria  boulevard  (Block  No! 
620,  Lot  No.  66),  Long  Island  City,  Borough  of 
Queens. 

APPEARANCES — 

For  Applicant:  John  M.  Baker  and  Frank  Pal¬ 
lante. 

.„r^T^^or  Opposition:  Michael  F.  Pinto  and  others. 
\CTIOR  OF  BOARD — Laid  over  to  February  9,  1937  at 
2  P.  M.  for  report  of  committee.  No  further  ar¬ 
gument. 


!)90-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Rubel  Corpora¬ 
ls  tion,  owner. 

SUBJECT— Application  reopened  September  22,  1936  for 
consideration  under  new  proposal — (re  decision 
of  the  commissioner  of  buildings)  under  sections 
7h  and  21  of  the  building  zone  resolution,  to  per- 
mit  in  a  business  use  district  the  open  air  parking 
rT,?!lnore  t^ian  (5)  motor  vehicles. 

REMISES  AFFECTED — 1032-1044  Myrtle  avenue,  south 
side,  182  ft.  3  in.  east  of  Sumner  avenue  (Block 

VPPE\RANCES— 0t  N°'  14)’  Borough  of  Brooklyn. 

For  Applicant:  Alfred  A.  Lama  and  William  La- 
nuto. 

For  Opposition :  Henry  Scheibel,  Mrs.  Mandell 
and  Jerome  N.  Wanshel. 
vCTION  OF  BOARD — Laid  over  to  February  9,  1937  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


238-36-BZ. 


APPLICANT — Anthony  P.  Sorice,  Jr.  and  Solon  Rosen- 
thal,  for  Harris  Neisloss,  owner. 

^ ^  EJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 111-10  Liberty  avenue,  south¬ 
east  corner  of  Luzerne  avenue,  (Block  No.  1371, 
Lot  No.  27),  Hollis,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Anthony  P.  Sorice,  Jr.  and  Harris 
Neisloss. 


bor  Opposition:  Spencer  C.  Young,  William  D 
Rosier,  Mrs.  H.  C.  Burkhardt,  William  Fire- 
tag,  Melville  Southard  and  Mrs.  M.  A.  Turist. 
ACTION  OF  BOARD — Laid  over  to  February  9,  1937,  at 
2  P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


274-36-BZ. 

APPLICANT  Lama  and  Proskauer,  for  Commander 
Oil  Corp.,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  a  petroleum  storage 
plant. 

I  REMISES  AFFECTED — 72-40  to  72-50  Elizabeth  ave¬ 
nue  (Foot  of  Elizabeth  avenue)  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Arverne,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama,  George  Wolpert, 
E.  M.  Wharff,  John  R.  Murray  and  Benj. 
Shapiro. 

For  Opposition:  F.  H.  Taylor. 

AC  1  ION  OF  BOARD — Laid  over  to  February  9,  1937,  at 
2  P.M.  for  report  of  committee.  No  further  ar¬ 
gument. 


241-36-BZ. 


APPLICANT — George  A.  Voss,  for  Medical  Society  of 
the  County  of  Kings  and  Academy  of  Medicine 
of  Brooklyn,  Inc.,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  the  erection  and  maintenance 
of  a  gasoline  service  station  in  a  business  use 
district. 


PREMISES  AFFECTED — 1307-1311  Bedford  avenue  and 
1214  Atlantic  avenue,  south  east  corner  (Block  No. 
1200,  Lot  No.  9),  Borough  of  Brooklyn. 
APPEARANCES— 


For  Applicant:  George  A.  Voss. 

For  Opposition:  None. 

ACTION  OF  BOARD — -Application  withdrawn  upon  re 
quest  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Commissioners  Savage  and  Blum 


and  Assistant  Chief  Walsh .  3 

Negative  .  q 

Absent :  Chairman  Murdock  .  1 


14-37-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Macaba  Cor¬ 
poration,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
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zone  resolution,  to  permit  in  a  business,  use  dis¬ 
trict  the  change  of  occupancy  of  an  existing  build¬ 
ing  to  include  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 1665-1675  Jerome  avenue,  west 
side,  150  ft.  north  of  Featherbed  lane  (Block  No. 
2861.  Lot  No.  35),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Max  Siegel. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  February  16,  1937,  at  10  A.M.  Applicant 

to  notify  property  owmers  in  the  affected  area  bv 
registered  mail  not  later  than  February  2,  1937. 
Such  notice  to  include  instructions  to  property 
owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  February  11,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL — 

Affirmative :  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  ^ 

Absent:  Chairman  Murdock  .  1 


388-36-BZ. 

APPLICANT— Tames  Whitford,  for  Rubsam  and  Horr- 
mann  Brewing  Co.,  owner.  .  . 

SUBTECT — Application  (re  decision  oj  the  commissioner 
of  buildings)  under  section  7a  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  storage 
garage  for  more  than  five  (5)  motor  vehicles  and, 
also,  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 27  Cedar  street,  east  side, 
175.92  ft.  north  of  Canal  street  (Block  No.  527, 
part  of  Lot  No.  49),  Stapleton,  Borough  of  Rich¬ 
mond. 


APPEARANCES— 

For  Applicant: 


Tames  Whitford,  and  E.  T.  Lin- 


dermann. 

For  Opposition:  Joseph  P.  Thompson,  Michael 
Anzalone,  Toseph  Lamont,  Jacob  Bellenson, 
Philip  Teitelbaum,  Geo.  D.  Zahm  and  Anna  E. 
Thompson.  . 

ACTION  OF  BOARD— Application  granted  on  condition. 


THE  VOTE— 

Affirmative:  Commissioners  Savage  and  blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  ® 

Absent:  Chairman  Murdock  .  1 


THE  RESOLUTION— 

(388-36-BZ) 

Whereas,  Tames  Whitford,  for  Rubsam  and  Horrmann 
Brewing  Co.,  owner,  filed  December  29,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a 
business  use  district  the  erection  and  ma.intenB.nce  of  a 
storage  garage  for  more  than  five  (5)  motor  vehicles  and 
also,  motor  vehicle  repair  shop;  Premises:  27  Cedar  stieet, 
east  side  175  92  ft.  north  of  Canal  street  (Block  No.  527, 
part  of  Lot  No.  49),  Stapleton,  Borough  of  Richmond;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  lanuary  26,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Canal  street  is  in  a  business 
use  district;  Cedar  street  is  in  a  business  and  residence  use 
district  and’  Boyd  street  is  in  a  residence  and  business  use 
district ;  and 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office  Room  --13, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  19,  1936,  reads  : 

“Your  application,  new  building  No.  509-1936,  filed 
on  November  18,  1936  for  the  erection  of  a  storage 
garage  for  more  than  five  (5)  motor  vehicles  and 
motor  vehicle  repair  shop  at  premises  east  side  Cedar 
street  175.92  ft.  north  of  Canal  street,  Stapleton,  Bor¬ 
ough  ’of  Richmond,  is  hereby  denied,  it  being  contrary 
to  the  zoning  law  to  erect  a  garage  for  more  than 
five  motor  vehicles,  or  a  motor  vehicle  repair  shop, 
in  a  business  zone.”  1 

and  < 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction  two  (2)  stories  in  height,  with  a  fi outage  of 
200  feet  and  a  depth  of  90  feet,  to  be  occupied  as  a  motor 
vehicle  repair  shop  and  garage  for  more  than  five  (5) 
motor  vehicles ;  and 

Whereas,  the  lot  is  occupied  by  a  brewing  plant  which 
has  been  in  operation  since  1868  and  the  proposed  garage 
is  to  be  used  as  part  of  this  plant  for  storage  and  repair 
of  the  trucks  belonging  to  the  brewery;  and 

Whereas,  the  premises  in  question  were  the  subject  of 
an  inspection  by  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing;  and 

Whereas,  the  board  is  empowered  under  the  provisions 
of  section  7,  subdivision  A  of  the  building  zone  resolution 
to  exercise  its  discretion  to  permit  the  erection  of  an 
additional  building  to  an  existing  industrial  establishment 
such  as  is  proposed  in  this  application. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  moke  a,  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-A  thereof,  in  accordance  with  plans  submitted  marked 
“Received  January  20,  1937,”  on  condition  that  the  build¬ 
ing  shall  be  limited  to  two  stones  in  height,  constructed 
fireproof  throughout ;  that  the  interior  lot  line  wall,  and  the 
wall  facing  Unit  21  and  the  pump  house,  shall  be  unpierced 
throughout  to  their  entire  height  and  length  excepting 
for  the  entrances  from  the  rear  of  the  premises  to  the  sec¬ 
ond  story;  that  the  front  wall  of  the  building  shah  be 
constructed  of  face  brick  with  stone  or  terra  cotta  trim; 
that  any  skylights  installed  shall  not  be  nearer  than  25 
feet  to  the  interior  lot  lines  and  be  glazed  with  plain  glass, 
protected  with  wire  guards  above  and  below;  that  if  a 
boiler  room  is  installed,  it  shall  be  separated  from  the 
balance  of  the  garage  by  unpierced  fireproof  construction 
and  enterable  from  the  exterior  only;  that  no  portable 
gasoline  tanks  shall  be  used  on  or  from  the  premises, 
and  that  any  gasoline  stored  on  the  premises  shall  be 
limited  to  the  use  of  owner’s  trucks ;  that  any  forge,  weld¬ 
ing  equipment  or  other  open  flame  required  in  connection 
with  the  automobile  repair  shop,  shall  be  separated  Jronl 
the  balance  of  the  building  by  fireproof  partitions  equipped 
with  fireproof,  self-closing  doors ;  that  any  repairing  done 
on  the  premises  shall  be  limited  to  the  hours  between  c 
A.  M.  and  8  P.  M.,  except  for  minor  brake  adjustments: 
that  the  building  shall  be  equipped  with  a  sprinkler  systerr 
which  shall  conform  to  the  Sprinkler  Rules  of  the  Boarf 
of  Standards  and  Appeals ;  that  all  permits  required  shal 
be  obtained  within  six  months  and  all  work  complete! 
within  one  year  from  the  date  of  this  resolution. 


Adjourned,  2:40  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis 
tribution  Division  of  the  City  Record  Office  Room  2ZK 
Municipal  Building,  Manhattan.  Price  30c;  by  mail 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JANUARY  26,  1937 

Present :  Commissioners  Savage  and  Blum  and  Assist¬ 
ant  Chief  Walsh. 


BUILDING  ZONE  CASES 

233-36-BZ. 

APPLICANT  A1  Gerbolini  (lessee),  for  The  Corpora¬ 
tion  for  Relief  of  Widows  and  Children  of  Cler¬ 
gymen  of  the  Protestant  Episcopal  Church  of  the 
State  of  New  York,  owner. 

f  SUB J EC  1  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part  of  an  exist- 

i  nig  building  to  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED — 1802 — 54th  street  and  5401- 
5403  18th  avenue,  southeast  corner  (Block  No. 

!  5487,  Lot  No.  9),  Borough  of  Brooklyn. 

:  APPEARANCES— 

For  Applicant:  Murray  Saks. 

For  Opposition :  None. 

;  ACTION  OF  BOARD— Laid  over  to  February  2,  1937,  at 
2  P.M.  pending  an  inspection  by  a  committee  of 
the  board. 


!  82-36-BZ. 

|  APPLICANT — Seymour  Scott  Jackson,  for  Hoelze 

i  __  Realty  Corporation,  owner. 

j  SUBJECT— Application  reopened  December  15,  1936,  for 
consideration  under  new  proposal — (re  decision 
of  the  commissioner  of  buildings)  under  section 
21  of  the  building  zone  resolution  to  permit  in  a 
business  use  district  the  maintenance  of  a  saw  and 
planing  mill. 

[PREMISES  AFFECTED— 206-24  to  206-26  Northern 
boulevard,  south  side,  117  ft.  6  in.  east  of  206th 
street  (Block  No.  3148,  Lot  No.  91/2 ),  Bavside 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Joseph  B.  Lynch. 

For  Opposition :  R.  H.  Paltrow. 

ACTION  OF  BOARD — Laid  over  to  Feb.  2,  1937,  at  2 
P.M.,  pending  an  inspection  by  a  committee  of 
the  board. 


300-35-BZ. 

APPLICANT— William  Richter,  for  Arthill  Realty  Cor- 

L  poration,  owner. 

[SUBJECT — Application  reopened  December  15,  1936,  un- 
dei  new  facts  (re  decision  of  the  commissioner 
ot  buddings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  an  existing  gasoline 
service  station  (previously  denied). 

REMISES  AFFECTED — 2664-2694  Ocean  parkway, 
west  side,  15  ft.  south  of  Nixon  court  (Block  No.’ 

'iPPE  A  FRANCES  ^°S'  ^  an<£  ^5),  R°rou&h  Brooklyn. 

For  Applicant:  William  Richter. 

For  Opposition:  None. 

VCTION  OF  BOARD — Laid  over  to  February  9,  1937,  at 
2  P.M.,  awaiting  opinion  from  Corporation  Coun¬ 
sel  requested  by  Park  Department. 


17-31-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Albert  Breun- 
mger,  owner. 


SL  EJECT— Application  reopened  October  14,  1936,  for 
•  c°nsideration  under  new  proposition  (re  decision 

°f  *  .uC°Tm!^S10ner  of  buildings)  under  section 
ot  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  erection  and  maintenance 
o  a  gasoline  service  station.  (Previously  granted 
by  the  board  for  the  erection  and  maintenance  of 

PRFArT9V?^raf^p0pr'm^thi%nn/?Ve  ^  moto1;  vehicles.) 

A  /  I  ED— UOO-1308  Sedgwick  avenue, 

^  s,ld\i15V^nTin-  s°uth  o£  West  169th  street 
(  lock  No.  2530,  Lot  No.  32)  Borough  of  the 
Bronx. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  Feb.  2,  1937  at  2 
R.M.  applicant  to  submit  additional  information 
and  a  committee  of  the  board  to  inspect  the  prem¬ 
ises. 


440-22-BZ. 

APPLICANT— James  J.  Malone,  for  571  West  182nd 
^  ptreet  Corporation,  owner. 

-  I  EJECT  Application  for  reopening — extension  of  time 
j (Application  (decision  of  the  commissioner  of 
buildings)  under  section  7b  of  the  building  zone 
i  esolution,  permitting  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  al¬ 
teration  and  change  of  occupancy  of  a  building 
occupied  as  a  post  office  to  stores  (the  post  office 
ppr'.AfTc^ech™?,been  previously  granted  bv  the  board). 
PREMISES  AFFECTED— 571-573  West  182d  street,  north 
e>  b0  ft.  east  of  St.  Nicholas  avenue  (Block 

APPEARANCES— 0t  N°'  6^’  Borou§'h  of  Manhattan. 

.  ™,T  R°r  Applicant :  James  J.  Malone. 

.  ION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  . . .  3 

Negative  .  q 

Absent :  Chairman  Murdock  1 

THE  VOTE  TO  EXTEND  TIME—  . 

Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  ’  q 

Absent :  Chairman  Murdock  .  1 

THE  RESOLUTION— 

(440-22-BZ) 

\YHEREAS>  this  application  affecting  premises  571-573 
Sf  182nd,  north  side,  60  ft.  east  of  St.  Nicholas  avenue 
(Block  No.  2154,  Lot  No.  65),  Borough  of  Manhattan, 
vvas  granted  by  the  board  May  2,  1922  on  certain  condi¬ 
tions,  resolution  amended  January  21,  1936  on  certain  con¬ 
ditions  and  applicant  requests  an  extension  of  time  to 
complete  work. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
January  21,  1936  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  the  time  to  complete  the  work,  so 
that  as  amended  this  portion  of  the  resolution  will  read: 
“that  the  time  to  complete  work  be  extended  for  one 
year  from  the  date  of  this  amended  resolution,  and 
that  the  resolution,  adopted  on  January  21,  1936,  other 
than  as  amended  herein,  shall  be  complied  with  in  all 
respects.” 

418-31-BZ. 

APPLICANT — Philip  Freshman,  for  1060  McDonald  Ave¬ 
nue  Corporation,  owner. 

SI  BJECT — Application  for  reopening — amendment — re 
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Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 1036-1060  McDonald  avenue 
(Gravesend  avenue),  northwest  corner  of  47th 
street  (Block  No.  5452,  Lot  No.  37),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  A1  Apatov. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  0 

Absent :  Chairman  Murdock  .  1 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  0 

Absent :  Chairman  Murdock  .  1 

THE  RESOLUTION— 

(418-31-BZ) 


Whereas,  this  application  affecting  premises  1036-1060 
McDonald  avenue  (Gravesend  avenue),  northwest  comer 
of  47th  street  (Block  No.  5452,  Lot  No.  37),  Borough  of 
Brooklyn,  was  granted  by  the  board  July  10,  1934,  on  cer¬ 
tain  conditions,  resolution  amended  October  1,  1935  and 
July  10,  1936,  and  applicant  requests  a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  October 
1,  1935,  only  so  far  as  it  has  reference  to  the  area  of  the 
plot,  so  that  as  amended  this  portion  of  the  resolution 
will  read : 

“that  the  original  plot,  which  is  triangular  in  shape 
with  a  frontage  of  200  ft.  on  47th  street,  209  ft.  on 
McDonald  avenue  and  143  ft.  on  Parkville  avenue, 
may  be  reduced  in  area  so  as  to  have  a  frontage  of 
128  ft.  6  in.  on  47th  street,  142  ft.  2  in.  on  McDonald 
avenue  and  a  total  distance  of  100  ft.  4  in.  along  the 
easterly  lot  line,  which  leaves  a  plot  with  a  frontage 
of  60  ft.  on  47th  street  and  on  McDonald  avenue,  in 
accordance  with  plans  filed  marked  “received  January 
21,  1937”;  that  corrected  plans  shall  be  filed  with  the 
board  for  approval  by  the  chairman  in  behalf  of  the 
board  before  submission  to  the  commissioner  of  build¬ 
ings,  showing  all  dimensions  and  proposed  changes 
from  the  original  resolution ;  that  in  all  other  respects 
the  resolution  adopted  by  the  Board  on  October  1, 
1935  shall  be  complied  with.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
350-36-A. 

APPLICANT — Nordlinger,  Riegelman  &  Cooper,  for 
Sobol  Bros.,  Service  Stations,  Inc.,  lessee. 
SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 127-133  Fourth  avenue  and 
102-104  East  13th  street,  southeast  corner  (Block 
No.  558,  Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  Harold  Riegelman,  Samuel  Pearce 
and  Benjamin  Sobel. 

For  Administration.  Assistant  Engineer  Samuel 
Becker,  Department  of  Buildngs. 

ACTION  OF  BOARD — Laid  over  to  February  9,  1937  at 
2  P.M.  for  consideration  of  the  board.  No  fur¬ 
ther  argument. 


349-36- A. 

APPLICANT — Blandy,  Mooney  &  Shipman,  for  George 
Ehret  Columbus  Circle  Corporation,  owner. 
SUBJECT — Appeal  from  decisions  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1796-1808  Broadway,  232-240 
Central  Park  South  and  235-241  West  58th  street 
(Block  No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  John  A.  Brough  and  Francis  C. 
Leffler. 

For  Administration:  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  February  2,  1937  at 
2  P.M.  for  report  and  decision  of  the  board. 


371-36- A. 

APPLICANT — Metropolitan  Paint  Manufacturing  Corp., 
lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 51-03  Van  Dam  street,  south¬ 
east  corner  of  Borden  avenue  (Block  No.  305, 
Lot  No.  17),  Long  Island  City,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Rose  L.  Rediker. 

ACTION  OF  BOARD — Laid  over  to  February  9,  1937,  at 
2  P.M.  on  request  of  applicant’s  representative. 


372-36- A. 

APPLICANT — Buckingham  Wax  Corporation,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 51-03  Van  Dam  street,  south¬ 
east  corner  of  Borden  avenue  (Block  No.  305, 
Lot  No.  17),  Long  Island  City,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Rose  L.  Rediker. 

ACTION  OF  BOARD — Laid  over  to  February  9,  1937,  at 
2  P.M.  on  request  of  applicant’s  representative. 


361-36-A. 

APPLICANT — A.  P.  Stewart,  for  E.  W.  Bliss  Co.,  owner. 
SUBJECT — Apneal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 5302-5324  2nd  avenue,  north 
side,  from  53rd  street  to  54th  street  (Block  No. 
812,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  G.  Fromes. 

For  Administration :  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  February  24,  1937, 
at  2  P.M.  upon  request  of  applicant’s  representa¬ 
tive. 


13-37-A. 

APPLICANT — Bennett  Oil  Company,  Inc.,  owner. 
SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner,  relative  to  the  transportation  of 
fuel  oil  in  tank  truck  in  New  York  City. 
APPEARANCES— 

For  Applicant:  Charles  H.  Bennett. 

For  Administration :  Inspector  Hille,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  0 
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Absent :  Chairman  Murdock  . . .  1 

THE  RESOLUTION— 

(13-37-A) 

\\  hf.reas,  Bennett  Oil  Company,  Inc.,  applicant  and 
owner,  filed  on  December  22,  1936,  an  appeal  from  an 
f  °™er  ail(‘  ,a  decision  of  the  fire  commissioner,  affecting 
transportation  of  fuel  oil  in  tank  truck  in  New  York  City 

and  J 

Whereas,  the  order  of  the  fire  commissioner,  No  8084- 
LC,  dated  November  25,  1935,  reads  as  follows: 

r  l'rnP1SC?,ntinue,the  transportation  of  oil  in  excess 
of  2,500  gallon  tank  capacity.  Section  4.1. 

2  Discontinue  the  use  of  tank  having  more  than  600 
gallon  capacity  in  each  compartment.  Section  42” 

and 

\\  hereas,  the  decision  of  the  fire  commissioner,  dated 
January  12,  1937,  reads  as  follows: 

“In  response  to  the  request  made  in  this  office,  we 
are  torwarchng  this  letter  to  be  presented  to  the  Board 
oi  ^  tandards  and  Appeals,  as  you  have  exceeded  the 
time  limit  in  which  to  appeal  order  8084-LC,  issued 
November  25,  1935,  reading  as  follows : 

‘1.  Discontinue  the  transportation  of  oil  in  ex¬ 
cess  rS  2’5°?  gallon  tank  capacity.  Section  4.1. 

,  Discontinue  the  use  of  tank  having  more  than 

.  !  ,  £a  on  capacity  in  each  compartment.  Section 
4.2. 

land 

I  Whereas,  the  truck  in  question  consists  of  a  Model  BO 
^^Tractor,  Serial  No.  6  B.Q.-l  S,M.  1086,  Engine  Na 

RQ '  922?Qy  ,CLa  Mo<?el  BQ  ¥ack  Semi-Trailer,  Serial  No. 
D.s.  Z  18Jxiyo,  equipped  with  a  single  compartment  hav- 
ng  a  capacity  of  4,600  gallons,  used  for  the  transportation 
,  ,s-  2  an(‘  4  ^uel  oil  between  the  applicant’s  bulk 

)lant  in  New  Jersey  to  a  bulk  plant  located  at  1693  Rich- 
nond  Terrace,  West  New  Brighton,  Richmond;  it  is  pro¬ 
posed  to  confine  the  use  of  the  truck  in  question  to  the 
ollowing  route : 

“From  New  Jersey  over  Goethals  Bridge  to  Rich¬ 
mond  avenue;  thence  to  Post  street;  right  on  Post 
street  one  block  to  Herberton  avenue ;  left  three  blocks 
to  Castleton  avenue;  thence  to  Alaska  street  to  Rich- 

on  Richmond  terrace  one  block  to 
1693  Richmond  terrace.” 

nd 

l  Whereas,  the  applicant  contends  that  the  truck  will  not 
e  used  for  local  deliveries  but  only  between  two  terminals 
ne  in  New  Jersey  and  one  in  Staten  Island  and  that  the 
nly  stop  which  will  be  made  will  be  at  the  premises  1693 
.ichmond  terrace,  West  New  Brighton;  that  the  territory 
irough  which  the  truck  will  pass  is  undeveloped;  tha't 
ie  truck  is  equipped  with  all  signals,  fire  extinguishers 
c.,  and  complies  with  the  law  in  all  other  respects. 

•  Resolved ,  that  the  order  and  decision  of  the  fire  com- 
issioner  be  and  they  hereby  are  modified,  and  the  appeal 
;  and  it  hereby  is  granted  as  to  Order  No.  8084-LC,  dated 
.ovember  25,  1935,  for  a  period  of  one  vear  from  the  date 
;  this  action,  on  condition  that  this  truck  Model  B  6 
ack  Tractor,  Serial  No.  6  B.Q.-l  S.M.  1086,  Engine  No.' 

Q.  4_™  and  a  ^odel  B-Q-  Mack  Semi-Trailer,  Serial 
o.  ts.b.  2-1835390,  equipped  with  single  compartment 
iving  a  capacity  of  4,600  gallons,  takes  the  following 
ute  in  leaving  the  Goethals  Bridge,  namely : 

“From  New  Jersey  over  Goethals  Bridge  to  Rich¬ 
mond  avenue;  thence  to  Post  street;  right  on  Post 
street,  one  block  to  Herberton  avenue;  left  three 
blocks  to  Castleton  avenue ;  thence  to  Alaska  street  to 
Richmond  terrace ;  left  on  Richmond  terrace,  one 
block  to  1693  Richmond  terrace.” 

:d  that  in  all  other  respects  the  truck  and  semi-trailer 
ill  conform  to  the  specifications  for  tank  trucks  of  the 
“  chief  and  commissioner. 


VARIATIONS  OF  LABOR  LAW 

362-36-S. 

SURIFrTNI~A'iPr'  Stewart-  £or  E-  W-  Bhss  Co.,  owner. 
.  t  1 —Appeal  from  an  order  of  the  commissioner  of 

buildings. 

PREMISES  AFFECTED — 5302-5324  2nd  avenne.  north 
A,  Iron,  S3rd  street  to  54th  street  (Block  No 

APPEARANCES-'  B°rOUgh  °f  Brooklyn' 

For  Applicant :  G.  Fromes. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

AC  1  ION  OF  BOARD— Laid  over  to  February  24,  1937, 
at  2  R-M-  so  that  they  can  correct  plans,  on  re¬ 
quest  of  applicant’s  representative. 


390-36-S. 

APPLICANT— David  S.  Lang,  for  80-84  Nassau  Street 
Corporation,  owner. 

SUBJECT— Variation  of  labor  law  as  cited  in  a  decision 
r>T4 T-itrr5Lihe  commissioner  of  buildings. 

PREMISES  AFFECTED  80-82-84  Nassau  street,  east 
side ,  99  ft.  9  in.  north  of  Tohn  street  and  9-11 
Dutch  street  (Block  No.  78,  Lot  No.  38),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant :  David  S.  Lang. 

For  Administration :  Assistant  Engineer  Samuel 
,  „  Becker,  Department  of  Buildings 

ACTION  OF  BOARD-Laid  over  to  February  2,  193,7,  at 
.  applicant  to  correct  plans,  giving  addi¬ 

tional  information. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

345-31-SA. 

The  Silent  Glow  Oil  Burner  Corp.,  owner. 

‘  c  JRCI  Application  for  reopening — re  consideration 

APPEARANCES—1  models— Silent  Glow  0il  Burner. 
For  Applicant:  Irving  T.  Hecht. 

AC  riON  OF  BOARD — Application  referred  to  engineer 
of  board. 

23-34-SA. 

APPLICANT  B.  T.  Wiechers,  for  Webster  Electric 
Company,  owner. 

SI  BJECT  \\  ebster  Fuel  Oil  Pump,  Type  A — Applica- 

APPEARANCES-015611111^^0^  of  Types  Q  and  T- 
For  Applicant :  B.  T.  Wiechers. 

ACTION  OF  BOARD — Application  reopened  and  refer¬ 
red  to  engineer  of  the  board. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  q 

Absent:  Chairman  Murdock  .  l 

528-32-SA. 

APPLICANT  Columbia  Fire  Extinguisher  Co.,  for 
Weldon  Extinguisher  Co.,  owner. 

SUBJECT — Weldon  Extinguisher — approval  of 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  withdrawn  on  writ¬ 
ten  request'. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  . ...!!!!  0 

Absent :  Chairman  Murdock  .  1 
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367-36-SA. 

APPLICANT — Simplex  Oil  Heating  Corp.,  owner. 
SUBJECT— Simplex  Horizontal  Rotary  Oil  Burner,  Types 
H,  H.E.G.  and  H.E.G-H.—  approval  of. 

APPEARANCES— 

For  Applicant:  A.  Bayer. 

ACTION  OF  BOARD— Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  ® 

Absent :  Chairman  Murdock  .  1 

THE  RESOLUTION— 

(367-36-SA) 

Whereas,  the  Simplex  Oil  Heating  Corp.,  owner,  filed 
December  3,  1936,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals  for  the  approval  of  the  device  known  as 
the  Simplex  Horizontal  Rotary  Oil  Burner,  Types  H, 
H.E.G.  and  H.E.G.-H ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

The  three  types  are  of  the  conventional  horizontal 
rotary  type  and  consist  of  a  motor,  fan  and  atomizing 
cup. 

Type  H.  This  model  is  designed  for  either  manual 
or  semi-automatic  operation  with  No.  6  or  lighter 
grade  of  fuel  oil.  When  used  without  controls,  the 
ignition  is  manual.  When  used  in  semi-automatic  in¬ 
stallations,  the  burner  is  provided  with  a  Minneapolis 
Honeywell  motor  control  and  pressuretrol,  or,  as  an 
alternative,  it  may  be  operated  on  a  high  or  low  flame 
by  means  of  a  diaphragm  regulator. 

Type  H.E.G.  This  is  a  fully  automatic  horizontal 
rotary  burner  for  use  with  No.  5  or  lighter  oil,  when 
no  pre-heating  is  required.  There  have  been  provided 
for  its  automatic  operation,  the  following  controls ; 
safety  door  switch  which  makes  the  burner  inoperative 
unless  locked  into  firing  position ;  either  Minneapolis 
Honeywell  or  Alco  electric  solenoid  valve;  Jefferson 
Transformer;  Minneapolis  Honeywell  Protecto-Relay 
R-105-1  or  R-118-1;  Protectostat  or  Pryostat,  manu¬ 
factured  by  Minneapolis  Honeywell  Corp. ;  a  pressure- 
stat  or  aquastat,  or  both,  as  may  be  required  to  suit 
the  peculiar  conditions  of  the  installation. 

Type  H.E.G.-H.  This  is  a  fully  automatic  hori¬ 
zontal  rotary  burner  for  use  with  No.  6  oil,  and  is 
equipped  with  the  following  controls :  safety  door 
switch  which  makes  the  burner  inoperative  unless 
locked  into  firing  position;  Protecto-Relay  R-114-2; 
Protestostat  C-57-1 ;  Pyrostat  Type  C-40-3 ;  Pressure¬ 
trol  or  aquastat,  as  required,  manufactured  by  the 
Minneapolis  Honeywell  Corp.  _  . 

Ignition — dual  gas  and  electric;  gas  pilot  being  actu¬ 
ated  and  controlled  by  Minneapolis  Honeywell  mag¬ 
netic  valve. 

The  oil  is  regulated  thermally  to  the  burner  by 
means  of  the  Alco  valve  which  is  connected  to  the 
reversed  aquastat  and  the  thermal  controls  of  the 
Wells  type  A  preheater.  The  pressure,  on  the  oil  line, 
is  governed  by  means  of  a  Luckenheimer  pressure 
relief  valve.  For  quiet  starting,  a  Fulton  Sylphon 
valve,  type  610  is  connected  to  the  pressure  side  of 
the  oil  supply  line,  and  as  the  pressure  of  the  oil  is 
increased,  this  sylphon  valve  automatically  increases 
or  decreases  the  primary  and  secondary  air  supply 
to  the  burner. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  the  controls 
functioned  as  designed  on  two  successive  tests,  and 


shut  the  burner  down  in  81  nd  85  seconds  respectively. 
The  burner  was  then  put  into  normal  operation  for  a 
period  of  one  hour.  During  this  period,  it  was  found 
that  all  controls  functioned  as  designed,  and  the 
burner  operated  without  any  flare  backs  or  puffs. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Simplex  Burner  Type  H,  be  approved 
for  manual  or  semi-automatic  operation;  Type  H.E.G. 
be  approved  for  fully  automatic  installations  with  No. 
5  or  lighter  oil,  and  that  the  Type  H.E.G.-H  be 
approved  for  fully  automatic  type,  using  No.  6  oil, 
when  installed  in  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Simplex  Hori¬ 
zontal  Rotary  Oil  Burner,  Types  H,  H.E.G.  and  H.E.G.-H, 
for  domestic,  commercial  and  industrial  installations,  when 
installed  in  accordance  with  the  above  report  and  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals,  for 
use  with  fuel  oil  not  heavier  than  No.  5  or  lighter  U.  S. 
Department  of  Commerce  Standards  for  models  H  and 
H.E.G.  and  No.  6  oil  for  Model  H.E.G.-H  fully  automatic 
on  condition  that  there  shall  be  permanently  attached  to 
each  burner  installed  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  367-36-SA. 


109-31-SA. 

APPLICANT— Gilbert  &  Barker  Mfg.  Co.,  owner.  * 

SUBJECT— Application  for  consideration  re  change  of 
name' — Gilbert  &  Barker  Flexible  Flame  Oil  Burn-  ' 
er.  (Reopened  November  17,  1936). 
APPEARANCES— 

For  Applicant:  H.  Vogeler. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  ® 

Absent :  Chairman  Murdock  .  1  , 

THE  RESOLUTION— 

(109-31-SA) 

Whereas,  Gilbert  &  Barker  Manufacturing  Co.,  owner, 
filed  March  4,  1931,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  device  known 
as  The  Gilbert  &  Barker  Flexible  Flame  Oil  Burner;  and 
Whereas,  this  device  was  approved  by  the  board  June 
16,  1931  on  certain  conditions  and  the  owner  through  its 
representative,  H.  Vogeler,  requested  an  _  amendment  of 
the  resolution  and  permission  to  market  this  burner  as  the 
Gilbarco  G.B.  3,  4  &  5  and  the  Esso  E.B.  3,  4  &  5 ;  and 
Whereas,  this  request  was  submitted  to  the  engineer  of 
the  board  for  investigation  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  was 
as  follows : 

Under  date  of  October  2,  1936,  Gilbert  and  Barker 
Mfg.  Company  requested  permission  to  market  the 
Gilbert  &  Barker  Flexible  Flame  Oil  Burner,  approved 
by  the  board  June  16,  1931  as  the  Gilbarco  G.B.  3,  4 
&  5  and  the  Esso  E.B.,  3,  4  &  5.  This  request  was 
referred  to  the  Engineer  of  the  board  November  17,  ■ 
1936,  the  application  having  been  reopened  on  that  date. 

An  investigation  of  the  device  indicates  that  there 
has  been  no  change  in  the  construction  since  the  ap¬ 
proval  of  June  16,  1931.  The  device  is  a  mechanical 
draft  gun  type  burner,  pressure  atomizing.  The  essen¬ 
tial  parts  consist  of  a  1/6  H.P.  electric  motor;  Tuthill 
rotary  pump  and  fan  on  one  shaft;  Detroit  dual  pres¬ 
sure  and  oil  regulating  valve,  strainer,  needle  valve, 


132 


MINUTES 


electrodes,  nozzle  and  approved  electric  controls  in 
series ; 

The  oil  supply  is  by  suction  from  storage  tank 
through  strainer  to  and  through  Tuthill  Rotary  pump 
through  pressure  and  oil  regulating  valve  and  needle 
valve  to  nozzle  where  oil  is  atomized.  Ignition  is 
electric. 

The  safety  controls  consist  of  a  Minneapolis  Pro- 
tectostat  relay,  and  Minneapolis  pressure  switch. 

The  Model  numbers  used  are  for  company  identi¬ 
fication  for  different  type  furnaces  only  and  do  not 
pertain  to  any  difference  in  construction  or  type  of 
controls  used. 

It  is  recommended  that  permission  be  granted  to 
market  the  Gilbert  &  Barker  Flexible  flame  oil  burner 
as  the  Gilbarco  G.B.  3,  4  &  5  and  the  Esso  E.B.  3,  4 
,  3  °r1  condition  that  under  whichever  name  marketed 
the  device  shall  bear  a  label  permanently  affixed 
thereto  reading. 

Approved  by  the  Board  of  Standards  and  Appeals 
for  use  in  New  York  City,  under  Cal.  No.  109-31-SA. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  June  16,  1931  so  that 
as  amended  it  will  read: 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Gilbert 
.  Baiker  Flexible  Flame  Oil  Burner  for  use  in  domes¬ 
tic  and  commercial  installation  with  fuel  oil  not 
heavier  than  No.  _3  U.  S.  Department  of  Commerce 
standards,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals. 

Rfuwlv?d  further,  that  this  burner  may  also  be  marketed 
as  the  Gilbarco  G.B.  3,  4,  5  and  the  Esso  E.B.  3  4  5 
on  condition  that  under  whichever  name  marketed  the 
reading  ^  bear  a  ^abe^  Permanently  affixed  thereto 

NOTICE 

^  Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  109-31-SA. 


>20-3 1-S  A. 

^PpLICANT— Gilbert  &  Barker  Mfg.  Co.,  owner. 
:>UBJBCi  —  Application  for  consideration  of  change  of 
name  Gilbert  &  Barker  Junior  Flexible  Flame 
Domestm  Oil  Burner.  (Reopened  November  17 
lVoo.) 

APPEARANCES — 

For  Applicant :  H.  Vogeler. 

'MT7I?7^mrIV?,OARD~Reso,ution  amended. 

;HE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Commissioners  Savage  and  Blum 
and  Assistant  Chief  Walsh  ? 

Negative  . 0 

Absent:  Chairman  Murdock  .  i 

HE  RESOLUTION— 

I  (520-31-SA) 

GiIbert  &  Barker  Mfg.  Co.,  owner,  filed  Octo- 
i’li'  an  application  with  the  Board  of  Standards 
dlherf  Sa  p  f?r  apTpro.vaI  °f  their  device  known  as  the 
um2-,andarker  JUm°r  Flame  Domestic  Oil 

Whhkkas  this  device  was  approved  by  the  board  Decem- 
^2,  1931  on  certain  conditions ;  and 

n^wREAS’  thf  Jowner-  through  its  representative,  H. 

rmiS  re?uested,  an  amendment  of  the  resolution  and 

, o  H  %  maiS^  thl®  burner  as  the  Gilbarco  G.B.  1 
'  2  and  the  Esso  E.B.  1  &  2;  and 

Whereas  this  request  was  referred  to  the  engineer  of 
e  board  for  investigation  and  report;  and 

Whereas,  the  report  of  the  engineer  was  as  follows : 


Mf?dCnmle  °f  °ctoberJ2-  1936-  the  Gilbert  &  Barker 

,he 

b^roOVGdBby,th|  2°and  ^ZtZ 

request  was  referrprl  t-r,  1  *-  2.  This 

November  17  iqS  V  the  engineer  of  the  board 

opened  t  - 

its ^rov^on’ “SeceX^ST  in  ,he  deVi“  Si"ce 

pressLf  I^£i„VmeTL”  etendal  burn"i 

pump  and  burner  unit,  %  H  P  moto?  Tuthdl  t 
pump  and  blower  on  one  shaft ’  Y1,1 11  rotary 

and  oil  regulating  valve  electrodeCno' Pre?SUre 

The  ignition  is  constant  electric 

stack 

used  dlfference  m  instruction  and  type  of  controls 
FBe  r^eted  aS  thf-  Gllbarco  G-B.  1  &  2  and  the  Esso 

marketef  ?he°\„Crntr,^aHhhLendaeiab1liCheVer 

°SfZd  dlere‘d°  r/adinS'  “ehePeBmoardnoi 

undent  ^  5«A£°r  ™ 

so  that  as  amended  it  will  read  as  follows f  ’  ^ 

rl Vtd’  that  the  Board  °f  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the Gilbert 
&  Barker  Junior  Flexible  Flame  Domestic  Oil  Burner 

fuel  oil  notdhmeS-tlC  c°mmercial  installations  with 
tuel  oil  not  heavier  than  No.  3,  U.  S  Department  nf 

Commerce  Standards,  when  installer!  ;n ?  of 

with  the  Oil  Burner  Rules  of  the  Board  of 

and  Appeals  and  with  the  above  report  °£  Sta"dards 

RtS0JVfd  furthe/’  that  this  burner  may  also  be 

Esso  EB  U,nftVhe  nam'  Gilbarco  G.B.  I  &  2  and 
„  °  E.B.  1  &  2  on  condition  that  under  whichever 

name  marketed  the  device  shall  KP->r  „  i  v  nenever 

nently  affixed  thereto  reading"  "  'aI>e'  Perma‘ 

NOTICE 

_  _  Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  Citv 
UNDER  CAL.  No.  520 -31-SA.” 


282-33-SA. 

SUBTEOTNA~rilbpert  &  Barker  Mf^  Company,  owner 
S  UBJEQT  Application  re  consideration  of  change  of 

name-Gflbert  &  Barker  Oil  Burner  (Modef  S-l) 
ATAT_  (Reopened  November  17  1936  )  ' 

APPEARANCES—  ’  ' 

For  Applicant:  H  Voeeler 

tSe  ' ?ST°FVn0^Seso,u^n  -ended. 

IHE  VGBE  T9  AMEND  RESOLUTION— 

Affirmative:  Commissioners  Savage  and  Blum 
and  Assistant  Chief  Walsh  , 

Negative  .  ~ 

Absent :  Chairman  Murdock  .  .  i 

THE  RESOLUTION— 

(282-33-SA) 

Whereas,  Charles  S.  Gregg  for  Gilbert  and  Barker  Mfg. 
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Co.,  owner,  filed  August  25,  1933,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  their 
device  known  as  the  Gilbert  &  Barker  Oil  Burner  Model 
S-l ;  and 

Whereas,  this  device  was  approved  by  the  board  No¬ 
vember  8,  1933,  on  certain  conditions  ;  and 

Whereas,  the  owner,  through  its  representative,  H. 
Vogeler,  requested  permission  to  market  the  device  as  the 
Gilbarco  G.B.O.  and  the  Sachem  G.B.O. ;  and 

Whereas,  this  matter  was  referred  to  the  engineer  of 
the  board  for  investigation  and  report ;  and 

Whereas,  the  report  of  the  engineer  was  as  follows : 

Under  date  of  October  1,  1936,  Gilbert  &  Barker 
Mfg.  Company  requested  permission  to  market  the 
Gilbert  &  Barker  Oil  Burner,  Model  S-l,  approved 
by  the  board  November  8,  1933,  as  the  Gilbarco  G.B.O. 
and  the  Sachem  G.B.O.  This  request  was  referred 
to  the  engineer  of  the  board  on  November  17,  1936, 
the  application  having  been  reopened  on  that  date. 

An  investigation  by  me  indicates  that  there  has  been 
no  change  whatever  in  the  device  since  its  approval 
on  November  8,  1933. 

It  is  recommended  the  permission  be  granted  for 
the  Gilbert  &  Barker  Oil  Burner,  Model  S-l,  to  be 
marketed  as  the  Gilbarco  G.B.O.  Oil  Burner  and  the 
Sachem  G.B.O.  Oil  Burner,  on  condition  that  under 
whichever  name  marketed,  the  device  shall  have  a 
label  permanently  attached  thereto  reading,  “Approved 
by  the  Board  of  Standards  and  Appeals  for  use  in 
New  York  City,  under  Cal.  No.  282-33-SA; 

and 

Whereas,  the  original  report  of  the  division  of  com¬ 
bustibles,  dated  November  6,  1933,  reads  in  part : 

The  assembled  burner  consists  of  an  Ohio  Electric 
Motor,  y2  H.P.,  Gilbert  &  Barker  fan  and  strainer, 
Tuthill  pump,  Monarch  or  Detroit  lubrication  regu¬ 
lating  valve  and  a  Monarch  nozzle  of  two  gallons  per 
hour  capacity. 

Ignition  by  Jefferson  Dual  Transformer  Electric 
Controls,  Minneapolis  Honeywell  Protector  Relay 
R-116,  a  pressurestat  and  an  aguastat. 

Pump  and  blower  operate  in  a  single  shaft. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Gilbert  and  Barker 
Oil  Burner,  Model  S-l  for  use  in  domestic  and  commercial 
installations  with  fuel  oil  not  heavier  than  No.  3  U.  S. 
Department  of  Commerce  Standards  when  installed  in 
accordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals  and  with  above  reports. 

Resolved  further ,  that  the  device  may  be  marketed  as 
the  Gilbarco  G.B.O.  Oil  Burner  and  the  Sachem  G.B.O. 
Oil  Burner  on  condition  that  under  whichever  name  mark¬ 
eted  the  device  shall  bear  a  label  permanently  fixed  thereto, 


reading : 


NOTICE 


Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  282-33-SA. 


117-34-SA. 

APPLICANT— General  Oil  Heating  Corp.,  owner. 

SUBJECT— Application  for  reopening— change  of  name 
— re  Carter  Oil  Burner,  Models  4X  and  5X. 

APPEARANCES— 

For  Applicant:  Charles  Schmidt. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  0 

Absent:  Chairman  Murdock  .  1 


THE  VOTE  TO  AMEND— 

Affirmative:  Commissioners  Savage  and  Blum 


and  Assistant  Chief  Walsh  .  3 

Negative  .  0 

Absent :  Chairman  Murdock  .  1 

THE  RESOLUTION— 

(117-34-SA) 


Whereas,  General  Oil  Heating  Corp.,  owner,  filed  May 
1,  1934,  an  application,  with  the  Board  of  Standards  and 
Appeals,  for  approval  of  the  device  known  as  the  Garter 
Oil  Burner,  Models  4X  and  5X;  and 
Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  division  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  was  substantially  as  follows: 

The  burner  consists  of  the  following  parts:  An  Ohio 
motor,  Ys  H.P.;  Torrington  Fan;  Tuthill  Pump;  Gen¬ 
uine  Detroit  Lubricator  regulating  and  cut  off  valve 
and  strainer,  and  a  Nitrol  nozzle. 

Ignition — Electric.  Webster  transformer  110 — -10,000 
volts.  The  Electrodes  were  inspected  and  tested.  Un¬ 
der  operating  conditions  the  spark  was  found  to  be 
of  proper  intensity  and  length. 

Controls— A  Mercoid  Pyratherm  and  a  Time-O-Stat, 
manufactured  by  the  Minneapolis  Honeywell  Com¬ 
pany. 

With  the  oil  shut  off  and  a  hot  combustion  chamber, 
the  burner  was  operated  and  the  controls  shut  down 
the  burner  in  63  seconds.  Same  test  was  repeated  with 
a  cold  combustion  chamber,  and  the  controls  operated 
and  shut  it  down  in  93  seconds.  Oil  used  in  this 
burner  No.  1  and  2.  The  oil  supply  was.  then  turned 
on  and  the  burner  put  into  normal  operation.  During 
the  period  of  test  there  were  no  puff  backs  or  fluc¬ 
tuation  in  the  flame.  Flame  was  free  of  soot  and 
smoke.  Examination  of  the  combustion  chamber 
showed  no  undue  deposits  of  carbon. 

The  Model  5X  burner  is  of  similar  construction, 
except  that  a  larger  motor  and  fan  are  used,  thus 
increasing  the  capacity  of  the  burner.  Lip  to  the 
present  time,  the  Underwriters’  Laboratory  has  not 
yet  issued  a  report  on  this  burner. 

As  a  result  of  these  tests,  it  is  recommended  that 
the  Carter  Oil  Burner  Models  4X  and  5Xv  be  approved 
for  domestic,  industrial  and  commercial  use  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals; 

and 

Whereas,  this  burner  was  approved  by  the  board  Sep¬ 
tember  18,  1934,  and  applicant  requested  permission  to 
market  this  burner  as  the  Central  Oil  Burner,  Models  4X 
and  5X ;  and 

Whereas,  applicant  requested  an  amendment  of  the  reso¬ 
lution  to  include  Models  6X  and  10X ;  and 

Whereas,  these  models  were  submitted  to  the  engineer 
of  the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  division  of  combustibles  of  the 
fire  department  was  substantially  as  follows : 

The  models  10X;  and  6X  are  of  the  pressure  atom¬ 
izing  gun  type,  designed  for  burning  No.  1,  2  and  3 
commercial  grades  fuel  oil. 

MODEL  10Y  consists  of  the  following  assemblage: 
a  Y  H.P.  Ohio  Motor,  a  Tuthill  pump,  Sirocco  type 
fans,  manufactured  by  the  Torrington  Company,  a 
Detroit  Lubricator  strainer  and  regulating  valve  and 
a  Benjamin  nozzle  or  any  standard  nozzle. 

Ignition — Electric,  a  Dongan  transformer  of  14,000 
volts  being  used.  Double  electrodes  are  used  to  in¬ 
sure  against  ignition  failure.  | 
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Controls— On  this  installation  Minneapolis  Honey- 
■\\e  controls  were  used,  consisting  of  a  protector-relay 
model,  K.117,  and  Pressuretrol  model,  L404.  Any 
other  standard  controls  may  be  used  on  this  burner. 

1  he  air  supply  to  this  burner  differs  somewhat  from 
the  general  line  of  gun  type  burner  in  the  fact  that 
two  fans,  mounted  on  either  side  of  the  motor,  fur¬ 
nish  the  air  for  combustion.  The  individual  air  ducts 
ronl  both  fans  combine  into  one  just  before  entering 
the  fire  door  of  the  boiler.  Due  to  the  arrangement 
of  one  duct  entering  the  main  air  supply  being  higher 
the  other,  a  conical  swirling  flame  is  produced. 

,  t  ms  burner  was  installed  in  a  steam  heating  cham¬ 
ber.  With  the  oil  supply  shut  off  and  a  cold  combus¬ 
tion  chamber,  the  controls  were  tested,  and  it  was 
found  that  on  successive  tests  the  operation  of  the 
burnei  was  shut  down  in  80  to  83  seconds  respectively. 

,  he  capacity  of  this  burner  ranges  from  4  to  20  gal¬ 
lons  per  hour. 

oic((^fr?:,6Ar~TheT.undersigned  visited  the  premises 
2159-61  69th  street,  Borough  of  Brooklyn,  and  exam¬ 
ined  and  inspected  the  above  mentioned  model.  This 
burner  consists  of  the  following  parts :  a  H  P  Ohio 
motor  a  Tuthill  pump,  Sirocco  type  fans,  manufac¬ 
tured  by  the  Torrington  Company,  a  Detroit  lubri¬ 
cator  strainer  and  regulating  valve  and  a  Benjamin 
nozzle. 

Ignition— Electric,  a  Dongan  transformer  of  14  000 
volts  being  used.  Double  electrodes  are  used  to ’in¬ 
sure  against  ignition  failure. 

Controls— On  this  installation  Minneapolis  Honey¬ 
well  controls  were  used,  consisting  of  a  protector- 
relay  model,  R117,  and  Pressuretrol  model,  L404  Any 
other  standard  controls  may  be  used  on  this  burner. 

the  air  supply  to  this  burner  differs  somewhat  from 
the  general  line  of  gun  type  burner  in  the  fact  that 
two  fans,  mounted  on  either  side  of  the  motor,  fur¬ 
nish  the  air  for  combustion.  The  individual  air  ducts 
from  both  fans  combine  into  one  just  before  entering 
the  fire  door  of  the  boiler.  Due  to  the  arrangement 
of  one  duct  entering  the  main  air  supply  being  higher 
mu -l  °ther’  a  conical  swirling  flame  is  produced 
™AuW)Urn-<;r  was  instalIed  in  a  steam  heating  boiler. 
With  the  oil  supply  shut  off  in  the  cold  combustion 
chambers,  the  controls  were  tested  and  it  was  found 
that  on  successive  tests  the  operation  of  the  burner 
was  shut  down  in  85  to  87  seconds,  respectively.  The 
capacity  of  this  burner  ranges  from  1.65  to  6  gallons 
per  hour. 

Both  these  burners  have  been  approved  by  the 
national  Board  of  Fire  Underwriters’  laboratory  on 
September  30,  1935,  under  application  No  35C-1553 
for  the  use  of  No.  1,  2  and  3  domestic  grades  of  fuel 

Examination  of  the  combustion  chambers  showed 
no  undue  carbon  deposit  and  the  flame  of  both  burn- 
ers  was  clean,  free  of  soot  and  unfluctuating. 

.  UunnS  the  period  of  testing  when  the  burners  were 
in  normal  operation,  the  controls  operated  as  designed. 

As  a  result  of  this  inspection  and  test,  it  is  rec¬ 
ommended  that  the  Carter  Oil  Burner,  also  to  be 
known  under  the  name  “Central  Oil  Burner,”  Models 
OA  and  10X,  be  approved  for  domestic  and  commer- 
cial  installations  when  installed  in  accordance  with 
the  oil  burner  rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals ;  and 

!hi?  device  was  approved  by  the  board  May 
1936,  resolution  amended  October  6,  1936  to  include 
me  Uentral  Oil  Burner  and  applicant  now  requests  per- 
ssion  to  also  market  the  burner  under  the  name  Mer- 


s tailed  in  accordance  with  the  Oil  Burner  Rules  of  the 
Boaid  of  Standards  and  Appeals. 

Resolved,  further,  that  this  burner  may  also  be  marketed 
under  the  name  Central  Oil  Burner,  Models  4X,  5X,  6X 

A  nv  and  Me,r.c9ro1  0l1  Burner,  Models  4X,  5X,  6X 
and  1UX,  on  condition  that  under  whichever  name  mar¬ 
keted,  each  burner  shall  bear  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  117-34-SA 


108-34-SA. 

APPLICANT— Westchester  Home  Equipment  Co,  Inc 
owner.  ” 

SUBJECT— Application  for  reopening— change  of  name- 
re  Wheco  Oil  Burner. 

APPEARANCES— 

A  For  APPlicant:  Bert  Rapp. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Commissioners  Savage  and  Blum 
and  Assistant  Chief  Walsh  ...  3 

Negative  . q 

Absent :  Chairman  Murdock  . .  i 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  3 

Negative  .  q 

Absent :  Chairman  Murdock  . "  ’ "  ’  ^ 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
■  eby  appr°ve  the  Carter  Oil  Burner,  Models  4X,  5X,  6X 
10x1  tor  use  in  commercial,  domestic  and  industrial 
itallations,  when  used  with  No.  3  fuel  oil  and  when  in- 


THE  RESOLUTION— 

(108-34-SA) 

Whereas,  Westchester  Home  Equipment  Co.,  Inc 
owner,  filed  April  20,  1934,  an  application  with  the  Board 
of  Standards  and  Appeals,  for  approval  of  the  device 
known  as  the  Wheco  Oil  Burner;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and 
Whereas,  the  report  of  the  engineer  of  the  board  and 
o  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  was  substantially  as  follows- 

I  his  burner  is  of  the  mechanical  draft  pressure 
atomizing  type,  and  consisted  of  the  following  parts- 

™A/fnetre  e,Iectr.lc  motor.  1/6  H.P.;  a  Jenette  blower; 
Webster  fuel  unit  consisting  of  pump,  strainer  and 
regulatmg  valve;  Webster  Transformer;  Cuno  filter 
and  Monarch  nozzle.  The  burner  also  is  made  up  at 
times  with  a  1/8  H.P.  Jenette  motor  and  blower 

Controls— Protecto-relay  Type  R-117-3;  Pressure¬ 
trol  type  L-404-2,  manufactured  by  the  Minneapolis 
Honeywell  Company. 

Ignition — Electric. 

Electrode  was  examined  and  tested  and  the  spark 
was  found  to  be  of  sufficient  intensity  and  length. 
With  oil  supply  shut  off,  burner  was  operated  from  a 
cold  start,  and  on  two  successive  tests,  the  Protecto- 
relay  shut  the  burner  down  in  91  and  90  seconds  re¬ 
spectively.  During  the  period  of  test  there  were  no 
puff  backs,  and  examination  of  the  flame  showed 
same  to  be  free  of  soot  and  smoke.  Combustion 
chamber  showed  no  undue  deposits  of  carbon. 

This  device  has  been  approved  by  the  Underwriters 
Laboratories  Guide  No.  310.4  File  No.  M.  P.  939  for 
use  with  fuel  oil  not  heavier  than  No.  3. 

It  is  therefore  recommended  that'  the  Wheco  Oil 
Burner,  when  installed  in  accordance  with  the  Fuel 
Oil  Rules,  be  approved  for  domestic,  industrial  and 
commercial  use. 

and 

Whereas,  this  device  has  been  approved  by  the  Under- 


135 


MINUTES 


writers  Laboratories,  Guide  No.  300  10-4,  File  M.  P.  939, 
for  oil  not  heavier  than  No.  3;  and 

Whereas,  this  device  was  approved  by  the  board  June 
13,  1934  and  applicant  requests  permission  to  market  the 
device  under  the  name  Rasol  oil  burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  \\  heco  Oil 
Burner,  for  use  in  domestic,  commercial  and  industrial 
installations  when  used  with  oil  not  heavier  than  No.  3 
and  when  installed  in  accordance  with  above  report  and 
the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals,  and  that  this  device  may  also  be  marketed  under 


the  name  Rasol  Oil  Burner  on  condition  that  under  which¬ 
ever  name  marketed  the  device  shall  bear  a  label  per¬ 
manently  affixed  thereto  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
FOR  USE  IN  NEW  YORK  CITY 
UNDER  CAL.  NO.  108-34-SA. 


Adjourned,  4:40  P.M. 


Edward  V.  Barton,  Chief  Clerk. 


RULES 


SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 


RULE  1.  PERMIT. 


(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State.  Labor  Law  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  m  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building  as 
well  as  in  every  elevator-car,  in  English,,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 


(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 


(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  ,  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 


(d)  Conditions.  The  permit  shall,  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 


RULE  2.  PERMISSIBLE  CASES. 


Smoking  may  be  permitted  in  : — 


(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 


(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapse  . 


(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting ; 

Stone  or  monumental  works ; 


; 


provided  that  in  any  case: 

(1)  The  building  is  not  of  wooden  construc- 
tion ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 
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“STANDPIPE”-“FIREUNE”  RULES  ADOPTED  JUNE  27,  1922;  AMENDED  MAY  1R 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9,  1931 


1928; 


[281-22-SR] 

Note — In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  ?nay  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
%-h\ch  or,  by  permission  of  the  Fire  Commissioner,  j4-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect. 

Rule  2.  APPROVAL.  Before  acceptance  all  standpipe 
,  (fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the  street  Siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  100 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply,’ 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  50  lbs.  per  sq.  in.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

.  No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing,  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  stand¬ 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

When  deemed  necessary  by  the  Fire  Commissioner,  sec- 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  Sy2  x  11 
in.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 

Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 

-  There  shall  be  an  engineer,  superintendent  or  other  per- 
5°n  in  charge  of  the  standpipe-fire  line  system  in  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
(>e  registered,  and  submit  to  an  examination  in  the  Fire 
department.  Upon  evidence  of  fitness  to  properly  operate 
md  maintain  the  standpipe  system  he  shall  be  granted  a 
certificate  to  that  effect.  The  certificate  shall  contain  the 
ull  name  and  a  small  photograph  of  the  holder. 

Day  and  night  service  shall  be  maintained  in  all  build- 

ngs  exceeding  250  feet  in  height  in  which  there  is  a  fire 
'ump. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
:ast  one  certified  operator  on  duty  during  every  perform- 
nce.  Buildings  of  large  areas,  industrial  plants,  amuse¬ 


ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duty  when  deemed  necessary  by  the  fire  commissioner 

Rule  4  MONTHLY  INSPECTION.  All  valves  hose 

in0nerW  °th?  aUxd,iary  fiJe  appliances  shall  be  kept 
in  perfect  working  order,  and  at  least  once  a  month  the 
person  holding  certificate  of  fitness  shall  make  a  thorough 
" lrP£10n  °l  aI1  thj=  fire  appliances  to  see  that  they  are  in 

FirP  r)^r?mSf°rderr  and  ready  for  imme(fiate  use  by  the 
hire  Department.  Fire  pumps  shall  be  tested  every  30 

days  by  the  person  holding  the  certificate  of  fitness.  7 

He  shall  also  instruct  all  employees  under  his  charge  in 

detail^  and  P;aTe  °u  a11  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 

Department1^  examinat*on  by  a  representative  of  the  Fire 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
f/tycP°ands  ln  ^cess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 

5hallhL °tthe LPremises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5.  APPROVED  DEVICES.  All  devises  approved 
tor  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturers  name  and  the  date  of  and  the  number 
o  the  approval.  Certified  copies  of  the  approval,  working 
rawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shail  be  present  at  all  times. 

AEEA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex- 
tenor  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical;  distance  measured  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  in  the  case  of  flat  roofs,  and  to  the  average 

on°  j  ga^Ie  ln.  *rase  °f  roofs  having  a  pitch  of  more 
than  ZU  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
t0Lnt0  make  P°.sf^le  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary.  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above.  , 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

(  a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20  000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hav¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  mam 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  mam,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-nve  (/b) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 

outlet.  .  ,. 

Evidence  establishing  the  fact  that  water  main  co’1(f1' 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : . 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 

as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply.  . 

(b)  Four-inch  street  connection  system,  in  which  the 

pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street.  _ 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Works  Association :  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  3.nd 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water' 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  al 
least  as  large  as  that  of  the  fill  line  shall  be  provided  foi; 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It' 
may  be  run  through  the  bottom  of  the  tank,  provided  r 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank 
otherwise  it  must  be  brought  through  the  side  of  the  tank 
3  inches  below  the  top  (of  sides).  Overflows  shall  termi 
nate  in  a  90  degree  elbow  not  more  than  24  inches  abovi 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro 
vided  for  each  tank  an  emergency  drain  not  less  than  1 
inches  in  diameter  connected  directly  to  the  bottom  of  tht 
tank  or  to  the  standpipe  supply  line  above  the  tank  checl 
and  terminating  not  less  than  30  inches  nor  more  thany, 
feet  above  the  roof  in  a  horizontal  run.  Emergency  dran 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valv 
located  in  a  readily  accessible  position  not  more  than  • 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  o 
each  gravity  tank  used  for  standpipe  fire  line  supply  shal, 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  Whe 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  o 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  th 
tank  shall  be  required  to  be  not  less,  than  20  ft.  above  th 
level  of  the  pent  house  roof.  In  existing  standpipe  equq 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  D 
required  to  be  more  than  20  feet  above  the  outlet  in  th 
highest  story. 
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Rule  22.  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
as  high  as  practicable  within  the  pyramid  or  tower.  Pro¬ 
vided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  for  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery.  .  I-ire  appliances,  as  may  be  required  by  the 
Fire  Lomnnssioner,  shall  be  provided  in  such  tank  houses 
elevator  machine  rooms,  etc. 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced.  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter- 
j  mediate  landings  every  12  ft.  or  less. 

E  Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm  as  provided  under  Rule  88,  in  order  that  it 
t  ma>'  be  determined  at  any  time  whether  or  not  the  required 
,  standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
.ue  ,reser' e  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

[  Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
!a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted’ 

: under  these  rules,  no  check  valve  shall  be  required.  An 
U.  b.  &  Y.  gate  valve  shall  be  provided  on  each  side  of  the 
.heck  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
ot  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
ru  nC  1  steam  bne  with  a  1-inch  return  separately  trapped, 
ibovrio^  F11  tanIC  Shal*  ^  maintained  at  a  temperature 


Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
ising  the  tank  supply  seven  days  a  week  supplying  both 
•  tandpipe  and  house  service  lines  shall  not  require  heating, 
r  in  an  adequately  heated  enclosure,  interior  heating  of 
anks  shall  not  be  required. 

Rule.f-  L,9^ST  SUCTION  TANKS.  Tanks  shall 
iave  at  least  10,000  gallon  effective  water  capacity  as  speci- 
ied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
xclusively  and  shall  be  constructed  of  steel  or  reinforced 
oncrete,  located  below  the  grade,  or  lowest  story,  if  there 
no.ct‘'ar  under  the  building.  The  Fire  Commissioner  may 
errmt  siictmn  tanks  to  be  located  in  a  separate  enclosure 
r  building  provided  they  are  accessible  and  when,  in  his 
Lidgment  such  location  will  be  more  practicable.  House 
apply  tanks  may  be  connected  to  the  fire  pump  suction 
ne  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
e  provided  on  such  house  supply  lines. 

n^t,e  f  LOWEST  TANK  SUPPLY.  The  lowest  suc- 
on  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
lameter  taken  directly  and  independently  from  the  public 

linf,!  ma'n5  Th  m  supply  sha11  be  not  less  than  750  gallons  a 
”ute,’  *tnd  S- enter  the  suctlon  tank  above  the  top  or 
ffi2Vhe  ^ld^near  the  t°P  of  the  tank  and  shall  be  con- 
olled  by  suitable  bronze  ball  cock  and  copper  float. 

Ru,L?9'  SUPPORT  FOR  TANKS.  Tanks  of  more 
an  3UU  gallons  capacity  thereafter  placed  in  or  on  any 
maing  shall  be  supported  on  masonry,  reinforced  con¬ 


crete  or  steel  construction  of  sufficient  strength  and  car- 
ned  to  a  proper  foundation  as  provided  for  in  section  428 
Chapter  5  of  the  Code  of  Ordinances. 

Rule  30  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 

fnld^d;re,Ctfd  J*y  ,Fire  Commissioner  and  as  prescribed 
in  Schedule  A.  Each  such  tank  shall  have  at  least  5,000 

SnrnnCS^f  rVedr  eXclusively  for  fire  line  and  pump 

purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
ot  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shalfbe  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys- 
em  of  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 
hereinafter  set  forth  :  b 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
tank  with  the  riser  of  the  portion  of  equipment  supplied 
“  ,,the  tanb  a"d  m  thjs  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
oz  Y.  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by  pass  type,  except  that  emergency  control  valves 
\v  en  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  ot  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
ot  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit¬ 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

.Rule  33  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.  and 
at  more  frequent  intervals  if  deemed  necessary  by  the’ Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Flangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per- 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may ’be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 


Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand- 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 


One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft.  ^ 
Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair”  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied,  and  securely 
fastened  in  place  with  heavy  jute  twine.  .Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18. in. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have,  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo¬ 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream, 
except  where  the  static  pressure  at  the  hose  outlet  is  15 
lbs.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION.  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least,  equal  to  the  diameter,  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than 
five  inches. 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a)  In  every  building  hereafter  erected  exceeding. 250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen-  1 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the  ( 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test 
line  between  the  4  in.  relief  branch  and  the  tank  there  shall 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump.  In  the  line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

Rule  42.  NUMBER  AND  LOCATION  OF  FIRE 
PUMPS. 


SCHEDULE  A 


Height  from 
Uppermost 
Hose  Outlet 
to  grade * 

Total  No. 
of  Pumps 
Required. 

Appr 

1st  Pump 

oximate  Loi 

2nd  Pump 

-ation  of  Pu 

3rd  Pump 

mps 

4th  Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  levei 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

: 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

- 4 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

! 

701'  to  800' 

3 

Below  grade 
level 

250'  to  300' 

500'  to  600' 

i 

801'  to  900' 

4 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

600'  to  750' 

- - - 

901'  to  1000' 

4 

Below  grade 

level 

250' 

500' 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  hous< 
outlet. 
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Rule  43.  FIRE  PUMPS  IN  BUILDINGS  EXCEED¬ 
ING  1,000  FEET.  All  buildings  exceeding  1,000  feet  from 
grade  level  to  uppermost  hose  outlet  shall  be  provided  with 
a  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
line  of  the  lowest  pump. 

Rule  44.  TANK  CAPACITIES.  Suction  tanks  supply¬ 
ing  the  first  or  lowest  pump  shall  contain  not  less  than 
10,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
and  uppermost  supply  tanks  for  buildings  between  250  and 
400  ft.  as  described  in  above  schedule  shall  contain  not  less 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sup¬ 
ply  tanks  on  all  other  buildings  shall  contain  not  less  than 
3,500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  of  the  open  type. 

Rule  45.  TANK  STRAINERS.  All  supply  tanks  shall 
be  provided  with  bronze  strainers  at  pump  and  riser  intake 
ines. 

Rule  46  :  CENTRIFUGAL  FIRE  PUMPS.  Fire  pumps 
installed  under  these  rules  shall  have  a  capacity  of  750 
G.  P.  M.  and  shall  be  of  the  multi-stage  motor  driven  Cen¬ 
trifugal  type  designed,  constructed  and  installed  to  render 
he  highest  possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  enclosed 
n  eight  (8)  inch  brick  or  concrete  walls  with  approved  fire 
loors  at  openings  and  with  fireproof  floor  and  ceiling  con¬ 
duction.  If  located  in  the  lowest  story  of  the  building,  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one'  (1) 
oot  in  height.  The  pump  room  shall  be  readily  accessible 
vith  safe  egress  for  the  attendant. 

The  pumping  equipment  shall  be  adaptable  for  heavy  duty 
ervice  having  all  parts  of  ample  strength  with  liberal 
vater  passage  and  all  working  parts  exposed  to  corrosion 
ff  phosphor  bronze. 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
.apacity  name  plate,  pressure  gauges,  relief  valves,  hose 
lamfold  and  three  (3)  approved  2j4  in.  hose  valves  with 
itandard  Fire  Department  male  threads.  Fire  pumps  shall 
ake  suction  supply  under  a  head  of  water  and  in  no  case 
hall  there  be  less  than  six  (6)  feet  between  water  level  in 
ank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform  re- 
uirements  of  “The  National  Standard”  as  adopted  by  the 
(allowing  associations : 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters, 
r  as  approved  by  the  Board  of  Standards  and  Appeals. 

Fire  pumps  to  be  designed  to  operate  at  not  less  than  five 
5)  pre-determined  speeds  to  give  five  (5)  pre-determined 
ressures  which  will  insure  a  maximum  pressure  of  80  lbs 
id  a  minimum  pressure  of  50  lbs.  throughout  the  building. 
Fire  pump  equipment  shall  be  so  designed  that  it  will 
aerate  normally  at  least  five  (5)  speeds  to  provide  a  mini- 
um  of  50  lbs.  pressure,  and  where  more  than  one  pump  is 
iquired  it  shall  be  capable  of  pumping  to  the  level  of  the 
ixt  highest  pump  station  in  case  of  breakdown  of  inter¬ 
state  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
in  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
•ntinuous  service  and  four  (4)  for  standby  service. 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumping 
•luipment  shall  be  free  from  defects  in  design,  workman- 
up  and  material  and  shall  give  proper  and  continuous 
leration  under  the  conditions  of  service  specified  and  shall 
subject  to  approval  of  the  Board  of  Standards  and 
ppeals. 

*natj?r^als  entering  iuto  construction  of  this  equipment 
t  ^est  quality  their  respective  kinds  and  all 

; rts  s  ,aP  be  amply  proportioned  so  as  to  be  adaptable  for 
avy  duty  service. 

CASING:  Casing  shall  be  of  close  grained  cast  iron  and 
'kuaed  horizontally,  and  having  suction  and  discharge  con- 
'ctions  in  the  lower  half,  so  that  the  top  casing  can  be  re¬ 


moved  without  breaking  water  connections.  Casing  shall 
have  in  addition  to  flange  bolts,  additional  heavy  bolts  in- 
Su  n  V  flange  to  prevent  leakage  between  stages.  Casing 
shall  be  tested  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

SHAFT :  Shaft  shall  be  made  of  best  grade  nickel  steel 

finisli  56  gr°Und  a11  over  to  close  limits  and  a  high 

IMPELLERS :  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  over. 

WEARING  RINGS:  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type.  Impeller  wear¬ 
ing  rings  shall  be  securely  attached  to  impeller,  and  casing 
ring  shall  be  securely  locked  in  the  casing. 

SHAFT  SLEEVES :  Shaft  sleeves  shall  be  of  bronze 
and  extend  through  stuffing  boxes  to  protect  the  shaft 
trom  corrosion  and  wear  from  the  packing. 

BEARINGS :  Bearing  brackets  shall  be  of  the  best  grade 
of  dose  gnuned  cast  iron  and  securely  bolted  to  the  lower 
half  of  the  casing. 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable.  Each  bear- 

lubricat  ^  equ*pped  two  od  rings  to  insure  proper 

COUPLING:  Coupling  shall  be  of  best  grade  cast  iron 
finished  all  over  and  keyed  to  shaft.  The  two  halves  shall 
be  connected  by  coupling  pins,  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves. 

STUFFING  BOXES:  Stuffing  boxes  shall  be  of  suf¬ 
ficed  depth  to  prevent  excessive  leakage  and  shall  contain 
water  seal  rings  of  bronze. 

PACKING:  Packing  shall  be  held  in  place  by  bronze 
glands  honzontally  split  and  bolted  together. 

BED  PLATE :  Bed  plate  shall  be  of  cast  iron  of  heavy 
box  type  and  provided  with  finished  pads  to  which  the  pumo 
is  bolted  and  doweled.  Foundation  bolt  rings  shall  be  drilled 
for  foundation  bolts.  _  Jack-screw  pads  to  be  cast  with  bed 
and  jack-screws  furnished  to  assist  in  aligning.  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends. 

PAINTING:  Pumps  shall  be  painted,  filled,  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 
in  the,bearing  brackets  to  be  painted  white  with  a  special 
oil-resisting  paint. 

Rule  48.  SPECIFICATIONS  FOR  ELECTRICAL 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS. 

TESTING:  Pumps  shall  be  tested  at  the  plant  of  manu¬ 
facturer  to  prove  that  they  can  fulfill  requirements  of 
specifications  and  guarantees  made. 

MOTOR:  (a)  Direct-current  motors  must  be  of  the 
shunt  or  cumulative  compound  wound  types.  The  speed  of 
the  motor  at  no  load  must  not  exceed  the  speed  at  full  load 
by  more  than  10%. 

Alternating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
of  fire  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herein. 

(b)  With  a  room  temperature  not  exceeding  40  deg.  C., 
motors  shall  be  designed  for  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 
overload  of  15%  without  stress  and  without  injurious  rise 
in  the  temperature.  Motors  shall  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury.  No 
electrical  or  mechanical  weakness  should  develop  during 
these  tests.  The  rise  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri¬ 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN :  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  of 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip¬ 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM:  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES:  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION :  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

(c)  No  fuses  nor  other  overload  release  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING':  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH:  An  approved  knife  switch  for  independenl 
sources  of  supply  must  be  provided,  having  one  pole  foi 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS:  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breakei, 
must  be  provided  to  indicate  the  presence  of  voltage  on  the 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes.  j 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  oi 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  th* 
floor. 

INSTALLATION  OF  APPARTUS :  The  contro 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con 
taining  no  other  apparatus  except  the  fire  pump,  its  motoi 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  b< 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Firi 
Commissioner  the  controlling  equipment  shall  be  protectee 
from  mechanical  injury  by  one  of  the  following  methods 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  ma; 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  les 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinge* 
doors  with  glass  panel  in  front  of  pilot  light.  When  pane 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injur; 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF  EQUIPMENT:  The  entire  equipment  shal 
be  subject  to  test  and  inspection  by  representatives  of  th 
Fire  Commissioner. 

POWER  SUPPLY :  Where  the  power  supply  can  b 
obtained  from  two  separate  street  feeders,  two  separate  an 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Ediso:-. 
three-wire  system  and  the  power  lines  are  protected  by  ap 
proved  conduit  from  a  point  where  they  enter  the  buildin 
to  the  control  panel  in  the  pump  room,  it  will  be  considere 
an  acceptable  source  of  power  supply.  | 

Isolated  Plant :  Where  the  source  of  supply  is  an  isolate 
plant  located  in  the  building  an  auxiliary  service  of  sui 
ficient  capacity  shall  be  obtained  from  some  outside  source 

Transmission  Lines:  (a)  The  lines  between  the  powe 
plants  and  the  pump  room  must  be  of  such  number,  s 
arranged  and  so  located  that  there  will  be  small  chance  o 
an  interruption  of  service  to  the  motor,  due  to  accident  t 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approve 
conduit.  : 

Where  the  valves  involved  are  large  and  the  crippling  o 
this  pump  service  would  seriously  affect  the  protection  o 
the  property,  at  least  two  separate  lines  from  the  powej 
plant  or  plants  to  the  pump  installation  shall  be  provide* 
The  lines  must  be  run  by  separate  routes  or  in  such  mar 
ner  that  a  failure  of  both  at  the  same  time  will  be  only 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  rooi 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  give 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  ea 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants, 
and  where  provided  at  various  points  on  the  lines,  must  be 
of  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap- 
aaratus  will  not  cause  them  to  open  the  circuit,  but  instead, 
:he  circuit  breaker  protecting  the  motor. 

i  TRANSFORMERS :  Where  it  is  necessary  to  install 
:ransformers  they  shall  be  installed  in  accordance  with 
hapter  9  of  the  Code  of  Ordinances. 

*  Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
/ariable  speed  control  of  fire  pump  motors  is  required  shall 
()e  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ing  system.  The  signalling  stations  shall  be  located  one  on 
:ach  floor  at  main  riser.  This  system  shall  be  so  arranged 
hat  a  coded  signal  can  be  transmitted  to  the  pump  rooms 
^n  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
.nd  at  such  other  locations  as  the  Fire  Commissioner  may 
lirect.  All  apparatus  used  in  connection  with  the  signal¬ 
ing  system  shall  be  of  an  approved  type  and  installed  as 
utlined  in  rules  governing  the  installation  of  interior  fire 
larm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
ved  an  approved  closed  circuit  strap  key  enclosed  in  a 
beet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

l  The  strap  key  shall  be  connected  in  series  with  the  box 
ircuit  of  the  signal  sending  station. 

|.A  card  of  instructions  shall  be  placed  in  the  pump  room 
lving  code  numbers  of  signalling  stations,  the  pressures 
Dtainable  at  different  speeds  of  the  motor  and  such  other 
itormation  the  Fire  Commissioner  may  direct. 

Rule  50.  RELAY  STANDPIPE  SYSTEM.  '  All  build- 
igs  hereafter  erected  exceeding  400  ft.  from  grade  to 
ighest  hose  outlet  shall  be  provided  with  an  intermediate 
ombination  gravity  and  suction  standpipe  supply  tank  and 
nre  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re- 
rved  for  the  fire  lines  and  shall  be  connected  to  fire  line 
stem  as.  described  in  Rule  30  for  intermediate  tanks  ex- 
ipt  that  in  addition  to  the  requirements  of  Rule  30,  there 
tail  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
;°und  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves 
n  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
provided  in  the  by-pass  line. 

Each  tank  shall  be  provided  with  overflow  and  emer- 
mcy  dram  lines  as  required  in  Rules  19  and  20,  except  that 
ch  lines  shall,  drain  to  roofs  of  set  backs  on  building,  or 
to  house  drain  lines  providing  the  house  drain  line  or 
ies  are  equal  in  sum  total  to  the  sum  total  in  diameter  of 
'e  drain  lines. 

The  fire  pump  shall  have  a  capacity  of  not  less  than  750 
I  lions  of  water  per  minute  and  shall  deliver  through  the 
■indpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 

the  square  inch  at  the  highest  hose  outlet  fed  by  said 
,mp. 

All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 
T",es  ?S°V*  ^oor.and  on  the  floor  below  the  supply 
nq  with  the  suction  line  as  direct  as  practicable. 

he  pump  discharge  line  shall  be  connected  to  the  main 
jd  ns.er  feeding  up,  and  outside  the  horizontal  tank  check 
1  ve  line,  and  the  upward  swinging  check  valve  in  the 


main  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
upward  swinging  check  valve  SEALED  OPEN. 

The  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
by  a  3-inch  line  to  house  drain  or  scuppers  in  exterior  wall 
Ihe  electric  switch  controlling  the  motor  shall  be  marked 
on  panel  FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

Rule  51  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks,  fire  lines  and  pumps  shall  be  numbered  by  3-inch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 
wheel  of  valves. 

Rule  52  PUMP  ROOM  DIAGRAM.  A  white  and 
u  n  unnt  .  ,WI?  to  a  scale  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank  fire 

PtUnnPua  i  ipe  ^ines  an(f  valves.  The  number  of  each  valve 
shall  be  shown  in  addition  to  purpose  of  each  water  line. 

ihe  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 
wdh  a  master  telephone  in  each  pump  room,  and  in  the 
main  lobby  and  individual  telephones  located  on  alternate 
noors  near  the  main  fire  line  riser 

The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  anv 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone 

A  six-inch  vibrating  call  bell  shall  be  located  at  the  mas¬ 
ter  telephones. 

u  master  telephones  in  pump  room  below  grade  level 
shall  be  equipped  with  a  loud  speaking  receiver  so  that  the 
voice  can  be  clearly  and  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING :  The  wiring  for  the  telephone  system  shall  not 
be  smaller  than  No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit  The  conduit  system  shall  contain  no 
conductors  other  than  fire  line  telephone  conductors. 

le  fil  e  line  telephone  system  shall  be  properly  maintain- 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times. 

v?tUwt7c4‘  tx¥A^KttLINE  emergency  CONTROL 
^EVES  IN  BUILDINGS  OVER  400  FEET  IN 
HEIGHT  (per  Schedule  A).  At  the  base  of  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story  •  at 
each  Pump  room  elevation,  and  at  each  approximate  one- 
third  the  height  above  the  fire  pump  elevations  and  the 
pump  or  roof  tank  next  above,  there  shall  be  provided  O. 

•  &  i.  emergency  control  valves  in  the  main  feed  riser 
pioperly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described.  F 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red,  with  3-inch  white 
letters  reading,  Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and  contain  the  following: 

1 — 3-foot  Stillson  wrench. 

4 — 254-inch  plugs  with  pipe  threads. 

4 — 214-inch  caps  with  hose  threads. 

2  Spanner  wrenches  of  Fire  Department  pattern 
4—214- inch  double  female  hose  connections,  with  Fire 
Department  threads. 

Eule  c56’  EMERGENCY  AND  TESTING’  HOSE 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  234-inch  hose,  of  Fire  Department 
quality,  and  one  134-inch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  ot 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and  shall  be  provided  with  gate  valves  located  as 

described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fiie  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follows : 

'  Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES.  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows :  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2^4-inch  hose  outlet  tee  with  two  2^2-inch  ap¬ 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  mam  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
150  ft.  above  grade  level  there  shall  be  provided  in  each 
riser  6.  S.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 

SCHEDULE  B 


Height  from 

Total 

N  timber 
of  Valves 
Required 

Approximate  Location  of  Valves  Above  Grade 

Uppermost 
Hose  Outlet 
to  Grade 

1  st 

Valve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

5th 

Valve 

6th 

Valve 

150'  to  200' 

2  to  3 

Relow 
the  1  sty. 
outlet 

75' 

150' 

200'  to  2S0' 

2  to  3 

it 

75' 

ISO' 

250'  to  300' 

3  to  4 

it 

75' 

150' 

225' 

300'  to  400* 

4  to  5 

it 

75' 

150' 

225' 

■ 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER 
GENCY  CONTROL  VALVES.  When  a  two  (2)  mair 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  15( 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  then 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  tw< 
of  the  risers  in  each  cross-connection  and  one  in  the  centra 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  then 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross 
connection  between  the  2  central  risers,  so  as  to  provide 
risers  on  each  side  of  control  valves.  j 

Where  a  five  (5)  main  riser  system  is  installed  there  shal 
be  provided  O.  S.  &  Y.  gate  valves  between  the  second  an* 
third  central  riser  in  each  cross-connection  and  one  in  th 
central  riser  at  each  cross-connection  as  described  in  a 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  sha 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  i 
each  cross-connection  so  as  to  provide  3  risers  on  each  sid 
of  gate  valve — as  described  in  a  two  and  four  riser  systen 
Rule  61.  LOWEST  CROSS-CONNECTION  CON 
TROL  VALVES.  When  the  building  is  provided  with 
fire  pump  as  required  by  the  Rules  the  gate  valves  require 
in  the  lowest  cross-connection  shall  be  located  as  describe 
under  location  of  Fire  Pumps  and  Horizontal  Line  contri 
valves. 

Rule  62.  FIRE  TOWER  RISER.  Where  the  buildin 
is  provided  with  an  exterior  enclosed  fireproof  stairway  c 
fire  tower  the  main  riser  shall  be  installed  in  such  stairwa 
and  properly  protected  from  freezing  in  accordance  wit 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  & 
gate  valves  shall  be  located  in  an  accessible  position  and  1 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  ga 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing 
single  rung  iron  ladder  with  y2- inch  rungs  and  not  less  th£ 
10  inches  between  strings  shall  be  provided  at  each  ga 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  < 
the  upper  cross-connections  are  not  located  in  the  sta 
enclosure,  a  sign  with  red  background  and  white  letters  n 
less  than  3  inches  high  shall  be  painted  on  the  face  of  t 
wall  within  the  stairway  enclosure  on  the  story  where  t 
gate  valve  is  located,  which  shall  read  as  follow 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT 
Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sijj 
with  red  background  and  3-inch  letters  as  above  shall 
painted  on  the  wall  at  fire  tower  exit  door,  which  sh: 
read :  “STANDPIPE  IN  TOWER,”  except  on  that  sto 
on  which  the  emergency  control  valve  is  located,  there  t 
sign  shall  read:  “STANDPIPE  CONTROL  VAL\ 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  cc 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  r 
less  than  3  inches  in  diameter  painted  red  with  a  wn- 
number  not  less  than  2  inches  high  and  shall  be  secured  1 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lit; 
not  located  within  a  stairway  enclosure  or  public  corru 
and  including  the  siamese  connection  street  riser  wall  c- 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FI1; 
DEPARTMENT  USE.  Each  standpipe  system  shall  : 
provided  with  one  or  more  approved  type  3  inch  x  3  inch  ' 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided ;  where  the  street  frontage 
•exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
inch  diameter  standpipe  risers  two  Siamese  connections 
'shall  be  provided  for  each  200  ft.  of  street  frontage  or 
fraction  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
hall  have  at  least  one  Siamese  connection  for  each  6  inch 
riser.  Buildings  having  frontages  on  more  than  one  street 
shall  have  a  Siamese  connection  on  each  street  front  when 
he  frontage  is  not  continuous  but  in  all  cases  where  more 
ban  one  Siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis- 
iioner  may  direct. 

RLLE  69.  SIAMESE  HEADERS.  Siamese  headers 
hall  be  independent  of  each  other  and  lead,  as  direct  as 
practicable,  to  riser  or  cross-connection  header.  There 
hall  be  at  least  2  Siamese  for  every  8-inch  riser  and  at 
east  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
[re  more  than  one  riser,  the  Siamese  headers  shall  divide 
n  each  side  of  any  emergency  control  valve  in  the  cross- 
onnection,  and  such  headers  shall  be  equal  in  sum  total 
o  the  sum  total  of  all  risers  on  either  side  of  the  emer- 
ency  control  valves. 

,  No  Siamese  header  shall  be  larger  than  6  inches.  Siam- 
i;e  risers,  when  extending  through  sidewalk,  shall  be  of 
.ronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water- 
roof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
,ian  theatre  with  stage,  not  over  45  feet  in  height  shall 
tot  be  required  to  have  a  Siamese  connection  except  when 
>ich  building  is  on  a  water-front  or  when  it  is  one  of  a 
roup  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
ee  equipment  in  one  or  more  of  the  other  buildings. 

i  Rule  71.  LOCATION.  Each  Siamese  connection  placed 
t  the  street  front  of  a  building  shall  be  located  not  less 
an  18  inches  and  not  more  than  36  inches  above  the  side- 
alk  level  and  shall  be  set  in  a  horizontal  position  and 
pall  be  readily  accessible  for  Fire  Department  use.  Each 
amese  shall  have  cast  in  the  body  on  top  or  on  wall  plate, 
letters  at  least  1  inch  in  length  and  not  less  than  y 
ch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  Siamese  with  the  standpipe 
uipment  proper  shall  be  not  less  than  5  in.  in  diameter 
lere  there  are  two  or  more  4  in.  risers  and  not  less 
an  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter, 
hen  there  is  but  one  4  in.  riser,  connection  from  Siamese 
hy  be  4  in.  in  diameter. 

Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
e  between  the  Siamese  connection  and  the  standpipe  sys- 
■n  there  shall  be  placed  an  approved  type  swing  check 
lve  located  where  practicable  within  10  feet  from  the 
aiding  wall.  Between  the  Siamese  and  its  check  valve 
'?re  shall  be  placed  a  ^4-inch  automatic  ball  drip  of  an 
proved  type  which  will  close  under  a  pressure  of  nor 
)re  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
USE,  EXCEPT  WHERE  THE  SOURCE 
!  SUPPLY  IS  FROM  THE  STREET  MAIN 
KtLI.  Siamese  connection  on  piers  or  warehouses, 

•.  intended  for  fireboat  use  exclusively  shall  be  3J/2  in’ 
j/2  in.  at  inlets  with  Fire  Department  female  thread, 
tween  Siamese  and  the  system  proper  there  shall  be  an 
•roved  type  swing  check  valve,  and  between  the  check 
xe  and  the  Siamese  either  a  l/2- in.  open  drip  without  valve 
cock,  or  a  j^-in.  automatic  ball  drip  of  approved  type 
tlnululder  a  Pressure  of  not  more  than  7  lbs.  per 'sq. 

4'  *  here  systems  have  both  fireboat  and  shore  siamese 


w;ttiS^l,°freiSiameSeifha  ,have  male  connections  and  shall  be 
without  clappers,  but  shall  have  on  each  inlet  a  3  in  gate 

O  ppL  1  tlTu  .V^L^nt  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  Siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 
,osf,  ?utle/S  .sha.11  Piaced  within  a  stair  enclosure.  They 
A  r  ^  ln  ebameter,  set  not  less  than  5  ft.  nor  more 

Outlets  Ah°Vt  thf  n°ur  ,°r  landing  as  the  case  may  be. 
■  U  etj  and  rucks  shall  be  located  above  the  floor  or  land¬ 
ing  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
located  immediately  adjacent  to  a  stair  enclosure,  in  a 
conspicuous  place  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in 
riser  system  its  termination  above  roof  shall  be  a  2U-in 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
mam  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
2/2  inch  hose  valve  manifolds  with  male  threads  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
5  tt.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  2j4-m.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  root  outlet  there  shall  be  a  y2  in.  open  drip  extending 
to  a  sink  or  a  Jq  in.  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 

Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 
muy  be  provided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  t.ie  gooseneck  Fire  Department  pattern. 

Rule  77  BRANCH  LINE  SIZE.  No  branch  line  mav 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
trom  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2y2  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  m  diameter  if  not  more  than  twenty-five  (2  51 
feet  m  length. 

Rule  78.  NOZZLES.  All  2^-in.  fire  hose  shall  be  pro¬ 
vided  with  approved  smooth  bore  nozzles  15  in  in  length 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  than 
ly  in.  in  diameter. 

Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  2y_  in.  unlined  linen  hose 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous, _  the  Fire  Commissioner  may  permit 
m  addition  to  the  2 y2  inch  outlet  and  hose  the  installation 
ot  \y2  in  unhned  linen  hose  and  valve.  There  shall  not 
be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 

All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 

i  COUPLINGS.  Hose  couplings  for  standpipe 

shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 

Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus¬ 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securelv  and 
substantially  trom  standpipe  risers  or  wall,  except  that  where 
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a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 
In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2y2  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs.  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro- 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  m  progress  at  that  point 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings,  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20.000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  1^-inch  Under¬ 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20  000  gallons  capacity,  elevated  50  ft.  above  the  yard  or 
25  ft.  above  the  highest  structure  in  the  yard;  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1  000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  ’  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  w'ater  may  be  obtained  thereby,  except  that  wffiere 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 
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meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese-  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
and  extending  to  within  18  in.  of  the  curb,  it  is  imprac¬ 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry. 

Rule  88.  HIGH  AND  LOW  WATER  ELECTRIC 
ALARMS.  Ihe  high  and  low  water  electric  alarm  for 
gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
:  decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
t  provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  affected  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
in  the  gravity  tank  shall  be  indicated  by  an  approved  device. 

The  audible  signalling  device  for  high  and  low  water 
i  electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
inches  diameter  of  the  enclosed  type  and  arranged  for  con¬ 
duit  installation,  the  same  to  be  operated  automatically. 
The  control  cabinet  shall  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 
room  where  it  will  be  under  supervision  of  the  person  in 
charge  of  the  standpipe  supply. 

All  wiring  shall  be  installed  in  rigid  conduits  and  the  in¬ 
stallation  shall  be  in  accordance  with  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 
be  approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
,are  given  in  their  order  of  preference : 

1.  Public  utility  electric  light  and  power  systems. 

2.  Independent  electric  generating  plants. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

.  When,  the  system  is  connected  to  a  110  volt  lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shall  be  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
ito  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap¬ 
proved  cabinet  provided  with  a  lock  and  key. 

Rule  89.  DRY  PIPE  VALVE.  A  dry  pipe  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 
water  supply  of  the  standpipe  system  in  such  a  manner 
that  under  normal  conditions  its  piping  system  will  be  main¬ 
tained  dry,  but  in  the  event  of  a  hose  valve  being  opened, 
the  dry  pipe  valve  automatically  releases  the  water  into  the 
standpipe  system. 

In  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable,  dry  pipe 
valves  may  be  installed. 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  standpipe  system  due  to  the  open¬ 
ing  of  a  hose  valve ;  and  Type  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 
an  approved  non-coded  or  coded  closed  circuit  system  oper¬ 
ated  from  the  control  station  at  each  hose  outlet.  Dry  pipe 
yalve  shall  be  located  as  near  as  practicable  to  the  standpipe 
system,  in  an  enclosed  place,  protected  from  mechanical  in¬ 
jury  and  freezing. 

When  Type  A  valve  is  installed  the  air  pressure  in  the 
standpipe  system  under  such  dry  pipe  valve  control  shall 
not  exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
-j  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 
'[Ya^r  pressure  'n  an7  case-  Not  more  than  16  hose  outlets 
shall  be  supplied  through  one  dry  pipe  valve.  The  air  com- 
oressor  shall  have  a  capacity  of  not  less  than  11  cu.  ft. 
3er  minute,  and  the  air  supply  for  the  pump  shall  be  taken, 
t  possible  from  a  room  containing  dry  air,  or  it  shall  pass 
irough  a  drying  chamber  containing  calcium  chloride  in 
JrcJer  to  avoid  the  introduction  of  moisture  into  the  system. 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation ;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  1  hey  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped, 
shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intei  mediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist: 

1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

2.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

а.  And  the  depth  of  the  setback  exceeds  ten  feet. 

4.  And  the  setback  exceeds  one  hundred  feet  above  grade 
level. 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered  to  con¬ 
form.  to  the  provisions  of  these  rules,  except  where  sub¬ 
stantial  additions  or  extension  in  height  or  area  is  made 
to  the  building,  when  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex¬ 
cept  that  all  such  fire  line  systems  shall  have  or  be  provided 
with  the  following : 

1.  Roof  gravity  tank  shall  have  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

2.  The  bottom  of  the  gravity  tank  shall  be  not  less  than 
20  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

4.  House  lines  taken  from  outside  of  tank. 

5.  Tank  properly  heated  and  provided  with  overflow 
line. 

б.  Tank  shall  not  be  fed  through  fire  line. 

7.  Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection. 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank. 

9.  At  least  one  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10.  Hose  valves  and  hose  not  less  than  2 y2  inches  in 
good  serviceable  condition.  No  automatic  hose  valves  per¬ 
mitted. 

11.  Wheel  of  hose  valve  within  6  ft.  6  in.  of  stair  land¬ 
ing  or  of  steps  within  2  ft. 

12.  An  open  or  automatic  ball  drip  between  the  Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  Siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser,  or 
secured  to  face  of  building  behind  the  Siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use, 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering,  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
rules. 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
years,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2j/£  in. 

A — All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions ;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat,  dhey  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve : 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  of  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts,  _  washers, 
nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face.  Single  clapper  Siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the, inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening. 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 
seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  means 
of  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  Siamese,  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  will 
not  prevent  their  opening  when  the  pressure  on  the  steamer 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis¬ 
continuance  of  flow  into  the  siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressure 
test  of  500  lbs.  for  30  minutes  under  normal  working 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  on 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protect 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  ]/$  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  siamese  connection  in  the 
same  system  with  a  land  end  siamese  connection,  clapper 
valves  shall  be  omitted  from  the  land  end  siamese. 

Rule  93a. 

Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  2^-Inch 
H  ose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2^4-inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 
brass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  cop¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur-  , 
nish  acceptable  corrosion  resistance. 

2.  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  2j4- 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  per  minute. 
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4.  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

5.  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
lydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6.  It  shall  be  possible  to  secure  all  movable  exterior 
)arts  of  the  valve  which  affect  the  pressure  adjustment  so 
hat  the  adjustment  will  not  be  altered  accidentally  or  by 
ampering  without  giving  evidence  of  the  alteration.  It 
.hall  be  possible  to  readily  accomplish  any  desired  adjust¬ 
ment  within  the  range  specified  below  by  the  use  of  a  regu- 
ation  Fire  Department  spanner  wrench. 

/•  The  adjustable  means  shall  provide  that  the  waterway 
Vithin  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
nches  in  area  when  in  full-open  position  and  at  least  0.5 
quare  inch  when  in  the  fully  reduced  position.  Between 
hese  positions  there  shall  be  not  less  than  13  positions  of 
he  pressure  adjusting  means  at  each  of  which  a  positive 
ressure.  reduction  shall  be  obtained.  Each  such  position 
hall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
i  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
after  installation  to  show  a  registered  name  or  trade-mark, 
together  with  the  Calendar  Number  assigned  to  it  by  the 
^'.oard  of  Standards  and  Appeals  and  the  registered  symbol 
of  endorsed  approval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  yA  inch  high. 

10.  The  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  ]/A  inch  high. 

Not  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals,^  the  weight  and  other  general  matter  noted,  and  valves 
certified.  One  of  the  valves  shall  then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  zuherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  herebv  rescinded. 


CODE  OF  ORDINANCES 
ARTICLE  28 

Fire  Extinguishing  Appliances 

Section  580.  General  provisions. 

Section  581.  Standpipes. 

Sec.  580.  General  provisions. 

Except  as  otherwise  specifically  provided  in  this  articl 
r  by  any  law  or  ordinance,  all  buildings  now  existing  o 
sreafter  erected,  shall  be  provided  with  such  tanks,  stand 
pes,  automatic  sprinklers,  hose  nozzles,  wrenches,  fin 
ttinguishers,  hooks,  axes  and  such  other  appliances  a: 
ay  be  required  by  and  conforming  to  the  rules  of  th< 
e  commissioner,  adopted  or  amended  in  the  manner  pre 
jibed  by  this  chapter  for  the  rules  of  the  superintended 
i:  buildings. 

Sec.  581.  Standpipes  and  Yard  Hydrants. 

1.  Standpipes  constructed  and  installed  as  hereinaftei 
quired  and  as  prescribed  in  rules  of  the  Board  of  Stand- 
ds  and  Appeals  shall  be  provided : 
oca'  ^.n  ev9ry  building  now  existing  and  exceeding 
85  ft.  in  height  which  is  not  already  provided  with  s 
3-in.  or  larger  standpipe. 

b.  In  every  building  hereafter  erected  or  altered  tc 
exceed  85  ft.  in  height. 

c.  In  every  building  exceeding  10,000  sq.  ft.  in  area, 
except  m  buildings  specifically  exempted  in  article  25 
of  this  chapter  and  buildings  of  not  more  than  one 
clerestory  in  height  not  exceeding  15,000  sq.  ft.  in 
area;  and  except  in  fireproof  buildings  not  over  four 
stories  or  45  ft.  in  height  when  such  buildings  are 
equipped  with  an  approved  two-source  supply  auto¬ 
matic  sprinkler  system,  and  are  not  of  an  occupancv 
deemed  unusually  hazardous  by  the  fire  commissioned 
and  except  city-owned  public  school  buildings  under 
the  jurisdiction  of  the  board  of  education  used  ex¬ 
clusively  for  instruction  purposes  and  less  than  85  ft 
m  height. 

fu}apd  hydrant  systems  as  prescribed  in  the  rules  of 
tided  °ard  °f  Standards  and  Appeals  shall  be  pro- 

amu,sement  or  exhibition  parks  or  enclosures 
uhen  deemed  necessary  by  the  fire  commissioner 

trAi  *  Srtorage  Pla.nts>  shipyards  and  other  indus- 

dePrnS  °f  an  area  excess  of  15,000  sq.  ft.  when 
deemed  necessary  bv  the  fire  commissioner. 


2.  Size.  Standpipes  hereafter  placed  in  any  building 
shall  be  not  less  than  4  in.  in  diameter  for  buildings  or 
parts  thereof  not  exceeding  150  ft.  in  height,  not  less  than 
6  in.  in  diameter  for  buildings  or  parts  thereof  exceeding 
150  ft.  and  not  exceeding  250  ft.  in  height,  and  not  less 
than  8  in.  in  diameter  for  buildings  or  parts  thereof  ex¬ 
ceeding  250  ft.  in  height. 

Buildings  not  more  than  two  stories  in  height,  which 
do  not  contain  an  occupancy  deemed  unusually  hazardous 
by  the  fire  commissioner,  may  be  provided  with  a  fire  line 
of.2j4-in.  pipe,  carried  around  the  interior  walls  of  the 
buildings,  or  attached  to  interior  fireproof  columns  or 
steel  beams,  and  connected  to  the  street  main  by  a  2-in. 
house  service  tap.  No  Siamese  need  be  provided  unless 
the  building  exceeds  45  ft.  in  height.  Approved  hose 
valves,  hose  and  nozzles  shall  be  provided  at  intervals  of 
100  ft.  or  less. 

.  5.  Number  and  Location.  1  he  number  of  standpipes 
m  any  building  shall  be  such  that  all  parts  of  each  story 
are  within  the  reach  of  at  least  one  stream  supplied  by 
hose  not  exceeding  100  ft.  in  length. 

When  a  building  requiring  standpipes  faces  on  more 
than  one  street,  at  least  one  standpipe  shall  be  installed 
foi  each  street  front,  provided  that  for  intersecting  street 
f i  onts,  one  standpipe  shall  be  sufficient  for  each  intersec¬ 
tion,  when  all  portions  of  each  area  may  be  reached  by 
a  stream  from  100  ft.  of  hose.  So  far  as  practicable, 
standpipes  shall  be  placed  within  stair  enclosures  other¬ 
wise  they  shall  be  as  near  the  stair  as  possible.  All  stand¬ 
pipes  shall  extend  from  the  lower  story  to  and  above  the 
roof. 

In  buildings  not  exceeding  40  ft.  in  height  and  not  over 
-0,000  sq.  ft.  in  area  gravity  tank  may  be  omitted  provided 
the  standpipe  riser  is  supplied  by  not  less  than  4-in.  con¬ 
nection  to  street  main  having  not  less  than  45  lb.  pressure. 

4.  Construction.  All  standpipes  hereinafter  installed 
shall  be  constructed  as  prescribed  by  the  rules  of  the 
Board  of  Standards  and  Appeals  and  shall  be  provided 
with  such  outlets  and  equipped  with  such  appliances  as 
required  by  said  rules.  All  standpipes  shall  extend  tq 
the  street  and  shall  be  provided  with  approved  Siamese  con¬ 
nections.  In  buildings  not  exceeding  45  ft.  in  height,  Siam¬ 
ese  connections  wall  not  be  required.  When  there  is  more 
than  one  standpipe  in  any  building,  they  shall  be  cross- 
connected  in  an  approved  manner  below  the  sidewalk  level, 
or,  if  there  is  no  cellar,  they  shall  be  cross-connected  below 
the  ceiling  of  the  basement  or  lowest  story. 
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RULES  FOR  LIQUEFIERS  USED  TO  CONVERT  SOLID  CARBON  DIOXIDE  TO  A  LIQUID  AND 
/OR  A  GAS,  IN  ACCORDANCE  WITH  THE  PROVISIONS  OF  SECTION  214, 
ARTICLE  17  OF  CHAPTER  10  OF  THE  CODE  OF  ORDINANCES 

ADOPTED  BY  THE  BOARD.  OF  STANDARDS  AND  APPEALS  JUNE  26,  1936. 


EFFECTIVE,  JULY  27,  1936. 


(262-35-SR) 

Authority : 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand¬ 
ards  and  Appeals  by  Section  7 18- A,  sub-division  3  of 
Chapter  XIV-A  of  the  Charter  of  the  City  of  New  York 
for  the  carrying  into  effect  the  provisions  of  Section  214, 
Article  17,  Chapter  10  of  the  Code  of  Ordinances. 

Rule  1.  Certificate  of  Approval. 

A  Certificate  of  Approval  shall  be  obtained  by  the  manu¬ 
facturer  from  the  Fire  Chief  and  Commissioner  for  each 
type  of  liquefier  or  converter  to  be  used  for  the  conversion 
of  solid  carbon  dioxide  to  liquid  carbon  dioxide  as  in  full 
compliance  with  these  Rules.  A  Certificate  of  Approval 
shall  also  be  obtained  from  the  Fire  Chief  and  Commis¬ 
sioner  for  each  system  used  to  convert  solid  carbon  dioxide 
to  liquid  carbon  dioxide  for  filling  portable  cylinders  or 
other  containers  as  in  full  compliance  with  these  Rules. 

Rule  2.  Certificate  of  Fitness. 

A  Certificate  of  Fitness  shall  be  obtained  from  the  Fire 
Chief  and  Commissioner  for  each  operator  of  a  liquefier 
system  used  to  convert  solid  carbon  dioxide  to  liquid  car¬ 
bon  dioxide  for  filling  portable  cylinders  or  other  con¬ 
tainers. 

Rule  3.  Inspection  Test  Report. 

A  disinterested  inspection  service,  approved  by  the  Fire 
Chief  and  Commissioner,  shall  inspect  all  material  and 
workmanship  of  all  liquefiers  at  the  place  of  manufacture 
and  shall  verify  compliance  with  these  Rules,  witness  all 
tests  and  shall  furnish  the  Fire  Chief  and  Commissioner 
with  a  test  report  as  follows : 

A.  Test  reports  for  liquefiers,  other  than  redesigned  portable 
cylinders,  shall  show  all  information  called  for  in  para¬ 
graph  23,  I.  C.  C.  Specification  3A,  except  as  follows: 

1.  “Marks  stamped  into  shoulder  of  cylinder.”  This 
shall  be  as  per  Rule  “11  Marking”  hereinafter  speci¬ 
fied.  Actual  markings  shall  be  shown  on  test  report. 

2.  “Record  of  hydrostatic  tests.”  This  shall  be  as 
per  Rule  “9  Testing”  hereinafter  specified. 

3.  Statement  shall  be  furnished  that  liquefier  covered 
in  said  test  report  comply  with  these  Rules,  and 
Certificate  of  Approval  Number  for  the  type  of 
liquefier  covered  in  said  test  report. 

B.  Test  report  for  converted  portable  cylinders  for  liquefier 
use  shall  show  for  each  converted  cylinder  the  follow¬ 
ing: 

1.  Liquefier  Serial  Number. 

2.  Original  number  of  cylinder  used  for  conversion. 

3.  Original  ownership  initials  of  cylinders  used  for 
conversion. 

4.  Original  I.  C.  C.  marking  of  cylinder  used  for  con¬ 
version. 

5.  Original  manufacturing  test  date  of  cylinder  used 
for  conversion,  and  name  of  original  manufacturer. 

6.  Test  pressure  applied  to  cylinder  before  conversion. 

7.  Total  expansion  obtained  on  cylinder  before  con¬ 
version. 

8.  Permanent  expansion  obtained  on  cylinder  before 
conversion. 

9.  Per  cent  expansion  obtained  on  cylinder  before  con¬ 
version. 


10.  Elastic  expansion  obtained  on  cylinder  before  con¬ 
version.  ^ 

11.  Outside  diameter  and  length  of  cylinder  before 

conversion.  1  « 

12.  A  statement  that  the  above  cylinders  before  con-: 
version  into  liquefiers  were  tested  in  a  water  jacket 
in  accordance  with  these  Rules  and  I.  C.  C.  Regu¬ 
lations  and  the  results  appear  above. 

13.  A  statement  that  the  top  thickness,  opening  foi 
cover  plate  and  distance  across  the  corner  where 
the  side  wall  meets  the  bottom  and  at  45°  to  the 
side  wall,  was  measured  and  the  dimensions  were 
found  to  conform  with  Rule  6,  F.  G.  H  and  I. 

14.  A  statement  that  after  assembly  each  liquefier  wa; 
given  an  open  hydrostatic  test  to  3,000  lbs.  anc 
this  pressure  was  held  for  at  least  two  minute; 
without  showing  a  pressure  recession  of  more  thar 
75  lbs. 

15.  The  liquefier  was  marked  as  follows:  (See  Rul< 
“11  Marking”  for  requirements.) 

16.  A  statement  that  these  liquefiers  conform  to  thest 

Rules,  and  that  the  type  of  liquefier  has  been  ap¬ 
proved  under  New  York  City  Fire  Departmen 
Certificate  of  Approval  Number .  I 

Rule  4.  Construction  Other  Than  Screw  Threat 
Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
solid  CO2  to  liquid  CO2  shall  be  constructed  of  seamless 
drawn  steel  in  accordance  with  Specifications  of  I.  C.  C 
governing  cylinders  for  CO2.  Closure  devices  other  than 
screw  thread  type  shall  conform  with  the  following: 

A.  The  minimum  wall  thickness  for  a  test  pressure  o 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  tlv 
following  formula : 

t  =  OD  x  P  x  .43 


Where  OD  =  Outside  diameter  of  container 
t  =  Wall  thickness. 

P  =  3.000  lbs  PSI.  . 

S  =  Minimum  yield  point  of  hard  steel  (no 
to  be  figured  in  excess  of  50,000  lbs.)i 

B.  The  “Top”  is  defined  as  that  portion  of  the  liquefie 

in  which  the  closure  device  is  installed  and  where  th 
ice  is  introduced.  i 

C.  The  minimum  thickness  of  the  top  before  machinin' 
shall  be  at  least  3*4  times  the  wall  thickness. 

D.  The  minimum  thickness  of  the  top  after  machinin 
shall  be  at  least  3  times  the  wall  thickness. 

E.  The  minimum  distance  from  edge  of  the  hole  cut  c 
shaped  for  the  closure  device  to  the  outside  of  wa 
shall  be  4 *4  times  the  wall  thickness. 

F.  The  maximum  width  of  the  machined  seat  shall  not  t 
more  than  1}4  times  the  wall  thickness. 

G.  The  outside  radius  connecting  the  top  of  the  liquefie 
to  its  side  wall  shall  not  be  more  than  1J4  times  th 
wall  thickness. 

H.  The  inside  radius  connecting  the  side  wall  to  the  to 
before  machining,  shall  not  be  less  than  2}4  times  th 
wall  thickness. 

In  lieu  of  the  requirements  as  set  forth  in  C  to  1 
inclusive  above : 

The  top  portion  of  the  liquefier  including  closure  pla' 
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shall  be  designed  with  a  factor  of  safety  of  not  less 
than  two  at  a  test  pressure  of  3000  lbs.  per  sq.  inch. 
The  design  shall  be  proven  by  a  test  to  destruction  for 
each  type  of  liquefier  before  a  certificate  of  approval 
shall  have  been  issued. 

[.  A  large  fillet  shall  be  provided  in  the  corner  of  the 
machined  seat  where  it  meets  the  inside  radius. 


by  any  cutting  of  threads  in  the  process  of  conversion 
into  a  liquefier,  except  as  specified  in  Rule  “5-B  Con¬ 
struction  Screw  Thread  Type.” 

F.  If  the  closure  is  formed  by  using  a  portion  of  the 
former  bottom  as  a  seat,  this  shall  only  be  permissible 
if  the  dimensions  of  the  liquefier  conform  to  those 
shown  in  the  Tables  II,  III  and  IV. 


Rule  5.  Construction  Screw  Thread  Type. 

New  liquefiers  designed  for  the  purpose  of  converting 
;olid  CO2  to  liquid  CO2  shall  be  constructed  of  seamless 
Irawn  steel  in  accordance  with  specifications  of  I.  C.  C. 
governing  cylinders  for  CO2.  Closure  device  of  the  screw 
hread  type  shall  conform  with  the  following: 

The  minimum  wall  thickness  for  a  test  pressure  of 
3,000  lbs.  per  sq.  in.  shall  be  in  accordance  with  the 
following  formula: 

t  =  OD  x  P  x  .43 


Where  OD  —  Outside  diameter  of  container, 
t  —  Wall  thickness. 

P  =  3,000  lbs.  PSI. 

S  —  Minimum  yield  point  of  hard  steel  (not 
to  be  figured  in  excess  of  50,000  lbs.) 

3.  The  thread  of  the  device  shall  be  designed  with  a  factor 
of  safety  of  not  less  than  4  at  a  test  pressure  of  3,000 
lbs.  per  sq.  in.  and  the  wall  thickness  after  cutting 
thread  shall  not  be  less  than  that  specified  in  Rule  5-A 
above. 

ilule  6.  Conversion  of  Portable  Cylinders  for 
Liquefier  Use. 

Seamless  portable  cylinders  made  to  I.  C.  C.  Specifica- 
ion  3  or  3A  for  oxygen  or  carbon  dioxide  and  originally 
designed  and  used  for  the  transportation  of  compressed  or 
iquefied  gases  shall  be  acceptable  for  alteration  or  conver- 
ion  into  carbon  dioxide  liquefiers  only  under  the  follow¬ 
ing  conditions; 

C  Cylinders  which  have  been  in  a  fire  shall  not  be  used 
for  conversion  into  liquefiers  until  they  have  been 

properly  heat  treated  and  retested  as  specified  in  para¬ 
graph  423,  of  the  I.  C.  C.  Regulations. 

k  Cylinders  which  show  surface  dents,  or  which  fail  to 
give  a  clear  ring  on  being  struck  with  a  hammer,  shall 
not  be  used  for  conversion  into  liquefiers. 

Before  conversion  into  liquefiers,  each  cvlinder  shall  be 
submitted  to  a  hydrostatic  test  of  3,000  lbs.  pressure 
in  a  water  jacket  under  the  conditions  specified  in 
paragraph  424  of  the  I.  C.  C.  Regulations  and  the 
total  and  permanent  expansion  shall  be  recorded.  A 
cylinder  shall  be  condemned  when  it  leaks  or  when  the 
permanent  expansion  exceeds  10  per  cent  of  the  total 
expansion. 

X  If  in  the  hydrostatic  test  in  the  water  jacket  the  net 
elastic  expansion  (total  expansion  less  permanent  ex¬ 
pansion)  at  3,000  lbs.  exceeds  the  allowable  limit  given 
in  the  following  table  for  the  type  of  cylinder  involved, 
such  cylinder  shall  not  be  used  for  conversion  into  a 
liquefier.  If  the  cubic  capacity  of  a  cylinder  to  be  tested 
varies  from  the  standard  capacity  given  in  the  table 
for  that  type,  then  the  allowable  limit  of  elastic  expan¬ 
sion  will  be  varied  in  the  same  proportion. 

TABLE  I. 

Cubic 
Capacity 
2,660  cu.  in. 

2,660  cu.  in. 

2,360  cu.  in. 

No  cylinders  designed  and  used  for  a  portable  con 
tamer  shall  have  the  thickness  of  the  side  wall  reducec 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO1 


Elastic  Expansion 
Allowable  Limit 
170  c.c. 

170  c.c. 

150  c.c. 


TABLE  II. 


Type 

220  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO5... 


Minimum 
Bottom  Thickness 
.66  in. 

.66  in. 

.66  in. 


G. 


H. 


I. 


TABLE  III. 

Type 

220  ft.  oxygen . 

200  ft.  oxygen . 

50  lbs.  CO.5 . ..I 

TABLE  IV. 


Maximum 
Opening  Permitted 

6 lA  in.  x  7}4  in. 
6%  in.  x  7ZA  in. 
5)4  in.  x  6)4  in. 


Type 

22 0  ft.  oxygen 
200  ft.  oxygen 
50  lbs.  CO5... 


Minimum  Thickness  across 
corner  at  Point  where  the 
outside  of  the  side  wall 
meets  the  inside  radius  of 
bottom  and  at  45°  to  side 
wall. 

5A  in. 

5A  in. 

5A  in. 


1  he  maximum  width  of  the  machined  seat  for  the 
gasket  of  liquefier  shall  be  5/16  in.,  and  the  inside 
radius  connecting  this  seat  to  the  side  wall  of  the 
cylinder  shall  not  be  less  than  A  in. 

The  minimum  thickness  of  closure  plate  shall  be  5 

times  the  wall  thickness  of  the  cylinder.  The  closure 
plate  shall  be  of  a  good  grade  of  billet  steel.  Castings 
not  permitted. 

Before  conversion  into  a  liquefier,  the  cylinder  shall 
meet  a  new  hydrostatic  test  at  the  pressure  at  which 
such  cylinder  was  originally  tested,  provided  however, 
that  no  cylinder  shall  be  converted  unless  for  its  origi¬ 
nal  use  it  was  tested  to  3,000  lbs.  pressure.  Such  new 
test  shall  be  in  a  water  jacket  before  conversion  into  a 
liquefier. 


Rule  7.  Spuds. 

Spuds  for  chain  connections  or  for  reinforcing  valve  or 
pipe  connections  of  not  over  )4  in.  pipe  size  shall  be  welded 
before  heat  treatment  at  place  of  manufacture  of  the 
liquefier. 

Rule  8.  Safety  Devices. 

Each  liquefier  shall  be  provided  with  two  safety  devices 
of  frangible  disc  type  attached  to  the  liquefier  at  a  point 
not  lower  than  6  inches  from  the  top.  The  cross  section 
area  of  the  discharge  channel,  or  channels  (of  the  safety 
device,  or  devices)  shall  be  at  least  .006  sq.  in.  for  each  25 
lbs.  of  liquefier  water  capacity  and  .00024  sq.  in.  additional 
f<?r  each  additional  pound  of  water  capacity.  Safety  de¬ 
vices  having  two  or  more  outlets  shall  be  so  constructed 
that  these  outlets  will  have  a  combined  total  area  of  not 
less  than  one  and  one-half  times  that  prescribed  for  the 
safety  discharge  channel.  The  frangible  disc  of  the  safety 
devices  shall  be  designed  to  release  at  a  pressure  of  not 
more  than  2,000  lbs.  per  sq.  in. 

Rule  9.  Testing. 

Each  liquefier  after  assembly  shall  be  tested  hydrostati¬ 
cally  by  an  approved  independent  testing  agency  for  not 
less  than  two  minutes  to  a  pressure  of  3,000  lbs.  per  sq.  in. 
without  showing  a  pressure  recession  of  more  than  75  lbs. 
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per  sq.  in.  The  inspection  service  shall  file  a  satisfactory 
record  on  test  report  stating  that  the  liquefier  passed  the 
above  required  test. 

Rule  10.  Quinquennial  Test. 

Liquefiers  used  for  any  purpose  shall  be  retested  at.  least 
every  five  years  to  a  pressure  of  3,000  lbs.  per  sq.  in.  in 
the  same  manner  and  under  the  same  requirements  as  at 
the  time  and  place  of  manufacture  and  the  date  of  retest 
shall  be  stamped  thereon. 

Rule  1 1 .  Marking. 

Each  liquefier  shall  bear  marking  as  follows: 

A.  Name  of  owner. 

B.  Serial  number. 

C.  Name  or  trade  mark  of  manufacturer. 

D.  Date  of  manufacture. 

E.  Test  pressure. 

F.  Inspection  service  mark. 

G.  Maximum  filling  charge  based  on  filling  to  not  more 
than  68  per  cent  of  the  water  content  by  weight. 

Rule  12.  Filling. 

Each  liquefier  shall  be  placed  and  used  in  a  vertical  posi¬ 
tion  with  filling  effected  while  liquefier  is  properly  secured. 

Rule  13.  Maximum  Charge. 

Liquefiers  shall  not  be  filled  with  solid  carbon  dioxide  in 
excess  of  150  lbs.  nor  in  excess  of  68  per  cent  by  weight 
of  the  water  capacity  of  the  liquefier. 

Rule  14.  Use  of  CO2  Systems  and  Liquefiers. 

A.  Carbon  dioxide  liquefier  converting  systems  for  filling 
portable  cylinders  shall  not  be  used  in  any  building 
occupied  in  whole  or  in  part  as  a  residence  or  as  a 
multiple  dwelling,  or  as  place  of  public  assembly,  or 
in  a  building  not  used  exclusively  for  manufacturing 
purposes. 

B.  Except  in  buildings  used  exclusively  for  the  manufac¬ 
ture  of  carbon  dioxide  or  other  compressed  gases,  not 
more  than  8  liquefiers  of  a  maximum  combined  ca¬ 
pacity  of  1,200  lbs.  of  carbon  dioxide  shall  be  headed 
in  a  battery  and  not  more  than  one  such  battery  shall 
be  permitted  in  a  building. 

C.  Liquefiers  may  be  manifolded  only  by  the  use  of  extra 
heavy  steel  or  wrought  iron  pipe,  or  extra  heavy  seam¬ 
less  copper  or  brass  tubing,  of  not  larger  than  24  in. 
I.  P.  S.  Fittings  shall  be  high  pressure  forged  steel  or 
extra  heavy  bronze  hydraulic  type. 

D.  Each  manifold  shall  be  protected  by  a  frangible  disc 
safety  device  of  the  same  size  and  type  as  those  pre¬ 
scribed  for  the  liquefier,  and  designed  to  release  at  a 
pressure  of  not  more  than  2,000  lbs.  per  sq.  in.  In 
addition,  the  liquid  manifold  shall  he  protected  by  a 
spring  safety  valve  so  set  as  to  relieve  the  pressure 
at  not  more  than  1,600  lbs.  per  sq.  in. 

E.  When  carbon  dioxide  gas  is  conducted  through  pres¬ 
sure  reducing  valve  between  liquefier  and  point  of  use, 
the  use  of  a  heater  will  be  permitted,  but  said  heater 


shall  be  so  arranged  that  heat  may  be  applied  indi¬ 
rectly.  This  heater  shall  consist  of  a  coil  immersed  in 
water.  The  source  of  heat  shall  then  be  applied  to  the 
water  but  not  directly  to  the  coil. 

Rule  15.  Test  of  Piping. 

Each  liquefier  or  battery  of  liquefiers  to  be.  used  for. 
the  filling  of  portable  cylinders  or  other  containers  with 
liquid  carbon  dioxide  and  all  the  piping  connected  thereto, 
shall  be  hydrostatically  tested  in  the  presence  of  the  rep¬ 
resentatives  of  the  Fire  Chief  and  Commissioner  before 
the  solid  carbon  dioxide  is  first  put  into  the  system.  A- 
hydrostatic  pressure  of  2400  lbs.  per  sq.  in.  shall  be  main¬ 
tained  for  fifteen  minutes,  released  for  five  minutes,  and 
again  applied  for  a  period  of  fifteen  minutes  without  any 
visible  leak  or  reduction  of  pressure.  This  test  shall  be 
repeated  at  least  every  five  years. 

Rule  16.  Approval  Systems  for  Filling  Portable 
Cylinders. 

Each  liquefier  or  battery  of  liquefiers  used  for  filling 
portable  cylinders  or  other  containers,  shall  be  permanently 
labeled  or  marked  showing  the  Fire  Department  Certificate 
of  Approval  Number  together  with  date  of  last  test. 

Rule  1 7.  Acceleration. 

Defrosting,  or  acceleration  of  liquefaction,  shall  be  by 
use  of  water  only,  the  water  shall  be  of  a  temperature  not 
above  85°  Fahrenheit. 

Rule  18.  CO2  Portable  Cylinders. 

A.  Portable  cylinders  or  other  containers  to  be  filled  with 
liquid  carbon  dioxide  shall  be  constructed  and  marked! 
in  accordance  with  the  Specifications  of  the  Interstate 
Commerce  Commission  for  carbon  dioxide  cylinders 
and  shall  have  been  tested  within  intervals  of  not 
more  than  five  years  as  evidenced  by  official  marking. 
Cylinders  not  so  constructed  and  marked  shall  not  be 
filled  with  carbon  dioxide. 

B.  The  maximum  filling  of  liquid  carbon  dioxide,  vvith 
one  pound  allowable  variation  in  each  cylinder, _  shall' 
not  be  over  20  lbs.  for  standard  cylinders  5*4  in.  in 
diameter  by  51  in.  long,  nor  over  50  lbs.  for  standard 
cylinders  814  in.  in  diameter  by  51  in.  long  and  larger,: 
No  cylinder  shall  be  filled  with  carbon  dioxide  to  more 
than  68  per  cent  of  the  water  capacity,  by  weight,  of 
the  cylinder. 

C.  The  amount  of  liquid  carbon  dioxide  charged  intc 
portable  cylinders  or  other  containers  shall  be  deter¬ 
mined  by  weight  by  use  of  a  dial  scale  having  a  mov¬ 
able  indicator,  and  this  weight  shall  also  be  checkec 
after  disconnecting  from  the  charging  line. 

Rule  19.  Existing  Installations. 

Liquefiers  or  converters  to  which  these  rules  and  regu 
lations  cannot  be  applied,  may  be  maintained  and  operated 
if  approved  by  the  Board  of  Standards  and  Appeals,  unde.; 
such  conditions  as  are  deemed  necessary  in  the  interest  o 
public  safety. 


NOTICE 


BUILDING  CODE  ON  SALE 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis 
tribution  Division  of  the  City  Record  Office,  Room  22L 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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36-BZ,  617-31-BZ,  616-32-BZ,  34-35-BZ,  212-34-BZ,  1- 
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Approved  Fuel  Oil  Pumps. 

Concrete  Flat  Slab  Rules. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  rif  any, 
and  will  be  called  in  Room  1013,  Monday,  February  8, 
1937,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  February  15,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  he  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  February  3,  1937 
Cal.  No.  Department  Premises  Affected 

29-37-SA . F.D . Borden  Oil  Burner,  Models  A 

&  B,  Appliance. 


30-37-A . D.B.B . Pier  No.  30,  foot  of  Irving 

street,  East  River  (Block 
315,  part  of  Lot  1),  Bor¬ 
ough  of  Brooklyn, 

12584-L.F. 


31-37-A . D.B.B . Pier  No.  23,  foot  of  Pacific 

street,  southwest  corner 
Columbia  street,  East  River 
(Block  287,  part  of  Lot 
68),  Borough  of  Brooklyn, 
12463-L.F. 


32-37-A . D.B.B . Pier  No.  33,  India  Wharf,  foot 

of  North  Pier  street,  East 
River,  (Block  515,  part  of 
Lot  61),  Borough  of  Brook¬ 
lyn,  12460-L.F. 


33-37-A . D.B.M . 245-259  West  41'st  street,  north 

side,  100  ft.  east  of  8th 
avenue  (Block  1013,  Lot  3), 
Borough  of  Manhattan, 

Decision. 


34-37-A . F.D . 1031-1039  Zerega  avenue  and 

2357-2375  Chatterton  ave¬ 
nue,  northwest  corner 
(Block  3825,  Lot  42),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D  B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


COURT  DECISION 

Winter  Mead  vs.  Fassler — On  January  28,  1936,  Board  granted 
gasoline  service  station,  in  business  district,  under  sec¬ 
tion  7- a,  Cal.  No.  2S4-35-BZ;  Premises  300-318  Cathed¬ 
ral  Parkway,  at  Central  Park  West  and  109th  street, 
Borough  of  Manhattan.  Commissioner  Fassler  refused 
permit  for  one  of  the  curb  cuts.  Mr.  Justice  McLaugh¬ 
lin  held,  in  mandamus  proceedings:  “The  Board  of 
Standards  and  Appeals  has  zoned  certain  premises  for 
a  gasoline  station  and  has  imposed  a  condition  that 
three  curb  cuts  only  be  used  and  has  approved  the 
location  of  those  three  cuts  upon  plans  filed.  The 
Commissioner  has  allowed  two  of  the  cuts,  but  declines 
to  allow  the  third.  The  only  arguable  ground  of  ob¬ 
jection  is  that  this  cut  will  endanger  pedestrians.  Of 
course,  every  use  of  a  curb  cut  endangers  pedestrians 
if  they  are  so  foolish  as  not  to  watch  for  a  car  travers¬ 
ing  the  sidewalk.  There  is  no  evidence  that  the  danger 
to  pedestrians  of  the  use  of  this  curb  cut  is  substan¬ 
tially  greater  than  the  danger  of  the  use  of  the  other 
cuts.  The  Commissioner’s  decision  is  therefore  arbi¬ 
trary.  The  motion  is  granted.”  (N.Y.L.J.,  July  17, 
1936). 


RULES 


35-37-SA . D.B . Craig  Expansible  Fire  Hose 

Reel,  Appliance. 


36-37- A . D.B.B . 337-341  Avenue  O  and  1582- 

1592  East  3rd  street,  north¬ 
west  corner  (Block  6584, 
Lot  99),  Borough  of  Brook¬ 
lyn,  Applic.  20554-36. 


37-37-S . D.B.B . 60-82  Washington  street,  north¬ 

west  corner  of  York  ave¬ 
nue  (Block  50,  Lot  1),  Bor¬ 
ough  of  Brooklyn, 

13409-L.D. 


38-37-A . F.D . 6-8  East  39th  street,  south  side, 

150  ft.  east  of  5th  avenue, 
and  5  East  38th  street 
(Block  868,  Lot  8),  Bor¬ 
ough  of  Manhattan, 

1940-L.C. 


39-37-BZ . D.B.B . 1-5  Slocum  place  and  631-641 

Coney  Island  avenue,  north¬ 
east  corner  (Block  5141,  Lot 
74),  Borough  of  Brooklyn, 
Applic.  791-37. 


Restored  to  Calendar 

662-26-BZ . D.B.Bx _ 3504-3510  Boston  road,  south¬ 

east  corner  of  Eastchester 
road  (Block  4723,  Lot  66), 
Borough  of  The  Bronx, 

N.B.  1802-26. 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Feb. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules .  Feb. 

Concrete  Rules  (Hydrated  Lime)... Jan. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Jan. 

Factory  Exit  Rules . Jan. 

Fire  Alarm  Itules  (Interior) . Dec. 

Fire  Drill  Rules . Jan. 

Fire  Retarding  Rules  for  Garages, 

etc . . . Jan. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages.  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  .  Tl"ie 

Oil  Burner  Rules .  Feb. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . .  . Vnv. 

Platform  Trucks,  Specifications  for  Nov. 

Plumbing  Rules  .  .  Jan. 

Procedure,  Rules  of . Jan. 

Refrigerating  Systems,  Extract  C.O  Jan. 
Smoking  in  Factories,  Rules  for.... Feb. 

Sprinkler  Rules  . Jan. 

Standpine  Fireline  Rules . Feb. 

Structural  Alterations.  Reporting. ..  Tune 

Tank  Trucks.  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc  ...  Nov. 
Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


2,  1937— Vol.  22,  No.  6 

2,  1932— Vol.  17.  No.  31 

9,  1937— Vol.  22,  No.  6 
26,  1937— Vol.  22,  No.  4 

3,  1936— Vol.  21,  No.  9 

1,  193  5— Vol.  20,  No.  1 
5,  1937— Vol.  22,  No.  1 

22,  1936— Vol.  21,  No.  51 
5,  1937— Vol.  22,  No.  1 

26,  1937— Vol.  22,  No.  4 

14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1028— Vol.  13,  No.  23 
9,  1937— Vol.  22,  No.  6 

27.  1934— Vol.  19,  No.  48 
24,  1936— Vol.  21,  No.  47 
26,  1937— Vol.  22,  No.  4 

5,  1937— Vol.  22,  No.  1 
12,  1937— Vol.  22,  No.  2 

2,  1937— Vol.  22,  No.  5 
5,  1937— Vol.  22,  No.  1 
2,  1937  -Vol.  22,  No.  5 
7,  1932— Vol.  17,  No.  23 

24,  1936— Vol.  21,  No.  47 
24,  1936— Vol.  21,  No.  47 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . Alar. 

Fireline  Hose  Valves . Feb. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Jan. 

Fuel  Oil  Fill  Pipe  Terminals. . vlay 

Fuel  Oil  Burners  for  Industrial  Use. Nov. 

Fuel  Oil  Pumps . Feb. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Dec. 


5. 

1935- 
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10 
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6 
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CALENDAR 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  8,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

86-29- BZ. 

APPLICANT — Lama  and  Proskauer,  for  Morris  I.  Hal- 
perin,  owner. 

PREMISES — 268  Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  December  1,  1936), 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (previously 
withdrawn). 

326-36-BZ. 

APPLICANT — John  M.  Lonergan,  for  Guiseppe  Monte- 
morano,  owner. 

PREMISES — 961-965  4th  avenue  and  402-412  3t7h  street, 
southeast  corner  (Block  No.  701,  Lot  No.  8), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

375-36-BZ. 

APPLICANT— William  B.  Linder,  for  Jacob  Mayers, 
owner. 

PREMISES- — 179-183  Flatbush  avenue,  619-621  Pacific 
street  and  8-18  Fifth  avenue  (Block  No.  1118, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station.  * 


FEBRUARY  9,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  Febru¬ 
ary  9,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 

CAL.  no.  170-36-BZ— Application,  June  4,  1936,  under  sec¬ 
tions  7g  and  21  of  the  building  zone 
resolution,  of  Nathan  A.  Goldenthal, 
applicant,  on  behalf  of  Michael  J.  Shea 
and  Hannah  Shea,  owners,  to  permit 
in  a  residence  use  district  the  occu¬ 
pancy  of  portion  of  a  plot  of  ground 
as  an  open  air  parking  space  for  more 
than  five  (5)  motor  vehicles  and,  also, 
to  permit  the  conversion  of  occupancy 
of  an  existing  structure  on  the  plot 
to  three  (3)  three-car  garages;  prem¬ 
ises  25-13  35th  street,  east  side,  92.04 
ft.  south  of  Astoria  boulevard  (Block 
No.  633,  Lot  Nos.  30,  31  and  32),  Long 
Island  City,  Borough  of  Queens. 

CAf .  no.  427-32-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Standard  Na¬ 
tional  Corporation,  owner,  reopened 
and  restored  to  calendar  October  20, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business 
use  district  the  change  of  occupancy 


of  part  of  an  existing  building  to  a 
motor  vehicle  repair  shop  (previously 
withdrawn)  ;  premises  1427-1447  Web¬ 
ster  avenue,  west  side,  346.35  ft.  south 
of  East  171st  street  (Block  No.  2887, 
Lot  No.  129),  Borough  of  The  Bronx. 

cal.  no.  168-36-BZ — Application,  June  3,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Irving  M.  Fenichel,  applicant,  on 
behalf  of  Lewart  Realty  Corporation, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station ;  premises 
218  South  9th  street  and  252-258  Have- 
meyer  street,  southwest  corner  (Block 
No.  2149,  Lot  No.  18),  Borough  of 
Brooklyn. 

cal.  no.  330-33-BZ — Application  of  Charles  M.  Lobejager, 
applicant,  on  behalf  of  Jopaul  Realty 
Corporation,  owner,  reopened  January 
19,  1937,  for  consideration  as  to  ex¬ 
tension  of  permit — re  Application, 
granted  on  condition  under  section  21 
of  the  budding  zone  resolution,  per¬ 
mitting  it;  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  for  a  temporary  period ; 
premises  north  side  of  Northern  boule¬ 
vard,  386  ft.  west  of  Alley  Creek 
(Block  No.  2033,  Lot  No.  630),  Little 
Neck,  Borough  of  Queens. 

cal.  no.  379-33-BZ — Application  of  Anna  Haurylak,  appli¬ 
cant,  on  behalf  of  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W,  Stalma  and 
Vlasta  Stalma,  owners,  reopened  un¬ 
der  new  proposal  June  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of 
a  gasoline  service  station  and,  also,  a 
motor  vehicle  repair  shop  (previously 
denied  for  a  gasoline  service  station)  ; 
premises  79-08  Astoria  boulevard  and 
23-49  79th  street,  southeast  corner 
(Block  No.  1032,  Lot  No.  54),  East 
Elmhurst.  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  9,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 

350-36- A — 127-133  Fourth  avenue  and  102-104  East  13th 
street,  southeast  corner  (Block  No.  558, 
Lot  Nos.  7  and  10),  Borough  of  Manhat¬ 
tan. 

371- 36-A — 51-03  Van  Dam  street,  southeast  corner  of 

Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 

372- 36-A — 51-03  Van  Dam  street,  southeast  corner  of 

Borden  avenue  (Block  No.  305,  Lot  No. 
17),  Long  Island  City,  Borough  of  Queens. 

16-37-A- — 32-37  to  32-55  Vernon  boulevard,  southeast  cor¬ 
ner  of  Hancock  street  (Block  No.  315, 
Lot  Nos.  11  and  12),  Long  Island  City, 
Borough  of  Queens. 


CALENDAR 


Luzerne  avenue  (Block  No.  1371,  Lot 
No.  27),  Hollis,  Borough  of  Queens. 


33-37- A— 245-249  West  41st  street,  north  side,  100  ft. 

east  of  8th  avenue  (Block  No.  1013,  Lot 
No.  3),  Borough  of  Manhattan. 

382-36-A — 17  Bowery,  east  side,  163  ft.  2  in.  north  of 
Division  street  (Block  No.  289,  Lot  No. 
7),  Borough  of  Manhattan. 

22-37-A— 110  Bowery,  west  side,  130  ft.  6  in.  south  of 
Grand  street  (Block  No.  239,  Lot  No. 
26),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  9,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  309-36-BZ— Application,  October  20,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Roe  and  Kramer,  attorneys 
and  Martyn  N.  Weinstein,  architect, 
for  Mount  Carmel  Cemetery,  appli¬ 
cant,  on  behalf  of  Estate  of  J.  Adams 
Heuss,  owner,  to  permit  in  a  residence 
use  district  the  erection  and  main¬ 
tenance  of  a  building  to  be  used  as  a 
garage  for  less  than  five  (5)  motor 
vehicles  (trucks),  storage  and  tool 
house;  premises  80-89  Cypress  Hills 
street  (Fresh  Pond  road),  east  side, 
996  ft.  north  of  Interborough  parkway 
(Block  No.  3750,  Lot  No.  695),  Ridge¬ 
wood,  Borough  of  Queens. 

CAL.  NO.  329-36-BZ — Application,  November  5,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  M.  Baker,  applicant,  on 
behalf  of  Frank  Pallante,  owner,  to 
permit  in  a  residence  use  district  the 
extension  of  an  existing  factory  build¬ 
ing;  premises  25-34  33rd  street,  west 
side,  315.15  ft.  south  of  Astoria  boule¬ 
vard  (Block  No.  620,  Lot  No.  66), 
Long  Island  City,  Borough  of  Queens. 


cal.  no.  274-36-BZ— Application,  September  14,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Commander 
Oil  Corporation,  owner,  to  permit  in  a 
business  use  district  the  extension  of 
a  petroleum  storage  plant;  premises 
72-40  to  72-50  Elizabeth  avenue  (foot 
of  Elizabeth  avenue)  ;  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Ar- 
verne,  Borough  of  Queens. 

CAL.  no.  300-35-BZ— Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK.  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  15,  1937,  2  P.  M. 

Building  Zone  Cases 

3-37-BZ. 

APPLICANT — Henry  G.  Steinmetz,  for  John  A.  Stein- 
metz,  owner. 

PREMISES — 2825  Bailey  avenue,  west  side,  205.33  ft. 
north  of  West  Kingsbridge  road  (Block  No.  3264, 
Lot  No.  38),  Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  an  unrestricted  use  district  and 
partly  in  a  business  use  district  the  occupancy  of 
a  plot  of  ground  as  a  parking  space  for  more  than 
five  (5)  motor  vehicles. 


354-36-BZ. 

cal.  no.  590-29-BZ — Application  of  Lama  and  Proskauer,  APPLICANT— South  Brooklyn  Savings  Bank,  owner. 

applicants,  on  behalf  of  Rubel  Corpor-  PREMISES— 7513-7523  Ridge'  boulevard  and  201-213  76th 
ation,  owner,  reopened  under  new  street,  northeast  corner  (Block  No.  5939,  Lot  No. 

proposal  September  22,  1936,  under  sec-  l)(  Borough  of  Brooklyn. 

tions  21  and  7h  of  the  building  zone  APPLICATION,  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  resolution, 

district  the  open  air  parking  of  more  po  PERMIT  in  a  residence  use  and  “E”  area  district  the 
than  five  (5)  motor  vehicles;  premises  erection  and  maintenance  of  a  Class  A  Multiple 

1032-1044  Myrtle  avenue,  south  side,  Dwelling  not  conforming  with  the  requirements  of 

182  ft.  3  in.  east  of  Sumi  er  avenue  the  building  zone  resolution  as  to  area,  side  yard 

(Block  No.  1585,  Lot  No.  14),  Bor-  and  setback, 

ough  of  Brooklyn. 

386-36-BZ. 

cal.  no.  238-36-BZ — Application,  August  3,  1936,  under  APPLICANT — William  E.  Kennedy,  for  Mary  E.  Carter, 
section  21  of  the  building  zone  resolu-  owner. 

tion,  of  Anthony  P.  Sorice,  Jr.  and  PREMISES — 144-30  Farmers  boulevard,  west  side,  35.72 

Solon  Rosenthal,  applicants,  on  behalf  ft.  south  of  144th  road  (Block  No.  3242,  Lot  No. 

of  Harris  Neisloss,  owner,  to  permit  5),  Springfield,  Borough  of  Queens, 

partly  in  a  business  use  district  and  APPLICATION,  under  section  21  of  the  building  zone 
partly  in  a  residence  use  district  the  resolution, 

erection  and  maintenance  of  a  gaso-  TO  PERMIT  in  a  residence  use  district  the  conversion  of 
line  service  station;  premises  111-10  occupancy  of  part  of  existing  building  to  business 

Liberty  avenue,  southeast  corner  of  use. 
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FEBRUARY  16,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  Febru¬ 
ary  16,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters: 

cal.  no.  141-36-BZ — Application,  May  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Bennett  and  Koeppel,  applicants, 
on  behalf  of  Irving  L.  Berman,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed 
for  lack  of  prosecution;  reopened  and 
restored  to  Calendar  November  24, 
1936)  ;  premises  833-835  Sutter  avenue 
and  407-417  Schenck  avenue,  northeast 
corner  (Block  No.  4028,  Lot  No.  35), 
Borough  of  Brooklyn. 

cal.  no.  252-36-BZ — Application.  August  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  A.  Lacerenza,  appli¬ 
cant,  on  behalf  of  Dualton  Homes, 
Inc.,  owner,  to  permit  in  a  business  use 
district  the  conversion  of  occupancy  of 
an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  60-62  Bayard  street,  south 
side,  75  ft.  east  of  Lorimer  street 
(Block  No.  2722,  Lot  No.  8),  Borough 
of  Brooklyn. 

cal.  no.  889-24-BZ— Application  of  Lauritz  Lauritzen,  ap¬ 
plicant,  on  behalf  of  D.  &  B.  Auto 
Painting  Company,  owner,  reopened 
September  29,  1936,  under  sections  7a, 
7c  and  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  use  dis¬ 
trict  the  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  103-111  Underhill 
avenue,  east  side,  103  ft.  11^4  in.  south 
of  St.  Marks  avenue  (Block  No.  1153, 
Lot  No.  5),  Borough  of  Brooklyn. 

cal.  no.  351-36-BZ — Application,  November  17,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  Boosin,  applicant,  on 
behalf  of  Gravesend  Service  Station, 
Inc.,  owner,  to  permit  in  a  business 
use  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station ;  premises 
381-391  Avenue  U  and  2122-2128  East 
2nd  street,  northwest  corner  (Block 
No.  7104,  Lot  Nos.  490  and  495),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  14-37-BZ — Application,  January  11  1937,  under 

section  21  of  the  building  zone  resolu¬ 
tion,  of  Scacchetti  and  Siegel,  appli¬ 
cants,  on  behalf  of  Macaba  Corpora¬ 
tion,  owner,  to  permit  in  a  business  use 
district  the  change  of  occupancy  of  an 
existing  building  to  include  a  motor 
vehicle  repair  shop ;  premises  1665-1675 
Jerome  avenue,  west  side,  150  ft.  north 
of  Featherbed  lane  (Block  No.  2861, 
Lot  No.  35),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  16,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

376-36-A — 987-1001  Liberty  avenue,  northwest  corner  of 
Conduit  boulevard  (Block  No.  4157,  Lot 
No.  32),  Borough  of  Brooklyn. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  16,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  302-36-BZ — Application.  October  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Ferdinand  Savignano,  appli¬ 
cant,  on  behalf  of  Edgar  J.  Kohn- 
stamm,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  building  to  be  used  as  a 
storage  garage  for  more  than  five  (5) 
motor  vehicles,  motor  vehicle  repair 
shop  and  automobile  laundry;  prem¬ 
ises  965-971  65th  street,  north  side,  100 
ft  west  of  10th  avenue  (Block  No. 
5743,  Lot  No.  67),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  FEBRUARY  23,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

234-36-BZ. 

APPLICANT — Charles  Weishaupt,  for  Estates  of  John 
H.  Inman,  Sr.,  and  John  H.  Inman,  Jr.,  owners. 

PREMISES— 1690-1698  Broadway  and  203-209  West  53rd 
street,  northeast  corner  (Block  No.  1025,  Lot 
No.  25),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  conversion 
of  occupancy  of  part  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles. 

71-30-BZ. 

APPLICANT — Irving  Kirshenblit,  for  Bessie  Rubin, 
owner. 

PREMISES — 887-911  New  Lots  avenue  and  399-407  Ber- 
riman  street,  northeast  corner  and  northwest  cor¬ 
ner  of  Atkins  avenue  and  New  Lots  avenue 
(Block  No.  4086,  Lot  No.  1'),  Borough  of  Brook¬ 
lyn. 

APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution  (reopened  under  new  pro¬ 
posal,  November  4,  1936), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
denied  for  a  gasoline  service  station). 

50-36-BZ. 

APPLICANT — William  McGrane,  for  Iceland  Rink 
Realty  Corporation,  owner. 

PREMISES — 2255  Jerome  avenue,  southwest  corner  of 
West  192nd  street  (Block  No.  3201,  Lot  No.  30), 
Borough  of  The  Bronx. 
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APPLICATION,  under  section  7 h  of  the  building  zone 
resolution  (reopened  December  8,  1936), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
dismissed  for  lack  of  prosecution). 


FEBRUARY  24,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  Feb¬ 
ruary  24,  1937,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 

cal.  no.  370-36-BZ— Application,  December  10,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Goldschlag  and  Kron, 
applicants,  on  behalf  of  Drydock  and 
Corlear  Park  Properties,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than 
five  (5)  motor  vehicles;  premises  533 
East  14th  street  and  240  Avenue  B, 
northwest  corner  (Block  No.  972,  part 
of  Lot  No.  16),  Borough  of  Man¬ 
hattan. 

cal.  no.  366-36-BZ — Application,  November  30,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Scacchetti  and  Siegel,  ap¬ 
plicants,  on  behalf  of  2291  Realty 
Corporation,  owner,  to  permit  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  2261-2269  (2291 

displayed)  Grand  Concourse,  west 
side,  95  ft.  south  of  East  183rd  street 
(Block  No.  3163,  Lot  No.  26),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  19-37-BZ — Application,  January  15,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  J.  M.  Berlinger,  applicant,  on 
behalf  of  William  Feldstein,  owner,  to 
permit  partly  in  a  residence  use  dis¬ 
trict,  partly  in  a  business  use  dis¬ 
trict  and  partly  in  an  unrestricted  dis¬ 
trict  the  erection  and  maintenance  of 
a  mortuary  chapel;  premises  1-11 
Ocean  parkway,  south  side,  160  ft.  10^2 
in.  east  of  East  8th  street  (Block  No. 
5322,  Lot  No.  10),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  24,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

361- 36-A — 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

Variation  of  Labor  Lazo 

362- 36-S — 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 


MARCH  2,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 

Seventh  avenue  (Block  No.  1004,  Lot  No. 

6),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
2,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36- BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side.  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  9,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 


-  -  ) 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  FEBRUARY  2,  1937. 

Present:  Chairman  Murdock,  Commissioner  Blum  and 
Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  January  26,  1937  and  the  minutes  of 
the  regular  meeting  of  the  Board  held  on  Tuesday  after¬ 
noon,  January  26,  1937,  were  approved  as  printed  in  Bul¬ 
letin  No.  5,  Volume  XXII. 


BUILDING  ZONE  CASES 

379-33-BZ. 

APPLICANT — Anna  Haurylak,  for  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W.  Stalma  and  Vlasta 
Stalma,  owners. 

SUBJECT — Application  reopened  June  9,  1936  for  consid¬ 
eration  under  new  proposal — (re  decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of  a 
gasoline  service  station  and,  also,  a  motor  vehicle 
repair  shop  (previously  denied  for  a  gasoline  serv¬ 
ice  station). 

PREMISES  AFFECTED — 79-08  Astoria  boulevard  and 
23-49  79th  street,  southeast  corner  (Block  No. 
1032,  Lot  No.  54),  East  Elmhurst,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Murray  H.  Klinger. 

For  Opposition :  Edward  Victory  and  others. 

ACTION  OF  BOARD — Laid  over  to  February  9,  1937,  at 
10  A.M.,  upon  request  of  applicant’s  representa¬ 
tive. 


302-36-BZ. 

APPLICANT — Ferdinand  Savignano,  for  Edgar  J.  Kohn- 
stamm,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  building 
to  be  used  as  a  storage  garage  for  more  than  five 
(5)  motor  vehicles,  motor  vehicle  repair  shop  and 
automobile  laundry. 

PREMISES  AFFECTED — 965-971  65th  street,  north  side, 
100  ft.  west  of  10th  avenue  (Block  No.  5743,  Lot 
No.  67),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  A.  W.  Lederer,  S.  A.  Reinach, 
Edgar  J.  Kohnstamm. 

For  Opposition:  Jerome  N.  Wanshel,  Anthony  D. 
Decillis,  Louis  Kotler,  Katherine  Rauch,  Rose 
Corrao,  John  Fumo,  Rocco  Donofrio,  Filippo 
Demarco  and  Anna  Lumia. 

ACTION  OF  BOARD — Laid  over  to  February  16,  1937, 
at  2  P.M.  for  report  of  committee.  No  further 
argument. 

19-37-BZ. 

APPLICANT — J.  M.  Berlinger,  for  William  Feldstein, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution  to  permit  partly  in  a  residence  use  and 
partly  in  a  business  use  district  the  erection  and 
maintenance  of  a  mortuary  chapel. 

PREMISES  AFFECTED— 1-11  Ocean  Parkway,  south- 
side,  160  ft.  10y2  in.  east  of  East  8th  street  (Block 
No.  5322,  Lot  No.  10),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant:  Charles  I.  Goldman  and  Edward 
Rosenthal. 

ACT  ION  Ob  BOARD — Calendar  call  waived  and  set  for 
hearing  February  24,  1937,  at  10  A.M.  Applicant 
to  notify  property  owners  in  the  affected  area  bv 
registered  mail  not  later  than  February  10,  1937. 
Such  notice  to  include  instructions  to  property 
owners  that  objections  or  consents  shall  be  filed 
with  the  board  not  later  than  February  19,  1937 
THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 


er  Blum  and  Assistant  Chief  Walsh .  3 

Negative  .  o 

Absent :  Commissioner  Savage  .  1 


336-36-BZ. 

APPLICANT — John  Adikes,  for  Estate  of  Henry  S.  Lev- 
erich,  et  al,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 93-02  to  93-20  37th  avenue  and 
37-01  to  37-05  93rd  street,  southeast  corner  (Block 
No.  1481,  Lot  No.  1),  Corona,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  John  Adikes. 

For  Opposition:  Jerome  N.  Wanshel,  Thomas 
Daly,  William  C.  Quinn  and  others. 

For  Administration :  L.  C.  Squire,  Department 


of  Parks. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioner 

Blum  and  Assistant  Chief  Walsh .  3 

Absent :  Commissioner  Savage  .  1 

THE  RESOLUTION— 

(336-36-BZ) 


Whereas,  John  Adikes,  for  estate  of  Henry  S.  Leverich, 
et  al,  owner,  filed  November  9,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station;  Premises:  93-02  to  93-20  37th  avenue  and  37-01 
to  37-05  93d  street,  southeast  corner  (Block  No.  1481,  Lot 
No.  1),  Corona,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  .Appeals,  at  its  regular 
meeting,  February  2,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  37th  avenue  is  in  a  business 
use  district;  Elmhurst  avenue  is  in  a  residence  and  busi¬ 
ness  use  district ;  94th  street  is  in  a  residence  and  business 
use  district  and  93d  street  is  in  a  residence  and  business 
use;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  2,  1936,  re  Applic.  No.  5145,  reads: 

“The  erection  of  a  gasoline  service  station  in  a  busi¬ 
ness  district  is  contrary  to  Sec.  4  of  the  Zone  Law.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  200  ft.  on  37th  avenue, 
209.7  ft.  on  Elmhurst  avenue,  76.06  ft.  on  93rd  street  and 
13.15  ft.  on  94th  street — upon  which  it  is  proposed  to  erect 
a  one-story  structure  76  ft.  by  28  ft.  (irregular)  in  area, 
to  be  used  for  car  washing,  lubritorium  and  office  and, 
also,  the  necessary  tanks  and  pumps  for  a  gasoline  service 
station ;  and 
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Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  in  order  to  be  informed 
prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  applicant  had  failed  to 
substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution  and  was,  therefore,  not  entitled 
to  relief. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


217-28-BZ. 

APPLICANT — Tobias  Goldstone,  for  Lillie  Solomon, 
owner. 

SUBJECT — Application  reopened  October  27,  1936  for 
consideration  under  new  facts — re  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of 
a  gasoline  service  station  and,  also,  a  brake  serv¬ 
ice  station  (previously  denied  for  a  gasoline  serv¬ 
ice  station). 

PREMISES  AFFECTED — 1004-1012  Broadway  and  861- 
881  Willoughby  avenue,  northwest  corner  (Block 
No.  1590,  Lot  Nos.  19  and  20),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Archie  H.  Samuels,  Tobias  Gold- 
stone  and  Henry  Rosenthal. 

For  Opposition:  Samuel  M.  Finkelstein,  Frank  H. 
Finkelstein,  Solomon  Schwarf  and  Philip 


Wolfson. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRA  NT- 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioner 

Blum  and  Assistant  Chief  Walsh .  3 

Absent :  Commissioner  Savage  .  1 

THE  RESOLUTION— 

(217-28-BZ) 


Whereas,  Henry  T.  Nurick,  for  Abraham  J.  and  Jacob 
Bernstein,  owners,  filed  March  10,  1928,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a  gasoline 
service  station;  premises  1006-1010  Broadway,  northwest 
corner  of  Willoughby  avenue  (Block  No.  1590,  Lots  Nos. 
19  and  20),  Borough  of  Brooklyn;  and 


Whereas,  this  application  was  denied  by  the  board  No¬ 
vember  13,  1928,  after  due  notice  and  public  hearing;  and 
Whereas,  Tobias  Goldstone,  for  Lillie  Solomon,  present 
owner,  requested  a  reopening  of  this  application  to  permit 
the  erection  and  maintenance  of  a  gasoline  service  station 
and  brake  service  station  at  premises  1004-1012  Broadway 
and  861-881  Willoughby  avenue,  northwest  corner  (Block 
No.  1590,  Lots  Nos.  19  and  20),  Borough  of  Brooklyn;  and 
Whereas,  the  application  was  reopened  by  vote  of  the 
board  October  27,  1936;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  2.  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
and  residence  use  district ;  Willoughby  avenue  is  in  a 
business  use  district ;  Stuyvesant  avenue  is  in  a  business 
and  residence  use  district  and  Vernon  avenue  is  in  a  busi¬ 
ness  and  residence  use ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  18,  1936,  re  Application  No.  1290-1935, 
reads : 

“Proposed  gasoline  service  station  and  brake  service 
to  be  located  in  business  district,  are  contrary  to  Art. 
II,  Sect.  4A  of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  83  ft.  on  Broadway 
and  95  ft.  8  in.  on  Willoughby  avenue,  upon  which  it  is 
nronosed  to  erect  a  one  story  building,  approximately 
74  ft.  by  18  ft,  irregular  in  area,  to  be  used  for  lubritorium, 
auto  laundry  and  brake  service  and  office,  and  also,  pro¬ 
poses  to  install  the  necessary  tanks  and  pumps  for  a 
gasoline  service  station  ;  and 

Whereas,  a  Committee  of  the  Board  made  an  inspection 
of  site  under  appeal  and  its  vicinity  prior  to  the  reopening 
of  the  subject  application;  and 

Whereas,  the  board  deems  that  the  applicant  has  not 
substantiated  his  basis  of  appeal,  section  21  of  the  building 
zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed  and  that  the  applica¬ 
tion  be  and  it  hereby  is  denied. 


Adjourned,  1  :00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  FEBRUARY  2,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

662-26-BZ. 

APPLICANT — Charles  J.  Bensky,  for  Sarah  Richel, 
owner. 

SUBJECT — Application  for  reopening — extension  of  per¬ 
mit — re  Application  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  permitting  in  a  business  use  dis¬ 
trict  the  maintenance  of  a  gasoline  service  station 
for  a  temporary  period. 


PREMISES  AFFECTED — 3504-3510  Boston  road,  south¬ 
east  corner  of  Eastchester  road  (Block  No.  4723, 
Lot  No  66),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Charles  J.  Bensky  and  Charles 
Richel. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


233-36-BZ. 

APPLICANT — A1  Gerbolini  (lessee),  for  The  Corpora- 
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tion  for  Relief  of  Widows  and  Children  of  Clergy¬ 
men  of  the  Protestant  Episcopal  Church  of  the 
State  of  New  York,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part  of  an  exist¬ 
ing  building  to  a  motor  vehicle  repair  shop. 
PREMISES  AFFECTED — 1802  54th  street  and  5401-5403 
18th  avenue,  southeast  corner  (Block  No.  5487, 
Lot  No.  9),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Murray  Saks  and  A1  Gerbolini. 
For  Opposition :  Mrs.  Mary  C.  Douglas,  Mrs.  A. 
Lafferty  and  Mrs.  E.  Sundius. 

ACTION  OF  BOARD — Application  granted  on  condition. 

;  THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(233-36-BZ) 

Whereas,  A1  Gerbolini  (lessee),  for  The  Corporation 
for  the  Relief  of  Widows  and  Children  of  Clergymen  of 
the  Protestant  Episcopal  Church  in  the  State  of  New 
York,  owner,  filed  July  29.  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  dis- 
i  trict  the  change  of  occupancy  of  part  of  an  existing  build¬ 
ing  to  a  motor  vehicle  repair  shop;  Premises:  1802  54th 
street  and  5401-5403  18th  avenue,  southeast  corner  (Block 
No.  5487,  Lot  No.  9),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
,  by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  2,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

,  and 

to 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  18th  avenue  is  in  a  business 
use  district ;  that  54th  street  is  in  a  residence  and  business 
use  district;  and  that  55th  street  is  in  a  residence  and 
business  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  June  29,  1936,  re  Applic.  No.  9643-1936,  reads: 

“Proposed  change  of  occupancy  of  the  first  floor 
from  an  automobile  laundry  to  an  automobile  repair 
shop  in  a  building  situated  in  a  business  use  district  is 
contrary  to  Art.  II,  Sect.  4a  of  Zone  Resolution.” 

and 

>  Whereas,  the  building  is  of  non-fireproof  construction, 

2  stories  in  height,  with  a  frontage  of  40  ft.  on  18th 
avenue  and  100  ft.  on  54th  street,  occupied  as  an  auto 
laundry  and  showroom,  first  story ;  billiard  room,  2nd 
.story,  as  shown  on  certificate  of  occupancy:  it  is  proposed 
to  change  the  occupancy  of  the  easterly  part  of  the  first 
•  story  to  motor  vehicle  repair  ship  ;  and 
.  Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  verbal  report  of  which 
was  made  on  the  record  by  Commissioner  Savage ;  and 

Whereas,  the  report  recommended  that  a  temporary 
variance  be  granted ;  and 

Whereas,  the  board  found  that  a  temporary  hardship 
existed  to  justify  a  growing  variance  for  a  temporary  term 
in  view  of  the  minor  repairing  contemplated  as  accessory 
to  the  conforming  work  of  automobile  painting. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that_  the  application  be  and  it  hereby  is  granted,  under 
section  21  for  a  period  of  five  (5)  years  from  the  date 
of  this  action,  permitting  the  premises  under  appeal  to  be 
used  for  motor  vehicle _  repairing,  on  condition  that  the 
doors  to  the  stores  facing  18th  avenue  shall  be  blocked 
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with  materials  equivalent  to  the  partitions ;  that  the  ceil¬ 
ings  throughout  shall  be  protected  with  metal  ceilings  of 
not  less  than  28  gauge;  that  repair  work  shall  be  limited 
to  work  done  by  use  of  hand  tools  and  with  motor-driven 
tools  requiring  no  greater  than  ^  h.p.  each,  with  no 
forges  or  acetylene  torches  and  no  anvils;  that  the  paint¬ 
ing  or  paint-spraying  carried  on  shall  comply  with  the 
rules  and  requirements;  that  any  lubricating  oil  shall  be 
stored  in  a  container  with  an  approved  hand  pump;  that 
no  signs  shall  be  exhibited  on  the  building  other  than  a 
neat  permanent  sign  attached  to  the  building  above  the 
entrance  door,  indicating  the  name  of  tenant  and  type  of 
occupancy  of  that  portion  of  building;  that  no  automobiles 
shall  be  stored  in  building  other  than  owner’s  car  and 
cars  being  serviced;  that  no  gasoline  shall  be  permitted 
on  the  premises  except  in  the  tanks  of  such  cars  as  are 
being  serviced;  that  no  automobiles  shall  be  permitted  to 
be  repaired  on  the  street  or  sidewalk  in  front  of  the 
premises ;  and  that  all  permits  shall  be  obtained  within  six 
months  from  the  date  of  this  action. 


82-36-BZ. 

APPLICANT — Seymour  Scott  Jackson,  for  Hoelze  Real- 
tv  Corporation,  owner. 

SUBJECT — Application  reopened  December  15,  1936  for 
consideration  under  new  proposal — (re  decision 
of  the  commissioner  of  buildings)  under  section 
21  of  the  building  zone  resolution  to  permit  in  a 
business  use  district  the  maintenance  of  a  saw 
and  planing  mill. 

PREMISES  AFFECTED— 206-24  to  206-26  Northern 
boulevard,  south  side.  117  ft.  6  in.  east  of  206th 
street  (Block  No.  3148,  Lot  No.  9T/2) ,  Bayside, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Seymour  S.  Jackson  and  Joseph 
F.  Lynch. 

For  Opposition  :  R.  Harold  Paltrow. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(82-36-BZ) 

Whereas,  this  application  affecting  premises  206-24  to 
206-26  Northern  boulevard,  southside,  117  ft.  6  in.  east 
of  206th  street  (Block  No.  3148,  Lot  Nos.  9^4,  59  and  60), 
Bayside,  Borough  of  Queens,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district  the  main¬ 
tenance  of  a  lumber  storage  shed  and  saw  and  planing 
mill,  was  denied  by  the  board,  November  10,  1936  and 
reopened  December  15,  1936,  to  consider  permitting  in  the 
business  use  district  the  maintenance  of  the  saw  and  plan¬ 
ing  mill ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  2,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  45th  road  is  in  a  residence 
use  and  “D”  area;  that  Northern  boulevard  is  in  a  business 
use  and  “D”  area ;  that  206th  street  is  in  a  residence  and 
business  use  and  “D”  area ;  and  that  207th  street  is  in  a 
residence  and  business  use  and  “D”  area;  and 

Whereas,  the  decision  and  orders  of  the  commissioner 
of  buildings,  rendered  February  20,  1936  and  February  27, 
1936,  re  Viol.  30  and  31,  read: 

“You  will  please  take  notice  that  there  exists  a 
violation  of  the  building  code  at  the  premises  here¬ 
inafter  described,  in  that 
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Erected  building  for  storage  of  lumber  and  trim 
in  residence  district 
Building  be  removed 

You  are  therefore  ordered  and  directed  by  me  to 
stop  all  work  in  connection  with  this  operation  until 
the  law  has  been  complied  with. 

The  building  and  premises  to  which  this  notice 
refers  are  situated  on  the  front  of  the  lot  on  the 
north  side  of  45th  road  commencing  about  100  ft.  from 
the  east  corner  of  206th  street  and  said  building  be¬ 
ing  heavy  timber  and  corrugated  iron  building,  about 
50  ft.  front,  50  ft.  rear,  90  ft.  deep  and  30  ft.  high,  and 
occupied  or  intended  to  be  occupied  as  a  storage 
building  for  lumber  and  trim  and  located  in  the  Bor¬ 
ough  of  Queens,  in  the  City  of  New  York. 

You  will  please  take  notice  that  there  exists  a  vio¬ 
lation  of  the  building  code  at  the  premises  herein¬ 
after  described,  in  that 

Conducting  a  saw  and  planing  mill  in  business 
district  contrary  to  zoning  resolution 
This  use  of  building  be  discontinued. 

You  are  therefore  ordered  and  directed  by  me  to 
stop  all  work  in  connection  with  this  operation  until 
the  law  has  been  complied  wfith. 

The  building  and  premises  to  which  this  notice 
refers  are  situated  on  the  front  of  the  lot  on  the 
south  side  of  Northern  boulevard,  commencing  about 
100  ft.  from  the  east  corner  of  206th  street  and  said 
being  two-story  brick  building,  about  20  ft.  front,  20 
ft.  rear,  50  ft.  deep  and  22  ft.  high,  and  occupied  or 
intended  to  be  occupied  as  a  store  and  dwelling  and 
located  in  the  Borough  of  Queens,  in  The  City  of 
New  York.” 

and 

Application  No.  261-36. 

Location  206-26  Northern  boulevard,  Bayside. 
Disapproved:  2/20/36  with  the  following  objections: 

1.  Proposed  work  is  contrary  to  zone  law 

(a)  Proposed  storage  shed  extends  into  a  residence 
district  (article  11,  section  3), 

(b)  Occupied  area  exceeds  60  per  cent  of  the  area 
of  the  lot  (article  IV,  section  14c), 

(c)  Rear  yard  not  provided  (article  IV,  section 
17a). 

2.  Proposed  work  is  contrary  to  the  building  code  : 

(a)  Frame  construction  in  excess  of  5,000  sq.  ft. 

(b)  Frame  construction  exceeds  80  per  cent  of  the 
area  of  the  lot  (section  471  BC)  ; 

and 

Whereas,  plans  marked  “Received  January  6,  1937” 
indicate  the  maintenance  of  the  saw  and  planing  mill  in 
the  cellar  of  the  two  story  and  cellar  brick  building  facing 
Northern  boulevard  entirely  within  the  business  use  dis¬ 
trict,  a  small  structure  of  concrete,  8  ft.  by  8  ft.  in  area, 
house  a  sawdust  blower  and  sawdust  remaining  tem¬ 
porarily  in  the  residence  use  district  at  the  rear ;  and 

Whereas,  this  application  w'as  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  verbal  report  of  which 
was  made ;  and 

Whereas,  the  report  recommended  that  the  application 
be  granted  for  a  temporary  variance ;  and 

Whereas,  the  board  deemed  that  the  proposed  use  if 
limited  in  scope  would  not  violate  the  prohibition  in  sec¬ 
tion  4A-31  of  the  zoning  resolution,  inasmuch  as  it  would 
not  comprise  a  saw  or  planing  mill  as  generally  accepted. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  under  section 
21,  to  permit  the  existing  woodworking  factory  to  be 
continued  for  a  term  of  five  (5)  years  from  the  date  of 
this  action  within  the  cellar  of  the  building  located  at 
206-24  to  206-26  Northern  boulevard,  as  shown  on  plans 
marked  “Received  January  6,  1937”;  that  the  number  of 
machines  now  in  use  shall  not  be  increased ;  that  the  saw¬ 


dust  exhaust  to  cyclone  shall  be  maintained ;  that  cyclone 
equipment  shall  be  installed  within  the  business  district, 
except  that  it  may  be  maintained  for  a  period  of  one  year 
in  its  present  location  within  the  residential  district,  imme¬ 
diately  in  the  rear  of  the  building  under  appeal ;  that  there 
shall  be  a  wall  approximately  20  ft.  in  height  constructed 
along  the  westerly  lot  line  from  the  rear  of  the  existing 
two-story  building  to  the  rear  of  the  extension  of  the 
adjoining  building  as  an  enclosure  without  openings  to 
the  rear  shed  structure ;  that  such  portable  fire  extinguish¬ 
ing  equipment  shall  be  installed  as  the  commissioner  shall 
direct. 

617-31-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Albert  Breunin- 
ger,  owner. 

SL1BJECT — Application  reopened  October  14,  1936,  for 
consideration  under  new  proposition  (re  decision 
of  the  commissioner  of  buildings)  under  section 
21  of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station.  (Previously  granted 
by  the  Board  for  the  erection  and  maintenance  of 
a  garage  for  more  than  five  (5)  motor  vehicles, 
and  a  gasoline  service  station. 

PREMISES  AFFECTED— 1300-1308  Sedgwick  avenue, 
east  side,  153  ft.  11  in.  south  of  West  169th  street 
(Block  No.  2530,  Lot  No.  32),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  James  R.  Gereghty. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(617-31-BZ) 

Whereas,  this  application  affecting  premises  1300-1308 
Sedgwick  avenue,  east  side  153.11  ft.  south  of  W.  169th 
street  (Block  No.  2530,  Lot  No.  32),  Borough  of  The 
Bronx,  to  permit  partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  a  garage  for  more  than 
5  motor  vehicles  and  a  gasoline  service  station,  was 
granted  by  the  board  April  8,  1932,  resolution  amended 
May  17,  1932  and  the  owner  requested  a  reopening  of  the 
application  so  as  to  permit  the  erection  of  a  gasoline  ser¬ 
vice  station  only  eliminating  the  garage  building;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  October  14,  1936;  and 

W  hereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting,  February  2,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Sedgwick  avenue  is  a  busi¬ 
ness  use  district;  WTst  169th  street  is  residence  and  busi¬ 
ness  use ;  University  avenue  is  residence  use,  and  Depot 
avenue  is  unrestricted  and  business  use ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  September  18,  1936,  in  acting  on  N.  B.  App.  No. 
498-36  reads : 

“1.  Erection  of  building  and  maintenance  of  prem¬ 
ises  in  business  district  to  be  occupied  as  gasoline 
service  station  is  contrary  to  provisions  of  building 
zone  resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregularly  shaped 
plot  of  ground  having  a  frontage  of  165.9  ft.  on  Sedgwick 
avenue,  178  ft.  on  West  169th  street  (proposed)  and  73.2 
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ft.  along  the  north  lot  line.  It  is  proposed  to  erect  upon 
the  plot  a  one-story  structure  56  ft.  by  25  ft.  in  area  to  be 
used  as  office,  lubritorium  and  auto  laundry  and  also  the 
necessary  tanks  and  pumps  for  a  gasoline  service  station. 
A  small,  irregularly  shaped  area  at  the  southeast  corner 
of  the  plot  extends  for  a  distance  of  approximately  10  ft. 
into  the  residence  district.  The  remainder  of  the  plot  is 
in  the  business  use  district;  and 

.  Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board ;  and 
Whereas,  the  board  deemed  that  the  applicant  had  sub¬ 
stantiated  the  basis  of  his  application  under  section  21 
unnecessary  hardship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  May  17, 
1932,  by  adding  thereto  the  following: 

“that  in  the  event  the  owner  desires  to  omit  the  garage 
and  use  the  premises  under  appeal  as  a  gasoline  service 
station  hereinbefore  permitted,  such  use  may  be  per¬ 
mitted,  on  condition  that  the  station  shall  be  arranged 
substantially  as  indicated  on  plans  filed  with  this  appeal 
covering  the  front  portion  of  the  lot;  that  the  acces¬ 
sory  building  shall  not  exceed  one  story  in  height  and 
shall  be  arranged  substantially  as  indicated  on  plans 
filed  in  this  appeal,  constructed  of  fireproof  materials, 
except  that  roof  beams,  roof  boarding,  window 
frames  and  sash,  door  frames  and  doors  may  be  of 
wood,  provided  the  ceiling  throughout  is  fire  retarded 
in  accordance  with  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  and  that  the  roof  surfacing  is  of 
non-inflammable  material ;  that  the  boiler  room  shall 
be  separated  from  the  balance  of  the  building  by  fire¬ 
proof  construction  and  enterable  only  from  exterior 
of  building;  that  the  gasoline  selling  area  shall  be 
cement-paved ;  that  the  balance  of  plot  where  not 
occupied  by  accessory  buildings  shall  be  cement-paved  ; 
that  a  concrete  retaining  wall  shall  be  constructed  to 
retain  the  natural  bank  at  a  distance  of  approximately, 
55  ft.  easterly  from  the  Sedgwick  avenue  building 
line;  that  all  pumps  erected  on  the  premises  shall  be 
not  nearer  than  12  ft.  to  the  Sedgwick  avenue  building 
line;  that  entrances  shall  be  restricted  to  four  (4), 
with  no  entrance  more  than  25  ft.  in  width,  with  rein¬ 
forced  concrete  curbing  between  the  entrances  not  less 
than  12  in.  in  width  and  6  in.  in  height  with  rounded 
tops;  that  curb  cuts  opposite  said  entrances  shall  not 
exceed  30  ft. ;  that  on  the  northerly  and  southerly 
interior  lot  lines,  where  not  occupied  by  walls  of 
adjoining  structures  or  retaining  walls,  six  feet  or 
more  in  height,  a  substantial  woven-wire  fence  shall 
be  maintained,  not  less  than  6  ft.  in  height;  that  all 
advertising  shall  be  restricted  to  illuminated  globes 
and  pumps  and  to  a  flat  permanent  sign,  attached  to 
the  front  of  building,  excluding  all  roof  signs  and 
signs  of  a  temporary  nature  but  permitting  the  erection 
within  building  line,  both  at  the  north  and  south  ends, 
of  post  standards  for  supporting  signs,  which  may  be 
illuminated  for  advertising  only  the  brand  of  gasoline 
on  sale ;  that  no  automobile  repairing  shall  be  per¬ 
mitted  on  the  premises  and  no  parking  of  cars  other 
than  those  being  serviced ;  that  no  portable  pumps 
shall  be  used  at  or  from  the  premises;  and  that  all 
permits  shall  be  obtained  and  all  work  completed 
within  one  year  from  the  date  of  this  amended  reso¬ 
lution.” 


616-32-BZ. 

APPLICANT — Edward  W.  Franklin,  for  Cohen,  Gan- 
baum  Company,  Inc.,  owner. 

SUBJECT — Application  for  reopening  —  amendment  —  re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 


PREMISES  AFFECTED-West  side  of  Arthur  avenue, 
115.01  ft.  south  of  East  189th  street  (Block  No! 

Lot  No.  51),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Edward  W.  Franklin. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  q 

Absent  .  n 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ’  q 

Absent  .  fl 

THE  RESOLUTION—  . 

(616-32-BZ) 

Whereas,  De  Rose  &  Cavalieri,  for  Giuseppe  Chianese 
owner,  filed,  December  17,  1932,  an  application,  under  the 
building  zone  resolution,  to  permit  in  a  business  district  the 
erection  and  maintenance  of  a  garage  for  more  than  five 
(5)  motor  vehicles;  premises  west  side  of  Arthur  avenue 
115.01  ft.  south  of  East  189th  street  (Block  No.  3066,  Lot 
No.  51),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  14,  1933,  after  due  notice  bv  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Arthur  avenue  is  in  a  busi¬ 
ness  and  residence  district;  Hoffman  avenue  is  in  a  resi¬ 
dence  district ;  East  189th  street  is  in  a  business  district, 
and  East  188th  street  is  in  a  business  district;  and 

.  Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings,  rendered  November  28,  1932  (re  N.  B.  522-1932) 
reads : 

“1.  Erection  of  garage  for  storage  of  more  than  5 
motor  vehicles  in  business  district  is  contrary  to  pro¬ 
visions  of  Building  Zone  Resolution.”; 

and 

Whereas,  the  building  is  to  be  of  non-fireproof  con¬ 
struction,  one  story  in  height,  with  a  frontage  of  50.01  ft. 
and  a  depth  of  111.58  ft.;  to  be  occupied  as  a  garage  for- 
more  than  five  (5)  motor  vehicles;  and 

.  Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  which  inspection  was 
made  and  report  of  same  read  and  filed  at  this  hearing, 
and  which  report  recommended  the  granting  of  the  appli¬ 
cation  under  section  21  of  the  building  zone  resolution;  and 

Whereas,  this  application  was  granted  by  the  board 
March  14, .  1933,  on  certain  conditions  and  present  owner 
through  his  architects,  Franklin  &  Raad,  requested  an 
amendment  of  the  resolution,  it  being  proposed  to  occupy 
the  building  for  banana  storage  and  as  a  garage  for  the 
owner’s  trucks,  amounting  to  a  maximum  of  ten  trucks. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  its  resolution  of  March  14,  1933,  so 
that  as  amended  it  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
on  condition  that  the  garage  shall  be  constructed  sub¬ 
stantially  as  indicated  on  the  plans  submitted  with  this 
application  and  shall  not  exceed  one  story  in  height; 
that  there  shall  be  one  entrance  from  the  street,  this 
entrance  not  to  exceed  12  ft.  wide;  that  the  gasoline 
stored  on  the  premises  shall  be  limited  to  one  550- 
gallon  tank  and  that  the  sale  of  gasoline  shall  be 
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limited  exclusively  to  the  cars  stored  within  the  build¬ 
ing;  that  the  boiler  room  shall  be  entirely  separated 
from  the  balance  of  the  building  with  fireproof  walls 
and  enterable  from  the  exterior  of  the  building  only ; 
that  there  shall  be  no  open  flame  permitted  in  the 
garage  proper  and  that  there  shall  be  no  excavation 
under  the  building  other  than  the  above-referred  to 
boiler  room;  that  the  front  of  the  building  shall  be 
constructed  of  face  brick  with  terra  cotta  or  stone 
trimmings  and  copings;  that  the  rear  wall  shall  be 
carried  up  either  with  masonry  or  with  an  iron  fence 
of  sufficient  height  to  protect  the  adjoining  property 
owner  to  the  west  and  to  prevent  entry  to  the  roof 
from  the  adjoining  property;  that  there  shall  be  a 
vestibule  constructed  at  the  rear  of  the  first  floor,  in 
which  vestibule  ladder  leading  to  the  scuttle  in  the 
roof  shall  be  maintained,  said  vestibule  to  be  con¬ 
structed  of  terra  cotta  blocks  and  with  a  fireproof, 
self-closing  door;  that  all  walls  on  the  interior  lot 
lines  shall  be  unpierced;  that  there  shall  be  no  portable 
gasoline  pumps  used  on  the  premises ;  that  any  adver¬ 
tising  of  non-conforming  uses  shall  be  limited  to  a 
small,  neat  sign  attached  to  the  face  of  the  building; 
that  the  building  shall  in  all  respects  comply  with  the 
laws  governing  the  construction  and  operation  of 
garages ;  that  in  the  event  the  proposed  building  under 
appeal  is  used  as  a  private  garage  for  more  than  five 
motor  vehicles  and  for  a  banana  storage  depot  in 
place  of  the  public  garage  hereinbefore  permitted, 
such  use  may  be  permitted,  provided  the  building  is 
constructed  substantially  as  hereinbefore  permitted, 
except,  however,  that  the  mezzanine  construction  and 
a  stairway  to  the  roof  and  entrances  to  office  may  be 
permitted,  as  indicated  on  revised  plans  marked  “ Re¬ 
ceived  February  2,  1937” ;  on  further  condition  that  if 
this  alternating  use  is  adopted  all  work  shall  be  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution.” 


34-35-BZ. 

APPLICANT— Irving  M.  Fenichel,  for  Ken-Isle,  Inc., 
owner. 

SUBTECT — Application  for  reopening  —  amendment  —  re 
Application  (decision  of  the  commissioner  of 
buildings)  under  sections  7 a  and  21  of  the  build¬ 
ing  zone  resolution,  permitting  on  a  plot'  of 
ground,  located  in  a  business  and  residence  use 
district,  on  which  is  located  a  dry  cleaning  and 
dyeing  establishment,  the  erection  of  an  extension 
to  the  dry  cleaning  and  dyeing  building,  a  garage 
for  more  than  five  (5)  motor  vehicles  and  the 
erection  of  an  additional  dyeing  and  dry  cleaning 
building  and  accessory  tanks,  etc. 

PREMISES  AFFECTED— 18-05  11th  avenue  (Cross  Is¬ 
land  boulevard),  east  side,  800  ft.  south  of  Locke 
avenue  (Block  No.  4729,  Lot  No.  46,  Block  4732, 
Lot  No.  9,  Block  Nos.  4746  and  4747,  Lot  No.  1), 
Whitestone,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Irving  M.  Fenichel  and  G.  F. 

Blixt. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(34-35-BZ) 

Whereas,  this  application  affecting  premises  18-05  11th 
avenue  (Cross  Island  boulevard),  east  side  800  ft.  south 
of  Locke  avenue  (Block  No.  4729,  Lot  No.  46,  Block  No. 
4732,  Lot  No.  9,  and  Block  Nos.  4746  and  4747,  Lot  No. 
1),  Whitestone,  Borough  of  Queens,  was  granted  by  the 
board  June  11,  1935,  on  certain  conditions,  time  to  complete 
work  extended  June  30,  1936,  and  applicant  requests  an 
amendment  of  the  resolution. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  June  11,  1935,  further 
amended  on  June  30,  1936,  only  so  far  as  it  has  reference 
to  the  requirement  for  a  cyclone  system,  so  that  as 
amended,  the  resolution  shall  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  7,  subdivision  A  of  the  building  zone 
resolution,  permitting  the  extension  of  an  existing 
building  and  existing  use  thereof  and  an  additional 
building  into  the  residential  area,  on  condition  that 
such  extension  shall  not  extend  beyond  a  line  parallel 
to  11th  avenue,  known  as  Cross  Island  boulevard  and 
350  feet  easterly  therefrom ;  that  such  extensions  of 
use  shall  consist  of  an  extension  of  an  existing  boiler- 
room  and  a  building  described  as  Unit  A  as  indicated 
on  plans  filed  with  this  application ;  that  the  sprinkler 
system  shall  be  extended  to  the  proposed  additions 
and  shall  be  maintained  in  all  buildings  to  the  satis¬ 
faction  of  the  administrative  official ;  that  all  laws  and 
regulations  applicable  to  the  construction  and  use  of 
the  building  shall  be  complied  with,  including  the 
provisions  of  the  Industrial  Code  insofar  as  they  have 
legal  application  and  including  the  conditions  imposed 
by  this  board  in  acting  on  calendar  numbers  640-27 A 
and  86-31-A ;  that  no  part  of  the  building  known  as 
Unit  A  used  for  deterging  shall  be  nearer  than  50 
feet  from  the  southerly  line  of  proposed  17th  road; 
that  there  shall  be  constructed  in  connection  with  the 
tumbler  room  a  cyclone  system  to  collect  lint  and  that 
such  refuse  material  shall  be  collected  in  a  suitable 
fireproof  storage  bin  and  removed  entirely  from  the 
premises  under  this  ownership  at  frequent  intervals 
or  that  in  lieu  of  such  cyclone  a  sedimentation  cham 
ber  may  be  installed,  as  approved  by  the  State  Depart¬ 
ment  of  Labor  under  date  of  January  9,  1937,  File 
No.  361139;  that  the  detergent  building  “A”  shall  be 
of  complete  fireproof  construction ;  that  the  extension 
to  boilerroom  shall  be  of  fireproof  construction,  sep¬ 
arated  by  fireproof  walls  from  the  balance  of  the 
existing  building;  that  this  variation  shall  continue 
only  so  long  as  the  existing  and  proposed  buildings 
are  occupied  by  the  present  tenant,  Kent  Stores,  Inc., 
and  so  long  as  the  buildings  are  not  further  increased 
in  height  or  area ;  that  the  decision  of  the  commis¬ 
sioner  of  buildings,  rendered  in  acting  on  Appl.  No. 
88-35  insofar  as  it  refers  to  the  variance  in  connection 
with  the  private  garage  designated  as  “Unit  B,”  be 
and  it  hereby  is  affirmed  and  that  the  application  as 
to  this  item  be  denied ;  that  all  permits  required  shall 
be  obtained  within  six  months  and  all  work  involved 
completed  within  one  year  from  the  date  of  this 
resolution.” 


■ - 

212-34-BZ. 

APPLICANT — Charles  S.  Martino,  lessee. 

SUBJECT — Application  for  reopening  —  amendment  —  re 


Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 


the  erection  and  maintenance  of  a  gasoline  service 


station  for  a  temporary  period. 


MINUTES 


PREMISES  AFFECTED— 1709  Neptune  avenue,  north¬ 
west  corner  of  Cropsey  avenue  (Block  No.  6994, 
Lot  Nos.  104  and  99),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Charles  S.  Martino. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(212-34-BZ) 


Whereas,  this  application  affecting  premises  1709  Nep¬ 
tune  avenue,  northwest  corner  of  Cropsey  avenue  (Block 
No.  6994,  Lot  Nos.  104  and  99),  Borough  of  Brooklyn, 
was  granted  by  the  board,  October  30,  1934,  on  certain 
conditions  and  the  present  owner  through  its  architect, 
Morris  Perlstein,  requested  an  amendment  of  the  resolu¬ 
tion  and  now  requests  a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  30,  1934,  so  that 
as  amended  the  resolution  shall  read: 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  for  a  period  of  five  years  from  the 
date  of  September  15,  1936,  permitting  the  site  un¬ 
der  appeal  to  be  used  for  a  gasoline  service  station, 
on  condition  that  the  station  shall  be  arranged  sub¬ 
stantially  as  indicated  on  plans  filed  with  this  appeal, 
except  that  the  accessory  building  for  store  and  office 
may  be  of  the  size  and  arrangement  as  shown  on  re¬ 
vised  plans  marked  “Received  July  20,  1936,”  omitting 
the  greasing  section  but  prohibiting  any  open  grease 
pits  or  lifts  on  the  plot,  that  there  shall  be  erected 
along  the  interior  lot  lines  to  the  north  and  west  a 
wall  constructed  of  face  or  common  brick  suitably 
coped,  and  not  less  than  7  ft.  in  height;  that  this 
wall  may  be  constructed  to  a  height  of  4  ft.  at  the 
Neptune  avenue  building  line  and  be  graduated  at  the 
rate  of  1  ft.  in  4  to  the  7-ft.  height ;  that  the  accessory 
buildings  shall  contain  only  a  lubritorium,  office  build¬ 
ing  and  store  for  automobile  accessories;  that  these 
buildings  shall  be  constructed  of  brick  not  over  one 
story  in  height ;  that  the  walls  of  these  buildings  where 
erected  on  the  lot  lines  may  be  incorporated  in  the 
lot  line  wall ;  that  the  roof  boardings,  windows  and 
doors  may  be  of  wood  provided  the  ceiling  shall  be 
fire-retarded  in  accordance  with  the  rules  of  the  Board 
of  Standards  and  Appeals  and  the  roofs  surfaced  with 
incombustible  materials;  that  the  entire  plot  where  not 
covered  by  accessory  buildings  shall  he  cement  paved ; 
that  all  gasoline  pumps  that  are  installed  shall  be  not 
over  3  ft.  from  the  lot  line  wall  as  indicated;  that 
there  shall  be  erected  on  the  Cropsey  avenue  building 
line  and  on  Neptune  avenue  building  line  concrete 
curbs  not  less  than  12  in.  in  width  and  not  less  than 
6  in.  in  height,  with  rounded  top,  and  with  no  openings 
therein  other  than  two  to  Cropsey  avenue  and  one  to 
Neptune  avenue,  such  openings  not  to  exceed  20  ft. 
in  width  and  with  curb  cuts  opposite  not  exceeding 
30  ft.  in  width,  and  that  no  opening  shall  be  nearer 
the  intersection  of  Cropsey  avenue  and  Neptune  ave¬ 
nue  than  5  ft. ;  that  no  portable  gasoline  pumps  shall 


be  installed  or  maintained  on  or  from  the  property; 
that  all  advertising  shall  be  limited  to  the  globes  of 
the  gasoline  pumps  and  to  one  electric  standard 
erected  at  the  corner  of  Neptune  avenue  and  Cropsey 
avenue,  within  the  building  line,  and  to  a  flat  sign 
attached  to  face  of  accessory  building;  that  there  shall 
be  no  excavation  under  any  of  the  buildings  except 
the  pits  for  greasing  racks;  that  no  open  flame  shall 
be  permitted  on  property;  that  there  shall  be  no 
repairing  of  automobiles  carried  on  and  no  parking 
of  cars  other  than  those  being  serviced ;  and  that  all 
permits  shall  be  obtained  within  six  months  and  all 
work  involved  completed  within  one  year  from  the 
date  of  this  action.” 


1-27-BZ. 

APPLICANT — Daniel  Marshall,  for  Intershire  Investors, 
Inc. 

SUBJECT — Application  for  reopening — extension  of  time 
— re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  district  the  al¬ 
teration  and  also  the  permanent  use  of  a  gasoline 
service  station  previously  granted  by  the  board 
under  Section  7-F  for  a  temporary  period  which 
expired  March  15,  1935;  amended  January  21,  1936 
and  June  30,  1936. 

PREMISES  AFFECTED — 1124  Gun  Hill  road,  south 
side,  from  Yate  avenue  to  Boston  road  (Block  No. 
4615,  Lot  No.  36),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Daniel  Marshall. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(1-27-BZ) 


Whereas,  this  application  affecting  premises  1124  Gun- 
hill  road,  south  side  from  Yates  avenue  to  Boston  road 
(Block  No.  4615,  Lot  No.  36),  Borough  of  The  Bronx, 
was  granted  by  the  Board  January  21,  1936,  for  a  period 
of  ten  years  on  certain  conditions  and  applicant  requested 
an  extension  of  time  to  obtain  permits  and  complete  work. 

Resolved,  that  the  resolution  adopted  by  the  Board  on 
January  21,  1936  be  and  it  hereby  is  amended,  only  so 
far  as  it  has  reference  to  the  filing  of  plans  and  comple¬ 
tion  of  work,  so  that  as  amended  the  resolution  will  read: 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  thereof  for  a  period  of  ten  (10)  years 
from  January  21,  1936,  permitting  the  use  of  the  plot 
under  appeal  to  be  continued  as  a  gasoline  service  sta¬ 
tion,  on  condition  that  all  existing  buildings  shall  be 
entirely  removed  and  that  the  plot  shall  be  leveled  sub¬ 
stantially  to  the  grade  of  surrounding  streets  and  that 
the  new  accessory  buildings  shall  be  substantially  of 
the  area,  design,  construction  and  materials  as  indi¬ 
cated  on  plans  filed  with  this  appeal  marked  ‘Received 
November  21,  1935’;  that  there  shall  be  no  automobile 
repairing  permitted  on  the  premises  or  parking  of  cars 
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other  than  those  being  serviced;  that  the  entire  area 
not  covered  by  accessory  buildings  shall  be  cement 
paved  and  that  there  shall  be  constructed  on  all  street 
fronts,  concrete  sidewalks  and  curbs;  that  the  curb 
cuts  to  the  premises  shall  not  exceed  the  widths  shown 
on  plan  filed  with  this  appeal;  that  the  openings  on 
the  building  line  shall  not  exceed  the  curb  cut  open¬ 
ings  opposite;  that  there  shall  be  constructed  on  the 
property  line  on  all  three  streets  between  such  open¬ 
ings,  concrete  curbing  not  less  than  12  inches  in  width 
and  not  less  than  5  inches  in  height  with  rounded  top 
and  reinforced  to  insure  permanency;  that  all  gasoline 
pumps  erected  shall  not  be  nearer  than  12  feet  from 
any  building  line ;  that  advertising  shall  be  limited  to 
permanent  flat  sirns  attached  to  the  accessory  building, 
to  the  illuminated  globes  of  the  gasoline  pumps  and  to 
three  post  standards  one  within  the  building  line  on 
each  street  intersection,  as  indicated,  such  post  stand¬ 
ards  to  carry  illuminated  signs  advertising  only  the 
brand  of  gasoline  on  sale  and  not  extending  beyond 
the  building  line  more  than  8  feet  and  excluding  all 
other  signs,  including  roof  signs  and  signs  of  a  tem¬ 
porary  nature ;  that  there  shall  be  no  portable  gasoline 
pumps  used  on  or  from  the  premises;  that  complete 
working  drawings  substantially  carrying  out  the  re¬ 
quirements  of  this  resolution  shall  be  submitted  to  the 
chairman  and  approved  by  the  board  before  same  are 
filed  with  the  commissioner  of  buildings;  that  such 
plans  shall  be  filed  and  that  all  work  shall  be  com¬ 
pleted  within  two  years  from  the  date  of  this  resolu¬ 
tion.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

301-36- A. 

APPLICANT — Margaret  Farrell,  lessee. 

SUBJECT— Appeal  from  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 619-621  East  163rd  street, 
north  side,  60  ft.  west  of  Cauldwell  avenue  and 
606-608  Teasdale  place,  (Block  2621,  Lot  Nos. 
29,  30,  31,  18  and  20),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Vincent  Ryan. 

ACTION  OF  BOARD— Laid  over  to  March  9,  1937  at 
2  P.M.  upon  request  of  applicant’s  representative. 


349-36-A. 

APPLICANT— Blandy,  Mooney  &  Shipman,  for  George 
Ehret  Columbus  Circle  Corporation,  owner. 
SUBJECT— Appeal  from  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 1796-1808  Broadway,  232-240 
Central  Park  South  and  235-241  West  58th  street 
(Block  No.  1030,  Lot  No.  58),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  John  Brough. 

For  Opposition :  Charles  F.  Nielson. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . •  • ; .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(349-36-A) 

Whereas,  Blandy,  Mooney  &  Shipman,  applicants  for 
George  Ehret  Columbus  Circle  Corporation,  owner,  filed 
on  November  13,  1936,  decisions  of  the  commissioner  of 
buildings,  affecting  premises  1796-1808  Broadway,  232-240 
Central  Park  South  and  235-241  West  58th  street  (Block 
No.  1030,  Lot  No.  58),  Borough  of  Manhattan;  and 


Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  Borough  of  Manhattan,  dated  May  29,  1936,  on 
alteration  application  No.  1517-1936  reads  as  follows: 

“1.  Contrary  to  building  zone  resolution  to  use 
building  or  premises  as  a  bus  terminal,  sections  3 
and  4.” 

and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  Borough  of  Manhattan,  dated  July  7,  1936,  on  drop 
curb  application  No.  10-1936,  reads  as  follows: 

“In  accordance  with  a  report  from  the  borough 
president  your  application  for  a  drop  curb  at  the 
above  premises  has  been  denied.” 

and 

Whereas,  the  decision  of  the  board  of  buildings  dated 
June  11,  1936,  on  alteration  application  No.  1517-36,  reads 
as  follows : 

APPELLANT — Messrs.  Scacchetti  &  Siegel,  1860 
Broadway,  New  York  City. 

SUBJECT — Appeal  from  order  and  decision  of  the 
commissioner  of  buildings,  department  of 
buildings,  Borough  of  Manhattan. 
PREMISES  AFFECTED— 1796-1808  Broadway  (232- 
240  Central  Park  South)  ;  235-241  West  58th 
street,  Borough  of  Manhattan,  Alt.  No. 
1517/36. 

APPEARANCES— Mr.  M.  Siegel. 

ACTION  OF  THE  BOARD — Appeal  granted. 

THE  VOTE  TO  GRANT: 

Affirmative :  Commissioners  Reville,  Kel¬ 
ler  and  Langworthy;  Mr.  Fromlet, 
representing  Commissioner  Fassler...  4 

Negative  .  0 

Absent :  Commissioner  Thatcher. 

THE  RESOLUTION— 

Whereas,  on  June  9,  1936,  Scacchetti  &  Siegel,  act¬ 
ing  for  the  owner,  filed  an  appeal  from  order  and 
decision  of  the  commissioner  of  buildings,  Borough 
of  Manhattan ;  said  order  reads  as  follows : 

“1.  Contrary  to  building  zone  resolution  to  use 
building  or  premises  as  a  bus  terminal,  sections 
3  and  4” ; 

and 

Whereas,  under  Alt.  App.  No.  1517/36  it  is  proposed 
to  create  a  bus  passenger  terminal  from  the  easterly 
stores  on  Central  Park  South,  extending  through  to 
West  58th  street,  all  as  shown  on  plans  filed  here¬ 
with  ;  and 

Whereas,  the  statement  made  by  the  appellant  in 
this  application  reads  as  follows : 

“Proposed  bus  passenger  terminal  is  not  pro¬ 
hibited  by  the  building  zone  resolution.  See  Cal. 
18-36-BZ  and  Cal.  19-36-BZ  of  the  Board  of 
Standards  and  Appeals,  in  which  it  was  held  that 
a  waiting  station  where  buses  enter  and  stand  for 
the  purpose  of  receiving  and  discharging  passen¬ 
gers  is  not  a  prohibited  use  in  a  business  dis¬ 
trict  within  the  meaning  of  the  building  zone 
resolution. 

This  proposed  use  is  intended  solely  as  a  wait¬ 
ing  station  for  buses  owned  by  the  operating 
company,  and  it  is  not  proposed  to  store  or  park 
buses,  or  charge  a  fee  for  storing  or  parking 
of  other  buses. 

That  portion  of  the  premises  within  the  resi¬ 
dence  use  district  is  now  used  and  occupied  for 
automobile  showrooms  and  driveways,  which 
uses  are  legally  existing  nonconforming  uses, 
since  prior  to  1916,  and  there  is  no  change  or 
extension  of  use  proposed  in  this  residential  por¬ 
tion,  and  therefore  complies  with  section  6,  build¬ 
ing  zone  resolution” ; 

and 

Whereas,  after  a  discussion  of  the  case  and  a  dis¬ 
cussion  of  Cal.  No.  18-36-BZ  and  Cal.  No.  19-36-BZ 
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of  the  Board  of  Standards  and  Appeals  it  was  the 
consensus  of  opinion  of  the  board  that  the  proposed 
use  is  a  lawful  and  conforming  use;  and 

Whereas,  it  was  also  the  consensus  of  opinion  of 
the  board  that  the  spirit  of  the  law  is  upheld,  public 
safety  secured  and  substantial  justice  done. 

Resolved,  that  the  order  and  decision  of  the  com¬ 
missioner  of  buildings,  Borough  of  Manhattan,  be 
and  it  hereby  is  modified  and  the  appeal  be  and  it 
hereby  is  granted.” 
and 

Whereas,  the  decision  of  the  board  of  buildings  dated 
July  23,  1936,  on  drop  curb  application  No.  10-1936,  Appeal 
No.  335/36,  reads  as  follows : 

APPELLANT- — Scacchetti  &  Siegel,  1860  Broadway, 
New  York  City. 

SUBJECT — Appeal  from  order  and  decision  of  the 
commissioner  of  buildings,  department  of 
buildings,  Borough  of  Manhattan. 
PREMISES  AFFECTED— 1796-1808  Broadway,  232- 
250  Central  Park  South ;  SEC.  235-241  West 
58th  street;  NEC.  drop  curb  application  No. 
10/36. 

APPEARANCES— Mr.  Siegel. 

ACTION  OF  THE  BOARD — Appeal  granted. 

THE  VOTE  TO  GRANT— 

Affirmative :  Commissioners  Thatcher, 

Keller,  Reville  and  Mr.  Nolan,  repre¬ 
senting  Commissioner  Langworthy...  4 

Negative:  Commissioner  Fassler .  1 

THE  RESOLUTION— 

Whereas,  on  July  21,  1936,  Scacchetti  &  Siegel,  act¬ 
ing  for  the  owner,  filed1  an  appeal  from  the  order 
and  decision  of  the  commissioner  of  buildings,  de¬ 
partment  of  buildings,  Borough  of  Manhattan;  said 
order  reads  as  follows : 

“In  accordance  with  a  report  from  the  Borough 
President,  your  application  for  a  drop  curb  at 
the  above  premises  has  been  denied” ; 
and 

Whereas,  statement  made  by  the  appellant  in  this 
application  reads  as  follows : 

“The  board  of  buildings  under  appeal  No. 
264/36  permitted  the  use  of  a  part  of  these  prem¬ 
ises  for  a  bus.  passenger  terminal;  the  objections 
1  and  2  raised  by  the  commissioner  of  buildings 
under  Alteration  No.  1517/36  have  been  com¬ 
plied  with,  so  that  the  only  pending  objection 
to  the  approval  of  this  alteration  is  objection 
No.  3  requiring  the  filing  of  complete  plans, 
which  we  intend  doing  after  the  disposition  of 
this  appeal. 

Since  the  authorized  use  of  the  affected  prem¬ 
ises  is  for  a  bus  passenger  terminal,  curb  cuts 
and  driveways  are  required  for  ingress  and  egress 
to  this  use,  otherwise  the  permitted  use  is  worth¬ 
less. 

The  commissioner  of  buildings’  objection  is 
predicated  on  a  report  from  the  Borough  Presi¬ 
dent. 

We  submit  that  the  commissioner  of  buildings 
is  charged  with  the  issuance  of  permits  for  curb 
cuts  and  driveways  by  section  407  of  the  Char¬ 
ter  which  power  has  been  upheld  by  the  Supreme 
Court  S.P.T.  pt.  1,  in  a  decision  by  Mr.  Justice 
Hofstadter,  N.Y.L.J.  October  2,  1935 : 

‘Since  the  enactment  of  chapter  764  of  the  laws 
of  1933,  exclusive  jurisdiction  over  curb  cut  per¬ 
mits  is  vested  in  the  commissioner  of  buildings. 
The  Borough  President  is  not  a  necessary  party 
and  it  would  serve  no  useful  purpose  to  continue 
the  proceeding  as  against  him  alone.  Motion  is 
accordingly  denied  without  prejudice.  Settle  or¬ 
der.  .  . 


Since  the  commissioner  of  buildings  has  the 
exclusive  jurisdiction  over  curb  cut  permits,  the 
board  of  buildings  has  the  power  by  virtue  of 
the  Charter  and  by  the  rules  of  procedure  of  the 
board  of  buildings,,  adopted  December  5,  1933, 
to  entertain  this  appeal  and  to  grant  a  modifica¬ 
tion  of  the  order  involving  the  curb  cuts  as  pro¬ 
vided  for  in  article  1,  section  5  of  the  rules”; 

and 

Whereas,  after  discussion  of  the  case  and  examina¬ 
tion  of  plans  and  application  on  file  in  the  depart¬ 
ment  of  buildings,  Borough  of  Manhattan,  and  re¬ 
view  of  the  action  taken  by  the  board  in  relation  to 
alteration  application  No.  1517/36,  it  was  the  con¬ 
sensus  of  the  opinion  of  the  board  that  inasmuch  as 
the  first  action  of  the  board  was  in  relation  to  the 
use  of  the  building  as  a  bus  terminal,  that  the  ap¬ 
plication  for  drop  curb  permit  was  appurtenant  to 
the  proposed  use  of  the  building  and  that  to  deny 
said  application  would  be  to  deny  the  use  granted 
by  the  board ;  and 

Whereas,  it  was  also  the  consensus  of  the  opinion 
of  the  board  that  a  practical  difficulty  exists,  and 
that  the  spirit  of  the  law  is  upheld,  public  safety  se¬ 
cured  and  substantial  justice  done. 

Resolved,  that  the  order  and  decision  of  the  com¬ 
missioner  of  buildings,  department  of  buildings,  Bor¬ 
ough  of  Manhattan,  be  and  hereby  is  modified  and 
the  appeal  be  and  it  hereby  is  granted  on  condition 
that  the  drop  curb  be  in  conformity  with  diagrams 
filed  with  drop  curb  application  No.  10/36  on  file  in 
the  department  of  buildings,  Borough  of  Manhattan.” 

and 

Whereas,  under  Cal.  No.  251-36-A  an  adjoining  owner 
appealed  to  the  Board  of  Standards  and  Appeals  from 
the  decision  of  the  board  of  buildings  (appeal  No.  335/36) 
dated  July  23,  1936,  on  drop  curb  application  No.  10/1936, 
and  from  a  decision  of  the  commissioner  of  buildings, 
dated  July  30,  1936;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  July  30,  1936,  reads  as  follows: 

“In  reply  to  your  letter  of  July  23,  1936,  I  am 
enclosing  herewith  copy  of  resolution  adopted  by  the 
board  of  buildings  at  its  regular  meeting  on  July  23, 
1936,  in  relation  to  premises  1796-1808  Broadway,  232- 
240  Central  Park  South,  235-241  West  58th  street. 

In  view  of  this  resolution,  it  becomes  mandatory 
for  me  to  approve  the  application  for  the  drop  curb 
permits. 

Trust  you  will  find  this  self-explanatory,  I  remain.” 

and 

Whereas,  the  Board  of  Standards  and  Appeals,  on 
October  20,  1936,  decided  the  adjoining  owner’s  appeal 
(Cal.  No.  251-36-A)  as  follows: 

“Whereas,  the  applicant  contends  that  the  board 
of  buildings  has  no  power  to  act  on  a  drop  curb  ap¬ 
plication  ;  that  the  commissioner  of  buildings  was  in 
error  in  approving  a  drop  curb  permit  after  having 
previously  denied  application  for  same;  that  the  ac¬ 
tion  of  the  board  of  buildings  in  over-ruling  the  com¬ 
missioner  of  buildings  was  not  mandatory  or  binding 
on  the  commissioner ;  and 

Whereas,  these  premises  were  the  subject  of  an 
inspection  by  the  committee  of  the  board,  report  of 
which  inspection  was  read  at  the  hearing  and  which 
report  follows : 

REPORT  OF  COMMITTEE 
Cal.  No.  251-36-A. 

Premises:  1796-1808  Broadway,  235-241  West  58th 

Street,  232-240  Central  Park  South  (Block  No. 

1030,  Lot  No.  58),  Borough  of  Manhattan. 

October  10,  1936. 

The  premises  involved  consist  of  a  two-story 
office  and  showroom  building  erected  prior  to  1916 
and  thereafter  placed  partly  in  a  business  and 
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partly  in  a  residence  district.  It  is  proposed  to 
make  structural  changes  and  change  the  use  of 
the  easterly  portion,  largely  in  the  residence  use 
district  to  a  bus  terminal.  This  proposed  change 
was  denied  by  the  commissioner  of  buildings  but 
later  granted  after  the  board  of  building  commis¬ 
sioners  had,  under  their  Cal.  No.  264-36,  reversed 
the  commissioner  of  buildings  who  accepted  their 
their  recommendation  made  without  notice  to 
adjoining  owners.  This  is  not  the  subject  of 
this  appeal  which  is  from  a  later  decision  of  the 
board  of  buildings  in  reversing  the  denial  by  the 
commissioner  of  buildings  of  permit  for  carriage¬ 
ways  and  curb  cuts.  The  commissioner  of  build¬ 
ings  issued  permit  No.  2727  on  July  31,  1936  for 
these  curb  cuts,  stating  on  July  23  that  the  action 
taken  by  the  board  of  buildings  required  him  to  is¬ 
sue  the  necessary  permit  for  the  drop  curb.  In 
another  letter,  the  commissioner  of  buildings  on 
October  6  refused  to  rescind  the  permit  upon  de¬ 
mand  of  an  objecting  property  owner,  stating  “my 
action  (in  initially  denying  the  curb  cut  permit) 
was  overruled  by  the  board  of  buildings  and  the 
permit  was  granted  inasmuch  as  .  .  .  the  board’s 
(board  of  buildings)  decision  was  mandatory  and 
I  have  no  power  to  override  it.” 

The  resolution  of  the  board  of  buildings  points 
to  article  1,  section  5  of  the  rules  of  procedure 
as  giving  them  power  to  vary  a  decision  of  the 
commissioner  of  buildings  as  to  curb  cuts.  It  is 
not  its  self-adopted  rules  of  procedure, _  but  the 
New  York  Charter  powers  that  determine  their 
power  to  vary.  Its  power  to  vary  comes  solely 
from  section  411  thereof  and  is  limited  to  ques¬ 
tions  of  practical  difficulty  relative  to  mode,  man¬ 
ner  of  construction  and  materials  to  be  used. 
No  such  question  was  involved  here.  The  Court 
has  also  declared  in  “Scharlin  vs.  Fassler”  that 
a  decision  of  the  commissioner  of  buildings  as  to 
a  curb  cut  is  appealable  directly  to  the  Board 
of  Standards  and  Appeals.  The  commissioner 
of  buildings  is  under  no  obligation  under  the  law 
to  accept  a  decision  of  the  board  of  buildings. 
The  law  does  not  state  that  he  is  bound  by  its 
decision,  but  so  states  as  to  a  decision  by  the 
Board  of  Standards  and  Appeals.  The  acceptance 
by  the  commissioner  of  the  decision  of  the  board 
of  buildings  adopted  over  his  own  negative  vote 
as  a  member  thereof,  is  an  illegal1  administrative 
act. 

It  is  agreed  by  both  the  owner  and  the  object¬ 
ing  property  owners  that  the  board  of  buildings 
was  without  power  to  reverse  the  decision  of 
the  commissioner  of  buildings.  That  is  also  the 
opinion  of  the  committee.  The  committee  also 
recommends  that  the  permit  issued  by  the  com¬ 
missioner  of  buildings  under  the  mistaken  belief 
that  he  was  required  to  carry  out  the  action  of 
the  board  of  buildings  be  set  aside  and  vacated 
inasmuch  as  it  is  clear  that  its  issuance  was  not 
his  voluntary  act  under  powers  given  him  by 
section  407  of  the  Charter  as  determined  by  the 
court. 

The  remedy  open  to  the  owner  is  an  appeal  to 
the  Board  of  Standards  and  Appeals  to  review 
the  decision  of  the  commissioner  of  buildings 
denying  the  curb  cuts. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman 


BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 


Whereas,  the  board  considered  only  the  action  of 
the  board  of  buildings  in  reversing  the  decision  of  the 
commissioner  of  buildings  denying  the  curb  cut  per¬ 
mits  and  the  action  of  the  commissioner  of  buildings 
in  issuing  curb  cut  permits  under  alleged  instructions 
of  the  board  of  buildings ;  and 

Whereas.,  the  commissioner  of  buildings,  who  has 
sole  jurisdiction  under  section  407  of  the  Greater 
New  York  Charter  to  issue  permits  for  curb  cuts,  sub¬ 
ject  to  review,  upon  appeal,  by  the  Board  of  Stand¬ 
ards  and  Appeals,  should  now  determine  whether  or 
not  to  reconsider  his  previous  action  in  denying  the 
permit  for  curb  cuts. 

Resolved ,  that  the  decision  of  the  commissioner 
of  buildings,  dated  July  30,  1936,  be  and  it  is  hereby 
reversed  and  the  appeal  to  set  aside  and  vacate  per¬ 
mit  for  curb  cuts  be  and  it  hereby  is  granted.” 

and 

Whereas,  under  date  of  October  23,  1936,  the  owner 
of  the  premises  herein  involved  addressed  the  following 
communication  to  the  commissioner  of  buildings,  Bor¬ 
ough  of  Manhattan : 

“Heretofore  and  on  or  about  June  3,  1936,  an  ap¬ 
plication  was  filed  on  behalf  of  this  company  with  the 
department  of  buildings  for  a  drop  curb  permit,  under 
application  No.  10-36,  in  conformity  with  diagram  on 
file  with  said  application,  respecting  premises  1796- 
1808  Broadway,  232-240  Central  Park  South,  south¬ 
east  corner,  and  235-241  West  58th  street,  northeast 
corner.  Thereafter,  such  proceedings  were  had  under 
date  of  July  31,  1936,  drop  curb  permit  No.  2727  was 
issued. 

On  appeal  taken  by  a  neighboring  property  owner, 
the  Board  of  Standards  and  Appeals  expressed  the 
opinion  that  the  board  of  buildings  had  no  jurisdic¬ 
tion  on  the  premises ;  that  inasmuch  as  the  issuance 
of  the  curb  cut  was  predicated  upon  the  direction  of 
the  board  of  buildings,  the  Board  of  Standards  and 
Appeals  granted  the  appeal  and  remitted  the  subject 
matter  to  you  for  action. 

The  propriety  of  the  issuance  of  the  curb  cut  was 
in  no  wise  involved  in  the  decision  of  the  Board  of 
Standards  and  Appeals,  which  confined  itself  solely 
to  the  question  of  the  jurisdiction  of  the  board  of 
buildings. 

We  respectfully  request  your  renewed  consideration 
of  the  application  for  the  drop  curb  cut  permit  and 
that  you  again  issue  a  permit  upon  said  application 
as  heretofore  granted  under  No.  2727,  dated  July  31, 
1936.” 

and 

Whereas,  on  October  27,  1936,  the  commissioner  of 
buildings  replied  thereto  as  follows : 

“This  is  in  reply  to  your  letter  of  October  23  rela¬ 
tive  to  the  above  mentioned  premises  and  drop  curb 
application. 

At  the  present  writing  I  have  not  received  orders 
from  the  Board  of  Standards  and  Appeals  as  to  the 
disposition  of  this  case.  Until  such  time,  there  is 
nothing  that  I  can  do  in  the  matter. 

Until  the  Board  of  Standards  and  Appeals  notifies 
this  department  of  a  change,  the  permit  will  stand 
as  originally  issued.” 

and 

Whereas,  on  November  2,  1936,  the  said  owner  again 
addressed  the  commissioner  of  buildings,  Borough  of 
Manhattan,  as  follows : 

“We  acknowledge  receipt  of  your  letter  of  the  27th 
ultimo. 

The  Bulletin  of  the  Board  of  Standards  and  Ap¬ 
peals,  Vol.  XXI.  No.  43,  pages  1213-1214  issued  under 
date  of  October  27,  contains  the  minutes  of  the  meet¬ 
ing  of  the  Board  of  Standards  and  Appeals  held  on 
October  20,  1936,  in  connection  with  the  above  drop 
curb  application. 
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We  call  your  particular  attention  to  the  last  para¬ 
graph  of  the  preamble  and  the  resolution  of  the 
Board  of  Standards  and  Appeals,  reading  as  follows : 

“Whereas,  the  commissioner  of  buildings,  who 
has  sole  jurisdiction  under  section  407  of  the 
Greater  New  York  Charter  to  issue  permits  for 
curb  cuts,  subject  to  review  upon  appeal,  by  the 
Board  of  Standards  and  Appeals  should  now  de¬ 
termine  whether  or  not  to  reconsider  his  previ¬ 
ous  action  in  denying  the  permit  for  the  curb 
cuts. 

Resolved,  that  the  decision  of  the  commissioner 
of  buildings,  dated  July  30,  1936  be  and  it  is  here¬ 
by  reversed  and  the  appeal  be  set  aside  and  vacate 
permit  for  curb  cuts  be  and  it  hereby  is  granted 
In  view  of  this  opinion  of  the  Board  of  Standards 
and  Appeals,  we  ask  that  you  now  reconsider  your 
original  action  denying  drop  curb  application  No.  10- 
36.  and  ask  that  drop  curb  permit  he  issued  for  the 
above  premises  undter  said  application,  as  appurtenant 
to  the  use  of  the  premises  affected  as  a  bus  passen¬ 
ger  terminal  and  waiting  room.” 


Whereas,  applicant’s  exhibit  9,  filed  as  part  of  the  ap¬ 
peal  now  before  this  board  for  adjudication  reads  as  folk¬ 
laws  : 


EXHIBIT  9 
State  of  New  York  ) 

County  of  New  York  j  ss'  * 

Thomas  F.  Morris,  being  duly  sworn,  deposes  and 
says  that  he  is  an  attorney-at-law  and  a  member  of 
the  firm  of  Blandy,  Mooney  &  Shipman,  with  offices 
at  38  Pine  street,  Borough  of  Manhattan,  City  of 
New  York;  that  said  firm  of  attorneys  are  the  at¬ 
torneys  for  George  Ehret  Columbus  Circle  Corpora¬ 
tion.  the  owner  of  premises  1796-1808  Broadway,  232- 
240  Central  Park  South  and  235-241  West  58th  street, 
Borough  of  Manhattan,  City  of  New  York. 

That  on  the  10th  day  of  November,  1936,  deponent 
talked  with  Honorable  Samuel  Fassler,  commissioner 
of  buildings  for  the  Borough  of  Manhattan,  City  of 
New  York,  and  requested  the  said  commissioner  to 
reply  to  the  letter  of  George  Ehret  Columbus  Circle 
Corporation  addressed  to  said  commissioner  dated 
November  2,  1936,  a  copy  of  which  is  submitted  here¬ 
with  marked  Exhibit  6  that  Commissioner  Fassler 
stated  that  no  reply  would  be  made  to  said  letter ; 
that  the  file  was  closed ;  that  in  the  opinion  of  the 
commissioner  no  further  action  was  required  on  the 
part  of  the  commissioner  and  no  further  action  would 
be  taken  by  him. 

Thomas  F.  Morris. 


Sworn  to  before  me  this 
13th  day  of  November,  1936. 

Georgina  Terry. 

and 

Whereas,  applicant’s  exhibit  No.  10,  filed  herein  reads 
as  follows : 


EXHIBIT  10 
State  of  New  York,  ) 

County  of  New  York  (ss'‘ 

I,  Max  Siegel,  being  duly  sworn,  depose  and  say: 

I  am  a  member  of  the  firm  of  Scacchetti  &  Siegel, 
duly  licensed  architects  and  engineers,  with  offices  at 
No.  1860  Broadway,  in  the  Borough  of  Manhattan, 
City  of  New  York,  the  architects  for  George  Ehret 
Columbus  Circle  Corporation  in  connection  with  the 
alteration  of  the  premises  involved  under  application 
No.  1517-36. 

On  November  9,  1936,  I  called  at  the  office  of  Hon¬ 
orable  Samuel  Fassler,  Commissioner  of  Buildings  of 
the  City  of  New  York  for  the  Borough  of  Manhat¬ 
tan,  with  respect  to  a  letter  dated  November  2,  1936, 
sent  to  him  by  George  Ehret  Columbus  Circle  Cor¬ 


poration,  a  copy  of  which  letter  is  hereto  attached 
marked  Exhibit  8. 

I  was  informed  by  Commissioner  Fassler  that  so  far 
as  he  was  concerned  the  curb-cut  permit  originally  is¬ 
sued  by  him  was  still  in  full  force  and  effect ;  that  he 
had  not  vacated  the  same,  and  that  he  will  take  no 
further  action  wfith  respect  thereto. 

Sworn  to  before  me  this 
12th  day  of  November  1936. 

Francis  C.  Leffler,  Max  Siegel. 

Notary  Public,  Queens  county, 

Certificate  filed  New  York 

County  Clerk  office  No.  556 
Term  expires  March  30,  1938. 

and 

Whereas,  the  premises  in  nuestion  is  located  partly  in 
a  business  and  partly  in  a  residence  use  district;  and 

Whereas,  the  applicant  contends  that  under  Cal.  No. 
251-36-A,  the  Board  of  Standards  and  Appeals  cast  doubt 
upon  the  le^al  authority  of  the  Board  of  Buildings  to  act 
in  the  premises.  The  Supreme  Court  of  the  State  of  New 
York,  in  Powell  Garage  v.  Murdock,  expressed  the  opin¬ 
ion  that  the  Board  of  Buildings  was  not  empowered  to 
pass  upon  decisions  of  the  Commissioner  of  Buildings.  In 
the  light  of  these  decisions,  the  petitioner  has  serious 
doubts  as  to  the  validity  and  effect  of  the  acceptance  by 
the  Department  of  Buildings,  Alt.  application  No.  1517- 
1936.  obiection  No.  1,  and  therefore  asks  that  the  Board 
of  Standards  and  Appeals  review  the  decision  of  the  Com¬ 
missioner  of  Buildings  dated  May  29,  1936,  item  No.  1, 
and  that  “As  fully  appears  in  the  affidavits  of  Thomas  F. 
Morris  and  Max  Siegel,  submitted  herewith  and  marked 
Exhibits  9  and  10  respectively,  the  Commissioner  of  Build¬ 
ings  of  the  Borough  of  Manhattan  refused  to  reconsider 
his  previous  action  in  denying  the  permit  for  curb  cut; 
that  the  Commissioner  has  stated  that  no  further  action 
will  be  taken  in  the  premises  by  him,  that  the  curb-cut 
permit  issued  by  him  has  not  been  revoked  by  him,  and 
that,  in  his  opinion,  the  curb-cut  permit  dated  July  31, 
1936  is  still  in  full  force  and  effect.”  and 

Whereas,  the  applicant  asks  that  this  Board  hear  this 
appeal  from  the  original  decisions  of  the  Commissioner  of 
Buildings  dated  May  29,  1936  and  July  7,  1936  and  review 
both  decisions  on  the  merits ;  and 

Whereas,  applicants  in  substantiation  of  this  appeal  con¬ 
tends  that  “the  building  located  on  the  owner’s  premises 
was  erected  prior  to  luly  25,  1916,  at  which  time  the 
Zoning  Resolutions  of  the  City  of  New  York  were  enacted. 
The  premises,  therefore,  are  subject  to  the  provisions  of 
Section  6  of  the  building  zone  resolution,  which  permits 
existing  uses  to  be  continued  to  be  maintained  therein,  and 
permits  structural  alteration  of  not  more  than  50  per  cent 
of  the  value  of  the  building;  that  the  proposed  structural 
alteration  will  not  exceed  in  value  50  per  cent  of  the 
value  of  the  building  as  shown  by  the  affidavits  of  John 
C.  Gabler,  builder  and  appraiser,  dated  November  27,  1936, 
and  filed  with  the  board  November  28,  1936;  that  the 
Board  of  Standards  and  Appeals  has  classified  a  bus  pas¬ 
senger  station  and  waiting  room  as  a  permitted  use  in  a 
business  district  (Calendar  No.  19-36-BZ,  and  Calendar 
No.  18-36-BZL  As  to  that  portion  of  the  premises  lying 
within  the  business  district  no  question  can  therefore  arise. 
The  remainder  of  the  premises  preserve  their  character  as 
a  business  building  because  the  premises  were  used  for 
business  purposes  prior  to  July  25th,  1916.  It  follows, 
therefore,  that  the  entire  premises  fall  within  the  classi¬ 
fication  of  a  business  building,  and  the  proposed  use  is  a 
lawful  conforming  use  in  such  district.  The  objection  No. 
1  of  Exhibit  1  is  therefore  invalid ;  that  the  owner  is  en¬ 
titled  to  a  permit  to  lower  the  curb  in  order  to  permit 
access  to  the  premises  for  the  purpose  in  question. 

Matter  of  Monument  Garage  Corp.  v.  Levy,  266 
N.  Y.  339. 

Matter  of  Smith  v.  Lev,  264  N.  Y.  575. 
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The  Borough  President  is  without  authority  to  object 
to  the  issuance  of  a  permit  for  curb-cut,  since  under  the 
McCall  Act  (amendment  to  the  Greater  New  York  Char¬ 
ter,  Chapter  764,  Laws  of  1933)  authority  in  respect  to 
curb-cuts  was  transferred  to  the  Commissioner  of  Build¬ 
ings. 

The  Charter  of  the  City  of  New  York,  Sec.  407. 

Empire  State  Lines  v.  Levy,  N.  Y.  Law  Journal, 
Oct.  1,  1935, 

Weil  v.  Levy,  N.  Y.  Law  Journel,  Feb.  4,  1936. 
that  the  action  of  the  Commissioner  of  Buildings  in  as¬ 
serting  objection  No.  1  under  application  No.  1517-36,  and 
in  denying  the  request  for  a  curb-cut  permit,  was  arbi¬ 
trary  and  illegal,  and  therefore  prays  that  this  Board  re¬ 
view  both  decisions,  reverse  the  determination  of  the  Com- 
misioner  of  Buildings  in  refusing  to  permit  the  alteration 
of  the  building  on  said  premises  for  the  purpose  of  main¬ 
taining  a  bus  passenger  station  and  waiting  room,  and 
further  reverse  the  action  of  the  Commissioner  of  Build¬ 
ings  in  denying  the  application  for  curb-cuts  in  order  to 
afford  access  to  the  said  premises;  and 
Whereas,  these  premises  were  the  subject  of  a  report 
by  a  committe  of  the  board,  which  report  was  read  at  the 
hearing  and  which  report  follows : 

REPORT  OF  COMMITTEE 

January  20,  1937. 

Cal.  No.  349-36-A 

1796-1808  Broadway,  232-240  Central  Park  South, 
235-241  West  58th  street,  Manhattan. 

It  is  proposed  to  alter  the  easterly  portion  of  a 
two-story  building  erected  prior  to  July  25,  1916,  for 
occupancy  as  a  waiting  station  for  buses.  Of  the 
space  proposed  to  be  altered  for  this  use,  the  portion 
along  Central  Park  South  is  within  the  residence  zone 
while  the  portion  along  West  58th  street  is  within  the 
business  zone.  A  throughway  for  buses  is  to  be 
constructed,  necessitating  curb  cuts  for  carriageways 
across  the  northerly  sidewalk  of  West  58th  street  and 
the  southerly  sidewalk  of  Central  Park  South.  The 
cost  of  the  alteration  to  the  building  for  this  bus  pas¬ 
senger  station  and  waiting  room  is  estimated  as 
$15,000. 

Under  Cal.  No.  251  of  1936- A,  this  Board  vacated 
a  permit  issued  by  the  commissioner  of  buildings  for 
curb  cuts  after  the  board  of  buildings  had  reversed 
his  former  denial,  declaring  that  the  board  of  build¬ 
ings  was  without  power  to  reverse  the  decision  of  the 
commissioner  of  buildings.  The  board  has  been  up¬ 
held  in  this  opinion  by  the  courts  in  Powell  Garage 
vs.  Murdock  and  Falcone  vs.  Murdock. 

This  appeal  is  to  review  the  original  decisions  of 
the  commissioner  of  buildings  of  May  29,  1936,  acting 
on  application  1517  of  1936  that  it  is  “contrary  to  the 
building  zone  resolution  to  use  building  or  premises  as 
a  bus  terminal,  sections  3  and  4,”  and  of  July  7,  1936, 
acting  on  drop  curb  application  No.  10-1936,  “In 
accordance  with  a  report  from  the  Borough  President 
your  application  for  a  drop  curb  at  the  above  premises 
has  been  denied.” 

To  make  it  possible  for  this  owner  to  take  an  appeal 
from  these  decisions,  inasmuch  as  actions  taken  by 
the  board  of  buildings  and  the  commissioner  of  build¬ 
ings  pursuant  thereto  are  null  and  void,  the  board 
has  waived  its  rules  of  procedure  and  accepted  the 
appeal,  as  more  than  thirty  days  had  elapsed  from  the 
date  of  the  decisions  appealed  from. 

This  board  has  previously  declared  that  a  bus  pas¬ 
senger  station  or  waiting  room  as  proposed  here  is  a 
permitted  use  in  a  business  district,  distinguishing  it 
from  a  bus  terminal  where  buses  are  stored  or 
garaged. 

The  board  is  called  upon  to  determine  whether  the 
existing  nonconforming  use,  established  prior  to  July 
25,  1916,  of  showrooms  and  offices  may,  as  a  matter 
of  right,  be  changed  under  section  6  to  a  bus  passen¬ 


ger  station.  The  board  is  required  to  construe  the 
law  strictly  and  not  extend  it  by  implication. 

It  is  clearly  contrary  to  the  provisions  of  section 
6  to  reconstruct  and  structurally  alter  the  portion  of 
the  building  within  the  residence  use  district  and 
change  its  use  from  the  designated  use  as  showroom 
and  office  use  to  a  bus  waiting  room.  Such  a  change 
with  the  structural  alteration  involved  is  not  included 
in  any  of  the  permissive  paragraphs  of  section  6-b. 
In  the  business  use  district  the  building  could  be 
structurally  altered  and  the  showroom  and  office 
changed  to  a  bus  waiting  room  use,  in  view  of  the 
ruling  of  the  board  that  such  a  use  is  permitted  in  a 
business  use  district. 

In  Matter  of  Kaltenbach,  248  App.  Div.,  777,  there 
was  no  structural  alteration  involved.  The  area  was 
in  a  business  district,  where  a  use  of  a  portion  of  the 
premises  prohibited  under  section  4-a  was  changed  to 
another  such  use  prohibited  under  section  4-a.  There 
is  no  similarity  between  the  state  of  facts  there  and 
those  in  this  appeal.  This  is  not  an  appeal  for  a  vari¬ 
ation  of  the  zoning  resolution. 

The  committee  finds  that  the  commissioner  of  build¬ 
ings  was  correct  in  disapproving  the  application  for 
a  change  of  use  under  section  6  and  structural  altera¬ 
tion  of  the  premises,  insofar  as  the  residence  portion 
of  the  property  is  involved.  That  part  is  the  major 
portion  of  the  area  sought  to  be  changed  and  without 
it  the  portion  in  the  business  area  would  not  provide 
the  desired  throughway.  He  was  also  correct  in  de¬ 
nying  a  permit  for  curb  cuts  in  view  of  the  proposed 
use  in  the  residence  portion  being  contrary  to  zoning. 
In  Monument  Garage  vs.  Levy,  the  Court  of  Appeals 
ruled  that  the  commissioner  must  refuse  a  curb  cut 
permit  when  the  proposed  use  of  the  premises  is 
illegal. 

The  Committee  recommends  that,  for  the  reasons 
stated,  the  appeal  be  denied. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 

and 

Whereas,  the  committee  recommends  that  the  appeal  be 
denied. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


4-37-A. 

APPLICANT — General  Bronze  Corporation,  owner. 
SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED— 96-18  to  96-44  43rd  avenue, 
southwest  corner  of  97th  place  (Block  No.  850, 
Lot  No.  17),  Corona,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  R.  Wormser  and  Richard  Bertelli. 
For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(4-37-A) 

Whereas,  General  Bronze  Corporation,  applicant  and 
owner,  filed  January  7,  1937,  an  appeal  from  an  order  and 
decision  of  the  fire  commissioner,  affecting  premises  96-18 
to  96-44  43rd  avenue,  southwest  corner  of  97th  place 
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(Block  No.  850,  Lot  No.  17)  (Foundry  Building),  Corona, 
Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  May 
15,  1936,  No.  68248-LC,  reads  as  follows: 

“1.  Discontinue  the  practice  of  using  alcohol  in 
coloring  department  on  1st  floor  due  to  the  fact  that 
open  flames  (gas  torch)  creates  a  fire  hazard,  Section 
9,  Chapter  10,  Code  of  Ordinances.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
December  29,  1936,  reads  as  follows  : 

“In  answer  to  your  request  please  be  advised  that 
this  department  does  not  rescind  an  order  and  reissue 
it  so  that  it  may  be  taken  to  the  Board  of  Stand¬ 
ards  and  Appeals  when  you  have  exceeded  the  time 
limit  in  which  to  file  your  appeal. 

However,  we  have  been  advised  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  for  an  appeal.  For  that  pur¬ 
pose,  this  communication  is  forwarded  and  will  certify 
that  order  No.  68248-LC  was  issued  against  General 
Bronze  Works  and  reads  as  follows : 

‘1.  Discontinue  the  practice  of  using  alcohol  in 
coloring  department  on  1st  floor  due  to  the  fact 
that  open  flames  (gas  torch)  creates  a  fire  hazard. 
Section  9,  Chapter  10,  Code  of  Ordinances.’  ” 

and 

Whereas,  the  applicant  was  prosecuted  in  City  Magis¬ 
trate’s  Court  on  a  charge  of  violating  chapter  10,  section 
200  of  the  Code  of  Ordinances  and  sentence  was  sus¬ 
pended  on  December  31,  1936;  and 

Whereas,  the  premises  in  question  consist  of  a  one-story 
non-fireproof  building,  175  ft.  by  62  ft.  in  area,  located  in 
an  unrestricted  district,  erected  in  1900,  occupied  as  a 
foundry  and  coloring  room — 20  persons ;  and 

Whereas,  the  applicant  contends  that  all  combustibles 
are  stored  in  an  approved  fireproof  oil  house  located  in 
the  yard  of  the  plant  and  kept  under  lock  and  key  at  all 
times ;  that  the  maximum  amount  of  alcohol  carried  in 
stock  is  five  gallons ;  that  the  maximum  amount  of  alcohol 
ever  brought  into  the  coloring  room  is  one  quart  and  is 
kept  in  an  automatic  self-closing  can.  The  process  of 
using  alcohol  in  final  coloring  of  bronze  is  essential  to  the 
production  of  certain  coloring  effects  and  has  been  used 
by  the  Roman  Bronze  Works,  Inc.,  a  subsidiary  of  the 
applicant,  for  more  than  40  years  without  an  explosion ; 
that  it  would  not  be  possible  for  so  small  a  quantity  of 
alcohol  to  so  volatilize  as  to  sufficiently  saturate  the  more 
than  5,000  cubic  feet  of  air  in  the  room  so  that  it  would 
ignite  from  the  small  gas  torch  which  is  5  ft.  away  from 
the  alcohol  at  all  times.  The  alcohol  is  not  applied  to  the 
bronze  under  a  flame. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
68248-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  on  condition  that  not  more 
than  one  (1)  quart  of  alcohol  shall  be  kept  in  the  room 
or  space  where  open  flame  is  maintained  and  that  such 
alcohol  shall  be  kept  in  an  approved  safety  can;  that  any 
larger  supply  of  alcohol  shall  be  kept  elsewhere  on  the 
premises  in  approved  container  or  drum  and  separated 
from  the  place  in  which  any  open  flame  is  maintained  by 
fireproof  or  fire-resisting  partitions,  under  such  rules  and 
regulations  as  the  fire  commissioner  may  direct. 


34-37-A. 

APPLICANT — E.  K.  Hiles,  for  Gulf  Oil  Corporation, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 1031-1039  Zerega  avenue  and 
2357-2375  Chatterton  avenue,  northwest  corner 
(Block  No.  3825,  Lot  No.  42),  Borough  of  The 
Bronx. 


APPEARANCES— 

For  Applicant:  E.  K.  Hiles. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(34-37-A) 

Whereas,  E.  K.  Hiles,  for  Gulf  Oil  Corporation,  owner, 
filed  January  27,  1937,  an  appeal  from  a  decision  of  the 
fire  commissioner,  affecting  premises  1031-1039  Zerega 
avenue  and  2357-2375  Chatterton  avenue,  northwest  corner 
(Block  No.  3825,  Lot  No.  42),  Borough  of  The  Bronx; 
and 

Whereas,  the  decision  of  the  fire  commissioner,  in  act¬ 
ing  on  Application  No.  300,  dated  January  25,  1937,  reads 
as  follows : 

“In  reply  to  your  request  for  the  approval  of  this 
department  for  overground  storage  tanks  at  the  above 
mentioned  location : 

Please  be  advised  that  an  inspection  was  made  at 
this  site  by  a  Deputy  Chief  of  Department  who  rec¬ 
ommended  that  the  location  of  the  above  ground  stor¬ 
age  tanks  be  disapproved,  with  a  further  recommen¬ 
dation  that  same  should  be  buried. 

In  view  of  the  above,  no  approval  will  be  given  by 
this  Department  for  overground  storage  tanks  at  this 
location.” 

and 

Whereas,  the  premises  in  question,  located  in  the  un¬ 
restricted  district,  consists  of  a  plot  190.27  ft.  by  103.066 
ft.  in  area,  on  which  it  is  proposed  to  install  two  88,300 
gallon  steel  tanks  24  ft.  in  diameter  by  26  ft.  1  in.  in 
height,  distant  69  ft.  from  the  line  of  the  nearest  adjoin¬ 
ing  property,  one  for  the  storage  of  kerosene  and  the 
other  for  the  storage  of  No.  2  fuel  oil.  The  tanks  will 
be  set  in  a  depressed  area  about  7  ft.  below  grade  and 
surrounded  by  earthen  banks  faced  with  12  inches  of  clay 
loam.  The  depressed  area  will  have  a  capacity  of  one 
and  one-half  times  the  capacity  of  the  tanks.  The  tank 
foundation  will  be  of  reinforced  concrete  and  the  tanks 
will  be  protected  with  a  No.  6  national  foam  generator 
with  a  100  gallon  per  minute  nump  having  approved  foam 
boxes  on  each  tank.  The  entire  plot  will  be  enclosed 
with  a  6  ft.  cyclone  fence ;  and 

Whereas,  the  applicant  contends  that  this  matter  was 
the  subject  of  an  appeal  to  the  Board  of  Buildings  (A- 
327-36)  and  on  July  23,  1936  the  Board  of  Building  modi¬ 
fied  a  decision  of  the  Commissioner  of  Buildings,  which 
read  as  follows : 

“1.  All  oil  storage  tanks  comprising  or  forming  a 
part  of  an  oil  storage  plant  shall  be  buried  so  that 
the  tops  thereof  shall  be  at  least  two  feet  below  the 
grade  level.  Sec.  Ill,  sub.-div.  5,  Chap.  10  Code  of 
Ordinances.” 

and 

Whereas,  the  applicant  further  contends  that  the  Build¬ 
ing  Department  thereafter  issued  a  permit  to  build  and 
application  was  subsequently  made  to  the  Fire  Department 
for  permit,  which  application  was  denied  by  decision  dated 
January  25,  1937,  the  decision  herein  appealed  from;  that 
construction  contracts  have  been  let  in  good  faith  based 
upon  permits  issued  by  the  Building  Department  and  work 
has  started:  that  tank  foundations  are  completed,  tanks 
partly  erected  and  earthen  banks  parth'  constructed ;  the 
foam  pump  house  has  been  built  and  much  of  the  piping 
material  is  already  on  the  ground ;  that  if  tanks  were 
buried  underground  at  this  location  they  would  be  in 
water  due  to  local  conditions;  that  permission  is  there- 
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fore  requested  to  erect  the  two  proposed  tanks  above 
ground. 

Resolved,  that  the  decision  of  the  fire  commissioner, 
acting  on  Application  No.  300,  dated  January  25,  1937,  be 
and  it  herebv  is  modified,  and  that  the  appeal  be  and  it 
hereby  is  granted,  permitting  the  construction  as  proposed 
of  two  88,300  gallon  steel  tanks  within  one  dike  enclosure 
as  indicated  on  plans  filed  with  this  appeal  marked  “re¬ 
ceived  January  27,  1937,”  on  condition  that  the  tanks  shall 
be  pitted  below  the  level  of  the  street  as  indicated ;  that 
the  dikes  shall  be  constructed  completely  surrounding  the 
tanks  and  of  a  capacity  equal  to  1J4  times  the  tank  capa¬ 
city;  that  all  dikes  and  tanks  shall  be  constructed,  in  ac¬ 
cordance  with  the  requirements  of  the  Code  of  Ordinances 
and  the  rules  of  the  Board  of  Standards  and  Appeals; 
that  the  Foamite  system  shall  be  installed,  subject  to  ap¬ 
proval  of  the  fire  commissioner  and  located  where  indi¬ 
cated  on  the  plan  filed  with  this  appeal ;  that  the  balance  of 
the  premises  for  a  distance  of  approximately  21  ft.  north 
of  the  top  of  the  dike  and  74  ft.  west  of  the  top  of  the 
dike  shall  remain  open  and  unbuilt  upon,  except  for  the 
Foamite  building;  that  the  property  shall  be  fenced  on  the 
interior  and  street  lines,  with  no  openings  except  a  3  ft. 
gate  which  shall  be  kept  locked  at  all  times,  said,  fence  to 
be  of  the  cvclone  fence  type,  not  less  than  6  ft.  in  height 
with  three  rows  of  barbed  wire  on  top ;  that  a  night 
watchman,  serviced  with  clock  station  shall  be  maintained 
at  all  times;  that  these  tanks  shall  be  used  solely  for  the 
storage  of  fuel  oil  or  kerosene;  that  these  tanks  shall 
not  he  put  in  operation  until  a  franchise  has  been  granted 
permitting  the  sub  surface  crossing  of  Zerega  avenue  for 
the  pump  lines;  that  in  all  other  respects  all  rules  and 
regulations  applicable  to  this  use  shall  be  complied  with. 


3S-37-A. 

APPLICANT — Samuel  Rosenblum,  for  John  Hans,  lessee 
of  part  of  6th  floor. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED— 6-8  East  39th  street,  south 
side,  150  ft.  east  of  5th  avenue  and  5  East  38th 
street,  south  part  of  sixth  floor  (Block  No.  868, 
Lot  No.  8),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  L.  B.  Santangelo. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 


THE  RESOLUTION— 

(38-37-A) 

Whereas,  Samuel  Rosenblum  filed  on  January  28,  1937, 
in  behalf  of  John  Hans,  lessee,  an  appeal  from  an  order 
and  decision  of  the  fire  commissioner,  affecting  premises 
6-8  East  39th  street,  south  side  of  East  39th  street,  150  ft. 
east  of  5th  avenue,  and  5  East  38th  street,  south  part  of 
sixth  floor  (Block  No.  868,  Lot  No.  8),  Borough  of  Man¬ 
hattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
January  25,  1937,  reads  as  follows  (No.  1940-LC)  : 

“With  reference  to  your  application,  dated  June  10, 
1936,  for  a  permit  to  conduct  a  titling  studio  at  above 
location,  I  regret  to  inform  you  that  I  am  without 
power  to  grant  such  a  permit  for  the  reason  that  the 
building  is  not  equipped  with  an  approved  system  of 
automatic  sprinklers  as  per  Section  242,  Subdivision 
E,  Chapter  10,  Code  of  Ordinances.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
January  25,  1937,  reads  as  follows; 


“Replying  to  your  favor  of  January  11,  1937,  this  I 
department  no  longer  will  rescind  an  order  to  reissue 
it  so  that  it  may  be  taken  before  the  Board  of  Stand¬ 
ards  and  Appeals.  However,  we  have  been  informed 
that  the  board  will  accept  a  letter  from  this  depart¬ 
ment  when  the  applicant  has  exceeded  the  time  limit 
in  which  to  file  the  appeal  and  for  that  purpose  this 
letter  is  forwarded  and  will  certify  that  order  num¬ 
bered  1940LC  was  issued  against  John  Hans  of  6  East 
39th  street  on  June  26,  1936  and  read  as  follows: 

‘With  reference  to  your  application,  dated  June 
10,  1936  (No.  1940-LC)  for  a  permit  to  conduct 
a  tiling  studio  at  above  location,  I  regret  to  in¬ 
form  you  that  I  am  without  power  to  grant  such 
a  permit  for  the  reason  that  the  building  is  not 
equipped  with  an  approved  system  of  automatic 
sprinklers  as  per  section  242,  subdivision  e,  chap¬ 
ter  10,  Code  of  Ordinances.’  ” 

and 

Whereas,  the  lessee  was  convicted  and  fined  in  munici¬ 
pal  term,  magistrates  court,  on  a  charge  of  violating  chap-  i 
ter  10,  section  241  of  the  Code  of  Ordinances  on  December 
4,  1936;  and 

Whereas,  the  building  is  fireproof,  12  stories,  149  ft. 
\iy2  in.  in  height,  37  ft.  by  197  ft.  6  in.  (7406  sq.  ft.)  in 
area,  completed  September  16,  1913  and  occupied  as  fol¬ 
lows  ;  Cellar — boiler  room,  restaurant  and  storage,  75  per¬ 
sons ;  1st  floor — store  and  restaurant,  250  persons;  2nd 
floor — office  and  manufacturing,  16  persons ;  4th  floor — 
W.P.A.  project,  20  persons;  5th  floor — W.P.A.  offices,  60 
persons ;  6th  floor — photographer,  7  persons ;  7th  and  8th 
floors — W.P.A.  offices,  60  persons  each ;  9th  floor — office 
and  storage — 10  persons;  10th  floor — office  and  storage,  20 
persons;  11th  floor — office  and  manufacturing,  17  persons; 
12th  floor — W.P.A.  project,  30  persons;  penthouse—  - 
W.P.A.  project,  7  persons;  and  EQUIPPED  with  a 
sprinkler  system,  two  3  ft.  8  in.  fire  towers,  enclosed  in 
12  in.  brick  and  6  in.  hollow  tile,  equipped  with  kalamein 
doors  at  openings  and  one  exterior  steel  stairs ;  and 

Whereas,  the  applicant  contends  that  “about  one-half 
of  the  sixth  floor  fronting  at  the  38th  street  end  is  used 
by  a  commercial  photographer ;  the  main  business  of 
this  tenant  is  commercial  photography,  but  in  the  business 
it  is  necessary  from  time  to  time  to  photograph  titles  on 
some  of  these  pictures,  so  as  to  make  a  small  motion  pic¬ 
ture  film  for  purposes  of  advertising;  by  making  a  small 
motion  picture  illustrating  this  photography  in  connection 
with  the  sale  of  various  objects,  the  salesmen  are  in¬ 
formed  in  a  group  as  to  just  h'ow  to  sell  their  product;  ’ 
it  is  not  actually  a  full  motion  picture  titling  studio;  as  , 
a  matter  of  fact  the  maximum  quantity  of  film  that  would  , 
be  stored  at  any  time  does  not  exceed  100  ft.  and  as  soon  ■ 
as  purchased  this  100  ft.  is  placed  in  the  camera  and  then 
the  titles  are  photographed  on,  using  approximately  10  ft. 
of  film  for  a  group  of  commercial1  pictures,  which  are 
immediately  shipped  away  from  the  premises,  so  that 
even  this  100  ft.  lasts  over  a  period  of  six  weeks;  that 
there  is  no  real  hazard  of  any  kind  and  is  not  a  motion 
picture  studio  as  generally  understood,  the  main  business 
being  just  this  commercial  photography;  that  the  build-  ] 
ing  is  equippedi  with  an  automatic  sprinkler  system 
throughout  and  the  violation  is  due  to  the  fact  that  the 
sprinkler  system  is  not  considered  in  full  compliance  sim¬ 
ply  because  there  is  not  a  gravity  tank  as  part  of  the 
source  of  supply  but  so  far  as  practical  purposes  go,  this  _ 
system  is  the  equivalent  of  a  full  compliance  and  is  sub¬ 
stantial  compliance  with  the  intent  of  the  requirements 
because  it  is  equipped  with  two  pressure  tanks  of  a 
capacity  of  9,000  gallons  each,  containing  7,500  gallons  of 
water  each,  so  that,  while  it  may  not  have  a  gravity  and 
a  pressure  tank,  it  still  has  two  pressure  tanks  and  for 
practical  purposes  is  substantial  compliance  with  the  re¬ 
quirements;  that  inasmuch  as  if  it  would  have  the  gravity 
tank  there  would  be  a  far  greater  amount  of  film  that 
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would  be  permitted  to  be  stored,  and  as  the  actual  use 
of  film  does  not  exceed  100  ft.  at  any  time,  and  there 
are  ample  exits,  a  stand-pipe  equipment,  and  a  substan¬ 
tial  sprinkler  system,  we  would  ask  for  permission  for  this 
commercial  photographer  to  be  able  to  continue  this  small 
titling  studio  above  referred  to.” 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
1940-LC,  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted,  waiving  the  requirements  of  the 
sprinkler  rules  as  far  as  occupancy  of  this  building  is 
concerned  for  a  limited  use  of  not  more  than  100  ft.  of 
film  on  the  6th  floor,  as  described  in  this  appeal,  so  as  not 
to  require  a  gravity  tank  as  a  source  of  supply,  on  condi¬ 
tion  that  in  all  other  respects  the  sprinkler  system  meets 
requirements  of  the  Rules  of  the  Board  of  Standards 
and  Appeals  and  that  in  other  respects  all  rules  and 
regulations  relative  to  the  handling  of  film  shall  be  com¬ 
plied  with. 


164-30-A. 

APPLICANT — McDowell  Sprinkler  Corp.,  for  30  Wythe 
Avenue  Realty  Corp.,  owner. 

SUBJECT — Application  for  reopening  —  amendment  —  re 
Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 20-32  Wythe  avenue,  163-165 
North  14th  street,  northwest  corner  and  50-58 
North  15th  street  (Block  No.  2613,  Lot  No.  28), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  James  H.  McDowell. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(164-30-A) 


Whereas,  Thomas  Murcott,  owner,  filed  March  7,  1930, 
an  appeal  from  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  46-58  North  15th  street  and  20-32 
Wythe  avenue,  southwest  corner  (Block  No.  2613,  Lot  No. 
28),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings  reads : 

“This  building  is  not  a  fireproof  bldg,  and  exceeds 
10,000  square  feet  in  area,  therefore,  standpipe  system 
is  required  by  S.  581-1-C  of  Building  Code.”; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  (36 
ft.  3  in.)  in  height,  115  ft.  by  120  ft.,  irregular  (approxi¬ 
mately  13,000  sq.  ft.)  in  area;  Occupied:  1st  story,  manu¬ 
facture  of  steel  products,  50  persons;  2nd  story,  bronze 
work,  40  persons ;  and 

Whereas,  this  appeal  was  granted  by  the  board  July  1, 
1930,  on  certain  conditions  and  owner,  through  his  repre¬ 
sentative,  requested  an  amendment  of  the  resolution,  the 
building  having  been  extended  in  area;  and 

Whereas,  the  Commissioner  of  Buildings  has  issued 
order  No.  13344-L.F.,  dated  December  28,  1936,  reading  as 
follows:  “Install  an  approved  standpipe  system  *  *  *” 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  1,  1930,  to  read  as 
follows : 


“Resolved,  that  the  decision  of  the  superintendent 
of  buildings,  dated  February  17,  1930,  acting  on  Appli¬ 
cation  No.  1430  and  decision  of  the  commissioner  of 
buildings  in  order  No.  13344-LF,  dated  December  28, 
1936,  be  and  they  hereby  are  modified  and  the  appeal 
is  hereby  granted  on  condition  that  the  entire  building 
shall  be  protected  with  a  two-source  sprinkler  system, 
complying  with  the  rules  of  the  Board  of  Standards 
and  Appeals  ;  that  the  building  shall  be  of  the  height 
and  area  indicated  on  plans  marked  “Received  January 
28,  1937”;  that  the  building  shall  not  be  further  in¬ 
creased  in  height  and  area ;  and  granted  only  so  long 
as  the  use  and  occupancy  are  not  considered  unduly 
hazardous.” 


975-26-A. 

APPLICANT — Francis  Seaman,  for  New  York  Railways 
Corporation,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment  —  re  appeal  from  order  of  the  fire 
commissioner. 

PREMISES  AFFECTED — 806-814  9th  avenue,  southeast 
corner  of  West  54th  street  (Block  No.  1044,  Lot 
No.  3),  Borough  of  Manhattan. 
APPEARANCES— 

For  Aonlicant :  Francis  Seaman  and  Edmund  C. 
Collins. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(975-26-A) 


Whereas,  New  York  Railways  Corporation,  owner,  filed, 
November  29,  1926,  an  appeal  from  an  order  of  the  fire 
commissioner,  affecting  premises  806-814  Ninth  avenue, 
southeast  corner  of  West  54th  street  (Block  No.  1044,  Lot 
No.  3),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  Au¬ 
gust  13,  1926  (Order  No.  628-F),  reads: 

“L  Install  a  standpipe  system  with  risers  4  inches 
in  diameter  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2^4  in.  regulation  Fire  De¬ 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs)  placed  within  main  stairway  en¬ 
closure.”  ; 

and 

Whereas,  the  building  is  fireproof,  2  stories  (52  ft.)  in 
height,  141  ft.  8  in.  by  524  ft.  10  in.  (approximately  72,000 
sq.  ft.)  in  area;  OCCUPIED  for  electric  street  car  storage 
and  repair  shop,  16  persons  in  entire  premises;  and 

Whereas,  appellant  contends  that  the  building  faces  on 
two  street  fronts;  that  it  is  equipped  with  an  automatic 
sprinkler  system  supplied  from  a  60,000-gallon  gravity  tank 
and  four  5,000-gallon  pressure  tanks  (there  being  also 
three  Siameses  on  the  street  fronts  of  the  building)  ;  and 
appellant  contends,  further,  that  there  is  installed  a  Na¬ 
tional  District  Teleeraph  Fire  Alarm  System  and  also  a 
local  fire  alarm  signal  system ;  and 

Whereas,  this  appeal  was  granted  by  the  board  Febru¬ 
ary  1,  1927,  on  certain  conditions  and  applicant  requested 
an  amendment  of  the  resolution. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  February  1,  1927,  so  that 
as  amended  it  will  read : 

“Resolved,  that  the  order  of  the  fire  commissioner 
be  and  it  herebv  is  modified,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  existing  sprink- 
ler  system  covering  the  premises  shall  be  maintained 
in  good  working  order,  and  only  so  long  as  conditions 
as  to  occupancy  and  use  and  dimensions  of  the  build¬ 
ing  remain  substantially  unchanged ;  that  in  the 
that  the  storage  of  trolley  cars  is  discontinued  and  the 
storage  of  motor  buses  substituted,  the  decision  herein 
shall  continue  to  apply,  provided  the  requirements 
herein  are  complied  with  and  provided  also  that  all  re¬ 
quirements  of  the  resolutions  of  the  board  adopted  un¬ 
der  Cal.  Nos.  325-36-BZ  and  368-36-A  for  such  use 
are  complied  with.” 


VARIATIONS  OF  LABOR  LAW 

359-36-S. 

APPLICANT— David  E.  McElroy,  for  The  Mutual  Life 
Insurance  Co.  of  New  York,  owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 5  East  38th  street  and  6-8 

East  39th  street,  south  side,  150  ft.  east  of  Fifth 

avenue  (Block  No.  868,  Lot  No.  8),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  David  E.  McElroy. 

For  Administration:  Inspector  Maher,  Depart¬ 

ment  of  Buildings. 

ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(359-36-S) 

Whereas,  David  E.  McElroy,  applicant,  for  The  Mutual 
Life  Insurance  Co.  of  New  York,  owner,  filed  on  Novem¬ 
ber  27,  1936,  an  application  for  a  variation  of  the  labor 
law,  as  cited  in  an  order  and  decisions  of  the  commissioner 
of  buildings,  affecting  premises  6-8  East  39th  street,  south 
side,  150  ft.  east  of  Fifth  avenue  and  5  East  38th  street 
(Block  No.  868,  Lot  No.  8),  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  commissioner  of  buildings, 
Borough  of  Manhattan  (No.  29694),  dated  August  3,  1936, 
reads  as  follows: 

“2.  Provide  additional  means  of  exit  from  building 
by  providing  an  independent  passageway  from  termi¬ 
nation  of  stairway,  38th  street  side  of  building  to  the 
street.  Sec.  271,  of  the  Labor  Law.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
Borough  of  Manhattan,  dated  September  30,  1936,  reads 
as  follows : 

“Your  letter  of  September  2nd  relative  to  Order 
29694-LD  affecting  the  above  premises  has  been  re¬ 
ceived  and  the  records  carefully  gone  over  in  con¬ 
nection  with  your  claim  that  the  order  does  not  apply. 

Please  be  advised  that  this  building  was  erected 
prior  to  the  enactment  of  the  Labor  Law  in  October, 
1913.  The  provisions  of  that  law  are  restroactive  and 
therefore,  no  rescindment  may  be  granted  unless  a 
modification  was  given  by  the  Board  of  Standards 
and  Appeals.” ; 

and  .  . 

Whereas,  the  decision  of  the  commissioner  of  buildings, 


Borough  of  Manhattan,  dated  November  27,  1936,  reads 
as  follows : 

“In  reply  to  your  inquiry  at  this  office  today,  you 
are  advised  that  no  modification  of  either  item  1  or 
item  2  of  Order  29694-LD  can  be  given.  It  is  sug¬ 
gested  you  take  the  matter  before  the  Board  of  Stand¬ 
ards  and  Appeals.” 

and  ...  .  .  .  I] 

Whereas,  the  building  in  question  is  fireproof,  12 
stories,  159  ft.  Uy2in.  in  height,  37  ft.  by  197  ft.  6  in.  i 
(7,406  sq.  ft.)  in  area,  completed  September  16,  1913  and 
occupied  as  follows :  Cellar,  boiler  room,  restaurant  and 
storage,  75  persons;  1st  floor,  store  and  restaurant,  250  i 
persons;  2nd  floor,  office  and  manufacturing,  21  persons; 

3rd  floor,  office  and  manufacturing  16  persons;  4th  floor, 
W.P.A.  project,  20  persons;  5th  floor,  W.P.A.  offices,  60 
persons;  6th  floor,  photographer,  7  persons;  7th  and  8th 
floors,  W.P.A.  offices,  60  persons  each ;  9th  floor,  office  and 
storage,  10  persons;  10th  floor,  office  and  storage,  20 
persons;  11th  floor,  office  and  manufacturing,  17  persons; 
12th  floor,  W.P.A.  project,  30  persons;  penthouse,  W.P.A. 
project,  7  persons;  and 

Whereas,  the  building  is  equipped  with  a  sprinkler 
system,  two  3  ft.  8  in.  fire  towers,  enclosed  in  12  inch 
brick  and  6  inch  hollow  tile,  equipped  with  kalamein  doors 
at  openings  and  one  exterior  steel  stairs ;  and 

Whereas,  the  applicant  contends  that  the  building  was 
erected  under  N.B.  No.  486-1912  filed  August  2,  1912, 
approved  October  9,  1912  and  completed  September  16, 
1913;  that  the  use  given  on  the  original  application  was 
“Lofts  and  offices”;  that  “the  two  fire  towers  lead  directly 
to  the  main  lobby  and  to  39th  street ;  the  exterior  stairway 
discharges  on  floor  of  light  court  at  mezzanine  floor  level 
and  continues  through  enclosed  fireproof  stair  to  main  j 
lobby.  Fire  tower  No.  1  leads  to  tank  room  and  thence 
to  roof;  fire  tower  No.  2  and  exterior  stairway  lead  , 
directly  to  roof.  A  parapet  three  feet  high  separates  this  , 
building  from  the  adjacent  building  on  the  east,,  whose 
roof  is  at  the  same  level.  Seven  alteration  applications 
have  been  filed  since  the  building  was  erected,  but  no 
changes  have  been  proposed  or  made  in  the  size,  number 
or  arrangement  of  exits  as  originally  approved  and  built, 
and  the  building,  as  it  exists  today,  is  essentially  the  same 
as  originally  approved  by  the  department  of  buildings.  In 
the  opinion  of  the  petitioner,  the  building  as  approved, 
erected  and  existing  does  comply  with  all  sub-divisions  of 
section  271  of  the  Labor  Law;  that  compliance  with  such  ( 
order  is  unnecessary  in  respect  to  the  occupancy  of  the 
building  and  that  the  condition  as  now  existing  is  not 
dangerous  to  any  degree  and  that  compliance  with  the 
order  would  not  materially  improve  the  exit  conditions 
of  the  building  for  the  reason  that  fire  tower  No.  1  and 
the  exterior  stairway  now  open  into  the  first  floor  hall 
approximately  30  and  45  feet  respectively  from  the  39th 
street  building  line,  and  fire  tower  No.  2  opens  into  the 
first  floor  hall  at  a  point  approximately  8  feet  south  of 
the  center  line  of  the  building.  If  a  new  exit  was  con¬ 
structed  to  East  38th  street,  it  is  unlikely  that  people 
escaping  from  fire  would  elect  to  travel  167  feet  and  152 
feet  respectively  to  East  38th  street  from  the  terminals  of 
fire  tower  No.  1  and  the  exterior  stairway,  when  they 
could  reach  39th  street  by  traveling  only  30  and  45  feet 
respectively,  and  although  fire  tower  No.  2  is  approxi¬ 
mately  at  the  center  of  the  building,  the  direction  of  travel 
in  this  exit  is  also  toward  39th  street,  as  are  the  other 
two  means.  In  consideration  of  the  fact  that  the  exits 
and  their  arrangement  have  heretofore  been  accepted  and 
approved  by  the  department  of  buildings  for  loft  and 
office  occupancy,  and  inasmuch  as  said  exits  are  safe  and 
adequate  and  substantially  comply  with  requirements  for 
buildings  where  light  manufacturing  is  permitted  and 
inasmuch  as  the  floor  construction  has  been  approved  to 
support  a  live  load  of  120  lbs.  per  square  foot,  the  peti¬ 
tioner  respectfully  requests  that  the  present  order  shall 
be  rescinded  and  also  that  light  manufacturing  shall  be 
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permitted  on  the  second  to  twelfth  floors  inclusive,  pro¬ 
viding  that  the  total  occupancy  of  each  floor  shall  not 
exceed  50  persons,  which  is  90  per  cent  of  the  capacity 
of  one  fire  tower” ;  and 

Whereas,  it  appears  from  the  record  that  this  building 
was  erected  in  1913  and  was  inspected  and  approved  by 
the  state  labor  department  on  November  17,  1915;  that 
such  report  indicates  that  the  building  presumably  com¬ 
plied  with  all  the  requirements  of  the  State  Labor  Law 
at  that  time. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  La¬ 
bor  Law  and  that  the  order  of  the  commissioner  of  build¬ 
ings  No.  29694  be  and  it  hereby  is  modified,  and  the  appli¬ 
cation  be  and  it  hereby  is  granted,  permitting  the  stairways 
to  exit  into  fireproof  passageway  to  East  39th  street,  as 
indicated  on  plans  filed  with  this  appeal,  on  condition  that 
the  structural  conditions  of  these  stairs  and  fireproof 
passage  shall  not  be  changed  and  that  the  occupancy  of 
the  upper  floors  shall  be  calculated  on  the  basis  of  two 
(2)  enclosed  stairways  with  the  permitted  allowance  for 
sprinkler  system ;  and  that  in  all  other  respects  the  build¬ 
ing  shall  comply  with  all  laws,  rules  and  regulations 
applicable  thereto. 


360-36-S. 

APPLICANT — A.  C.  Lefante,  for  Netmor  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 366-3.76  Frost  street,  south 
side,  100  ft.  east  of  Morgan  avenue  (Block  No. 
2869,  Lot  Nos.  11  and  13),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant:  A.  C.  Lefante. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(360-36-S) 


Whereas,  A.  C.  Lefante,  for  Netmore  Realty  Corpora¬ 
tion,  owner,  filed  November  27,  1936,  an  application  for 
a  variation  of  the  labor  law,  as  cited  in  an  order  and 
decision  of  the  commissioner  of  buildings,  affecting  prem¬ 
ises  366-376  Frost  street,  south  side,  100  ft.  east  of  Morgan 
avenue  (Block  No.  2869,  Lot  Nos.  11-13),  Borough  of 
Brooklyn  ;  and 

Whereas,  the  order  of  the  commissioner  of  buildings 
('No.  9641-LF)  dated  March  20,  1936,  reads  as  follows: 

“1.  Discontinue  the  use  of  the  above  premises  for 
factory  purposes  as  same  does  not  conform  to  sections 
270  and  272  of  the  labor  law  and  the  rules  of  the 
Board  of  Standards  and  Appeals.  Among  the  de¬ 
fects  noted  are  the  following: 

A — Present  stairway  not  44  in.  wide  and  not 
enclosed  in  partitions  of  fireproof  material. 

B — No  secondary  exit  provided.” 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  November  27,  1936  reads  as  follows: 

“In  answer  to  your  inquiry  and  supplementing  our 
letter  dated  May  25,  1936,  please  be  advised  that  after 
inspection  of  your  premises  on  May  22,  1936,  the  items 
of  the  order  are  mainly  small  and  should  be  complied 
with.” 
and 

Whereas,  the  building  in  question,  erected  in  1928,  is 
100  ft.  by  200  ft.  in  area,  two  stories  (35  ft.)  in  height 
and  of  ordinary  brick  construction;  OCCUPIED:  cellar — 


storage  and  boiler  room,  1  person;  1st  floor— picking  and 
baling  of  rags,  two  persons ;  2nd  floor— storage  of  baled 
rags  and  paper  and  sorting,  2  persons,  for  which  certifi¬ 
cate  of  occupancy  No.  50983,  was  issued  June  8,  1928,  upon 
completion  of  the  building  in  accordance  with  permit  No. 
11408-27,  for  rags  and  paper  storage  and  private  garage. 
A  sprinkler  system  was  installed  in  the  building  in  1934. 
The  building  is  equipped  with  two  interior  stairs  which  it 
is  proposed  to  enclose  with  2x4  studs,  covered  with  1  in. 
Portland  cement  plaster,  covered  with  wire  lath  on  both 
sides.  Stores  in  the  westerly  portion  of  the  building  will 
have  a  new  doublerung  iron  ladder  extending  from  the 
top  story  to  the  roof  through  a  new  2  ft.  x  3  ft.  scuttle; 
exit  from  the  rear  portion  of  the  second  story  of  the 
westerly  half  of  the  building  will  be  by  means  of  a 
gooseneck  ladder  to  the  roof  of  the  lst-story  extension 
and  thence  to  roof  of  adjoining  building  to  street;  and 
Whereas,  the  owner  of  the  building  was  prosecuted  in 
the  municipal  term,  magistrates  court,  charged  with  vio¬ 
lating  section  270  of  the  labor  law,  i.e.,  occupancy  of  a 
building  for  factory  purposes  without  two  means  of 
exit,  and  sentence  was  suspended ;  and 
Whereas,  the  applicant  contends  that  the  present  wooden 
stairs  were  erected  at  the  time  the  building  was  erected 
and  are  42  in.  wide  with  3  in.  springers  and  are  but  2  in. 
narrower  than  required  by  the  labor  law,  a  variation  is 
requested  in  lieu  of  the  proposal  to  fire-retard  these  stairs 
and  an  acceptance  of  the  existing  exit  conditions;  and 
Whereas,  an  inspection  of  these  premises  was  made  by 
a  committee  of  the  board,  and  an  unsafe  and  hazardous 
condition  was  found  to  exist  not  warranting  the  relief 
sought. 

_  Resolved,  that  the  order  and  decision  of  the  commis¬ 
sioner  of  buildings  be  and  they  hereby  are  affirmed,  and 
that  the  application  be  and  it  hereby  is  denied. 


390-36-S. 

APPLICANT— David  S.  Lang,  for  80-84  Nassau  Street 
Corporation,  owner. 

SUBJECT  Variation  of  labor  law  as  cited  in  a  decision 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 80-82-84  Nassau  street,  east 
side,  99  ft.  9  in.  north  of  John  street  and  9-11 
Dutch  street  (Block  No.  78,  Lot  No.  38),  Bor¬ 
ough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  David  S.  Lang. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  q 


THE  RESOLUTION— 

(390-36-S) 

Whereas,  David  S.  Lang,  for  80-84  Nassau  Street  Cor¬ 
poration,  owner,  filed  on  December  28,  1936,  an  application 
for  a  variation  from  the  requirements  of  the  Labor  Law, 
as  cited  in  a  decision  of  the  Commissioner  of  Buildings, 
affecting  premises  80-82-84  Nassau  street,  east  side,  99  ft.’ 
9  in.  north  of  John  street  and  9-11  Dutch  street  (Block 
No.  78,  Lot  No.  38),  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  December  7,  1936,  re  Alt.  Applic.  No.  1355-1932, 
reads : 

No.  30.  New  stairs  to  cellar  should  be  enclosed  in 
6  in.  terra  cotta  with  fireproof  self-closing  doors  in 
same  and  enclosure  should  lead  directly  to  street.  Sec¬ 
tion  270  of  the  Labor  Law.” 

and 
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Whereas,  the  premises  in  question  consist  of  a  four- 
story  fireproof  building,  55  ft.  in  height,  85  ft.  3  in.  by  102 
ft.  in.  in  area  at  the  first  floor  and  85  ft.  3.  in.  by  92 
ft.  3-5 /16  in.  above,  erected  in  1930  and  which  is  occupied 
as  follows  :  Cellar— kitchen  and  salesroom— 100  persons ; 
1st  floor— sales — 300  persons;  2nd  to  4th  floors,  inclusive 
— light  manufacturing  and  office— 50  persons  per  story;  the 
building  is  equipped  with  two  interior  stairways,  one  on 
the  north  and  one  on  the  south  side  of  the  building;  the 
northerly  stairway  leads  directly  from  the  street  to  the 
roof  bulkhead;  the  southerly  stairway  extends  from  the 
street  to  the  top  story,  both  stairways  are  3  ft.  8  in.  in 
width,  enclosed  in  6  inch  terra  cotta  blocks  and  equipped 
with  kalamein  doors;  there  is  safe  egress  from  the  roof; 
no  certificate  of  occupancy  has  been  issued  to  this  build¬ 
ing.  The  product's  baked  in  the  cellar  bakery  are  sold  ex- 
clusivelv  at  retail  on  the  premises;  and 

Whereas,  the  applicant  contends  that  the  stairway  in 
question  will  be  an  accommodation  stairway  extending 
from  the  first  floor  to  the  cellar,  to  be  used  for  a  Wool- 
worth  store ;  that  the  required  exit  facilities  have  been 
provided  with  fireproof  enclosures  and  fireproof  doors 
at  openings;  that  a  variation  of _  the  Labor  Law  is  re¬ 
quested  so  as  to  permit  the  erection  of  the  proposed  ac¬ 
commodation  iron  stairway  8  ft.  in  width  with  stainless 
steel  railings  instead  of  fireproof  enclosure  as  required; 
that  the  reason  why  a  certificate  of  occupancy  was  not 
issued  was  that  the  building,  which  was  erected  in  1930 
has  remained  incomplete  as  to  the  southerly  exit  on  the 
first  floor,  which  did  not  extend  directly  to  the  street. 
Approved  plans  now  filed  with  the  building  department 
show  this  stairway  opening  directly  to  the  street.  No 
variation  is  sought  affecting  these  stairways;  and 

Whereas,  these  premises  were  inspected  by  a  Committee 
of  the  Board,  accompanied  by  Inspector  Maher  of  the 
building  department. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  La¬ 
bor  Law  as  cited  in  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  December  7,  1936,  in  acting  on  App.  No.  1355- 
1932,  so  as  to  permit  the  unenclosed  stair  proposed  from 
the  street  floor  to  the  cellar  on  condition  that  the  connec¬ 
tion  between  this  building,  on  the  basement  and  1st  floor 
plan,  to  the  building  in  the  rear  at'  No.  9  and,  11  Dutch 
street  shall  be  protected  with  Fire  Underwriters’  doors  on 
both  sides;  that  there  shall  be  no  openings  between  the 
1st  floor  of  this  Nassau  street  building  and  the  floors 
above;  and  that  in  all  other  respects  the  space  within  this 
building  occupied  by  the  Five-and-Ten-Cent  store  shall 
comply  with  all  rules  and  regulations  applicable  thereto. 


5-37-S. 

APPLICANT— Albert  E.  Crane,  for  Seamen’s  Bank  for 
Savings,  owner. 

SUBTECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 2055-2071  Jerome  avenue,  west 
side,  75  ft.  north  of  west  Burnside  avenue  (Block 
No.  3192,  Lot  No.  66),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Albert  E.  Crane  and  Aron  Schach- 
ner. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N  egative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(5-37-S) 

Whereas,  Albert  E.  Crane,  for  Seamen’s  Bank  for  Sav¬ 
ings,  owner,  filed  January  7,  1937,  an  application  for  a 


variation  from  the  requirements  of  the  labor  law,  as  cited 
in  an  order  and  decisions  of  the  commissioner  of  build¬ 
ings,  affecting  premises  2055-2071  Jerome  avenue,  west 
side,  75  ft.  north  of  West  Burnside  avenue  (Block  No. 
3192,  Lot  No.  66),  Borough  of  The  Bronx;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  May  22,  1936,  re  Order  No.  385-36,  reads:  ] 

“1.  Discontinue  the  use  of  these  premises  for 
manufacturing  purposes  until  two  legal  means  of  exit 
or  escape  from  fire  are  provided  in  accordance  with 
section  270  of  the  labor  law.” 

and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  November  27,  1936,  reads: 

“You  are  advised  that  Order  No.  385-36,  Item  1, 
is  still  showm  as  pending  on  the  records  of  this  de¬ 
partment,  and  is  a  mandatory  requirement  of  law. 

This  case  is  being  forwarded  for  immediate  en¬ 
forcement. 

The  next  inspection  will  be  for  the  purpose  of  serv¬ 
ing  a  summons  unless  the  work  of  compliance  is 
found  in  substantial  progress.” 

and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  December  17,  1936,  reads: 

“With  reference  to  your  request  of  the  16th  inst., 
relative  to  the  above  mentioned  premises,  you  are 
informed  that  the  records  indicate  that  the  premises 
were  erected  in  1925  and  are  at  present  occupied  for 
the  manufacture  of  ‘Strudels’. 

This  department  is  without  authority  to  accept  an 
additional  fire-escape  on  the  front  of  the  building  in 
lieu  of  compliance  with  the  requirements  of  section 
270  of  the  labor  law  even  though  you  offer  to  restrict  , 
the  occupancy.  Your  request,  therefore,  must  be  de¬ 
nied. 

However,  should  you  care  to  do  so,  an  appeal  may 
be  made  to  the  Board  of  Standards  and  Appeals, 
H.  H.  Murdock,  Chairman,  Room  1001,  Municipal 
Building,  Borough  of  Manhattan,  within  30  days  from 
date,  requesting  a  variation  of  the  requirements  of 
section  270  of  the  labor  law.”  I  ■ 

and 

Whereas,  the  premises  in  question  consist  of  a  two-  ■ 
story  non-fireproof  building,  30  ft.  in  height,  150  ft.  by  60 
ft.  in  area,  erected  in  1925  and  occupied  as  follows:  Cellar 
— boiler  room,  no  persons;  1st  floor — stores,  20  persons; 
2nd  floor — factory,  10  persons,  for  which  certificate  of 
occupancy  No.  2604  was  issued  on  N.B.  Applic.  No.  820-25 
for  stores  and  offices,  allowing  120  lbs.  live  load  on  the 
second  floor.  The  building  is  equipped  with  one  interior¬ 
stairway  at  the  north  end  of  the  building  extending  from 
street  to  second  floor  enclosed  in  12  in.  brick  walls  and 
4  in.  terra  cotta  block,  with  fireproof  floor  and  roof  slabs. 
All  doors  leading  to  the  stairway  are  fireproof  self-clos-  : 
ing.  The  building  is  also  equipped  with  a  3  ft.  8  in.  wide 
fire  escape  at  the  rear,  westerly  wall  of  the  building,  which 
extends  to  the  yard  by  means  of  a  stationary  stairs  and 
to  the  roof  by  means  of  a  gooseneck  ladder.  Egress  is 
had  from  the  termination  of  this  fire  escape  by  means 
of  a  fireproof  self-closing  door  at  the  rear  of  the  stair- 
hall  enclosure  on  the  first  floor.  There  is  no  safe  egress 
from  the  roof;  and 

Whereas,  the  applicant  contends  that  “the  provision  of 
a  second  enclosed  stairway  would  involve  the  loss  of 
rentable  area  on  the  first  floor  equivalent  to  one  store. 

It  is  doubtful  if  the  second  floor  will  continue  to  be  used  - 
as  a  factory  for  any  long  period  of  time.  Whenever 
office  space  is  in  demand  in  the  neighborhood,  it  is  prob¬ 
able  that  the  space  will  be  rented  for  offices.  The  pro¬ 
visions  of  the  second  stairway  would  mean  a  permanent 
loss  in  rent  from  the  street  floor ;  that  should  an  addi¬ 
tional  means  of  egress  be  required  it  is  requested  that  the 
owner  be  allowed  to  provide  and  maintain  an  additional 
fire-escape  on  the  front  of  the  building. 
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Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  as  cited  in  order  of  the  commissioner  of  build¬ 
ings,  dated  May  22,  1936,  No.  385-1936,  so  as  to  permit 
the  continuation  of  the  existing  means  of  exit,  consisting 
of  rear  fire-escape  and  exit  through  the  fireproof  passage 
serving  also  as  an  exit  of  the  first  means  of  exit  through 
to  Jerome  avenue,  on  condition  that  the  number  of  per¬ 
sons  employed  at  work  for  a  factory  on  2nd  floor  shall 
at  no  time  exceed  twelve  (12)  ;  that  in  all  other  respects 
the  building  and  occupancy  shall  comply  with  the  require¬ 
ments  of  the  labor  law  and  all  other  laws,  rules  and  regu¬ 
lations  applicable  thereto,  and  that  the  building  shall  not 
be  increased  in  height  or  area. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

23-37-SA. 

APPLICANT — Michael  Kliegman,  for  Silent  Heet  Oil 
Burner  Co.,  for  Quiet  Heet  Manufacturing  Corp., 
owner. 

SUBJECT — Silent  Heet  Oil  Burner,  Models  A,  B  and  E, 
approval  of. 

APPEARANCES— 

For  Applicant:  Michael  Kliegman. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


24-37-SA. 

APPLICANT— Irving  T.  Hecht,  for  Silent  Glow  Oil 
Burner  Corp.,  owner. 

SUBJECT — Silent  Glow  Si-Glo-La  Oil  Space  Heater, 
Models  15,  35,  60  and  80,  approval  of. 
APPEARANCES— 

For  Anolicant :  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


25-37-SA. 

'APPLICANT — Century  Engineering  Corp.,  owner. 
SUBJECT — Century  Pressing  Machine  Oil  Burner,  Mod¬ 
els  LT1  and  U2,  approval  of. 

APPEARANCES— 

For  Applicant:  George  K.  Kelly. 

ACTION  OF  BOARD — -Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


27-37-SA. 

APPLICANT — Jack  Silverglate,  owner. 

SUBJECT — Philco  Oil  Burner,  Models  AM  and  B,  ap¬ 
proval  of. 


APPEARANCES— 

For  Applicant :  Jack  Silverglate. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


MATERIAL  SUBMITTED  FOR  APPROVAL 

305-36-SM. 

APPLICANT — Revere  Copper  &  Brass,  Inc.,  owner. 

SUBJECT — Revere  Copper  Oil  Burner  Tubing,  approval 
of. 

APPEARANCES— 

For  Applicant :  George  Greer. 

ACTION  OF  BOARD — Material  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE  MATERIAL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  q 


THE  RESOLUTION— 

(305-36-SM) 

Whereas,  the  Revere  Copper  and  Brass,  Inc.,  owner, 
filed  October  13,  1936,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  material 
known  as  the  “Revere  Copper  Oil  Burner  Tubing” ;  and 
Whereas,  this  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report ;  and 

Whereas,  the  report  of  the  committee  was  substantially 
as  follows : 

“A  committee  of  the  board  consisting  of  Commis¬ 
sioner  Savage  and  Engineer  Huber,  inspected  and 
tested  sample  of  Revere  Copper  Oil  Burner  Tubing 
(drawn  tubing),  submitted  for  approval  under  Cal. 
No.  305-36-SM,  for  use  in  fuel  oil  installations.  The 
material  is  electrotype  copper  deoxidized  with  phos¬ 
phorus,  99.8%  cold  "drawn  or  soft  annealed.  This  pipe 
has  a  thickness  of  .049  in.  for  diameter  (inside)  of 
.500,  .625,  and  .750  in.,  corresponding  to  nominal  sizes 
of  34,  :i/2  and  %  in.  This  is  standard.  It  is  recom¬ 
mended  that  the  Revere  Copper  Oil  Burner  tubing  of 
thickness  .049  be  approved  when  marked  Revere  K.” 
Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  material  known  as  the  “Revere  Cop¬ 
per  Oil  Burner  Tubing”  for  use  in  New  York  City  where 
copper  tubing  of  this  diameter  and  weight  is  required  to 
be  used. 


Adjourned:  5:00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


APPROVED  APPLIANCES 

-  —  - - - 

- - - - — - - - - - 

APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company . 

Walworth  Company  . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc. 

Croker  National  Fire  Prev.  Eng.  Co _ 

Jenkins  Brothers  . 

W.  D.  Allen  Mfg.  Co . 

John  Simmons  Co . 

Grinnell  . 

Elkhart  . 


81-20-SA 

899-27-SA 

1307-27-SA 

304-28-SA 

779-28-SA 

890-28-SA 

209-29-SA 

651-30-SA 

14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company  .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 
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OIL  BURNER  RULES 

[217-21-SR] 

NOTICE — In  this  publication  of  these  Rules,  a  new  decimal 
numbering  system  has  been  employed,  but  for  con¬ 
venience,  the  former  designations  are  also  shown  in 
liparkots. 


dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 


RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals  June 

15,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
Decembar  4,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 

1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1.  Scope. 

[a]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 

equipment  for  use  within  the  City  of  New  York 
except  as  provided  in  these  rules. 

[b]  1.2  These  rules  shall  not  apply  to  gas  companies  stor¬ 

ing  or  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 

Rule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  Appeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit,  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com¬ 
pliance  with  these  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn¬ 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CONTROLS— Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

2.7  DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS— Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS:  Buildings  used  exclusively  for 


2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points, 
180°  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162")  A.W.G.  wire,  or  pipe  not 
less  than  one-half  inch  (}4")  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  1  he  other 
end  shall  be  bonded  to  a  ground  connec¬ 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2')  below  the  surface  of  the 
earth. 

2.11  FILL  PIPE:  That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 

2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  (}4)  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  04)  inch 
gypsum  wall  boards  weighing  not  less  than 
16  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers,- 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  (Rt)  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
floor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  (M)  inch 
thick. 

2.12.4  Note— All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current. 

2.14  INDUSTRIAL  INSTALLATIONS:  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 
purposes  designed  for  and/or  using  oil  as  defined 
in  these  rules. 

2.17  OIL  LEVEL  INDICATING  DEVICE:  A  means 
by  which  the  level  of  the  oil  in  a  storage  tank  may 
be  indicated. 
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2.18 .OVERFLOW  PIPE:  A  pipe  which  conveys,  by 
gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2.19  PERMANENT  DEFORMATION:  Wherever 
phrase,  “without  permanent  deformation,”  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT :  Shall  mean  permit  for  storage  of  oil. 

2.21  PORTLAND  CEMENT  CONCRETE:  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  not 
more  than  two  and  one-half  (2 1/2)  parts  sand  and 
five  (5)  parts  of  coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28. 

2.22  PREHEATER:  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

2.23  RELIEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2.24  RELIEF  LINE:  That  portion  of  the  line  between 
the  bypass  connection  of  the  relief  valve  and  the 
supply  line  or  storage  tank. 

2.25  REMOTE  CONTROL:  A  hand,  electric,  or  me¬ 
chanically-operated  device  to  shut  off  the  oil  sup¬ 
ply.  A  thermostat  is  not  acceptable  as  a  remote 
control. 

2.26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2.27  SHOP  FABRICATED:  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2.28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 
tuated  to  prevent  the  flow  of  liquid  in  a  line  of 
pipe. 

2.29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2.30  STORAGE  TANK:  Any  container  for  oil  hav¬ 
ing  a  capacity  of  two  hundred  and  seventy-five 
(275)  gallons  or  more,  having  a  fill  line  and  vent 
line  connected  thereto. 

2.31  STORAGE  TANK,  AUXILIARY:  Any  con¬ 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  with  an  automatic  or 
manually  operated  pump. 

2.32  SUPPLY  LINE:  That  portion  of  the  line  be¬ 
tween  the  storage  tank  and  the  pump  oil  inlet 
connection.  Where  a  pump  is  not  used,  it  shall 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2.33  TEST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2.34  TRANSFER  PUMP  :  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burner. 

2.35  VENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 

Rule  3.  Oil  Permitted. 

[a]  3.1  Oil  permitted  under  these  rules  shall  be  any  liq¬ 
uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar,  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


in  a  Pensky-Martens  closed  cup  tester  (Ameri¬ 
can  Society  for  Testing  Materials  Method  D93- 
22)  and  marketed  under  the  following  commercial 
grades : 


Range  Oil 

SP. 

Gr. 

(A.  P.  I.) 

40-44 

No.  1  Fuel  Oil 

(( 

it 

tt 

36-10 

No.  2  “  “ 

it 

a 

ft 

32-36 

No.  3  “ 

tt 

a 

tt 

28-32 

No.  4  “  “ 

tt 

a 

ft 

24°  + 

No.  5  “  “ 

tt 

a 

tt 

18°  + 

No.  6  “  “ 

tt 

tt 

it 

10°  + 

[b]  3.2  The  use  of  crankcase 
strictly  prohibited. 


refuse  oil  as  fuel  oil  is 


Rule  4.  Burners. 

[a]  4.1  Burners,  including  oil-burning  heaters,  shall  be 

as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

[b]  4.2  Approval  of  burners  or  oil-burning  heaters  de¬ 

signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
for  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

[c]  4.3  The  requirements  of  these  rules  shall  not  apply 

to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  of  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick, 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches, 
soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

[a]  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 

be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  be 
as  stated  in  the  table  given  below. 

[b]  5.1.2  All  tanks  must  be  welded  or  riveted  and 

caulked,  or  riveted  and  welded.  Flanges 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  between  plates  is  pro¬ 
hibited. 

[c]  5.1.3  Thickness  of  cylindrical  tanks,  except 

tanks  of  275  gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less — %  in. 
shell,  in.  heads. 

Tanks  37  to  72  in.  in  diameter —  rA  in. 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in. 
shell,  24  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  of 
24  in.  steel  and  to  be  stiffened  by  angle 
rings  or  equivalent  members  so  as  to  re¬ 
tain  their  cylindrical  form. 
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[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 

tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

[e]  5.1.5  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows : 

In  shell  Y\  in.  thick,  54  in.  in  diameter 
rivets  2)4  in.  pitch. 

In  shell  5/16  in.  thick,  54  in.  in  diameter 
rivets  254  in.  pitch. 

In  shell  54  in.  thick,  54  in.  in  diameter  riv¬ 
ets  2)4  in.  pitch. 

5.2  Rectangular  Tanks. 

[a]  5.2.1  All  rectangular  tanks  shall  be  built  of 

steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5/16  of  an  inch. 

[b]  5.2.2  Corners  may  be  made  up  by  bending  the 

plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  54  of  an  inch  in 

diameter  and  spaced  not  more  than  2)4 
inches  center  to  center. 

[d]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 

to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

[e]  5.2.5  When  structural  steel  members  are  used 

such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

[f]  5.2.6  When  structural  steel  reinforcing  members 

are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  pounds  per  square  inch 
taken  in  the  minimum  net  section. 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty-four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[h]  5.2.8  The  connection  between  these  members  and 

the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

[a]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 


and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
and  head  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U. 
S.  Standard  No.  14. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

storage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  (Ya")  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes;  where  used  for  oils  having  a  vis¬ 

cosity  less  than  500  sec.  Saybolt  Universal  at 
100°  F.  shall  have  manhole  covers  bolted 
and  air  tight ;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above 
Ground. 

[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates  shall  be  Ya  inch  and  the  minimum 
thickness  of  roof  plates  %  inch. 

The  thickness  of  shell  plates  shall  be  figured 
in  accordance  with  the  following  formula: 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch). 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No. 
14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

[a]  5.5.1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  wall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 

Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun¬ 

dred  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shall 
be  not  less  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons  stor¬ 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 

than  two  hundred  and  seventy-five  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4”)  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  in  an  en¬ 
closure  having  masonry  walls  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  not  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6.1.3  The  capacity  of  individual  storage  tanks  lo¬ 
cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
with  burners  or  oil-burning  heaters  shall  be 
installed  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 
or  floor  and  protected  against  mechanical 
injury. 

6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
of  the  tank  not  less  than  two  feet  (2')  be¬ 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
earth,  free  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be 

placed  within  twenty  (20')  feet  of  any  wall, 
separating  a  building  from  the  subway,  and, 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub¬ 
way,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and 
Appeals. 

[c]  6.2.3  No  tank  shall  be  buried  so  as  to  be  nearer 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two 

hundred  and  seventy-five  gallons,  prior  to 
or  at  the  time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 

6.3  Outside  of  Buildings,  Above  Ground. 

[a]  6.3.1  Storage  tanks  located  outside  of  buildings 

above  ground  shall  be  not  less  than  one  and 
one-quarter  (iyA)  tank  diameters  and  in  no 
case  less  than  ten  feet  (10')  from  the  line 
of  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec¬ 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 

If  distant  25  feet  from  line 
of  adjoining  property 
which  may  be  built  upon  16,000  gallons 

If  distant  30  feet .  24,000  “ 

If  distant  40  feet .  36,000 

If  distant  50  feet .  48,000  “ 

If  distant  60  feet .  60,000  “ 

If  distant  75  feet .  96,000  “ 

If  distant  85  feet,  or  more  100,000  “ 

[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 

an  embankment  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one 
and  one-half  (1  y2)  times  the  capacity  of  the 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  (y)  the  height  of  the  tank 
when  the,  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core  of 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  be 
firmly  and  compactly  built  of  good  earth, 
free  from  stones,  vegetable  matter,  etc.,  and 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  at 
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least  one  and  one-half  (1)4)  to  two  (2)  on 
all  sides.  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded. 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 
Code  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[cl  6.3.3  All  above  ground  storage  tanks  Jarger  than 
two  hundred  and  seventy-five  (275)  gallons, 
prior  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 

workmanlike  manner.  Exposed  piping  shall 
be  protected  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  a.t  tank. 

[b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 

brass  pipe,  or  new  extra-heavy  copper  brass 
or  aluminum  alloy  tubing,  properly  marked 
and  duly  approved,  may  be  used.  Drawn 
metal  tubing  when  used  for  conveying  oil, 
shall  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub- 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  ()4") 
inside  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

[c]  7.1.3  Overflow  pipes  where  installed  shall  not  be 

smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

[a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 

discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

[b]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 

lief  valve  to  prevent  excessive  oil  pressure. 

[cl  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 
more  than  one  and  one-half  (1)4)  times  the 
maximum  working  pressure  of  the  system. 
The  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
line.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7  3  1  An  open  vent  of  iron  or  steel,  without  trap, 

and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

[b]  7.3.2  Where  a  battery  of  storage  tanks,  designed 

to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

[cl  7.3.3  Vents  shall  be  not  less  than  one  and  one- 
quarter  inches  (1)4”)  in  diameter  for  stoi- 


age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  in  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  )4  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[d]  7.3.4  Vent  pipes  shall  be  provided  with  weather¬ 
proof  hoods  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  building  opening  and  not  less  than  five 
feet  (5')  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 

7.4  Fill  Pipes. 

[a]  7.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 

ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (5')  from 
any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal. 
No  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe  may 
be  installed  provided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  AIL  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  fill  pipe  terminal  shall  be  provided  with 
letters  reading  “Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 
has  been  approved.  The  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  Y%  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit¬ 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  of 
hot  water  or  low  pressure  (ten  (10)  pounds 
per  square  inch  maximum)  steam  coils. 
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7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

a]  8.1  Each  supply  line  from  storage  tanks  of  two 

hundred  and  seventy-five  (27 5)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

b]  8.2  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity,  shall  be  provided  with  a  shut-off  valve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavy  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

c]  8.3  Except  as  may  be  modified  in  specific  instances 

by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(27 5)  gallons’  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
business  building  only  under  the  following  pro¬ 
visions: 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  having  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50’)  above  the  street 
level.  Only  one  oil  delivery  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be 
larger  than  two  inches  (2")  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 

above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 

each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 
Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  “ 

Gravity  “ 

d]  8.4  A  remote  control  shall  be  provided  whereby  the 

flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when,  outside  location  is  impractical  such 
control  may  be  located  immediately  inside  the 


room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con¬ 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.3  Except  as  provided  by  Rule  4.2  of  these  rules 

for  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  or 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used 

for  atomizing  the  oil,  the  oil  and  the  atomizing 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply,  the 
supply  of  oil  will  immediately  be  cut  off.  Except 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 

Rule  9.  Oil  Level  Indicating  Devices  and  Test 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Test 
wells  shall  not  be  permitted  in  tanks  located 
inside  of  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  of 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructed 

of  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10) 

gallons’  capacity  shall  be  operated  until 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

[b]  10.1.2  Applications  for  permit  shall  be  made  by 

the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shall 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made, 
name  and  address  of  owner  and/or  oc¬ 
cupant,  name  and  address  of  installer, 
make  and  approval  number  of  burners, 
pumps  and  other  devices,  capacity  num¬ 
ber  and  location  of  storage  tanks,  to¬ 
gether  with  approval  of  such  proposed 
installation  by  the  Commissioner  of 
Buildings  when  required  under  Rule  10.2. 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fire 

Chief  and  Commissioner  until  the  installa¬ 
tion  has  been  inspected  by  his  represen¬ 
tative. 

10.2  Plans  to  be  Filed  Where  Structural  Considera¬ 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  as 
defined  in  these  rules,  the  installer  shall 
file  with  the  Commissioner  of  Buildings 
plans  showing  the  size  and  location  of 
all  storage  tanks  having  a  capacity  greater 
than  275  gallons  where  such  tanks  are 
to  be  installed  either  inside  of  buildings 
in  or  below  the  lowest  floor  level  or  out- 


side  of  buildings  below  ground.  Plans, 
however,  shall  be  filed  where  275  gallon 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

10.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 
inch  for  a  period  of  ten  (10)  minutes. 

[bl  10.3.2  Storage  tanks  of  mere  than  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as  follows : 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  which  shall  be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

[d]  10.3.4  The  anti-syphon  devices,  where  used  as 

provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

10.4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

I  10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

11.1  All  installations  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in¬ 
stallation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner. 
Such  reported  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 

range  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

[b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 

the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 

completely  cut  off  the  passage  of  flue  gases  at  any 
time. 

Rule  13.  Automatic  Pumps. 

13.1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis¬ 
charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall 
not  be  less  than  eighteen  (18)  inches,  except  that 
this  clearance  may  be  reduced  to  nine  (9)  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  Ft  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twice  the  width  thereof  and  such  baf¬ 
fle  is  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 1 
not  less  than  twelve  (12")  inches,  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (5')  of  heating  apparatus,; 
except  where  same  is  protected  by  fire  retarding 
material. 

[d]  14.4  Burners  and  all  accessories,  including  tanks  and 

piping,  shall  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  asbestos  or  equiva- 
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lent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re¬ 
quired  within  the  specific  approval  of  each  burner. 

g]  14.7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

*ule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

a]  15.1  Cards,  giving  complete  instructions  for  the  care 

and  operation  of  the  system  shall  be  permanently 
fixed  near  the  apparatus  in  readable  condition. 
Where  burners  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons’  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

b]  15.2  All  heating  systems  in  which  the  oil  is  preheated 

or  systems  not  fully  automatic  shall,  when  operat¬ 


ing,  be  under  the  direct  supervision  of  a  person 
holding  a  certificate  of  fitness  issued  by  the  Fire 
Chief  and  Commissioner,  except,  that  a  person 
holding  a  certificate  of  fitness  as  a  licensed  engineer 
or  as  a  licensed  fireman  under  the  provisions  of 
Section  409  of  the  Charter  of  the  City  of  New 
\ork,  shall  not  be  required  to  obtain  such  certifi¬ 
cate. 

Rule  1 6.  Modification. 

16.1  When,  for  any  reason,  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  ad¬ 
ministrative  official  having  jurisdiction  shall  have 
power  to  accept  substitute  methods  provided  the 
spirit  and  substance  of  these  rules  shall  be  com¬ 
plied  with. 

Rule  17.  Existing  Installations. 

17.1  Oil  burner  systems  heretofore  installed  and  duly 
approved  as  complying  with  all  laws  and  rules  then 
applicable  thereto  shall  be  deemed  acceptable,  pro¬ 
vided  there  have  been  no  subsequent  alterations  to 
the  apparatus,  except  as  to  Rule  15.2. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

.merican  Marsh  Duplex  .  638-25-SA 

.merican  Marsh  Simplex .  639-25-SA 

utopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

utopulse  Electric  Oil  Pump  Outfit,  Model 
1  No.  1000  .  9-32-SA 

allard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

each  Russ  Co.  Rotary  .  1134-22-SA 

lackmer  Rotary  . 935-24-SA 

lake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

entury  Rotary  .  908-21-SA 

took  Electric  Oil  Pump .  603-25-SA 

avidson  .  590-21-SA 

ean  Bros.  Durable  Duplex .  840-22-SA 

eLaval  IMO  Oil  Pump .  628-32-SA 

eming  Double  Oscillating  Force  Pump .  458-27-SA 

eming  Fuel  Oil  Pump .  298-31-SA 

nterprise  Oil  Pump  .  11-28-SA 

peter  Rotary  .  507-22-SA 

eneral  Electric  Oil  Pump .  475-32-SA 

oulds  Hand  Rotary  .  1133-25-SA 

oulds  Rotary  Oil  Pump .  437-31-SA 

oulds  Triplex  Plunger  .  257-22-SA 

ardinge  Fuel  Oil  Pump .  813-25-SA 

inney  Rotating  Plunger  Pump .  503-24-SA 

'oerting  Gear  Pump .  1264-25-SA 

raissl  Fuel  Oil  Pump .  60-28-SA 

jeiman  Rotary  .  95-24-SA 

arsh  Fuel  Oil  Pump .  1050-23-SA 

cGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 

1 — 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  . . .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  . .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil  .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps.  Models  A.  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump . 60-28-SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  . • .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

W'orthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-SA 

Worthington  Show  Model  Duplex .  194-22-SA 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
ded  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con- 
'mence  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each— postage  to  be  added  if  the  forms  are 
forwarded  by  mail 
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COVERING  THE  DESIGN  OF  REINFORCED  CONCRETE  FLAT  SLABS. 


Adopted  by  the  Board  of  Standards  and  Appeals,  July 

8,  1920,  under  Cal.  395-20-S.  _  . 

Rule  1.  Application.  The  rules  governing  the  design 
of  reinforced  concrete  flat  slabs  shall  apply  to  such  floors 
and  roofs  consisting  of  three  or  more  rows  of  slabs, 
without  beams  or  girders,  supported  on  columns  the  con¬ 
struction  being  continuous  over  the  columns  and  forming 
with  them  a  monolithic  structure.  .  , 

Rule  2.  Compliance  with  Building  Code.  In  the  de- 
sign  of  reinforced  concrete  flat  slabs,  the  provisions  of 
article  16  of  the  building  code  shall  govern  with  respect 
to  such  matters  as  are  specified  therein. 

Rule  3.  Assumptions.  In  calculations  for  the  strength 
of  reinforced  concrete  flat  slabs,  the  following  assump¬ 
tions  shall  be  made:  .  ,  r.  „ 

(a)  A  plane  section  before  bending  remains  plane  after 

bending ;  .  , 

(b)  The  modulus  of  elasticity  of  concrete  in  compres¬ 
sion  within  the  allowable  working  stresses  is  constant; 

(c)  The  adhesion  between  concrete  and  reinforcement 

is  perfect;  .  .. 

(d)  The  tensile  strength  of  concrete  is  ml; 

(e)  Initial  stress  in  the  reinforcement  due  to  contrac¬ 
tion  or  expansion  in  the  concrete  is  negligible. 

Rule  4.  Stresses,  (a)  The  allowable  unit  shear  in 
reinforced  concrete  flat  slabs  on  the  bd  section  around 
the  perimeter  of  the  column  capital  shall  not  exceed  one 
hundred  twenty  (120)  pounds  per  square  inch;  and  the 
allowable  unit  shearing  stress  on  the  bjd  section  around 
the  perimeter  of  the  drop  shall  not  exceed  sixty  (60) 
pounds  per  square  inch,  provided  that  the  reinforcement 
is  so  arranged  or  anchored  that  the  stress  may  be  fully 
developed  for  both  positive  and  negative  moments. 

(b)  The  extreme  fibre  stress  to  be  used  in  concrete 
in  compression  at  the  column  head  section  shall  not  ex- 
ceed  seven  hundred  fifty  (750)  pounds  per  square  inch. 

Rule  5.  Columns.  For  columns  supporting  reinforced 
concrete  flat  slabs,  the  least  dimension  of  any  column  shall 
be  not  less  than  one-fifteenth  (1/15)  of  the  average  span 
of  any  slabs  supported  by  the  columns;  but  in  no  case  shall 
such  least  dimension  of  any  interior  column  supporting  a 
floor  or  roof  be  less  than  sixteen  (16)  inches  when  round 
nor  fourteen  (14)  inches  when  square;  nor  shall  the  least 
dimension  of  any  exterior  column  be  less  than  fourteen 
(14)  inches. 

Rule  6.  Column  Capital.  Every  reinforced  concrete 

column  supporting  a  flat  slab  shall  be  provided  with  a 
capital  whose  diameter  is  not  less  than  0.225  of  the  a\er- 
age  span  of  any  slabs  supported  by  it.  Such  diameter  shall 
be  measured  where  the  vertical  thickness  of  the  capital  is 
at  least  one  and  one-half  (l*/>)  inches,  and  shall  be  the 
diameter  of  the  inscribed  circle  in  that  horizontal  plane. 
The  slope  of  the  capital  considered  effective  below  the 
point  where  its  diameter  is  measured  shall  nowhere  make 
an  angle  with  the  vertical  of  more  than  forty-five  (45) 
degrees.  In  case  a  cap  of  less  dimensions  than  herein¬ 
after  described  as  a  drop,  is  placed  above  the  column  cap¬ 
ital,  the  part  of  this  cap  enclosed  within  the  lines  of  the 
column  capital  extended  upward  to  the  bottom  of  the 
slab  or  drop  at  the  slope  of  forty-five  (45)  degrees  may 
be  considered  as  part  of  the  column  capital  in  determining 
the  diameter  for  design  purposes. 

Rule  7.  Drop.  When  a  reinforced  concrete  flat  slab 
is  thicker  in  that  portion  adjacent  to  or  surrounding  the 
column,  the  thickened  portion  shall  be  known  as  a  drop. 
The  width  of  such  drop  when  used,  shall  be  determined 
by  the  shearing  stress  in  the  slab  around  the  perimeter 
of  the  drop,  but  in  no  case  shall  the  width  be  less  than 
0.33  of  the  average  span  of  any  slabs  of  which  it  forms  a 
part.  In  computing  the  thickness  of  drop  required  by  the 
negative  moment  on  the  column  head  section,  the  width 
of  the  drop  only  shall  be  considered  as  effective  in  re¬ 
sisting  the  compressive  stress,  but  in  no  case  shall  the 
thickness  of  such  drops  be  less  than  0.33  of  the  thickness 


of  the  slab.  Where  drops  are  used  over  interior  columns, 
corresponding  drops  shall  be  employed  over  exterior  col¬ 
umns  and  shall  extend  to  the  one-sixth  (1/6)  point  of  the 
panel  from  the  center  of  the  column. 

Rule  8.  Slab  Thickness.  The  thickness  of  a  reinforced 
concrete  flat  slab  shall  be  not  less  than  that  derived  by 
the  formulae  t  =  0.024  LV  w  +  \l/2  for  slabs  without 
drops,  and  t  =  0.02  L  V  w  +  1  for  slabs  with  drops,  in 
which  t  is  the  thickness  of  the  slab  in  inches,  L  is  the 
average  span  of  the  slab  in  feet,  and  w  is  the  total  live 
and  dead  load  in  pounds  per  square  foot;  but  in  no  case 
shall  this  thickness  be  less  than  one-thirty-second  (1/32) 
of  the  average  span  of  the  slab  for  floors,  nor  less  than 
one-fortieth  (1/40)  of  the  average  span  of  the  slab  for 
roofs,  nor  less  than  six  (6)  inches  for  floors  nor  less  than 
five  (5)  inches  for  roofs. 

Rule  9.  Reinforcement.  (a)  In  the  calculation  of 

moments  at  any  section,  all  the  reinforcing  bars  which 
cross  that  section  may  be  used,  provided  that  such  bars  . 
extend  far  enough  on  each  side  of  such  section  to  de¬ 
velop  the  full  amount  of  the  stress  at  that  section.  The 
effective  area  of  the  reinforcement  at  any  moment  section 
shall  be  the  sectional  area  of  the  bars  crossing  such  sec¬ 
tion  multiplied  by  the  sine  of  the  angle  of  such  bars  with 
the  plane  of  the  section.  The  distribution  of  the  rein¬ 
forcement  of  the  several  bands  shall  be  arranged  to  fully 
provide  for  the  intermediate  moments  at  any  section. 

(b)  Splices  in  bars  may  be  made  wherever  convenient 
but  are  preferably  at  points  of  minimum  stress.  The 
length  of  any  splice  shall  be  not  less  than  eighty  (80) 
bar  diameters  and  in  no  case  less  than  two  (2)  feet.  The 
splicing  of  adjacent  bars  shall  be  avoided  as  far  as  pos¬ 
sible.  Slab  bars  which  are  lapped  over  the  column,  the 
sectional  area  of  both  being  included  in  the  calculation 
for  negative  moment,  shall  extend  to  the  lines  of  inflec¬ 
tion  beyond  the  column  center. 

(c)  When  the  reinforcement  is  arranged  in  bands,  at, 
least  fifty  (50)  per  cent  of  the  bars  in  any  band  shall  be 
of  a  length  not  less  than  the  distance  center  to  center 
of  columns  measured  rectangularly  and  diagonally;  on 
bars  used  as  positive  reinforcement  shall  be  of  a  length 
less  than  half  (l/2)  the  panel  length  plus  forty  (40)  bar 
diameters  for  cross  bands,  or  less  than  seven-tenths 
(7/10)  of  the  panel  length  plus  forty  (40)  bar  diameters 
for  diagonal  bands  and  no  bars  used  as  negative  rein¬ 
forcement  shall  be  of  a  length  less  than  half  (l/2)  the 
panel  length.  All  reinforcement  framing  perpendicular 
to  the  wall  in  exterior  panels  shall  extend  to  the  outer 
edge  of  the  panel  and  shall  be  hooked  or  otherwise 
anchored. 

(d)  Adequate  means  shall  be  provided  for  properly 
maintaining  all  slab  reinforcement  in  the  position  as¬ 
sumed  by  the  computations. 

Rule  10.  Line  of  Inflection.  In  the  design  of  rein¬ 
forced  concrete  flat  slab  construction,  for  the  purpose  of 
making  calculations  of  the  bending  moments  at  sections 
other  than  defined  in  these  rules,  the  line  of  inflection 
shall  be  considered  as  being  located  one-quarter  (lA)  the 
distance,  center  to  center,  of  columns,  rectangularly  and 
diagonally,  from  center  of  columns  for  panels  without 
drops,  and  three-tenths  (3/10)  of  such  distance  for  panels 
with  drops. 

Rule  11.  Moment  Sections.  For  the  purpose  of  de¬ 
sign  of  reinforced  concrete  flat  slabs,  that  portion  of  the 
section  across  a  panel,  along  a  line  midway  between  col¬ 
umns,  which  lies  within  the  middle  two  quarters  of  the 
width  of  the  panel  shall  be  known  as  the  inner  section 
and  those  portions  of  the  section  in  the  two  outer  quar 
ters  of  the  width  of  the  panel  shall  be  known  as  the  outer 
sections.  Of  the  section  which  follows  a  panel  edge  fron 
column  to  column  and  which  includes  the  quarter  peri 
meters  of  the  edges  of  the  column  capitals,  that  portior 
within  the  middle  two  quarters  of  the  panel  width  shal 
be  known  as  the  mid  section  and  the  two  remaining  por 
tions,  each  having  a  projected  width  equal  to  one-quarter 
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}f  the  panel  width,  shall  be  known  as  the  column  head 
sections. 

Rule  12.  Bending  Moments.  In  the  design  of  rein¬ 
forced  concrete  flat  slabs  the  following  provisions  with 
espect  to  bending  moments  shall  be  observed.  In  the 
noment  expressions  used : 

W  is  the  total  dead  and  live  load  on  the  panel  under 
;onsideration,  including  the  weight  of  drop  whether  a 
.quare,  rectangle  or  parallelogram ; 

Wi  is  the  total  live  load  on  the  panel  under  considera- 

1 


ion ; 

L  is  the  length  of  side  of  a  square  panel  center  to 
enter  of  columns;  or  the  average  span  of  a  rectangular 


P  _ 

lanel  which  is  the  mean  length  of  the  two  sides ; 

n  is  the  ratio  of  the  greater  to  the  less  dimension  of 
he  panel ; 

h  is  the  unsupported  length  of  a  column  in  inches, 
measured  from  top  of  slab  to  base  of  capital ; 

I  is  the  moment  of  inertia  of  the  reinforced  concrete 
olumn  section. 

A.  Interior  Square  Panels.  The  numerical  sum  of 
he  positive  and  negative  moments  shall  be  not  less  than 
/ 17  W.  L.  A  variation  of  plus  or  minus  five  (5)  per 
ent  shall  be  permitted  in  the  expression  for  the  moment 
n  any  section,  but  in  no  case  shall  the  sum  of  the  nega- 
ive  moments  be  less  than  sixty-six  (66)  per  cent  of 
he  total  moment,  nor  the  sum  of  the  positive  moments 
e  less  than  thirty-four  (34)  per  cent  of  the  total  moment 
or  slabs  with  drops;  nor  shall  the  sum  of  the  negative 
loments  be  less  than  sixty  (60)  per  cent  of  the  total 
loment,  nor  the  sum  of  the  positive  moments  be  less 
han  forty  (40)  per  cent  of  the  total  moment  for  slabs 
dthout  drops. 

1.  In  two-way  systems,  for  slabs  with  drops,  the  nega- 
ve  moment  resisted  on  two  column  head  sections  shall 
e  —  1/32  W.  L;  the  negative  moment  on  the  mid  sec- 
on  shall  be  —  1/33  W  L,  the  positive  moment  on 
ie  two  outer  sections  shall  be  +  1/80  W.  L  and  the 
ositive  moment  on  the  inner  section  shall  be  +  1/133 
y  ,L ;  and  for  slabs  without  drops,  the  negative  moment 
[ssisted  on  two  column  head  sections  shall  be  —  1/36 
y  L,  the  negative  moment  on  the  mid  section  shall  be 

-  1/133  W  L,  the  positive  moment  on  the  two  outer 
actions  shall  be  +  1/63  W  L  and  the  positive  moment 
|n  the  inner  section  shall  be  +  1/133  W  L. 

2.  In  four-way  systems,  the  negative  moments  shall  be 
s  specified  for  Two-Way  Systems ;  the  positive  moment 
n  the  two  outer  sections  shall  be  +  1/100  W  L  and 
ie  positive  moment  on  the  inner  section  shall  be  +  1/100 
/  L  for  slabs  with  drops;  and  the  positive  moment  on 
ie  two  outer  sections  shall  be  +  1/174  W  L,  and  the 
ositive  moment  on  the  inner  section  shall  be  +  1/100 
/  L,  for  slabs  without  drops. 

3.  In  three-way  systems,  the  negative  moment  on  the 
olumn  head  and  mid  sections  and  the  positive  moment 
n  the  two  outer  sections,  shall  be  as  specified  for  Four¬ 
ty  Systems.  In  the  expression  for  the  bending  mo- 
lents  on  the^  various  sections,  the  length  L  shall  be 
jssumed  as  the  distance  center  to  center  of  columns 
ad  the  load  W  as  the  load  on  the  parallelogram  panel. 

B.  Interior  Rectangular  Panels. 

1.  When  the  ratio  n  does  not  exceed  1.1,  all  condu¬ 
ctions  shall  be  based  on  a  square  panel  of  a  length 
jiual  to  the  average  span,  and  the  reinforcement  shall 
2  equally  distributed  in  the  short  and  long  directions 
:cording  to  the  bending  moment  coefficients  specified 
)r  interior  square  panels. 

2.  When  the  ratio  n  lies  between  1.1  and  1.33,  the 
ending  moment  coefficient  specified  for  interior  square 
inels  shall  be  applied  in  the  following  manner : 

(a)  In  two-way  systems,  the  negative  moments  on  the 
vo  column  head  sections  and  the  mid  section  and  the 
asitive  moment  on  the  two  outer  sections  and  the 
jner  section  at  right  angles  to  the  long  direction  shall 

-  determined  as  for  a  square  panel  of  a  length  equal  to 


the  greater  dimensions  of  the  rectangular  panel ;  and  the 
corresponding  moments  on  the  sections  at  right  angles 
to  the  short  direction  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  lesser  dimensions  of  the 
rectangular  panel.  In  no  case  shall  the  amount  of  re¬ 
inforcement  in  the  short  direction  be  less  than  two-thirds 
(2/3)  of  that  in  the  long  direction.  The  load  W  shall 
be  taken  as  the  load  on  the  rectangular  panel  under  con¬ 
sideration. 

(b)  In  four-way  systems,  for  the  rectangular  bands,  the 
negative  moment  of  the  column  head  sections  and  the 
positive  moment  on  the  outer  sections  shall  be  determined 
in  the  same  manner  as  indicated  for  two-way  systems. 

For  the  diagonal  bands  the  negative  moments  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  inner  section  shall  be  determined  as  for  a  square 
panel  of  a  length  equal  to  the  average  span  of  the  rec¬ 
tangle.  The  load  W  shall  be  taken  as  the  load  on  the 
rectangular  panel  under  consideration. 

(c)  In  three-way  systems,  the  negative  and  positive  mo¬ 
ments  on  the  bands  running  parallel  to  the  long  direc¬ 
tion  shall  be  determined  as  for  a  square  whose  side  is 
equal  to  the  greater  dimension;  and  the  moments  on 
the  bands  running  parallel  to  the  short  direction  shall 
be  determined  as  for  a  square  whose  side  is  equal  to 
the  lesser  dimension.  The  load  W  shall  be  taken  as  the 
load  on  the  parallelogram  panel  under  consideration. 

C.  Exterior  Panels.  The  negative  moments  at  the 
first  interior  row  of  columns  and  the  positive  moments 
at  the  center  of  the  exterior  panels  on  moment  sections 
parallel  to  the  wall,  shall  be  increased  twenty  (20)  per 
cent  over  those  specified  above  for  interior  panels.  The 
negative  moment  on  moment  sections  at  the  wall  and 
parallel  thereto  shall  be  determined  by  the  conditions  of 
restraint,  but  the  negative  moment  on  the  mid  section 
shall  never  be  considered  less  than  fifty  (50)  per  cent 
and  the  negative  moment  on  the  column  head  section 
never  less  than  eighty  (80)  per  cent  of  the  correspond¬ 
ing  moments  at  the  first  interior  row  of  columns. 

D.  Interior  Columns  shall  be  designed  for  the  bend¬ 
ing  moments  developed  by  unequally  loaded  panels,  ec¬ 
centric  loading  or  uneven  spacing  of  columns.  The 
bending  moment  resulting  from  unequally  loaded  panels 
shall  be  considered  as  1/40  Wi  L,  and  shall  be  resisted 
by  the  columns  immediately  above  and  below  the  floor 
line  under  consideration  in  direct  proportion  to  the  values 
of  their  ratios  of  I/h. 

E.  Wall  Columns  shall  be  designed  to  resist  bending 
in  the  same  manner  as  interior  columns,  except  that  W 
shall  be  substituted  for  Wi  in  the  formula  for  the  mo¬ 
ment.  The  moment  so  computed  may  be  reduced  by  the 
counter  moment  of  the  weight  of  the  structure  which 
projects  beyond  the  center  line  of  the  wall  columns. 

F.  Roof  Columns  shall  be  designed  to  resist  the  total 
moment  resulting  from  unequally  loaded  panels,  as  ex¬ 
pressed  by  the  formulae  in  paragraphs  (D)  and  (E)  of 
this  rule. 

Rule  13.  Walls  and  Openings.  In  the  design  and 
construction  of  reinforced  concrete  flat  slabs,  additional 
slab  thickness,  girders  or  beams  shall  be  provided  to 
carry  any  walls  or  concentrated  loads  in  addition  to  the 
specified  uniform  live  and  dead  loads.  Such  girders  or 
beams  shall  be  assumed  to  carry  twenty  (20)  per  cent 
of  the  total  live  and  dead  panel  load  in  addition  to  the 
wall  load.  Beams  shall  also  be  provided  in  case  openings 
in  the  floor  reduce  the  working  strength  of  the  slab  below 
the  prescribed  carrying  capacity. 

Pule  14.  Special  Panels.  For  structures  having  a 
width  of  less  than  three  (3)  rows  of  slabs,  or  in  which 
exterior  drops,  capitals  or  columns  are  omitted,  or  in 
which  irregular  or  special  panels  are  used,  and  for  which 
the  rules  relating  to  the  design  of  reinforced  flat  slabs 
do  not  directly  apply,  the  computations  in  the  analysis 
of  the  design  of  such  panels,  shall,  when  so  required, 
be  filed  with  the  commissioner  of  buildings. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 


1279-25 


697-28 

380-29- 


359-30 

237-32 

447-32 

98-33 


164-33 

23-34 

156-34 


221-34 


301-34 

7-35 


11-35 


39-35 

43-35 


51-35 

88-35 


156-35 

163-35 


171-35 

189-35 


207-35 

216-35 


226-35 


229-35 

231-35 

238-35 


Appliances  Submitted  for  Approval. 

SA— Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

SA— Acme  Fire  Alarm  Signal  System. 

SA— Kennedy  2^4-inch  Hose  Outlet  Valve,  Type 
“A”. 

SA— Conran  Hydraulic  Emergency  Control  Valve 

for  Fire  Line. 

.SA— D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

.SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3x3x6  in. 
flush  type  of  straightway  and  90°  patterns. 

-SA — Firemaster  Fire  Extinguisher. 

_SA— Webster  Fuel  Oil  Pump. 

_SA— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

-SA— Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

_SM— “Radbur”  Flameproofing  Compound. 

-S A— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

-SA— N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

_SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 

-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

SA— Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

.SA— Gillespie  Elevator  Shaft  Door  Switch. 

_SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

-SA _ Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 

Relief). 

-SA— Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

-SA— Hardinge  Gun  Type  Oil  Burner,  Model  25. 

SA— Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

SA— Garfire  Gun  (Fire  Extinguisher). 


265-35-SA — 


De 


93-36-SA- 

102-36-SA- 

144-36-SA- 


191-36-SM 
20 1-36- SA- 


202-36-SA — 1 


219-36-SA- 

242- 36-SA- 

243 - 36- S  A- 
254-36-SA- 
264-36-SA 
286-36-SA- 


295-36-SA- 

317-36-SA- 

320-36-SA- 

352-36-SA 


378-36-SA- 

384-36-SA- 

6-37-SA- 

12-37-SA- 

23- 37-SA- 

24- 3 7- S  A 


25-37-SA- 

27-37-SA 


■French  Automatic  Oil  Burner,  Model  5 
Luxe. 

Wicaco  Adjustable  Oil  Burner  Pump. 

-Cole  Draft  Governor. 

Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

-Carey  Rocktex  Insulating  Wool. 

-Ouick  Heat  Pot  Type  Radiant  Heater,  Models 
316-0,  319-0,  316-1,  319-1,  326-0,  329-0,' 
326-1  and  329-1. 

Quick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228-2,  238-1  and' 
238-2. 

■Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine.  | 

-Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 
A-L  and  B.  ( 

-Victor  Circulating  Fuel  Oil  Heater,  Model; 
VCH  27,  VCH  19  and  VCH  17. 

-Chase  Brass  &  Copper  Co.,  Inc.,  1J4  in.  Nev 
York  Regulation  Lavatory  Trap. 

-Nesco  Circulating  Heater,  Models  41,  42,  041 
042  and  052. 

-Oil  Industrial  Laboratories,  Anti-Syphon  Oi 
Check  Valve,  Model  No.  426. 

-Vesta  Fuel  Oil  Meter. 

-Dempsey  Industrial  Oil  Burner. 

-Preferred  Syphon  Breaker,  Type  T. 

-International  Oil  Burning  Heater,  Models  95 
90,  99,  55  and  66. 

-Ritz  Oil  Burner,  Model  A. 

-York  Bake  Oven  Oil  Burner. 

-Diesel-American  Oil  Burner,  Model  D-A-l. 

-Silent  Glow  Oil  Burner,  Model  1300.  ( 

-Silent  Heet  Oil  Burner,  Models  A,  B  and  I 

-Silent  Glow  Si-Glo-La  Oil  Space  Heatei 
Models  15,  35,  60  and  80. 

-Century  Pressing  Machine  Oil  Burner,  Moc 
els  U1  and  U2. 

Philco  Oil  Burner,  Models  AM  and  B. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upo 
which  action  by  the  board  has  been  deferred  pending  con 
mittee  reports  of  this  board,  court  or  department  actior 
and  will  remain  thereon  until  the  aforesaid  reports,  com 
or  departmental  actions  are  consummated.  Whereupon  th 
case  or  cases  will  be  restored  to  the  regular  calendar  an 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  tl 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City.  I 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  , one t  year  to  THE  BULLET] h 

OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLEI1N  to 

I 

Name . H 

Street . — f 

1  937 

My  Subscription  is  to  begin  with  the  issue  for . . . . . 
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Bernard  A.  Savage 
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Chief  John  J.  McElligott 
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All  communications  should  he  addressed  to  the  chairman  of 

the  board 


CONTENTS 


This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Order  Served  on  Board. 

Court  Decisions. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  February  9,  1937,  at  10 
A.  M.,  Affecting  Calendar  Numbers  379-33-BZ,  170-36- 
BZ,  427-32-BZ,  168-3S-BZ,  and  330-33-BZ. 

Minutes  of  Regular  Meeting,  February  9,  1937,  at  2  P.  M., 
Affecting  Calendar  Numbers  300-35-BZ,  395-29-BZ, 
106-32-BZ,  309-36-BZ,  329-36-BZ,  590-29-BZ,  238-36- 
BZ,  274-36-BZ,  771-26-BZ,  259-32-BZ,  54-31-BZ,  51-30- 
BZ,  926-28-BZ,  429-29-BZ,  200-27-BZ,  353-36-BZ,  392- 
36- A,  350-36- A,  371 -36- A,  372-36- A,  16-37- A,  33-37- A, 
382-36-A,  22-37-A,  220-34-A,  6-37-SA,  12-37-SA  and 
345-31-SA. 

Correction  Affecting  Calendar  Number  233-36-BZ. 

Approved  Fireline  Hose  Valves. 

Rules  for  Interior  Fire  Alarm  Signal  Systems. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin, 
t  all  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan.  s’ 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

,  The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections  if  any 
and  will  be  called  in  Room  1013,  Monday,  February  15,’ 
193/,  at  2  o  clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  February  23,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  he  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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CALENDAR 


DOCKET 


New  Cases  Filed  up  to  February  10,  1937 


Cal.  No. 
40-37-BZ. 


Department  Premises  Affected 

.  .D.B.Q . 158-26  to  158-32  Liberty  ave¬ 

nue  and  105-02  to  105-06 
159th  street,  southwest  cor¬ 
ner  (Block  ill  18,  Lot  26), 
Jamaica,  Borough  of 

Queens,  Applic.  151-37. 


41-37-S . D.B.M . 78-80  East  56th  street,  south 

side,  65  ft.  8  in.  west  of 
Park  avenue  (Block  1291, 
Lots  39p2  &  40),  Borough 
of  Manhattan,  N.B.  211-36. 


42-37-BZ . D.B.Q . 89-04  to  89-12  Woodhaven 

boulevard,  southwest  corner 
of  Myrtle  avenue  (Block 
3866,  Lot  160),  Glendale, 
Borough  of  Queens, 

Applic.  563-37. 


43-37-BZ . D.B.B . 1091-1113  Lorraine  avenue, 

north  side,  from  Linden 
boulevard  to  Holly  street, 
and  2492-2504  Linden  boule¬ 
vard  (Block  4482,  Lot  38), 
Borough  of  Brooklyn, 

Applic.  17928-36. 


44-37-A . D.B.B . 1702  Avenue  P,  southeast  cor¬ 

ner  of  East  17th  street 
(Block  6780,  Lot  1),  Bor¬ 
ough  of  Brooklyn, 

Applic.  18549-36. 


45.37. A . F.D . 41-32  27th  street,  west  side, 

152  ft.  5)4  in-  north  of 
Queensboro  Plaza  (Block 
415,  Lot  36),  Long  Island 
City,  Borough  of  Queens, 

69806-L.C. 


46-37-BZ . D.B.Q . 9061  Myrtle  avenue,  north 

side,  575  ft.  east  of  Wood- 
haven  boulevard  (Block 
3883.,  Lot  1),  Glendale,  Bor¬ 
ough  of  Queens, 

Applic.  3-37. 


47-37-BZ . D.B  Bx . 530-532  Bergen  avenue,  east 

side,  721.93  ft.  north  of 
148th  street  (Block  2293, 
Lots  33  &  34),  Borough  of 
The  Bronx,  Decision. 


48-37- A . F.D . 354  East  149th  street  and  530 

Courtlandt  avenue,  south¬ 
east  corner  (Block  2337,  Lot 
39) ,  Borough  of  The  Bronx, 
3527-L.C. 


49-37-A . F.D . Pier  No.  46,  foot  of  Van 

Brunt  street,  west  side 
Wharf,  575  ft.  west  of  Reid 
and  Van  Brunt  streets 
(Block  611,  part  of  Lot  1), 
Borough  of  Brooklyn, 

12642-L.F. 


Restored  to  Calendar 

395-29-BZ . D.B.B . 987-1001  Liberty  avenue, 

northwest  corner  of  Con¬ 
duit  boulevard  (Block  4157, 
Lot  28  and  part  of  Lot  32), 
Borough  of  Brooklyn, 

Applic.  160-37. 


106-32-BZ . D.B.Bx . 2351-2355  Grand  Concourse, 

northwest  corner  of  Field 
place  (Block  3164,  Lot  50), 
Borough  of  The  Bronx, 

Alt.  40-37. 


CODE 

[)  b . Department  of  Buildings 

H  U . Health  Department 

D.B  B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B  Bx . Department  of  Buildings,  Bronx 

X.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  February  3,  1937,  Phillips,  Mahoney  &  Fielding,  attorneys, 
served  on  Board  petition  and  order  of  certiorari  for  Junior  Ehret 
Realty  Corporation,  objector,  in  re  decision  of  January  5,  1937, 
permitting  ten  year  permit  for  garage  for  storage  of  buses  9f 
N  Y  Railways  Corporation,  owner,  partly  in  retail  and  partly  in 
residence  district,  Cal.  No.  325-36-BZ,  Premises  806-814  9th  avenue, 
318-362  West  54th  street,  and  321-329  West  53rd  street,  Borough 
of  Manhattan. 


COURT  DECISIONS 

1320-1328  Grant  Ave.  Corpn.  v.  Murdock,  et  al.  July  7,  1936, 
Board  granted  open  air  parking  and  storage  station,  in 
business  district,  under  section  21,  for  two  years;  Cal.  j 
No.  70-36-BZ,  Premises  2692-2708  Jerome  avenue,  Bor¬ 
ough  of  The  Bronx.  Mr.  Justice  Wasservogel  sus¬ 
tained  Board  (N.Y.L.J.  February  5,  1937). 

*  *  * 

In  re  Montedor  Realty  Co.,  Inc.  (Murdock)— December  15,  1933, 
Board  granted  garage  in  business  district,  under  section 
21,  Cal.  No.  699-30-BZ,  Premises  east  side  of  Jerome 
avenue,  100  ft.  south  of  East  196th  street,  Borough  oi 
The  Bronx.  Mr.  Justice  Wasservogel  sustained  Board 
(N.Y.L.J.  February  5,  1937). 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Feb. 
Certificate  of  Occupancy,  approved 

forms  . Aug- 

Concrete  Flat  Slabs,  Rules . Feb. 

Concrete  Rules  (Hydrated  Lime)... Jan. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors)  .....  Tan. 

Factory  Exit  Rules . ...Jan. 

Fire  Alarm  Rules  (Interior) . Feb. 

Fire  Drill  Rules . Jan. 

Fire  Retarding  Rules  for  Garages, 

etc . Jan. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Feb. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 


2,  1937— Vol.  22,  No.  ' 

2.  1932— Vol.  17.  No.  31 
9,  1937— Vol.  22,  No.  ' 
26,  1937 — Vol.  22,  No. 

3,  1936— Vol.  21,  No. 

1,  i935_Vol.  20,  No.  1 
5,  1937— Vol.  22,  No. 

16,  1937— Vol.  22,  No.  ' 
5,  1937— Vol.  22,  No. 

26,  1937— Vol.  22,  No. 

14,  1936— Vol.  21,  No.  1 
21,  1919— Vol.  4,  No. 

7,  1925— Vol.  10,  No.  1 
S.  1028— Vol.  13.  No.  2 
9,  1937— Vol.  22,  No. 

27,  1934— Vol.  19,  No.  4 
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Platform  Trucks,  Specifications  for.  Nov.  24,  1936 — Vol.  21,  No.  47 

Plumbing  Rules  . . . Jan.  26,  1937— Vol.  22,  No.  4 

Procedure,  Rules  of . Jan.  5,  1937 — Vol.  22,  No.  1 

Refrigerating  Systems,  Extract  C.O.Jan.  12,  1937 — Vol.  22,  No.  2 
Smoking  in  Factories,  Rules  for.... Feb.  2,  1937 — Vol.  22,  No.  5 

Sprinkler  Rules  . Jan.  5,  1937— Vol.  22,  No.  1 

Standpipe  Firehne  Rules . Feb.  2,  1937  -Vol.  22,  No.  5 

Structural  Alterations,  Reporting. ..  |une  7,  1932 — Vol.  17,  No.  23 

Tank  Trucks,  Fuel  Oil,  etc . Nov.  24,  1936 — Vol.  21,  No.  47 

Tank  Trucks,  Gasoline,  etc . Nov.  24,  1936 — Vol.  21,  No.  47 

Wire  Glass  Rules  (Amendment  to 

Rule  SOS  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  IS 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  ...  . 

. Mar. 

s. 

1935— Vol. 

20, 

No. 

10 

Fireline  Hose  Valves . 

. Feb. 

16, 

1937— Vol. 

22, 

No. 

7 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . 

19, 

1937— Vol. 

22, 

No. 

3 

Fuel  Oil  Fill  Pipe  Terminals. 

26, 

1936 — Vol. 

21. 

No. 

21 

Fuel  Oil  Burners  for  Industrial  Use. Nov. 

17, 

1936— Vol. 

21, 

No. 

46 

Fuel  Oil  Pumps . 

. Feb. 

9, 

1937— Vol. 

22, 

No. 

6 

Paint,  Varnish  and  Lacquer 

Spray- 

ini?  Equipment  . 

26, 

1935— Vol. 

20. 

No. 

48 

Range  Oil  Burners  and 

Space 

Heaters  . 

29, 

1936— Vol. 

21, 

No. 

52 

CALL  OF  CLERK’S  CALENDAR 
MONDAY,  FEBRUARY  15,  1937,  2  P.  M. 

Building  Zone  Cases 

[  3-37-BZ. 

:  APPLICANT — Henry  G.  Steinmetz,  for  John  A.  Stein- 
metz,  owner. 

PREMISES — 2825  Bailey  avenue,  west  side,  205.33  ft. 
north  of  West  Kingsbridge  road  (Block  No.  3264, 
Lot  No.  38),  Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  an  unrestricted  use  district  and 
partly  in  a  business  use  district  the  occupancy  of 
a  plot  of  ground  as  a  parking  space  for  more  than 
five  (5)  motor  vehicles. 

354-36-BZ. 

APPLICANT — South  Brooklyn  Savings  Bank,  owner. 

PREMISES — 7513-7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No.  5939,  Lot  No. 
1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  and  “E”  area  district  the 
erection  and  maintenance  of  a  Class  A  Multiple 
Dwelling  not  conforming  with  the  requirements  of 
the  building  zone  resolution  as  to  area,  side  yard 
and  setback. 

'  386-36-BZ. 

APPLICANT — William  E.  Kennedy,  for  Mary  E.  Carter, 
owner. 

PREMISES — 144-30  Farmers  boulevard,  west  side,  35.72 
ft.  south  of  144th  road  (Block  No.  3242,  Lot  No. 
5),  Springfield,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  conversion  of 
occupancy  of  part  of  existing  building  to  business 
use. 


FEBRUARY  16,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  Febru¬ 
ary  16,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matters : 


cal.  no.  141-36-BZ — Application,  May  16,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Bennett  and  Koeppel,  applicants, 
on  behalf  of  Irving  L.  Berman,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissed 
for  lack  of  prosecution;  reopened  and 
restored  to  Calendar  November  24, 
1936)  ;  premises  833-835  Sutter  avenue 
and  407-417  Schenck  avenue,  northeast 
corner  (Block  No.  4028,  Lot  No.  35), 
Borough  of  Brooklyn. 

cal.  no.  252-36-BZ — Application,  August  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  A.  Lacerenza,  appli¬ 
cant,  on  behalf  of  Dualton  Homes, 
Inc.,  owner,  to  permit  in  a  business  use 
district  the  conversion  of  occupancy  of 
an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles; 
premises  60-62  Bayard  street,  south 
side,  75  ft.  east  of  Lorimer  street 
(Block  No.  2722,  Lot  No.  8),  Borough 
of  Brooklyn. 

cal.  no.  889-24-BZ — Application  of  Lauritz  Lauritzen,  ap¬ 
plicant,  on  behalf  of  D.  &  B.  Auto 
Painting  Company,  owner,  reopened 
September  29,  1936,  under  sections  7a, 
7c  and  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  use  dis¬ 
trict  the  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  103-111  Underhill 
avenue,  east  side,  103  ft.  \\l/2  in.  south 
of  St.  Marks  avenue  (Block  No.  1153, 
Lot  No.  5),  Borough  of  Brooklyn. 

cal.  no.  351-36-BZ — Application,  November  17,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Edward  Boosin,  applicant,  on 
behalf  of  Gravesend  Service  Station, 
Inc.,  owner,  to  permit  in  a  business 
use  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station;  premises 
381-391  Avenue  U  and  2122-2128  East 
2nd  street,  northwest  corner  (Block 
No.  7104,  Lot  Nos.  490  and  495),  Bor¬ 
ough  of  Brooklyn. 


CAL.  no.  14-37-BZ — Application,  January  11.  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Scacchetti  and  Siegel,  appli¬ 
cants,  on  behalf  of  Macaba  Corpora¬ 
tion,  owner,  to  permit  in  a  business  use 
district  the  change  of  occupancy  of  an 
existing  building  to  include  a  motor 
vehicle  repair  shop ;  premises  1665-1675 
Jerome  avenue,  west  side,  150  ft.  north 
of  Featherbed  lane  (Block  No.  2861, 
Lot  No.  35),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK.  Chairman. 


FEBRUARY  16,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

376-36-A — 987-1001  Liberty  avenue,  northwest  corner  of 
Conduit  boulevard  (Block  No.  4157,  Lot 
No.  32),  Borough  of  Brooklyn. 
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Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  Febru¬ 
ary  16,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  302-36-BZ— Application,  October  9,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Ferdinand  Savignano,  appli¬ 
cant,  on  behalf  of  Edgar  J.  Kohn- 
stamm,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  building  to  be  used  as  a 
storage  garage  for  more  than  five  (5) 
motor  vehicles,  motor  vehicle  repair 
shop  and  automobile  laundry;  prem¬ 
ises  965-971  65th  street,  north  side,  100 
ft.  west  of  10th  avenue  (Block  No. 
5743,  Lot  No.  67),  Borough  of  Brook- 


FEBRUARY  24,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  Feb¬ 
ruary  24,  1937,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters: 

cal.  no.  370-36-BZ— Application,  December  10,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Goldschlag  and  Kron, 
applicants,  on  behalf  of  Drydock  and 
Corlear  Park  Properties,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than 
five  (5)  motor  vehicles;  premises  533 
East  14th  street  and  240  Avenue  B, 
northwest  corner  (Block  No.  972,  part 
of  Lot  No.  16),  Borough  of  Man¬ 
hattan. 


lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  FEBRUARY  23,  1937,  AT  2  P.  M. 

Building  Zone  Cases 


234-36-BZ. 

APPLICANT— Charles  Weishaupt,  for  Estates  of  John 
H.  Inman,  Sr.,  and  John  H.  Inman,  Jr.,  owners. 
PREMISES — 1690-1698  Broadway  and  203-209  West  53rd 
street,  northeast  corner  (Block  No.  1025,  Lot 
No.  25),  Borough  of  Manhattan. 
APPLICATION,  under  section  21  of  the  building  zone 


resolution,  . 

TO  PERMIT  in  a  business  use  district  the  conversion 
of  occupancy  of  part  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles. 


71-30-BZ. 

APPLICANT— Irving  Kirshenblit,  for  Bessie  Rubin, 
owner. 

PREMISES— 887-911  New  Lots  avenue  and  399-407  Ber- 
riman  street,  northeast  corner  and  northwest  cor¬ 
ner  of  Atkins  avenue  and  New  Lots  avenue 
(Block  No.  4086,  Lot  No.  1'),  Borough  of  Brook- 
lyn. 

APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution  (reopened  under  new  pro¬ 
posal,  November  4,  1936),  _ 

TO  PERMIT  in  a  business  use  district  the  parking  ot 
more  than  five  (5)  motor  vehicles  (previously 
denied  for  a  gasoline  service  station). 


cal.  no.  366-36-BZ— Application,  November  30,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Scacchetti  and  Siegel,  ap¬ 
plicants,  on  behalf  of  2291  Realty 
Corporation,  owner,  to  permit  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  2261-2269  (  2291 

displayed)  Grand  Concourse,  west 
side,  95  ft.  south  of  East  183rd  street 
(Block  No.  3163,  Lot  No.  26),  Bor¬ 
ough  of  The  Bronx. 


cal.  no.  19-37-BZ — Application,  January  15,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion  of  J.  M.  Berlinger,  applicant,  on 
behalf  of  William  Feldstein,  owner,  to 
permit  partly  in  a  residence  use  dis¬ 
trict,  partly  in  a  business  use  dis¬ 
trict  and  partly  in  an  unrestricted  dis¬ 
trict  the  erection  and  maintenance  of 
a  mortuary  chapel.;  premises  1-11 
Ocean  parkway,  south  side,  160  ft.  10$4 
in.  east  of  East  8th  street  (Block  No. 
5322,  Lot  No.  10),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman.' 


FEBRUARY  24,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

361-36-A — 5302-5324  2nd  avenue,  north  side,  from  53rd 
street  to  54th  street  (Block  No.  812,  Lol 
No.  1),  Borough  of  Brooklyn. 


50-36-BZ. 

APPLICANT— William  McGrane,  for  Iceland  Rink 
Realty  Corporation,  owner. 

PREMISES — 2555  Jerome  avenue,  southwest  corner  of 
West  192nd  street  (Block  No.  3201,  Lot  No.  30), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  December  8,  1936), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
dismissed  for  lack  of  prosecution). 


21-37-A — 210  West  80th  street,  south  side,  173  ft.  5  in 
east  of  Broadway  (Block  No.  1227,  Lo 
No.  41),  Borough  of  Manhattan. 

26-37-A — 1-17  South  10th  street,  north  side,  90.83  ft.  wes 
of  Kent  avenue  (Block  No.  2143,  Lot  No 
1),  Borough  of  Brooklyn. 

Variations  of  Labor  Lazo 

362-36- S— 5302-5324  2nd  avenue,  north  side,  from  53r< 
street  to  54th  street  (Block  No.  812,  Lo 
No.  1),  Borough  of  Brooklyn. 
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393-36-S — 160  Mercer  street,  east  side,  220  ft.  north  of 
Prince  street  and  589  Broadway  (Block 
No.  512,  Lot  No.  17),  Borough  of  Man¬ 
hattan. 

41-37-S — 78-80  East  56th  street,  south  side,  65  ft.  8  in. 

west  of  Park  avenue  (Block  No.  1291, 
Lot  Nos.  39J4  and  40),  Borough  of  Man¬ 
hattan. 

Appliances  Submitted  for  Approval 

29-37-SA — Borden  Oil  Burner,  Models  A  and  B. 

35-37-SA — Craig  Expansible  Fire  Hose  Reel. 

Building  Zone  Application 

:  NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon,  Feb¬ 
ruary  24,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  300-35-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK.  Chairman 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

296-36- BZ. 

^APPLICANT — Lama  and  Proskauer,  for  Helen  L.  Sack- 
ett,  owner. 

PREMISES — 1143-1147  2nd  avenue,  northwest  corner  of 
East  60th  street  (Block  No.  1415,  Lot  Nos.  21  and 
23),  Borough  of  Manhattan. 

•APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

335-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  L.  &  F.  Realty 

'  Corporation,  owner. 

PREMISES — 2417-2437  Fulton  street  and  28-48  Norman 
place,  northwest  corner  (Block  No.  1546,  Lot  No. 
29),  Borough  of  Brooklvn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

17-37-BZ. 

APPLICANT — George  Stone,  for  Bank  of  New  York  and 
Trust  Company,  owner. 

PREMISES — 322-324  West  41st  street,  south  side,  300  ft. 
west  of  8th  avenue  (Block  No.  1031,  Lot  No.  45). 
Borough  of  Manhattan. 


APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  retail  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  period  of  not 
more  than  two  (2)  years. 

395-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  C.  H.  O.  Cor¬ 
poration,  owner. 

PREMISES — 987-1001  Liberty  avenue,  northwest  corner 
of  Conduit  boulevard  (Block  No.  4157,  Lot  No. 
28  and  part  of  Lot  No.  32),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  Febru¬ 
ary  9,  1937), 

TO  PERMIT  in  a  business  use  district  the  extension  of 
a  gasoline  service  station  (which  station  was 
granted  by  the  Court). 


MARCH  2,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
2,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cat.,  no.  86-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Morris  I.  Hal- 
perin,  owner,  reopened  December  1, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(previously  withdrawn)  ;  premises  268 
Lincoln  place,  southeast  corner  of  LTn- 
derhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 

cal.  no.  326-36-BZ — Application,  October  31,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Joseph  M.  Lonergan,  appli¬ 
cant,  on  behalf  of  Guiseppe  Montemo- 
rano,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner 
(Block  No.  701,  Lot  No.  8),  Borough 
of  Brooklyn. 

cal.  no.  375-36-BZ — Application,  December  16,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  William  B.  Linder,  applicant, 
on  behalf  of  Jacob  Mayers,  owner,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station ;  premises  179-183 
Flatbush  avenue,  619-621  Pacific  street 
and  8-18  5th  avenue  (Block  No.  1118, 
Lot  No.  1),  Borough  of  Brooklyn. 

HARRIS  EI.  MURDOCK,  Chairman, 


MARCH  2,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 
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27-36-A— 145  West  51st  street,  north  side,  125  ft.  east  of 

Seventh  avenue  (Block  No.  1004,  Lot  No. 

6),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
2  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the’  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board . 

cal  no  26-36- BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 


New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  9,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  FEBRUARY  9,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  February  2,  1937  and  the  minutes 
of  the  regular  meeting  of  the  Board  held  on  Tuesday 
afternoon,  February  2,  1937,  were  approved  as  printed  in 
Bulletin  No.  6,  Vol.  XXII. 


BUILDING  ZONE  CASES 

379-33-BZ. 

APPLICANT— Anna  Haurylak,  for  Anna  Haurylak,  An¬ 
drew  Haurylak,  Jack  W.  Stalma  and  Vlasta 
Stalma,  owners.  * 

SUBJECT— Application  reopened  under  new  proposal 
June  9,  1936 — re.  Application  under  Section  21  of 
the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of  a 
gasoline  service  station  and,  also,  a  motor  vehicle 
repair  shop  (previously  denied  for  a  gasoline  serv¬ 
ice  station).  .  ,  ,  , 

PREMISES  AFFECTED— 79-08  Astoria  boulevard  and 
23-49  79th  street,  southeast  corner  (Block  No. 
1032,  Lot  No.  54),  Elmhurst,  Borough  of  Queens. 

APPEARANCES—  „  T  .  _  , , 

For  Applicant:  Herman  Greenspun,  Jacob  S.  Man- 
heimer,  Michael  F.  Pinto  and  Mrs.  Anna 
Haurylak. 

For  Opposition:  Edward  J.  Victory,  L.  C.  Squire 
and  Gertrude  Searles. 

ACTION  OF  BOARD — Application  withdrawn  upon  re¬ 
quest  of  applicant’s  representative. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum .  3 

Negative  . 0 

Absent:  Assistant  Chief  Walsh  .  1 


170-36-BZ. 

APPLICANT— Nathan  A.  Goldenthal,  for  Michael  J. 
Shea  and  Hannah  Shea,  owners. 


SUB IECT— Application  (re  decision  of  the  commissioner, 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  occupancy  of  portion  ot  a  plot  ground, 
as  an  open  air  parking  space  for  more  than  five  (5) 
motor  vehicles  and,  also,  to  permit  the  conversion 
of  occupancy  of  an  existing  structure  on  the  plot, 
to  three  (3^  three-car  garages. 

PREMISES  AFFECTED— 25-13  35th  street,  east  side,, 
92.04  ft.  south  of  Astoria  boulevard  (Block  No.. 
633,  Lot  Nos.  30,  31  and  32),  Long  Island  City, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Max  Bernstein. 

For  Opposition:  August  Berberich,  Edward  Bar¬ 
rett,  Fred  Munchinger,  Frank  May,  Cornelius' 
J.  Boylan,  Rose  Fiesel,  Charles  Kroh,  Agnes 
Meduna,  H.  Landergren,  Mrs.  Ciappetti,  Char-' 
lotte  Deutschmann,  Walter  Fredrickson,  anc 
Anna  Kozick. 

ACTION  OF  BOARD — Application  granted  on  condition' 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum . 

Negative  . 

Absent:  Assistant  Chief  Walsh  . 

THE  RESOLUTION— 

(170-36-BZ) 

Whereas,  Nathan  A.  Goldenthal,  for  Michael  J.  She: 
and  Hannah  Shea,  owners,  filed,  June  4,  1936,  an  appli. 
cation  under  the  building  zone  resolution  to  permit  in  ; 
residence  use  district  the  occupancy  of  portion  of  a  plo 
of  ground  as  an  open  air  parking  space  for  more  tha: 
five  (5)  motor  vehicles  and,  also  to  permit  the  conversio 
of  occupancy  of  an  existing  structure  on  the  plot  to  thre 
3-car  garages ;  Premises :  25-13  35th  street,  east  side 
92  04  ft.  south  of  Astoria  boulevard  (Block  No.  633,  Lc 
Nos.  30,  31,  and  32),  Long  Island  City,  Borough  o. 
Queens;  and  .... 

Whereas,  a  public  hearing  was  held  on  this  apphcatio 
by  the  Board  of  Standards  and  Appeals,  at  its  regula] 
meeting,  February  9,  1937,  after  due  notice  by  publicatio 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals 

Whereas,  the  use  district  maps  accompanying  the  builc 
ing  zone  resolution  show  that  Astoria  boulevard  is  in 
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business  use  district;  35th  street  is  in  a  residence  and 
business  use  district  and  36th  street  is  in  a  residence  and 
business  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  6,  1936,  reads: 

“No.  1 — Your  application  for  a  Certificate  of  Occu¬ 
pancy  to  use  the  above  premises  for  three  (3)  car 
garages  and  open  air  parking  is  hereby  denied  due 
to  the  fact  that  these  premises  is  located  in  a  residence 
district  and  therefore  contrary  to  the  Building  Zone 
Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  75  feet  and  a  depth  of  100  ft.  V/i  in. 
A  small  irregular  area  (having  a  frontage  of  approxi¬ 
mately  8  ft.  on  35th  street)  of  the  plot  is  in  the  business 
use  district.  The  remainder  of  the  plot  is  in  the  residence 
use  district.  Upon  the  central  portion  of  the  plot  there 
’is  located  a  2  story  frame  dwelling  (which  is  to  remain)  ; 
on  the  rear  of  the  plot  there  are  three  three-car  garages ; 
it  is  proposed  to  rent  garage  space  to  persons  not  residing 
6n  the  premises ;  it  is  proposed,  also,  to  park  more  than 
five  (5)  motor  vehicles  on  the  south  part  of  the  plot;  and 

Whereas,  a  committee  of  the  board  inspected  the  site 
under  appeal  in  order  to  be  informed  prior  to  the  hearing; 
and 

Whereas,  it  appears  that  the  nine  individual  garages 
were  permitted  to  be  erected  prior  to  the  erection  of  three 
houses  still  contemplated  for  which  the  garages  are  to  be 
accessory;  and 

Whereas,  it  appears  that  the  objections  are  mainly  to 
the  proposed  open  parking  and  not  to  temporary  use  of 
the  garages  until  the  houses  are  constructed  provided  the 
houses  are  erected  within  two  years ;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  section  21  of  the  building  zone  resolution  as  to 
a  temporary  hardship  existing  and  should  be  granted  a 
variance  for  a  temporary  period  of  two  years  under  cer¬ 
tain  conditions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof  for  a  period  of  two  years  from  the  date  of 
this  action,  to  permit  six  existing  one  car  garages  located 
on  the  rear  of  the  lot  to  be  used  for  storage  of  pleasure 
motor  vehicles,  on  condition  that  the  three  additional 
existing  one  car  garages  shall  be  used  as  legally  permitted 
under  the  zone  resolution ;  that  the  balance  of  the  prem¬ 
ises  shall  not  be  used  for  the  storage  or  parking  of  cars 
or  for  any  other  use  that  is  non-conforming  in  the  resi¬ 
dential  use  district;  that  the  existing  tool  house  located 
at  the  front  of  the  property  toward  the  south  shall  be 
removed ;  that  the  existing  wire  mesh  fence  on  the  lot 
lines  and  on  the  street  line  shall  be  maintained  in  good 
repair  with  not  more  than  the  two  existing  entrances  from 
the  street ;  that  this  variation  shall  continue  only  so  long 
is  the  premises  remain  in  the  ownership  and  control  of 
the  present  owner  and  in  no  event  beyond  the  two-year 
period  herein  granted ;  that  no  sign  shall  be  maintained 
md  no  lights  for  the  general  illumination  of  the  premises 
installed :  that  all  permits  required  for  the  use  permitted 
under  this  variation  shall  be  obtained  within  three  months 
from  the  date  of  this  action. 


427-32-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Standard  Na¬ 
tional  Corporation,  owner. 

SUBJECT — Application  reopened  October  20,  1936  (  re  de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  change  of  occu¬ 
pancy  of  part  of  an  existing  building  to  a  motor 
vehicle  repair  shop  (previously  withdrawn). 


PREMISES  AFFECTED — 1427-1447  Webster  avenue, 
west  side,  346.35  ft.  south  of  East  171st  street 
(Block  No.  2887,  Lot  No.  129),  Borough  of  The 
Bronx. 

APPEARANCES— 


For  Applicant :  Max  Siegel. 

For  Opposition:  Jacob  Weinberg,  Loues  Friees, 
Maurice  Leavy,  E.  F.  McShane,  Mrs.  Pauline 
Nieman,  Leo  Kaplan. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 


THE  RESOLUTION— 

(427-32-BZ) 

Whereas,  John  A.  Larkin,  for  Albright  Realty  Corp., 
owner,  filed  July  29,  1932,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  use  district 
the  change  of  occupancy  of  an  existing  building  to  a  mo¬ 
tor  vehicle  repair  shop;  premises  1427-1447  Webster  ave¬ 
nue,  west  side,  346.85  ft.  south  of  East  171st  street  (Block 
No.  2887,  Lot  No.  129),  Borough  of  The  Bronx;  and 

Whereas,  this  application  was  withdrawn  November  9, 
1932;  and 

Whereas,  Scacchetti  &  Siegel,  for  Standard  National 
Corporation,  present  owner,  requested  a  reopening  of 
the  application  and  the  application  was  reopened  by  vote 
of  the  board  October  20,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  February  9,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  in  a  busi¬ 
ness  use  district ;  Clay  avenue  is  in  a  business  and  resi¬ 
dence  use  district;  Brook  avenue  is  in  a  business  use 
district,  and  St.  Paul’s  place  is  in  a  business  use  district ; 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  October  7,  1936,  reads : 

“Your  request  of  September  28,  1936  for  a  certifi¬ 
cate  of  occupancy  to  use  stores  No.  1  to  No.  9  for  a 
light  motor  vehicle  repair  shop  at  premises  1427-1447 
Webster  avenue,  Block  2887,  Lots  88-128,  is  hereby 
denied  as  same  is  located  within  a  business  district 
as  established  by  the  building  zone  resolution  and  is 
contrary  to  section  4,  subdivision  29  of  said  resolu¬ 
tion.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
one  story  in  height,  with  a  frontage  of  269  ft.  4  in.  and 
a  depth  of  48  ft.  The  building,  at  present,  is  subdivided 
into  nineteen  (19)  stores;  it  is  proposed  to  use  the  south¬ 
erly  part  of  the  existing  store  building  (indicated  on  filed 
plans  as  stores  No.  1  to  No.  9,  having  a  total  frontage  of 
148  ft.)  as  motor  vehicle  repair  shops  for  light  motor 
vehicle  repairs  and  to  use  the  northerly  part  (stores  No. 
10  to  19)  for  conforming  uses;  and 

Whereas,  the  site  under  appeal  was  inspected  by  a  com¬ 
mittee  of  the  board,  in  order  to  be  informed  prior  to  the 
hearing ;  and 

Whereas,  the  board  deemed  that  the  applicant  has  not 
substantiated  his  basis  of  appeal,  section  21  of  the  building 
zone  resolution. 


Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


168-36-BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Lewart  Realty 
Corporation,  owner. 
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SUBJECT — Application  (re  decision  of  the  commrssioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 


service  station. 

PREMISES  AFFECTED— 218  South  9th  street  and  2o2- 
258  Havemeyer  street,  southwest  corner  (Block 
No.  2149,  Lot  No.  18),  Borough  of  Brooklyn. 


APPEARANCES—  .  .  ,  .  ,  c  i  it 

For  Applicant:  Irving  M.  Femchel  and  Sol  hor- 


inau.  ATI 

For  Opposition:  Nathan  Slewatt,  Jason  Meth, 
Anna  Littman,  Florence  Ohlstein,  Tekla  Na- 
dolnik,  Moses  Mincer,  Sophie  L.  Nagin,  David 
Altschul,  Mrs.  Elka  Pittel,  James  J.  Kelly  and 
Philip  Rosenberg. 

ACTION  OF  BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ; .  ^ 

Negative:  Chairman  Murdock,  Commissioners 

Savage  and  Blum  .  3 

Absent:  Assistant  Chief  Walsh .  1 


THE  RESOLUTION— 

(168-36-BZ) 

Whereas,  Irving  M.  Fenichel,  for  Lewart  Realty  Cor¬ 
poration,  owner,  filed  June  3,  1936,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station ;  Premises :  218  South  9th  street  and  252-258 
Havemeyer  street,  southwest  corner  (Block  No.  2149,  Lot 
No.  18),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  9,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

and  .  ,  .  , 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  South  9th  street  is  in  a 
business  and  residence  use  district ;  Havemeyer  street  is  in 
a  business  use  district;  Division  avenue  is  in  a  business 
use  district  and  Roebling  street  is  in  a  business,  residence 
and  unrestricted  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  27,  1936,  re  Application  No.  2143-1936, 
reads * 

“Proposed  gasoline  s'ervice  station  to  be  located  in 
a  business  use  district  is  contrary  to  Art.  II,  Sect.  4a 
of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  84  ft.  9  in.  on  Have¬ 
meyer  street  and  34  ft.  9  in.  on  South  9th  street.  It  is 
proposed  to  demolish  the  three-story  brick  building  now 
on  the  premises  and  to  erect  thereon  a  one-story  office 
9  ft.  9  in.  by  16  ft.  in  area,  grease  pits  and  the  necessary 
tanks  and  pumps  for  a  gasoline  service  _  station ;  and 
Whereas,  a  committee  of  the  board,  in  order  to  be  in¬ 
formed  prior  to  the  hearing,  inspected  these  premises ;  and 
Whereas,  the  applicant  failed  to  substantiate  his  basis 
of  appeal  under  section  21  of  the  building  zone  resolution 
unnecessary  hardship  and  the  board  deemed  that  there  was 
no  justification  for  the  granting  of  a  variance. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  the  application  be 
and  it  hereby  is  denied. 


330-33-BZ. 

APPLICANT — Charles  M.  Lobejager,  for  Jopaul  Realty 
Corporation,  owner. 

SUBJECT — Application  reopened  January  19,  1937  for 
consideration  as  to  amendment  of  resolution  and 
extension  of  temporary  permit — re  Application 
(decision  of  the  commissioner  of  buildings) 


granted  on  condition,  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station  for  a  temporary  period. 
PREMISES  AFFECTED — North  side  of  Northern  boule¬ 
vard,  386  ft.  west  of  Alley  Creek  (Block  No. 
2033,  Lot  No.  630),  Little  Neck,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Louis  Galluppi  and  Charles  M. 
Lobejager. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended  and  tempo¬ 
rary  permit  extended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum .  3 

N  egative  .  0 

Absent :  Assistant  Chief  Walsh  .  1 

THE  RESOLUTION— 

(330-33-BZ) 


Whereas,  this  application  affecting  premises,  north  side 
of  Northern  boulevard,  386  ft.  west  of  Alley  Creek  (Block 
No.  2033,  Lot  No.  630),  Little  Neck,  Borough  of  Queens, 
was  granted  by  the  board  February  14,  1934,  on  certain 
conditions  and  applicant  requested  an  amendment  of  the 
resolution  and  an  extension  of  the  temporary  permit. 

Resolved,  that  the  resolution  adopted  by  the  board  on  ’ 
February  14,  1934  be  and  it  hereby  is  amended,  so  far  as 
it  has  reference  to  the  accessory  building,  so  that  as 
amended  the  resolution  will  read : 

Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  application 
of  the  use  district  regulations  of  the  building  zone  ■ 
resolution,  and  that  the  application  be  and  it  hereby 
is  granted  to  permit  the  plot  under  appeal  to  be  used 
for  a  gasoline  service  station  under  section  21  for  a 
period  of  two  years  from  the  date  of  this  amended 
resolution,  on  condition  that  no  part  of  the  plot  shall 
extend  into  any  portion  of  a  mapped  street ;  that  the 
site  shall  be  filled  substantially  to  the  level  of  North¬ 
ern  boulevard ;  that  there  shall  be  erected  on  the  inte¬ 
rior  lot  lines  a  substantial  woven  wire  fence  not  less 
than  6  ft.  in  height ;  that  the  buildings  to  be  erected  , 
on  the  plot  shall  consist  of  an  office  building  only, 
as  indicated  in  plans  filed  with  this  appeal,  not  ex¬ 
ceeding  one  story  in  height  and  with  no  open  excava¬ 
tion  under  same;  that  this  accessory  building  shall  be 
constructed  of  incombustible  materials  except  that 
the  roof  beams,  roof  boarding,  doors  and  windows 
may  be  of  wood ;  provided  the  ceiling  is  fire-retarded 
in  accordance  with  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  and  the  roof  surfaced  with  incom¬ 
bustible  materials ;  that  the  accessory  building  shall 
be  constructed  substantially  as  indicated  on  plans  filed 
with  this  appeal,  except  that  the  accessory  building 
may  be  increased  by  an  extension  toward  the  easterly  . 
lot  line,  so  that  it  shall  not  exceed  a  total  length  of 
35  ft.  and  not  over  one-story  in  height;  that  the  bal¬ 
ance  of  the  plot  where  not  occupied  by  accessory 
building  shall  be  cement  paved  or  covered  with  crushed 
blue  stone ;  that  gasoline  pumps  shall  be  not  nearer 
than  10  ft.  to  the  street  line  of  Northern  boulevard 
or  to  the  accessory  building ;  that  there  shall  be  no 
portable  gasoline  tanks  used  on  or  from  the  property; 
that  there  shall  be  no  storage  or  parking  of  cars 
other  than  those  being  serviced;  that,  if  grease  pits 
are  installed  they  shall  be  enclosed  in  a  one-story 
building  similar  to  the  office  building  with  the  front 
left  open ;  that  gasoline  storage  tanks,  if  of  the  double 
shell  type,  may  be  on  earth  leveled  and  well  tamped, 
separated  one  from  the  other,  not  less  than  6  in.  and 
filled  in  with  earth  on  all  sides  and  between  the  tanks ; 
that  the  gasoline  storage  tanks  shall  be  coated  with 
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rust-resisting  material ;  that  signs  advertising  non- 
conforming  use  shall  be  limited  to  the  illuminated 
globes  of  the  gasoline  pumps  and  to  one  permanent 
flat  sign  placed  on  the  front  of  the  office  building, 
excluding  all  other  signs  of  every  nature;  that  there 
shall  be  no  open  flame  permitted  on  the  property ;  that 
if  and  when  curbs  are  erected  on  Northern  boulevard, 
there  shall  be  not  over  two  openings  to  these  prem¬ 


ises,  each  opening  not  exceeding  30  ft. ;  that  all  per¬ 
mits  shall  be  obtained  within  three  months  and  all 
work  completed  within  six  months  from  the  date  of 
this  action. 


Adjourned,  1:30  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  FEBRUARY  9,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

300-35-BZ. 

APPLICANT — William  Richter,  for  Arthill  Realty  Cor¬ 
poration,  owner. 

SUBJECT— Application  reopened  December  15,  1936,  un¬ 
der  new  facts  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  an  existing  gasoline 
service  station  (previously  denied). 

PREMISES  AFFECTED — 2664-2694  Ocean  parkway,  west 
side,  15  ft.  south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  Richter. 

1  For  Opposition  :  None. 

ACTION  OF  BOARD — Laid  over  to  February  24,  1937  at 
2  P.M.  awaiting  an  opinion  from  the  Corporation 
Counsel’s  office. 


395-29-BZ. 

APPLICANT — Lama  &  Proskauer  for  C.  H.  O.  Corpora¬ 
tion,  owner. 

SUBJECT — Application  for  consideration — reopening  un¬ 
der  new  proposal — (re  decision  of  the  commis¬ 
sioner  of  buildings)  under  section  21  of  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  use  dis¬ 
trict^  the  extension  of  a  gasoline  service  station 
(which  station  was  granted  by  the  court). 

PREMISES  AFFECTED — 987-1001  Liberty  avenue,  north¬ 
west  corner  of  Conduit  boulevard,  (Block  4157, 
Lot  No.  28  and  part  of  lot  32),  Borough  of 
Brooklyn. 

appearances— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . . .  4 

Negative  .  0 

Absent  .  ’  q 


106-32-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Confield  Es- 
„  tates,  Inc.,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
restoration  to  calendar — re  (decision  of  the  com¬ 


missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
use  district  the  alteration  and  change  of  occu¬ 
pancy  of  the  first  floor  of  existing  multiple  dwell- 
mgs  to  business  use  (stores). 

REMISES  AFFECTED — 2351-2355  Grand  Concourse 

northwest  corner  of  Field  place  (Block  No.  3164 

APPEARANCES^'  B°r°Ugh  °f  The  Br°nX' 

For  Applicant:  Max  Siegel. 

ACTION  OF  BOARD — Application  reopened  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . ^ 

Negative  . o 

Absent  . q 


197 


309-36-BZ. 

APPLICANT — Roe  and  Kramer  and  Martyn  N.  Wein¬ 
stein  for  Mount  Carmel  Cemetery,  for  Estate  of 
J.  Adams  Heuss,  owner. 

SUBJECT— -Application  (re  decision  of  the  commissioner 
of  buildings)  under  secton  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  building  to  be  used 
as  a  garage  for  less  than  five  (5)  motor  vehicles 
storage  and  tool  house. 

PREMISES  AFFECTED — 80-89  Cypress  Hills  street 
(rresh  Pond  road),  east  side,  996  ft.  north  of  In¬ 
terborough  parkway  (Block  No.  3750,  Lot  No 

APPEARANCES— W°°d’  B°r0Ugh  of  Queens- 
For  Applicant:  Charles  Kramer. 

For  Opposition:  None. 

THE^VOTE-  BOARD~Application  granted  on  condition. 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N  egative  .  ]  q 

Absent  . q 

THE  RESOLUTION— 

(309-36-BZ) 

Whereas,  Roe  &  Kramer,  for  Martyn  N.  Weinstein 
architect  for  Mount  Carmel  Cemetery,  for  Estate  of  f 
Adams  Heuss,  owner,  filed  October  20,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a 
residence  use  district  tbe  erection  and  maintenance  of  a 
building  to  be  used  as  a  garage  for  less  than  five  (5) 
oo°onr^e^lcRs  T(Ttr,Vcks)>  storage  and  tool  house;  Premises: 
nn^9f.CypreiSS  S  st,reet  (Fresh  Pond  road),  east  side, 
r  6  lx  n<^r»r\  of  rnterborough  Parkway  (Block  No.  3750 
Dot  No.  695),  Ridgewood,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
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meeting  February  9,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cypress  Hills  street  (Fresh 
Pond  road)  is  in  a  residence  use  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  9,  1936,  re  Permit  No.  NB  3105-36, 
reads : 

“The  erection  of  a  building  for  use  as  a  garage 
for  less  than  five  trucks,  storage  and  tool  house  within 
a  residence  district  is  contrary  to  section  3,  building 
zone  resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  141.9  ft.  on  Cypress 
Hills  street  and  a  maximum  depth  of  433.6  ft.  Upon  the 
front  portion  of  the  plot  there  are  located  two  frame 
structures — one  used  for  the  storage  and  sale  of  second 
hand  cars  and  one  as  a  store.  It  proposed  to  erect  upon 
the  central  portion  of  the  plot  a  one-story  structure,  60 
ft.  by  35  ft.  in  area,  to  be  used  as  a  garage  for  less  than 
five  (5)  motor  vehicles  (trucks),  storage  and  tool  house, 
same  to  be  used  by  owners  of  the  Mount  Carmel  Ceme¬ 
tery — abutting  to  the  south.  It  is  proposed  to  demolish 
existing  buildings  now  on  site ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  verbal  report  of  which 
inspection  recommending  the  granting  of  tbis  application 
was  made  by  the  committee ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution  and  was,  therefore,  entitled  to 
relief. 

Resolved,  that  the  Board  of  Standard  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  21,  to  permit  the  premises  under  appeal  to  be 
used  for  the  proposed  use  of  utility  yard  by  the 
owners  of  Mt.  Carmel  Cemetery  adjoining,  who  also 
will  become  the  owners  of  the  plot  under  appeal,  on 
condition  that  the  existing  buildings  on  the  premises  shall 
be  demolished;  that  a  fence,  similar  to  the  fence  enclos¬ 
ing  the  cemetery  shall  be  extended  across  the  street  line 
of  the  property  with  not  over  one  opening  therein  with 
gate  not  over  10  ft.  in  width;  that  on  the  interior  lot  lines 
a  fence  of  substantial  woven  wire  or  equivalent  shall  be 
erected  with  not  over  two  openings  therein  to  the  ceme¬ 
tery,  such  openings  not  to  exceed  10  ft.  each ;  that  there 
may  be  erected  on  this  lot  the  utility  building  as  indi¬ 
cated  on  plans  filed  with  this  appeal,  on  condition  that 
the  building  shall  not  exceed  an  area  of  35  ft.  by  60  ft., 
as  shown  and  not  extended  in  height  more  than  one-story ; 
that  this  building  may  be  used  as  garage  and  utility  build¬ 
ing  for  cemetery  purposes;  that  all  permits  shall  be  ob¬ 
tained  and  all  work  completed  within  one  year  from  the 
date  of  this  action. 


329-36-BZ. 

APPLICANT — John  M.  Baker,  for  Frank  Pallante, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  2l  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  extension  of  an  existing  factory  building. 

PREMISES  AFFECTED— 25-34  33d  street,  west  side, 
315.15  ft.  south  of  Astoria  boulevard  (Block  No. 
620,  Lot  No.  66),  Long  Island  City,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  John  M.  Baker. 

For  Opposition :  Raphael  V.  Groltola  and  Diego 
Giordina. 

ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  . ; . 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Absent  . 


THE  RESOLUTION— 

(329-36-BZ) 

Whereas,  John  M.  Baker,  for  Frank  Pallante,  owner, 
filed  November  5,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  residence  use  district  the 
extension  of  an  existing  factory  building ;  Premises .  25-34 
33rd  street,  west  side,  315.15  ft.  south  of  Astoria  boulevard 
(Block  No.  620,  Lot  No.  66),  Long  Island  City,  Borough 
of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  9,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

and  .  .... 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  33rd  street  is  in  a  residence 
and  business  use ;  32nd  street  is  in  a  residence  and  business 
use  district;  Astoria  boulevard  is  in  a  residence  and  busi¬ 
ness  use  district  and  28th  avenue  is  in  a  business  district; 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  4,  1936  (Alt.  Permit  No.  9393-36), 
reads  * 

“1.  The  extension  of  a  factory  building  located 
within  a  residence  district  is  contrary  to  section  3  of 

7nnp  Rpcnliitinn  ty 


Whereas,  the  premises  (Lot  No.  66,  Block  No.  620), 
consist  of  a  plot  of  ground  having  a  frontage  of  50  ft.  on 
33rd  street,  25  ft.  on  32nd  street  and  a  depth  of  140  feet. 
The  building  in  question— located  on  the  south  end  of  the 
33rd  street  front  of  the  plot  is  brick,  one-story  in  height, 

22  ft.  4  in.  by  75  ft.  in  area  and  occupied  as  a  factory  for 
the  manufacture  of  burial  caskets.  It  is  proposed  to  add 
two  (2)  additional  stories  to  the  existing  building  and  a 
proposed  one  story  extension  to  connect  with  building  to  , 
south  under  same  ownership ;  and 

Whereas,  the  premises  in  question  was  the  subject  of  , 
an  inspection  by  a  committee  of  the  board  verbal  report 
of  which  inspection  recommending  the  denial  of  this  appli¬ 
cation  was  made  by  the  committee;  and 

Whereas,  the  board  deemed  that  applicant  had  failed  to  , 
substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution  and  was,  therefore,  not  entitled  to 
relief. 

Resolved,  that  the  decision  of  the  commissioner  of  build-  ' 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


590-29-BZ. 

APPLICANT— Lama  and  Proskauer,  tor  Rubel  Corpora¬ 
tion,  owner. 

SUBJECT — Application  reopened  September  22,  1936  for 
consideration  under  new  proposal — (re  decision  of 
the  commissioner  of  buildings)  under  sections  7h 
and  21  of  the  building  zone  resolution  to  permit 
in  a  business  use  district  the  open  air  parking  of 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1032-1044  Myrtle  avenue,  south 
side,  182  ft.  3  in.  east  of  Sumner  avenue  (Block 
No.  1585,  Lot  No.  14),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  ® 
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Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(590-29-BZ) 

W  hereas,  this  application  to  permit  in  a  business  use 
district  the  erection  of  an  additional  building  to  an  ex¬ 
isting  ice  manufacturing;  affecting  premises  1032-1044  Myr¬ 
tle  avenue,  south  side,  182  ft.  3  in.  east  of  Sumner  ave- 
nue_(Block  No.  1585,  Lot  No.  14),  Borough  of  Brooklyn, 
was  granted  by  the  board  December  24,  1929,  on  certain 
conditions;  and 

Whereas,  Lama  and  Proskauer,  for  Rubel  Corporation, 
owner,  filed  September  22,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  district 
the  open  air  parking  of  more  than  five  (5)  motor  vehicles 
on  these  premises ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  September  22,  1936,  to  consider  the  new  proposition ; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  February  9,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Myrtle  avenue  is  in  a  busi¬ 
ness  use  district ;  Vernon  avenue  is  in  business  and  resi¬ 
dence  use  district ;  and  Sumner  avenue  is  in  business  use 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  September  11,  1936  (App.  No.  11574-1935),  reads: 
Open  air  parking  for  more  than  five  automobiles 
in  a  business  use  district  is  contrary  to  article  II, 
section  4a  of  the  building  zone  resolution  and  is  there¬ 
fore  denied.” 

:  and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  151  ft.  4  in.  and  a  depth  of  100  ft.; 
upon  the  plot  there  are  located  two  (2)  story  brick  build¬ 
ings.  The  easterly  building  is  occupied  as  a  boiler-room 
for  an  ice  cream  factory  at  the  rear ;  the  westerly  building 
is  used  also  in  conjunction  with  the  ice  cream  factory  at 
the  rear.  It  is  proposed  to  use  the  vacant  portion  of  the 
plot  for  parking  more  than  five  motor  vehicles ;  and 

Whereas,  these  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board,  verbal  report  of 
which  inspection  recommending  the  denial  of  this  applica¬ 
tion  was  made  by  the  committee ;  and 

Whereas,  the  board  deemed  that  applicant  had  failed 
to  substantiate  his  basis  of  appeal  under  section  21  of 
the  building  zone  resolution,  and  that  section  7h  does  not 
apply  as  the  plot  is  not  vacant,  and  was,  therefore,  not 
entitled  to  relief. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed,  and  that  the  ap¬ 
plication  be  and  i.t  hereby  is  denied. 

238-36-BZ. 

APPLICANT — Anthony  P.  Sorice  Jr.  and  Solon  Rosen¬ 
thal  for  Harris  Neisloss,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 111-10  Liberty  avenue,  south¬ 
east  comer  of  Luzerne  avenue,  (Block  No.  1371, 
a  ^°-  2^)>  Hollis,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Anthony  P.  Sorice  and  Harris 
Neisloss. 

For  Opposition :  None. 


BOARD— Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  g 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  ...... .  q 

THE  RESOLUTION— 

(238-36-BZ) 

Whereas  Anthony  P.  Sorice,  Jr.  and  Solon  Rosenthal 
tor  Harris  Neisloss,  owner,  filed  August  3,  1936,  an  appli¬ 
cation  under  the  building  zone  resolution  to  permit  partly 
in  a  business  use  district  and  partly  in  a  residence  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station;  Premises:  111-10  Liberty  avenue,  southeast  corner 
of  Luzerne  avenue  (Block  No.  1371,  Lot  No.  27)  Hollis 
Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  February  9  1937,  after  due  notice  by  publication 
arffi  16  e^in  *he  Board  of  Standards  and  Appeals; 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Liberty  avenue  is  in  a  busi¬ 
ness  use  district;  Farmers  boulevard  is  in  a  business  and 
residence  use  district  and  Luzerne  avenue  is  in  a  residence 
and  business  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  building’s 
rendered  July  28,  1936,  Application  No.  3315-1936,  reads: 
t  he  erection  of  a  gasoline  service  station  in  a  plot 
located  partly  in  a  business  and  partly  in  a  residence 
district  is  contrary  to  article  2,  section  3  and  section 
4,  sub.  46  of  the  Zone  Law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
mg  a  frontage  of  155  ft.  on  Luzerne  avenue;  108  5  ft 
on  Liberty  avenue  and  a  distance  of  100  ft.  along  the 

we,st  i°Auline;  An  Regular  shaped  area  at  the  westerly 
end  of  the  plot  extends  into  the  residence  use  district  for 
a  maximum  distance  of  55  ft. — the  remainder  of  the  plot 
VL  in  f  business  use  district.  It  is  proposed  to  erect  upon 
tne  plot  a  one  story  and  attic  structure  38  ft.  by  20  ft  in 
area  and  also  the  necessary  tanks  and  pumps  for  a  gaso- 
me  service  station.  There  is  a  lunch  wagon  on  plot  in 
question  which  will  be  removed;  and 
Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  report  of  which  inspec¬ 
tion  was  read  at  the  hearing  and  which  report  follows- 
REPORT  OF  COMMITTEE 

Re:  Cal.  No.  238-36-BZ  Fel™ary  8,  1937 

Premises:  111-10  Liberty  avenue,  southeast  corner 
.  Luzerne  avenue,  Hollis,  Queens. 

This  is  an  application  for  a  zoning  variation  under 
section  21  to  permit  this  corner  plot  in  a  business  use 
area  and  partly  as  to  the  rear  in  a  residence  use  area 
to  be  occupied  as  a  gasoline  station.  It  has  a  frontage 
along  Liberty  avenue  of  108.5  feet  and  along  Luzerne 
avenue  of  155  feet.  Formerly,  there  was  a  private 
residence  on  the  plot.  Now  the  only  use  is  a  lunch 

wagon  which  is  conforming  and  which  it  is  proposed 
to  remove. 

The  hardship  claimed  is  excessive  assessment,  in¬ 
sufficient  rent  from  the  lunch  wagon,  inability  to 
finance  a  new  conforming  use  and  lack  of  income  from 
other  sources  which  objector  disputes.  Statements 
differ  as  to  vacancies  in  the  neighborhood.  From  an 
inspection  by  a  committee  of  the  board,  it  was  found 
that  this  plot  faces  a  neighborhood  square  formed  by 
intersection  of  Liberty  avenue,  Farmers  boulevard  and 
other  streets,  with  a  parked  central  area.  The  build¬ 
ings  facing  this  square  appear  to  be  now  rented  for 
usual  neighborhood  uses  and  the  area  surrounding  to 
the  rear,  well  built  up.  It  would  appear  that  this  is 
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a  case  of  personal  hardship,  but  that  there  is  no  justi¬ 
fication  for  varying  the  zoning  requirements  as  there 
is  nothing  unique  to  justify  such  action. 

In  the  committee’s  opinion  such  a  variance  is  not 
only  unjustified  but  would  deteriorate  the  neighbor¬ 
hood  and  cause  far  more  hardship  on  the  section 
than  the  benefit  to  this  owner.  A  previous  application 
for  a  gasoline  station  across  the  square  was  denied 
under  Calendar  No.  120-26-BZ,  which  application  this 
owner’s  representative  opposed.  Gasoline  is  however 
being  sold  at  that  location  from  portable  tanks  filled 
from  a  gasoline  pump  located  across  the  street.  While 
it  appears  that  fire  department  permits  are  outstanding 
to  permit  these  uses,  the  committee  is  advised  that  the 
fire  department  has  investigated  the  circumstances,  has 
revoked  the  permits  and  has  issued  summonses  to 
require  the  discontinuance  of  these  illegal  uses. 

The  committee  recommends  denial. 

( Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

^Whereas,  this  report  recommended  the  denial  of  this 
application  and  the  board  deemed  that  applicant  had  faded 
to  substantiate  his  basis  of  appeal  under  section  21  ot  the 
building  zone  resolution  and  was,  therefore,  not  entitled  to 

relief.  .  .  ,  ,  , 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


274-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Commander  Oil 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of.  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  extension  of  a  petroleum  storage  plant. 
PREMISES  AFFECTED— 72-40  to  72-50  Elizabeth  ave¬ 
nue  (Foot  of  Elizabeth  avenue)  (Block  No.  520, 
Lot  Nos.  10,  13,  69,  74  and  75),  Arverne,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  None. 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  w  - 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

Negative  .  « 

Absent  . 

THE  RESOLUTION— 

(274-36-BZ) 

Whereas,  Lama  and  Proskauer,  for  Commander  Oil 
Corporation,  owner,  filed  September  14,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a 
business  use  district  the  extension  of  a  petroleum  storage 
plant;  Premises:  72-40  to  72-50  Elizabeth  avenue  (foot  o 
Elizabeth  avenue);  (Block  No.  520,  Lot  Nos.  10,  13,  69, 
74  and  75),  Arverne,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  February  9,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Elizabeth  avenue  is  in  a  busi¬ 
ness  district;  Burchell  avenue  is  in  a  business  district, 
Barbados  drive  is  in  a  business  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  September  11,  1936,  Application  No.  6944,  reads. 


“1.  The  extension  of  a  petroleum  storage  plant  lo¬ 
cated  in  a  business  district  is  contrary  to  article  2, 
section  4,  building  zone  resolution.  NOTE:  No  fur¬ 
ther  examination  at  this  time. 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  359  ft.  on  Elizabeth 
avenue,  220  ft.  on  Burchell  avenue  and  a  depth  of  200  ■ 

ft.  A  portion  of  the  Elizabeth  avenue  frontage  of  the 
plot  is  now  used  as  an  oil  storage  plant;  it  is  now  pro¬ 
posed  to  extend  the  area  of  the  plant  as  shown  upon  filed 
plans  ;  to  demolish  two  (2)  two-story  metal  buildings  now 
on  the  site  and  to  erect  a  new  loading  platform  on  the 
portion  of  the  plot  now  used  as  an  oil  storage  plant ;  to 
erect  upon  the  east  and  north  portions  of  the  plot  six  (6) 
fuel  oil  storage  tanks,  32  ft.  in  diameter  and  32  tt.  high, 
each  tank  having  a  capacity  of  196,000  gallons,  a  total  ca¬ 
pacity  of  1,176,000  gallons.  Tanks  to  be  located  above 
ground.  Filed  plans  show  the  present  storage  to  be :  two 
(2)  6,000  gals,  capacity  kerosene  tanks;  one  (1)  35,000 
gals,  capacity  kerosene  tank  and  three  (3)  6,000  gals, 
capacity  gasoline  tanks ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub¬ 
stantiated  his  basis  of  appeal  under  section  21  of  the  build¬ 
ing  zone  resolution  and  was,  therefore,  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  21,  permitting  the  premises  under  appeal,  as  shown 
on  revised  plan  marked  “Received  January.  2o,  1957  ,  to 
be  used  for  oil  storage,  as  an  extension  of  the  existing 
oil  storage  plant  to  the  west  along  Elizabeth  avenue,  on 
condition  that  all  laws  and  regulations  applicable  to  the 
storage  and  use  of  premises  for  that  purpose  shall  be 
complied  with;  that  all  permits  shall  be  obtained  within 
one  year  from  the  date  of  this  action. 


771-26-BZ.  j  . 

APPLICANT— Sidney  L.  Strauss,  for  Firestone  Tire  & 
Rubber  Company,  owner.  . 

SUBJECT— Application  for  consideration— reopening  and 
extension  of  time — re  Application  (decision  of  the 
commissioner  of  buildings)  under  sectons  7c  and 
21  of  the  building  zone  resolution,  permitting 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district,  the  erection  and  maintenance 
of  a  business  building,  also  a  gasoline  service  sta¬ 
tion. 

PREMISES  AFFECTED— 606-618  East  Fordham  road, 
southwest  corner  of  Hughes  avenue.  (Block  No. 
3078,  Lot  Nos.  16  and  17),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Sidney  L.  Strauss. 

ACTION  OF  BOARD— Application  reopened  and  time 
P'v  fpti  nen 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  J 

Negative  . 

Absent  .  " 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  J 

Negative  . 

THE  RESOLUTION— 

(771-26-BZ) 

Whereas,  this  application  affecting  premises  606-618 

East  Fordham  road,  southwest  corner  of  Hughes  avenue 

(Block  No.  3078,  Lot  Nos.  16  and  17),  Borough  of  The 
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Bronx,  was  granted  by  the  board,  January  4,  1927,  on 
certain  conditions,  resolution  amended  February  11,  1936 
and  March  17,  1936,  and  applicant  requests  an  extension 

of  time. 

Resolved,  that  the  amended  resolutions  adopted  by  the 
board  on  February  11,  1936  and  March  17,  1936,  be  and 
they  hereby  are  further  amended  so  that  the  resolution 
will  read : 

“that  in  the  event  the  owner  desires  to  alter  the  build¬ 
ing  for  the  occupancy  of  the  Firestone  Tire  &  Rubber 
C'o.,  generally  as  indicated  on  plans  filed  with  this 
appeal,  such  alteration  involving  the  removal  of  a 
portion  of  the  building  facing  Fordham  road  and  the 
relocation  of  existing  facilities  and  existing  uses  con¬ 
sisting  of  pneumatic  tire  repairing  and  mounting,  bat¬ 
tery  charging  and  battery  repair,  brake  testing,  brake 
adjusting  and  refining  and  drum  truing,  ignition  repair 
and  checking  of  ignition  system,  wheel  aligning,  auto¬ 
mobile  lubrication,  sale  of  gasoline,  washing  of  auto¬ 
mobiles,  accessory  retail  store  for  automobile  supplies, 
and  storage  in  basement  and  second  floor  of  tires  and 
accessory  supplies,  may  be  made,  on  condition  that  not 
more  than  one  rack  shall  be  installed  for  wheel  align¬ 
ment  and  not  more  than  one  machine  shall  be  installed 
for  brake  testing  and  that  such  motor  vehicle  repairing 
as  is  carried  on  shall  be  limited  to  such  work  as  is 
necessary  only  for  wheel  alignment  and  brake  testing; 
that  gasoline  pumps  shall  be  located,  as  indicated,  not 
nearer  than  11  ft.  to  the  building  fine  of  Fordham 
road ;  that  there  shall  be  erected"  on  the  building  fine  a 
reinforced  concrete  curb,  extending  for  a  distance  of 
3  ft.  both  along  Fordham  road  and  Hughes  avenue 
from  the  corner  formed  by  these  two  thoroughfares; 
that  the  curb  cuts  on  the  building  fine  shall  be  restricted 
to  two  curb  cuts  on  Fordham  road,  each  cut  not  to  ex¬ 
ceed  30  ft.  and  two  curb  cuts  on  Hughes  avenue,  one 
40  ft.  in  width  and  one  45  ft.  6  in.  in  width,  all  curb 
cuts  to  be  located  as  shown  on  revised  plans  marked 
‘Received  March  16,  1936,’  and  that  all  curbing  other 
than  such  curb  cuts  to  be  restored  to  the  full  requir¬ 
ed  height;  that  the  signs  shall  be  limited  to  the  illum¬ 
inated  globes  of  the  gasoline  pumps  and  to  the  ex¬ 
terior  signs  on  the  facades  of  the  building  on  Ford¬ 
ham  road  and  Hughes  avenue  limited  to  the  double- 
faced  illuminated  sign  and  to  non-illuminated  signs 
placed  along  the  face  of  parapet  of  the  one-storv 
portion  of  building,  as  indicated  on  revised  plan 
marked  ‘Received  March  16,  1936’,  and  waiving  the 
requirements  of  section  214,  article  16,  chapter  23 
of  the  Code  of  Ordinances  in  so  far  as  the  provi¬ 
sions  thereof  interfere  with  the  erection  of  the 
double-faced  electric  sign  indicated  on  plans,  on  con¬ 
dition  that  this  sign  shall  not  exceed  the  area 
therein  permitted  and  that  it  shall  in  no  event 
exceed  6  ft.  in  height  above  the  parapet  and  shall  not 
extend  beyond  the  building  fine  a  distance  of  more 
than  8  ft. ;  that  the  power  driven  washing  machine  in 
the  washing  rack  shall  be  relocated  so  as  not  to  be 
on  the  lot  fine  wall ;  that  in  the  event  that  this  altera¬ 
tion  be  carried  through,  all  work  shall  be  completed 
within  one  year  from  the  date  of  this  action.” 


259-32-BZ. 

APPLICANT — James  E.  Geissberger,  for  Joseph  Lavazoli, 
owner. 

SUBJECT — Request  for  reopening — amendment — re  Ap¬ 
plication  (decision  of  the  superintendent  of  build¬ 
ings)  under  sectons  7e  and  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district 
the  extension  of  an  existing  garage  for  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 263-265  West  69th  street,  north 
side,  82  ft.  east  of  West  End  avenue  (Block  No. 
1161,  Lot  No.  5),  Borough  of  Manhattan. 


APPEARANCES— 

For  Applicant:  James  E.  Geissberger. 

ACTION  OF  BOARD — Request  to  reopen  denied. 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(259-32-BZ) 


Whereas,  this  application  affecting  premises  263-265  W. 
69th  street,  north  side,  82  ft.  east  of  West  End  avenue 
(Block  No.  1161,  Lot  No.  5),  Borough  of  Manhattan,  was 
granted  by  the  board,  July  19,  1932,  on  certain  conditions, 
time  extended  December  27,  1933  and  September  15,  1936, 
and  owner  requests  a  reopening  of  the  case  and  an  amend¬ 
ment  of  the  resolution  as  to  signs;  and 

Whereas,  the  premises  were  inspected  by  a  committee 
of  the  board  and  it  was  found  that  the  gasoline  pumps 
wTere  located  at  the  building  fine  of  the  building  accessible 
from  the  exterior  of  the  building,  contrary  to  plans  filed 
with  the  application ;  and 

Whereas,  the  board  deemed  that  this  condition  permit¬ 
ting  gasoline  to  be  dispensed  to  cars  on  the  sidewalk  was 
improper. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 


54-3 1-BZ. 

APPLICANT — Austin  W.  Magee,  for  Kew-Metor  Serv¬ 
ice  Station,  Inc.,  tenant ;  Harhaven  Corporation, 
owner. 

SUBJECT — Request  for  Reopening — amendment — re  Ap- 
plicaton  (decision  of  superintendent  of  buildings) 
under  section  21  of  the  building  zone  resolution,  to 
permit  in  a  business  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED— South  Side  of  Metropolitan 
avenue,  north  side  of  85th  avenue  and  east  side  of 
125th  street  (Block  No.  207,  Lot  No.  1),  Jamaica, 


Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Austin  W.  Magee. 

ACTION  OF  BOARD — Request  to  reopen  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(54-31-BZ) 


Whereas,  this  application  affecting  premises  south  side 
of  Metropolitan  avenue,  north  side  of  85th  avenue  and 
east!  side  of  125th  street  (Block  No.  207,.  Lot  No.  1), 
Jamaica,  Borough  of  Queens,  was  granted  by  the  board 
June  30,  1931,  resolution  amended  September  29,  1931,  and 
owner  requests  a  reopening  of  the  application  as  to  signs  ; 
and 

Whereas,  these  premises  were  inspected  by  a  committee 
of  the  board  and  it  was  found  that  the  conditions  of  the 
resolution  granting  the  zoning  variance  had  not  been  car¬ 
ried  out;  and 

Whereas,  the  board  deemed  that  the  request  for  amend¬ 
ment  as  to  sign  should  not  be  granted  until  all  conditions 
of  the  resolution  have  been  complied  with. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 

51-30-BZ. 

APPLICANT — Austin  W.  Magee,  for  The  Seminole  Ga¬ 
rage,  Inc.,  tenant;  Cord  Meyer  Development  Co., 
owner. 
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SUBJECT — Request  for  reopening— amendment — re  Ap¬ 
plication  (decision  of  the  fire  commissioner  and 
the  superintendent  of  buildings)  under  sections 
7g  and  21  of  the  building  zone  resolution,  to  per¬ 
mit,  partly  in  a  business  district  and  partly  in  a 
residence  district,  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles  and,  also,  the  installation  of  a  gaso¬ 
line  service  station. 

PREMISES  AFFECTED— 112-01  to  112-09  Queens  boule¬ 
vard,  75-01  to  75-09  112th  street  (Seminole  ave¬ 
nue),  northeast  corner,  and  112-16  to  112-40  75th 
avenue  (Atom  street),  (Block  No.  1363,  Lot  No. 


79),  Forest  Hills,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Austin  W.  Magee. 

ACTION  OF  BOARD — Request  to  reopen  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  . . .... .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(51-30-BZ) 


Whereas,  this  application  affecting  premises  112-01  to 
112-09  Queens  boulevard,  75-01  to  75-09  112th  street  (Semi¬ 
nole  avenue)  and  112-16  to  112-40  75th  avenue  (Atom 
street)  (Block  No.  1363,  Lot  No.  79),  Forest  Hills,  Bor¬ 
ough  of  Queens,  was  granted  by  the  board  April  8,  1930, 
on  certain  conditions  and  owner  requests  reopening  of  the 
case  and  an  amendment  of  the  resolution  as  to  signs;  and 

Whereas,  these  premises  were  inspected  by  a  committee 
of  the  board  and  it  was  found  that  the  conditions  of  the 
resolution  granting  the  zoning  variance  had  not  been  car¬ 
ried  out;  and 

Whereas,  the  board  deemed  that  the  request  for  amend¬ 
ment  as  to  signs  should  not  be  granted  until  all  conditions 
of  the  resolution  had  been  complied  with. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 


926-28-BZ. 

APPLICANT — Austin  W.  Magee,  for  Gus  Mazza,  lessee; 
The  Texas  Company,  owner. 

SUBJECT — Request  for  reopening — amendment — re  Ap¬ 
plication  (decision  of  the  superintendent  of  build¬ 
ings)  under  section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  district  the  erection 
and  maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — Southeast  corner  of  Ocean 
avenue  and  Avenue  V,  (Block  No.  7381,  Lot  Nos. 


1  and  16),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Austin  W.  Magee. 

ACTION  OF  BOARD — Request  to  reopen  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(926-28-BZ) 


Whereas,  this  application  affecting  premises  south  east 
corner  of  Ocean  avenue  and  Avenue  V  (Block  No.  7381, 
Lot  Nos.  1  and  16),  Borough  of  Brooklyn,  was  denied  by 
the  board  May  7,  1929;  and 

Whereas,  the  board  was  reversed  in  the  Supreme 
Court ;  and 

Whereas,  the  owner’s  representative  requested  a  re¬ 
opening  of  the  case;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 


tion  by  a  committee  of  the  board,  at  which  time  it  was 
found  that  the  gasoline  service  station  was  not  built  in 
accordance  with  plans  before  the  board  when  it  took  ac¬ 
tion  to  deny  the  application  and  which  plans  were  in¬ 
cluded  in  the  records  before  the  court. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 


429-29-BZ. 

APPLICANT — Austin  W.  Magee,  for  McVeigh  and 
McCrodden,  owners. 

SUBJECT — Application  for  reopening — amendment — re 
Application  (decision  of  superintendent  of  build¬ 
ings)  under  section  21  of  the  building  zone  reso¬ 
lution,  to  permit,  partly  in  an  unrestricted  district 
and  partly  in  a  business  district,  the  erection  and 
maintenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 4801-4809  Kings  Highway, 
northwest  corner  of  Avenue  H  (Block  No.  7732, 
part  of  Lot  No.  8),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Austin  W.  Magee. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

N egative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(429-29-BZ) 


Whereas,  this  application  affecting  premises  4801-4809 
Kings  Highway  northwest  corner  of  Avenue  H  (Block 
No.  7732,  part  of  Lot  No.  8),  Borough  of  Brooklyn,  was 
granted  by  the  board  March  18,  1930,  on  certain  condi¬ 
tions,  resolution  amended  June  24,  1932  and  owner  re¬ 
quests  a  further  amendment. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
March  18,  1930,  as  thereafter  amended  on  October  28,  1930 
and  June  24,  1932,  be  and  it  hereby  is  amended  only  so  far 
as  it  has  reference  to  signs,  so  that  as  amended,  the  reso¬ 
lution  shall  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolu¬ 
tion,  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  that  there  shall  be  a  concrete 
curb,  not  less  than  12  in.  in  height,  installed  along  the 
building  line  of  the  three  street  fronts ;  that  there 
shall  be  no  gasoline  pump  installed  within  10  ft.  of  the 
building  line  on  any  street  front;  that  there  shall  be 
no  portable  gasoline  pumps  maintained  or  operated 
on  the  premises;  that  there  shall  be  not  more  than 
two  driveways  from  the  Kings  highway  front, 
two  on  the  East  48th  street  front  and  one  on  the 
Avenue  H  front,  not  exceeding  a  width  of  12  ft. 
each,  with  a  curb  cut  in  front  of  same  not  exceed¬ 
ing  a  width  of  14  ft. ;  the  nearest  driveway  to  Avenue 
H  on  East  48th  street  to  be  not  less  than  20  ft.  north 
of  the  Avenue  H  building  line ;  that  any  crankcase 
service,  if  conducted  on  the  premises,  shall  be  housed 
in  a  roofed  enclosure  of  approved  masonry;  that  the 
one-story  building  as  indicated  for  office  and  shelter 
of  the  operators  and  patrons  of  the  premises  shall  be 
finished  on  the  exterior  with  light-colored  cement 
stucco  or  finished  face  brick  with  roof  of  peaked  de¬ 
sign  with  tile  of  Spanish  type  or  variegated  slate;  that 
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the  exterior  of  any  other  structure  erected  on  the 
premises  for  incidental  use  shall  be  finished  on  the 
outside  the  same  as  the  office  building;  that  all  adver¬ 
tising  shall  be  restricted  to  the  illuminated  glass  globes 
of  the  pumps  or  flat  wall  signs  on  the  frieze  of  either 
structure  erected  on  the  premises,  prohibiting  all  roof 
signs  and  signs  of  a  temporary  nature,  but  permitting 
the  erection  within  the  building  line,  along  Kings  High- 
way  of  one  post  standard  for  supporting  a  sign  which 
may  be  illuminated,  advertising  only  the  brand  of 
gasoline  on  sale,  provided  such  sign  does  not  extend 
beyond  the  building  line  for  a  distance  of  more  than 
5  ft;  that  all  permits  required  shall  be  obtained  within 
six  months  and  any  work  involved  thereby  completed 
within  one  year  from  the  date  of  this  action. 


200-27-BZ. 

APPLICANT — Austin  W.  Magee,  for  Edward  Healy, 
owner. 

SUBJECT— Application  for  reopening — amendment — re 
Application  (decision  of  the  superintendent  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  garage  for  the  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— West  side  of  Kew  Gardens 
road,  between  Kingsley  place  and  Jennico  place 
(Block  No.  2152,  part  of  Lot  No.  23),  Kew  Gar¬ 
dens,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Austin  W.  Magee. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

HE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(200-27-BZ) 


Whereas,  this  application  affecting  premises  west  side 
3i  Kew  Gardens  road,  between  Kingsley  place  and  Jennico 
^lace  (Block  No.  2152,  part  of  Lot  No.  23>),  Kew  Gardens, 
Borough  of  Queens,  was  granted  by  the  board  May  31, 
1927,  on  certain  conditions  and  owner  requests  an  amend¬ 
ment  of  the  resolution  as  to  signs ;  and 
Whereas,  these  premises  were  inspected  by  a  committee 
of  the  board  which  committee  recommended  the  granting 
)f  the  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
lo-r?  amend  resolution  adopted  by  the  board  on  May  31, 
[927,  only  so  far  as  it  refers  to  advertising  signs,  so  that 
is  amended  the  resolution  shall  read : 

Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  proposed  structure  shall  be  con¬ 
structed  fireproof  and  shall  not  exceed  a  height  of 
two  stories  above  grade ;  that  the  facades  of  the  build¬ 
ing  on  the  street  fronts  shall  be  finished  in  substantial 
accordance  with  the  surrounding  residential  structures 
?esign’  Serial  and  texture;  that  the  rear  wall 
shall  be  unpierced  throughout  its  entire  height  and 
length,  and  its  exposed  surface  shall  be  finished  with 
face  brick ;  that  there  shall  be  no  roof  signs  erected 


or  maintained  ;  that  there  shall  be  no  signs  of  any  na¬ 
ture  or  description  and  no  advertising  display  on  the 
Kingsley  place  and  Jennico  place  frontage;  that  there 
shall  be  no  signs  other  than  one  electric  projecting  sign, 
indicating  the  name  of  garage,  and  one  projecting  sign, 
which  may  be  illuminated,  advertising  only  the  brand 
of  gas  on  sale,  erected  on  Kew  Garden  avenue  front ; 
and  that  all  required  permits  shall  be  obtained  and 
work  completed  within  six  months  from  the  date  of 
this  action.” 


353-36-BZ. 

APPLICANT  Lama  and  Proskauer,  for  Powell  Garage 
Co.,  Inc.,  owner. 

SUBJECT — Application  for  consideration  —  reopening, 
amendment  and  approval  of  plans — re  Application 
(decision  of  the  commissioner  of  buildings)  under 
section  7a  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  a  garage  for  more 
than  five  (5)  motor  vehicles  to  a  gasoline  service 
station. 

PREMISES  AFFECTED— 2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue  (Block  No! 
.  5064,  Lot  No.  53),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama  and  Frank 
Powell. 

ACTION  OF  BOARD — Application  reopened,  amended 
and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 

Negative  . .'!!!..!!!  0 

Absent  .  ’ '  n 

THE  VOTE  TO  AMEND  AND  APPROVE  PLANS— 
Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  ”  q 

Absent  .  q 

THE  RESOLUTION— 

(353-36-BZ) 

Whereas,  this  application  affecting  premises  2036-205 2 
Bedford  avenue,  southwest  corner  of  Clarkson  avenue 
(Block  No.  5064,  Lot  No.  53),  Borough  of  Brooklyn,  was 
granted  by  the  board  January  5,  1937,  on  certain  conditions 
anld  the  owner,  through  its  architect,  requests  an  amend¬ 
ment  of  the  resolution  and  approval  of  plans. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  January 
5,  1937,  so  that  as  amended  the  resolution  shall  read : 

Granted  under  section  7- a  thereof,  permitting  the 
rearrangement  of  the  existing  garage  and  gasoline 
station  generally  in  accord  with  revised  plans  marked 
‘Received  February  5,  1937’  on  condition  that  the  only 
gasoline  pumps  erected  and  maintained  along  the 
Clarkson  avenue  frontage  shall  be  the  two  (2)  pumps 
shown  toward  the  centre;  that  the  entire  area  along 
Clarkson  avenue  shall  be  cement  paved ;  that  no  greas¬ 
ing  pits  or  greasing  lifts  shall  be  erected  within  this 
area ;  that  there  shall  be  constructed  brick  walls,  form¬ 
ing  enclosures  for  planting,  along  the  Clarkson  avenue 
front  and  of  the  height  indicated  on  plans ;  that  a  wall 
or  substantial  metal  fence  shall  be  maintained  along 
the  interior  lot  line  to  the  west  from  Clarkson  avenue 
to  the  garage  wall;  that  the  areas  marked  ‘planted’ 
shall  be  planted  with  suitable  shrubbery  of  the  ever¬ 
green  variety ;  that  the  portion  of  the  garage  along 
Bedford  avenue  may  be  reconstructed  as  shown  on 
plans  on  condition  that  not  more  than  two  sets  of  twin 
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gasoline  pumps  shall  be  installed ;  that  the  gasoline 
filling  alcove  shall  be  cement  paved;  that  there  shall 
be  maintained  a  brick  wall  on  the  building  line  for 
a  distance  of,  approximately,  50  ft.,  of  the  height 
shown;  that  entrances  to  the  premises  shall  consist 
of  the  two  (2)  present  40  ft.  curb  cuts  from  Clarkson 
avenue,  the  present  38  ft.  curb  cut  from  Bedford  ave¬ 
nue  and  the  new  curb  cut  of  38  ft.  from  Bedford 
avenue;  that  the  present  13  ft.  curb  cut  shall  be  re¬ 
stored;  that  any  greasing  pits  or  lifts  not  installed 
within  the  garage  shall  be  installed  only  withinj  the 
southerly  alcove  as  indicated  along  Bedford  avenue; 
that  signs  shall  be  restricted  to  existing  signs  reading 
‘Powell  Garage  Co.,’  two  (2)  facing  Clarkson  avenue 
and  the  one  facing  Bedford  avenue,  the  illuminated 
globes  of  the  gasoline  pumps,  one  post  standard 
erected  within  the  building  line,  near  the  intersection 
of  Clarkson  and  Bedford  avenues,  for  supporting  a 
sign  which  may  be  illuminated,  advertising  only  the 
brand  of  gasoline  on  sale,  to  lettering  affixed  to  plate 
glass  show  windows,  and  to  two  (2)  signs,  one  on 
Clarkson  avenue  front  and  one  (1)  on  Bedford  avenue 
front,  attached  to  the  panel  in  the  brick  parapet  and 
non-illuminated,  reading:  ‘Accessories,  Lubritorium 
and  Washing’ ;  that  there  shall  be  no  roof  signs  erected 
or  any  signs  of  a  temporary  nature;  that  lights  for 
general  illumination  may  be  erected  provided  the  re¬ 
flectors  are  so  placed  as  to  deflect  towards  the  gasoline 
station  so  as  not  to  be  objectionable  to  adjoining 
properties;  that  no  automobile  repairing  shall  be  car¬ 
ried  on  except  within  the  garage,  and  under  such  per¬ 
mits  as  may  permit  repairing;  that  there  shall  be  no 
parking  or  storing  of  cars  other  than  those  being 
serviced  except  within  the  garage  building ;  that  no 
portable  gasoline  pumps  shall  be  used  on  or  from  the 
premises;  that  the  plans  marked  ‘Received  February 
5,  1937’  are  hereby  approved  as  amended  as  substan¬ 
tially  complying  as  to  design  and  arrangement  with 
this  resolution;  that  all  permits  shall  be  obtained 
and  all  work  shall  be  completed  within  one  year  from 
the  date  of  this  action.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

392-36-A. 

APPLICANT — James  F.  Hunter,  for  Consolidated  Edison 
Company  of  New  York,  Inc.,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— Foot  of  Hunts  Point  avenue 
and  East  River  (Block  No.  2780,  Lot  No.  82), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  James  F.  Hunter. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD — Laid  over  to  March  2,  1937,  at  2 
P.M.  for  inspection  by  committee  of  board. 


350- 36- A. 

APPLICANT — Nordlinger,  Riegelman  &  Cooper,  for 
Sobol  Bros.,  Service  Stations,  Inc.,  lessee. 
SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 127-133  Fourth  avenue  and 
102-104  East  13th  street,  southeast  corner  (Block 
No.  558,  Lot  Nos.  7  and  10),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  L.  Halperin. 

For  Administration:  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . .  0 


Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Absent  . . .  0 

THE  RESOLUTION— 


(350-36-A) 

Whereas,  Nordlinger,  Riegelman  &  Cooper,  for  Sobol 
Bros.  Service  Stations,  Inc.,  lessee,  filed  November  17,  1936, 
an  appeal  from  a  decision  of  the  commissioner  of  build¬ 
ings,  affecting  premises  127-133  Fourth  avenue  and  102-104 
East  13th  street,  southeast  corner  (Block  No.  558,  Lot  Nos. 
7  and  10),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  October  21,  1936  (App.  No.  164-1936),  reads: 

“1.  The  above  application  is  denied.  The  depart¬ 
ment  considers  the  erection  of  a  gasoline  station  on 
these  premises  hazardous  to  pedestrians.” 

and 

Whereas,  the  premises  consist  of  a  plot  fronting  102  ft. 
0  in.  on  Fourth  avenue  and  102  ft.  2  in.  on  East  13th  street, 
on  which  it  is  proposed  to  erect  a  gasoline  selling  station 
having  two  38  ft.  curb  cuts  on  East  13th  street  and  two 
40  ft.  curb  cuts  on  Fourth  avenue;  and 

Whereas,  this  board  under  Cal.  No.  183-36-A  on  July 
14,  1936,  granted  an  appeal  from  a  decision  of  the  com¬ 
missioner  of  buildings  on  N.B.  App.  No.  86-1936,  so  as 
to  permit  the  use  of  these  premises  as  a  gasoline  selling 
station ;  and 

Whereas,  in  the  decision  of  this  board  on  the  said 
appeal  (Cal.  No.  183-36-A)  there  appears  the  following: 
“granted  without  in  any  way  approving  the  proposed  use 
or  prejudicing  the  action  of  the  commissioner  of  build¬ 
ings  in  acting  on  an  application  for  carriageway  and  curb 
cut  permits  under  section  184  of  chapter  23  of  the  Code 
of  Ordinances” ;  and 

Whereas,  building  permit  No.  3165  was  issued  on 
September  30,  1936,  for  the  construction  of  the  proposed 
gasoline  selling  station  in  accordance  with  application  No. 
86-1936;  and 

Whereas,  the  applicant  contends  the  denial  by  the  com¬ 
missioner  of  buildings  of  the  application  for  a  permit 
to  cut  curbs  as  proposed  is  arbitrary,  unreasonable  and 
illegal ;  that  the  premises  in  question  are  located  in  an 
unrestricted  building  zone  district  and  the  owner  of  the 
premises  is  deprived  of  the  use  of  the  said  premises  as 
it  is  permitted  by  law;  drop  curbs  have  been  permitted 
in  front  of  other  premises  where  pedestrian  traffic  is 
heavier  than  it  is  in  front  of  the  premises  in  question; 
and 

Whereas,  the  premises  under  appeal  was  the  subject 
of  an  inspection  and  report  by  a  committee  of  the  board, 
which  report  was  read  at  this  hearing  and  which  report 
follows : 

REPORT  OF  COMMITTEE. 

February  8,  1937. 

Re:  Cal.  No.  350-36-A. 

Premises :  127-133  Fourth  avenue,  102-104  East  13th 

street,  Borough  of  Manhattan. 

This  appeal  is  to  review  the  decision  of  the  com¬ 
missioner  of  buildings,  who  has  denied  an  applica¬ 
tion  for  curb  cuts  and  carriageways  across  the  side¬ 
walk  on  Fourth  avenue  and  East  13th  street  for  en¬ 
trances  to  premises  proposed  to  be  used  as  a  gasoline 
service  station. 

On  a  previous  appeal  to  this  board  (183-36-A),  m 
which  the  use  only  of  the  premises  was  involved  and 
not  the  curb  cuts,  the  board  held  that  the  commis¬ 
sioner  of  buildings  could  not  legally  deny  the  pro¬ 
posed  use  as  a  gasoline  station  to  replace  the  existing 
7-story  fireproof  building  in  view  of  the  plot  being 
located  in  an  unrestricted  zone  in  which  gasoline 
stations  are  permitted,  and  in  reversing  the  decision 
of  the  commissioner  of  buildings  stated  “granted  with¬ 
out  in  any  way  approving  the  proposed  use  or  preju- 
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dicing  the  action  of  the  commissioner  of  buildings  in 
acting  on  an  application  for  carriageways  and  curb 
cut  permits  under  section  184  of  chapter  23  of  the 
Code  of  Ordinances.”  A  permit  for  the  zoned  use 
of  the  premises  was  thereafter  issued  on  September 
30,  1936.  This  was  followed  by  a  separate  applica¬ 
tion  on  October  2,  1936,  for  four  42  ft.  curb  cuts,  which 
application  was  denied  on  October  21,  1936,  over  the 
facsimile  signature  of  the  commissioner  of  buildings 
in  the.  following  language :  “The  above  application 
is  denied.  The  department  considers  the  erection  of 
gasoline  station  on  these  premises  hazardous  to  pedes¬ 
trians.”  While  this  denial  is  improperly  worded,  inas¬ 
much  as  it  is  not  the  gasoline  station  itself  but  the  pro¬ 
posed  curb  cuts  and  carriageways  thereto  which  were 
the  subject  of  the  denied  application,  it  is  neverthe¬ 
less  clear  that  the  commissioner,  acting  under  powers 
given  to  him  exclusively  in  chapter  407  of  the  Greater 
New  York  Charter,  as  amended  in  1933,  meant  to  deny 
the  proposed  curb  cuts  and  carriageways.  Undoubt¬ 
edly  this  denial  and  the  reasons  therefor  have  been 
discussed  with  the  commissioner  by  the  parties  bring¬ 
ing  this  appeal,  so  there  can  be  no  doubt  as  to  the 
meaning  of  the  commissioner’s  action. 

This  application  and  plans  do  not  agree  as  to  the 
extent  of  proposed  curb  cuts.  Eighty  feet  of  curb  cuts 
are  shown  and  84  ft.  applied  for,  out  of  a  total  front¬ 
age  of  102  ft.  along  Fourth  avenue  and  68  ft.  shown 
and  84  ft.  applied  for  out  of  total  frontage  of  102  ft. 

2  in.  on  East  13th  street. 

The  Code  of  Ordinances,  chapter  23,  section  184,  is 
still  in  effect  and  has  not  been  rescinded  or  nullified, 
except  that  the  Charter  amendment  of  1933  to  section 
407  transfers  the  power  from  the  borough  president 
to  the  commissioner  of  buildings.  Court  decisions  in 
Borgeaud  v.  Levy,  Empire  State  Lines  v.  Levy,  Fried- 
land.  v.  Ingersoll,  Cameron  v.  Murdock  and  others, 
unmistakably  interpret  chapter  407  of  the  Charter  as 
amended  as  transferring  this  jurisdiction  over  the 
issuance  of  curb  cut  permits.  In  the  matter  of  Baeren- 
klau  v.  Thatcher,  the  court  of  appeals  declared  that 
powers  given  to  the  fire  commissioner  by  the  Charter 
were  transferred  to  the  commissioner  of  buildings  by 
the  McCall  bill,  even  though  that  act  did  not  specifically 
repeal  section  774,  in  which  the  powers  of  the  fire  com¬ 
missioner  were  enumerated  nor  did  it  by  specific  enu¬ 
meration  confer  such  powers  upon  the  commissioner 
of  buildings.  While  this  condition  has  since  been 
corrected  by  legislative  enactment,  the  decision  is 
nevertheless  pertinent  as  indicating  that  all  power  and 
discretion  over  the  issuance  of  curb  cut  permits  are 
now  clearly  vested  in  the  commissioner  of  buildings. 

Nowhere  does  the  law  require  that  a  detailed  report 
shall  be  made  the  basis  of  the  commissioner’s  deci¬ 
sion.  Unquestionably  he  is  thoroughly  familiar  with 
the  conditions  at  East  13th  street  and  Fourth  avenue, 
and  irrespective  of  other  locations  where  curb  cut 
permits  have  been  granted  and  have  not  been  re¬ 
scinded,  he  has  seen  fit  to  deny  them  at  this  location. 
No  two  locations  are  exactly  alike.  What  may  appear 
not  exceptionally  hazardous  in  one  place  may  be 
deemed  otherwise  in  another  place. 

In  this  appeal  the  board  is  required  (section  719  of 
the  Charter,  subdivision  5)  to  “make  such  order, 
requirement,  decision  or  determination  as  in  its  opin¬ 
ion  ought  to  be  made  in  the  premises,  and  to  that  end 
shall  have  all  the  powers  of  the  officer  from  whom 
.  the  appeal  is  taken.”  The  board  is  also  to  come  to 
its  conclusions  not  only  from  the  facts  presented  but 
also  from  its  own  investigations.  In  addition  to  the 
committee’s  familiarity  with  the  location  and  the 
pedestrian  and  traffic  conditions,  a  report  from  the 
police  department  has  been  obtained  which  shows  a 
far  greater  pedestrian  traffic  at  Fourth  avenue  and 
East  13th  street  during  an  8-hour  period  from  10 
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to  6  P-M.  than  on  the  count  submitted,  namely, 
10,742  for  the  eight  hours  with  1,758  for  the  peak 
hour  of  12  noon  to  1  P.M.  as  against  5,192  for  a  sim¬ 
ilar  8-hour  period  and  787  for  the  peak  noon  hour, 
t  his  police  count  was  taken  on  December  30,  1936  * 
the  applicant’s  count  on  November  13,  1936.  The  police 
count  indicates  one  pedestrian  every  two  seconds. 

Traffic  conditions  are  also  pertinent.  The  more 
traffic  along  Fourth  avenue,  the  greater  number  of 
sidewalk  crossings  may  be  expected  and  the  possi¬ 
bility  of  accidents  increased.  On  the  same  day,  De¬ 
cember  30,.  1936,  the  police  department  for  the  8-hour 
period  indicates  17,738  vehicles  or  one  car  every  two 
seconds,  and  at  the  peak  noon  hour,  2,365  or  two 
cars  every  three  seconds.  The  chief  engineer  of  the 
police  department  reports :  “It  would  be  objectionable 
from  the  point  of  view  of  traffic  control  to  permit 
the  installation  of  a  gasoline  station  on  the  southeast 
corner  of  Fourth  avenue  and  13th  street,  because  it 
would  add  materially  to  the  already  existing  traffic 
congestion  along  Fourth  avenue,  particularly  for  traf¬ 
fic  using  the  east  side  of  the  avenue  (northbound), 
the  bottle  neck  being  the  intersection  at  14th  street. 
The  installation  of  a  gasoline  station  would  have  a 
tendency  to  cause  an  increase  in  the  number  of  vehicu¬ 
lar  and  pedestrian  accidents,  because  of  the  added 
congestion  and  confusion.  In  the  interest  of  public 
safety  and  the  expeditious  control  of  traffic,  the  in¬ 
tersection  and  corners  of  13th  street  and  Fourth  ave¬ 
nue  should  be  maintained  in  a  condition  to  permit  the 
safe  and  unobstructed  flow  of  traffic.” 

The  importance  and  overcrowded  condition  of  this 
artery  is  well  known.  The  bottleneck  in  the  block 
south  of  Union  Square  is  one  of  the  greatest  danger 
points  in  New  York.  The  committee  would  not  hesi¬ 
tate  to  recommend  that  the  appeal  be  granted  if  it 
were  convinced  that  the  commissioner’s  decision  was 
arbitrary  and  not  founded  on  facts  indicating  a  most 
hazardous  condition.  In  this  case,  the  committee  is 
of  the  opinion  that  the  commissioner’s  decision  is 
correct  and  recommends  that  the  appeal  be  denied. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 

and 

Whereas,  the  Board  deemed  that  while  the  owner  is  pre¬ 
sumably  entitled  to  some  access  to  the  premises,  no  car¬ 
riageway  should  be  permitted  from  Fourth  Avenue. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  appeal  be 
and  it  hereby  is  denied. 


371-36-A. 

APPLICANT — Metropolitan  Paint  Manufacturing  Corp., 
lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 51-03  Van  Dam  street,  south¬ 
east  corner  of  Borden  avenue  (Block  No.  305, 
Lot  No.  17),  Long  Island  City,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  Harry  C.  Soffer. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh . . . . .  4 
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Negative  . 

Absent  .  ^ 

THE  RESOLUTION— 

(371-36-A) 

Whereas,  Metropolitan  Paint  Mfg.  Corp.,  applicant  and 
lessee,  filed  December  8,  1936,  an  appeal  from  an  order  of 
the  fire  commissioner,  affecting  premises  51-03  Van  Dam 
street,  southeast  corner  of  Borden  avenue  (Block  No. 
305,  Lot  No.  17),  Long  Island  City,  Borough  of  Queens; 

and  .  .  , 

Whereas,  the  order  of  the  fire  commissioner,  dated 
November  12,  1936,  re.  Order  No.  69398-LC,  reads: 

“1.  Remove  all  naphtha  from  the  premises,  per¬ 
manently  close  and  seal  the  inlet  and  outlet  of  naphtha 
storage  tank  and  discontinue  the  further  storage  of 
naphtha,  wax,  etc.,  on  said  premises  where  an  inflam¬ 
mable  mixture  (Buckingham  Wax)  is  manufactured  is 
a  violation  of  Subdivision  2f,  Section  131,  Chapter  10, 
Code  of  Ordinances,  New  York. 

2.  Remove  all  combustible  materials  from  inside 
fireproof  stairway  enclosure. 

3.  All  fill  pipe  terminals  shall  be  designed  to  pre¬ 
vent  tampering  by  unauthorized  persons  and  shall  be 
provided  with  raised  letters  reading:  ‘Fuel  Oil’  on 
fixed  portion  of  terminal  building.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil  and  a  stor¬ 
age  system  for  fuel  oil  to  be  used  in  the  same  prem¬ 
ises,  the  terminal  of  fuel  oil  fill  pipe  shall  be  pro¬ 
vided  with  a  left  handed  thread,  and  the  fill  pipe  fit¬ 
ting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks.” 

and 

Whereas,  the  building  in  question,  which  was  erected 
in  1913  in  an  unrestricted  use  district,  is  of  ordinary  brick 
construction,  143  ft.  2  in.  on  Young  street,  106  ft.  2  in. 
on  Borden  avenue,  55  ft.  8  in.  on  Van  Dam  street,  40  ft. 
three  stories  in  height;  OCCUPIED:  1st  floor— office, 
shipping  and  filling  of  paint  cans — 5  persons ;  2nd  floor — 
milling  and  mixing  of  paint  and  packing  of  wax — 2  per¬ 
sons;  3rd  floor — grinding  of  paint  and  mixing  of  wax — 2 
persons ;  and 

Whereas,  certificate  of  occupancy  No.  27  was  issued  on 
March  28,  1918  for  the  following  occupancy:  1st  floor — 
factory — 200  lbs. ;  2nd  floor — factory — 120  lbs. ;  3rd  floor — 
factory — 120  lbs. ;  and 

Whereas,  the  applicant  contends  that  all  paints  and  var¬ 
nishes  and  substances  used  on  the  premises  for  the  manu¬ 
facture  of  paints  and  varnishes  are  not  inflammable;  that 
there  is  no  open  flame  in  any  portion  of  the  building  and 
the  solvents  used  by  the  Buckingham  Wax  Corp.,  joint 
tenant,  which  are  either  combustible  or  inflammable  are 
stored  in  underground  tanks ;  that  the  premises  are 
equipped  with  2 y2  gallon  fire-extinguishers,  wall  type,  fire 
pails  and  Foamite  trucks ;  that  the  naphtha  referred  to  in 
the  order  is  stored  in  an  approved  550  gallon  underground 
storage  tank  and  is  pumped  to  kettles  located  on  the 
3>rd  floor  only  as  needed;  the  pump  is  located  in  the  one- 
story  extension  and  is  controlled  by  switch  on  the  3rd 
floor;  the  piping  from  the  pump  to  the  tank  consists  of  a 
single  delivery  line  running  through  the  flow  meter  haying 
a  dial  indicator  in  close  proximity  to  the  control  switch 
on  the  3rd  floor ;  there  are  no  overflow  or  return  lines ; 
all  piping  is  standard  weight  steel  piping;  all  varnish  thin- 
ners  (varnolene)  are  stored  in  an  approved  underground 
tank  underneath  the  thinner  room,  as  shown  on  plan ;  and 

Whereas,  the  premises  in  question  were  the  subject  of 
an  inspection  by  a  committee  of  the  board,  verbal  report 
of  which  inspection  was  made  by  the  committee ;  and 

Whereas,  this  report  recommended  the  granting  of  the 
appeal. 

Resolved,  that  the  order  of  the  fire  commissioner  (No. 
69398-LC)  be  and  it  hereby  is  modified  and  that  the  ap¬ 
peal  be  and  it  hereby  is  granted  as  long  as  the  existing 
conditions  on  the  premises  are  maintained  to  the  satisfac¬ 
tion  of  the  fire  commissioner. 


372-36- A. 

APPLICANT— Buckingham  Wax  Corporation,  lessee. 
SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 51-03  Van  Dam  street,  south¬ 
east  corner  of  Borden  avenue  (Block  No.  305,  Lot 
No.  17),  Long  Island  City,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Harry  C.  Soffer. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  }  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(372-36-A) 

Whereas,  Buckingham  Wax  Corporation,  applicant  and 
lessee  filed  December  8,  1936,  an  appeal  from  an  order  of 
the  fire  commissioner,  affecting  premises  51-03  Van  Dam 
street,  southeast  corner  of  Borden  avenue  (Block  No. 
305,  Lot  No.  17),  Long  Island  City,  Borough  of  Queens; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  9,  1936,  re  Order  No.  69353-LC,  reads  : 

“With  reference  to  application  dated  August  6,  1936, 
for  a  permit  to  store  naphtha,  wax  and  turpentine  to 
be  used  in  the  manufacture  of  floor  wax  at  51-03  Van 
Dam  street,  Long  Island  City,  Borough  of  Queens,  I 
regret  to  state  that  I  am  unable  to  issue  such  a  permit 
for  the  reason  that  a  recent  inspection  of  the  premises 
discloses  that  paints  and  varnishes  are  also  manufac¬ 
tured  on  said  premises,  a  violation  of  subdivision  2f, 
section  131,  chapter  10,  Code  of  Ordinances,  New 
York,  which  reads  as  follows : 

‘No  permit  for  the  manufacture  of  inflammable 
mixtures  shall  be  issued  for  any  building  where  dry 
goods  or  other  materials  of  a  highly  inflammable  na¬ 
ture  are  manufactured,  stored  or  sold.’ 

A  report  from  the  city  laboratory  dated  October  23, 
1936,  shows  the  preparation  known  as  ‘Buckingham 
Wax’  to  be  an  inflammable  mixture  flashpoint  82°. 


) 


1.  You  are,  therefore,  ordered  to  remove  all  naphtha 
from  the  premises,  permanently  close  and  seal  the  inlet 
and  outlet  of  naphtha  storage  tank  and  to  discontinue 
the  further  storage  of  naphtha,  wax,  turpentine,  on 
said  premises  as  the  manufacture  of  an  inflammable 
mixture  (Buckingham  Wax)  on  premises  is  a  violation 
of  subdivision  2f,  section  131,  chapter  10,  Code  of 
Ordinances,  New  York.” 


Whereas,  the  building  in  question,  which  was  erected 
in  1913,  in  an  unrestricted  use  district,  is  of  ordinary  brick 
construction,  143  ft.  2  in.  on  Young  street,  106  ft.  2  in.  on 
Borden  avenue,  55  ft.  8  in.  on  Van  Dam  street,  40  ft.  three 
stories  in  height;  Occupied:  1st  floor,  office,  shipping  and 
filling  of  paint  cans,  5  persons ;  2nd  floor,  milling  and 
mixing  of  paint  and  packing  of  wax,  2  persons;  3rd  floor, 
grinding  of  paint  and  mixing  of  wax,  2  persons ;  and 
Whereas,  the  applicant  contends  that  the  order  is  predi¬ 
cated  on  the  fact  that  paints  and  varnishes  are  manufac¬ 
tured  on  the  same  premises;  that  none  of  the  ingredients 
used  on  the  premises  under  consideration  for  the  manu¬ 
facture  of  paints  and  varnishes  is  inflammable ;  that  there 
is  no  open  flame  on  the  premises;  that  all  finished  prod¬ 
ucts  are  stored  in  metal  containers ;  that  all  solvents  used 
in  the  manufacture  of  waxes  on  the  premises  which  are 
either  combustible  or  inflammable  are  stored  in  under¬ 
ground  tanks ;  that  the  premises  are  equipped  with  2l/i 
gallon  fire-extinguishers,  fire  pails  and  Foamite  trucks; 
that  the  naphtha  stored  on  the  premises  is  stored  in  an 
approved  underground  tank  of  550  gallons  capacity  and 
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s  pumped  through  a  single  standard  weight  steel  suction 
ine  to  the  kettles  on  the  3rd  floor;  that  the  pump  is 
:ontrolled  from  the  3rd  floor;  that  there  is  no  return  line 
o  the  tank;  and 

Whereas,  the  premises  in  question  were  the  subject  of 
tn  inspection  by  a  committee  of  the  board,  verbal  report 
>f  which  inspection  was  made  by  the  committee;  and 

Whereas,  this  report  recommended  the  granting  of  this 

.ppeal. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
9353-LC  be  and  it  hereby  is  modified  and  that  the  appeal 
ie  and  it  hereby  is  granted  as  long  as  the  existing  condi- 
ions  are  maintained  to  the  satisfaction  of  the  fire  com- 
lissioner. 


6-37-A. 

APPLICANT — Morris  Whinston,  for  Dembal  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 32-37  to  32-55  Vernon  boule¬ 
vard,  southwest  corner  of  Hancock  street  (Block 
No.  315,  Lot  Nos.  11  and  12),  Long  Island  City, 
Borough  of  Queens. 

APPEARANCES — 

For  Applicant:  Morris  Whinston. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
aCTION  OF  BOARD — Appeal  granted  on  condition. 

'HE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 


HE  RESOLUTION— 

(16-37-A) 

Whereas,  Morris  Whinston,  for  Dembal  Realty  Corpor- 
;tion,  owner,  filed  January  14,  1937,  an  appeal  trom  an 
rder  of  the  fire  commissioner,  affecting  premises  32-27  to 
2-55  Vernon  boulevard,  southwest  corner  of  Hancock 
:reet  (Block  No.  315,  Lot  Nos.  11  and  12),  Long  Island 
ity,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  De- 
imber  30,  1936,  Order  No.  69732-C,  reads: 

“1.  Surrender  to  the  bearer  Fire  Department  Per¬ 
mit  No.  104208,  expiring  July  28,  1937,  authorizing  the 
storage  of  acid,  alcohol,  turpentine,  soluble  cotton, 
benzol,  etc.,  at  premises  32-37  32-55  Vernon  boulevard, 
Long  Island  City,  as  it  is  revoked  for  the  reason  that 
a  recent  inspection  of  the  premises,  shows  that  an  in¬ 
flammable  mixture  (rubber  cement;  Is  being  manu¬ 
factured  on  premises,  which  is  a  violation  of  Subdi¬ 
vision  G,  of  Section  134,  Chapter  10,  Code  of  Ordi¬ 
nances,  New  York,  which  reads  as  follows: 

‘No  permit  for  the  manufacture  of  inflammable 
mixtures  (rubber  cement)  shall  be  issued  for  any 
building  where  dry  goods  or  other  materials  of  a 
highly  inflammable  nature  are  manufactured,  stored 
or  sold.’ 

2.  You  are,  therefore,  ordered  to  show  compliance 
with  the  above  mentioned  Section  and  to  discontinue 
the  further  manufacture  of  an  inflammable  mixture 
(rubber  cement)  on  premises  32-37  32-55  Vernon 
boulevard,  Long  Island  City.” 
id 

Whereas,  the  premises  in  question  consist  of  a  one  and 
ro  story  brick  building,  the  first  tier  of  which  is  fire- 
oof;  the  building  is  208.54  ft.  front  by  50  ft.  irregular 
•i  a  lot  215.54  ft.  by  50  ft.  irregular,  erected  in  1927  and 
cupied  as  at  present  since  erection.  The  building  is  lo- 
ted  in  an  unrestricted  use  district;  occupied  as  follows: 
filar— factory — two  persons;  1st  floor — factory  and  of- 
e  5  persons;  2nd  floor — factory  and  office — 5  persons, 
r  which  Certificate  of  Occupancy  No.  40141  was  issued 


March  27,  1929  on  N.  B.  Applic.  No.  2231-1927.  The  in¬ 
flammable  mixture  in  question  consists  of  250  gallons  of 
benzol  stored  in  an  underground  tank  in  the  yard  and  ap¬ 
proximately  30  gallons  which  is  maintained  in  a  fireproof 
room  on  the  cellar  story,  as  shown  on  plan;  and 
.  Whereas,  applicant  contends  that  the  material  in  ques¬ 
tion  is  a  rubber  cement  used  for  photo  engraving  and 
consists  of  a  2  per  cent  solution  of  purest  pale  latex  dis¬ 
solved  in  pure  water-free  benzol;  a  15  gallon  specially 
constructed  steel  drum  is  suspended  on  a  shaft  and  is 
charged  through  2  inch  opening  with  10  gallons  of  benzol 
and  the  necessary  rubber.  The  2  inch  opening  is  then 
sealed  and  the  rubber  allowed  to  soak  for  24  hours,  at  the 
end  of  which  time  the  drum  is  revolved  on  the  shaft  for 
several  hours  until  the  rubber  is  completely  dissolved. 
The  process  is  completely  enclosed  and  there  is  no  danger 
of  any  kind  from  vapors;  that  after  mixing  the  solution,  it 
is  stored  in  5  and  1  gallon  containers  in  the  rooms  located 
on  the  northerly  wall  at  the  basement  level,  as  shown  on 
plans.  The  building  in  question  is  located  on  two  streets 
and  was  originally  erected  by  the  owner  for  the  use  for 
which  it  is  now  occupied. 

^ra-2o°r-Ve^’  .^e  order  of  the  fire  commissioner,  No. 

69732-C,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  continuation  of 
the  storage  of  the  inflammable  mixtures,  as  described  in 
this  appeal,  on  condition  that  the  manufacturing  of  rub¬ 
ber  cement  shall  be  restricted  to  the  room  with  fireproof 
enclosure,  as  indicated  on  plans  filed  with  this  appeal,  and 
that  any  motors,  switches  or  lights  in  this  room  shall  be 
of  the  vaporproof  type,  and  granted  only  so  long  as  the 
conditions  are  continued  as  described  and  to  the  satisfac¬ 
tion  of  the  fire  commissioner;  that  the  premises  shall  con¬ 
form  in  all  other  respects  to  all  rules,  regulations  and 
laws  applicable  thereto  and  that  the  building  shall  not  be 
increased  in  height  or  area. 


33-37-A. 

APPLICANT — Robert  J.  Farrington,  for  Alurion  Realty 
Corporation,  owner. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 245-249  West  41st  street,  north 
side,  100  ft.  east  of  Eighth  avenue  (Block  No. 
«  1013,  Lot  No.  3),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Robert  J.  Farrington  and  Joseph 
L.  Johnson. 

For  Opposition:  Benjamin  Gollay. 

For  Administration:  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ”  ’ ‘  q 

Absent  . ’  *  ’ " "  q 

THE  RESOLUTION— 


(33-37-A) 

Whereas,  Robert  J.  Farrington,  for  Alurion  Realty 
Corporation  owner,  filed  January  26,  1937,  an  appeal  from 
a.  decision  of  the  commissioner  of  buildings,  affecting  curb 
cFjs  “ -front  of  premises  245-249  West  41st  street,  north 
side,  100  ft.  east  of  Eighth  avenue  (Block  No.  1013  Lot 
JMo.  3),  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings 
9?-  r°P  Curb  Applic.  No.  76-1936,  dated  December  29 
1936,  reads  as  follows: 

“Approval  of  Drop  Curb  Application  76-1936 
granted  by  this  department  on  November  5,  1936,  for 
the  premises  at  the  above  location,  is  hereby  revoked. 

It  is  incumbent  on  me  to  revoke  this  approval  in 
view  of  the  fact  that  I  now  find  it  was  granted  in 
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oversight  of  a  decision  of  the  Court  of  Appeals  in 
May,  1936,  unanimously  upholding  a  decision  of  the 
Appellate  Division,  confirming  the  action  of  the  su¬ 
preme  Court  denying  application  f°r  a 
order  of  mandamus  to  compel  Samuel  Levy,  President 
of  the  Borough  of  Manhattan,  to  issue  curb  cut  per¬ 
mits  for  the  premises  owned  by  you  at  this  'oca  ‘°r 
and  including  644-648  Eighth  avenue.  The  Borough 
President  denied  the  curb  cut  permits  sought  on  the 
ground  that  to  permit  the  curbs  to  be  cut  at  this  loca¬ 
tion  for  the  purpose  of  using  the  plot  for  the  parking 

of  automobiles  would  endanger  pedestrians— Code  ot 

Ordinances,  chapter  23,  article  15,  section  184. 

Pursuant  to  the  provisions  of  the  saJd  .S®CJ10IJ; 
the  revocation  of  this  permit,  the  use  of  the  carriage 
way  created  by  the  cutting  of  the  said  curbs  must  be 
discontinued  and  the  curbs  and ,  sidewalk  restored  to 
their  original  condition  at  once. 

^Whereas  the  Board  of  Standards  and  Appeals,  in  act¬ 
ing  on  Cal.’  No.  159-36-BZ,  granted  pursuant  to  Section 
7hS  of  the  building  zone  resolution,  a  variation  so  as  to 
permit  ina  retail  use  district  the  maintenance  of  a  pbto 
ground  for*  a  parking  space  for  more  than  five  moto 
vehicles  for  a  temporary  period  of  two  years ,  an 

Whereas,  said  variation  granted  by  the  Board  of  Stand¬ 
ards  and  Appeals  was  granted  on  conditions  and  one  of 
“he  conditions  was  that  a  fence  should  be  erected  along  the 
building  line  of  West  41st  street  with  not  over  two  open¬ 
ings  therein,  not  exceeding  12  ft.  in  width  each,  that 
curb  cuts  opposite  such  openings  shall  not  exceed 

ft  each;  and  , 

Whereas,  the  applicant  contends  that subsecjuent i 
granting  of  the  variation  under  section  7h  of  the  building 
zone  resolution  by  the  Board  of  Standards  and  Appeals, 
the  commissioner  of  buildings  issued  a  permit,  No^  3266 
under  date  of  November  5,  1936  covering  the  two  curb 
cuts  referred  to  by  the  board  in  the  conditions  placed  o 

th Whereas,  ’summonses  have  been  issued  by  the  police 
department  for  using  the  curb  cuts  since  the  permit  was 

CWhereas,  the  applicant  further  contends  that  the  action 
of  the  commissioner  of  buildings  is  arbitrary  and  unrea¬ 
sonable  and  in  effect  constitutes  a  reversal  of  the  Board  ot 
Standards  and  Appeals;  that  it  is  contrary  to  the  building 
zone  resolution  and  violates  the  rights  of  the  petitioner, 
that  the  action  of  the  commissioner  of  buildings  is  con¬ 
trary  to  the  decisions  of  the  Supreme  Court  of  the  State 
of  New  York;  and  .  . 

Whereas,  the  board  deemed  that  the  Court  decision  in 
the  Matter  of  Alurion  Realty  Corporation  vs.  Levy  could 
not  be  construed  as  prohibiting  the  issuance  of  curb  cut 
permits  for  carriagway  entrance  to  these  premises  from 
West  41st  street.  . 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  revoking  the  approval  of  curb  cuts,  be  and  it  hereby 
is  reversed  and  that  the  appeal  be  and  it  hereby  is 
granted. 

382-36-A. 

APPLICANT— George  G.  Lake,  for  Michael  Flynn,  an 
adjoining  owner. 

OWNER  OF  PREMISES  AFFECTED— Fuerst  Holding 
Corporation.  .  .  . 

SUBJECT — Appeal  from  decision  of  the  commissioner  ot 

buildings. 

PREMISES  AFFECTED— 17  Bowery,  east  side,  163  ft. 
2  in.  north  of  Division  street  (Block  No.  289,  Lot 
No.  7),  Borough  of  Manhattan. 

APPEARANCES—  „  T  ,  . 

For  Applicant:  George  G.  Lake,  Max  Siegel. 

For  Owner:  Benjamin  M.  Sylvan. 

For  Administration:  Assistant  Engineer,  Samuel 
Becker,  Department  of  Buildings. 


ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 

THE  RESOLUTION— 

(382-36-A) 


Whereas,  Michael  Flynn,  adjoining  owner,  filed  on 
December  22,  1936,  an  appeal  from  a  decision  of  the  com¬ 
missioner  of  buildings  affecting  premises  17  Bowery,  east 
side,  163  ft.  2  in.  north  of  Division  street  (Block  No.  289, 
Lot  No.  7),  Borough  of  Manhattan  ;  and 

Whereas,  the  commissioner  of  buildings,  on  November 
14,  1936,  acting  on  Alteration  Application  3405-1936,  issued 
the  following  objections: 

1.  While  the  records  of  this  department  indicate  that 
this  building  had  been  occupied  for  dwelling  pur¬ 
poses  many  years  ago,  there  are  no  complete 
records  indicating  the  kind  of  dwelling  occupancy 
and  unless  some  postive  proof  is  submitted  that 
this  building  should  be  classified  as  a  converted 
class  B  dwelling,  it  will  be  considered  as  an  here¬ 
after  erected  class  B  Multiple  Dwelling. 

2.  Indicate  exact  height  of  building  from  average 
curb  level  to  top  of  roof  beams.  lawful  rear 
yard  must  be  provided. 

3.  File  complete  construction  details — see  marked 

plans.  i 

4.  Clear  width  of  stairs  should  be  3-  ft.  8  in.  wide, 
show  handrail  on  fire  passage  stairs  front  and 
rear.  Fire  passage  stairs  at  rear  should  be  3  feet 
wide  and  an  intermediate  landing  should  be  pro¬ 
vided  for  these  stairs  front  and  rear. 

5.  Indicate  supports  for  new  8  in.  brick  enclosure 
and  show  arch  details.  Show  dimensions  of  treads 
and  risers. 

6.  Indicate  clear  height  of  all  floors — same  should 
not  be  overcrowded.  Sec.  36  M.D.L. 

7.  First  tier  of  beams  should  be  fireproof.  Sec.  143 
M.D.L. 

8.  The  two  means  of  egress  should  be  15  feet  apart 
and  fire  escape  must  comply  with  Sec.  145  M.D.L. 
and  Rules  and  Regulations  of  B.  of  B. 

9.  Indicate  dimensions  of  all  windows  B.S.B.  Sec. 
30. 

10.  Entrance  hall  door  should  have  9  sq.  ft.  of  glazed 
area.  Indicate  width  of  this  hall. 

11.  Show  boiler  room  enclosure  and  show  how  same 
is  ventilated.  Boiler  breeching  must  be  covered 
with  2  in.  of  asbestos.  Sec.  65  M.D.L.  Sec.  403 
B.C. 

12.  Ceiling  of  store  must  be  fire  retarded. 

13.  Skylight  must  have  20  sq.  ft.  of  glazed  area  and 
40  sq.  inches  of  ridge  ventilation. 

and 

Whereas,  on  November  19,  1936,  the  following  amend¬ 
ment  was  filed  with  the  Department  of  Buildings  to  Al¬ 
teration  Application  No.  3405-36: 

1.  We  will  comply  with  requirements  of  the  M.D.L. 
affecting  new  building  even  though  the  building 
department  records  show  that  this  was  erected  as 
a  dwelling  with  stores  and  legally  this  building 
should  be  considered  as  a  converted  dwelling. 

2.  The  exact  height  of  building  is  shown  on  plans. 
A  yard  greater  than  the  legal  required  yard  will 
be  provided.  A  new  rear  wall  will  be  erected. 

3.  Revised  plans  show  construction  details. 

4.  We  request  reconsideration  of  this  objection  since 
this  type  of  Multiple  Dwelling  only  requires  a  3 
foot  stairway.  This  building  will  comply  with 
the  requirements  of  the  M.D.L.  In  addition  we 
are  providing  a  new  fire-escape  on  the  rear  wall 
and  there  is  a  present  fire-escape  on  front  wall 
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with  60  deg.  ladder.  Moreover,  the  present  wood 
stairs  will  be  removed  and  new  iron  stairs  at  least 
3  ft.  5  in.  wide  will  be  provided  within  the  present 
8  inch  brick  walls.  Fire  passages  stairs  will  be  3 
ft.  wide  and  provided  with  intermediate  landings. 

5.  Supports  for  new  8  in.  brick  enclosure  and  arch 
details  now  indicated.  Dimensions  of  treads  and 
risers  now  indicated. 

6.  Clear  height  of  all  floors  now  indicated. 

7.  First  tier  of  beams  will  be  fireproof  as  now  shown 
on  plans. 

8.  New  fire-escape  is  provided  at  rear  of  building 
and  front-fire-escapes  will  remain.  New.  fire  es¬ 
cape  will  comply  with  Sec.  145  of  M.D.L.  and 
Rules  and  Regulatons  of  Board  of  Buildings.  Two 
legal  means  of  egress  will  be  provided. 

9.  Dimensions  of  all  windows  B.S.B.  now  indicated. 

10.  Entrance  hall  door  will  have  9  sq.  ft.  of  glazed 
area ;  width  of  this  hall  now  indicated. 

11.  Location  of  boiler  room  now  shown.  Boiler 
breeching  will  comply  with  Sec.  403  of  B.C. 

12.  Ceiling  of  store  will  be  fire-retarded. 

13.  Skylight  will  have  20  sq.  ft.  of  glazed  area  and 
40  sq.  inches  of  ridge  ventilation. 

14.  All  doors  opening  from  stair  enclosure  and  bulk¬ 
head  will  be  of  approved  type  1  hour  test  doors. 

15.  New  parapet  wall  will  be  3<  ft.  6  in.  high  Sec.  62. 

and 

Whereas,  said  amendment  was  approved  by  the  com¬ 
missioner  of  buldings  on  November  28,  1936;  and 
Whereas,  the  premises  in  question  was  an  existing  5 
story,  cellar  and  sub-cellar,  non-fireproof,  loft  building,  30 
by  93  feet  in  area,  58  feet  in  height,  erected  prior  to  1911 
and  now  located  in  an  unrestricted  use  district ;  and 
Whereas,  the  applicant  contends  that  pursuant  to  plans 
filed  on  Alteration  No.  3405-1936,  it  was  proposed  to 
change  the  building  to  a  lodging  house ;  that  pursuant 
to  sub-division  1  of  Section  8  of  the  Multiple  Dwelling 
Law,  the  building  should  comply  with  the  requirements 
for  multiple  dwellings  hereafter  erected ;  that  pursuant  to 
fhe  provisions  of  "the  building  code,  since  structural 
changes  are  involved  and  since  the  change  in  classification 
from  a  business  building  to  residential  building  is  pro¬ 
posed,  the  building  should  comply  with  the  requirements 
for  buildings  hereafter  erected  and  the  plans  filed  and  the 
application  approved  by  the  decision  of  the  commissioner 
of  buildings  dated  November  28,  1936,  which  is  herein  ap¬ 
pealed  from,  failed  to  show  compliance  with  subdivision  1 
of  section  8  of  the  Multiple  Dwelling  Law  as  wrell  as  with 
the  provisions  of  the  building  code  with  respect  to  build¬ 
ings  hereafter  erected  and  that  the  stairs  proposed  fail  to 
comply  with  subdivision  3  of  Section  153  of  the  building 
code  in  that  they  are  but  41  inches  wide  in  the  clear  in¬ 
stead  of  the  required  45  inches  in  the  clear ;  that  plans 
filed  do  not  show  compliance  with  Section  29  of  the  mul¬ 
tiple  dwelling  law;  that  the  rooms  as  proposed  will  extend 
in  depth  a  greater  distance  than  30  feet  from  the  glass 
window  without  the  intervention  of  the  court ;  that  the 
approval  of  plans  by  the  commissioner  or  buildings  should 
be  reversed  and  the  permit  revoked ;  and 
Whereas,  the  board  deemed  that  the  proposed  stair 
width  complies  with  the  requirements  of  the  building  code, 
section  153,  Sub-division  3,  in  view  of  the  provisions  of 
Section  151  excepting  its  application  to  residence  build¬ 
ings  having  not  more  than  fifteen  sleeping  rooms;  and 
Whereas,  the  board  deemed  that  section  29  of  the  Mul¬ 
tiple  Dwelling  Law  has  no  application  to  this  building  as 
the  use  proposed  is  a  dormitory  use  on  which  the  Multiple 
Dwelling  Law  is  silent  and  not  apartments  to  which  the 
requirement  of  a  court  where  a  room  exceeds  thirty  feet 
applies. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  is  and  it  hereby  is  affirmed  and  that  appeal  for  the 
revocation  of  the  action  of  the  commissioners  in  issuing 
a  permit  and  approving  plans  be  and  it  hereby  is  denied. 


22-37-A. 

APPLICANT — George  G.  Lake,  for  John  J.  Campbell, 
Jr.,  an  adjoining  owner. 

OWNER  OF  PREMISES  AFFECTED— Bernard  Flynn. 
SUBJECT — Appeal  from  decision  of  commissioner  of 
buildings. 

PREMISES  AFFECTED — 110  Bowery,  west  side,  130  ft. 
6  in.  south  of  Grand  street  (Block  No.  239,  Lot 
No.  26),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  George  G.  Lake,  Max  Siegel. 

For  Owner:  Benjamin  M.  Sylvan. 

For  Administration :  Assistant  Engineer,  Samuel 


Becker,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(22-37-A) 


Whereas,  John  J.  Campbell,  Jr.,  adjoining  owner,  filed 
on  January  20,  1937,  an  appeal  from  a  decision  of  the  com¬ 
missioner  of  buildings,  affecting  premises  110  Bowery,  west 
side,  130  ft.  6  in.  south  of  Grand  street  (Block  No.  239, 
Lot  No.  26),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  in  acting  on  alteration  application  No.  3624-36  was 
an  approval  dated  December  22,  1936;  and 

Whereas,  the  premises  in  question  consist  of  a  5-story 
cellar  and  sub-cellar  nonfireproof  loft  building,  65  ft.  in 
height,  24  ft.  10  in.  by  101  ft.  2  in.  in  area  on  1st  floor,  and 
24  ft.  10.  by  90  ft.  in  area  on  2nd  story,  and  24  ft.  10  in.  by 
76  ft.  in  area  above;  erected  prior  to  1910;  now  located 
in  an  unrestricted  use  district  and  occupied  as  follows : 
cellar — store,  storage  and  boiler  room,  0  person;  1st  story 
— stores,  5  persons ;  2nd  story— lodging  house,  30  persons ; 
3rd,  4th,  5th  stories — open  dormitories,  30  persons  per 
floor ;  and 

Whereas,  the  applicant  contends  that  the  appeal  herein 
is  from  the  action  of  the  commissioner  of  buildings  of 
December  22,  1936,  approving  alteration  plans  for  the  build¬ 
ing  herein  involved,  that  this  appeal  is  taken  by  the  appli¬ 
cant,  pursuant  to  subdivision  2  of  section  719  of  the  Greater 
New  York  Charter  as  the  aggrieved  owner;  that  under  the 
Alteration  Application  herein  involved  it  is  sought  to 
change  the  building  from  a  loft  building  to  a  lodging 
house;  that  under  the  requirements  of  subdivision  1,  sec¬ 
tion  8  of  the  multiple  dwelling  law  the  building  when  al¬ 
tered  should  comply  with  the  requirements  for  buildings 
hereafter  erected ;  that  the  plans  filed  violate  the  provi¬ 
sion  of  section  29  of  the  multiple  dwelling  law  insofar  as 
the  plans  show  that  the  rooms  on  the  2nd,  3rd,  4th  and  5th 
floors,  as  proposed,  extend  in  depth  for  a  greater  distance 
than  30  ft.  from  the  nearest  window  without  the  interven¬ 
tion  of  a  court ;  that  the  building  in  question  is  65  ft.  in 
height;  that  pursuant  to  section  43  of  the  multiple  dwell¬ 
ing  law  every  multiple  dwelling  hereafter  erected  exceed¬ 
ing  60  ft.  in  height  should  be  equipped  with  one  or  more 
motor  passenger  elevators ;  that  the  plans  filed  and  ap¬ 
proved  by  the  commissioner  of  buildings  by  the  action 
herein  appealed  from  fail  to  show  any  passenger  elevator; 
and 

Whereas,  on  January  28,  1937,  an  amendment  was  filed 
in  the  building  department  on  behalf  of  the  owner  of  the 
building  herein  involved,  which  reads  as  follows : 

“New  specification  sheet  filed  showing  corrected 
height  of  building  in  accordance  with  proposed  new 
roof  construction. 

Revised  plan  filed  showing  the  corrected  height  of 
floors.  The  height  of  building  from  curb  level  to  top 
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of  new  roof  beams  will  be  under  60  ft.  as  shown  on 
plan.” 

and 

Whereas,  the  said  amendment  was  approved  by  the 
commissioner  of  buildings  on  February  4,  1937  and  filed 
with  this  board  on  behalf  of  the  owner  of  the  building; 
and 

Whereas,  the  architect  for  the  owner  states  section  8, 
subdivision  1  of  the  multiple  dwelling  law,  will  be  com¬ 
plied  with ;  and 

Whereas,  the  board  deemed  that  section  29  of  the  mul¬ 
tiple  dwelling  law  has  no  application  to  this  building  as 
the  use  proposed  is  a  dormitory  use  on  which  the  multiple 
dwelling  law  is  silent  and  not  apartments  to  which  the 
requirement  of  a  court  where  a  room  exceeds  30  ft.  ap¬ 
plies  ;  and  . 

Whereas,  revised  plans  filed  show  that  the  building 
will  not  exceed  60  ft.  in  height  and  architect  stated  that 
existing  roof  beams  would  be  lowered  so  as  to  come  within 
the  60  ft.  limitation  to  meet  the  requirements  of  section 
43  of  the  multiple  dwelling  law. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed  and  that  the  appeal 
to  revoke  approval  of  alteration  application  3624  of  1936 
be  and  it  hereby  is  denied. 


220-34- A. 

APPLICANT— Albert  E.  Straker,  for  Chelsea-Moore 
Corporation,  owner. 

SUBJECT— Application  for  reopening— amendment— re 
Appeal  from  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 531-541  West  23rd  street,  north 
side,  309  ft.  west  of  10th  avenue  (Block  No.  695, 
part  of  Lot  No.  15),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Albert  E.  Straker. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(220-34- A) 

Whereas,  Paul  C.  Hunter,  for  Chelsea-Moore  Cor¬ 
poration,  owner,  filed  July  31,  1934,  an  appeal  from  a 
decision  of  the  commissioner  of  buildings,  affecting  prem¬ 
ises  531-541  West  23rd  street,  north  side,  309  ft.  west  of 
10th  avenue  (Block  No.  695,  part  of  Lot  No.  15),  Bor¬ 
ough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  July  19,  1934,  reads: 

“Answering  your  letter  of  July  16,  1934,  with  ref¬ 
erence  to  application  for  a  certificate  of  occupancy  for 
above  premises,  you  are  advised  that  as  the  building 
is  over  15,000  sq.  ft.  in  area,  it  will  be  necessary  to 
divide  same  with  a  fire  wall  or  provide  a  standpipe 
system  in  accordance  with  the  Board  of  Standards 
and  Appeals  rules.” 

Whereas,  the  building  is  non-fireproof,  one  story  (17 
ft.  6  in.)  in  height,  166  ft.  by  98  ft.  9  in.  in  area;  OCCU¬ 
PIED  as  a  garage  for  the  storage  and  sale  of  more  than 
five  motor  vehicles;  located  within  an  unrestricted  dis¬ 
trict;  and 


Whereas,  the  appellant  claims  the  original  building  was 
3  stories,  erected  about  1884  for  factory  use;  altered  about 
1912  to  one  story  in  height  and  used  as  an  exide  storage 
battery  station;  at  present  it  is  used  as  a  garage  for  the 
storage  and  sale  of  used  cars ;  there  is  no  school  or  hos¬ 
pital  in  the  same  block  nor  within  200  ft.  of  the  premises; 
the  present  tenancy  is  temporary  and  subject  to  terminate 
on  thirty  days’  notice ;  the  owner  is  negotiating  a  long  term 
lease  for  this  property  which  would  involve  the  demoli¬ 
tion  of  the  building;  furthermore  the  interior  area  of  the 
building  is  only  816  sq.  ft.  more  than  the  15,000  sq.  ft.  area 
where  a  standpipe  system  would  not  be  required ;  to  install 
a  standpipe  system  under  such  condition  would  be  an  un¬ 
necessary  hardship ;  and 

Whereas,  this  appeal  was  granted  by  the  board  Sep¬ 
tember  25,  '1934,  on  certain  conditions,  amended  December 
3,  1935,  and  owner  requested  an  amendment  of  the  resolu¬ 
tion. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
December  3,  1935,  be  and  it  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

“Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  modified,  and  that  the 
appeal  be  and  it  hereby  is  granted  on  condition  that 
the  building  shall  not  be  extended  in  height  or  area; 
that  the  building  shall  in  all  other  respects  comply 
with  all  laws,  rules  and  regulations  applicable  thereto; 
that  there  shall  be  no  occupancy  in  the  building  deemed 
extra  hazardous  by  the  fire  commissioner;  and  that 
such  auxiliary  fire-fighting  appliances  shall  be  in¬ 
stalled  as  the  commissioner  may  direct.” 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

6-37-SA. 

APPLICANT — Diesel  Oil  &  Burner  Corp.  of  New  York, 
owner. 

SUBJECT — Diesel-American  Oil  Burner,  Model  D-A-l — 
approval  of. 

APPEARANCES— 

For  Applicant:  A.  W.  Schillinger. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(6-37-SA) 

WhereiAS,  Ithe  Diesel  Oil  and  Burner  Corp.,  of  New  York, 
owner,  filed  January  8,  1937,  an  application  with  the  Board 
of  Standards  and  Appeals  for  the  approval  of  the  device 
known  as  the  Diesel-American  Oil  Burner,  D-A-l ;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

This  burner  is  of  the  pressure  atomizing  gun  type 
and  consists  of  the  following  assembly;  an  Ohio  1/6 
H.P.  motor,  a  Tuthill  fuel  stat  consisting  of  pump, 
strainer  and  pressure  regulating  valve  and  a  Torring- 
ton  blower,  a  Detroit  Lubricator  nozzle  or  any  other 
standard  type  of  nozzle  with  a  capacity  of  1.25  to  2 
gallons  per  hour. 

Ignition:  Electric;  Dongan  Transformer; 

Controls:  Minneapolis  Honeywell  Protecto-relay 
R117-3  and  Minneapolis  Pressuretrol  Model  L404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber  the  burner  was  operated  and  on  two  suc¬ 
cessive  tests  the  controls  shut  the  burner  down  in  82 
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and  88  seconds  respectively.  The  burner  was  then  put 
in  normal  operation  for  approximately  45  minutes  and 
the  controls  functioned  as  designed.  During  the 
period  of  test  there  were  no  flare-backs  and  the  flame 
was  free  of  soot  and  smoke.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test  it  is  recom¬ 
mended  that  the  Diesel-American  Oil  Burner,  Model 
D-A-l,  be  approved  for  domestic  use  when  installed 
in  accordance  with  the  provisions  of  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals 
for  fuel  oil  not  heavier  than  No.  3  U.  S.  Dept,  of 
Commerce  standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Diesel-American 
Oil  Burner,  D-A-l,  for  domestic  installations,  when  in¬ 
stalled  in  accordance  with  the  above  report  and  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals,  for  use 
with  fuel  oil  not  heavier  than  No.  3  U.  S.  Department  of 
Commerce  Standards  on  condition,  that  there  shall  be  per¬ 
manently  attached  to  each  burner  installed  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  6-37-SA. 


12-37-SA. 

APPLICANT — Silent  Glow  Oil  Burner  Corp.,  owner. 

SUBJECT — Silent  Glow  Oil  Burner,  Model  1300 — ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock.  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(12-37-SA) 


Whereas,  the  Silent  Glow  Oil  Burner  Corp.,  owner, 
filed  January  11,  1937,  an  application  with  the  Board  of 
Standards  and  Appeals  for  the  approval  of  the  device 
known  as  the  Silent  Glow  Oil  Burner,  Model  1300;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

The  oil  burner  was  installed  in  the  conventional  type 
steam  heating  boiler  and  is  of1  the  pressure  atomizing 
gun  type,  consisting  of  the  following  assembly :  An 
Ohio  1/10  H.P.  motor,  a  Tuthill  pump,  a  Detroit  lu¬ 
bricator  strainer  and  pressure  regulating  valve,  a  Mon¬ 
arch  nozzle  or  any  standard  make  of  nozzle  of  a  capac¬ 
ity  from  1.65  to  3.5  gallons  per  hour  and  a  fan  known 
as  a  Progrotor,  manufactured  by  the  Silent  Glow 
Burner  Corp. 

Ignition — Electric:  Jefferson  Transformer  110  to  10,- 
000  volts. 

Controls:  Minneapolis-Honeywell  Protecto-relay 

R 1 1 7-3  and  Pressuretrol  L404. 

The  fan  used  in  this  burner  is  of  a  type  that  no 
air  is  sent  to  the  nozzle  after  a  shut  down  in  the 
burner  due  to  the  fact  that  the  vanes  of  the  fan  are 
collapsible. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber  the  burner  was  operated  and  on  two  suc¬ 


cessive  tests  it  was  found  that  the  controls  shut  the 
burner  down  in  83  and  85  seconds  respectively.  The 
burner  was  then  operated  for  a  period  of  approxi¬ 
mately  one  hour  and  during  this  time  there  were  no 
puff-backs  or  flares  due  to  faulty  ignition.  The  flame 
was  clean  and  free  of  soot  and  smoke.  Examination 
of  the  combustion  chamber  showed  no  undue  carbon 
deposits. 

As  a  result  of  the  above  inspection  and  test,  it  is 
recommended  that  the  Silent  Glow  Oil  Burner,  Model 
1300,  be  approved  for  commercial  and  domestic  use, 
when  installed  in  accordance  with  the  oil  burner 
rules  adopted  by  the  Board  of  Standards  and  Appeals 
for  fuel  oil  not  heavier  than  No.  3,  U.  S.  Dept,  of 
Commerce  standard. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Silent  Glow  Oil 
Burner,  Model  1300,  for  domestic  and  commercial  installa¬ 
tions,  when  installed  in  accordance  with  the  above  report 
and  Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals,  for  use  with  fuel  oil  not;  heavier  than  No.  3,  U.  S. 
Department  of  Commerce  Standards,  on  condition  that 
there  shall  be  permanently  attached  to  each  burner  in¬ 
stalled  a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  12-37-SA. 


345-31-SA. 

APPLICANT— The  Silent  Glow  Oil  Burner  Corp.,  owner. 
SL1BJECT— Application  for  reopening — amendment — re. 
Silent  Glow  Oil  Burner,  Models  600  and  1200 — 
approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(345-31-SA) 


Whereas,  Silent  Glow  Oil  Burner  Corp.,  owner,  filed 
July  7,  1931,  an  application  with  the  Board  of  Standards 
and  Appeals  for  approval  of  device  known  as  the  Silent 
Glow  Oil  Burner,  Model  1000;  and 
Whereas,  the  device  was  approved  by  the  board  Novem¬ 
ber  10,  1931,  after  inspection  and  test;  and 
Whereas,  the  owner,  through  his  agent,  Irving  T.  Hecht, 
requested  an  amendment  of  the  resolution  to  include  the 
approval  of  Models  800,  1800  and  2800;  under  date  of 
June  4,  1935,  requested  the  approval  of  Models  3800,  6800 
and  8800;  and  under  date  of  December  29,  1936,  requested 
the  approval  of  Models  600  and  1200;  and 

Whereas,  these  devices  were  the  subject  of  an  inspec¬ 
tion  and  test,  the  report  of  which  was  substantially  as 
follows : 

These  burners,  Models  800-1800  and  2800,  are  con¬ 
structed  substantially  the  same  as  the  Model  1000,  for¬ 
merly  approved  under  Cal.  345-31-SA. 
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Model  No.  2800  consists  of  a  Century  1/5  H.P.  De¬ 
troit  motor,  regulating  and  shut-off  valve,  Cuno 
strainer,  Webster  transformer,  Sirocco  type  blower, 
7  in.  x  4  in.  and  a  Tuthill  pump.  This  burner  has  a 
capacity  of  3  to  9  gallons  of  oil  per  hour. 

Model  No.  1800  differs  only  from  the  above  and 
Model  1000  in  that  it  has  a  1/6  H.P.  motor  and  a  fan 
6§ 4  in.  x  3^4  in.  and  an  oil  consumption  of  two  to  six 
gallons  per  hour. 

Model  No.  800  differs  only  from  the  original  in  that 
it  has  a  1/10  H.P.  Ohio  motor  and  a  fan  4 7/%  in.  x  254 
in.  with  an  oil  consumption  1.35  to  2j4  gallons  per 
hour. 

Monarch  nozzles  are  used  on  all  above  described 
burners. 

Controls — The  above  burners  have  the  Minneapolis- 
Honeywell  Protecto-relay  Model  117-3  and  the  Pres- 
suretrol  Type  L-404-2. 

The  Silent  Glow  Oil  Burner,  Models  800,  1800  and 
2800  have  been  approved  by  the  Underwriters  Labora¬ 
tories  for  oil  not  heavier  than  No.  3,  Guide  No.  300- 
104,  File  MP-567. 

Models  3800,  6800  and  8800  are  designed  for  the  use 
of  Nos.  1,  2  or  3  commercial  grades  of  fuel  oil  and 
consist  of  the  following  parts : 

Model  No.  3800,  a  Century,  quarter  horse  power 
motor,  Cuno  strainer,  Tuthill  Pump  Detroit  Lubricat¬ 
ion  regulating  and  cut-off  valve;  Sirocco  Type  Fan 
354  in-  x  in.,  Webster  Transformer  and  Monarch 
Nozzle.  The  capacity  of  this  burner  is  between  6  and 
13  gallons  per  hour. 

Model  No.  6800.  A  Century  half  horse  power  motor 
Cuno  strainer,  Tuthill  Pump,  Detroit  Lubrication  Reg¬ 
ulating  and  Cut-off  Valve,  Sirocco  Type  Fan  354  in.  x 
9  in.;  Webster  Transformer  and  Monarch  Nozzle.  This 
burner  is  designed  for  the  consumpton  of  from  10  to 
30  gallons  of  oil  per  hour. 

Model  No.  8800,  A  Century,  three-quarters  horse 
power  motor,  Cuno  strainer,  Tuthill  pump,  Detroit 
Lubrication  Regulating  and  Cut-off  Valve;  Sirocco 
Type  Fan  4 54  in.  x  9  in.;  Webster  Transformer  and  a 
Monarch  Nozzle.  This  burner  is  designed  for  the 
consumption  of  between  15  to  70  gallons  of  oil  per 
hour. 

All  three  above  mentioned  models  are  equipped  with 
standard  Minneapolis  Honeywell  controls. 

MODEL  600 

This  burner  was  installed  in  a  conventional  type 
steam  heating  boiler  and  is  of  the  pressure  atomizing 
gun  type,  consisting  of  the  following  assembly:  1/10 
H.P.  Ohio  motor,  a  Tuthill  fuelstat  consisting  of 
pump,  strainer  and  pressure  regulating  valve,  a  Sir- 
rocco  type  fan,  a  Monarch  or  any  standard  make  noz¬ 
zle  with  a  capacity  of  from  1.35  to  2  gallons  per  hour. 

Ignition — Jefferson  transformer — 110  to  10,000  volts. 


Controls — Minneapolis  Honeywell  Protecto-relay 
R117-3  and  Pressuretrol  L404. 

This  burner  was  tested  with  the  oil  supply  shut  off 
in  a  cold  combustion  chamber  and  the  controls  operat¬ 
ed  to  shut  the  burner  down  in  78  and  80  seconds,  re¬ 
spectively,  on  two  successive  tests.  The  burner  was 
then  put  in  normal  operation  for  a  period  of  45  minutes 
and  during  this  period  of  test  there  were  no  flare- 
backs  or  puffs  due  to  faulty  ignition  or  failure  of 
controls.  Examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposits. 

MODEL  1200 

This  burner  was  inspected  at  premises  25-03  36th 
street,  Astoria,  Queens,  and  is  of  the  pressure  atomiz¬ 
ing  gun  type,  installed  in  a  conventional  steam  heating 
boiler,  consisting  of  the  following  assembly:  A  J4 
H.P.  Ohio  motor,  a  Tuthill  fuelstat,  consisting  of 
pump,  strainer  and  pressure  regulating  valve,  a  Sirocco 
type  fan  and  a  Monarch  or  any  standard  nozzle  of  a 
capacity  up  to  4  gallons  per  hour. 

Ignition:  Jefferson  transformer — 110  to  10,000  volts. 

Controls:  Minneapolis  Honeywell  Protecto-relay 
R117-3  and  Pressuretrol  L404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  on  two  suc¬ 
cessive  tests  the  controls  shut  it  down  in  81  and  85 
seconds  respectively.  Examination  of  the  combustion 
chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  these  inspections  and  tests,  it  is  rec¬ 
ommended  that  the  Silent  Glow  Oil  Burner,  Models 
listed  above  be  approved  for  domestic  and  commer¬ 
cial  use  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals  for  fuel  oil  not  heavier  than  No.  3  U.  S. 
Department  of  Commerce  standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  devices  known  as  the  Silent  Glow  Oil 
Burners,  Models  600,  800,  1000,  1200,  1800,  2800,  3800,  6800 
and  8800  for  use  in  domestic  and  commercial  installations 
for  fuel  oil  not  heavier  than  No.  3,  when  installed  in  ac¬ 
cordance  with  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals,  on  condition  that  there  shall  be 
permanently  attached  to  each  burner  installed  a  label 
reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  345-31-SA. 


Adjourned,  5:00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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♦CORRECTION 

The  minutes  of  the  meeeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  February  2,  1937,  as  they  ap¬ 
peared  in  Bulletin  No.  6,  Vol.  XXII,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(233-36-BZ) 

Whereas,  A1  Gerbolini  (lessee),  for  The  Corporation 
for  the  Relief  of  Widows  and  Children  of  Clergymen  of 
the  Protestant  Episcopal  Church  in  the  State  of  New 
York,  owner,  filed  July  29,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  dis¬ 
trict  the  change  of  occupancy  of  part  of  an  existing  build¬ 
ing  to  a  motor  vehicle  repair  shop;  Premises:  1802  54th 
street  and  5401-5403  18th  avenue,  southeast  corner  (Block 
No.  5487,  Lot  No.  9),  Borough  of  Brooklyn;  and 

\  Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
,  meeting,  February  2,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

i  and 

i  _  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  18th  avenue  is  in  a  business 
use  district;  that  54th  street  is  in  a  residence  and  business 
use  district ;  and  that  55th  street  is  in  a  residence  and 
business  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  June  29,  1936,  re  Applic.  No.  9643-1936,  reads: 

“Proposed  change  of  occupancy  of  the  first  floor 
from  an  automobile  laundry  to  an  automobile  repair 
shop  in  a  building  situated  in  a  business  use  district  is 
contrary  to  Art.  II,  Sect.  4a  of  Zone  Resolution  ” 
and 

(Whereas,  the  building  is  of  non-fireproof  construction, 

:  2  stories  in  height,  with  a  frontage  of  40  ft.  on  18th 
<  avenue  and  100  ft.  on  54th  street,  occupied  as  an  auto 


*  Correction — The  word  “growing”  changed  to  “zoning” 
in  line  40  of  resolution. 


laundry  and  showroom,  first  story;  billiard  room,  2nd 
story,  as  shown  on  certificate  of  occupancy ;  it  is  proposed 
to  change  the  occupancy  of  the  easterly  part  of  the  first 
story  to  motor  vehicle  repair  shop ;  and 

Whereas,  this  application  was  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  verbal  report  of  which 
was  made  on  the  record  by  Commissioner  Savage ;  and 

Whereas,  the  report  recommended  that  a  temporary 
variance  be  granted;  and 

Whereas,  the  board  found  that  a  temnorary  hardship 
existed  to  justify  a  zoning  variance  for  a  temporary  term 
in  view  of  the  minor  repairing  contemplated  as  accessory 
to  the  conforming  work  of  automobile  painting. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  cl  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted,  under 
section  21  for  a  period  of  five  (5)  years  from  the  date 
of  this  action,  permitting  the  premises  under  appeal  to  be 
used  for  motor  vehicle  repairing,  on  condition  that  the 
doors  to  the  stores  facing  18th  avenue  shall  be  blocked 
with  materials  equivalent  to  the  partitions;  that  the  ceil¬ 
ings  throughout  shall  be  protected  with  metal  ceilings  of 
not  less  than  28  gauge;  that  repair  work  shall  be  limited 
to  work  done  by  use  of  hand  tools  and  with  motor-driven 
tools  requiring  no  greater  than  h.p.  each,  with  no 
forges  or  acetylene  torches  and  no  anvils ;  that  the  paint¬ 
ing  or  paint-spraying  carried  on  shall  comply  with  the 
rules  and  requirements;  that  any  lubricating  oil  shall  be 
stored  in  a  container  with  an  approved  hand  pump;  that 
no  siens  shall  be  exhibited  on  the  building  other  than  a 
neat  permanent  sign  attached  to  the  building  above  the 
entrance  door,  indicating  the  name  of  tenant  and  type  of 
occupancy  of  that  portion  of  building;  that  no  automobiles 
shall  be  {stored,  in  building  other  than  owner’s  car  and 
cars  being  serviced ;  that  no  gasoline  shall  be  permitted 
on  the  premises  except  in  the  tanks  of  such  cars  as  are 
being  serviced ;  that  no  automobiles  shall  be  permitted  to 
be  repaired  on  the  street  or  sidewalk  in  front  of  the 
premises ,  and  that  all  permits  shall  be  obtained  within  six 
months  from  the  date  of  this  action. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2313,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office.  Room 
2213.  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 


_  APPROVED  APPLIANCES 

i  "  '  - - 

APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 

Fairbanks  Company  .  81-20-SA 

Walworth  Company  .  899-27- S A 

.A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co..... _  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

)V-  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

.  651-30-SA 

hlkhart  .  14-31 -S A 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 


May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . . 

Walworth  Company . 

W.  D.  Allen  Mfg.  Company . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc . 

Jenkins  Brothers  . 

Croker  National  Fire  Prev.  Eng.  Co . 

Fairbanks  Company  . 

Pratt  &  Cady  . 

Elkhart  . 


53-21-SA 
900-27-SA 
1 1 51-27-S  A 
1307-27-SA 
780-28-SA 
970-28-SA 
268-29-SA 
231 -30- S  A 
15-31-SA 
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RULES  GOVERNING  THE  INSTALLATION  OF  INTERIOR  FIRE  ALARM  SIGNAL  SYSTEMS,  ADOPTED 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS,  SEPTEMBER  27,  1917,  AMENDED  DECEMBER 
6,  1917  AND  FEBRUARY  7,  1918  AND  REVISED  DECEMBER  11,  1936. 

f  108-16-SR] 


Rules  for  Interior  Fire  Alarm  Signal  Systems 

Authority:  Sections  718A  and  718B  of  the  Charter  of 
the  City  of  New  York  to  carry  into  effect  the  provisions 
of  Chapter  XII,  Section  20  of  the  Code  of  Ordinances 
and  the  provisions  of  Section  279  of  the  Labor  Law. 

Scope  of  Rules 

These  rules  apply  to  all  hotels,  as  defined  in  the  Code 
of  Ordinances  and  the  Multiple  Dwelling  Law;  to  all 
lodging  houses  having  more  than  15  sleeping  rooms,  or 
accommodating  more  than  15  lodgers  above  the  first  or 
ground  story;  to  all  public  and  private  hospitals  and 
asylums  having  more  than  15  rooms,  or  accommodating 
more  than  15  patients  or  inmates  above  the  first  or  ground 
srory ;  to  all  nurseries  accommodating  more  than  30  chil¬ 
dren,  or  having  a  Board  of  Health  permit  for  the  accom¬ 
modation  of  more  than  30  children;  to  all  Turkish  or  other 
special  treatment  bath  houses  where  there  are  sleeping 
accommodation  for  more  than  fifteen  persons  on  the  prem¬ 
ises;  to  all  department  stores  having  two  or  more  de¬ 
partments  where  the  public  is  admitted  above  the  second 
floor;  to  all  public  schools;  and  to  all  single  and  tenant 
factory  buildings,  as  defined  in  the  Labor  Law  and 
specifically  required  by  Section  279  of  said  Law. 


Law 

Section  279.  Fire  Alarm  Signal  Systems  and  Fire  Drills: 

1.  Fire  alarm  signal  systems.  Every  factory  building 
over  two  stories  in  height  in  which  more  than  twenty-five 
persons  are  employed  above  the  ground  floor  shall  be 
equipped  by  the  owner  thereof  with  a  fire  alarm  signal 
system  having  a  sufficient  number  of  signals  clearly  au¬ 
dible  to  all  occupants  of  the  building,  and  so  arranged 
as  to  permit  the  sounding  of  all  the  alarms  within  the 
building  whenever  the  alarm  is  sounded  in  any  portion 
thereof.  Such  system  shall  be  maintained  in  good  work¬ 
ing  order  and  no  person  shall  tamper  with  same  or  render 
ineffective  any  portion  thereof  except  to  repair  it.  A  per¬ 
son  discovering  a  fire  shall  cause  an  alarm  to  be  sounded 
immediately.  The  board  of  standards  and  appeals  in  the 
city  of  New  York,  may  make  rules  and  regulations  pre¬ 
scribing  the  number,  character  and  location  of  the  signals 
and  the  method  and  character  of  the  installation,  including 
that  of  all  appliances  in  connection  therewith. 

3.  Exceptions.  Subdivisions  one  and  two  of  this  sec¬ 
tion  shall  not  apply  to  a  building  in  which  every  square 
foot  of  the  floor  area  on  all  stories  is  protected  with  an 
automatic  sprinkler  system,  having  two  adequate  sources 
of  water  supply  and  approved  by  the  public  authorities 
having  jurisdiction  thereof,  and  in  which  also  the  maxi¬ 
mum  number  of  occupants  of  any  one  floor  does  not  ex¬ 
ceed  by  more  than  fifty  percentum  the  capacity  of  the 
exits,  as  determined  by  subdivisions  one,  two  and  three  of 
section  two  hundred  and  seventy-eight,  in  addition  to  the 
prescribed  occupancy  under  subdivisions  five,  six  and 
seven  of  said  section.  If  the  commissioner  after  investi¬ 
gation  determines  that  the  spirit  of  this  chapter  is  ob¬ 
served  and  public  safety  secured,  he  may  permit  in  place 
of  the  automatic  sprinkler  system  before  specified,  an 
automatic  sprinkler  system  having  one  adequate  source. of 
water  supply  and  approved  by  the  public  authorities  having 
jurisdiction  thereof. 

Chapter  12,  Article  21,  Sub-division  2. 

Interior  Fire  Alarms:— In  every  hotel,  lodging-house, 


public  or  private  hospital  or  asylum,  department  store, 
and  public  school,  there  shall  be  placed  and  provided,  when 
required  by  the  fire  commissioner,  an  adequate  and  reli¬ 
able  electrical  or  other  interior  alarm  system,  to  be  ap¬ 
proved  by  the  said  commissioner,  by  means  of  which 
alarms  of  fire  or  other  danger  may  be  instantly  communi¬ 
cated  to  every  portion  of  the  building.  The  fire  alarm 
apparatus  and  all  other  appliances  placed  or  kept  within 
any  of  said  buildings  for  the  purpose  of  preventing  or 
extinguishing  fires,  or  for  affording  means  of  escape  there¬ 
from  in  case  of  fire,  shall  be  kept  at  all  times  in  good 
working  order  and  proper  condition  for  immediate  use, 
and  any  member  of  the  uniformed  force  or  authorized 
representative  of  the  Fire  Department  may  enter  any  of 
the  said  buildings  at  any  time,  for  the  purpose  of  inspect¬ 
ing  such  apparatus  or  appliances.  (Amended  by  ords.  ef¬ 
fective  Sept.  18,  1917,  and  Jan.  7,  1918.) 


Rule  1.  Definition  of  Terms 

1 . 1  The  term  “non-coded  closed  circuit  fire  alarm  sig¬ 
nal  systems”  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  al¬ 
ternating  current  circuits,  so  arranged  that  the 
operation  of  any  station  will  automatically  sound 
the  signaling  devices  throughout  all  portions  of 
the  building. 

1.2  The  term  “coded  closed  circuit  fire  alarm  signal 
systems”  shall  mean  a  fire  alarm  signal  .  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  cir¬ 
cuits  which  transmits  rounds  of  coded  signals  to 
indicate  the  floor  or  portion  of  the  same  from 
which  the  alarm  was  sent. 

1  3  The  term  “heretofore”  shall  mean  before  Decem¬ 
ber  31,  1936. 

1.4  The  term  “hereafter”  shall  mean  after  December 
31,  1936. 

1.5  The  term  “approved”  shall  mean  approved  by  the 
Board  of  Standards  and  Appeals. 

1.6  The  term  “commissioner”  shall  mean  the  commis¬ 
sioner  of  the  department  specifically  charged  with 
the  enforcement  of  law  relating  to  interior  fire 
alarm  systems  in  the  City  of  New  York.* 

*Note:  At  present  the  Commissioner  of  the  Department  of 
Buildings  in  each  of  the  five  boroughs  enforces  the  law  through 
their  respective  divisions  of  Fire  Prevention  by  virtue  of  Chapter 
764,  Sec.  407,  subdiv.  2,  Greater  New  York  Charter,  as  amended  by 
the  Laws  of  1933. 

Rule  2.  General 

2.1  All  fire  alarm  signal  systems  and  devices  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

2.2  All  devices  and  equipment  that  have  been  ap¬ 

proved  by  the  Board,  shall  have  securely  fastened 
thereon,  a  manufacturer’s  plate  bearing  the  words 
“Approved  by  the  Board  of  Standards  and  Ap¬ 
peals — No . ”,  together  with  any  other  electrical 

data  that  the  Commissioner  may  require. 

Rule  3.  Examination  and  Approval  of  Plans 

3.1  Before  the  installation  or  extension  of  any  fire 
alarm  system,  specifications  and  plans  thereof, 
showing  complete  details  of  the  proposed  installa¬ 
tion,  shall  be  submitted  by  the  owner  or  his  agent 
to  the  Commissioner  for  examination  and  ap¬ 
proval. 


Rule  4.  Classification 
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4.1  Fire  alarm  signal  systems  shall  be  classified  as 
follows : 

(a)  Non-coded  closed  circuit  fire  alarm  systems. 

(b)  Coded  closed  circuit  fire  alarm  systems. 

4.1.1  The  code  numbers  that  are  used  shall 

be  submitted  for  approval  to  the  Com¬ 
missioner  and  shall  be  sounded  at  least 
four  (4)  times  for  each  operation  of 
the  sending  station. 

4.2  A  non-coded  closed  circuit  system  shall  be  so  ar¬ 
ranged  that  the  operation  of  any  station  will  auto¬ 
matically  sound  the  signaling  devices  until  hook 
is  restored  to  its  original  position ;  and  in  the 
break-glass  type  until  the  glass  has  been  replaced. 

4.3  Coded  closed  circuit  systems  shall  be  divided  into 
three  (3)  classes : 

Class  1 — General  Systems. 

Class  2 — Pre-signal  or  dual  operation  systems. 
Class  3 — Unit  and  general  systems — or  Duplex 
systems. 

Special  systems. 

4.4  Class  1  system  shall  be  a  general  alarm  system  ot 
the  coded  closed  circuit  type  so  arranged  that  the 
operation  of  any  station  will  cause  the  signaling 
devices  to  sound  the  code  number  of  that  station 
at  least  four  (4)  times  throughout  the  entire  build¬ 
ing. 

4.5  Class  2  system  shall  be  a  pre-signal  or  dual  opera¬ 
tion  system  of  the  coded  closed  circuit  type  so  ar¬ 
ranged  that  the  operation  of  any  station  will  cause 
the  sounding  of  the  signaling  devices  located  in 
the  engine  room,  elevator  shafts,  basement  or 
other  places  in  the  building  where  the  members 
of  the  fire  brigade  work  or  assemble. 

4.5.1  Approved  means  shall  be  provided  at  each 
station,  so  arranged  that  a  subsequent  opera¬ 
tion  of  any  station  shall  cause  the  sounding 
of  all  signaling  devices  throughout  the  build¬ 
ing. 

4.5.2  This  subsequent  operation  shall  be  per¬ 
formed  with  the  aid  of  a  key  or  plug  de¬ 
signed  so  as  to  prevent  unauthorized  sound¬ 
ing  of  the  general  alarm. 

4.5.3  The  pre-signal  or  dual  operation  key  or 
plug  shall  be  so  designed  that  it  can  be 
readily  identified  by  the  person  whose  duty 
it  would  be  to  use  same. 

4.6  Class  3  system  shall  be  a  unit  and  general  alarm 
or  Duplex  system  of  the  coded  closed  circuit  type 
so  arranged  that  the  operation  of  a  station  within 
a  unit  will  cause  all  of  the  signaling  devices  in 
that  unit  and  all  of  the  signaling  devices  on  the 
general  alarm  circuit  to  sound  the  code  numbers 
of  the  unit  and  zone  at  least  four  (4)  times. 

4.6.1  An  approved  register  and  time  stamp  may 
be  used  in  connection  with  a  Class  3  system 
when  approved  by  the  Commissioner. 

4.6.2  The  register,  if  of  closed  circuit  type,  shall 
be  operated  from  a  separate  closed  circuit 
control  board  or  from  separate  panel  isolated 
by  barrier  from  main  control  panel  in 
main  control  board  cabinet. 

4.6.3  Approved  closed  circuit  trouble  and  unit 
annunciators  shall  be  installed  as  part  of 

all  Class  3  systems  when  required  by  the 
Commissioner. 

4.7  Special  systems  shall  include  a  complete  Class  1, 
2  or  3  system  supplemented  by  special  circuits 
for  the  operation  of  other  fire  alarm  devices  in 


the  systems;  or  electric  control  systems  for  stop¬ 
ping  machinery,  closing  doors  or  ventilators  as 
may  be  required  by  the  Commissioner ;  or  to  call 
the  central  station  of  a  private  operating  company 
or  the  fire  department.  Automatic  fire  detecting 
systems  may  be  connected  to  operate  an  interior 
fire  alarm  system  when  connected  thereto  by  an 
approved  coded  transmitter.  In  no  case  shall  the 
transmitter  be  considered  to  replace  the  standard 
approved  interior  fire  alarm  station,  except  where 
a  transmitter  has  been  approved  for  both  pur¬ 
poses.  The  special  control  circuits  shall  be  sep¬ 
arate  and  distinct  from  the  fire  alarm  system  but 
shall  be  brought  into  action  whenever  the  fire 
alarm  system  is  set  in  operation. 

Rule  5.  Systems  Permitted  in  Factory  and  Other 
Buildings 

5.1  Non-coded  closed  circuit  fire  alarm  signal  systems 
shall  be  permitted  only  in  a  factory  building  not 
exceeding  five  (5)  stories  in  height  having  not 
more  than  twenty-five  hundred  (2500)  square  feet 
in  area  in  any  one  story  and  having  not  more  than 
one  hundred  (100)  persons  in  a  single  factory;  nor 
more  than  fifty  (50)  persons  in  a  multiple  tenant 
factory  above  the  first  or  ground  floor. 

5.2  Coded  closed  circuit  systems  shall  be  required  in  a 
factory  building  exceeding  the  requirements  of 
Rule  5.1. 

5.3  Special  fire  alarm  signal  systems  shall  be  per¬ 
mitted  in  factory  buildings  at  the  direction  of  the 
Commissioner. 

5.4  Coded  closed  circuit  systems  shall  be  required  in 
all  other  types  of  buildings  requiring  an  interior 
alarm  system. 

Rule  6.  Installation  and  Construction  Require¬ 
ments 

6.1  All  work  in  connection  with  the  installation  of  a 
fire  alarm  signal  system  shall  be  performed  in  a 
neat  and  workmanlike  manner  to  the  satisfaction 
of  the  Commissioner. 

6.2  In  any  fire  alarm  system  there  shall  be  not  more 
than  fourteen  (14)  direct  nor  more  than  ten  (10) 
alternating  current  gongs  or  other  approved 
sounding  devices  connected  in  one  circuit. 

6.3  There  shall  not  be  in  any  fire  alarm  system  more 
than  twenty  (20)  stations  connected  to  one  circuit 
or  loop. 

6.4  All  gongs  and  signaling  devices  shall  be  located 
not  less  than  eight  (8)  feet  to  the  center  above 
the  floor. 

6.5  All  fire  alarm  stations  shall  be  located  five  (5) 
feet  three  (3)  inches  from  handle  to  floor. 

6.6  An  approved  instruction  card  properly  marked  and 
framed  under  glass  shall  be  installed  at  each  fire 
alarm  station. 

6.7  All  materials  and  devices  used  in  fire  alarm  signal 
systems  shall  be  securely  fastened  in  position  in  a 
manner  satisfactory  to  the  Commissioner. 

6.8  For  fastening  to  masonry  walls,  through  bolts, 
metal  expansion  shields  or  toggle  bolts  shall  be 
used. 

6.9  Wood  screws  shall  be  used  for  fastening  equip¬ 
ment  to  wood  surfaces. 

6.10  The  use  of  nails  or  wood  or  fibre  plugs  is  pro¬ 
hibited. 

6.11  When  fire  alarm  apparatus  is  mounted  upon  a 
wooden  back  board,  such  back  board  shall  be  not 
less  than  seven-eighths  (^j)  inch  thick,  impreg¬ 
nated  with  a  non-absorptive  compound.  The  bade 
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board  shall  be  so  mounted  as  to  provide  an  air 
space  of  at  least  one-quarter  (J4)  inch  between 
the  back  board  and  the  wall  for  free  circulation 
of  air. 

6.12  All  electrical  conductors  shall  be  installed  in 
standard  heavy  wall,  rigid  iron  or  steel  conduits 
protected  with  an  approved  rust  preventive.  Ar¬ 
mored  cable  or  flexible  conduits  will  not  be  ac¬ 
cepted. 

6.13  All  conduits  shall  be  grounded  to  a  water  pipe  by 
approved  ground  clamps  with  a  conductor  equal 
to  the  largest  conductor  used  on  the  system  and 
the  smallest  size  ground  conductors  used  shall  not 
be  less  than  No.  10  B.  &  S.  gauge. 

6.14  Splices  in  electrical  conductors  in  vertical  risers 
shall  not  be  permitted.  Splices  when  necessary 
in  horizontal  runs,  shall  be  made  in  approved  junc¬ 
tion  boxes  and  shall  be  properly  soldered  and 
taped.  The  cover  of  the  junction  box  shall  be 
painted  fire  department  red  to  indicate  that  it  con¬ 
tains  splices.  The  use  of  wire  nuts  or  other 
solderless  splicing  devices  shall  not  be  permitted. 

6.15  Electrical  conduits  shall  enter  only  at  the  side 
or  the  bottom  of  the  control  cabinet. 

6.16  In  coded  fire  alarm  systems  using  break  glass  type 
stations,  at  least  one  (1)  extra  glass  shall  be  pro¬ 
vided  for  each  station  in  the  system. 

6.17  All  openings  in  walls,  floors  or  ceilings  where  con¬ 
duits  pass  through,  shall  be  properly  fire  stopped. 

6.18  Conduits  shall  contain  only  conductors  used  in 
connection  with  the  fire  alarm  system. 

6.19  When  special  care  is  taken  to  insure  the  wires 
against  injury,  four  (4)  wires  may  be  placed  in 
one-half  (}4)  inch  rigid  iron  conduits.  Conduc¬ 
tors  shall  consist  of  not  less  than  No.  14  B.  &  S. 
gauge  copper  wire,  having  rubber  insulation  wall 
not  less  than  three-sixty-fourths  (3/64)  inch  thick. 

6.20  Where  necessary  to  assure  reliable  service,  con¬ 
nections  of  conductors  to  terminals  or  binding 
posts  shall  be  soldered.  The  use  of  a  blow  torch 
for  soldering  connections  to  terminals  shall  not  be 
permitted. 

6.21  Where  wires  pass  underground  from  one  building 
to  another,  they  shall  be  enclosed  in  conduits  and 
shall  be  lead  encased.  Wires  between  buildings, 
when  not  run  in  conduit,  shall  be  at  least  equiva¬ 
lent  in  conductivity  and  tensile  strength  to  No.  8 
B.  &  S.  gauge  copper  wire  for  box  and  signaling 
circuits  and  shall  be  supported  at  least  every 
seventy-five  (75)  feet  on  approved  glass  insulators 
and  brackets,  and  be  protected  by  approved  light¬ 
ning  arrestors  when  required  by  the  Commissioner. 
As  far  as  possible,  they  shall  be  run  under,  rather 
than  over,  electric  light  or  power  wires. 

Rule  7.  Sending  Stations 

7.1  There  shall  be  at  least  one  (1)  fire  alarm  sending 
station  in  each  story  of  any  building  requiring  a 
manual  fire  alarm  signal  system,  located  in  a 
natural  path  of  escape  from  fire  at  a  readily  ac¬ 
cessible  location  designated  by  the  Commissioner, 
which  always  shall  be  kept  unobstructed.  Addi¬ 
tional  sending  stations  shall  be  installed  so  that  no 
point  on  any  floor  in  a  non-fireproof  building  shall 
be  more  than  one  hundred  (100)  feet  distant  from 
the  nearest  sending  station  upon  such  floor.  In 
fireproof  or  sprinklered  buildings,  the  distance 
shall  not  be  more  than  one  hundred  and  fifty 
(150)  feet. 

Rule  8.  Sounding  Devices 

8.1  Sounding  devices  shall  be  sufficient  in  number  to 
be  clearly  audible  to  all  the  occupants  of  the 
building. 


Rule  9.  Sub-divided  Buildings 

9.1  Where  a  building  is  sub-divided  by  fire  walls,  each 
section  shall  be  deemed  a  separate  building  for 
the  purpose  of  fire  alarm  signal  system  installa¬ 
tions.  One  control  board  may  be  used,  if  so  ar¬ 
ranged,  as  to  operate  the  signaling  devices  in  each 
section  of  the  building  independently;  or  may  be 
operated  as  one  unit  when  deemed  necessary  by 
the  Commissioner. 

Rule  10.  Mixed  Occupancy 

10.1  In  buildings  requiring  fire  alarm  signal  systems, 
of  which  parts  are  occupied  by  other  than  factory 
tenants  and  in  which  the  conditions  of  construc¬ 
tion  and  occupancy  warrant  the  establishment  of 
a  local  fire  brigade,  the  Commissioner  may  accept 
dual  operation  systems. 

Rule  11.  Existing  Installations 

11.1  Fire  alarm  signal  systems  heretofore  installed  in 
buildings  in  the  City  of  New  York  and  installed 
in  accordance  with  the  rules  then  in  force,  shall 
be  accepted  as  long  as  they  are  maintained  in 
proper  working  order. 

Rule  12.  Sources  of  Electrical  Energy 

12.1  Sources  of  electrical  energy  used  in  operating  fire 
alarm  signal  systems  shall  be : 

1.  Generated  electric  power,  not  exceeding  a  po¬ 
tential  of  250  volts,  including: 

(a)  Central  Stations 

(b)  Isolated  Plants 

2.  Storage  battery  power 

12.1.1  Either  source  of  power  shall  be  used 
under  conditions  and  limitations  as 
set  forth  by  the  Commissioner. 

12.2  One  source  of  energy  shall  be  connected  to  the 
fire  alarm  system  at  all  times.  All  auxiliary 
sources  of  energy  when  required  shall  be  so  ar¬ 
ranged  and  controlled  by  an  automatic  switch  that 
when  the  primary  source  of  energy  fails,  the 
secondary  source  will  be  automatically  connected 
to  the  fire  alarm  signal  system.  Intermediate  de¬ 
vices  are  prohibited  between  the  fire  alarm  con¬ 
trol  board  and  the  source  of  current  supply,  ex¬ 
cept  where  specifically  approved  by  the  board  for 
the  purpose  intended. 

Central  Stations 

12.3  When  the  energy  for  a  fire  alarm  signal  system  is 
supplied  by  a  central  station  power  system  it  shall 
be  accepted  as  the  sole  source  of  supply;  connec¬ 
tions  shall  be  made  on  the  street  side  of  the  service 
switch  except  that  in  cases  where  the  master 
meter  is  within  thirty  (30)  feet  of  the  main  switch 
of  the  premises,  permission  may  be  given  by  the 
Commissioner  to  connect  to  the  house  side  of  the 
meter  when  a  certificate  of  recent  date  from  an 
authority  of  competent  jurisdiction  has  certified 
that  the  electrical  wiring  throughout  the  premises 
is  in  a  safe  condition.  When  a  house  side  con¬ 
nection  is  made,  the  fire  alarm  cutout  shall  be  the 
first  connection  and  as  near  as  possible  to  the 
meter.  Same  shall  be  enclosed  in  a  locked  or 
sealed  metal  cabinet,  painted  fire  department  red 
and  stenciled  “Interior  Fire  Alarm.’’  Fuses  shall 
be  of  the  enclosed  cartridge  type.  Screw  plug 
fuses  will  not  be  accepted.  The  cutout  shall  be  a 
three  pole  cartridge  fuse  cutout  with  neutral  fuse 
replaced  by  a  solid  copper  bar.  The  smallest  size 
fuse  used  on  a  fire  alarm  system  shall  be  fifteen 
(15)  amperes. 
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Isolated  Plants 

12.4  Energy  from  isolated  electric  light  and  power 
plants  shall  be  used  for  fire  alarm  signal  systems 
only  when  there  is  a  more  than  one  generating 
unit  and  the  plant  is  always  in  operation  when  the 
building  is  occupied.  When  only  one  generator 
unit  is  employed,  the  source  of  energy  shall  be 
supplemented  by  storage  battery  or  other  auxiliary 
service.  The  fire  alarm  service  connection  shall 
be  taken  from  the  main  bus  of  the  house  switch¬ 
board  and  installed  in  accordance  with  the  service 
requirements  under  central  stations.  When  a  house 
side  connection  is  made,  the  fire  alarm  cutout 
shall  be  the  first  connection  and  as  near  as  possible 
to  the  meter.  Same  shall  be  enclosed  in  a  locked 
or  sealed  metal  cabinet,  painted  fire  department 
red  and  stenciled  “Interior  Fire  Alarm.”  Fuses 
shall  be  of  the  enclosed  cartridge  type.  Screw 
plug  fuses  will  not  be  accepted.  The  cutout  shall 
be  a  three  pole  cartridge  fuse  cutout  with  neutral 
fuse  replaced  by  a  solid  copper  bar.  The  smallest 
size  fuse  used  on  a  fire  alarm  system  shall  be 
fifteen  (15)  amperes. 

Storage  Battery 

12.5  When  a  storage  battery  equipment  is  used  as  the 
sole  source  of  current  for  a  fire  alarm  signal  sys¬ 
tem,  the  storage  battery  shall  be  provided  in 
duplicate;  or  an  approved  type  trickle  charger 
may  be  substituted  for  the  duplicate  storage  bat¬ 
tery  located  in  a  room  sufficiently  ventilated.  Such 
installations  shall  be  equipped  with  a  switchboard 
or  panel  of  approved  material  on  which  are 
mounted  volt  meters,  ammeters,  circuit  breakers, 
fuses,  resistances,  switches,  starting  devices  for 
motors,  field  rheostats  for  generator  and  other 
apparatus  required  for  charging  and  operating  the 
battery. 

12.6  Storage  batteries  shall  be  so  located  and  ventilated 
as  to  avoid  danger  of  sparking  contacts  igniting 
flammable  gases  or  vapors. 

In  no  case  shall  a  storage  battery  be  located  in 
the  same  room  with  a  gas  meter. 

Rule  13.  Acceptance  Test 

13.1  Upon  completion  of  a  fire  alarm  signal  system  and 
as  a  condition  of  acceptance,  a  test  of  the  entire 
installation  shall  be  made  under  the  direction  of 
the  Commissioner. 

13.2  All  systems  shall  show  an  insulation  resistance  of 
not  less  than  ten  (10)  megohms  with  signaling 
apparatus  disconnected. 

13.3  The  owner  or  contractors  shall  furnish  all  the 
necessary  tools,  instruments  and  labor  to  conduct 
this  test  when  required  by  the  Commissioner.  The 
contractor  shall  notify  the  Department  having 
jurisdiction  in  writing  at  the  start  and  upon  com¬ 
pletion  of  the  installation. 

Rule  14.  Daily  and  Monthly  Test 

14.1  Every  fire  alarm  system  shall  be  tested  each  morn¬ 
ing  immediately  after  the  hours  of  starting  work. 
No  such  system  shall  be  used  for  any  other  pur¬ 
pose,  except  that  the  daily  dismissal  signals  may 
be  given  if  authorized  by  the  Commissioner.  The 
use  of  the  system  for  fire  drill  purposes  may  be 
considered  a  test  of  those  parts  of  the  system  ac¬ 
tually  used. 

14.2  Each  sending  station  shall  be  tested  at  least  once 
a  month. 

14.3  All  apparatus  requiring  winding  shall  be  rewound 
after  each  operation  and  kept  in  normal  condition. 

14.4  A  complete  record  of  monthly  tests,  fire  drills 

;  and  other  operations  of  fire  alarm  systems  shall 

be  kept  subject  to  inspection  by  the  Commissioner. 


Rule  15.  Maintenance 

15.1  Interior  fire  alarm  systems  shall  be  maintained  in 
operating  condition  at  all  times,  unless  the  build¬ 
ings  are  vacated  for  a  period  longer  than  one 
week.  If  the  system  becomes  inoperative  at  any 
time,  it  shall  be  the  duty  of  the  owner  or  the  per¬ 
son  designated  by  him  to  be  in  charge  of  the 
system  to  notify  all  the  occupants  of  the  building 
and  to  take  immediate  steps  to  have  the  system 
restored  to  working  order.  He  shall  also  place 
cards  on  the  fire  alarm  boxes  indicating  that  the 
system  is  out  of  order. 

15.2  If,  for  any  reason,  it  becomes  necessary  to  discon¬ 
nect  the  source  of  current  of  any  system,  the  owner 
or  other  responsible  person  shall  notify  the  Com¬ 
missioner  in  advance  of  such  disconnection,  stating 
the  reason  therefor. 

15.3  In  systems  using  break  glass  ype  stations,  at 
least  one  (1)  extra  glass  for  each  station  in  the 
system  shall  be  kept  on  the  premises. 

Rule  16.  Alarm  Boxes 

16.1  In  fire  alarm  signal  systems  the  metal  case  en¬ 
closing  exposed  or  surface  alarm  be  ces  shall  be 
of  cast  iron  and  drilled  and  tapped  to  receive  the 
conduit.  When  exposed  to  moisture  the  box  shall 
be  enclosed  in  a  suitable  weather-proof  outer  shell. 
In  new  buildings,  approved  back  boxes  embedded 
in  the  wall  may  be  used  and  the  conduits  shall  be 
properly  secured  by  lock  nuts  and  bushings. 

16.2  All  current  carrying  parts  shall  be  insulated  from 
parts  of  opposite  polarity  with  approved  insulating 
material. 

16.3  All  coded  pull  lever  type  stations  shall  be  fitted 
with  a  door  to  protect  the  pull  lever  against  ac¬ 
cidental  injury.  Such  door  shall  have  a  handle 
rigidly  secured  thereon  and  be  so  constructed  as 
to  open  readily.  The  wording  “In  Case  of  Fire 
Open  Door  and  Pull  Down  Lever”  in  raised  let¬ 
ters  or  equivalent  instructions  shall  appear  on  the 
door. 

16.4  All  break-glass  type  fire  alarm  boxes  shall  be  pro¬ 
vided  with  suitable  hammers  on  chains  of  ap¬ 
proved  type  attached  to  or  near  the  boxes  with 
which  the  glass  can  readily  be  broken ;  or  other 
methods  may  be  used  to  break  the  glass  when  ap¬ 
proved  by  the  Commissioner. 

16.5  All  break-glass  boxes  shall  have  in  raised  letters 
on  the  fronts,  the  words  “Fire  Alarm — In  Case  of 
Fire  Break  Glass,”  and  such  additional  instruc¬ 
tions  as  may  be  necessary  to  send  an  alarm. 

16.6  The  box  or  station  shall  be  so  designed  that  once 
started,  the  proper  transmission  of  a  complete  set 
of  signals  cannot  be  interfered  with  by  manipula¬ 
tion  of  its  starting  device. 

16.7  Each  closed  circuit  coded  box  or  station  shall  be 
arranged  to  send  a  definite  code  of  signals  to  in¬ 
dicate  the  floor  or  portion  of  same  on  which  it  is 
located. 

16.8  Not  less  than  three  (3)  or  more  than  twenty  (20) 
taps  or  blasts  shall  be  given  at  each  revolution 
of  the  code  wheel. 

16.9  The  code  wheel  shall  revolve  at  least  four  (4) 
times  for  each  operation  of  its  starting  device  and 
be  of  metal  properly  insulated  from  ground. 

16.10  Boxes  or  stations  used  in  systems  in  which 
whistles,  vibrating  bells  or  horns  are  employed 
shall  be  so  timed  that  the  sounding  devices  will 
give  the  code  signal  clearly. 

16.11  Contact  points  shall  be  in  multiple. 

16.12  Contact  points  and  contacts  of  the  testing  devices 
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shall  be  of  silver  or  other  approved  material  and 
be  of  the  scraping  type,  secured  in  a  substantial 
manner  to  phosphor  bronze  or  other  approved  ma¬ 
terial  springs,  and  be  so  designed  as  to  positively 
break  a  circuit  carrying  one-tenth  (1/10)  ampere 
at  two  hundred  and  fifty  (250)  volts  under  ac¬ 
tual  working  conditions. 

16.13  Lever  boxes  shall  be  so  designed  as  to  auto¬ 
matically  wind  when  the  lever  is  pulled  for  an 
alarm.  Boxes  requiring  glass  replacements  shall 
be  so  arranged  that  replacement  cannot  be  made 
without  resetting  mechanism  for  another  alarm. 

16.14  Where  it  becomes  necessary  to  install  more  than 
one  set  of  contacts  operating  from  code  wheel, 
permission  in  writing  in  advance  must  be  obtained 
from  the  Commissioner.  This  shall  not  include 
pre-signal  features. 

16.15  The  box  shall  have  plainly  marked  thereon  its 
code  signal  number. 

Rule  17.  Non-Coded  Boxes 

17.1  Non-coded  closed  circuit  fire  alarm  stations  may 
be  operated  by  a  break-glass  or  pull  lever  device  so 
arranged  that  the  alarm  cannot  be  interfered  with 
except  by  resetting  or  replacement  of  the  glass 
by  an  authorized  person. 

17.2  The  construction  and  materials  shall  be  equal  to 
that  of  the  standard  approved  type  coded  closed 
circuit  station  except  that  the  contacts  shall  be  of 
ample  capacity  to  safely  carry  the  entire  operating 
current  of  the  gong  circuit  without  excessive 
heating. 

Rule  18.  Station  Testing  Devices 

18.1  Each  fire  alarm  system  shall  be  provided  with  an 
auxiliary  device  to  test  the  signaling  devices,  lo¬ 
cated  in  one  of  the  alarm  boxes  or  mounted  on 
the  control  board  Such  testing  devices  shall  be 
arranged  to  make  the  test  without  operating  the 
break  wheel  of  the  box  or  interfering  with  the 
dual  operating  feature. 

18.2  Provision  shall  be  made  for  a  silent  test  of  coded 
alarm  box  mechanisms  without  operating  the  sig¬ 
naling  devices.  Such  device  shall  be  designed  to 
prevent  any  persons  except  those  in  authority 
from  operating  the  same  and  to  prevent  the  pos¬ 
sibility  of  the  box  being  left  inoperative  after  the 
test. 

Rule  19.  Supervising  Current 

19.1  A  small  current  flow  to  constantly  supervise  each 
circuit  shall  be  maintained.  A  milliammeter,  or 
other  approved  current  indicator  shall  be  provided 
and  so  connected  as  to  indicate  the  supervising 
current. 

19.2  The  supervising  circuit  shall  be  provided  with  a 
trouble  bell  operating  on  open  circuit  arranged  to 
ring  continuously  in  case  of  failure  of  the  system. 
The  trouble  bell  shall  be  so  located  that  it  will  be 
within  audible  range  of  some  responsible  person 
in  the  building  and  shall  be  connected  to  the  elec¬ 
tric  light  or  power  service  in  the  building.  Per¬ 
mission  may  be  granted  by  the  Commissioner  to 
connect  the  trouble  bell  to  a  battery  of  approved 
type. 

19.3  Trouble  bells  shall  not  be  fitted  with  silencing 
switches  except  in  such  a  manner  that  the  act  of 
silencing  the  bell  by  the  operation  of  the  switch, 
automatically  and  positively  transfers  the  trouble 
signal  to  a  red  lamp  on  the  control  board  fed  by 
some  auxiliary  source  of  current  supply.  This 
auxiliary  source  of  current  shall  be  a  house  light¬ 
ing  circuit  or  any  other  approved  source. 


19.4  The  trouble  bell  shall  be  of  an  approved  design  of 
the  vibrating  type  and  give  a  distinctive  signal. 

Rule  20.  Protection  of  Sending  and  Sounding 

Devices 

20.1  In  fire  alarm  signal  systems,  all  moving  parts  of 
sending  stations  and  sounding  devices  shall  be 
enclosed  in  metal  casings,  made  dust-proof  and 
damp-proof  when  necessary,  and  clearly  marked 
with  instructions  for  use. 

20.2  Whenever  necessary,  hammer  rods  of  gongs  shall 
be  suitably  protected  against  mechanical  injury, 
or  derangement  by  the  use  of  a  guard  or  other 
suitable  means.  If  subject  to  mechanical  injury, 
the  entire  device  shall  also  be  enclosed  in  a  pro-' 
tecting  case  made  of  approved  wire  netting  or 
perforated  metal.  All  casings  shall  be  insulated 
from  current  carrying  parts,  but  shall  be  grounded 
to  the  conduit. 

Rule  21.  Standards  of  Electric  Alarm  Apparatus 

21.1  All  electrically  actuated  apparatus  used  in  fire 
alarm  systems  shall  be  so  designed  and  constructed 
that  it  will  operate  satisfactorily  at  a  current  flow 
of  twenty-five  (25)  per  cent  above  or  below  the 
normal  operating  current. 

Insulation 

21.2  Insulating  materials  used  in  electric  fire  alarm 
signal  systems  shall  be  varnished  cambric,  bake-1 
lite,  mica  or  other  approved  insulating  material. 

21.2.1  The  use  of  fibre  or  paper  as  an  insulating 

material  for  fire  alarm  signal  systems  shall 
not  be  permitted.  , 

21.3  The  insulating  material  used  on  electric  fire  alarm 
signal  systems  shall  be  capable  of  withstanding  an 
insulation  break-down  test  of  one  thousand  (1000)' 
volts  A.  C.  plus  twice  operating  voltage  applied 
for  one  (1)  minute. 

Electro-Magnets 

21.4  Electro-magnet  windings  shall  be  impregnated 
with  an  insulating  moisture  repelling  compound 
or  shall  be  of  silk  enameled  wire. 

21.5  Electro-magnet  coils  to  be  used  on  alternating 
current  when  composed  of  enameled  wire  shall 
have  an  additional  approved  insulation  on  eachj 
wire.  The  coils  may  be  of  the  form  wound  type. 

21.6  A  protective  cover  to  prevent  mechanical  injury: 
shall  be  provided  over  the  entire  coil. 

21.7  Electro-magnet  coils  shall  be  securely  fastened  to 
prevent  floating. 

21.8  Electro-magnet  cores  shall  be  of  the  best  grade 
of  ferrous  material  so  as  to  reduce  to  a  minimum 
the  possibility  of  failure  due  to  residual  mag¬ 
netism. 

21.9  Electro-magnet  cores  for  use  on  alternating  cur¬ 
rent  shall  be  of  laminated  construction  or  other 
approved  method  to  prevent  heating  and  promote 
efficiency. 

21 . 10  Electro-magnet  cores  of  relays  and  gongs  shall 
be  treated  to  prevent  corrosion. 

21.10.1  Paint  or  varnish  for  this  purpose  shall 
not  be  used. 

21.11  Non-magnetic  freeze  pins  shall  be  used  which  will 
prevent  two  magnet  surfaces  coming  in  actual 
contact. 

Gongs 

21.12  Gong  shells  shall  be  pinned  to  prevent  turning  and 
then  securely  fastened  to  its  support  by  a  machine 
cap  screw  at  least  three-eighths  ()4)  inch  in 
diameter. 
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21.13  Gong  shells  shall  be  covered  with  an  approved 
rust  preventive. 

,  21.14  The  gong  shell  support  and  gong  frames  shall  be 
cast  in  one  piece. 

Wiring 

zl.15  All  connections  shall  be  properly  protected,  se¬ 
curely  made  and  where  subject  to  motion  shall  be 
of  approved  flexible  wire. 

21.16  All  wiring  of  control  board,  station  and  gong  cir¬ 
cuits  shall  be  at  least  No.  14  B.  &  S.  gauge. 

21.17  Binding  posts  shall  be  of  such  a  character  that 
the  wire  is  held  between  two  flat  surfaces. 

21.18  Binding  posts  shall  be  mounted  on  an  approved 
terminal  block  or  insulating  strip  spaced  not  nearer 
than  one-half  (l/2)  inch  to  each  other,  unless  sepa¬ 
rated  by  approved  barriers. 

Relays 

21.19  The  armatures  of  all  relays  shall  depend  on  grav¬ 
ity  or  magnetic  attraction  for  their  operation. 

21.19.1  This  action  may  be  assisted  by  flat  type 
springs  when  approved  by  the  Commis¬ 
sioner. 

21.19.2  The  use  of  spiral  springs  is  prohibited. 

21.20  Adjustments  shall  be  of  such  a  character  that 
they  can  be  securely  locked. 

21.21  Contact  points  shall  be  ample  in  area  not  only  to 
take  care  of  current  used  in  operation  but  to 
insure  long  life  and  shall  be  of  pure  silver,  or 
other  approved  material,  properly  riveted  to  their 
support. 

21.22  Contact  arms  shall  be  of  phosphor  bronze  and  be 
of  the  dead  beat  type. 

21.23  Contact  assemblies  shall  be  of  such  a  character 
that  their  operation  will  be  of  a  scraping  self¬ 
cleansing  nature. 

21.24  The  use  of  condensers  across  contacts  to  absorb 
the  arc  or  in  any  part  of  a  fire  alarm  circuit  is 
prohibited. 

21.25  Relays  shall  be  free  from  objectionable  hum  when 
used  on  alternating  current. 

lule  22.  Time  Limit  Delay  Device 

22.1  All  gong  circuits  shall  and  special  signal  apparatus 
may  when  required  by  the  Commissioner,  be  pro¬ 
tected  by  a  Time  Limit  Delay  Device. 

Note:  This  time  limit  delay  device  shall  consist 
of  a  heating  coil  so  designed  that  the  nor¬ 
mal  operating  current  will  have  little  or 
no  effect  upon  a  thermostatic  bi-metal  bar 
or  strip  contained  therein.  Any  abnormal 
increase  over  operating  current  or  the  con¬ 
tinued  accumulative  heating  effect  thereof 
after  a  period  of  not  less  than  three  (3) 
minutes  nor  more  than  twenty  (20)  min¬ 
utes  shall  cause  the  thermostatic  element 
to  expand.  The  expansion  of  this  element 
shall  automatically  open  the  source  of  cur¬ 
rent  supply  to  the  gongs  or  devices  pro¬ 
tected. 

22.2  The  operation  of  the  time  limit  delay  device  shall 
cause  the  trouble  bell  to  ring. 

22.3  Time  limit  delay  devices  shall  be  so  connected 
in  the  fire  alarm  circuit  that  their  operation  will 
not  open  the  fire  alarm  box  circuits. 

22.4  Where  due  to  the  extent  of  the  installation,  it  be¬ 
comes  necessary  to  install  a  number  of  time  limit 
delay  devices,  the  operation  of  a  single  time  limit 


delay  device  shall  not  affect  other  sounding  devices 
similarly  protected. 

22.5  A  contactor  relay  to  operate  the  sounding  devices 
shall  be  provided  on  all  direct  current  gong  cir¬ 
cuits  exceeding  three  (3)  and  all  alternating  cur¬ 
rent  gong  circuits  exceeding  two  (2)  in  number. 

22.6  Gong  circuits  not  requiring  contactor  relays  shall 
be  operated  by  contacts  properly  placed  on  the 
armature  of  the  box  circuit  relay. 

22.7  A  separate  time  limit  delay  device,  contactor 
relay,  contactor  supervisory  relay  and  gong  super¬ 
visory  relay  shall  be  provided  for  each  four  (4) 
gong  circuit  or  fraction  thereof. 

Szvitches 

22.8  Triple  pole,  double  throw,  broken  back  knife 
switches  properly  supervised  and  connected  to 
emergency  resistors  shall  be  provided  on  all  box 
and  gong  circuits  when  they  exceed  three  (3)  in 
number. 

Instruments 

22.9  A  separate  approved  milliammeter  or  other  ap¬ 
proved  current  indicating  device  shall  be  provided 
for  the  box  circuit  and  each  four  (4)  gong  circuit 
on  the  control  board  when  the  gong  circuits  exceed 
three  (3)  in  number.  A  separate  milliammeter 
shall  be  provided  to  indicate  the  supervisory  cur¬ 
rent  of  contactor  relays  and  emergency  switch 
circuits.  This  meter  shall  be  known  as  the  Board 
Meter. 

Resistors 

22.10  Resistors  shall  be  mounted  on  the  front  or  face 
of  control  panels  and  shall  be  of  vitreous  enam¬ 
eled  type. 

Note:  Wire  wound  resistors  when  protected  by 
a  suitable  metal  guard  may  be  used  in  spe¬ 
cial  cases  when  approved  by  the  Commis¬ 
sioner. 

22.11  Ferrule  or  knife  contact  type  resistors  shall  not 
be  used. 

22.12  A  protective  resistor  shall  be  placed  in  the  nega¬ 
tive  or  live  lead  of  all  box  circuits  to  protect  the 
contacts  of  the  boxes  in  the  event  of  a  ground. 

22.12.1  This  resistor  shall  be  not  less  than  three- 

hundred  (300)  nor  more  than  seven  hun¬ 
dred  and  fifty  (750)  ohms  resistance. 

Rule  23.  Control  Boards 

23.1  All  relays,  current  indicators,  resistances,  time 
limit  delay  devices  and  other  apparatus  used  in 
connection  with  the  operation  and  supervision  of 
closed  circuit  fire  alarm  signal  systems  shall  be 
properly  mounted  on  a  panel  of  approved  material, 
in  a  metal  cabinet  provided  with  lock  and  key. 
The  control  board  shall  be  located  in  a  place  sub¬ 
ject  to  the  least  vibration,  free  from  moisture, 
inflammable  gases,  dust  and  mechanical  injury  and 
under  frequent  view  of  a  responsible  occupant  of 
the  building  delegated  by  the  owner  to  be  in 
charge. 

23.2  Control  board  panels  shall  be  of  insulating  mate¬ 
rial  such  as  ebony  asbestos,  bakelite  or  other  ap¬ 
proved  materials  at  least  one-half  (Vi)  inch  in 
thickness. 

23.3  Control  boards  mounted  in  each  cabinet  shall  be 
securely  fastened  in  each  corner. 

23.4  Provision  shall  be  made  for  ample  wire  gutter 
space  around  the  panel. 
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23.5  Conduit  knockouts  shall  not  be  provided  in  top 
of  control  board  cabinet. 

23.6  An  approved  wiring  diagram  of  the  alarm  system 
and  card  of  instruction  properly  marked  and  se¬ 
curely  fastened  shall  be  provided  within  the  con¬ 
trol  board  cabinet.  When  it  becomes  necessary 
to  mount  the  diagram  outside  of  the  cabinet,  the 
diagram  shall  be  properly  framed  under  glass. 

23.7  All  control  board  cabinets  shall  be  provided  with 
sight  hole  and  glass  panel  to  make  meters  on 
the  inside  of  the  cabinets  visible  from  the  outside. 

23.8  Wires  in  gutter  spaces  shall  be  properly  laced  in 
a  neat  and  workmanlike  manner  on  all  control 
boards  having  a  capacity  for  more  than  three  (3) 
gong  circuits. 

Rule  24.  Battery  Cabinets 

24.1  All  electric  batteries  for  fire  alarm  signal  systems 
shall  be  placed  in  substantial  protecting  cabinets 
thoroughly  ventilated,  elevated  not  less  than  one 
(1)  nor  more  than  five  (5)  feet  above  the  floor 
and  located  in  clean,  dry  and  cool  places  where 
the  temperature  will  not  be  less  than  forty  (40) 
nor  more  than  one  hundred  and  ten  (110)  degrees 
Fahrenheit.  Main  battery  cabinets  shall  be  so 
constructed  that  the  condition  of  the  elements  may 
be  observed  without  disturbing  the  cells. 

24.2  Metal  battery  cabinets  shall  be  constructed  of  sheet 
iron  or  steel,  not  less  than  No.  14  U.  S.  gauge  in 
thickness,  properly  reinforced  by  angle  irons,  with 
self-closing  doors  provided  with  lock  and  key  and 
wood  shelves  not  less  than  seven-eighths  (?4)  of 
an  inch  thick,  unless  the  battery  is  of  the  spray- 
proof  type,  properly  fastened  and  secured  to  pre¬ 
vent  sagging.  The  interior  and  the  exterior  of 
the  cabinet  shall  be  protected  with  three  (3)  coats 
of  asphaltum  compound,  each  coat  to  be  thor¬ 
oughly  dry  before  the  next  is  applied,  or  with 
baked  enamel. 

24.3  Wood  battery  cabinets  shall  be  constructed  of 
the  first  grade  of  kiln  dried  wood  not  less  than 
seven-eighths  (%)  of  an  inch  thick  and  shall  be 
provided  with  self-closing  door  and  approved  lock. 
The  shelves  shall  be  not  less  than  seven-eighths 
(%)  of  an  inch  thick  properly  fastened  and  se¬ 
cured  to  prevent  sagging.  The  cabinet  shall  be 
of  substantial  construction  painted  on  the  interior 
with  three  (3)  coats  of  asphaltum  compound  and 
on  the  exterior  with  three  (3)  coats  of  lead  paint 
or  two  (2)  coats  of  varnish. 

24.4  Storage  batteries  may  be  placed  on  enamaled  metal 
battery  racks,  provided  the  batteries  are  installed 
in  a  place  where  they  will  not  be  subject  to  me¬ 
chanical  injury,  and  will  be  ventilated  as  required 
in  Rule  12.6. 

Rule  25.  Painting  of  Equipment 

25.1  All  enclosing  cases  for  fire  alarm  apparatus  shall 
be  finished  in  fire  department  red,  except  where 
special  permission  is  given  by  the  Commissioner 
to  deviate  from  this  requirement 

Rule  26.  Closed  Circuit  Annunciators 

26.1  Annunciators  used  in  connection  with  Class  3  fire 
alarm  systems  shall  be  of  an  approved  closed  cir¬ 
cuit  type. 

26.2  The  annunciator  shall  have  approved  type  of  re¬ 
lays  equipped  with  a  suitable  target,  shutter  or 
other  indicating  device. 

26.2.1  The  indicating  device  shall  have  marked 
thereon  a  suitable  description  of  the  pur¬ 
pose  it  serves. 


26.3  The  printed  designation  on  unit  or  building  annun¬ 
ciator’s  indicators  shall  be  legible.  The  mecha¬ 
nism  shall  be  so  arranged  that  once  operated  the 
indicating  device  shall  be  reset  manually. 

26.4  A  unit  annunciator  shall  be  so  designed  that  the 
operation  of  any  station  in  the  unit  shall  cause  a 
visible  and  audible  signal. 

26.5  The  unit  annunciator  shall  be  actuated  by  contact 
on  code  wheel  of  the  fire  alarm  station  or  by  con¬ 
tact  on  a  relay  connected  to  the  fire  alarm  box 
circuit.  In  no  case  shall  the  station  fire  alarm 
circuit  be  used  for  this  purpose. 

26.6  Trouble  annunciators  shall  be  so  arranged  that 
the  indicating  device  will  reset  automatically  when 
cause  of  trouble  has  been  removed. 

26.7  The  trouble  annunciator  shall  be  so  designed  that 
it  will  indicate  visible  and  audible  trouble  signals 
in  the  event  of  trouble  occurring  on  any  circuit, 
control  board  or  unit  annunciators. 

26.8  The  trouble  annunciator  shall  be  actuated  by  the 
operation  of  contacts  on  all  supervisory  relays. 

26.8.1  Each  relay  of  this  annunciator  shall  be 

provided  with  two  (2)  sets  of  contacts  so 
arranged  that  one  will  operate  the  one 
hundred  and  ten  (110)  volt  trouble  signal, 
the  other  set  to  actuate  the  register  if  a 
register  is  used. 

26.9  A  trouble  buzzer  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  unit  annunciator  cabinet  on 
the  panel. 

26.10  A  trouble  bell,  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  trouble  annunciator  cabinet 
on  the  panel.  Trouble  bell  may  be  placed  at  a 
distance  from  the  annunciator  by  special  permis¬ 
sion  of  the  Commissioner. 

26.11  Relay  drops  of  annunciator  shall  be  so  designed 
that  vibration  from  without  or  that  caused  by  the 
trouble  signal  within  will  not  operate  the  indicat¬ 
ing  devices. 

26.12  All  annunciators  shall  be  installed  in  a  separate 
red  enameled  steel  cabinet  provided  with  an  ap¬ 
proved  lock  and  key. 

26.13  Annunciators  shall  be  properly  marked  in  white 
letters  at  least  one  (1)  inch  high  with  the  words: 
“Fire  Alarm  Annunciator”  Zone  —  or  “Fire  Alarm 
Trouble  Annunciator,”  whichever  the  case  may  be. 

Rule  27.  Licensed  Contractors 

27.1  No  person  shall  install,  alter  or  repair  or  cause 
to  be  installed,  altered,  or  repaired  electrical  wir¬ 
ing  or  apparatus  for  fire  alarm  systems  in  any 
building,  except  a  person  holding  a  license,  or  a 
special  license  in  accordance  with  Chapter  9  of 
the  Code  of  Ordinances  of  the  City  of  New  York. 
The  enforcing  authority  shall  not  approve  any 
installation,  alteration  or  repair  done  in  violation 

of  this  rule.  j 

? 

Rule  28.  Used  or  Rebuilt  Apparatus 

28.1  Used  apparatus  shall  not  be  re-used  for  any  in¬ 
terior  fire  alarm  system  under  these  Rules  and 
Regulations  until  the  same  has  been  reconditioned 
in  the  shop  of  a  reliable  manufacturer  building 
interior  fire  alarm  apparatus  which  has  been  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals. 
Approval  in  writing  shall  be  obtained  from  the  en¬ 
forcing  authority  prior  to  installation.  The  en¬ 
forcing  authority  shall  not  approve  for  use,  used 
or  reconditioned  apparatus  that  may  not  give  sat¬ 
isfactory  service. 
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\pproved  Fireline  Hose  Valves. 
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Concrete  Rules  (Hydrated  Lime). 

'ire  Drill  Rules. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building. 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Tuesday,  February  23, 
1937,  at  2  o’clock.  At  this  call  each  case  is  set  for  hearing 
on  a  definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  March  1,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  February  17,  1937 

Cal.  No.  Department  Premises  Affected 

50-37-SA . F.D . Cardinal  Oil  Burner,  Model  C, 

Appliance. 


51-37-S . D.B.M . 27  West  57th  street,  north  side, 

400  ft.  east  of  6th  avenue 
(Block  1273,  Lot  17),  Bor¬ 
ough  of  Manhattan, 

Decision. 


52-37-A . D.B.B . Pier  No.  34,  East  River,  south 

side  India  Wharf,  170  ft. 
east  of  Hamilton  avenue, 
North  Pier,  (Block  515,  part 
of  Lot  61),  Borough  of 
Brooklyn,  13894-L.F. 


53-37- A . F.D . 49-53  West  45th  street,  north 

side,  247.6  ft.  east  of  6th 
avenue  (Block  1261,  Lot 
15),  Borough  of  Manhat¬ 
tan,  5200-L.C. 


54-37-BZ . D.B.Q . North  side  of  Archer  avenue, 

110  ft.  west  of  Union  Hall 
street  (Block  1051,  Lot 
150),  Jamaica,  Borough  of 
Queens,  Decision. 


55-37-BZ . D.B.Q . 69-31  Astoria  boulevard,  north¬ 

west  corner  of  70th  street 
(Block  1001,  Lots  10  and 
15),  East  Elmhurst,  Bor¬ 
ough  of  Queens, 

Applic.  6159-3.7. 


56-37-SA . F.D . “Sachem  and  Speedy  Hot”  Oil 

Space  Heaters,  Models 
GB-1315-1015-101 1-815-81 1, 
Appliance. 


57-37-S . D.B.B . 319-333  Johnson  avenue,  north 

side,  394  ft.  1  in.  west  of 
Bogart  street  (Block  3056, 
Lot  224),  Borough  of 
Brooklyn, 

Applic.  820-37. 


58-37-A . F.D . 537-545  East  71st  street,  north¬ 

west  corner  of  Exterior 
street  (Block  1483,  Lot  23), 
Borough  of  Manhattan, 

5420- C  and  5292-L.C. 


59-37-S . D.B.B . 1610-1620  East  19th  street, 

southwest  corner  of  Avenue 
P  (Block  6781,  Lots  7-9), 
Borough  of  Brooklyn, 

11595-L.D. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 


D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  February  11,  1937,  Joseph  G.  Abramson,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Rose  Steinberg  and  Re¬ 
becca  Pokoik,  owners,  in  re  decision  of  January  S,  1937,  denying 
additional  stores  in  basement  story,  on  premises  partly  in  a  resi¬ 
dence  and  partly  in  a  business  use  district,  under  sections  7-c  and 
21,  Cal.  No.  249-36-BZ,  at  1197  Grand  Concourse,  southwest  corner 
East  167th  street,  Borough  of  The  Bronx. 

*  *  * 

On  February  17,  1937,  Jacob  A.  Freedman,  attorney,  served  on 
Board  petition  and  order  of  certiorari  for  Rubel  Corporation,  owner, 
in  re  decision  of  January  12,  1937,  denying  gasoline  station  (prev¬ 
iously  denied)  on  rehearing  of  application  by  order  of  Court,  in 
a  business  district,  under  section  21,  at  premises  440-446  Utica 
avenue  and  923-943  East  New  York  avenue,  northwest  corner,  and 
872-884  Lefferts  avenue,  Borough  of  Brooklyn,  Cal.  No.  272-30-BZ. 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Feb.  2,  1937 — Vol.  22,  No.  6 
Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932 — Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules . Feb.  9,  1937 — Vol.  22,  No.  6 

Concrete  Rules  (Hydrated  Lime)... Feb.  23,  1937 — Vol.  22,  No.  8 

Elevator  rules  . Mar.  3,  1936 — Vol.  21,  No.  9 

Exit  Rules  (Revolving  Doors) . Jan.  1,  1935 — Vol.  20,  No.  1 

Factory  Exit  Rules . Jan.  5,  1937 — Vol.  22,  No.  1 

Fire  Alarm  Rules  (Interior) . Feb.  16,  1937 — Vol.  22,  No.  7 

Fire  Drill  Rules . Feb.  23,  1937— Vol.  22,  No.  8 

Fire  Retarding  Rules  for  Garages, 

etc . Jan.  26,  1937— Vol.  22,  No.  4 

Fireproof  Wood,  Testing  of . Apr.  14,  1936 — Vol.  21,  No.  15 

Frame  Garages,  Ruling  for . Jan.  21,  1919 — Vol.  4,  No.  3 

Gas  Shut-Off  Rules . Apr.  7,  1925— Vol.  10,  No.  14 

Hatchway  Protection  . Tune  5,  1928 — Vol.  13,  No.  23 

Oil  Burner  Rules . Feb.  9,  1937— Vol.  22,  No.  6 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov.  27,  1934— Vol.  19,  No.  48 

Platform  Trucks,  Specifications  for. Nov.  24,  1936 — Vol.  21,  No.  47 

Plumbing  Rules  . PYb.  23,  1937 — Vol.  22,  No.  8 

Procedure,  Rules  of . Jan.  5,  1937 — Vol.  22,  No.  1 

Refrigerating  Systems,  Extract  C.O.Jan.  12,  1937 — Vol.  22,  No.  2 

Smoking  in  Factories,  Rules  for.... Feb.  2,  1937 — Vol.  22,  No.  5 

Sprinkler  Rules  . Jan.  5,  1937 — Vol.  22,  No.  1 

Standpipe  Fireline  Rules . Feb.  2,  1937  — Vol.  22,  No.  5 

Structural  Alterations.  Reporting. ..  June  7,  1932 — Vol.  17,  No.  23 

Tank  Trucks,  Fuel  Oil,  etc . Nov.  24,  1936 — Vol.  21,  No.  47 

Tank  Trucks,  Gasoline,  etc . Nov.  24,  1936 — Vol.  21,  No.  47 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  . Mar.  5,  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . Feb.  23,  1937— Vol.  22,  No.  8 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Jan.  19,  1937 — Vol.  22,  No.  3 

Fuel  Oil  Fill  Pipe  Terminals . May  26,  1936 — Vol.  21,  No.  21 

Fuel  Oil  Burners  for  Industrial  Use.Nov.  17,  1936 — Vol.  21,  No.  46 

Fuel  Oil  Pumps . Feb.  9,  1937— Vol.  22,  No.  6 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . Dec.  29,  1936 — Vol.  21,  No.  52 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  FEBRUARY  23,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

234-36-BZ. 

APPLICANT — Charles  Weishaupt,  for  Estates  of  John 
H.  Inman,  Sr.,  and  John  H.  Inman,  Jr.,  owners. 
PREMISES — 1690-1698  Broadway  and  203-209  West  53rd 
street,  northeast  corner  (Block  No.  1025,  Lot 
No.  25),  Borough  of  Manhattan. 
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APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  conversion 
of  occupancy  of  part  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles. 


71-30-BZ. 

APPLICANT — Irving  Kirshenblit,  for  Bessie  Rubin, 
owner. 

PREMISES — 887-911  New  Lots  avenue  and  399-407  Ber- 
riman  street,  northeast  corner  and  northwest  cor¬ 
ner  of  Atkins  avenue  and  New  Lots  avenue 
(Block  No.  4086,  Lot  No.  I),  Borough  of  Brook¬ 
lyn. 

APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution  (reopened  under  new  pro¬ 
posal,  November  4,  1936), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
denied  for  a  gasoline  service  station). 


50-36-BZ. 

APPLICANT — William  McGrane,  for  Iceland  Rink 
Realty  Corporation,  owner. 

PREMISES — 2555  Jerome  avenue,  southwest  corner  of 
West  192nd  street  (Block  No.  3201,  Lot  No.  30), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  December  8,  1936), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
dismissed  for  lack  of  prosecution). 


FEBRUARY  24,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning,  Feb¬ 
ruary  24,  1937,  at  10  o’clock,  in  Room  1013,  Municipal 
Building,  on  the  following  matters : 


cal.  no.  370-36-BZ — Application,  December  10,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Goldschlag  and  Kron, 
applicants,  on  behalf  of  Dry  dock  and 
Corlear  Park  Properties,  Inc.,  owner, 
to  permit  in  a  business  use  district  the 
change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than 
five  (5)  motor  vehicles;  premises  533 
East  14th  street  and  240  Avenue  B, 
northwest  corner  (Block  No.  972,  part 
of  Lot  No.  16),  Borough  of  Man¬ 
hattan. 

cal.  no.  366-36-BZ — Application,  November  30,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Scacchetti  and  Siegel,  ap¬ 
plicants,  on  behalf  of  2291  Realty 
Corporation,  owner,  to  permit  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  2261-2269  (2291 

displayed)  Grand  Concourse,  west 
side,  95  ft.  south  of  East  183rd  street 
(Block  No.  3163,  Lot  No.  26),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  19-37-BZ — Application,  January  15,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
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tion  of  J.  M.  Berlinger,  applicant,  on 
behalf  of  Column  Holding  Corpora¬ 
tion,  owner,  to  permit  partly  in  a  resi¬ 
dence  use  district,  partly  in  a  business 
use  district  and  partly  in  an  unre¬ 
stricted  district  the  erection  and  main¬ 
tenance  of  a  mortuary  chapel ;  prem¬ 
ises  1-11  Ocean  parkway,  south  side, 
160  ft.  10J4  in.  east  of  East  8th  street 
(Block  No.  5322,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


FEBRUARY  24,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

361- 36-A — 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklyn. 

21-37-A — 210  West  80th  street,  south  side,  173  ft.  5  in. 

east  of  Broadway  (Block  No.  1227,  Lot 
No.  41),  Borough  of  Manhattan. 

26-37- A — 1-17  South  10th  street,  north  side,  90.83  ft.  west 
of  Kent  avenue  (Block  No.  2143,  Lot  No. 
1),  Borough  of  Brooklyn. 

343-36-A — 231-233  Bowery,  east  side,  148  ft.  3  in.  south 
of  Stanton  street  (Block  No.  426,  Lot 
No.  10),  Borough  of  Manhattan. 

7-37-A — 1001-1019  Irving  avenue,  northwest  corner  of 
Covert  street  (Block  No.  3539,  Lot  No. 
1),  Ridgewood,  Borough  of  Queens. 

36- 37- A— 337-341  Avenue  O  ■  and  1582-1592  East  3rd 

street,  northwest  corner  (Block  No.  6584, 
Lot  No.  49),  Borough  of  Brooklyn. 

44-37-A — 1702  Avenue  P,  southeast  corner  of  East  17th 
street  (Block  No.  6780,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

Variations  of  Labor  Law 

362- 36-S — 5302-5324  2nd  avenue,  north  side,  from  53rd 

street  to  54th  street  (Block  No.  812,  Lot 
No.  1),  Borough  of  Brooklvn. 

393-36-S — 160  Mercer  street,  east  side,  220  ft.  north  of 
Prince  street  and  589  Broadway  (Block 
No.  512,  Lot  No.  17),  Borough  of  Man¬ 
hattan. 

41-37-S — 78-80  East  56th  street,  south  side,  65  ft.  8  in. 

west  of  Park  avenue  (Block  No.  1291, 
Lot  Nos.  39J4  and  40),  Borough  of  Man¬ 
hattan. 

37- 37-S — 60-82  Washington  street,  northwest  corner  of 

York  street  (Block  No.  50,  Lot  No.  1), 
Borough  of  Brooklyn. 

Appliances  Submitted  for  Approval 

29-37-SA — Borden  Oil  Burner,  Models  A  and  B. 

35-37-SA — Craig  Expansible  Fire  Hose  Reel. 

50-37-SA — Cardinal  Oil  Burner,  Model  C. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon,  Feb¬ 
ruary  24,  1937  at  2  o’clock,  in  Room  1013,  Municipal  Build¬ 
ing,  on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 
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cal.  no.  300-35-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  IS,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK.  Chairman 


CALL  OF  CLERK  S  CALENDAR 
MONDAY,  MARCH  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

296-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Helen  L.  Sack- 
ett,  owner. 

PREMISES — 1143-1147  2nd  avenue,  northwest  corner  of 
East  60th  street  (Block  No.  1415,  Lot  Nos.  21  and 
23),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

335-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  L.  &  F.  Realty 
Corporation,  owner. 

PREMISES — 2417-2437  Fulton  street  and  28-48  Norman 
place,  northwest  corner  (Block  No.  1546,  Lot  No. 
29),  Borough  Of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

17-37-BZ. 

APPLICANT — George  Stone,  for  Bank  of  New  York  and 
Trust  Company,  owner. 

PREMISES — 322-324  West  41st  street,  south  side,  300  ft. 
west  of  8th  avenue  (Block  No.  1031,  Lot  No.  45). 
Borough  of  Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  retail  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  period  of  not 
more  than  two  (2)  years. 

395-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  C.  H.  O.  Cor¬ 
poration,  owner. 

PREMISES — 987-1001  Liberty  avenue,  northwest  corner 
of  Conduit  boulevard  (Block  No.  4157,  Lot  No. 
28  and  part  of  Lot  No.  32),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  Febru¬ 
ary  9,  1937), 

TO  PERMIT  in  a  business  use  district  the  extension  of 
a  gasoline  service  station  (which  station  was 
granted  by  the  Court). 


MARCH  2,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
2,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  86-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Morris  I.  Hal- 
perin,  owner,  reopened  December  1, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(previously  withdrawn)  ;  premises  268 
Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 

cal.  no.  326-36-BZ — Application,  October  31,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Joseph  M.  Lonergan,  appli¬ 
cant,  on  behalf  of  Guiseppe  Montemo- 
rano,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner 
(Block  No.  701,  Lot  No.  8),  Borough 
of  Brooklyn. 

cal.  no.  37 5-36-BZ — Application,  December  16,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  William  B.  Linder,  applicant, 
on  behalf  of  Jacob  Mayers,  owner,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station ;  premises  179-183 
Flatbush  avenue,  619-621  Pacific  street 
and  8-18  5th  avenue  (Block  No.  1118, 
Lot  No.  1),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  2,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 

376-36- A— 987-1001  Liberty  avenue,  northwest  corner  of 
Conduit  boulevard  (Block  No.  4157,  Lot 
No.  32),  Borough  of  Brooklyn. 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  cast  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
2,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi- 
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ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  889-24-BZ — Application  of  Lauritz  Lauritzen,  ap¬ 
plicant,  on  behalf  of  D.  &  B.  Auto 
Painting  Company,  owner,  reopened 
September  29,  1936,  under  sections  7a, 
7c  and  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  use  dis¬ 
trict  the  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  103-111  Underhill 
avenue,  east  side,  103  ft.  llj£  in.  south 
of  St.  Marks  avenue  (Block  No.  1153, 
Lot  No.  5),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERKS  CALENDAR 
MONDAY,  MARCH  8,  1937,  2  P.  M. 

Building  Zone  Cases 

58-32-BZ. 

APPLICANT — Irving  Adelsohn,  for  Frank  J.  Mahoney, 
owner. 

PRF.MISFS — 5701-5711  20th  avenue,  southeast  corner  of 
57th  street  (Block  No.  5500,  Lot  No.  6),  Borough 
of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  January 
12,  1937), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

8-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  South  Brooklyn 
Savings  Bank,  owner. 

PREMISES — 113-125  Hamilton  avenue  and  306-314  Co¬ 
lumbia  street,  northwest  corner  (Block  No.  362, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  build- 
iner  zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


MARCH  9,  1937,  10  A.  M. 

Building  Zone  Applications 
NOTICE  IS  HEREBY  CxIVEN  by  the  Board  of  Stand¬ 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  March 
9,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  3-37-BZ — Application,  January  7,  1937,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
of  Henry  G.  Steinmetz,  applicant,  on 
behalf  of  John  A.  Steinmetz,  owner,  to 
permit  partly  in  an  unrestricted  use 
district  and  partly  in  a  business  use 
district  the  occupancy  of  a  plot  ground 
as  a  parking  space  for  more  than  five 
(5)  motor  vehicles;  premises  2825 
Bailey  avenue,  west  side,  205.33  ft. 
north  of  West  Kingsbridge  road 
(Block  No.  3264,  Lot  No.  38),  Bor¬ 
ough  of  The  Bronx. 


cal.  no.  354-36-BZ- — Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback  ;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 


cal.  no.  386-36-BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Mary  E.  Carter, 
owner,  to  permit  in  a  residence  use 
district  the  conversion  of  occupancy 
of  part  of  existing  building  to  busi¬ 
ness  use ;  premises  144-30  Farmers 
boulevard,  west  side.  35.72  ft.  south 
of  144th  road  (B'ock  No.  3242,  Lot 
No.  5),  Springfield,  Borough  of 
Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  9,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

301 -36- A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 


NOTICE 

l 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  FEBRUARY  16,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  February  9,  1937  and  the  minutes 
of  the  regular  meeting  of  the  board  held  on  Tuesday  af¬ 
ternoon,  February  9,  1937,  were  approved  as  printed  in 
Bulletin  No.  7,  Vol.  XXII. 


BUILDING  ZONE  CASES 

889-24- BZ. 

APPLICANT— Lauritz  Lauritzen,  for  D.  &  B.  Auto 
Painting  Company,  owner. 

SUBJECT— Application  reopened  September  29,  1936— (re 
decision  of  the  commissioner  of  buildings)  under 
sections  7a,  7c  and  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  use  district  the  ex¬ 
tension  of  an  existing  garage  for  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 103-11  Underhill  avenue,  east 
side,  103  ft.  11}4  in.  south  of  St.  Marks  avenue 
(Block  No.  1153,  Lot  No.  5),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Lauritz  Lauritzen. 

For  Opposition:  Hyman  Miller,  Edwin  Johnson, 
John  L.  Ohlin,  Mrs.  E.  Sharp,  Joseph  A.  Cap- 
rio  and  A.  V.  Moratto. 

ACTION  OF  BOARD— Laid  over  to  March  2,  193.7  at 
2  P.M.,  applicant  to  file  revised  plans. 


141-36-BZ. 

APPLICANT— Bennett  &  Koeppel,  for  Irving  L.  Berman, 
and  Morris  Berman,  owners. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station  (previously  dismissel  for  lack  of 
prosecution;  reopened  and  restored  to  the  Calen¬ 
dar  November  24,  1936). 

PREMISES  AFFECTED— 833-835  Sutter  avenue  and 
407-417  Schenck  avenue,  northeast  corner  (Block 
No.  4028,  Lot  No.  35),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Louis  Jobrack,  Morris  Berman, 
Charles  Conklin  and  Irving  Befler. 

For  Opposition :  Samuel  Seid,  Charles  Feit  and 
Melville  Southard. 

ACTION  OF  BOARD— Request  to  withdraw  denied,  ap¬ 
plication  denied. 

THE  VOTE  TO  WITHDRAW— 

Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  VOTE  TO  GRANT— 

Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(141-36-BZ) 

Whereas,  Bennett  &  Koeppel,  architects  for  Irving  L. 

Berman  and  Morris  Berman,  owners,  filed  May  16,  1936, 


an  application  under  the  building  zone  resolution  to  permit 
in  a  business  use  district  the  erection  and  maintenance  of 
a  gasoline  service  station:  premises:  833-835  Sutter  ave¬ 
nue  and  407-417  Schenck  avenue,  northeast  corner  (Block 
No.  4028,  Lot  No.  35),  Borough  of  Brooklyn;  and 

Whereas,  this  application  was  dismissed  for  lack  of 
prosecution,  October  6,  1936,  reopened  and  restored  to 
Calendar  by  vote  of  the  board  November  24,  1936;  and  i| 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  16,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

and  .  .... 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Sutter  avenue  is.  in  a  busi¬ 
ness  use  district;  Schenck  avenue  is  in  residence  and 
business  use  districts  and  Barbey  street  is  in  residence  and 

business  use  districts;  and  .  .  ...... 

Whereas  the  decision  of  the  commissioner  of  buildings, 
rendered  May  8,  1936  (re  App.  No.  6141-1936),  reads: 

“Proposed  gasoline  service  station  to  be  located  in  a 
business  use  district  is  contrary  to  Art.  II,  Sect.  4a  of 
Zone  Resolution.” 

Whereas,  the  premises  consist ‘of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Schenck  avenue  and  50  ft.  on 
Sutter  avenue ;  it  is  proposed;  to  remove  the  structure  now 
on  the  plot  and  to  erect  thereon  a  one  story  office,  lubn- 
torium  and  auto  laundry  structure  26  ft.  by  73  ft.  in  a.rea 
and  also  the  necessary  tanks  and  pumps  for  a  gasoline 
service  station ;  and 

Whereas,  these  premises  were  inspected  by  a  committee 
of  the  board  prior  to  hearing  in  order  to  be  informed ;  and 
Whereas,  after  presentation  of  arguments  by  both  sides,, 
the  applicant  sought  to  withdraw  the  application,  but  thef 
request  was  denied  by  vote  of  the  board  as  provided  for 
in  the  Rules  of  Procedure;  and 

Whereas,  the  board  deemed  that  the  applicant  had  not 
substantiated  the  basis  of  his  application  under  section  21 
of  the  building  zone  resolution  on  the  ground  of  practical 
difficulties  or  unnecessary  hardship. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ing  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


252-36-BZ. 

APPLICANT— William  A.  Lacerenza,  for  Dualton 
Homes,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  disq 
trict  the  conversion  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 60-62  Bayard  street,  south  side, 
75  ft.  east  of  Lorimer  street  (Block  No.  2722,  Lot 
No.  8),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Gustavus  S.  Smith. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  •  . .  ® 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  j 

Absent  . 

THE  RESOLUTION— 

(252-36-BZ) 

Whereas,  William  A.  Lacerenza,  for  Dualton  Homes 

Inc.,  owner,  filed  August  24,  1936,  an  application  under  the 
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)uilding  zone  resolution  to  permit  in  a  business  use  dis- 
rict  the  conversion  of  occupancy  of  an  existing  building 
o  a  garage  for  more  than  five  (5)  motor  vehicles;  prem- 
ses:  60-62  Bayard  street,  south  side,  75  feet  east  of  Lori- 
ner  street  (Block  No.  2722,  Lot  No.  8),  Borough  of 
Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
jy  the  Board  of  Standards  and  Appeals,  at  its  regular 
neeting,  February  16,  1937,  after  due  notice  by  publication 
jh  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 

nd 

Whereas,  the  use  district  maps  accompanying  the  build- 
ig  zone  resolution  show  that  Bayard  street  is  in  business 
nd  residence  use  districts ;  Richardson  street  is  in  an  un- 
.estricted  use  district;  Lorimer  street  is  in  business,  resi- 
ence  and  unrestricted  use  districts  and  Leonard  street  is 
i  business,  residence  and  unrestricted  use  districts;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
pndered  August  8,  1936  (re  App.  No.  12408-1936),  reads: 
“Proposed  public  garage  for  more  than  five  cars  in 
a  business  district  is  contrary  to  Building  Zone  Reso¬ 
lution,  Art.  II,  4a  (16),  and  is  therefore  denied.” 
nd 

Whereas,  the  existing  building  building  is  of  non-fire- 
roof  construction  one  story  in  height,  with  a  frontage  of 
1  ft.  and  a  depth  of  100  ft. ;  erected  for  occupancy  as  a 
ictory,  it  is  proposed  to  occupy  the  building  as  a  garage 
5r  more  than  five  (5)  motor  vehicles;  and" 

Whereas,  a  committee  of  the  board  recently  inspected 
le  area  in  connection  with  an  appeal  affecting  premises 
|  the  same  block ;  and 

Whereas,  the  board  deemed  that  applicant  failed  to 
ibstantiate  his  basis  of  appeal  under  section  21  on  the 
;ounds  of  practical  difficulty  and  unnecessary  hardship. 
Resolved,  that  the  decision  of  the  commissioner  of  build- 
gs  be  and  it  hereby  is  affirmed,  and  that  the  application 
:  and  it  hereby  is  denied. 


4-36-BZ. 

PPLICANT — Edward  Boosin,  for  Gravesend  Service 
Station,  Inc.,  owner. 

BJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  extension  of  an  existing  gasoline  service 
station. 

REMISES  AFFECTED — 381-391  Avenue  U  and  2122- 
21.28  East  2nd  street,  northwest  corner  (Block  No. 
7104,  Lot  Nos.  490  and  495),  Borough  of  Brook¬ 
lyn. 

PPEARANCES — 

For  Applicant:  Joseph  F.  Lynch, 
i  For  Opposition:  None. 

Ci^ION  OF  BOARD — Application  granted  on  condition. 
HE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

HE  RESOLUTION— 


(351-36-BZ) 

Whereas,  Edward  Boosin,  for  Gravesend  Service  Sta- 
'n,  Inc.,  owner,  filed  November  17,  1936,  an  application 
aer  the  building  zone  resolution  to  permit  in  a  business 
strict  the  extension  of  an  existing  gasoline  service  sta¬ 
ll ;  premises,  381-391  Avenue  U  and  2122-2128  East  2nd 
je^^orthwest  corner  (Block  No.  7104,  Lot  Nos.  490 
4  495),  Borough  of  Brooklyn;  and 

ERtjAS’  a  Pubbc  hearing  was  held  on  this  application 
the  Board  of  Standards  and  Appeals,  at  its  regular 
FebJuary  1937,  after  due  notice  by  publication 
^the  Bulletin  of  the  Board  of  Standards  and  Appeals; 


Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Avenue  U  is  in  a  business 
use  district;  East  2nd  street  is  in  business  and  residence 
use  district  and  East  1st  street  is  in  a  business  use  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  16,  1936,  re  App.  No.  6799-1936,  reads: 

“Proposed  extension  to  an  existing  gasoline  service 
station  located  in  a  business  use  district  is  contrary  to 
Art.  II,  Sec.  4-a  (46).” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  104  ft.  on  Avenue  U  and  92.3  ft.  on 
East  2nd  street.  There  is  an  existing  gas  station  located 
on  the  southeast  portion  of  the  plot.  It  is  proposed  to 
demolish  the  building  now  existing  on  this  portion  of  the 
plot;  to  erect  along  the  north  building  line  of  the  entire 
plot  in  question  a  one-story  building,  94  ft.  by  30  ft.  in 
area,  to  be  used  as  salesroom,  auto  laundry,  brake  adjust¬ 
ing  and  lubritory;  proposes  to  occupy  the  entire  plot  as  a 
gasoline  service  station  in  accordance  with  the  plans  filed 
in  this  appeal;  and 

Whereas,  a  committee  of  the  board  inspected  these 
premises  in  order  to  be  informed  prior  to  the  hearing;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal,  section  21  of  the  building 
zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  so  as  to  permit  the  premises  under  appeal  to 
be  used  as  an  extension  of  the  existing  gasoline  station,  on 
condition  that  the  premises  shall  be  levelled  substantially 
to  the  grade  of  Avenue  U  and  East  2nd  street;  that  the 
present  buildings  on  the  premises  shall  be  entirely  demol¬ 
ished  ;  that  the  new  accessory  building  shall  be  located 
toward  the  northerly  end  of  the  plot,  not  nearer  than  4  ft. 
to  the  northerly  building  line  and  not  nearer  than  6  ft.  to 
the  street  line  of  East  2nd  street ;  that  it  shall  not  exceed 
one  story  in  height  and  shall  be  constructed  of  fireproof 
materials,  except  that  the  roof  beams,  roof  boarding,  door 
frames  and  doors,  window  frames  and  sash  may  be  of 
wood,  providing  the  ceilings  throughout  are  fire-retarded 
in  accordance  with  the  rules  of  the  Board  of  Standards 
and  Appeals,  and  provided  that  any  windows  opening  to 
the  north  shall  be  fireproof  and  glazed  with  wired  glass 
and  fixed  unopenable;  that  there  shall  be  no  windows 
or  other  openings  upon  the  adjoining  premises  to  the 
west;  that  any  skylights  installed  shall  be  not  nearer  than 
10  ft.  to  the  northerly  lot  line;  that  the  uses  in  the  acces¬ 
sory  buildings  shall  consist  of  salesroom,  store-room,  lu- 
britorium  and  auto  laundry;  that  there  shall  be  no  cellar 
beneath  the  accessory  building;  that  the  greasing  equip¬ 
ment  shall  be  of  the  hydraulic  lift  type;  that  any  room  or 
enclosure  for  heating  devices  shall  be  separated  from  the 
balance  of  the  building  by  fireproof  material  and  enterable 
only  from  the  exterior  of  the  building;  that  no  automobile 
repairing  shall  be  permitted  on  the  premises;  that  there 
shall  be  erected  on  the  westerly  lot  line  a  masonry  wall 
constructed  of  face  brick  and  not  less  than  7  ft.  in  height, 
runnning  continuously  from  the  northerly  lot  line  to  the 
street  line  of  Avenue  U ;  except  that  this  wall  may  be 
constructed  at  a  height  of  4  ft.  where  it  meets  the  street 
line  of  Avenue  U  and  it  may  be  graduated  within  the  next 
approximate  5  ft.  to  the  7  ft.  height;  that  this  wall  may 
be  incorporated  as  the  lot  line  wall  of  the  accessory 
building  where  the  accessory  building  occurs;  that  the 
entire  plot  where  not  covered  by  accessory  buildings  and 
wall  shall  be  cement-paved,  except  for  the  4  ft.  set  off 
on  the  northerly  portion  of  the  plot  at  the  rear,  where 
the  cement  paving  may  be  omitted  and  the  lot  line  fence 
may  be  omitted,  provided  the  adjoining  owner  consents 
in  writing;  that  the  portion  along  East  2nd  street,  adja¬ 
cent  to  the  accessory  building  and  for  a  depth  of  6  ft. 
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shall  be  seeded  to  grass  or  landscaped  with  a  protecting 
curbing  along  the  street  building  line ;  that  pumps  erected 
on  the  premises  shall  be  not  nearer  than  15  ft.  to  any 
street  building  line;  that  entrance  to  the  premises  shall 
consist  of  two  openings  to  Avenue  U,  with  curb  cuts  not 
exceeding  35  ft.  in  width  each  and  one  similar  opening 
from  East  2nd  street;  that  any  existing  curb  cuts  not 
included  in  the  herein-permitted  curb  cut  openings  shall 
have  the  curbs  restored;  that  curbing  shall  be  erected  on 
the  building  line  at  the  intersection  of  Avenue  U  and  East 
2nd  street  for  a  distance  of  5  ft.  in  each  direction;  that 
this  curb  shall  be  not  less  than  6  in.  in  height  with  rounded 
top  and  so  constructed  as  to  form  a  triangular  platform; 
that  a  curb  of  similar  construction  not  less  than  5  ft.  in 
length  shall  be  constructed  at  the  westerly  lot  line  of  the 
property  along  Avenue  U  building  line;  that  signs  shall 
be  limited  to  the  illuminated  globes  of  the  pumps  and  to 
permanently  fixed  flat  sign  attached  to  the  accessory  build¬ 
ing,  excluding  all  roof  signs  and  signs  of  a  temporary 
nature,  but  permitting  a  post  standard  to  be  erected  within 
the  building  lines  near  the  intersection  of  Avenue  U  and 
East  2nd  street,  supporting  a  standard  which  may  be 
illuminated,  advertising  only  the  brand  of  gasoline  on 
sale;  that  no  portable  gasoline  tanks  shall  be  permitted  on 
the  premises;  that  no  parking  of  cars  other  than  those 
being  serviced  shall  be  permitted  on  the  premises ;  that 
complete  working  drawings  shall  be  submitted  and  ap¬ 
proved  by  the  chairman  in  behalf  of  the  board  prior  to 
the  filing  with  the  commissioner  of  buildings;  that  such 
plans  shall  be  submitted  within  three  months  and  that  all 
work  shall  be  completed  within  one  year  thereafter. 


14-37-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Macaba  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
change  of  occupancy  of  an  existing  building  to 
include  a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 1665-1675  Jerome  avenue,  west 
side,  150  ft.  north  of  Featherbed  lane  (Block  No. 
2861,  Lot  No.  35),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Max  Siegel. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  6 

Absent  .  0 


THE  RESOLUTION— 

(14-37-BZ) 

Whereas,  Scacchetti  and  Siegel,  for  Macaba  Corpora¬ 
tion,  owner,  filed  January  11,  1937,  an  application  under 
the  building  zone  resolution  to  permit  in  a  business  use 
district  the  change  of  occupancy  of  an  existing  building 
to  include  a  motor  vehicle  repair  shop;  premises:  1665- 
1675  Jerome  avenue,  west  side,  150  ft.  north  of  Featherbed 
lane  (Block  No.  2861,  Lot  No.  35),  Borough  of  The  Bronx, 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c  ;  by  mail  54c. 


meeting,  February  16,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals 
and 

Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  Jerome  avenue  is  business 
Featherbed  lane  is  business  and  residence  use;  Davidsoi 
avenue — residence  use  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  January  8,  1937,  re  Alt.  App.  No.  9-1937,  reads 
“Proposed  change  of  occupancy  of  building  in  : 
business  district  from  auto  showroom  to  auto  show 
room  and  motor  vehicle  repair  shop  is  contrary  t( 
Section  4  of  the  Building  Zone  Resolution.” 

and 

Whereas,  the  existing  building  is  of  non-fireproof  con 
struction,  one  story  in  height,  with  a  frontage  of  100  ft. 
depth  of  85  ft.;  occupied  as  an  automobile  showroom 
it  is  proposed  to  occupy  the  building  as  an  automobil 
showroom  and  motor  vehicle  repair  shop  for  a  period  o 
five  years;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec 
tion  by  a  committee  of  the  board  prior  to  the  hearing,  s< 
that  they  might  be  informed  of  conditions ;  and 

Whereas,  the  committee  found  the  building  in  the  pos 
session  of  the  proposed  tenants,  but  not  being  used  com 
pletely  at  the  present  time,  no  repair  work  being  don 
prior  to  the  action  by  this  board ;  and 

Whereas,  the  board  deemed  that  the  applicant  had  sub 
stantiated  his  basis  of  appeal  under  section  21  and  that 
temporary  hardship  existed. 

Resolved,  that  the  Board  of  Standards  and  Appeals  doe 
hereby  moke  o  variation  in  the  application  of  the  use  dis 
trict  regulations  of  the  building  zone  resolution,  and  th; 
the  application  be  and  it  hereby  is  granted  under  sectio 
21  for  a  period  of  five  (5)  years,  from  the  date  of  th 
action,  permitting  the  rear  portion  of  the  building  unde, 
appeal  to  be  used  as  a  service  station  in  connection  wit 
the  conforming  use  as  a  showroom  for  new  automobile 
and  permitting  access  to  such  service  station  by  means  e 
two  existing  doors  to  the  north  and  south ;  that  the  wot1 
to  be  carried  on  in  the  service  station  shall  be  restricte 
to  the  cars  owned  and  dealt  in  by  the  tenant  and  shall  t 
mainly  for  adjustment  with  hand  tools;  that  no  machine 
shall  be  used  requiring  greater  motor  power  than  lA  h.p 
that  no  anvils,  forges  or  acetylene  torches  shall  be  us( 
on  the  premises ;  that  no  body  or  fender  work  other  the 
of  a  minor  nature,  shall  be  carried  on;  that  mechanic1 
equipment  may,  however,  be  installed  for  testing,  repaint 
and  relining  of  brakes;  that  no  openings  shall  be  install 
in  the  rear  or  interior  lot  line  walls;  that  no  addition 
skylights  shall  be  installed  other  than  those  now  existin; 
that  no  curb  cuts  shall  be  installed  along  Jerome  avem 
other  than  the  cuts  permitting  entrance  to  the  two  sets  <- 
double  doors;  that  no  roof  signs  shall  be  permitted;  th 
the  ceiling  shall  be  protected  with  metal  of  not  less  th; 
28  gauge ;  that  the  cellar  shall  be  separated  from  the  b; 
ance  of  the  building  by  fireproof  material  and  enteral 
only  from  the  exterior  of  the  building  and  used  solely  f 
heating  purposes  and  not  for  storage ;  that  all  perm 
shall  be  obtained  within  three  months  and  all  wrork  coi 
pleted  within  six  months  from  the  date  of  this  action. 


Adjourned,  11:55  A.  M. 

Edward  V.  Barton,  Chief  Clerk 


Copies  of  the  Supplemental  Rules  and  Regulations  , 
the  Tenement  House  Department  on  Fire  Retarding,  F? 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  ■ 
the  Distribution  Division  of  the  City  Record  Office,  R°(l 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  L 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  FEBRUARY  16,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
nd  Blum  and  Assistant  Chief  Walsh. 


Whereas,.  the  board  deemed  that  hardship  was  not 
present  to  justify  the  variation  sought  under  section  21 
of  the  building  zone  resolution. 

.  Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed ,  and  that  the  application 
be  and  it  hereby  is  denied. 


BUILDING  ZONE  CASES 

D2-36-BZ. 

APPLICANT — Ferdinand  Savignano,  for  Edgar  J.  Kohn- 
stamm,  owner. 

UBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  building 
to  be  used  as  a  storage  garage  for  more  than  five 
(5)  motor  vehicles,  motor  vehicle  repair  shop  and 
automobile  laundry. 

REMISES  AFFECTED — 965-971  65th  street,  north  side, 
100  ft.  west  of  10th  avenue  (Block  No.  5743,  Lot 
No.  67),  Borough  of  Brooklyn. 

PPEARANCES — 

For  Applicant :  Arnold  W.  Lederer  and  Samuel  A. 
Reinach,  Jr. 

For  Opposition :  Anthony  D.  Decillis,  Diana  Pala- 
mara  and  Angelina  Livoti. 


CTION  OF  BOARD — Application  denied. 

.HE  VOTE  Tp  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioner 

Blum  and  Assistant  Chief  Walsh .  3 

Not  Voting:  Commissioner  Savage  .  1 

Absent  .  g 

HE  RESOLUTION— 

(302-36-BZ) 


Whereas,  Ferdinand  Savignano,  for  Edgar  J.  Kohn- 
amm,  owner,  filed  October  9,  1936,  an  application  under 
e  building  zone  resolution  to  permit  in  a  business  use 
strict  the  erection  and  maintenance  of  a  building  to  be 
sed  as  a  storage  garage  for  more  than  five  (5)  motor 
:hicles,  motor  vehicle  repair  shop  and  automobile  laun- 
■-y;  premises:  965-971  65th  street,  north  side,  100  ft.  west 
10th  avenue  (Block  No.  5743,  Lot  No.  67),  Borough  of 
rooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
r  the  Board  of  Standards  and  Appeals,  at  its  regular 
eeting,  February  16,  1937,  after  due  notice  by  publication 
the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
id 

Whereas,  the  use  district  maps  accompanying  the  build- 
g  zone  resolution  show  that  65th  street— business,  resi¬ 
de  and  unrestricted  use;  Fort  Hamilton  parkway— 
isiness  use;  10th  avenue — business  use,  and  64th  street 
business,  residence  and  unrestricted  use ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
ndered  December  22,  1936,  re  N.B.  App.  No.  12938-1936 
ads: 

“Proposed  storage  public  garage  for  more  than  five 
motor  vehicles,  automobile  repair  shop  and  automobile 
laundry  to  be  located  in  business  use  district  are  con¬ 
trary  to  Art.  II,  Sect.  4-a  of  Zone  Resolution.” 
d 

Whereas,  the  building  is  to  be  of  non-fireproof  con¬ 
viction,  one  story  in  height,  with  a  frontage  of  80  ft. 
d  a  depth  of  100  ft.,  to  be  occupied  as  a  garage  for  more 
an  five  motor  vehicles,  motor  vehicle  repair  shop  and 
to  laundry;  and 

Whereas,  this  application  was  the  subject  of  an  El¬ 
ection  by  a  committee  of  the  board,  report  of  which 
section  was  made  verbally  by  the  chairman,  recom- 
mding  denial;  and 


315-33-BZ. 


APPLICANT — Mary  A.  Klass,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
extension  of  time — re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of 
a  gasoline  service  station. 

PREMISES  AFFECTED — Southeast  corner  of  Astoria 
avenue  and  44th  street  (Block  No.  717,  part  of 
Lot  No.  29),  Astoria,  Borough  of  Queens. 
APPEARANCES— 


For  Applicant:  Wm.  Kushnick. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  '  0 

Absent  .  .  n 


THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . ]....!!!  0 

Absent  .  .  q 

THE  RESOLUTION— 

(315-33-BZ) 

Whereas,  this  application  affecting  premises  southeast 
corner  of  Astoria  avenue  and  44th  street  (Block  No.  717 
part  of  Lot  No.  29),  Astoria,  Borough  of  Queens,  was 
granted  by  the  board  March  13,  1934,  on  certain  conditions 
o’ome  e?temlfd  April  23,  1935,  September  24,  1935,  April’ 
Zo,  lyoo,  and  applicant  requested  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution,  adopted  by  the  board  on  March 
13.,  1934,  only  so  far  as  it  has  reference  to  obtaining  per¬ 
mits.  and  the  completion  of  work,  so  that  as  amended  this 
portion  of  the  resolution  shall  read: 

“that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  six  months  from  the  date  of  this  amend¬ 
ed  resolution.” 


460-26-BZ. 

APPLICANT.  Brooklyn  Ridgewood  Corporation,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  time— re  Application  (decision  of  the 
commissioner  of  buildings)  under  sections  7c  and 
21  of  the  building  zone  resolution,  permitting 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district  the  erection  and  maintenance 
of  a  building  to  be  used  as  a  theatre. 

PREMISES  AFFECTED1 — 4921-49 23  Fifth  avenue,  514- 
534  49th  street  and  513-533  50th  street  (Block  No. 
784,  Lot  No.  2),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  J.  H.  Walters. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  a 
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Negative  .  9 

Absent  . 

THE  VOTE  TO  EXTEND  TIME—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(460-26-BZ) 

Whereas,  this  application  affecting  premises  4921-4923 
Fifth  avenue,  514-534  49th  street  and  513-533  50th  street 
(Block  No.  784,  Lot  No.  2),  Borough  of  Brooklyn,  was 
granted  by  the  board  February  19,  1935,  on  certain  condi¬ 
tions,  time  extended  May  5,  1936,  and  applicant  requested 
a  further  extension  of  time  to  file  plans  and  complete 

^Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  February 
19  1935  only  so  far  as  it  has  reference  to  filing  of  plans 
and  completion  of  work,  so  that  as.  amended  that  portion 

of  the  resolution  shall  read:  . 

“That  all  plans  shall  be  filed  with  the  commissioner 
of  buildings  and  all  work  involved  shall  be  completed 
within  eighteen  months  from  the  date  of  this  amended 

and r that;11  other  than  as  amended  herein  the  resolution 
adopted  by  the  board  on  February  19,  1935,  shall  be  com¬ 
plied  with  in  all  respects. 


APPEAL  FROM  ADMINISTRATIVE  ORDER 
376-36- A. 

APPLICANT — Benjamin  Saltzman,  Assistant  Engineer, 
Department  of  Buildings,  for  Edwin  H.  Thatcher, 
Commissioner,  Department  of  Buildings. 

OWNER  OF  PREMISES  AFFECTED— Samuel  Rosen- 

wasser.  .  .  T 

SUBJECT — Application  for  revocation  of  permit  JNo. 

'  7557-1936. 

PREMISES  AFFECTED  -  987-1001  Liberty  avenue, 
northwest  corner  of  Conduit  boulevard  ( Block 
No.  4-157,  Lot  No.  32),  Borough  of  Brooklyn 


APPEARANCES— 

For  Applicant:  Benjamin  Saltzman. 

For  Tenant:  Alfred  A.  Lama. 

ACTION  OF  BOARD— Laid  over  to  March  2,  1937,  at 
2  P.M.,  so  that  building  department  can  have 
search  made  for  owner  of  record. 


APPLIANCE  SUBMITTED  FOR  APPROVAL 

96-36-SA.  ! 

APPLICANT— Michael  Kliegman,  agent,  for  Quiet  Heet 
Mfg.  Corp.,  owner. 

SUBJECT— Silent  Heet  Oil  Burner,  Model  C— Applica¬ 
tion  for  reopening — amendment — re  change  of 

name.  r,  t 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Request  to  reopen  dismissed  for 
lack  of  prosecution. 

THE  VOTE  TO  DISMISS  REQUEST  TO  REOPEN— 
Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(96-36-SA) 

Whereas,  the  Silent  Heet  Oil  Burner,  Model  C  was  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals,  May  19, ; 
1936;  and  , 

Whereas,  a  request  for  reopening  of  this  application 
under  date  of  December  28,  1936,  has  been  made  in  order 
to  market  this  burner  under  an  additional  name,  but  no 
further  action  has  been  taken  by  the  applicant.  I 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
dismissed  for  lack  of  prosecution. 


Adjourned,  3:30  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
appeal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  an> 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  foi 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  date 
required  by  law  are  supplied,  as  specified  on  the  blanl 
appeal  or  application  forms. 


There  is  now  on  display  in  one  of  the  rooms  in  this  the  Mayor’s  Committee  on  City  Planning.  If  interested 
Board  a  set  of  seven  maps  of  the  City  of  New  York,  these  maps  may  be  seen  any  week  day  and  up  to  12  o’clocl 
covering  the  real  property  inventory  report,  prepared  by  on  Saturdays. 
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MINUTES 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  February  2,  1937,  as  they  ap¬ 
peared  in  Bulletin  No.  6,  Vol.  XXII,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(1-27-BZ) 

Whereas,  this  application  affecting  premises  1124  Gun- 
hill  road,  south  side  from  Yates  avenue  to  Boston  road 
(Block  No.  4615,  Lot  No.  36),  Borough  of  The  Bronx, 
was  granted  by  the  board  January  21,  1936,  for  a  period 
of  ten  years  on  certain  conditions,  and  applicant  requested 
an  extension  of  time  to  obtain  permits  and  complete  work. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
January  21,  1936,  be  and  it  hereby  is  amended,  only  so 
far  as  it  has  reference  to  the  filing  of  plans  and  comple¬ 
tion  of  work,  so  that  as  amended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  thereof  for  a  period  of  ten  (10)  years 
from  January  21,  1936,  permitting  the  use  of  the  plot 
under  appeal  to  be  continued  as  a  gasoline  service  sta¬ 
tion,  on  condition  that  all  existing  buildings  shall  be 
entirely  removed  and  that  the  plot  shall  be  leveled  sub¬ 
stantially  to  the  grade  of  surrounding  streets  and  that 
the  new  accessory  buildings  shall  be  substantially  of 
the  area,  design,  construction  and  materials  as  indi- 


*Correction — The  word  “amended”  added  before  the 
word  resolution  in  the  last  line. 


cated  on  plans  filed  with  this  appeal  marked  ‘Received 
November  21,  1935’;  that  there  shall  be  no  automobile 
repairing  permitted  on  the  premises  or  parking  of  cars 
other  than  those  being  serviced ;  that  the  entire  area 
not  covered  by  accessory  buildings  shall  be  cement 
paved  and  that  there  shall  be  constructed  on  all  street 
fronts,  concrete  sidewalks  and  curbs ;  that  the  curb 
cuts  to  the  premises  shall  not  exceed  the  widths  shown 
on  plan  filed  with  this  appeal ;  that  the  openings  on 
the  building  line  shall  not  exceed  the  curb  cut  open¬ 
ings  opposite;  that  there  shall  be  constructed  on  the 
property  line  on  all  three  streets  between  such  open¬ 
ings,  concrete  curbing  not  less  than  12  inches  in  width 
and  not  less  than  5  inches  in  height  with  rounded  top 
and  reinforced  to  insure  permanency;  that  all  gasoline 
pumps  erected  shall  not  be  nearer  than  12  ft.  from 
any  building  line;  that  advertising  shall  be  limited  to 
permanent  flat  signs  attached  to  the  accessory  building, 
to  the  illuminated  globes  of  the  gasoline  pumps  and  to 
three  post  standards,  one  within  the  building  line  on 
each  street  intersection,  as  indicated,  such  post  stand¬ 
ards  to  carry  illuminated  signs  advertising  only  the 
brand  of  gasoline  on  sale  and  not  extending  beyond 
the  building  line  more  than  8  ft.  and  excluding  all 
other  signs,  including  roof  signs  and  signs  of  a  tem¬ 
porary  nature ;  that  there  shall  be  no  portable  gasoline 
pumps  used  on  or  from  the  premises;  that  complete 
working  drawings  substantially  carrying  out  the  re¬ 
quirements  of  this  resolution  shall  be  submitted  to  the 
chairman  and  approved  by  the  board  before  same  are 
filed  with  the  commissioner  of  buildings;  that  such 
plans  shall  be  filed  and  that  all  work  shall  be  com¬ 
pleted  within  two  years  from  the  date  of  this 
amended  resolution.” 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  February  9,  1937,  as  they  ap¬ 
peared  in  Bulletin  No.  7,  Vol.  XXII,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(372-36- A) 

Whereas,  Buckingham  Wax  Corporation,  applicant  and 
lessee  filed  December  8,  1936,  an  appeal  from  an  order  of 
the  fire  commissioner,  affecting  premises  51-03  Van  Dam 
street,  southeast  corner  of  Borden  avenue  (Block  No. 
305,  Lot  No.  17),  Long  Island  City,  Borough  of  Queens; 
and 

Whereas,  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  9,  1936,  re  Order  No.  69353-LC,  reads: 

“With  reference  to  application  dated  August  6,  1936, 
for  a  permit  to  store  naphtha,  wax  and  turpentine  to 
be  used  in  the  manufacture  of  floor  wax  at  51-03  Van 
Dam  street,  Long  Island  City,  Borough  of  Queens,  I 
regret  to  state  that  I  am  unable  to  issue  such  a  permit 
for  the  reason  that  a  recent  inspection  of  the  premises 
discloses  that  paints  and  varnishes  are  also  manufac¬ 
tured  on  said  premises,  a  violation  of  subdivision  2f, 
section  131,  chapter  10,  Code  of  Ordinances,  New 
York,  which  reads  as  follows : 

‘No  permit  for  the  manufacture  of  inflammable 
mixtures  shall  be  issued  for  any  building  where  dry 
goods  or  other  materials  of  a  highly  inflammable  na¬ 
ture  are  manufactured,  stored  or  sold.’ 

A  report  from  the  city  laboratory  dated  October  23, 
1936,  shows  the  preparation  known  as  ‘Buckingham 
Wax’  to  be  an  inflammable  mixture  flashpoint  82°. 

1.  You  are,  therefore,  ordered  to  remove  all  naphtha 
from  the  premises,  permanently  close  and  seal  the  inlet 
and  outlet  of  naphtha  storage  tank  and  to  discontinue 
the  further  storage  of  naphtha,  wax,  turpentine,  on 


*Correction — The  words  “permitting  the  use  of  naphtha” 
added  and  word  “existing”  deleted  in  line  67  and  words 
in  all  other  respects”  added  in  line  68  of  the  resolution. 


said  premises  as  the  manufacture  of  an  inflammable 
mixture  (Buckingham  Wax)  on  premises  is  a  violation 
of  subdivision  2f,  section  131,  chapter  10,  Code  of 
Ordinances,  New  York.” 
and 

Whereas,  the  building  in  question,  which  was  erected 
in  1913,  in  an  unrestricted  use  district,  is  of  ordinary  brick 
construction,  143  ft.  2  in.  on  Young  street,  106  ft.  2  in.  on 
Borden  avenue,  55  ft.  8  in.  on  Van  Dam  street,  40  ft.  three 
stories  in  height ;  Occupied :  1st  floor,  office,  shipping  and 
filling  of  paint  cans,  5  persons;  2nd  floor,  milling  and 
mixing  of  paint  and  packing  of  wax,  2  persons;  3rd  floor, 
grinding  of  paint  and  mixing  of  wax,  2  persons;  and 

Whereas,  the  applicant  contends  that  the  order  is  predi¬ 
cated  on  the  fact  that  paints  and  varnishes  are  manufac¬ 
tured  on  the  same  premises;  that  none  of  the  ingredients 
used  on  the  premises  under  consideration  for  the  manu¬ 
facture  of  paints  and  varnishes  is  inflammable ;  that  there 
is  no  open  flame  on  the  premises;  that  all  finished  prod¬ 
ucts  are  stored  in  metal  containers;  that  all  solvents  used 
in  the  manufacture  of  waxes  on  the  premises  which  are 
either  combustible  or  inflammable  are  stored  in  under¬ 
ground  tanks ;  that  the  premises  are  equipped  with  2 
gallon  fire-extinguishers,  fire  pails  and  Foamite  trucks; 
that  the  naphtha  stored  on  the  premises  is  stored  in  an 
approved  underground  tank  of  550  gallons  capacity  and 
is  pumped  through  a  single  standard  weight  steel  suction 
line  to  the  kettles  on  the  3rd  floor;  that  the  pump  is 
controlled  from  the  3rd  floor;  that  there  is  no  return  line 
to  the  tank;  and 

Whereas,  the  premises  in  question  were  the  subject  of 
an  inspection  by  a  committee  of  the  board,  verbal  report 
of  which  inspection  was  made  by  the  committee;  and 

Whereas,  this  report  recommended  the  granting  of  this 
appeal. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
69353-LC  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  use  of  naphtha 
as  long  as  the  conditions  in  all  other  respects  are  main¬ 
tained  to  the  satisfaction  of  the  fire  commissioner. 
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MINUTES 


^CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  February  9,  1937,  as  they  ap¬ 
peared  in  Bulletin  No.  7,  VoL  XXII,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(37 1-36- A) 

Whereas,  Metropolitan  Paint  Mfg.  Corp.,  applicant  and 
lessee,  filed  December  8,  1936,  an  appeal  from  an  order  of 
the  fire  commissioner,  affecting  premises  51-03  Van  Dam 
street,  southeast  corner  of  Borden  avenue  (Block  No. 
305,  Lot  No.  17),  Long  Island  City,  Borough  of  Queens; 

and  .  . 

Whereas,  the  order  of  the  fire  commissioner,  dated 
November  12,  1936,  re.  Order  No.  69398-LC,  reads: 

“1.  Remove  all  naphtha  from  the  premises,  per¬ 
manently  close  and  seal  the  inlet  and  outlet  of  naphtha 
storage  tank  and  discontinue  the  further  storage  of 
naphtha,  wax,  etc.,  on  said  premises  where  an  inflam¬ 
mable  mixture  (Buckingham  Wax)  is  manufactured  is 
a  violation  of  Subdivision  2f,  Section  131,  Chapter  10, 
Code  of  Ordinances,  New  York. 

2.  Remove  all  combustible  materials  from  inside 
fireproof  stairway  enclosure. 

3.  All  fill  pipe  terminals  shall  be  designed  to  pre¬ 
vent  tampering  by  unauthorized  persons  and  shall  be 
provided  with  raised  letters  reading:  ‘Fuel  Oil’  on 
fixed  portion  of  terminal  building.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil  and  a  stor¬ 
age  system  for  fuel  oil  to  be  used  in  the  same  prem¬ 
ises,  the  terminal  of  fuel  oil  fill  pipe  shall  be  pro¬ 
vided  with  a  left  handed  thread,  and  the  fill  pipe_  fit¬ 
ting  shall  be  of  a  different  size  than  that  required 
for  the  fill  pipes  to  gasoline  tanks.” 

and 

Whereas,  the  building  in  question,  which  was  erected 

* Correction — The  words  “permitting  the  use  of  naphtha” 
added  and  word  “existing”  deleted  in  line  59,  and  words 
“in  all  other  respects”  added  and  words  “on  the  prem¬ 
ises”  deleted  in  line  60  of  resolution. 


in  1913  in  an  unrestricted  use  district,  is  of  ordinary  brick 
construction,  143  ft.  2  in.  on  Young  street,  106  ft.  2  in. 
on  Borden  avenue,  55  ft.  8  in.  on  Van  Dam  street,  40  ft 
three  stories  in  height;  OCCUPIED:  1st  floor — office, 
shipping  and  filling  of  paint  cans — 5  persons;  2nd  floor — 
milling  and  mixing  of  paint  and  packing  of  wax— 2  per¬ 
sons;  3rd  floor— grinding  of  paint  and  mixing  of  wax— 2 
persons ;  and 

Whereas,  certificate  of  occupancy  No.  27  was  issued  on 
March  28,  1918  for  the  following  occupancy:  1st  floor- 
factory — 200  lbs.;  2nd  floor — factory — 120  lbs.;  3rd  floor- 
factory — 120  lbs. ;  and 

Whereas,  the  applicant  contends  that  all  paints  and  var¬ 
nishes  and  substances  used  on  the  premises  for  the  manu¬ 
facture  of  paints  and  varnishes  are  not  inflammable;  that 
there  is  no  open  flame  in  any  portion  of  the  building  and 
the  solvents  used  by  the  Buckingham  Wax  Corp.,  joint 
tenant,  which  are  either  combustible  or  inflammable  are 
stored  in  underground  tanks;  that  the  premises  are 
equipped  with  2j4  gallon  fire-extinguishers,  wall  type,  fire 
pails  and  Foamite  trucks;  that  the  naphtha  referred  to  in 
the  order  is  stored  in  an  approved  550  gallon  underground 
storage  tank  and  is  pumped  to  kettles  located  on  the 
3rd  floor  only  as  needed;  the  pump  is  located  in  the  one- 
story  extension  and  is  controlled  by  switch  on  the  3rd 
floor ;  the  piping  from  the  pump  to  the  tank  consists  of  a 
single  delivery  line  running  through  the  flow  meter  having 
a  dial  indicator  in  close  proximity  to  the  control  switch 
on  the  3rd  floor;  there  are  no  overflow  or  return  lines; 
all  piping  is  standard  weight  steel  piping;  all  varnish  thin- 
ners  (varnolene)  are  stored  in  an  approved  underground 
tank  underneath  the  thinner  room,  as  shown  on  plan;  and  \ 

Whereas,  the  premises  in  question  were  the  subject  of 
an  inspection  by  a  committee  of  the  board,  verbal  report 
of  which  inspection  was  made  by  the  committee ;  and 

Whereas,  this  report  recommended  the  granting  of  the 
appeal. 

Resolved,  that  the  order  of  the  fire  commissioner  (No. 
69398-LC)  be  and  it  hereby  is  modified  and  that  the  ap¬ 
peal  be  and  it  hereby  is  granted,  permitting  the  use  of 
naphtha  as  long  as  the  conditions  in  all  other  respects  are 
maintained  to  the  satisfaction  of  the  fire  commissioner. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c  , 


APPROVED  APPLIANCES 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 


May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 


Fairbanks  Company . 

Walworth  Company  . . 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc. 

Croker  National  Fire  Prev.  Eng.  Co - 

Jenkins  Brothers  . 

W.  D.  Allen  Mfg.  Co . 

John  Simmons  Co . 

Grinnell  . 

Elkhart  . 


81-20-SA 
899-27-SA 
1307-27-SA 
304-28-SA 
779-28-SA 
890-28- S  A 
209-29-SA 
651-30-SA 
14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company .  900-27-SA 

W.  D.  Allen  Mfg.  Company .  1151-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Jenkins  Brothers  .  780-28-SA 

Croker  National  Fire  Prev.  Eng.  Co .  970-28-SA 

Fairbanks  Company  .  268-29-SA 

Pratt  &  Cady  .  231-30-SA 

Elkhart  .  15-31-SA 
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RULES 


Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons,  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  SO  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

rlb  Witten  notices  must  be  given  to  the  Commissioner 
oi  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15..  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17..  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot : 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  5^4  pounds 

3  inches .  5  1/5  9j4  pounds 

4  inches .  7  13  pounds 

5  inches . 9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33^4  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigeratipr  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
tmcKness  and  weight  per  linear  foot: 


Diameters 

Thicknesses 

Weights  per 
Linear  Foot 

\y2  inches... 

. 14  inches 

2.68  pounds 

2  inches . . . 

. 15  inches 

3.61  pounds 

2}4  inches... 

. 20  inches 

5.74  pounds 

3  inches . . . 

. 21  inches 

7.54  pounds 

3^4  inches... 

. 22  inches 

9.00  pounds 

4  inches... 

. 23  inches 

10.66  pounds 

4l4  inches... 

. 24  inches 

12.34  pounds 

5  inches . . . 

. 25  inches 

14.50  pounds 

6  inches... 

. 28  inches 

18.76  pounds 

7  inches . . 

. 30  inches 

23.27  pounds 

8  inches. . . 

. 32  inches 

28.18  pounds 

9  inches . . 

. 34  inches 

33.70  pounds 

10  inches.. 

. 36  inches 

40.06  pounds 

11  inches... 

. 37  inches 

45.02  pounds 

12  inches.. 

. 37  inches 

48.98  pounds 

29.  All  brass  pipe  for  soil,  waste  and 

vent  pipes  and 

solder  nipples 

must 

be  thoroughly  annealed,  drawn,  brass 

tubing,  of  standard 

iron-pipe  gauge. 

30.  Connections 

on  brass  pipe  and  between  brass  pipe 

and  traps  on 

iron  pipe  must  not  be  made  with  slip  joints 

of  couplings. 

Threaded  connections  on  brass  pipe  must  be 

of  the  same  size  as 

iron  pipe  thread  for  same  size  of  pipe 

and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 

linear  foot  wi 

11  be 

required : 

Weights  per 

Diameters 

Thicknesses 

Linear  Foot 

V/2  inches.. 

. 14  inches 

2.84  pounds 

2  inches.. 

. 15  inches 

3.82  pounds 

2^4  inches.. 

. 20  inches 

6.08  pounds 

3  inches.. 

. 21  inches 

7.92  pounds 

3J4  inches.. 

. 22  inches 

9.54  pounds 

4  inches.. 

. 23  inches 

11.29  pounds 

4l4  inches.. 

. 24  inches 

13.08  popnds 

5  inches.. 

. 25  inches 

15.37  pounds 

6  inches.. 

. 28  inches 

19.88  pounds 

32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights : 


Diameters  Weights 


\y2  inches .  0  pound  8  ounces 

2  *  inches! .  0  pound  14  ounces 

2 y2  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy,  1 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half  ( 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  _  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short  , 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than : 


1}4  inch  pipe 

2  inch  pipe 

3  inch  pipe 

4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Weights  per 

Diameters  Linear  Foot 


\y  inch  (for  flush  pipes  only) .  2^4  pounds  . 

1^4  inches  .  3  pounds  ' 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  4^4  inches . . .  8  pounds. 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe  ‘ 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 

It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
alter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  s>'nk. 

‘  55.  These  drains,  when  sewer-connected,  must  have  con- 
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nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 


RULES 


cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter: 


Diameter 

of 

Pipe 

Fall 

J4  Inch  per  Foot 

Fall 

y2  Inch  per  Foot 

3 . 

....  1,200  square  feet 

1,500  square  feet 

4 . 

_  2,500  square  feet 

3,200  square  feet 

5 . 

_  4,500  square  feet 

6,000  square  feet 

6 . 

....  8,000  square  feet 

10,000  square  feet 

7 . 

_ 12,400  square  feet 

15,600  square  feet 

8 . 

_ 18,000  square  feet 

22,500  square  feet 

9 . 

....25,000  square  feet 

31,500  square  feet 

10 . 

_ 41,000  square  feet 

59,000  square  feet 

12 . 

_ 69,000  square  feet 

98,000  square  feet 

75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table: 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 

Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1%  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  V/2  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  wraste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1  Yz  inch  branches  on  a  1J4  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7- V/2  inch  branches  on  a  2  inch  main  branch. 


2-2  7 

4- 1^2  j 
1-2  I 

5- iy2  ] 


inch  branches  on  a  2  inch  main  branch, 
inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.'  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 


97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter ; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter ;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa- 


103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines. 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table : 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

1  54  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (154)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(24)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (154)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1)4  inches  in  diameter 
nor  larger  than  154  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

• 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings ;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
sf  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
uccupied  by  six  families  or  less;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
:he  tap  installed  under  the  supervision  of  the  Department 
}f  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (34)  inches;  except 
:hat  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (}4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled. 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 

Oil  Separators. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1 J4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used, 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of 
these  rules  and  regulations. 

ej 

Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 
buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code. 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building  1 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  of  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Weights  per 

Diameters  Linear  Foot 


Vs 

inch . 

.  0.56 

pound 

V2 

inch . 

.  0.85 

pound 

A 

inch . 

.  1.12 

pound 

1 

inch . 

.  1.67 

pound 

inch . 

.  2.24 

pounds 

iy3 

inch . 

.  2.68 

pounds 

2 

inch . 

.  3.61 

pounds 

2  y2 

inch . 

.  5.75 

pounds 

'  3 

inch . 

.  7.54 

pounds 

3/2 

inch . 

.  9.00 

pounds 

4 

inch . 

.  10.66 

pounds 

No  pipe  allowed  of  less  than  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable’  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
Shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
[(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
imbers  or  beams  instead  of  beneath  them.  Where  running 
ines  or  branches  cross  beams,  they  must  do  so  within 
hirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
;hall  the  said  pipes  be  let  into  the  beams  more  than  two 
nches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
.hall  be  properly  dripped,  protected  and  painted  with  two 
*oats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un- 
ess  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
vith  tar. 

.  184.  All  drops  must  be  set  plumb  and  securely  fastened, 
ach  one  having  at  least  one  solid  trap.  Drops  and  outlets 
ess  than  24  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

,  185.  All  outlets  and  risers  shall  be  left  capped  until  cov- 
red  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
vVhere  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
ouplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put- 
ing  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
pat  the  burners  of  same  are  not  less  than  three  feet  below 
ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
jected  by  a  shield,  in  which  case  the  distance  shall  not 
e  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
igainst  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
rom  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
^mbustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
inks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow- 
ig  scale : 


Diameter 

Length 

Burners 

Vs 

inch . 

feet 

3 

JA 

inch . 

feet 

6 

V 

inch . 

feet 

20 

1 

inch . 

feet 

35 

iv 

inch . 

feet 

60 

iy2 

inch . 

feet 

100 

2 

inch . 

feet 

200 

2/2 

inch . 

feet 

300 

3 

inch . 

feet 

450 

3^2 

inch . 

feet 

600 

4 

inch . 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
ss  than  required  for  six  burners,  and  all  gas  ranges  and 
waters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas- 
ring  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix- 
ies  shall  be  at  least  No.  18  standard  gauge  and  full  size 
‘itside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  24  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign))  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes ; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information: 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows: 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
ties,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deep  seal 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow-’ 
ing  with  their  application : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit | 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 

Apparatus.  ( 

l 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall5 
have  a  capacity  of  not  less  than  one  hundred  gallons  and' 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  mannei 
similar  to  that  prescribed  for  anti-siphon  traps,  except  tha1 
no  soap  bridge  need  be  provided  at  the  outlet. 
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USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w'th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement: 


l-V/2-3  Mix,  4  pounds  of  hydrated  lime  per  bag  o 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  o 
cement. 

l-2^4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  o 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which  i 
to  be  deposited  under  water. 
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Fire  Drill  Rules,  Adopted  By  the  Board  of  Standards  and  Appeals,  October  5,  1923. 


(593-23-SR) 

Note — In  republishing  these  Rules,  no  corrections  have 
leen  made  as  to  departmental  jurisdiction,  as  such  may  be 
iffected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
laws  of  1933. 

DEFINITION  OF  “FIRE  DRILL.” 

The  method  and  practice  of  the  systematic  and  or¬ 
derly  vacating  of  a  building  by  its  occupants  in  case  of 
emergency,  panic  or  fire  in  the  least  possible  time — by 
he  nearest  safe  means  of  exit — and  the  use  of  fire  ap- 
diances  which  shall  be  provided  for  the  extinguishing  or 
etarding  of  fire  and  the  safeguarding  of  human  life. 

tule  I  1  '  [WJ 

In  all  buildings  as  defined  in  Article  1,  Section  10  of 
!he  Labor  Law  in  which  fire  drills  are  required  pursuant 
o  Section  279  and  in  any  other  building  in  which  the 
'ire  Commissioner  may  be  directed  pursuant  to  the  power 
onferred  in  section  775-B  of  the  Greater  New  York 
Charter,  it  shall  be  the  duty  of  the  owners,  lessees  or 
.enants  to  conduct  fire  drills  monthly  and  at  such  other 
imes  as  the  Fire  Commissioner  may  direct. 

For  the  purpose  of  conducting  such  fire  drills  the 
wner  or  tenant  shall  appoint  from  among  their  em- 
loyees  such  responsible  and  dependable  persons,  male  or 
emale,  who  shall  efficiently  perform  the  duties  of  the 
arious  positions  of  the  fire  drill  organization,  as  specified 
n  the  accompanying  chart. 

It  shall  be  the  duty  of  the  owner  or  tenant  to  enter 
,n  the  blank  spaces  provided  for  that  purpose  in  said 
hart  the  names  of  persons  so  selected  and  post  said 
hart  and  copies  of  the  rules  in  a  conspicuous  place. 

i 

FIRE  DRILL  ORGANIZATION. 


'remises  . 

lame  of  concern . . . 

luilding  No . Story . 

FOREMAN  OR  PERSON  IN  CHARGE 
tegular  Substitute 


WATCHMAN 


MALE  SEARCHER 


FEMALE  SEARCHER 


STREET  ALARM  BOX  RUNNER 


SQUAD  MONITORS 

. Squad  No.  1 . 

.  “  “  2 . 

.  "  “  3 . 

.  “  “  4 

.  “  “  5 . 

.  “  "  6 . 

Rule  2.  Duties  of  Foreman. 

The  Foreman  or  Person  in  Charge  shall  direct,  enforce 
and  have  full  charge  of  the  “Fire  Drill”  in  every  factory 
on  each  floor.  Each  day  before  work  is  begun  he  shall 
see  that  extinguishers,  fire  hose,  fire  buckets,  etc.,  are  in 
readiness  for  use,  exit  doors  are  unlocked,  aisles  are  free 
from  obstruction,  that  stairways,  halls,  etc.,  are  properly 
lighted,  and  shall  remedy  any  dangerous  condition  found 
to  exist.  Immediately  after  work  is  commenced  he  shall 
check  up  the  Fire  Drill  Organization  list  and  note  if  the 
regularly  assigned  persons  are  present;  if  any  are  found 
to  be  absent,  he  shall  assign  other  employees  (if  prac¬ 
ticable)  to  perform  their  duties. 

He  shall  immediately  notify  new  employees  of  the  exist¬ 
ence  of  the  Fire  Drill  Organization  an  give  them  the  nec¬ 
essary  instructions  as  to  the  duties  they  are  to  perform,  etc. 

He  shall  be  familiar  with  the  operation  and  location  of 
the  interior  alarm  signal  -box  on  his  floor. 

He  shall  listen  for  the  test  signal  each  morning  at  the 
appointed  hour  and  in  the  event  of  the  test  signal  not 
being  heard  he  shall  communicate  with  the  superintendent 
or  other  person  in  charge  of  the  building  and  advise  him 
of  the  fact.  The  (Floor  Captains)  Foreman’s  orders  are 
final  as  to  the  carrying  out  of  the  fire  drill  on  his  par¬ 
ticular  floor. 

Rule  3.  Duties  of  Watchmen. 

The  WATCHMEN  shall  see  that  all  doors  and  windows 
are  closed  so  as  to  prevent  the  spread  of  fire.  The 
WATCHMEN  shall  be  the  only  persons  permitted  to  re¬ 
main  on  the  floor  during  the  progress  of  a  fire  drill  and 
do  so  at  their  own  risk.  For  ordinary  purposes  only  one 
watchman  and  a  substitute  shall  be  designated.  In  special 
cases,  however,  extra  watchmen  may  be  assigned  by  con¬ 
sent  in  writing  from  Fire  Commissioner. 

Rule  4.  Duties  of  Searchers. 

The  MALE  AND  FEMALE  SEARCHERS  shall  search 
all  toilets,  dressing  rooms  and  emergency  rooms  used  and 
frequented  by  their  sex  and  all  other  portions  of  the  floor 
and  order  all  persons,  except  those  authorized  to  remain, 
to  leave  the  premises.  They  are  to  take  care  of  and  assist 
all  persons  who  may  faint  or  be  disabled. 

SEARCHERS  shall  leave  the  floor  immediately  after  the 
last  squad  leaves. 


FIRE  BRIGADE 


EXIT  GUARDS 
Exit . 


Rule  5.  Duties  of  Street  Alarm  Box  Runner. 

The  STREET  ALARM  BOX  RUNNER  shall  be  fa¬ 
miliar  with  the  location  of  the  nearest  city  fire  alarm  box 
and  know  how  it  is  operated. 

In  ordinary  practice  fire  drills  the  STREET- ALARM- 
BOX-RUNNER  shall  report  to  the  Foreman  for  orders, 
and  if  his  services  are  not  required  he  shall  promptly  file 
out  of  the  premises  with  the  other  occupants. 

Only  when  a  fire  actually  occurs  on  his  floor,  or  when 
ordered  to  do  so  by  the  Foreman,  shall  the  STREET- 
ALARM-BOX-RUNNER  proceed  to  the  street  alarm  box 
and  send  in  the  fire  alarm. 
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Rule  6.  Duties  of  Fire  Brigade. 

The  fire  brigade  shall  have  full  charge  of  the  operation 
of  all  auxiliary  fire  fighting  apparatus  and  shall  endeavor 
to  extinguish,  or  at  least  hold  in  check  until  the  arrival 
of  the  fire  department,  any  fire  that  may  occur.  When  it 
is  necessary  for  the  fire  brigate  to  respond  to  different 
floors  in  the  building  they  shall  not  use  the  stairways  or 
fire  escapes  while  the  occupants  are  escaping  from  the 
premises. 


Rule  7.  Duties  of  Exit  Guards. 

The  EXIT  GUARDS  shall  station  themselves  at  all  exit 
doors  leading  to  fire  escapes,  stairways,  and  other  means 
of  escape  immediately  upon  the  sounding  of  the  alarm. 
There  shall  be  two  guards  for  each  exit,  if  practicable ; 
one  to  stand  in  the  hallway  holding  back  the  door  and  the 
other  directly  inside  on  the  floor.  They  are  to  keep  the 
exit  doors  open  and  direct  the  movements  of  the  persons 
using  these  exits  and  prevent  congestion. 

EXIT  GUARDS  shall  remain  at  their  stations  until  all 
of  the  occupants  of  the  building  have  passed  their  station. 
Then  close  their  doors  and  pass  out  of  the  building.  Upon 
signal  for  the  occupants  to  return,  EXIT  GUARDS  shall 
take  their  designated  stations  and  remain  there  until  all 
persons  have  returned  to  their  respective  floors. 

Rule  8.  Duties  of  Squad  Monitors. 

The  SQUAD  MONITORS,  as  soon  as  the  alarm  is 
sounded,  shall  see  that  the  employees  under  their,  charge 
quickly  form  into  line,  two  abreast,  and  numbering  not 
more  than  thirty  to  each  squad.  They  shall  see  that  all 
aisles  and  passageways  are  cleared  of  obstructions. 

Note:  Chairs,  stools,  baskets,  etc.,  should  be  pushed 
under  or  placed  on  top  of  work  benches. 

MONITORS  shall  proceed  at  the  head  of  their  re¬ 
spective  squads  to  the  exit  assigned,  and  then  march 
up  or  down  the  stairs  or  to  other  exits  as  directed  by 
the  EXIT  GUARDS. 

On  reaching  the  sidewalk  MONITORS  shall  keep  their 
squads  in  order  and  lead  them  a  reasonable  distance  from 
the  building,  so  as  not  to  cause  congestion  and  interference 
with  fire  apparatus.  When  the  proper  signal  is  given  they 
shall  return  to  their  respective  floors  at  head  of  their 
squads. 

MONITORS  will  at  all  times  see  that  those  under  their 
charge  conduct  themselves  in  a  respectable  and  orderly 
manner. 


rules  of  the  Board  of  Standards  and  Appeals,  the  fire  drill 
conducted  each  month  shall  include  all  of  the  persons  or 
the  premises  engaged  at  work  for  a  factory,  and  drills  shal 
be  conducted  at  least  twice  each  year  in  which  all  of  the 
persons  on  the  premises  shall  participate  simultaneously. 

Rule  10.  Duties  of  Owner. 

It  shall  be  the  duty  of  the  OWNER,  LESSEE  OR  TEN 
ANT  OF  THE  BUILDING  or  his  authorized  agent  oi 
their  representatives  to  personally  observe  that  the  “Fire 
Drill”  is  held  simultaneously  on  every  floor  of  the  build 
ing  and  the  participation  therein  of  every  occupant  of  sucl 
building.  Any  FIRE  DRILL  in  which  all  of  the  occupant: 
do  not  partiepate  shall  not  be  considered  as  complying  wit! 
the  LAW,  except  as  otherwise  provided  in  these  rules. 

The  person  or  persons  representing  the  OWNER,  LES 
SEE  OR  TENANT  who  supervises  the  FIRE  DRILL  a 
the  building  shall  submit  to  an  examination  by  the  Bureat 
of  Fire  Prevention  as  to  their  experience  and  general  fit 
ness  for  such  duties,  and  shall  be  so  certified  in  writing  U 
the  FIRE  COMMISSIONER. 

Rule  11.  Duties  of  Engineer. 

It  shall  be  the  duty  of  the  ENGINEER,  SUPERIN 
TENDENT  or  other  PERSON  IN  CHARGE  of  a  build 
ing  having  an  interior  fire  alarm  system  to  test  such  systen 
daily  immediately  after  the  beginning  of  business,  and  t( 
see  that  all  apparatus  operated  by  springs  requiring  wind 
ing  are  rewound  after  each  alarm  and  kept  in  norma 
condition  for  operation. 

Whenever  it  is  necessary  to  test  the  fire  alarm  systen 
at  any  other  time  of  the  day,  owing  to  repairs,  etc.,  beinf 
made,  the  PERSON  IN  CHARGE  OF  BUILDING 
will  first  notify  all  Foremen  of  the  several  floors  of  th 
intended  test  and  likewise  notify  them  when  the  repairs 
etc.,  are  completed.  This  precaution  is  taken  to  preven 
confusion  and  excitement,  also  misunderstanding  of  th 
alarm  signals. 

It  shall  also  be  the  duty  of  the  PERSON  IN  CHARGI 
OF  BUILDING  to  sound  the  interior  alarm  system  a 
irregular  intervals,  but  not  less  than  once  each  calenda 
month,  for  the  purpose  of  holding  practice  fire  drills 
He  shall  keep  on  the  premises  a  record  of  such  drill 
showing  the  date  when  held  and  the  required  time  fo 
all  occupants  to  reach  the  street  or  a  point  of  safet; 
outside  the  building. 

The  PERSON  IN  CHARGE  OF  BUILDING  mus 
immediately  acquaint  new  tenants  of  the  existence  o 
the  “Fire  Drill”  Organization  and  its  purport. 


Rule  9.  Holding  of  Drills. 

FIRE  DRILLS  shall  be  held  at  least  once  each  month 
at  varied  hours  of  the  day,  and  all  of  the  occupants  shall 
participate  therein  simultaneously.  Such  drills  shall  con¬ 
duct  all  occupants  to  a  place  of  safety. 

Where  dual  operation  interior  fire  alarm  systems  are  in¬ 
stalled  as  permitted  under  Rule  11  of  the  interior  fire  alarm 


Rule  12.  Registration. 

The  name  and  address  of  every  person,  corporation  o. 
co-partnership,  that  will,  under  professional  service,  carr 
on  the  trade,  business  or  calling  of  establishing,  main: 
taining  or  supervising  the  “Fire  Drill”  shall  be  registere, 
in  the  Fire  Department,  which  Department  shall,  upo, 
evidence  of  fitness,  grant  a  certificate  to  that  effect. 


NOTICE 


J 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  o 
the  Tenement  House  Department  on  Fire  Retarding,  Fir 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  s 
the  Distribution  Division  of  the  City  Record  Office,  Root 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12 
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P.  M.,  Affecting  Calendar  Numbers  309-35-BZ,  1220- 
23-BZ,  1 14-36-BZ,  1098-24-BZ,  85-36-BZ,  243-31-BZ, 
617-24-BZ,  540-30-BZ,  267-35-BZ,  189-32-BZ,  343-36-A, 
36-37-A,  361-36-A,  21-37-A,  26-37-A,  7-37-A,  44-37-A, 
116-31-A,  362-36-S,  393-36-S,  41-37-S,  37-37-S,  631-28-S, 
29-37-SA,  35-37-SA,  50-37-SA,  187-33-SA  and  214-35- 
SA. 

Smoking  in  Factory,  Rules. 

Oil  Burner  Rules. 

Approved  Fuel  Oil  Pumps. 

Approved  Burners  for  Domestic  and  Commercial  Use. 

Exit  Rules — Revolving  Doors. 

Approved  Range  Oil  Burners  and  Space  Heaters. 

Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

(  all  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  ,of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  March  1,  1937, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  March  8,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
hoard  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  February  24,  1937 

Cal.  No.  Department  Premises  Affected 

60-37-BZ . D.B.Q . 32-05  Newton  avenue,  northwest 

corner  of  33rd  street  (Block 
619,  Lots  1,  73,  74  &  75),  As¬ 
toria,  Borough  of  Queens, 
Decision. 


61-37-A . F.D . 1160-1172  Worthen  street,  south 

side,  200  ft.  east  of  Barry 
street  (Block  2736,  Lot 
202),  Borough  of  The 
Bronx,  5437-L.C. 


62-37-A . D.B.M . 29  Front  street,  south  side,  76.3 

ft.  east  of  Broad  street 
(Block  5,  Lot  11),  Borough 
of  Manhattan, 

Applic.  203-37. 


63-37-BZ . D.B.M . 35-37  Horatio  street,  north  side, 

69  ft.  east  of  Hudson  street 
(Block  627,  part  of  Lot  25), 
Borough  of  Manhattan, 

Applic.  3843-36. 


64-37-S . D.B.B . 3902  14th  avenue,  southwest  cor¬ 

ner  of  39th  street  (Block 
5298,  Lot  40),  Borough  of 
Brooklyn,  13589-L.D. 


65-37- A . F.D . Transportation  of  Fuel  Oil  in 

Truck  in  New  York  City, 
5496-L.C. 


66-37-A . D.B.M . 333-345  West  34th  street,  north 

side,  400  ft.  west  of  8th  ave¬ 
nue,  and  334-364  West  35th 
street,  south  side,  300  ft. 
west  of  8th  avenue  (Block 
758,  Lots  16  to  22  and  Lots 
59  to  64),  Borough  of  Man¬ 
hattan,  Zone  Viol.  5-37. 


67-37-BZ . D.B.B . 2561-2569  Ocean  avenue,  east 

side,  90  ft.  south  of  Ave¬ 
nue  U  (Block  7353  Lots 

68-70).  Borough  of  Brook¬ 
lyn,  Applic.  18335-37. 


68-37-BZ . .D.B.Bx _ 3066  Jerome  avenue,  east  side, 

95  ft.  south  of  204th  street 
(Block  3321,  Lots  30-32), 
Borough  of  The  Bronx, 

Applic.  16-37. 


Restored  to  Calendar 

1220-23-BZ _ D.B.B . 1090-1094  Gates  avenue,  east 

side,  100  ft.  north  of  Broad¬ 
way  (Block  3339,  Lot  1), 
Borough  of  Brooklyn, 

Decision. 


114-36-BZ . D.B.R . 330  Bay  street,  southwest  cor¬ 

ner  of  St.  Julian  place 
(Block  503,  Lot  32),  Staple- 
ton,  Borough  of  Richmond, 
Alt.  126-37. 


1098-24-BZ _ D.B.B . 458  Leonard  street,  east  side,  in¬ 

tersection  of  Manhattan 
avenue  (Block  2712,  Lot 
10),  Borough  of  Brooklyn, 
Decision. 


85-36-BZ . D.B.B . 2235-2247  Flatbush  avenue  and 

1832  East  48th  street,  north¬ 
east  corner  (Block  8487, 
Lots  1,  3  and  5),  Borough 
of  Brooklyn, 

Applic.  1434-36. 


243-31-BZ . D.B.M . 133-143  East  16th  street,  north 

side,  183  ft.  4  in.  east  of 
Irving  place  (Block  872, 
Lots  27,  30,  31  and  32).  Bor¬ 
ough  of  Manhattan, 

Alt.  845-31. 


CODE 

D.B . Department  of  Buildings 

H.D... . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond  ! 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  February  18,  1937,  George  S.  Mark,  attorney,  served  on  Board 
order  of  certiorari  for  130  East  37th  Street  Corporation  and  others 
and  Murray  Hill  Association,  Inc.,  objectors,  in  re  decision  of 
January  12,  1937,  granting  a  5-year  temporary  business  use  extend¬ 
ing  from  a  retail  into  a  residence  use  district,  under  section  7-c, 
Cal.  No.  72-36-BZ,  Premises  322-332  Lexington  avenue,  southwest 
corner  East  39th  street,  Borough  of  Manhattan. 

*  *  * 

On  February  24,  1937,  Samuels  &  Samuels,  attorneys,  served 
on  Board  petition  and  order  of  certiorari  for  Joseph  Giganti,  owner, 
in  re  decision  of  January  S,  1937,  denying  extension  of  garage  and 
erection  of  gasoline  station  in  residence  district,  under  section  7-a, 
Cal.  No.  240-36-BZ,  Premises  87-14  92nd  street,  Woodhaven, 
Borough  of  Queens. 


COURT  DECISIONS 

Peo.  ex  rel.  Michael  Dean  vs.  Abraham  Wolfe — Defendant  was 
charged  in  the  Magistrate’s  Court  with  violating  article 
II,  section  4-a,  subdivision  IS  of  the  building  zone  reso¬ 
lution,  as  amended  June  28,  1935,  by  storing  and 

parking  more  than  five  automobiles  in  a  business  dis- ■ 
trict,  to  wit  90  automobiles.  Magistrate  Kross  found 
the  defendant  guilty  but  suspended  sentence  (N.Y.L.J., 
January  30,  1936.  Judgment  convicting  defendant  af¬ 
firmed  by  Appellate  Division  (N.Y.L.J.,  June  24,  1936). 
Judgment  affirmed  without  opinion  by  Court  of  Ap¬ 
peals  (N.Y.L.J.,  November  18,  1936).  Upon  motion  for 
reargument  (which  was  denied)  the  Court  of  Appeals 
stated:  Judgment  affirmed  the  conviction  of  illegal 
parking  in  violation  of  article  II,  section  4-a,  subdivi¬ 
sion  IS  of  the  New  York  City  zoning  resolution  (N.Y. 
L.J.,  January  13,  1937). 

Note:  On  the  basis  of  this  decision,  a  person  who 
occupied  an  area  as  a  parking  space  for  more  than 
five  motor  vehicles  prior  to  June  28.  1935,  in  a  busi¬ 
ness  district,  may  not  continue  such  use  subsequent 
to  June  28,  1935,  unless  a  zoning  variance  is  granted 
by  the  Board  of  Standards  and  Appeals. 
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In  the  Matter  of  the  Application  of  Robert  Seignious,  respondent, 
for  himself  and  all  other  master  plumbers  licensed 
after  January  1,  1930,  for  a  mandamus  order  against 
John  L.  Rice,  as  Commissioner  of  Health  of  the  Citv 
of  New  York,  and  others,  &c.,  appellants.  (Decided 
December  31,  1936).  The  Court  of  Appeals  had  under 
review  section  1576  of  the  Greater  New  York  Charter 
which  empowers  an  administrative  officer  to  determine 
who  shall  take  an  examination  and  who  shall  be  ex¬ 
empt  therefrom  in  order  to  obtain  a  renewal  of  a  li¬ 
cense  to  engage  in  the  occupation  of  master  plumber 
and  held  it  a  delegation  of  legislative  power  which  the 
legislature  cannot  grant.  Though  the  legislature  has 
power  to  regulate  the  vocation  of  master  plumber  it 
may  not  in  the  exercise  of  such  power  arbitrarily  dis¬ 
criminate  among  persons  who  desire  to  enter  or  con¬ 
tinue  that  calling.  The  Court  of  Appeals  stated:  “We 
may  assume  that  in  the  exercise  of  the  powers  which 
the  legislature  has  sought  to  confer  on  the  commis¬ 
sioner  of  health,  he  will  act  reasonably.  None  the  less, 
if  the  statute  is  valid,  he  may  pick  and  choose  among 
individuals  without  formulating  a  general  standard  to 
be  used  in  classification  and  without  being  bound  by 
any  standard  formulated  by  the  legislature.  That  is 
not  the  grant  of  an  incidental  power;  it  is  the  dele¬ 
gation  of  a  legislative  power.  It  is  indeed  more  than 
that;  it  is  the  grant  of  a  power  to  discriminate  in  the 
matter  of  a  man’s  right  to  continue  to  carry  on  his 
business  not  only  between  classes  of  applicants,  but 
even  between  individuals  in  accordance  with  his  own 
judgment  of  what  is  best  in  that  particular  case.  That 
the  legislature  has  no  power  to  do  (People  &c.  v. 
Klinck  Packing  Co.,  214  N.Y.,  121).  The  order  should 
be  confirmed  with  costs.”  Opinion  by  Lehman,  J.,  all 
concur.  (N.Y.L.J.,  February  18,  1937). 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Feb.  2,  1937 — Vol.  22,  No.  5 
Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932 — Vol.  17.  No.  31 

Concrete  Flat  Slabs,  Rules . Feb.  9,  1937 — Vol.  22,  No.  6 

Concrete  Rules  (.Hydrated  Lime)...  Feb.  23,  1937 — Vol.  22,  No. 

Elevator  rules  . Mar.  3,  1936— Vol.  21.  No. 

Exit  Rules  (Revolving  Doors)....  Mar.  2,  1937 — Vol.  22  No 

Factory  Exit  Rules . Tan.  5,  1937— Vol.  22,  No. 

Fire  Alarm  Rules  (Interior) . Feb.  16,  1937— Vol.  22,  No. 

Fire  Drill  Rules . Feb.  23,  1937— Vol.  22,  No. 

Fire  Retarding  Rules  for  Garages, 

„.  etc-  ........  . . Jan.  26,  1937— Vol. 

Fireproof  Wood.  Testing  of . Apr.  14,  1936— Vol. 

Frame  Garages,  Ruling  for . Ian.  21.  1919 — Vol. 

Gas  Shut-Off  Rules . . Apr.  7.  1925— Vol. 

Hatchway  Protection  .  Tune  5.  1928 — Vol. 

Oil  Burner  Rules  . Mar.  2,  1937 Vol. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . . \'nv  ?7.  1 9 14 Vol 

Platform  Trucks,  Specifications  for.  Nov.  24,  1936 — Vol. 

Plumbing  Rules  .  .  Feb.  23,  1937— Vol. 

Procedure,  Rules  of . Jan.  5,  1937— Vol. 

Refrigerating  Systems.  Extract  C.O  Jan.  12,  1937 — Vol. 

Smoking  in  Factories,  Rules  for _ Mar.  2,  1937 — Vol. 

Sprinkler  Rules  .  Jan.  5>  I937_y0]. 

Standpme  Fireline  Rules . Feb.  2,  1937  -Vol. 

Structural  Alterations,  Reporting.  ..  Tune  7,  1932— Vol. 

lank  Trucks.  Fuel  Oil.  etc . Nov.  24,  1936— Vol. 

T,r,"cks-  Gasoline.  etc . Nov.  24,  1936— Vol. 

''ire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


22,  No.  4 

21.  No.  15 
4,  No.  3 

10,  No.  14 
13.  No.  2.3 

22,  No.  9 

19,  No.  48 

21,  No.  47 
“  "  8 

1 
2 
9 
1 
5 


22,  No. 

22,  No. 

22,  No. 

22,  No. 

22,  No. 

22,  No. 

17,  No.  23 
21,  No.  47 
21,  No.  47 


10.  1923— Vol.  8.  No.  15 


LIST  OF  APPROVED  APPLIANCES 


PREMISES— 1143-1147  2nd  avenue,  northwest  corner  of 
East  60th  street  (Block  No.  1415,  Lot  Nos.  21  and 
23),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

335-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  L.  &  F.  Realty 
Corporation,  owner. 

PREMISES — 2417-2437  Fulton  street  and  28-48  Norman 
place,  northwest  corner  (Block  No.  1546,  Lot  No. 
29),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

17-37-BZ. 

APPLICANT — George  Stone,  for  Bank  of  New  York  and 
Trust  Company,  owner. 

PREMISES — 322-324  West  41st  street,  south  side,  300  ft. 
west  of  8th  avenue  (Block  No.  1031,  Lot  No.  45). 
Borough  of  Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  retail  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles  for  a  period  of  not 
more  than  two  (2)  years. 


395-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  C.  H.  O.  Cor¬ 
poration,  owner. 

PREMISES — 987-1001  Liberty  avenue,  northwest  corner 
of  Conduit  boulevard  (Block  No.  4157,  Lot  No. 
28  and  part  of  Lot  No.  32),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  Febru¬ 
ary  9,  1937), 

TO  PERMIT  in  a  business  use  district  the  extension  of 
a  gasoline  service  station  (which  station  was 
granted  by  the  Court). 


MARCH  2,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
2,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


Anti-Siphon  Valves  . Mar. 

Fireline  Hose  Valves . Feb. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar. 

Fuel  Oil  Fill  Pipe  Terminals . ''lav 

Fuel  Oil  Burners  for  Industrial  Use.Nov. 

Fuel  Oil  Pumps . Mar. 

Paint.  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Mar. 


5. 

19.3  5- 

-Vol. 

20. 

No. 

10 

23, 

1937- 

-Vol. 

22, 

No. 

8 

2, 

1937- 

-Vol. 

22, 

No. 

9 

26. 

1916- 

-Vol. 

21. 

No. 

21 

17, 

1936- 

-Vol. 

21. 

No. 

46 

2, 

1937— 

-Vol. 

22, 

No. 

9 

26. 

1935— 

-Vol. 

20. 

No. 

48 

2, 

1937- 

-Vol. 

22, 

No. 

9 

CALL  OF  CLERK’S  CALENDAR 


cal.  no.  86-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Morris  I.  Hal- 
perin,  owner,  reopened  December  1, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(previously  withdrawn)  ;  premises  268 
Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 


MONDAY,  MARCH  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

296-36- BZ. 

APPLICANT— Lama  and  Proskauer,  for  Helen  L.  Sack- 
ett,  owner. 


cal.  no.  326-36-BZ — Application,  October  31,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Joseph  M.  Lonergan,  appli¬ 
cant,  on  behalf  of  Guiseppe  Montemo- 
rano,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte- 
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nance  of  a  gasoline  service  station ; 
premises  402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner 
(Block  No.  701,  Lot  No.  8),  Borough 
of  Brooklyn. 

CAL.  NO.  375-36-BZ— Application,  December  16,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  William  B.  Linder,  applicant, 
on  behalf  of  Jacob  Mayers,  owner,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station;  premises  179-183 
Flatbush  avenue,  619-621  Pacific  street 
and  8-18  5th  avenue  (Block  No.  1118, 
Lot  No.  1),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  2,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 

376-36- A— 987-1001  Liberty  avenue,  northwest  corner  of 
Conduit  boulevard  (Block  No.  4157,  Lot 
No.  32),  Borough  of  Brooklyn. 

343-36- A— 231-233  Bowery,  east  side.  148  ft.  3  in.  south 
of  Stanton  street  (Block  No.  426,  Lot 
No.  10),  Borough  of  Manhattan. 

27-36-A— 145  West  51st  street,  north  side,  125  ft.  cast  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
2,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the’ following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  26-36- BZ— Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use.  “B”  area  and  two  (2)  time? 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side.  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal,  ho.  889-24-BZ— Application  of  Lauritz  Lauritzen,  ap¬ 
plicant,  on  behalf  of  D.  &  B.  Auto 
Painting  Company,  owner,  reopened 
September  29,  1936,  under  sections  7a, 
7c  and  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  residence  use  dis¬ 
trict  the  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  103-111  Underhill 
avenue,  east  side,  103  ft.  11^2  in.  south 
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of  St.  Marks  avenue  (Block  No.  1153, 
Lot  No.  5),  Borough  of  Brooklyn. 

cal.  no.  300-35-BZ— Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under  | 
sections  7 a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERKS  CALENDAR 
MONDAY,  MARCH  8,  1937.  2  P.  M. 

Building  Zone  Cases 

58-32-BZ. 

APPLICANT— Irving  Adelsohn,  for  Frank  J.  Mahoney, 
owner. 

PREMISES— 5701-5711  20th  avenue,  southeast  corner  of 
57th  street  (Block  No.  5500,  Lot  No.  6),  Borough 
of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  January 
12,  1937), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

8-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  South  Brooklyn 
Savings  Bank,  owner. 

PREMISES — 113-125  Hamilton  avenue  and  306-314  Co¬ 
lumbia  street,  northwest  corner  (Block  No.  362, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

50-36-BZ. 

APPLICANT — William  McGrane,  for  Iceland  Rink 
Realty  Corporation,  owner. 

PREMISES — 2555  Jerome  avenue,  southwest  corner  of 
West  192nd  street  (Block  No.  3201,  Lot  No.  30), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  December  8,  1936), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
dismissed  for  lack  of  prosecution). 

414-29-BZ. 

APPLICANT— Sidney  H.  Kitzler,  for  Stella  C.  Sartor, 
owner. 

PREMISES— 970-978  Nostrand  avenue  and  291-301  Sulli¬ 
van  place,  northwest  corner  (Block  No.  1305,  Lot 
Nos.  46,  47,  48,  50  and  52),  Borough  of  Brooklyn 

APPLICATION  under  section  21  of  the  building  zon< 
resolution  (reopened  under  new  proposal  Janu 
ary  19,  1937),  .  . 

TO  PERMIT  partly  in  a  business  use  district  and  parti} 
in  a  residence  use  district  the  erection  and  main 
tenance  of  a  garage  for  more  than  five  (5)  motoi 
vehicles. 


CALENDAR 


MARCH  9,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  March 
9,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 


cal.  no.  3-37-BZ — Application,  January  7,  1937,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
of  Henry  G.  Steinmetz,  applicant,  on 
behalf  of  John  A.  Steinmetz,  owner,  to 
permit  partly  in  an  unrestricted  use 
district  and  partly  in  a  business  use 

,  district  the  occupancy  of  a  plot  ground 

as  a  parking  space  for  more  than  five 
(5)  motor  vehicles;  premises  2825 
Bailey  avenue,  west  side,  205.33  ft. 
north  of  West  Kingsbridge  road 
(Block  No.  3264,  Lot  No.  38),  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  354-36-BZ — Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  .Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 


cal.  no.  386-36-BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Mary  E.  Carter, 
owner,  to  permit  in  a  residence  use 
district  the  conversion  of  occupancy 
of  part  of  existing  building  to  busi¬ 
ness  use;  premises  144-30  Farmers 
boulevard,  west  side,  35.72  ft.  south 
of  144th  road  (Block  No.  32 42,  Lot 
No.  5),  Springfield,  Borough  of 
Queens. 

: 

:al.  no.  114-36-BZ — Application  of  Charles  B.  Dullea,  ap¬ 
plicant,  on  behalf  of  D’Arcy  Parrott 
and  William  V.  Burke,  trustees  of  the 
Estate  of  Adeline  Gesner,  owner,  re¬ 
opened  February  24,  1937.  for  consid¬ 
eration  of  the  amendment  to  the  reso¬ 
lution  of  May  26,  1936 — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
alteration  and  change  of  occupancy  of 
an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles,  mo¬ 
tor  vehicle  repair  shop,  automobile 
showroom  and  also  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion ;  premises  330  Bay  street,  south¬ 
west  corner  of  St.  Julian  place  (Block 
No.  503,  Lot  No.  32),  Stapleton,  Bor¬ 
ough  of  Richmond. 
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cal.  no.  243-31-BZ — Application  of  Walter  C.  Martin,  ar¬ 
chitect,  Superintendent  of  School 
Buildings,  on  behalf  of  Board  of  Edu¬ 
cation,  City  of  New  York,  owner,  re¬ 
opened  February  24,  1937,  for  con¬ 
sideration  as  to  extension  of  time  to 
complete  work — re  Application,  granted 
on  condition,  under  section  21  of  the 
building  zone  resolution,  permitting  in 
a  one  and  one-half  times  height  dis¬ 
trict  the  erection  of  the  street  wall  of 
a  building  in  excess  of  the  height  per¬ 
mitted  under  the  building  zone  reso¬ 
lution  ;  premises  133-143  East  16th 
street,  north  side,  183  ft.  4  in.  east  of 
Irving  place  (Block  No.  872,  Lot  Nos. 
27,  30,  31  and  32),  Borough  of  Man¬ 
hattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  9,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 
of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

36-37-A — 337-341  Avenue  O  and  1582-1592  East  3rd 
street,  northwest  corner  (Block  No.  6584, 
Lot  No.  49),  Borough  of  Brooklyn. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  15,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

598-29-BZ. 

APPLICANT — Robert  E.  McGannon,  for  Mortimer  M. 
Furtsch,  owner. 

PREMISES — 1599-1609  Jerome  avenue,  west  side,  100  ft. 
south  of  Featherbed  lane  (Block  No.  2860,  Lot 
No.  26),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  December  15,  1936  under  new 
proposal), 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  motor  vehi¬ 
cle  repair  shop. 


355-36-BZ. 

APPLICANT — Cogat  Garage  Inc.  (lessee),  for  Edlar 
Realty  Corporation,  owner. 

PREMISES — 693  East  Gun  Hill  road,  northwest  corner 
of  Willet  avenue  (Block  No.  4642,  Lot  No.  70), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

15-37-BZ. 

APPLICANT — James  F.  Hunter,  for  Consolidated  Edison 
Co.  of  New  York,  Inc.,  owner. 

PREMISES — 1540-1544  Boston  road  and  844-850  East 
172nd  street,  southwest  corner  (Block  No.  2966, 
Lot  No.  81),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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TO  PERMIT  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles  and, 
also,  gasoline  service  station. 


northwest  corner  of  Atkins  avenue 
and  New  Lots  avenue  (Block  No. 
4086,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 


389-36-BZ. 

APPLICANT — Arthur  H.  Haaren  for  Kesbec,  Inc., 
owner. 

PREMISES — 2389  Jerome  avenue,  west  side,  150  ft.  north 
of  West  184th)  street  (Block  No.  3199,  Lot  No. 
113),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5^  motor  vehicles. 


MARCH  16,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  bv  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
16,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

CAL.  NO.  71 -30- BZ— Application  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Bessie  Rubin, 
owner,  reopened  under  new  proposal 
November  4,  1936,  under  sections  7h 
and  21  of  the  building  zone  resolution, 
to  permit  in  a  business,  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles  (previously  denied  for  a  gaso¬ 
line  service  station)  ;  premises  887-911 
New  Lots  avenue  and  399-407  Berri- 
man  street,  northeast  corner,  and 


CAL.  no.  234-36-BZ — Application,  July  30,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Charles  Weishaupt,  applicant,  on 
behalf  of  Estate  of  John  H.  Inman, 
Sr.,  and  John  H.  Inman,  Jr.,  owners, 
to  permit  in  a  business  use  district  the! 
conversion  of  occupancy  of  part  of  an 
existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles;  prem¬ 
ises  1690-1698  Broadway  and  203-209 
West  53rd  street,  northeast  corner1 
(Block  No.  1025,  Lot  No.  25),  Bor¬ 
ough  of  Manhattan. 

CAL.  NO.  1220-23-BZ — Application  of  Elwood  Cross  and 
Herbert  W.  Pierce,  applicants,  on  be¬ 
half  of  Charles  E.  Blake,  Elizabeth  B. 
Gardiner,  Henriette  K.  Bennett,  George 
K.  Bennett  and  Grace  Rogers  De 
Beixedon,  owners,  reopened  February 
24,  1937,  for  consideration  as  to  ex-' 
tension  of  permit — re  Application, 
granted  on  condition,  under  section  7g 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  main¬ 
tenance  of  a  parking  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1090-1094  Gates  avenue,  east  side, 
100  ft.  north  of  Broadway  (Block  No. 
3339,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

WEDNESDAY  MORNING,  FEBRUARY  24,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  February  16,  1937  and  the  minutes 
of  the  regular  meeting  of  the  Board  held  on  Tuesday 
afternoon,  February  16,  1937,  were  approved  as  printed 
in  Bulletin  No.  8,  Vol.  XXII. 


BUILDING  ZONE  CASES 

370-36-BZ. 

APPLICANT— Goldschlag  and  Kron,  for  Drydock  and 
Corlear  Park  Properties,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  change  of  occupancy  of  an  exist¬ 
ing  building  to  a  garage  for  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 533  East  14th  street  and  240 
Avenue  B,  northwest  corner  (Block  No.  972,  part 
of  Lot  No.  16),  Borough  of  Manhattan. 

APPEARANCES— 


For  Applicant:  Herman  Kron  and  Bernard  F.j 
Stern. 

For  Opposition:  Arthur  Miller,  Benjamin  Strump, 
M.  Southard,  Mrs.  H.  Ulmar  and  M.  Miller, 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  t 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  C 

THE  RESOLUTION— 

(370-36-BZ) 

Whereas,  Goldschlag  and  Kron,  for  Drydock  and  Cor¬ 
lear  Park  Properties,  Inc.,  owner,  filed  December  10,  193C 
an  application  under  the  building  zone  resolution  to  per¬ 
mit  in  a  business  use  district  the  change  of  occupancy  ol, 
an  existing  building  to  a  garage  for  more  than  five  (5) 
motor  vehicles;  Premises:  533  East  14th  street  and  24( 
Avenue  B,  northwest  corner  (Block  No.  972,  part  of  Lo. 
No.  16),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatioi 
by  the  Board  of  Standards  and  Appeals,  at  its  regulai 
meeting,  February  24,  1937,  after  due  notice  by  publicatioi 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals 
and 

Whereas,  the  use  district  maps  accompanying  the  build 
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ing  zone  resolution  show  that  East  14th  street  is  in  a  busi¬ 
ness  and  unrestricted  use;  East  15th  street  is  in  an  unre- 
.  stricted  and  business  use  and  Avenue  B  is  in  a  business 
and  unrestricted  use;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  27,  1936  re  App.  No.  3330-1936,  reads: 

9.  Public  garages  in  business  districts  are  unlawful. 

Art.  2,  Zoning  Resolution. 

and 

Whereas,  the  building  is  of  non-fireproof  construction 
three  and  four  stories  in  height,  with  a  frontage  of  126 
ft.  on  Avenue  B  and  350  ft.  on  East  14th  street.,  irregular 
in  area,  originally  occupied  as  a  car  barn,  proposed  to  be 
occupied  as  a  garage  for  more  than  five  motor  vehicles; 
and 

i  Whereas,  the  board  is  enjoined  under  section  21  of  the 
building  zone  resolution  from  granting  any  variation  of 
the  zoning  law  to  permit  a  garage  on  the  same  block  be¬ 
tween  the  same  two  intersecting  streets  with  a  duly  or¬ 
ganized  school  for  children  under  16  years  of  age,  giving 
■  regular  instruction  at  least  five  days  a  week  for  eight 
months  or  more  each  year,  owned  and  operated  by  any 
established  religious  body  or  educational  corporation;  and 

|  Whereas,  there  exists  such  a  school  at  513  East  14th 
street  within  the  same  block. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


366-36-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  2291  Realty 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  erection  and  maintenance  of  a  business 
building  (stores). 

PREMISES  AFFECTED— 2261-2269  (2291  displayed), 
Grand  Concourse,  west  side,  95  ft.  south  of  East 
183rd  street  (Block  No.  3163,  Lot  No.  26),  Bor¬ 
ough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Max  Siegel  and  Sidney  R.  Dia¬ 


mond. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  denied. 

!THE  VOTE  Tp  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(366-36-BZ) 


Whereas,  Scacchetti  and  Siegel,  for  2291  Realty  Cor¬ 
poration,  owner,  filed  November  30,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  residence 
use  district  the  erection  and  maintenance  of  a  business 
building  (stores);  Premises:  2261-2269  (2291  displayed) 
Grand  Concourse,  west  side,  95  ft.  south  of  East  183rd 
street  (Block  No.  3163,  Lot  No.  26),  Borough  of  The 
Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
.meeting,  February  24,  1937,  after  due  notice  by  publication 
m  the  Bulletin  of  the  Board  of  Standards  and  Appeals ; 

and 

'.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  Concourse  is  in  a 
residence  and  business  use  district ;  Creston  avenue  is  in  a 
residence  and  business  use  district ;  K.  183rd  street  is  in  a 
business  and  residence  use  district  and  E.  182nd  street  is 
in  a  residence  use  district;  and 


Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  10,  1936,  N.  B.  Application  No.  583- 
1936,  reads : 

“1.  The  proposed  erection  of  a  business  building 
(retail  stores)  in  a  residence  district  is  contrary  to 
section  3  of  the  building  zone  resolution.” 

and 

V  herf.as,  the  proposed  building  is  to  be  of  non-fireproof 
construction  one  story  in  height,  with  a  frontage  of  100 
feet  and  a  depth  of  84  feet  to  be  occupied  as  a  business 
building  (stores)  ;  a  small  irregular  area  of  the  plot  at 
the  northwest  corner  is  located  in  the  business  use  district, 
the  remainder  of  the  plot  is  in  the  residence  use  district ; 
and 

Whereas,  the  board  deemed  that  hardship  did  not  exist 
and  that  the  plot  can  be  developed  with  a  conforming  use. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


19-37-BZ. 

APPLICANT — J.  M.  Berlinger,  for  Column  Holding  Cor¬ 
poration,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  resi¬ 
dence  use  district,  partly  in  a  business  use  dis¬ 
trict  and  partly  in  an  unrestricted  use  district  the 
erection  and  maintenance  of  a  mortuary  chapel. 

PREMISES  AFFECTED — 1-11  Ocean  parkway,  south 
side,  J60  ft.  10J4  in.  east  of  East  8th  street  (Block 
No.  5322,  Lot  No.  10),  Borough  of  Brooklyn, 
APPEARANCES— 

For  Applicant :  J.  M.  Berlinger,  Charles  I.  Gold¬ 
man  and  Edward  Rosenthal. 

For  Oppposition :  James  E.  Sampson,  Herman  L. 
Brodfeld,  William  L.  Rosan,  Samuel  Horo¬ 
witz,  William  P.  Niebrugge,  Thomas  Ander¬ 
son,  L.  C.  Squire,  and  Edward  R.  Teevan. 


AC  1  ION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  o 

THE  RESOLUTION— 

(19-37-BZ) 


Whereas,  J.  M.  Berlinger,  for  Column  Holding  Cor¬ 
poration,  owner,  filed  January  15,  1937,  an  application  un- 
der  the  building  zone  resolution  to  permit  partly  in  a 
residence  use  district,  partly  in  a  business  use  district  and 
partly  in  an  unrestricted  district  the  erection  and  main¬ 
tenance  of  a  mortuary  chapel;  Premises:  1-11  Ocean  park¬ 
way,  south  side,  160  ft.  I0y2  in.  east  of  East  8th  street 
(Block  No.  a 322,  Lot  No.  10),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  February  24,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ocean  parkway  is  in  a  resi¬ 
dence  use  district;  Caton  place  is  in  an  unrestricted  and 
business  use  district;  East  8th  street  is  in  a  business,  resi¬ 
dence  and  unrestricted  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  15,  1937  re  Application  No.  20636-193G 
reads : 

“Proposed  one  story  brick  fireproof  structure  to  be 
used  as  a  mortuary  chapel  with  accessory  uses  for 
flower  display  and  sale,  casket  display  and  sale  and 
embalming,  to  be  located  partly  in  a  residential  use 
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district  and  partly  in  a  business  and  unrestricted  use 
district  is  contrary  to  Art.  II,  Sec.  3  of  the  Zone 
Resolution.” 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction  one  story  in  height,  with  a  frontage  of  90  ft. 
and  a  depth  of  168  ft.  4  in.  irregular,  to  be  occupied  as  a 
mortuary  chapel  and  undertaking  establishment,  the  build¬ 
ing  extending  approximately  65  ft.  into  the  residence  use 
district  of  Ocean  parkway ;  and 

Whereas,  in  the  opinion  of  the  board  the  plot  under 


appeal  can  be  readily  developed  with  a  conforming  use 
and  the  proposed  use  would  be  distinctly  harmful  to  sur¬ 
rounding  values  particularly  to  new  conforming  residential 
buildings  recently  erected. 

Rcsolrcd,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


Adjourned,  12:15  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

WEDNESDAY  AFTERNOON,  FEBRUARY  24,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

300-35-BZ. 

APPLICANT— William  Richter,  for  Arthill  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  reopened  December  15,  1936,  un¬ 
der  new  facts  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  an  existing  gasoline 
service  station  (previously  denied). 

PREMISES  AFFECTED— 2664-2694  Ocean  Parkway, 
west  side,  15  ft.  south  of  Nixon  court  (Block  No. 
7237,  Lot  Nos.  63  and  65),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  Richtei. 

For  Opposition  :  None. 

ACTION  OF  BOARD— Laid  over  to  March  2,  1937,  at 
2  P.M.  awaiting  opinion  from  corporation  counsel. 


1220-23-BZ. 

APPLICANT— Elwood  Cross  and  Herbert  W.  Pierce,  for 
Charles  E.  Blake,  Elizabeth  B.  Gardiner,  Henri- 
ette  K.  Bennett,  George  K.  Bennett  and  Grace 
Rogers  DeBeixedon,  owners. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  permit — re  Application  (order  of  the 
fire  commissioner)  under  section  7g  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  maintenance  of  a  parking  garage  for 
the  storage  of  more  than  five  (5)  motor  vehicles 
for  a  temporary  period. 

PREMISES  AFFECTED — 1090-1094  Gates  avenue,  east 
side,  100  ft.  north  of  Broadway  (Block  No.  3339, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  August  C.  Flamman. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  March  16,  1937 
at  10  A.M. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


114-36-BZ. 

APPLICANT — Charles .B.  Dullea,  for  D’Arcy  Parrott  and 
William  V.  Burke,  trustees,  Estate  of  Adeline 
Gesner,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Application  ('decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  alteration  and  change  of  occu¬ 
pancy  of  an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles,  motor  vehicle 
repair  shop,  automobile  showroom  and,  also  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 330  Bay  street,  southwest  cor¬ 
ner  of  St.  Julian  place  (Block  No.  503,  Lot  No. 
32),  Stapleton,  Borough  of  Richmond. 

APPEARANCES—  f 

For  Applicant:  Charles  B.  Dullea  and  William  V. 
Burke. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  March  9,  1937,  at 
10  A.M.  Applicant  to  notify  property  owners  in 
the  affected  area  by  registered  mail  not  later  than 
February  27,  1937. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


1098-24-BZ. 

APPLICANT — Frank  V.  Laspia,  for  William  Schwartz- 
berg,  owner. 

SUBJECT — Application  for  consideration — reopening  un¬ 
der  new  proposal,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  change  of  occupancy  of  a  garage  for 
more  than  five  (5)  motor  vehicles  (previously 
granted  by  the  boardi)  to  a  motor  vehicle  repair 
shop. 

PREMISES  AFFECTED— 458  Leonard  street,  east  side, 
intersection  of  Manhattan  avenue  (Block  No. 
2712,  Lot  No.  10),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Michael  Agusta. 

ACTION  OF  BOARD— Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 
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Negative 
Absent  . 


0 

0 


85-36- BZ. 

APPLICANT— Lama  and  Proskauer,  for  Flatbush  Sav¬ 
ings  Bank,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
restoration  to  calendar — re  Application  (decision 
of  the  commissioner  of  buildings)  under  section 
21  of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station  ('previously  with¬ 
drawn). 

PREMISES  AFFECTED — 2235-2247  Flatbush  avenue 
and  1832_East  48th  street,  northeast  corner  (Block 
No.  8487,  Lot  Nos.  1,  3  and  5),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

[ACTION  OF  BOARD — Application  reopened  subject  to 
usual  procedure. 

THE  VOTE  Tp  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . [’.!!!  0 

Absent  . ’  U 


243-31-BZ. 

APPLICANT  Walter  C.  Alartin,  Superintendent  of 
School  Buildings,  for  Board  of  Education,  City 
of  New  York,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  time— re  Application  (decision  of  the 
superintendent  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  one- 
and  one-half  times  height  district  the  erection  of 
the  street  wall  of  a  building  in  excess  of  the 
height  permitted  under  the  building  zone  resolu¬ 
tion. 

PREMISES  AFFECTED — 133-143  East  16th  street,  north 
side,  183  ft.  4  in.  east  of  Irving  place  (Block  No. 
872,  Lot  Nos.  27,  30,  31  and  32)  Borough  of 
Manhattan. 

APPEARANCES — 

For  Applicant:  Charles  Tilgner. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing,  March  9  1  937  at 
10  A.M.  ’  ’ 

rHE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . *  q 

Absent  .  .  q 


>17-24-BZ. 

APPLICANT— O.  B.  Almgren,  for  Lantic  Corporation, 
'  owner. 

EJECT  Application  for  consideration — reopening  and 
amendment  re  Application  (decision  of  the  sup¬ 
erintendent  of  buildings)  under  section  7c  of  the 
building  zone  resolution,  permitting  the  alteration 
and  conversion  of  occupancy  of  building  used  as 
a  factory,  stable  and  garage,  located  partly  in  a 
business  use  district  and  partly  in  an  unrestricted 
use  district,  to  a  garage  for  the  storage  of  more 
mr-n,  lhan  “ve  (5)  motor  vehicles. 

MISES  AFFECTED — 41-57  Third  avenue,  southeast 
corner  of  Atlantic  avenue  (Block  No.  186,  Lot  No 
v  nn-r-  i/’  Borough  of  Brooklyn. 

APPEARANCES — 

For  Applicant:  S.  L.  Teitler. 


ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

V  alsh  .  4 

Negative  . "  ’  ’  0 

Absent  .  q 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . g 

THE  RESOLUTION— 

(617-24-BZ) 

Whereas,  this  application  affecting  premises  41-47  Third 
avenue,  southeast  corner  of  Atlantic  avenue  (Block  No. 
186,  Lot  No.  1),  Borough  of  Brooklyn,  was  granted  by  the 
board  July  1,1924  on  certain  conditions,  resolution 
?^nCef  May  November  14,  1933,  and  July  17 

U34,  time  extended  September  25,  1934,  July  15,  1935,  and 
uctober  Z(J,  1956,  and  owner  now  requests  a  further  amend¬ 
ment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  17,  1934,  so  far  as  it 
has  reference  to  the  proposed  alteration  at  the  corner  of 
Atlantic  and  Third  avenues  and  the  construction  of  boiler- 
room  and  entrance  thereto,  so  that  as  amended  the  reso¬ 
lution  will  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolu¬ 
tion,  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  that  the  building  be  limited  in 
height  to  a  two-story  structure  above  grade;  that  the 
rear  wall  be  unpierced  throughout  its  entire  height  and 
length;  that  any  ramps  installed  shall  start  from  the 
grade  level  and  shall  be  not  less  than  25  ft.  from  the 
walls  of  the  building  at  street  fronts;  that  the  street 
elevations  shall  be  finished  in  face  brick  with  archi- 
tectural  terra  cotta  or  stone  trimmings ;  that  there 
shall  be  no  vehicular  opening  from  Third  avenue  ex¬ 
cept  as  hereinafter  permitted ;  that  the  sills  of  any  win¬ 
dows  thereon  shall  be  at  least  5  ft.  above  sidewalk 
levei  and  shall  be  glazed  with  translucent  glass  other 
than  a  plate  glass  show  window  on  the  Third  avenue 
iront  at  the  Atlantic  avenue  end  that  any  skylight 
installed  shall  be  glazed  with  plain  glass,  protected 
with  wire  guards  above  and  below;  that  there  shall 

bC  *12  aiVie-rtiSmg  °r  HgnS  of  any  description  displayed 
°u  ii  l  Third  avenue  front  of  the  building ;  that  there 
shall  be  no  roof  signs  permitted  on  any  part  of  the 

sLr^tare  ’  that  not  more  than  one  projecting  sign 
shall  be  permitted  on  the  Atlantic  avenue  front  of  the 
building;  that  alteration  to  the  first  story  may  be  per¬ 
mitted  as  indicated  on  the  plans  filed  with  this  appli- 
cation  marked  “Received  November  1,  1933,”  under 
which  the  wall  of  the  first  story  is  to  be  completely 
removed  along  Atlantic  avenue  and  for  a  distance  of 
5Z  tt.  southerly  from  Atlantic  avenue  along  Third 
avenue,  so  that  the  Atlantic  avenue  front  portion  of 
the  first  story  of  this  building  may  be  used  as  a  gaso¬ 
line  selling  area,  on  condition  that  there  shall  be 
elected  between  the  gasoline  selling  area  and  the  bal¬ 
ance  of  the  first  story  used  as  public  garage  a  fire¬ 
proof  wall  for  the  full  height  of  the  first  story  con¬ 
tinuously  from  the  easterly  wall  to  the  Third  avenue 
wall  and  with  all  openings  therein  protected  with 
fireproof  doors;  that  the  entire  gasoline  selling  area 
shall  be  cement  paved;  that  the  ceiling  over  the  gaso- 
hne  selling  area  shall  be  fire-retarded  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Appeals- 
that  the  boiler  room  located  in  the  cellar  near  the 
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corner  of  Atlantic  and  Third  avenues  shall  be  entucly 
separated  from  the  balance  of  the  building  with  fire¬ 
proof  material  and  enterable  only  from  the  exterior 
by  means  of  a  new  stairway  to  be  erected  from  Third 
avenue  at  a  point  approximately  60  ft.  southerly  from 
the  intersection  of  Atlantic  and  Third  avenues  as  indi¬ 
cated  on  revised  plans  marked  received  July  11,  1934; 
that  this  stairway  and  passage  therefrom  to  the  boiler 
room  shall  be  separated  from  the  balance  of  the  build¬ 
ing  by  fireproof  construction  and  that  the  present 
opening  to  the  boiler  room  from  Atlantic  avenue  shall 
be  discontinued  and  permanently  closed ;  that  no  gaso¬ 
line  pumps  or  tanks  shall  be  erected  oyer  the  boiler 
room  or  within  15  ft.  thereof ;  that  the  installation  o^ 
a  show  window  as  indicated  on  plan  marked  ^  Received 
july  11  1934”  as  amended  by  plan  marked  “Received 
February  3,  1937”  between  the  Third  avenue  store  and 
the  gasoline  selling  area  may  be  omitted  and  permit¬ 
ting  an  entrance  from  Third  avenue  approximately 
thirty  (30)  feet  in  width  at  the  corner  of  Atlantic 
avenue,  on  condition  that  the  frame  and  sash  of  the 
store  window  shall  be  of  steel,  glazed  with  polished 
plate  wi reglass  and  with  no  pane  over  four  square  feet 
in  area  and  with  no  transom  or  other  openings  to  the 
gasoline  selling  area ;  that  the  stool  and  the  wall  under 
the  show  window  and  all  other  enclosures  shall  be 
constructed  of  fireproof  materials ;  that  other  than  as 
amended  herein,  the  resolution  adopted  by  the  board 
on  May  5,  1925,  as  amended  November  14,  1933,  shall 
be  complied  with  in  all  respects ;  that  the  installation 
of  the  oil  burning  equipment  shall  be  satisfactory  to 
and  approved  by  the  commissioner  of  buildings  that 
all  permits  shall  be  obtained  within  three  months  and 
all  work  completed  within  six  months  from  the  date 
of  the  amended  resolution.” 


540-30-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Peter  Fiore,  owner. 
SUBJECT— Application  for  consideration  —  reopening 
and  extension  of  time— re  Application  (decision 
of  the  superintendent  of  buildings)  under  section 
21  of  the  building  zone  resolution,  permitting, 
partly  in  a  business  use  district  and  partly  in  an 
unrestricted  use  district,  the  erection  and  main¬ 
tenance  of  garages  for  more  than  five  (5)  motor 
vehicles  and,  also  a  gasoline  service  station. 
PREMISES  AFFECTED— Southeast  corner  of  East  147th 
street  and  Southern  boulevard  (Block  No.  2600, 
Lot  No.  30),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Joseph  F.  Dusenbury. 

ACTION  OF  BOARD— Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  .  ~ 

Absent  .  ^ 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  ^ 

THE  RESOLUTION— 

(540-30-BZ) 

Whereas,  this  application  affecting  premises  southeast 
corner  of  East  147th  street  and  Southern  boulevard  (Block 
No  2600,  Lot  No.  30),  Borough  of  The  Bronx,  was  granted 
by  the  board  January  20,  1933,  on  certain  conditions,  time 
extended  January  16,  1934  and  February  18,  1936  and  appli¬ 
cant  requested  a  further  extension  of  time,  stating  that 
plans  have  been  filed  and  approved. 


Resolved,  that  the  resolution  adopted  by  the  board  on 
January  20,  1933,  be  and  it  hereby  is  amended,  only  so  far 
as  it  has  reference  to  completion  of  work,  in  view  of  state¬ 
ment  previously  made  by  applicant  when  the  previous 
extension  of  time  was  granted,  that  plans  had  been  filed 
and  approved,  that  the  time  within  which  the  work  is  to 
he  completed  shall  be  extended  one  year  from  the  date  of 
this  amended  resolution,  on  condition  that  other  than  as 
amended  herein,  the  resolution  adopted  by  the  board  on 
January  20,  1933,  shall  be  complied  with  in  all  other 
respects. 


267-35-BZ.  1 

APPLICANT— Lama  and  Proskauer,  for  J.  Herbert  Bate  1 
Company,  Inc.,  owner. 

SUBJECT— Application  for  consideration— reopening  and 
extension  of  time — re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  partly  in 
a  business  use  district  and  partly  in  an  unre¬ 
stricted  use  district  the  erection  and  maintenance 
of  an  oil  storage  plant. 

PREMISES  AFFECTED— 73-02  to  73-20  and  74-02  to 
74-16  Amstel  boulevard,  north  side,  260  ft.  west 
of  Beach  72nd  street  (Block  No.  524,  Lot  Nos.  1 
and  500),  Arverne,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD— Application  reopened  and  time  ex¬ 
tended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 

Absent  .  " 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  ....'. .  4 

Negative  .  ® 

Absent  .  " 

THE  RESOLUTION— 

(267-35-BZ) 

Whereas,  this  application  affecting  premises  73-02  to 
73-20  and  74-02  to  74-16  Amstel  boulevard,  north  side,  260 
ft.  west  of  Beach  72nd  street  (Block  No.  524,  Lot  Nos.  1 

and  500),  Arverne,  Borough  of  Queens,  was  granted  by 

the  board  March  24,  1936,  cm  certain  conditions  and  ap¬ 
plicant  requested  an  extension  of  time  to  obtain  permits 
and  complete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  March  24,  1936,  only  so 
far  as  it  has  reference  to  time  within  which  to  obtain 
permits  and  complete  the  work,  so  that  all  permits  shall 
be  obtained  and  all  work  completed  within  one  year  from 
the  date  of  this  amended  resolution. 


189-32-BZ. 

APPLICANT— Austin  W.  Magee,  for  Four  Corners  Gas 
Stations,  Inc.,  owner.  _  , 

SUBJECT — Application  for  consideration— reopening  and 
amendment — re  Application  (decision  of  the  sup¬ 
erintendent  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  extension  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 3102  Avenue  U,  southeast  cor¬ 
ner  of  Brigham  street  (Block  No.  7370,  Lot  No 
1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Austin  Magee. 

ACTION  OF  BOARD — Application  reopened  and  resolu 
tion  amended. 
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:  THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(189-32-BZ) 


|  Whereas,  this  application,  affecting  premises  3102  Ave¬ 
nue  U,  southeast  corner  of  Brigham  street  (Block  No. 
|  7370,  Lot  No.  1),  Borough  of  Brooklyn,  was  granted  by 
the  board  at  its  meeting,  July  19,  1932,  on  certain  condi- 
,  tions,  and  applicant  requests  an  amendment  of  these  con¬ 
i'  ditions. 

■  Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  19,  1932,  as  amended 
by  resolution  adopted  July  18,  1933,  only  so  far  as  it  has 
reference  to  advertising  signs,  so  that  as  amended  the 
resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulation  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted,  to 
permit  the  use  of  the  whole  property,  known  as  Lot 
No.  1,  as  a  gasoline  service  station,  on  condition  that 
as  soon  as  the  surrounding  streets  are  brought  to 
their  proper  street  grade,  and  in  any  event,  within 
three  years  from  the  date  of  this  action,  there  shall  be 
erected  along  the  street  building  line  of  each  street  a 
concrete  curbing  not  less  than  12  in.  in  height  and  12 
in.  in  width,  permitting  two  openings  on  Gerritsen 
avenue,  two  on  Old  Avenue  LI  and  two  on  New 
Avenue  LT,  each  opening  to  be  not  more  than  12  ft. 
wide,  street  curb  cuts  to  be  not  more  than  14  ft.  wide 
each,  located  in  front  of  building  line  cuts,  and  that 
meanwhile  to  permit  the  continuation  and  use  of  the 
existing  entrances  to  the  gasoline  selling  station;  that 
any  new  pumps  installed  on  the  premises  shall  be  set 
back  not  less  than  10  ft.  from  the  building  line;  that 
any  buildings  erected  on  the  premises  shall  be  limited 
,  to  one  story  in  height,  used  as  an  accessory  use  to 
the,  business  conducted  on  the  premises,  and  faced  on 
the  outside  of  walls  with  light-colored  enameled  brick 
of  panel  design,  roofed  with  Spanish  tile  or  variegated 
slate;  any  grease  racks  installed  on  the  premises  to  be 
housed  in  one-story  structure  of  similar  design  and 
material  to  any  buildings  proposed  to  be  erected,  with 
open,  arch  driveways;  that  any  advertising  signs  other 
than  those  already  on  the  premises,  advertising  noncon¬ 
forming  uses,  shall  be  confined  to  the  illuminated  globes 
of  the  pumps  and  to  flat  signs  attached  to  the  facade 
of  the  building  and  excluding  all  roof  signs  and  signs 
of  a  temporary  nature,  but  permitting  the  erection 
within  the  building  line  of  one  post  standard  for  sup¬ 
porting  a  sign  which  may  be  illuminated,  advertising 
only  the  brand  of  gasoline  on  sale,  provided  the  sign 
does  not  extend  beyond  the  building  line  for  a  dis¬ 
tance  of  more  than  five  feet.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
343-36-A. 

APPLICANT — 231-233  Bowery  Realty  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 


1  REMISES  AFFECTED — 231-233  Bowery,  east  side,  148 
ft.  3  in.  south  of  Stanton  street  (Block  No.  426, 
.  ^  Lot  No.  10),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Melvin  Albert. 

For  Opposition :  A.  B.  Holman. 

ACTION  OF  BOARD— Laid  over  to  March  2,  1937  at  2 
P.M.  on  request  of  representative  for  opposition. 


36-37-A. 

APPLICANT— Albert  Homer  Swanke,  for  Bond  and 
Mortgage  Guarantee  Company  in  Rehabilitation, 
owner. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 337-341  Avenue  O  and  1582- 
1592  East  3rd  street,  northwest  corner  (Block  No. 
A  6584,  Lot  No.  49),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Albert  Homer  Swanke,  and  E. 
Robert  Willcox. 

For  Administration :  Assistant  Engineer,  Ben- 

.  _ _ jamin  Saltzman,  Department  of  Buildings 

ACTION  OF  BOARD-Laid  over  to  March  9,  1937  at  2 
P.M..  to  take  matter  up  with  commissioner  of 
buildings. 


P.  Stewart,  for  E.  W.  Bliss  Co., 


361-36-A. 

APPLICANT— A. 
owner. 

SUBJECT  Appeal  from  an  order  of  the  Commissioner 
of  Buildings. 

I  REMISES  AFFECTED — 5302-5324  Second  avenue, 
north  side,  from  53rd  street  to  54th  street  (Block 

APPEARANCES-'  N°'  B°r0ngh  °£  Br0oklyn' 

For  Applicant :  G.  Fromen,  A.  P.  Stewart,  and 
Walter  Smith. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  withdrawn  to  comply 

1HE  VOTE  Tp  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  .  /  q 

Absent  . . . . . '  0 


21-37- A. 

APPLICANT-136  Wesct  91st  Street  Corp.,  owner. 
SUBJECT  Appeal  from  decisions  of  the  commissioner 
of  buildings  and  the  board  of  buildings. 
PREMISES  AFFECTED — 210  West  80th  street,  south 
side,  173  ft.  5  in.  east  of  Broadway  (Block  No. 
A  _  \227 ,  Lot  No.  41),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Leroy,  Coventry  and  Wm.  R. 
Shirley. 

‘For  Administration:  S.  L.  Becker,  Department  of 
Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  .  '  9  0 

Absent  .  q 

THE  RESOLUTION— 

(21-37-A) 

Whereas,  the  136  West  91st  Street  Corp.,  owner,  filed 
on  January  19,  1937,  an  appeal  from  a  decision  of  the 
commissioner  of  buildings,  and  from  a  decision  of  the 
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board  of  buildings  affecting  premises  210  West  80th  street, 
south  side,  173  ft.  5  in.  east  of  Broadway  (Block  1227, 
Lot  No.  41),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  December  16,  1936,  in  acting  on  Alt.  App.  No.  3545- 
36,  reads  as  follows: 

“3.  Remove  all  wainscoting,  newels,  balusters,  etc., 
from  stairhalls.  Replace  newels  and  balusters 
with  iron  or  steel.  Fire-retard  walls  of  stair  and 
entrance  halls,  both  sides,  and  ceilings  and  stair 
soffits  and  fire-stop  between  floor  beams,  as  per 
Section  238-4-M.  D.  Law.  State  method  of  fire 
retarding  to  be  used. 

5.  Provide  4-inch  terra  cotta  enclosure  at  top  of  cel¬ 
lar  stairs  and  fire  retard  soffit  of  stair  above  as 
per  Rules  of  Board  of  Buildings.” 

and, 

Whereas,  the  decision  of  the  board  of  buildings,  dated 
December  23,  1936,  when  acting  on  Case  No.  572-36,  reads 
as  follows: 

“Whereas,  on  December  15,  1936,  William  R.  Shir¬ 
ley,  acting  for  the  owner,  filed  a  petition  requesting 
an  interpretation  of  the  determination  of  the  commis¬ 
sioner  of  buildings,  department  of  buildings,  Borough 
of  Manhattan,  which  reads  as  follows : 

‘Fire  retard  wall  of  stair  and  entrance  hall,  both 
sides  and  ceilings  and  stair  soffits,  and  fire  stop 
between  floor  beams  as  per  Section  238-4  Multiple 
Dwelling  Law’ ;  and 

Whereas,  after  discussion  of  the  case  and  examina¬ 
tion  of  plans. 

Resolved,  that  the  determination  of  the  interpreta¬ 
tion  of  the  commissioner  of  buildings,  department  of 
buildings,  Borough  of  Manhattan,  be  and  hereby  is 
affirmed  and  the  request  for  determination  is  denied.” 

and 

Whereas,  the  premises  in  question  consists  of  a  five- 
story,  brick,  old  law  tenement.  25  ft.  by  88  ft.  4  in.  in 
area,  59  ft.  in  height,  on  a  lot  25  ft.  by  102  ft.  2  in,  in  a 
business  use  district,  erected  in  1894  and  occupied  as 
follows:  Cellar— storage  and  boiler  room;  1st  floor-stores 
and  two  apartments;  2nd  floor  to  5th  floor,  inclusive — 2 
apartments  per  floor.  It  is  proposed  to  increase  the  num¬ 
ber  of  apartments  on  the  2nd  to  5th  floors  inclusive  to 
three  (3)  per  floor.  Certificate  of  Occupancy  No.  13518-28 
was  issued  on  Alt.  Plan  1881-27  for  the  following  occu¬ 
pancy:  Cellar — tenement;  1st  story— stores  and  tenement; 
2nd  to  5th  stories — tenements;  and 

Whereas,  the  applicant  contends  as  to  Item  3  that  “the 
number  of  rooms  is  not  increased,  there  are  no  new  parti¬ 
tions  erected  in  connection  with  fire-retarding  the  public 
halls  and  a  new  fire-escape  is  erected  at  front  of  building 
which  creates  a  shorter  exit  from  front  room  to  fire- 
escape.  It  is  proposed  to  fire-retard  the  hall  with  lath 
and  2  coats  of  cement  plaster  and  erect  self-closing, 
approved  one-hour,  fire  test  doors  to  apartments,  the  floor 
beams  to  be  fire-stopped  at  hall  partitions”;  as  to  Item 
5  “it  is  proposed  to  treat  the  partition  above  cellar  stairs 
with  two  coats  of  cement  plaster  on  metal  lath” ;  and 
Whereas,  Section  238,  Paragraph  4  of  the  ‘Multiple 
Dwelling  Law  reads : 

“In  old-law  tenement  houses  over  three  stories  in 
height  all  doors  opening  into  any  entrance  hall,  stair 
or  public  hall  connected  therewith  shall  be  self-closing 
doors,  and  every  window  not  opening  to  the  outer  air 
and  every  sash  in  the  walls  or  partitions  of  such  halls 
shall  be  glazed  with  wire  glass.  Whenever  the  entrance 
halls  of  any  such  dwellings  adjoin,  they  shall  be  sep¬ 
arated  by  a  fireproof  or  fire  retarded  wall.  On  and 
after  January  first,  nineteen  hundred  and  thirty-six 
all  transoms  and  all  glazed  openings  and  glazed  panels 
in  every  door  opening  into  every  stair  hall  or  public 
hall  connected  therewith  shall  be  glazed  with  wire  glass 
and  the  walls  and  ceilings  of  every  entrance  hall,  stair 


hall  and  public  hall  connected  therewith  and  the  soffit 
of  every  stair  shall  be  fire  retarded.  Every  window 
in  such  entrance  hall,  stair  hall  or  public  hall  not 
opening  to  the  outer  air  and  every  sash  in  the  walls 
or  partitions  of  such  halls  shall  be  completely  removed 
and  the  openings  closed  up  and  fire  retarded.  In  all 
such  halls  all  wood  wainscoting,  except  a  flat  base  and 
stair  string  not  exceeding  ten  inches  in  height,  and  all 
wood  railings,  balustrades  and  newel  posts  shall  be 
completely  removed  and  the  stairs  shall  be  provided 
with  railings,  balustrades  and  newel  posts  of  metal  or 
other  hard  incombustible  material,  of  such  size  and 
secured  in  such  manner  to  the  existing  stairs  as  may 
be  approved  by  the  Department  charged  with  the  en¬ 
forcement  of  this  chapter,  provided,  however,  hand¬ 
rails  may  be  of  hardwood.”  _  , 

Resolved,  that  the  decisions  of  the  commissioner  of 
buildings  and  the  board  of  buildings  be  and  they  hereby 
are  modified  and  that  the  appeal  be  and  it  hereby  is  granted 
as  to  Item  3,  in  connection  with  Alt.  Applic.  No.  3545-36 
on  condition  that  the  fire-retarding  of  the  stairhalls  is 
carried  out  in  accordance  with  the  rules  adopted  by  the 
department  charged  with  the  enforcementof  the  multiple 
dwelling  law;  and  withdrawn  as  to  Item  5  to  comply. 


26-37-A. 

APPLICANT— John  Russell  Pope  and  D.  P.  Higgins,  for 
F.  &  M.  Schaefer  Brewing  Co,  owner. 
SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1-17  South  10th  street,  north 
side,  90.83  ft.  west  of  Kent  avenue  (Block  No. 
2143,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Jules  L.  Haut. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ® 

Absent  .  ® 

THE  RESOLUTION— 

(26-37-A) 

Whereas,  John  Russell  Pope  and  D.  P.  Higgins,  archi¬ 
tects  for  F.  &  M.  Schaefer  Brewing  Co,  owners,  filed  on 
January  21,  1937,  an  appeal  from  a  decision  of  the  com¬ 
missioner  of  buildings  affecting  premises  1-17  South  10th 
street,  north  side,  90.83  feet  west  of  Kent  avenue  (Block 
No.  2143,  Lot  No.  1),  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
in  acting  on  Application  No.  422-1937,  dated  January  14, 
1937,  reads  as  follows : 

“1.  Omission  of  standpipe  contrary  to  Sec.  581, 
Building  Code  and  application  is  therefore  denied.” 

and 

Whereas,  the  premises  in  question  consists  of  a  plot  155 
feet  by  90  feet  in  area  on  which  it  is  proposed  to  construct 
an  8  story  fireproof  building  113  feet  in  height,  155  feet 
by  90  feet  in  area,  to  be  occupied  as  follows :  Cellar — 
pipe  gallery,  no  persons;  1st  floor — power  plant,  4  persons; 
2nd  to  7th  floors,  beer  storage  tanks,  no  persons ;  8th  floor, 
beer  storage  tanks,  4  persons;  and 
Whereas,  the  applicant  contends  that  this  building  will 
be  constructed  of  fireproof  material  throughout,  and  no 
material  of  a  combustible  nature  is  used,  except  that  fuel 
oil  tanks  located  on  the  first  floor  of  the  building,  are  to 
be  installed  in  complete  compliance  with  all  requirements 
of  the  law.  Above  the  first  floor  of  the  building  will  be 
used  solely  for  the  storage  of  beer  in  steel  tanks.  Only  a 
very  small  portion  of  each  of  the  upper  floors  is  available 
as  working  space,  as  the  balance  of  the  space  is  occupied 
by  the  tanks.  There  will  be  no  more  than  eight  men  work- 
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ing  on  the  upper  floors.  These  workers  merely  clean  the 
tanks  or  transfer  the  contents  to  other  tanks.  The  building 
is  divided  into  two  sections  by  a  12  inch  thick  brick  wall 
extending  from  the  foundations  to  the  roof.  Each  section 
is  approximately  6,500  square  feet.  There  are  ample  exits, 
in  full  compliance  with  the  building  code  requirements ; 
that  all  openings  in  the  building  will  be  protected  by  fire¬ 
proof  self-closing  doors  including  openings  to  stairways, 
elevators  and  adjoining  buildings;  the  building  will  be 
equipped  with  four  34  inch  hose  connections  on  each  floor, 
spaced  along  the  corridor  at  equal  distances ;  each  hose 
connection  will  be  equipped  with  50  feet  of  hose,  intended 
for  washing  the  tanks;  these  lines  will  be  supplied  from  a 
6,000  gallon  tank  fed  by  existing  pumps  located  in  the 
basement  of  adjoining  building  and  a  2,000  gallon  per 
minute  booster  pump  connected  directly  to  water  main 
supply.  All  adjoining  buildings  are  in  the  same  ownership 
and  all  are  completely  fireproof  in  construction. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted  so  long  as  the  building  is  con¬ 
structed  equipped  and  occupied  as  set  forth  in  the  state¬ 
ment  accompanying  and  made  part  of  this  appeal. 


7-37-  A. 

APPLICANT — Walter  Motor  Truck  Company,  lessee. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 1001-1019  Irving  avenue, 
northwest  corner  of  Covert  street  (Block  No. 
3539,  Lot  No.  1),  Ridgewood,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant :  F.  H.  Alexander. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(7-37- A) 

Whereas,  Walter  Motor  Truck  Company,  applicant  and 
lessee,  filed  on  January  11,  1937,  an  appeal  from  an  order 
of  the  fire  commissioner,  affecting  premises  No.  1001-1019 
Irving  avenue,  northwest  corner  of  Covert  street  (Block 
No.  3539,  Lot  No.  1),  Ridgewood,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner  No.  69619- 
LC,  dated  December  12,  1936,  reads  as  follows : 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises,  used  to  store  paints,  shows  that  the 
following  must  be  done  before  the  permit  requested  by 
you  can  be  issued : 

FORTHWITH 

1.  Discontinue  use  of  pressure  feed  tanks  and  other 
equipment  for  use  in  connection  with  direct  spray¬ 
ing  under  air  pressure  having  a  volume  greater 
than  60  gallons,  individual  capacity,  designed,  con¬ 
structed  and  approved  for  this  specific  purpose  by 
the  Board  of  Standards  and  Appeals.  Rule  6K 
Spray  Booth  Rules. 

2.  Provide  a  safety  valve  set  at  a  pressure  not  exceed¬ 
ing  80  pounds  for  all  pressure  feed  tanks  and  other 
equipment  used  in  connection  with  direct  spraying 
under  air  pressure.  Rule  6K,  Spray  Booth  Rules.” 

ind 

Whereas,  the  premises  in  question  consist  of  a  one  and 
two-story  non-fireproof  building,  200  ft.  by  330  ft.  in  area 
it  the  1st  story  and  200  ft.  by  20  ft.  in  area  at  the  2nd 
story,  erected  in  1928,  in  a  business  use  district,  and 
occupied  as  automobile  truck  factory,  offices  and  show- 
■oom,  for  which  certificate  of  occupancy  No.  3309  was 
ssued  covering  the  first  story;  and 


Whereas,  the  building  in  question  is  equipped  with  a 
sprinkler  system  throughout ;  and 

\\  hereas,  the  applicant  contends  that  the  findings  of 
the  fire  department  as  listed  in  the  order  appealed  from 
do  not  represent  the  equipment  used  on  the  premises;  that 
the  pressure  feed  tank  referred  to  in  Rule  K  is  a  tank 
containing  paints,  varnishes,  lacquers  or  other  inflammable 
surface  coatings,  which  are  under  air  pressure,  such  air 
pressure  feeding  the  fluid  to  the  spray  gun ;  that  this 
system  is  not  in  use  in  the  spray  room,  all  guns  operating 
therein  being  equipped  and  fed  entirely  from  24-ounce 
suction-feed  cups ;  that  the  violations  referred  to  in  the 
order  appealed  from  are  non-existing  as  the  applicant  does 
not  own  or  operate  pressure-feed  tanks  for  direct  spray¬ 
ing  ;  and 

Whereas,  in  the  opinion  of  the  board,  the  Paint  Spray¬ 
ing  Rules  of  the  Board  of  Standards  and  Appeals  do  not 
prohibit  the  condition  described  herein. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
69619-LC  be  and  it  hereby  is  reversed,  and  that  the  appeal 
be  and  it  hereby  is  granted. 


44-37-A. 

APPLICANT — Edward  Greenhaus,  lessee,  for  David 
Greenhaus,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1702  Avenue  P,  southeast  cor¬ 
ner  of  East  17th  street  (Block  No.  6780,  Lot  No. 
1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Edward  Greenhaus. 

For  Administration:  Assistant  Engineer,  Benja¬ 
min  Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 


THE  RESOLUTION— 

(44-37-A) 

Whereas,  Edward  Greenhaus,  applicant  and  lessee,  for 
David  Greenhaus,  owner,  filed  on  February  4,  1937,  an 
appeal  from  a  decision  of  the  commissioner  of  buildings 
affecting  premises  1702  Avenue  P,  southeast  corner  of 
East  17th  street  (Block  No.  6780,  Lot  No.  1),  Borough  of 
Brooklyn  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
in  acting  on  App.  18549/36  for  certificate  of  occupancy  to 
use  the  1st  story  of  the  building  in  question  as  a  day 
nursery  and  living  quarters  and  the  2nd  story  as  a  dwell¬ 
ing  (one  family),  reads  as  follows:  (dated  February  1, 
1937) 

“With  reference  to  the  above  mentioned  application, 
please  be  advised  that  we  cannot  grant  this  unless  it 
is  amended  to  comply  with  section  5,  sub-division  4 
of  the  building  code.” 

and 

Whereas,  the  premises  in  question,  located  in  a  residence 
use  district  outside  the  fire  limits,  consists  of  a  two-story 
frame  building,  24  ft.  6  in.  in  height,  25  ft.  by  64  ft.  in 
area,  erected  in  1923,  on  a  plot  34  ft.  11  in.  by  100  ft., 
occupied  as  follows :  1st  floor — dwelling,  3  persons;  2nd 
floor — dwelling,  5  persons,  for  which  certificate  of  occu¬ 
pancy  No.  20819  was  issued  on  Permit  No.  5207-23,  per¬ 
mitting  the  occupancy  of  the  building  as  a  two-family 
frame  dwelling;  and 

Whereas,  the  applicant  contends  that  the  first  story  is 
equipped  with  an  exit  at  the  front  and  egress  can  be  made 
from  the  rear  of  the  nursery  portion  through  the  foyer  to 
a  stairway  located  on  the  westerly  wall  of  the  premises. 
The  applicant  feels  that  the  building  is  sufficiently  provided 
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with  exits  and  that  the  construction  of  the  building  is 
adequate  for  the  purposes  intended;  it  is  proposed  to 
accommodate  twenty  (20)  children  in  the  day  nursery  at 
the  front  of  the  building  on  the  first  story  only;  the 
applicant  is  willing  to  provide  whatever  the  board  may 
require  in  the  way  of  additional  exit  facilities  if  the  board 

deems  that  necessary;  and  _ 

Whereas,  under  the  provisions  of  section  subcliy.  3 
of  the  building  code,  public  buildings  over  20  ft.  in  height 
are  required  to  be  fireproof ;  and 

Whereas,  the  board  deemed  that  the  use  herein  pro¬ 
posed  should  not  be  permitted  wdthin  a  frame  structure , 

Whereas,  to  permit  it  in  this  instance  would  set  a  dan¬ 
gerous  precedent.  .  .  ..  , 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


116-31-A. 

APPLICANT— Realty  Mortgagee  Servicing  Corp.,  for 
Ronk  Holding  Corp.,  owner. 

SUBJECT— Application  for  reopening— consideration— re 
Appeal  from  an  order  and  a  decision  of  the  fire 
commissioner. 

PREMISES  AFFECTED— 141-155  East  25th  street 
(Block  No.  881,  Lot  No.  31),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Walter  Oertly. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ^ 

Absent  . 0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ^ 

Absent  .  0 

THE  RESOLUTION— 

(116-31-A) 

Whereas,  this  appeal  affecting  premises  141-155  East 

25th  street  (Block  No.  881,  Lot  No.  31),  Borough  of 

Manhattan,  from  an  order  of  the  fire  commissioner  Order 

No.  75561-F  reading:  1.  Provide  a  tank  on  roof  of  3,500 
gallons  capacity  for  standpipe  system  *  *  *  was  granted 
by  the  board  May  19,  1931  on  certain  conditions;  and 

Whereas,  owing  to  the  increase  in  area  of  the  pent 
houses  on  the  roof  the  order  was  reissued  by  the  com¬ 
missioner  of  buildings  order  No.  31607-F  reading: 

“1.  Provide  a  tank  on  roof  of  at  least  3,500  gallons 
capacity  for  the  standpipe  system;  said  tank  to  be  so 
elevated  that  the  bottom  will  be  not  less  than  20  feet 
above  the  roof  level  *  *  * 

and 

Whereas,  the  owner  requested  an  amendment  of  the 
resolution  to  meet  present  conditions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  May 
19,  1931,  only  so  far  as  it  has  reference  to  pent  houses 
so  that  as  amended  the  resolution  shall  read: 

“Resolved,  that  the  order  and  decision  of  the  fire 
commissioner  and  of  the  commissioner  of  buildings 
be  and  they  hereby  are  modified  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  the  building 
shall  be  equipped  with  a  one  source  sprinkler  system 
including  the  pent  house  supplied  from  two  17,500 
gallon  gravity  tanks,  and  that  the  standpipe  system 


shall  be  supplied  from  two  tanks  on  the  eighth  story, 
the  bottom  of  said  tanks  to  be  not  less  than  14  ft.  2 
in.  above  the  outlet  in  the  seventh  story,  that  a  re¬ 
serve  of  2,500  gallons  shall  be  maintained  in  each 
tank  for  the  standpipe  system;  that  the  standpipe 
system  as  shown  on  the  plans  submitted  in  this  appeal 
shall  be  maintained  in  good  working  order;  that  such 
additional  fire-fighting  appliances  as  shall  be  required 
by  the  commissioner  shall  be  installed  in  the  pent 
houses;  that  the  building  shall  not  be  increased  in 
height  or  area;  that  the  existing  pent  houses  shall 
not  be  increased  in  height  but  may  be  increased  in 
area  by  the  addition  of  pent  houses  not  exceeding  one 
story  in  height  and  with  an  area  not  exceeding  a 
total  of  3,500  sq.  ft.” 


VARIATIONS  OF  LABOR  LAW 

362-36-S. 

APPLICANT— A.  P.  .Stewart,  for  E.  W.  Bliss  Co.,  i 
owner. 

SUBJECT— Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 5302-5324  Second  avenue 
north  side,  from  53rd  street  to  54th  street  (Block  i 
No.  812,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  G.  Fromen,  A.  P.  Stewart,  and  . 
Walter  Smith.. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings.  '  t 

ACTION  OF  BOARD — Application  withdrawn  to  comply. 
THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


393-36-S. 

APPLICANT— Walter  Swanson,  for  Estate  of  Josephine 
E.  McFadden,  owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of  build- 
mgs.  [-  ,j 

PREMISES  AFFECTED— 160  Mercer  street,  east  side, 
220  ft.  north  of  Prince  street  and  589  Broadway 
(Block  No.  512,  Lot  No.  17),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Walter  Swanson. 

For  Administration:  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  ..... .  4 

Negative  .  w 

Absent  .  V 

THE  RESOLUTION— 

(393-36-S) 

Whereas,  Walter  Swanson,  applicant,  for  the  estate  of 
Josephine  E.  McFadden,  owner,  filed  on  December  30,  1936, 
an  application  for  a  variation  of  the  labor  law  as  cited 
in  an  order  and  a  decision  of  the  commissioner  of  build¬ 
ings,  affecting  premises  589  Broadway,  160  Mercer  street, 
east  side,  220  ft.  north  of  Prince  street  (Block  No.  512, 
Lot  No.  17),  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  commissioner  of  buildings 
No.  31258-LD,  dated  November  25,  1936,  reads  as  follows: 
“Provide  a  means  of  reaching  the  roof  from  the 
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interior  stairway  at  Mercer  street  side  of  building. 
Section  271,  Labor  Law  and  Rules  of  the  Board  of 
Standards  and  Appeals.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  December  3,  1936,  reads  as  follows: 

“In  reply  to  your  communication  of  November  28 
and  the  request  contained  therein,  where  more  than 
twenty-five  (25)  persons  are  employed  above  the 
ground  floor,  fire  drill  is  required  by  the  Labor  Law. 

If  safe  egress  may  be  had  from  the  roof  to  an 
adjacent  structure,  every  stairway  serving  as  a  re¬ 
quired  exit  shall  extend  to  the  roof. 

If  you  consider  these  orders  onerous  and  the  pres¬ 
ent  construction  is  safe,  there  is  no  objection  to  your 
appealing  to  the  Board  of  Standards  and  Appeals  for 
a  modification  of  the  law.” 

and 

Whereas,  the  premises  in  question  consist  of  a  five-story, 
non-fireproof  building,  55  ft.  in  height,  by  27  ft.  by  200 
ft.  in  area  at  the  1st  floor  and  27  ft.  by  90  ft.  above; 
erected  prior  to  1900;  occupied  as  follows:  Cellar— vacant  ;’ 

;  1st  floor — vacant ;  2nd  floor — light  manufacturing,  5  per¬ 
sons;  3rd  floor — machine  shop,  5  persons;  4th  floor — stor¬ 
age,  4  persons ;  5th  floor — vacant ;  equipped  with  an  interior 
f  fire  alarm  system ;  one  interior  stairway  of  wood  con¬ 
struction,  enclosed  in  fire-retarded  partitions  with  kalamein 
doors  at  openings  and  one  fire-escape  at  front  of  building 
(with  stairs  approximately  60  degrees),  with  fireproof 
windows  on  the  course  thereof,  extending  from  top  story 
to  2nd  story  with  counter-balanced  stairs  to  street;  there 
is  a  scuttle  in  the  roof,  2  ft.  by  3  ft.  in  area,  reached  by  a 
single-rung  iron  ladder  in  the  open  loft;  and 

Whereas,  the  applicant  contends  that  there  is  no  safe 
egress  from  the  roof  of  No.  160  Mercer  street;  that  the 
building  on  the  north  is  7  stories  in  height  and  the  building 
on  the  south  is  17  stories  in  height. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  the  application  be  and  it  hereby  is  granted 
on  condition  that  there  shall  be  constructed  on  the  top 
floor  a  fire-retarded  extension  passageway  from  the  stair¬ 
way  to  and  around  the  ladder  leading  to  the  existing 
scuttle ;  that  the  ladder  to  the  scuttle  shall  be  a  double¬ 
rung  ladder,  as  required  under  the  rules;  and  that  in  all 
other  respects  the  requirements  of  the  labor  law  and  all 
other  rules,  regulations  and  laws  applicable  thereto  shall 
be  complied  with. 


41-37-S. 

APPLICANT — Shreve,  Lamb  and  Harmon,  for  78  East 
56th  Street  Realty  Corporation,  owner. 

|  SUBJECT- — Variation  of  the  labor  law  as  cited  in  a  de¬ 
cision  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED — 78-80  East  56th  street,  south 
side,  65  ft.  8  in.  west  of  Park  avenue  (Block  No. 
1291,  Lot  Nos.  39^4  and  40),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  David  V.  Rasanen. 

k^fTJON  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(41-37-S) 

Whereas,  R.  H.  Shreve  for  Shreve,  Lamb  &  Harman, 
applicant  on  behalf  of  78  East  56th  Street  Realty  Cor¬ 
poration,  owner,  filed  on  February  2,  1937,  an  application 
tor  a  variation  of  the  labor  law  as  cited  in  a  decision  of 
the  commissioner  of  buildings  affecting  premises  78-80 


East  56th  street,  south  side,  65  ft.  8  in.  west  of  Park 
avenue  (Block  No.  1291,  Lot  Nos.  39 and  40),  Borough 
of  Manhattan;  and 

V  hereas,  the  decision  of  the  commissioner  of  build¬ 
ings  in  acting  on  N.B.  Application  211-1936,  dated  January 
29,  1937,  reads  as  follows: 

_  27.  Windows  must  be  F.P.S.C.  as  per  section 
244-7  of  the  labor  law.” 

and 

V  hereas,  this  decision  was  given  on  amendment  dated 
January  26,  1937,  which  reads: 

“We  resepectfuly  request  permission  to  install  case¬ 
ment  type  windows  (glass  area  not  to  exceed  720  sq. 
inches)  at  the  street  facade.” 

and 

W  hereas,  the  building  in  question  will  be  8  stories  and 
pent  house,  99  feet  10  inches  in  height,  33  feet  4  inches  by 
100  feet  5  inches  in  area  at  first  floor  and  33  feet.  4  inches 
by  90  feet  in  area  above,  of  fireproof  construction,  to  be 
occupied  as  follows :  Cellar,  Boiler  Room,  storage  and 
shipping,  3  persons ;  first  floor,  reception  and  office,  6  per¬ 
sons;  2nd  fl.— showroom,  stock  room  and  fitters,  30  per¬ 
sons  ;  3rd  fl.— showroom,  stock  room  and  designers,  50  per¬ 
sons ;  4th  floor,  stock  room,  work  room,  40  persons;  5th 
floor,— work  room,  55  persons;  6th  floor  retail  use,  10  per¬ 
sons;  7th  floor,  retail  use,  10  persons;  8th  floor,  owners 
apartment,  6  persons ;  pent  house,  bed  room  and  machin¬ 
ery,  2  persons;  and 

Whereas,  it  is  proposed  to  install  a  standpipe  system 
and  interior  fire  alarm  system  and  building  will  be 
equipped  with  two  interior  stairs  of  fireproof  construc¬ 
tion  ;  and 

Whereas,  applicant  contends  that  it  is  proposed  to  use 
rolled  steel  frames  and  steel  casement  sash  glazed  with 
%  m.  plate  glass  (glass  areas  will  not  exceed  720  sq.  in.). 
1  his  type  of  sash  is  more  desirable  architecturally  than 
other  types  due  to  the  relatively  light  sections,  but  self¬ 
closing  mechanism  is  not  adaptable  to  casements.  On  the 
tSth  floor  and  Pent  House  the  windows  in  question  are  in 
vails  enclosing  the  living  room  and  bedroom  of  the 
owner  s  apartment.  Casement  windows  are  particularly 
desirable  in  these  rooms.  It  is  requested  that  the  board 
grant  permission  to  construct  and  install  these  steel  case¬ 
ment  windows  and  sash  as  indicated  on  the  drawings  filed 
herewith,  in  place  of  windows  with  self-closing  mech¬ 
anism. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  that  there  shall  be  installed  a  partial 
sprinkler  system  under  Rule  53  of  the  sprinkler  rules  of 
the  Board  of  Standards  and  Appeals,  consisting  of  one 
1 /Winch  user  fed  from  the  house  tank  and  with  a  branch 
line  approximately  3  ft.  from  the  front  windows  on  each 
floor  from  the  3rd  to  7th  floors,  inclusive,  and  with  three 
(3)  sprinkler  heads  on  such  branch  lines  per  floor;  that 
the  windows  shall  otherwise  comply  with  the  requirements 
of  the  labor  law  except  as  to  the  ground  floor  and  2nd 
floor  front. 


37-37-S. 

APPLICANT— Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Aerovox  Corporation,  lessee. 

SUBJECT  Variation  of  the  labor  law  as  cited  in  an 
order  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED  —  60-82  Washington  street, 
northwest  corner  of  York  street  ('Block  No.  5o| 
Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
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THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(37-37-S) 

Whereas,  Ansonia  Fire  Prevention  Eng.  Co.,  Inc.,  for 
Aerovox  Corporation,  lessee,  filed  January  28,  1937,  an 
application  for  a  variation  of  the  labor  law  as  cited  in 
order  of  the  commissioner  of  buildings,  affecting  premises 
60-82  Washington  street,  northwest  corner  of  York  street 
(Block  No.  50,  Lot  No.  1),  Borough  of  Brooklyn;  and 
Whereas,  the  Order  No.  13409-LD  of  the  commissioner 
of  buildings  (fire  prevention  division),  dated  December 
29,  1936,  reads  as  follows  : 

“An  inspection  of  premises  60-82  Washington  street, 
Brooklyn,  shows  the  following  must  be  done  to  com¬ 
ply  with  section  278  of  labor  law : 

1.  Reduce  the  occupancy  on  5th  and  8th  stories  not 
to  exceed  279  persons.” 

and 

Whereas,  the  premises  in  question  consist  of  a  13-story 
fireproof  building,  169  ft.  2  in.  in  height,  275  ft.  6  in.  by 
113  ft.  in  area,  erected  in  1910  and  1917  and  occupied  as 
follows:  Cellar— storage ;  1st  floor— storage,  printing  and 
converting  of  newspaper,  19  persons ;  2nd  floor — offices,  8 
persons ;  3rd  floor — manufacturing  gloves,  storage  and 
maintenance,  255  persons;  4th  floor — printing  and  litho¬ 
graphing,  83  persons ;  5th  floor — manufacturing  radio  con¬ 
densers,  370  persons;  6th  floor — manufacturing  shoes,  152 
persons;  7th  and  8th  floors — manufacturing  radio  con¬ 
densers,  370  persons  on  each  floor ;  9th  floor — manufac¬ 
turing  of  gloves  and  safety  razors,  68  persons ;  10th  floor — 
manufacturing  gloves,  150  persons;  11th  floor — advertising 
display  of  wines  and  liquors,  28  persons ;  12th  floor — manu¬ 
facturing  of  luggage  and  hardware,  345  persons;  13th  floor 
—printing  and  manufacturing  of  novelties,  11  persons;  and 
Whereas,  the  building  is  equipped  with  a  sprinkler 
system  and  a  standpipe  system,  with  four  (4)  interior 
stairs  extending  from  street  to  roof,  constructed  of  rein¬ 
forced  concrete  with  fireproof  enclosures  equipped  with 
fireproof,  self-closing  doors ;  and 

Whereas,  the  applicant  contends  that  “this  application  is 
on  behalf  of  the  Aerovox  Corporation,  the  occupant  of 
the  5th,  7th,  and  8th  stories  of  this  building,  engaged  in 
the  manufacture  of  radio  condensers,  the  material  used 
being  principally  metal  with  nothing  of  a  hazardous 
nature;  that  the  building  faces  on  four  streets  and  there 
are  four  (4)  interior  stairways,  same  being  respectively 
36  in.,  48  in.,  44  in.  and  44  in. ;  except  for  the  three  stories 
in  question,  the  number  of  persons  employed  on  the  vari¬ 
ous  floors  is  far  below  the  permitted  number  and  none  of 
the  occupants  in  the  building  are  engaged  in  any  work  of 
a  hazardous  nature;  the  division  of  fire  prevention  has 
computed  the  allowable  occupancy  based  on  fourteen  (14) 
persons  for  each  18  in.  width  of  the  stairway  and  this, 
plus  the  allowance  for  the  hall  space  and  sprinkler  and 
floor  heights,  according  to  their  figures  is  279  persons  per 
floor ;  however,  this  occupancy  is  not  adequate  as  far  as 
these  three  (3)  stories  are  concerned  as  these  people  need 
about  375  persons  per  floor  for  the  proper  conduct  of 
their  business ;  the  occupancy  figured  as  allowable  by  the 
division  of  fire  prevention  will  be  3,627  persons,  while  the 
total  number  of  persons  in  the  building  if  permitted  as 
requested  in  this  application  would  be  less  than  2,200  per¬ 
sons  so  that  there  would  still  be  less  than  two-thirds  of 
the  permitted  occupancy  therein.  Subdivision  2  of  section 
278  of  the  labor  law  also  states  ‘Where  the  commissioner 
finds  that  the  safety  of  the  occupants  of  any  such  building 
will  not  be  endangered  thereby  he  may  allow  an  increase 
in  the  numbers  of  occupants  of  any  floor  in  such  building 
to  a  number  not  more  than  at  the  rate  of  twenty  (20) 


persons  for  each  18  in.  in  width  of  such  stairway  provided 
for  such  floor,  etc.’  If  this  method  of  calculation  were 
used  the  occupancy  per  floor  would  be  approximately  371 
persons  which  would  allow  4,823  persons  in  the  building 
and  in  this  case  there  would  be  less  than  50%  of  the  per¬ 
mitted  occupancy  therein.  It  is  therefore  requested  that  a 
total  occupancy  in  the  building  be  permitted  which  shall 
not  exceed  two-thirds  of  the  allowable  occupancy  based  on 
the  computation  of  the  division  of  fire  prevention,  with 
the  understanding,  however,  that  on  the  3  floors  in  question 
there  be  permitted  375  persons  per  story.” 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law,  and  that  the  application  be  and  it  hereby  is 
granted,  permitting  an  occupancy  not  exceeding  375  per¬ 
sons  on  each  of  the  5th,  7th  and  8th  floors  on  condition 
that  the  fire  wall  between  sections  5  and  5-A  on  these 
floors  shall  be  maintained  with  approved  underwriters’ 
fire  doors  on  both  sides  of  each  opening;  that  the  total 
occupancy  of  the  building  on  all  floors  shall  not  at  any 
time  exceed  two-thirds  of  the  total  occupancy  now  per¬ 
mitted  for  the  building  on  the  basis  of  279  persons  per 
floor ;  and  that  in  all  other  respects  the  building  shall  com¬ 
ply  with  all  laws  and  regulations  applicable  thereto. 


631-28-S. 

APPLICANT — Nathan  R.  Carb,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — :re  Variation  of  the  labor  law  as  cited 
in  order  of  the  fire  commissioner. 

PREMISES  AFFECTED — 25-27  Carroll  street,  north 
side,  200  ft.  east  of  Van  Brunt  street  (Block  No. 
347,  Lot  No.  54),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Nathan  R.  Carb. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(631-28-S) 


Whereas,  this  application  affecting  premises  25-27  Car- 
roll  street,  northside,  200  ft.  east  of  Van  Brunt  street 
(Block  No.  347,  Lot  No.  54),  Borough  of  Brooklyn,  was 
granted  by  the  board  January  15,  1929,  on  certain  condi¬ 
tions  and  owner  requested  an  amendment  of  the  resolu¬ 
tion  as  he  has  purchased  an  adjoining  vacant  lot  and  pro¬ 
poses  to  provide  egress  from  the  rear  fire  escape  through 
this  lot  and  to  remove  the  fire  escape  on  the  front  of  the 
building. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  January 
15,  1929,  as  to  egress  from  the  second  means  of  exit,  so 
that  as  amended  the  resolution  shall  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  from  the  requirements 
of  the  labor  law  and  that  the  application  be  and  it 
hereby  is  granted  only  so  far  as  it  affects  the  egress 
from  the  termination  of  the  rear  fire  escape  on  condi¬ 
tion  that  a  60  degree  stairway  with  solid  treads  shall 
be  provided  from  the  extension  roof  to  an  iron  plat¬ 
form  above  the  roof  of  the  boiler  room  extension, 
with  egress  therefrom  to  roof  of  adjoining  building 
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immediately  to  the  north  facing  on  President  street, 
with  egress  through  plain  glass  window's  to  said  roof 
extension  to  the  interior  of  the  building,  or  in  lieu 
thereof  a  ladder  from  the  roof  of  the  boiler-room 
extension  to  the  adjoining  lot  to  the  east,  owned  by 
the  same  owners,  and  thence  through  this  open  lot  to 
Carroll  street,  through  a  gate  in  enclosing  fence ;  that 
the  existing  front  fire-escape  may  be  entirely  removed 
from  the  building,  provided  that  the  primary  means  of 
exit  and  rear  fire-escape  are  maintained  in  accordance 
with  requirements  of  this  resolution.” 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
29-37-SA. 

APPLICANT — Joseph  Goldstein,  for  Borden  Oil  Burner 
Co.,  owner. 

SUBJECT — Borden  Oil  Burner,  Models  A  and  B,  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant:  None. 

\CTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 

35-37-SA. 

APPLICANT — Ernest  Davies,  for  Davies  Craig  Corpora¬ 
tion,  ow'ner. 

SUBJECT— 'Craig  Expansible  Fire  Hose  Reel,  approval 
of. 

APPEARANCES — 

For  Applicant:  R.  H.  Davies  and  H.  A.  Belz. 
ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 

iO-37-SA. 

APPLICANT — Joseph  Cardinal,  for  Cardinal  Oil  Burner 
Co.,  owner. 

iUBJECT — Cardinal  Oil  Burner,  Model  C,  approval  of. 
APPEARANCES — 

For  Applicant:  Joseph  J.  Cardinal,  Jr. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


87-33-SA. 

APPLICANT — Imperial  Fuel  &  Power  Corp.,  for  Oil 
Equipment  Laboratories,  Inc.,  owner. 

SUBJECT — Application  for  reopening — amendment  to 
change  name  to  Imperial  Oil  Burner — re  Rotoflame 
Gem  Oil  Burner. 

APPEARANCES— 

For  Applicant :  Mack  Levine. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

'HE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


HE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  . 


Negative  .  0 

Absent  .  0 


HE  RESOLUTION— 

(187-33-SA) 

Whereas,  Charles  M.  Spindler,  for  Oil  Equipment  Lab- 
ratories,  owner,  filed,  May  17,  1933,  an  application  with 
le.  Board  of  Standards  and  Appeals  for  approval  of 
ieir  device  knowm  as  the  Rotoflame  Oil  Burner;  and 


Whereas,  this  device  was  submitted  to  the  fire  depart¬ 
ment  for  test  and  report,  and  a  report  of  the  assistant 
chief  of  the  Bureau  of  Combustibles,  Fire  Department, 
dated  June  26,  1933,  recommends  the  approval  of  this  de¬ 
vice  ;  and 

\\  hereas,  this  device  was  approved  by  the  board  July 
14,  1933,  on  certain  conditions  and  owner  through  his 
agent  David  Kaufman  requested  a  change  of  name,  and 
now  requests  permission  to  market  this  device  as  the  Im¬ 
perial  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Rotoflame  Oil 
Burner,  hereafter  to  be  known  as  the  Rotoflame  Gem  Oil 
Burner,  for  use  in  domestic  and  commercial  installation, 
for  use  with  od  not  heavier  than  No.  2,  when  installed 
in  accordance  w'ith  the  Oil  Burner  Rules  of  the  Board  of 
Standards  and  Appeals;  that  all  installations  shall  bear  a 
permanently  fixed  label  reading  as  follows: 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
Under  Cal.  No.  187-33-SA. 

Resolved  further,  that  this  device  may  also  be  marketed 
under  the  name  Imperial  Oil  Burner,  on  condition  that 
under  whichever  name  marketed  the  requirements  herein 
shall  be  complied  with. 


214-3S-SA. 


APPLICANT — Simplex  Boiler  Stand  Co.,  Inc.,  owner. 
SUBJECT — Application  for  reopening — amendment — re 
Simplex  Fill  Pipe  Terminal  for  fuel  oil. 
APPEARANCES— 

For  Applicant :  J.  Manneschmidt. 

ACTION  OF  BOARD — Applicaton  reopened  and  resolu¬ 
tion  amended. 


THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chiet 
Walsh  . 


Negative  .  q 

Absent  .  q 


THE  VOTE  TO  AMEND  RESOLUTION—" 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  . 


Negative  .  q 

Absent  .  q 


THE  RESOLUTION— 

(214-35-SA) 

Whereas,  Simplex  Boiler  Stand  Co.,  Inc.,  owners,  filed, 
August  8,  1935,  an  application  with  the  Board  of  Stand- 
ards^  and  Appeals  for  approval  of  their  device  known  as 
the  “Simplex”  fill  pipe  terminal  for  fuel  oil;  and 

Whereas,  the  device  was  inspected  and  tested  by  the 
engineer  of  the  board  and  the  report  of  the  engineer  rec¬ 
ommended  the  approval  of  the  device  under  certain  con¬ 
ditions  ;  and 

Whereas,  the  device  was  approved  by  the  board  under 
ceitain  conditions  and  applicant  requests  an  amendment 
of  the  resolution  to  permit  a  malleable  iron  cadmium 
plated  seal  cap  instead  of  brass  or  bronze. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  “Simplex”  fill  pipe 
terminal  for  fuel  oil,  on  condition  that  this  device  shall 
be  installed  in  accordance  with  the  oil  burner  rules  of  the 
Board  of  Standards  and  Appeals  and  with  the  following 
requirements : 

The  fill  pipe  terminal  shall  be  of  cast  or  malleable 
iron  with  not  less  than  eight  machine  cut  threads  on 
the  nipple  end  and  not  less  than  seven  in  the  seal  cap 
end. 
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An  oil-proof  gasket  shall  be  provided,  inserted  in 
a  groove  in  the  nipple  end  of  the  fill  pipe  terminal, 
so  that  it  cannot  readily  be  removed. 

The  fill  pipe  terminal  shall  be  provided  with  at 
least  three  (3)  lugs  on  the  outside,  so  that  the  fill  pipe 
terminal  can  be  imbedded  in  concrete  or  masonry  to 
prevent  the  terminal  from  being  loosened  from  the  fill 
line  or  in  lieu  thereof  the  fill  pipe  terminal  should  be 
fastened  to  the  fill  line  by  means  of  an  Allen  or  sim¬ 
ilar  set  screw. 

The  outer  flange  of  fill  pipe  terminal  shall  be  pro¬ 
vided  with  letters  not  less  than  ^4  inch  in  height  and 
raised  1/16  inch,  reading  “Fuel  Oil”  and  with  the  cal¬ 


endar  number  under  which  the  fill  pipe  terminal  was 
submitted  for  approval. 

The  seal  cap  shall  be  of  brass  or  bronze. 

That  this  fill  pipe  terminal  seal  cap  shall  be  con¬ 
structed  in  accordance  with  the  above  requirements 
of  the  board,  but  may  be  of  cast  malleable  iron,  cad¬ 
mium  plated,  provided  in  all  other  respects  the  device 
complies  with  the  requirements  set  forth  in  this  reso¬ 
lution. 


Adjourned,  4:45  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


RULES 


SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  ofticia  . 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewe 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in  : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works; 
Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting; 

Stone  or  monumental  works ; 

provided  that  in  any  case: 

(1)  The  building  is  not  of  wooden  construc- 

tion ;  , 

(2)  Such  chemical  fire  extinguishers  as  tne 
administrative  official  may  direct  are  installed; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c ,  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  12c. 
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OIL  BURNER  RULES 

[217-21-SR] 

NOTICE— In  this  publication  of  these  Rules,  3  now  decimal 
numbering  system  has  been  employed,  but  for  con¬ 
venience,  the  former  designations  are  also  shown  in 
brackets. 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals  June 

15,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
December  4,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 
1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 

1931  ;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932).  i 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1.  Scope. 

[a]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 

equipment  for  use  within  the  City  of  New  York 
except  as  provided  in  these  rules. 

[b]  1.2  These  rules  shall  not  apply  to  gas  companies  stor¬ 

ing  or  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 

Rule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  Appeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit,  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com¬ 
pliance  with  these  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn¬ 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CONTROLS — Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

2.7  DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS — Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS:  Buildings  used  exclusively  for 


dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 

2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points, 
180°  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162")  A.W.G.  wire,  or  pipe  not 
less  than  one-half  inch  (/4")  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  The  other 
end  shall  be  bonded  to  a  ground  connec¬ 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2')  below  the  surface  of  the 
earth. 

2.11  FILL  PIPE:  That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 

2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  (]/2)  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  )  inch 
gypsum  wall  boards  weighing  not  less  than 
16  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  .S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  (*4)  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
floor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  ($4)  inch 
thick. 

2.12.4  Note — All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current. 

2.14  INDUSTRIAL  INSTALLATIONS:  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 
purposes  designed  for  and/or  using  oil  as  defined 
in  these  rules. 

2.17  OIL  LEVEL  INDICATING  DEVICE:  A  means 
by  which  the  level  of  the  oil  in  a  storage  tank  may 
be  indicated. 
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2.18  OVERFLOW  PIPE:  A  pipe  which  conveys,  by 
gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2  19  PERMANENT  DEFORMATION:  Wherever 
phrase,  “without  permanent  deformation,”  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT:  Shall  mean  permit  for  storage  of  oil. 

2.21  PORTLAND  CEMENT  CONCRETE:  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  not 
more  than  two  and  one-half  (2J^)  parts  sand  and 
five  (5)  parts  of  coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28. 

2.22  PREHEATER:  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

2.23  RELIEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2.24  RELIEF  LINE:  That  portion  of  the  line  between 
the  bypass  connection  of  the  relief  valve  and  the 
supply  line  or  storage  tank. 

2.25  REMOTE  CONTROL:  A  hand,  electric,  or  me¬ 
chanically-operated  device  to  shut  off  the  oil  sup¬ 
ply.  A  thermostat  is  not  acceptable  as  a  remote 

control. 

2.26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2.27  SHOP  FABRICATED:  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2.28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 

tuated  to  prevent  the  flow  of  liquid  in  a  line  of 

pipe.  .  , 

2.29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2  30  STORAGE  TANK:  Any  container  for  oil  hav¬ 
ing  a  capacity  of  two  hundred  and  seventy-five 
(275)  gallons  or  more,  having  a  fill  line  and  vent 
line  connected  thereto. 

2  31  STORAGE  TANK,  AUXILIARY  :  Any  con¬ 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  with  an  automatic  or 
manually  operated  pump. 

2  32  SUPPLY  LINE:  That  portion  of  the  line  be¬ 
tween  the  storage  tank  and  the  pump  oil  inlet 
connection.  Where  a  pump  is  not  used,  it  shall 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2.33  TEST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2  34  TRANSFER  PUMP :  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burner. 

2.35  VENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 

Rule  3.  Oil  Permitted. 

ral  3  1  Oil  permitted  under  these  rules  shall  be  any  liq¬ 
uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar,  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


in  a  Pensky-Martens  closed  cup  tester  (Ameri¬ 
can  Society  for  Testing  Materials  Method  D93- 
22)  and  marketed  under  the  following  commercial 
grades : 


Range  Oil 

SP. 

Gr. 

(A.P.I.) 

40-44 

No.  1  Fuel  Oil 

it 

if 

ti 

36-40 

No.  2  “  “ 

tt 

ti 

it 

32-36 

No.  3  “  “ 

it 

it 

it 

28-32 

No.  4  “  “ 

it 

ft 

tt 

24°  + 

No.  5  “  “ 

it 

ti 

ti 

18°  + 

No.  6  “  “ 

a 

ft 

it 

10°  + 

[b]  3.2  The  use  of  crankcase  refuse  oil  as  fuel  oil  is 
strictly  prohibited. 

Rule  4.  Burners. 

[a]  4.1  Burners,  including  oil-burning  heaters,  shall  be 

as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

[b]  4.2  Approval  of  burners  or  oil-burning  heaters  de¬ 

signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
for  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons’  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

[c]  4.3  The  requirements  of  these  rules  shall  not  apply 

to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  of  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick, 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches, 
soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

[a]  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 

be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  be 
as  stated  in  the  table  given  below. 

[b]  5.1.2  All  tanks  must  be  welded  or  riveted  and 

caulked,  or  riveted  and  welded.  Flanges 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  between  plates  is  pro¬ 
hibited. 

[c]  5.1.3  Thickness  of  cylindrical  tanks,  except 

tanks  of  275  gallons  capacity  or  less: 

Tanks  36  in.  in  diameter  and  less — %  in. 
shell,  V\  in.  heads. 

Tanks  37  to  72  in.  in  diameter— Y\  in. 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter— 5/16  in. 
shell,  Yi  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  of 
Y  in.  steel  and  to  be  stiffened  by  angle 
rings  or  equivalent  members  so  as  to  re¬ 
tain  their  cylindrical  form. 
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[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 

tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

[e]  5.1.5  Diameter  and  spacing  of  rivets : 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows : 

.  In  shell  in-  thick,  s/8  in.  in  diameter 
rivets  2yA  in.  pitch. 

In  shell  5/16  in.  thick,  §4  in.  in  diameter 
rivets  2J4  in.  pitch. 

In  shell  3/&  in.  thick,  y  in.  in  diameter  riv¬ 
ets  2j4  in.  pitch. 

S.2  Rectangular  Tanks. 

[a]  5.2.1  All  rectangular  tanks  shall  be  built  of 

steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5/16  of  an  inch. 

[b]  5.2.2  Corners  may  be  made  up  by  bending  the 

plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  §4  of  an  inch  in 

diameter  and  spaced  not  more  than  2J4 
inches  center  to  center. 

[d]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 

to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

[e]  5.2.5  When  structural  steel  members  are  used 

such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

If]  5.2.6  When  structural  steel  reinforcing  members 
are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  pounds  per  square  inch 
taken  in  the  minimum  net  section. 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty-four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  _  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[h]  5.2.8  The  connection  between  these  members  and 

the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

[a]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 


and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
an<J  bead  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U. 
S.  Standard  No.  14. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

storage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  (}4")  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes;  where  used  for  oils  having  a  vis¬ 

cosity  less  than  500  sec.  Saybolt  Universal  at 
100  F.  shall  have  manhole  covers  bolted 
and  air  tight;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above 
Ground. 

[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates  shall  be  J4  inch  and  the  minimum 
thickness  of  roof  plates  l/8  inch. 

The  thickness  of  shell  plates  shall  be  figured 
in  accordance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5) 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch). 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No 
14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

[a]  5.5.1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  wall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 

Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun¬ 

dred  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shall 
be  not  less  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons  stor¬ 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 

than  two  hundred  and  seventy-five  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4")  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  in  an  en¬ 
closure  having  masonry  Avails  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  ndt  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall' 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6. .1.3  The  capacity  of  individual  storage  tanks  lo¬ 

cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
with  burners  or  oil-burning  heaters  shall  be 
installed  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 
or  floor  and  protected  against  mechanical 
injury. 


6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
of  the  tank  not  less  than  two  feet  (2')  be¬ 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
earth,  free  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be 

placed  within  twenty  (20')  feet  of  any  wall, 
separating  a  building  from  the  subway,  and, 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub¬ 
way,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and 
Appeals. 

[c]  6.2.3  No  tank  shall  be  buried  so  as  to  be  nearer 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two 

hundred  and  seventy-five  gallons,  prior  to 
or  at  the  time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 

6.3  Outside  of  Buildings,  Above  Ground. 


[a]  6.3.1  Storage  tanks  located  outside  of  buildings 
above  ground  shall  be  not  less  than  one  and 
one-quarter  (1  *4)  tank  diameters  and  in  no 
case  less  than  ten  feet  (10')  from  the  line 
of  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec¬ 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 


If  distant  25  feet  from  line 
of  adjoining  property 
which  may  be  built  upon 

16,000  gallons 

If  distant  30  feet . 

24,000  “ 

If  distant  40  feet . 

36,000  “ 

If  distant  50  feet . 

48,000  “ 

If  distant  60  feet . 

60,000  “ 

If  distant  75  feet . 

96,000  “ 

If  distant  85  feet,  or  more 

100,000  “ 

[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one 
and  one-half  (1^4)  times  the  capacity  of  the 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  (%)  the  height  of  the  tank 
when  the  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core  of 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  be 
firmly  and  compactly  built  of  good  earth, 
free  from  stones,  vegetable  matter,  etc.,  and 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  at 
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least  one  and  one-half  (1*4)  to  two  (2)  on 
all  sides.  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded. 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 
Code  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[c]  6.3.3  All  above  ground  storage  tanks  larger  than 
two  hundred  and  seventy-five  (275)  gallons, 
prior  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
»  outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 

Rule  7.  Piping. 

7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 

workmanlike  manner.  Exposed  piping  shall 
be  protected  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  at  tank. 

[b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 

brass  pipe,  or  new  extra-heavy  copper  brass 
or  aluminum  alloy  tubing,  properly  marked 
and  duly  approved,  may  be  used.  Drawn 
metal  tubing  when  used  for  conveying  oil, 
shall  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub¬ 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  O^") 
inside  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

[c]  7.1.3  Overflow  pipes  where  installed  shall  not  be 

smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

[a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 

discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

[b]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 

lief  valve  to  prevent  excessive  oil  pressure. 

[c]  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 

more  than  one  and  one-half  (1^4)  times  the 
maximum  working  pressure  of  the  system. 
The  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
line.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7.3.1  An  open  vent  of  iron  or  steel,  without  trap, 

and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

[b]  7.3.2  Where  a  battery  of  storage  tanks,  designed 

to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

[c]  7.3.3  Vents  shall  be  not  less  than  one  and  one- 

quarter  inches  (1J4")  in  diameter  for  stoi- 
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age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  in  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  *4  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[d]  7.3.4  Vent  pipes  shall  be  provided  with  weather¬ 
proof  hoods  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  building  opening  and  not  less  than  five 
feet  (5')  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 

7.4  Fill  Pipes. 

[a]  7.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 

ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (5')  from 
any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal. 
No  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe  may 
be  installed  provided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  AH  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  fill  pipe  terminal  shall  be  provided  with 
letters  reading  “Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 
has  been  approved.  The  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  %  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit¬ 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  of 
hot  water  or  low  pressure  (ten  (10)  pounds 
per  square  inch  maximum)  steam  coils. 
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7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Conlrol  of  Oil  Flow. 

[a]  8.1  Each  supply  line  from  storage  tanks  of  two 

hundred  and  seventy-five  (275)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

[b]  8.2  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity,  shall  be  provided  with  a  shut-off  valve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavy  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

[ c]  8.3  Except  as  may  be  modified  in  specific  instances 

by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(275)  gallons’  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
business  building  only  under  the  following  pro¬ 
visions  : 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  having  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50')  above  the  street 
level.  Only  one  oil  delivery  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be 
larger  than  two  inches  (2")  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 

above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 

each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 
Ignition  “ 

Stack  or 

Combustion  “ 

Pressure  “ 

Gravity  “ 

[d]  8.4  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when  outside  location  is  impractical  such 
control  may  be  located  immediately  inside  the 


room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con¬ 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.5  Except  as  provided  by  Rule  4.2  of  these  rules 

for  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  or 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used  j 

for  atomizing  the  oil,  the  oil  and  the  atomizing 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply,  the 
supply  of  oil  will  immediately  be  cut  off.  Except 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 

Rule  9.  Oil  Level  Indicating  Devices  and  Test 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Test 
wells  shall  not  be  permitted  in  tanks  located 
inside  of  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  of 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructed 

of  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10) 

gallons’  capacity  shall  be  operated  until 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

[b]  10.1.2  Applications  for  permit  shall  be  made  by 

the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shall 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made, 
name  and  address  of  owner  and/or  oc¬ 
cupant,  name  and  address  of  installer, 
make  and  approval  number  of  burners,1 
pumps  and  other  devices,  capacity  num¬ 
ber  and  location  of  storage  tanks,  to¬ 
gether  with  approval  of  such  proposed 
installation  by  the  Commissioner  of1 
Buildings  when  required  under  Rule  10.2. 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fire 

Chief  and  Commissioner  until  the  installa¬ 
tion  has  been  inspected  by  his  represen¬ 
tative. 

10.2  Plans  to  be  Filed  Where  Structural  Considera¬ 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  as 
defined  in  these  rules,  the  installer  shall 
file  with  the  Commissioner  of  Buildings 
plans  showing  the  size  and  location  of 
all  storage  tanks  having  a  capacity  greater 
than  275  gallons  where  such  tanks  are 
to  be  installed  either  inside  of  buildings 
in  or  below  the  lowest  floor  level  or  out- 
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side  of  buildings  below  ground.  Plans, 
however,  shall  be  filed  where  275  gallon 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

10.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 
inch  for  a  period  of  ten  (10)  minutes. 

[bl  10.3.2  Storage  tanks  of  more  than  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as  follows : 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  which  shall  be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

[d]  10.3.4  The  anti-syphon  devices,  where  used  as 

provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

10.4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

^ule  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

11.1  All  installations  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in- 
sta'lation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner. 
Such  reported  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 

range  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

[b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 

the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 

completely  cut  off  the  passage  of  flue  gases  at  any 
time. 

Rule  13.  Automatic  Pusrps. 

13.1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis¬ 
charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall 
not  be  less  than  eighteen  (18)  inches,  except  that 
this  clearance  may  be  reduced  to  nine  (9)  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  J4  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twdee  the  width  thereof  and  such  baf¬ 
fle  is  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 
not  less  than  twelve  (12")  inches,  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side, 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (5’)  of  heating  apparatus, 
except  where  same  is  protected  by  fire  retarding 
material. 

[d]  14.4  Burners  and  all  accessories,  including  tanks  and 

piping,  shall  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  l/2"  asbestos  or  equiva- 
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lent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re¬ 
quired  within  the  specific  approval  of  each  burner. 

[g]  14.7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

[a]  15.1  Cards,  giving  complete  instructions  for  the  care 

and  operation  of  the  system  shall  be  permanently 
fixed  near  the  apparatus  in  readable  condition. 
Where  burners  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons’  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

[b]  15.2  All  heating  systems  in  which  the  oil  is  preheated 

or  systems  not  fully  automatic  shall,  when  operat¬ 


ing,  be  under  the  direct  supervision  of  a  person 
holding  a  certificate  of  fitness  issued  by  the  Fire 
Chief  and  Commissioner,  except,  that  a  person 
holding  a  certificate  of  fitness  as  a  licensed  engineei 
or  as  a  licensed  fireman  under  the  provisions  of 
Section  409  of  the  Charter  of  the  City  of  New 
York,  shall  not  be  required  to  obtain  such  certifi¬ 
cate. 

Rule  16.  Modification. 

16.1  When,  for  any  reason,  it  may  be  impracticable  tc 
comply  strictly  with  the  foregoing  rules,  the  ad¬ 
ministrative  official  having  jurisdiction  shall  have 
power  to  accept  substitute  methods  provided  the 
spirit  and  substance  of  these  rules  shall  be  com 
plied  with. 

Rule  17.  Existing  Installations. 

17.1  Oil  burner  systems  heretofore  installed  and  dub 
approved  as  complying  with  all  laws  and  rules  thei 
applicable  thereto  shall  be  deemed  acceptable,  pro 
vided  there  have  been  no  subsequent  alterations  t< 
the  apparatus,  except  as  to  Rule  15.2. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex. .  °39-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 


Ballard  Duplex  Electric  Driven  Pump  Set.. 

Beach  Russ  Co.  Rotary  . 

Blackmer  Rotary  . 

Blake  &  Knowles  Horizontal  Simplex  Piston 
Pattern  Pump  . 

Century  Rotary  . 

Cook  Electric  Oil  Pump . 

Davidson  . 

Dean  Bros.  Durable  Duplex . 

DeLaval  IMO  Oil  Pump . 

Deming  Double  Oscillating  Force  Pump . 

Deming  Fuel  Oil  Pump . 

Enterprise  Oil  Pump  . 

Exeter  Rotary  . 

General  Electric  Oil  Pump . 

Goulds  Hand  Rotary  . 

Goulds  Rotary  Oil  Pump . 

Goulds  Triplex  Plunger  . 

Hardinge  Fuel  Oil  Pump . 


1413-22-SA 

1134-22-SA 

935-24-SA 

372-21-SA 

908-21-SA 

603-25-SA 

590-21-SA 
840-22-SA 
628-32- S A 
458-27-SA 
298-31-SA 

11-28-SA 

507-22-SA 

475-32-SA 

1133-25-SA 

437-31-SA 

257-22-SA 

813-25-SA 


Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 


Marsh  Fuel  Oil  Pump . .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump 

M.  D.  Rotary  . . . 

Milwaukee  Piston  Rotating  Port  Pump 
Monroe  Oil  Pump  . 


Calendar  No' 
52-27-S/ 
763-25-S/ 
.  658-26-S/ 

I 


National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil  . 

Northern  Rotary  . 

Pascoe  Pump  Set  . 

Petro-Nokol  Industrial  Oil  Pump . 

Quiet  May  Gerotor  Pump  . 

Quimby  Screw  Pump  . 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  . 

Ray  Rotary  . 

Rotary  Pressure  Pump  . 

Rotary  Vacuum  Pump  . 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps,  Models  A.  B,  C  and  D . 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB 

Tate- Jones  . ; . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat  . 

Union  Steam  Pump  for  Fuel  Oil . 


175-35-SA 
1 396-24- S A 

1029-26- S/j 
570-32-SA 

267-32-S/ 
1 193-21-SA 


102-35-S/ 
588-25-S/ 
1060-25-S; 
51 3-25- S/ 

163-34-S; 

410-32-S/ 

199-36-S; 

492-21 -S; 
1279-25-S; 
60-28-S/ 

568-30-S. 

705-30-Si 


Viking  .  438-21-Si 

Warren  Oil  Pump  .  1169-23-Si 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-Si 

Webster  Fuel  Oil  Pump,  Type  A. .  23-34-S 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  184-22-S. 

Worthington  Show  Model  Duplex .  194-22-Si 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  an 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  i 
three  cents  each — postage  to  be  added  if  the  forms  ai 
forwarded  by  mail 
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Burners  for  Domestic  and  Commercial  Use 


i  Name  of  Burner  Calendar  No. 

A.  B.  C.  Oil  Burner .  1295-24-SA 

A.  B.  C.  Oil  Burner,  Type  H .  684-29-SA 

Ace  Rotary  Oil  Burner .  47-35-SA 

Acme  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  .  112-36-SA 

Acme  Oil  Burner,  Models  BO-1  and  BO-2..  132-34-SA 

Aetna  Automatic  Oil  Burner .  1547-23-SA 

Air-Blast  Oil  Burner .  S79-32-SA 

Airtemp  Oil  Burner,  Models  B-6  and  C-6 _  139-36-SA 

Airtemp  Oil  Burner,  Models  D,  F  and  G _  88-34-SA 

Alladin  Oil  Burner .  298-26-SA 

Alexander  Oil  Burner .  65-28-SA 

■  Alida  Oil  Burner .  124-34-SA 

Alpine  Oil  Burner,  Models  A  and  H .  110-36-SA 

American  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 

92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 

4562,  4563,  4573,  4578,  4588,  4688,  4678, 

4668,  4666,  4683,  4663,  4653,  4673,  4674, 

.  4664,  4612,  4618,  4628  and  4638 .  298-33-SA 

Aristocrat  Oil  Burner .  222-35-SA 

Associated  Oil  Burner  .  178-35-SA 

Auto  Heat  Oil  Burner .  284-33-SA 

Autocrat  Oil  Burner,  Model  B-l .  297-31-SA 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-SA 


Baker  Automatic  House  Heating  Burner _ 

Baker  Oil  Burner,  Model  L,  Gun  Type . 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD . 

Ballard  Baby  Grand  Oil  Burner . 

Ballard  Super  Domestic  Oil  Burner . 

Bayard  Domestic  Fuel  Oil  Burner . 

Berggren  Oil  Burner . 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  . 

Pettendorf  High  Pressure  Oil  Burner . 

Bettendorf  Oil  Burner . 

Bettendorf  Oil  Burner,  Model  H.B . 

Bock  Oil  Burner,  Models  A,  B,  C  and  D _ 

Bock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8 . 

Braden  Automatic  Fuel  Oil  Burner . 

Branford  Oil  Burner . 

Branford  Oil  Burner,  Model  “A” . 

Brighton  Oil  Burner . 

Bullet  Automatic  Oil  Burners,  Models  A  and 
B  . 


1323-22-SA 

404-29-SA 


329-35-SA 

447-32- S  A 
939-24- S  A 
1184-22-SA 
764-26-SA 
485-32-SA 

88-34-SA 

479-31-SA 

731-28-SA 

498-32-SA 

123-31-SA 

1 02-34- S  A 
322-30-SA 
36-31-SA 
461-32-SA 
372-33-SA 

195-33-SA 


.Caloroil  Burner,  Type  AA . 

-amel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S . 

Carboradiant  Oil  Burner,  Models  V  &  VS... 

Carboradiant  Oil  Burner,  Model  VSS . 

Carborundum  Burner  . 

Carter-Korth  Oil  Burner,  Model  “P” . 

I'-arter-Korth  Oil  Burner  . 

Carter  Oil  Burner,  Models,  4X,  5X,  6X  'and 

10X . 

-eco  Oil  Burner  . 

-trail  OH  Burner,  Models  4X,'  5X,  6X  and 

-enturv  Oil  Burner  . 

Miallenger  Kleen  Heat  Burner,  Series  No.  100 

challenger  Oil  Burner,  Model  “A” . 

Xhalmers-Ace  (Rotary)  Oil  Burner . 

Mialmers  Automatic  Oil  Burner,  Models  Dl 

and  D2  . . 

-itro  Oil  Burner,  Models  A  and  B . 

commonwealth  Automatic  Oil  Burner . 

-oncord  Burner  . 

.ontinential  Oil  Burner,  Models  A,  B  and'  C.. 


1361-24-SA 

229-32-SA 
16-31-SA 
49-32-SA 
571-29-SA 
389 -32- S  A 
54-30-SA 

117-34-SA 

354-35-SA 

117-34-SA 
157-28-SA 
813-28-SA 
86-34- S  A 
47-35-SA 

608-32- S A 
86-36-SA 
348-28- S  A 
108-35-SA 
146-31-SA 


Name  of  Burner  Calendar  No. 

Cook’s  Automatic  Oil  Burner .  955-27-SA 

Cope-Swift  Safety  Automatic  Oil  Burner _  354-31-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Crescent  Oil  Burner .  222-29-SA 

Crescent  iype  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 .  592-31-SA 

Crown  Oil  Burner,  Type  XA .  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-26-SA 

D’Elia  Oil  Burner .  155-3 1-SA 

Delco  Heat  Oil  Burner .  420-31-SA 

DeWalt  Oil  Burner .  541-31-SA 

Diesel-American  Oil  Burner,  Model  D-A-l..  6-37-SA 

Diesel  Oil  Burner  .  354-35-SA 

Dist-o-matic  Oil  Burner .  663-28-SA 

Doe  Oil  Burner .  317-31-SA 

Doherty  Oil  Burner .  943-26-SA 

Draft-Rite  Oil  Burner  .  178-35-SA 

Dupont  Oil  Burner  .  248-36-SA 

Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C  .  600-31  -S A 

Economy  Oil  Burner,  Type  A-l .  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-SA 

Elec-tro-matic  Oil  Burner,  Type  151 .  125-33-SA 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C,  EA  and  TCV .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

Empire  Oil  Burner .  222-35-SA 

Enterprise  Rotary  Fuel  Oil  Burner . 1149-27-SA 

Enterprise  Steam  Atomizing  Burner .  15-33-SA 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 .  225 -32- S A 

Espo  Oil  Gas  Burner .  1431-23-SA 

Esso  Oil  Burner,  Models  E.B.  1  and  2 .  520-31-SA 

Esso  Oil  Burner,  Models  E.B.  3,  4  and  5....  109-31-SA 

Evenheet  Oil  Burner .  554-32-SA 

Everedy  Oil  Burner .  102-33-SA 

Fairfield  Oil  Burner .  584-31-SA 

Faultless  Oil  Burner .  493.24.SA 

Fine-Glo  Oil  Burner .  178-35-SA 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 

Model  T-2  .  125-36-SA 

Fluid  Heat  Domestic  Oil  Burner.  Type  O...  1094-27-SA 

Fluid  Heat  (Gun  Type)  Oil  Burner, "Model  P  134-35-SA 

Fluid  Heat  Oil  Burner .  361-32-SA 

Forsdraft  Oil  Burner .  4j.34.SA 

Foster  Oil  Burner .  715-26-SA 

Franklin  Domestic  Oil  Burner .  560-26-SA 

Freeport-Silent  Service  Oil  Burner,  Models  5, 

10  and  30 .  97-33-SA 

Fuelo  Oil  Burner .  47-30-SA 

Gar  Wood  Oil  Burner .  373-30-SA 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500  481-32-SA 

General  Automatic  Oil  Burner,  Model  A _  60-36-SA 

General  Electric  Fuel  Oil  Burner .  434-32-SA 

General  Electric  Oil  Burner,  Type  DA-2 _  228-33-SA 

Ghapco  Steam  Generator  .  348-31-SA 

Gilbarco  G.B.O.  Oil  Burner .  282-33-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbarco  Oil  Burner,  Models  G.B.  I1  and  2...  520-31-SA 

Gilbarco  Oil  Burner,  Models  G.B.  3,  4  and  5  109-31-SA 

Gilbert  &  Barker  Flexible  Flame  Burner....  109-31-SA 
Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-31-SA 

Gilbert  &  Barker  Oil  Burner,  Model  S-l _  282-33-SA 

Gill  Oil  Burner .  1231-23-SA 

Gold  Star  Oil  Burner,  Models  F  and  6 .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

„  and  G-3  .  441 -3 1-SA 

Goodspeed  Automatic  Oil  Burner .  957-27-SA 
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Name  of  Burner 

Goodspeed  Oil  Burner,  Nozzle  Type  2 

Gould  Automatic  Oil  Burner . 

Grant  Oil  Burner . • . 

Grant  Oil  Burner,  Model  “C” . 


Calendar  No. 
346-33-SA 
178-35-SA 
382-26- S A 
232-32-SA 


Hardinge  Oil  Burner . 

Hardinge  Oil  Burner,  Model  23 . 

Harris  Fuel  Oil  Burner . 

Hart  Automatic  Oil  Burner . . 

Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  . 

Hart  Oil  Burner,  Model  “H” . 

Hayward  Oil  Burner . 

Hayward  Oil  Burner,  Model  2000 . 

Heat  King  Oil  Burner,  Model  2 . 

Heat-O-Matic  Oil  Burner . 

Heat-Pak  Oil  Burner,  Models  35  and  Compact 

Heatiator  Oil  Burner . 

Heil  Combustion  Fuel  Oil  Burner . 

Heil  Combustion  Fuel  Oil  Burner,  Type  B... 

Herco  Oil  Burner,  Models  R15  and  R35 . 

Hercules  Oil  Burner . . . •  •  •  - - - 

Hercules  Oil  Burner,  Models  H  and  Hh.... 
Hercules  Oil  Burner,  Models  M  1200  and  M 

'  1800  . . . ; . 

Herman  Nelson  Conversion  Oil  Burner...... 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2 
Hofmann  Automatic  Fuel  Oil  Burner,  Model 

41  . 

Holbv  Type  A  Fuel  Oil  Burner . 

Holland  Type  “F”  Oil  Burner . 

Homer  Domestic  Oil  Burner . 

Homestead  Oil  Burner,  Model  E . . 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP.. 

Imperial  Oil  Burner... . ■••••• 

Improved  Kres-Kno  Oil  Burner  and  Model 

MD  . 

Inferno  Oil  Burner.. . . 

International  Mechanical  Draft  Oil  Burner.. 
International  Oil  Burner . 


813-25-SA 

33-33-SA 

690-30-SA 

1162-24-SA 


595-29-SA 

221-33-SA 

696-30-SA 

118-35-SA 

98-35-SA 

178-35-SA 

237-36-SA 

1346-23-SA 

1105-22-SA 

295-29-SA 

21-36-SA 

510-29-SA 

309-33-SA 

486-32-SA 

144-36-SA 

11-36-SA 

274-35-SA 
688-29- S A 
237-34- S A 
1211-25-SA 
176-36-SA 
10-34-SA 

187-33-SA 


591-29-SA 
82-33 -S  A 
372-30- S A 
1 305 -24- S A 


Tacobsen  Balanced  Oil  Burner,  (Model  V-l) 
Johnson  Improved  Rotary  Fuel  Oil  Burner.. 
Joyce  Oil  Burner . 

K.  F.  C.  Oil  Burner . ••• 

Kaytown  Quiet  Automatic  Oil  Burner,  Models 

A,  B  and  C . 

Kelco  Oil  Burner . 

Kelvinator  Oil  Burner . 

Kelvinator  Oil  Burner,  Model  K . 

KeWaNce  Oil  Burner,  Model  “C” . . 

Kingsway  Century  Oil  Burner,  Models  F  and 

. . 

Kleen  PTeet  Oil  Burner . 

Kleen  Hcet  Oil  Burner,  Type  902 . 

Kleen  Heet  Oil  Burner,  Type  R . 

Korth  Oil  Burner,  Models  G  and  S . 

Kreager  Oil  Burner . 

Kres-Kno  Oil  Burner . . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 

Daco  Oil  Burner,  Model  NL . 

I.aco  Oil  Burner,  Models  F,  JF,  BF  and  D.. 

Cange  Economical  Oil  Burner . 

Lawrence  May  Oil  Burner . 

Leader  Oil  Burner . 

Leiman  Brothers  Fuel  Oil  Burner . 

Liberty  Automatic  Heater . 

Liberty  Pressure  Oil  Burner . 

Lochinvar  Oil  Burning  Unit . 

Lonergan  Automatic  Oil  Burner . 

Luxor  Heat  Oil  Burner . 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3.. 


333-33-SA 

938-22-SA 

852-26-SA 


846-25-SA 


146-31-SA 
237-33-SA 
339-3 1-S A 
105-34-SA 
5 1 8-32- S A 

369-33-SA 
62-24- S  A 
99-35-SA 
49-33-SA 
136-34-SA 
367-30-SA 
443-28-SA 


354-34-SA 


670-30-SA 
226-33-SA 
355-33-SA 
1034-27-SA 
425-31-SA 
3 1 4-30- S  A 
129-28-SA 
75-34-SA 
1 42-36- S A 
208-33-SA 
322-30-SA 
166-34-SA 


Name  of  Burner 


Calendar  No. 


“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307,  308,  309,  400  and  800..  341-32-SA 


M.  VV.  Emancipator  Oil  Burner .  102-33-SA 

M.  VV.  Oil  Burning  Water  Heater .  737-29-SA 

M.  VV.  Water  Heater,  Model  20-D .  365-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Majestic  Oil  Burner .  693-30-SA 

Major  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Marr  Oil  Burner,  Model  H,  Type  R .  765-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA 

Master-Kraft  Oil  Burner .  83-33-SA 

May  Oil  Burner .  68-24-SA 

May  Oil  Burner,  Type  BB .  46-34-SA 

Mayfield  Oil  Burner .  568-31-SA 

Mayflower  Oil  Burner .  124-29-SA 

Mcllvane  Oil  Burner .  544-29-SA 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-SA 

Merco  Oil  Burner .  637-29-SA 

Mercurol  Oil  Burner,  Models  4X,  5X,  6X 

and  10X  .  117-34-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Metro-Pressure  Oil  Burner,  Models  A,  B  and 

C  .  146-31-SA 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114 .  327-31-SA 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-SA 

Monitor  Oil  Burner .  202-34-SA 

Morrissey  Oil  Burner .  673-27-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

M A -4,  SP-1,  SP-2,  SP-3,  and  MP-1....  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
M  orse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 

Morse  Fuel  Oil  Burner .  820-23-SA 

Moto-Heat  Oil  Burner .  195-32-SA 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  .  628-23-SA 

Mousette  Oil  Burner .  887-25-SA 


Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA. 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner . .  836-25-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA  ■ 

New  Process  Oil  Burner .  1071-27-SA 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 

Nokol  Automatic  Burner .  1078-24-SA 

Norge  Oil  Burner  Models  N8,  N18  and  N28.  226-34-SA 

Norge  Water  Heater,  Models  23  and  45 .  365-34-SA 

Nu-Way  Oil  Burner .  773-26-SA, 

Oilbuilt  Burner  .  85-33-SA 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-SA 

Oreo  Oil  Burner,  Model  A-l .  216-36-SA 

Oronoque  Oil  Burner .  394-30-SA- 

Orr  Fuel  Oil  Burner .  113-26-SA 

Pacific  Oil  Burner .  343-35-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner .  236-35-SAj 

Peoples  Silent  Oil  Burner,  Models  O  and  G..  313-35-SA 
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Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect  Automatic  Oil  Burner  (Gun  Type), 

;  Model  A-l  .  112-36-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

i-’etro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  VV  Oil  Burner .  452-31-SA 

^etro  Burner,  Model  0  .  78-28-SA 

3etro  Burner,  Model  P-2 .  735-30-SA 

3etro  Oil  Burner,  Model  W-2 .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-l^z...  245-33-SA 

.^etro  Oil  Burner,  Models  D-10,  D-ll,  D-12 

:  D-13,  D-14  and  D-15 .  40-31-SA 

3etroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-SA 

3ioneer  Automatic  Oil  Burner .  1259-27-SA 

^referred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

3rize  Automatic  Oil  Burner,  Models  A,  B 

and  C  .  600-3 1-S A 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  .  411-32-SA 

Togressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

'  R-3S  .  21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 

)uiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Puiet  Heet  Oil  Burner .  49-36-SA 

t 

iasol  Oil  Burner . 108-34-SA 

(ay  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
tay-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 . .  368-34-SA 

layneld  Oil  Burner .  504-26-SA 

leal  Host  Oil  Burner .  38-34-SA 

le-Ly-On  Oil  Burner .  745-26-SA 

lemington  Domestic  Oil  Burner,  Type  B _  532-31-SA 

femington  Oil  Burner .  891-26-SA 

'exoil  Domestic  and  Industrial  Fuel  Oil 

■  Burner  .  667-28 -S  A 

.eynolds  Oil  Burner,  Model  GC .  266-34-SA 

ichfield  Oil  Burner,  Pressure  Gun  Type _  73-36-SA 

uchmond  Gravity  Fuel  Oil  Burner .  1193-22-SA 

-ickard  Oil  Burner .  1011-27-SA 

ohr  Schanck  Fuel  Oil  Burner .  583-21-SA 

otoflame  Gem  Oil  Burner .  187-33-SA 

yan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 

•  &  K.  Mechanical  Fuel  Oil  Burner . •. . .  1115-22-SA 

&  K  Wide  Range  Fuel  Oil  Burner .  10-33-S  A 

-K  Oil  Burner,  Models  F  and  G .  369-33-SA 

■  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32 -S A 

•  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

■  T.  Johnson  Oil  Heat  Servant .  157-34-S  A 

achem  G.B.O.  Oil  Burner . 282-33-SA 

chulse  Home  Oil  Burner .  1487-23-SA 

cott-Newcomb  Pioneer  Oil  Burner,  Models 

C  CA,  CJ,  CV  and  SN  Junior .  436-32-SA 

ealdheet  Oil  Burner,  Model  SH .  160-36-SA 

ecunty  Oil  Burner .  56-28-SA 

hepard  Oil  Burner .  563-30-SA 

hill  Oil  Burner .  315-30-SA 

hur-Heat  Oil  Burner.  Models  R-15  and  R-35  21-36-SA 

uent-Auburn  Fuel  Oil  Burner,  Models  A, 

..  B-  C  and  0 .  463-3 1-S  A 

!  ent  Automatic  Oil  Burner .  458-26-SA 

dent  Automatic  Burner,  Model  “B” .  709-30-SA 


Name  of  Burner  Calendar  No. 

Silent  Automatic  Burner,  Model  “E” .  710-30-SA 

Silent  Flash  Oil  Burner,  Model  Cl. .  38-33-SA 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 

Silent  Glow  Oil  Burner,  Models  600,  800, 

1000,  1200,  1800,  2800,  3800,  6800  and  8800.  345-31-SA 

Silent  Glow  Oil  Burner,  Model  1300 .  12-37-SA 

Silent  Heet  Oil  Burner,  Model  C .  96-36-SA 


Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 

Simplex  Domestic  Oil  Burner,  Type  P.A _  446-30-SA 

Simplex  Domestic  Type  “S.P.”  Oil  Burner..  145-31-SA 

Simplex  Horizontal  Rotary  Oil  Burner, 


Types  H,  H.E.G.  and  H.E.G.-H .  367-36-SA 

Simplex  Turbine  Fuel  Oil  Burner,  Models 

C.O.G.  and  M.O.G .  1203-22-SA 

Socony  Arrow  Oil  Burner .  1191-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G.  536-31-SA 
Standard  Automatic  Oil  Burner,  Type  11-G.  537-31-SA 

Standardyne  Oil  Burner .  34-34-SA 

Stephens  Oil  Burner,  Models  Nos.  1  and  2 _  146-33-SA 

Stuhler  Oil  Burner .  618-27-SA 

Stuhler  Oil  Burner,  Model  R .  84-36-SA 

Summerheet  Oil  Burner .  581-26-SA 

Sundstrand  Automatic  Oil  Burner .  755-26-SA 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner . 603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

Tabor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 

Thermoil  Oil  Burner,  Model  G1 .  324-36-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Thoroburn  Oil  Burner,  Model  A-1-I6-G .  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 


Timken  Silent  Automatic  Heater  (Water 


Heater  Unit)  Models  40-A  and  50-B _  121-35-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C. . .  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Tri-Aire  Oil  Burner,  Model  C-3 .  188-36-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

U  and  S  Oil  Burner  for  Pressing  Machine, 

Models  A,  B  and  C .  331-36-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner .  6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Vesta  Oil  Burner . 91  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner .  320-30-SA 

Viking  Oil  Burner .  396-32-SA 

Vitro-Heet  Oil  Burner,  Model  MD .  591-29-SA 
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Vitro-Heet  Pressing  Machine  Burner,  Mod- 

el  MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW, 

EW-1  and  EW-2 .  341-33-SA 


Warner  Oil  Burner,  Model  A . 

Wayne  Oil  Burner . . . 

Wayne  Domestic  Oil  Burner,  Model  K . 

Wayne  S-2  Domestic  Oil  Burner . 

Weco  Multi  Oil  Burner,  Low  Pressure  Type. 

Wheco  Oil  Burner . 

White  Flame  Oil  Burner . 

White  Heat  Oil  Burner . . 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 
JJ,  Junior,  K,  KA,  KB,  and  R . 


16-34-SA 
1155-25-SA 
115-32-SA 
1 15-32-SA 
24-36-SA 
108-34-SA 
357-35-SA 
232-36-SA 

918-22-SA 


Windsor  Oil  Burner,  Models  A-3U,  B-5U 

and  C-6U  . . 

Winslow  Kleen  Heet  Burner,  Models  805  and 


Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

and  B  . 

Wizard  Automatic  Oil  Burner . 

York  Automatic  Oil  Burner . 

York  Horizontal  Rotary  Oil  Burner  (Type 

AP)  . 

Yorktown  Oil  Burner . 

Yorktown  Oil  Burner,  Model  A . 

Zenith  Oil  Burner . 


658-30-SA 

19-25-SA 


32-33-SA 

181-33-SA. 

] 

44-29-SA 

56-36-SA: 

166-33-SA 

3-35-SA 


270-34-SA 


RULES 


EXIT  RULES— REVOLVING  DOORS 


Adopted,  under  Cal.  No.  842-17-S,  Sept.  6,  1917; 

amended,  under  Cal.  No.  41-19-S,  Feb.  11,  1919;  under 
Cal.  No.  412-20-S,  July  8,  1920,  and  under  Cal.  No.  41-19-S, 
Jan.  8,  1924. 

Rule  1.  Classification  of  Revolving  Doors.  For  the 

purpose  of  these  rules  revolving  doors  shall  be  classified 
as  follows : 


exit  doorways  from  department  stores  provided  doorway; 
aggregating 'at  least  fifty  (50)  per  cent  of  the  legal  re 
quired  with,  equipped  with  swinging  doors,  are  installed 
and  one  or  more  such  outwardly  swinging  doors  are  loi 
cated  immediately  adjacent  to  each  revolving  door.  Sucl 
swinging  doors  need  not  be  equipped  with  handles  on  th< 
outside,  and  shall  have  a  minimum  clear  width  of  threi 
(3)  feet. 


(a)  Type  A.  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position,  but  which  doors  are  so  designed  and  constructed 
that  in  the  event  of  excessive  pressure  being  exerted  on 
the  wings,  the  braces  or  other  devices  which  hold  the 
wings  in  their  normal  position  shall  be  disconnected, 
thereby  permitting  easy  egress  through  the  vestibule  at 
least  equivalent  to  that  provided  by  a  pair  of  swinging 
doors  having  the  same  width  as  the  vestibule  opening. 

No  revolving  doors  shall  be  included  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  any  wing  ex¬ 
ceeds  one  hundred  and  fifty7  (150)  pounds  when  exerted 
at  a  point  three  (3)  inches  from  the  outer  edge  of  the 
wing,  and  three  (3)  feet  six  (6)  inches  above  the  floor, 
but  shall  be  classified  under  type  B. 

(b)  Type  B.  “Rigid  Brace”  in  which  the  individual 
wings  are  maintained  in  the  normal  revolving  position  by 
rigid  braces  or  similar  devices,  but  which  doors  aie.  so 
designed  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  may  be 
manually  released  by  simple  mechanical  means,  thereby 
permitting  the  individual  wings  to  be  manually  collapsed 
and  so  arranged  as  to  permit  free  egress  through  the 
vestibule. 

Rule  2.  Revolving  Doors.  Prohibitions.  Revolving 
doors  shall  be  prohibited  in  exit  doorways  from  assembly 
halls,  asylums,  auditoriums,  churches,  dance  halls,  hospi¬ 
tals,  motion  picture  theatres,  schools,  theatres,  or  from 
any  room  or  space  within  a  building  where  more  than 
three  hundred  (300)  persons  congregate  for  purposes  of 
amusement,  instruction  or  worship ;  except  that  the  main 
entrance  doorway  to  a  hospital  or  sanitarium  may  be 
equipped  with  either  type  A  or  B  revolving  doors  when 
supplemented  by  swinging  doors  not  less  than  three  (3) 
feet  eight  (8)  inches  wide  at  this  or  other  paths  of  egress. 

Rule  3.  Revolving  Doors — Department  Stores.  Type 
A  revolving  doors  hereafter  installed  shall  be  accepted  in 


Rule  4.  Existing  Revolving  Doors.  Except  when 

otherwise  prohibited  existing  Type  A  revolving  doors  ma; 
be  retained  as  required  means  of  exit  in  doorways  fron; 
buildings. 

Except  where  otherwise  prohibited  existing  Type  1 
revolving  doors  may  also  be  retained  as  required  mean 
of  exit  in  buildings,  when,  in  the  opinion  of  the  admin 
istrative  official  having  jurisdiction,  no  dangerous  exit  con, 
dition  exists.  If,  however,  such  dangerous  exit  conditio' 
is  deemed  by  him  to  exist,  they  shall  be  either  replace 
by  Type  A  revolving  doors,  or  supplemented  by  at  lea; 
one  swinging  door  not  less  than  three  (3)  feet  wide  lc 
cated  adjacent  to  the  revolving  door,  as  the  administrate 
official  may  direct. 

Rule  5.  New  Revolving  Doors.  In  buildings  othe 

than  assembly  halls,  asylums,  auditoriums,  churches,  danc 
halls,  department  stores,  hospitals,  motion  picture  theatre, 
schools  and  theatres,  coming  under  the  exit  provisions  c. 
the  building  code,  doorways  serving  as  required  exits  ma 
hereafter  be  equipped  with  Type  A  revolving  doors  c, 
with  Type  B  revolving  doors,  provided  such  revolvir 
doors,  not  exceeding  three  in  a  unit,  shall  have  an  ou 
wardly  swinging  door  at  least  three  (3)  feet  wide  locate 
immediately  adjacent  thereto. 

Rule  6.  Revolving  Doors  —  Subway  Entrances.  R< 

quired  exit  doorways  from  buildings  which  serve  in  add 
tion  as  a  means  of  subway  entrance  and  exit  may  1 
equipped  with  type  A  revolving  doors,  provided  doo 
ways  of  the  legal  required  width  equipped  with  swingir 
doors  are  also  installed  and  one  or  more  such  outward, 
swinging  doors  are  located  adjacent  to  each  revolving  doc 

Rule  7.  Saving  Clause.  But  nothing  in  these  rub 

shall  prevent  the  installation  on  the  exit  doors  from 
bank,  trust  company,  jewelry  store,  or  any  store  devoti 
to  a  single  similar  use,  of  a  locking  device  which  may  i 
operated  by  electricity  or  other  means  from  the  interr 
of  the  building,  to  be  used  only  in  an  emergency. 
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APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 


Name  of  Burner  Calendar  No. 

,B.C.  Range  Burner  Assemblies,  Models 
AS -4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

etna  Range  Oil  Burner  .  29-35-SA 

ir-O-Flame  Space  Heater,  Models  108  and 

810  (pot  type)  .  190-35-SA 

ir-O-Flame  Space  Heater,  Models  71,  91, 

1572  and  1582  (sleeve  type)  .  206-35-SA 

ir-O-Flame  Range  Burner  .  236-34-SA 

merican  Beauty  Heater  (Pot  Types), 

Models  1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

meroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

iltwell  Range  Oil  Burner,  Models  B-l  and 

B-2  .  1 96-34- S  A 

land  Range  Oil  Burner . , .  234-34-SA 

lue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34-SA 

•igham  Range  Oil  Burner .  217-35-SA 


lampion  Range  Oil  Burner,  Models  A  and  B 
ole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

912  . . . . 

'deman  Oil  Burning  Circulating  and  Space 
Heater,  Model  825  . 

lamond  Range  Oil  Burner . 

isyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 . 

isyway  Space  Heater,  Models  CRL19, 

CRN17,  CSP27  and  CSP19 . 

isyway  Water  Heater,  Models  H.W.l  and 

H.W.2 . 

lington  Range  Oil  Burner,  Square  Circulat- 
ing  Heater  and  Round  Circulating  Heater 
lington  Range  Oil  Water  Heater,  Models 

M  and  J  . 

yur-Ready  Range  Oil  Burner,  Models 
Leader,  Standard  and  DeLuxe . 

urfax  Range  Burner  . 

orence  Oil  Heater,  Models  KC-9,  GC-6,” 
GC-7,  GS-27,  CH-9,  CH-27,  CH-28, 

CH-29.  RH-7  and  RH-9 . 

(orence  Oil  Space  Heater,  Models  PH-28 
PH-8,  PC-8,  PC-28,  PR-10,  PR-81  and 

PR-82  . . . . 

lorence  Range  Burners . 

Iix  Range  Oil  Burner . 

I -Heat  Range  Burner,  Models  A  and  De- 
Lux  . 

Ijpp  Range  Oil  Burner,  Models  S.D.  and  C.D. 

J:r-Oil  Automatic  Water  Heater . 

Type  Space  Heater,  Models 
3 00-300- A,  303-303-A,  310-310-A,  315-315-A 

and  320-320A  . 

::rogas  Hot  Blast  Oil  Heater,  Models ”210,  * 

,  135,  110,  207  and  115 . 

jdrid^  Range  Burner  . 

'  es-Kno  Range  Oil  Burner,  Model  MD. 
Sizes  KR,  KRF,  KRF-1  and  1R . 

chinvar  Automatic  Oil  Burning  Water 

Heater  . 

nergan  Automatic  Hot  Water  Heater . 


291-34-SA 
207-35-SA 
308-36-SA 
32 5-34-SA 

157- 35-SA 

158- 35-SA 

159- 35-SA 
351-34-SA 

40-35-SA 

311-34-SA 

302-34-SA 


62-33-SA 


172-35-SA 
219-34-SA 
200-34- S  A 


323-34-SA 
309-34- S  A 

263-35-SA 


266-35-A 

339-34-SA 

48-34-SA 

355-34- S  A 

143-36-SA 

179-35-SA 


BUILDING  CODE  ON  SALE. 

^opics  of  the  Building  Code  are  now  on  sale  at  the  Dis- 
bution  Division  of  the  City  Record  Office,  Room  2213, 
Jnicipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


Name  of  Burner  Calendar  No. 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3  and  C-4  .  263-34-SA 

Loyalty  Range  Burner  .  302-54-SA 

Lynn- Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 


and  M.W.  Core  Oven  Range  Burner, 

Model  450  . •„ .  367-34-SA 

M.W.  Circulating  and  Radiant  Heaters' 

,,  ^odds  501,  601,  701  and  801 .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B  .  364-34-SA 

Majestic  Range  Oil  Burner,  Models  27B  and 

w  .27J  e . . .  180-35-SA 

Majestic  Space  Heater,  Models  247T  and  248.  181-35-SA 

Majestic  Water  Heater,  Models  255A  and  255B  182-35-SA 

Moderne  Range  Oil  Burner,  Models  Regular, 

Junior  and  Firenew  .  357-34-SA 


National  Range  Oil  Burner  .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 
Norge  Space  Heater,  Models  75,  50,  37  and 

37-R  .  366-34-SA 


Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Odin  Beauty  Heater  (Pot  Types),  Models' 

1P61,  1P62,  1P91  and  1P92 .  224-36-SA 


Putnam  Range  Oil  Burner 


54-35-SA 


Quaker  Burnoil  Stove  .  1 1  -31  -S A 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0 .  305-34-SA 


Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-SA 

Sears  Roebuck  Oil  Burning  Water  Heater, 

Hercules  Model  No.  2544 .  303-36-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner .  172-34-SA 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051  .  491-31-SA 


Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Type  Space  Heater,  Models  120, 

165  and  170  .  310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn¬ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80  333-34-SA 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  . 65-35-SA 

Vitro-Heet  Range  Oil  Burner,  Model  MD, 

sizes  KR,  KRF,  KRF-1  and  1-R .  355-34-SA 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office.  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-2S-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2j4-inch  Hose  Outlet  Valve,  Type 
“A”. 

359-30-SA — Conran  Hydraulic  Emergency  Control  Valve 

for  Fire  Line. 

237- 32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 

Arrow  and  Oneida. 

447-32-SA — Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

23-34-SA — Webster  Fuel  Oil  Pump. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System) 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ -21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 

231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

238- 35-SA — Garfire  Gun  (Fire  Extinguisher). 


265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA — Cole  Draft  Governor. 

144-36-SA— Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater,' 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA— -Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine.  '  |i 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M,J 

A-L  and  B. 

243- 36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 
254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  1^2  in.  New 
York  Regulation  Lavatory  Trap. 

264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

317-36-SA — Dempsey  Industrial  Oil  Burner. 

320-36-SA — Preferred  Syphon  Breaker,  Type  T. 
352-36-SA — International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  66. 

378-36-SA — Ritz  Oil  Burner,  Model  A. 

384-36-SA- — York  Bake  Oven  Oil  Burner. 

23- 37-SA — Silent  Heet  Oil  Burner,  Models  A,  B  and  E.1 

24- 37-SA — Silent  Glow  Si-Glo-La  Oil  Space  Heater,' 

Models  15,  35,  60  and  80. 

25- 37-SA — Century  Pressing  Machine  Oil  Burner,  Mod¬ 

els  U1  and  U2. 

27-37-SA — Philco  Oil  Burner,  Models  AM  and  B. 
29-37-SA — Borden  Oil  Burner,  Models  A  and  B.  ; 
35-37-SA — Craig  Expansible  Fire  Hose  Reel. 
50-37-SA— Cardinal  Oil  Burner,  Model  C. 

1 

Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com 
mittee  reports  of  this  board,  court  or  department  action :t 
and  will  remain  thereon  until  the  aforesaid  reports,  cour. 
or  departmental  actions  are  consummated  Whereupon  tht 
case  or  cases  will  be  restored  to  the  regular  calendar  am 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  tht 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City.  h  1 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  vear  to  THE  BULLETP 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . — 

Street . — 

P.  O . . . . j 

My  Subscription  is  to  begin  with  the  issue  for . . .  1937.  1 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  March  8,  1937, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  March  15,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  March  3,  1937 
Cal.  No.  Department  Premises  Affected 

69-37-A . F.D . 3125-312 7  Thomson  avenue, 

north  side,  150  ft.  west  of 
Vandam  avenue  (Block  275, 
Lot  8),  Long  Island  City, 
Borough  of  Queens, 

69985-L.C. 


70-37-BZ . D.B.Q . 70-15  to  70-27  Astoria  Boule¬ 

vard  and  22-02  to  22-08  71st 
street,  northwest  corner 
(Block  1002,  Lots  15  &  16), 
Long  Island  City,  Borough 
of  Queens,  Applic.  511-37. 


71-37-A . D.B.B . 40-58  Washington  street,  73-95 

Front  street,  88-110  Water 
street  and  35-53  Main 
street  (Block  37,  Lot  1), 
Borough  of  Brooklyn, 

13462-L.F.,  13643-L.F. 
and  13644-L.F. 


72-37- A . F.D . 48-10  to  48-20  30th  street,  west 

side,  37  ft.  north  of  Hunt- 
erspoint  avenue  (Block  115, 
Lot  201),  Long  Island  City, 
Borough  of  Queens, 

70089-L.C. 


73-37-SA . F.D . Samco  Oil  Space  Heater  (vari¬ 

ous  models),  Appliance. 


74-37-BZ . D.B.M . 255  West  18th  street,  north  side, 

100  ft.  east  of  8th  avenue 
(Block  768,  Lot  7),  Borough 
of  Manhattan, 

Applic.  3710-36. 


75-37-BZ . D.B.B . 38-48  Livonia  avenue,  southwest 

corner  of  Barrett  street 
(Block  3581,  Lots  32  &  33), 
Borough  of  Brooklyn, 

Applic.  1128-37. 


76-37-BZ . D.B.B . 601-611  Livonia  avenue,  north¬ 

east  corner  of  Sheffield  ave¬ 
nue  (Block  3805,  Lot  1), 
Borough  of  Brooklyn, 

Applic.  1135-37. 


77-37-BZ . D.B.B . 513-517  Ralph  avenue,  east  side, 

25  ft.  south  of  Park  place 
(Block  1466,  Lot  10),  Bor¬ 
ough  of  Brooklyn, 

Decision. 


78-37-A . D.B.B . 41-49  Washington  street  and 

97-111  Front  street,  north¬ 
east  corner,  28-56  Adams 
street  and  112-114  Water 
street  (Block  38,  Lot  1), 
Borough  of  Brooklyn, 

13587-L.F. 


79-37-BZ . D.B.B . 1015-1021  East  New  York  ave¬ 

nue,  northwest  corner  of 
Rochester  avenue  (Block 
1420,  Lot  41),  Borough  of 
Brooklyn, 

Applic.  1131-37. 


80-3 7- BZ . D.B.B . 646-720  Van  Siclen  avenue, 

northwest  corner  of  Hege- 
man  avenue  (Block  4304, 
Lot  12),  Borough  of  Brook¬ 
lyn,  Decision. 


81-37-BZ . D.B.B . 61-73  Chester  street,  east  side, 

120  ft.)  north  of  Pitkin  ave¬ 
nue  (Block  3499,  Lots  8, 
10  &  12),  Borough  of 

Brooklyn,  Decision. 


82-37-BZ . D.B.B . 1064-1080  East  New  York  ave¬ 

nue,  southeast  corner  of 
East  95th  street  (Block 
4598,  Lots  1  &  4),  Borough 
of  Brooklyn, 

Applic.  1129-37. 


83-37-BZ . D.B.B . 4202-4230  New  Utrecht  avenue, 

block  bounded  by  10th  ave¬ 
nue  and  New  Utrecht  ave¬ 
nue  from  42nd  to  43rd 
streets  (Block  5596,  Lot  1), 
Borough  of  Brooklyn, 

Applic.  1133-37. 


84-37-BZ . D.B.B . 934-938-942  Halsey  street,  south 

side,  189  ft.  east  of  Sara¬ 
toga  avenue  (Block  1495, 
Lot  16),  Borough  of  Brook¬ 
lyn,  Applic.  1127-37. 


85-37-A . D.B.B . 2241-224 3  Church  avenue  (2239, 

displayed)  north  side1 
329.13  ft.  east  of  Flatbusb 
avenue  (Block  5089,  Lot 
64),  Borough  of  Brooklyn 
Applic.  17921-36 


Restored  to  Calendar 

685-24-BZ . D.B.B . 33-47  Nassau  avenue,  north  side 

from  Dobbin  street  tc1 
Guernsey  street  (Block 
2643s  Lots  30,  31,  32,  33  S 
36),  Borough  of  Brooklyn 
Applic.  2260-37 

; 

11-33-BZ . D.B.R . 2485  Hylan  boulevard,  north, 

west  corner  of  New  Dor] 
lane  (Block  3649,  part  o 
Lot  1),  New  Dorp,  Bor 
ough  of  Richmond, 

N.B.  851-32 

-  | 

20-36-BZ . D.B.M . 101-103  East  108th  street  an< 

1481-1483  Park  avenue 
northeast  corner  (Bloc! 
1636,  Lots,  1  &  2),  Borougl 
of  Manhattan,  N.B.  2-37 


273-36-BZ . D.B.Q . 73-01  to  73-09  37th  road  an 

37-55  73rd  street,  northeas 
corner  (Block  1284,  Lots  / 
9  &  11),  Jackson  Height! 
Borough  of  Queens, 

N.B.  4236-3( 


1083-25-BZ. ...  D.B.M . 51  West  11th  street,  north  sidi 

332  ft.  1  in.  east  of  6th  ave 
nue  (Block  575,  Lot  75, 
Borough  of  Manhattan, 
Viol.  6072-35  &Viol.  6073-3. 
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CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


COURT  DECISION 

Arbill  Gasoline  Stations,  Inc.  v.  Murdock — September  15,  1936, 
board  denied  reopening  on  alleged  new  facts  to  permit 
a  gasoline  station  in  business  district,  under  section  21, 
Cal.  No.  16-32-BZ,  Premises  6501-05  13th  avenue,  south¬ 
east  corner  65th  street,  Borough  of  Brooklyn,  on  ground 
that  board  had  previously  denied  same  application  on 
same  premises  and  had  been  sustained  in  its  denial  by 
all  courts  including  the  Court  of  Appeals.  Justice 
Lockwood  denied  order  of  mandamus  to  compel  new 
hearing,  stating  method  of  review  was  by  certiorari 
(N.Y.L.J.  Oct.  17,  1936).  Appellate  Division  held  man¬ 
damus  was  not  the  remedy,  but  certiorari  or  a  new 
application  on  new  facts  (N.Y.L.J.  March  2,  1937). 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Feb. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Feb. 

Concrete  Rules  (Hydrated  Lime)... Feb. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Mar. 

Factory  Exit  Rules . Mar. 

Fire  Alarm  Rules  (Interior) . Feb. 

Fire  Drill  Rules . Feb. 

Fire  Retarding  Rules  for  Garages, 

etc . Jan. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Mar. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for. Nov. 

Plumbing  Rules  . Feb. 

Procedure,  Rules  of . Jan. 

Refrigerating  Systems,  Extract  C.O.Jan. 
Smoking  in  Factories,  Rules  for.... Mar. 

Sprinkler  Rules  . Mar. 

Standpipe  Fireline  Rules . Feb. 

Structural  Alterations,  Reporting. ..  Tune 

Tank  Trucks.  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc . Nov. 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


2,  1937— Vol.  22,  No.  5 

2,  1932— Vol.  17,  No.  31 
9,  1937— Vol.  22,  No.  6 

23,  1937— Vol.  22,  No.  8 

3,  1936— Vol.  21,  No.  9 
2,  1937— Vol.  22,  No.  9 
9,  1937— Vol.  22,  No.  10 

16,  1937— Vol.  22,  No.  7 

23,  1937— Vol.  22,  No.  8 

26,  1937— Vol.  22,  No.  4 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 
2,  1937— Vol.  22,  No.  9 

27,  1934— Vol.  19,  No.  48 

24,  1936— Vol.  21,  No.  47 

23,  1937— Vol.  22,  No.  8 
5,  1937— Vol.  22,  No.  1 
12,  1937— Vol.  22,  No.  2 

9,  1937— Vol.  22,  No.  10 
9,  1937— Vol.  22,  No.  10 
2,  1937 -Vol.  22,  No.  5 
7,  1932— Vol.  17,  No.  23 

24,  1936— Vol.  21,  No.  47 
24,  1936— Vol.  21,  No.  47 

10.  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves . Mar. 

Fireline  Hose  Valves . Feb. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.Nov. 

Fuel  Oil  Pumps . Mar. 

Paint,  Varnish  and  Lacquer  Spray- 

ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 
Heaters  . Mar. 


5,  1935— Vol.  20,  No.  10 
23,  1937— Vol.  22,  No.  8 

2,  1937— Vol.  22,  No.  9 
26,  1936— Vol.  21,  No.  21 
17,  1936— Vol.  21,  No.  46 
9,  1937— Vol.  22,  No.  10 

26,  1935— Vol.  20,  No.  48 

2,  1937— Vol.  22,  No.  9 


CALL  OF  CLERKS  CALENDAR 
MONDAY,  MARCH  8,  1937,  2  P.  M. 

Building  Zone  Cases 

58-32-BZ. 

APPLICANT — Irving  Adelsohn,  for  Frank  J.  Mahoney, 
owner. 


PREMISES — 5701-5711  20th  avenue,  southeast  corner  of 
57th  street  (Block  No.  5500,  Lot  No.  6),  Borough 
of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  January 
12,  1937), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


8-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  South  Brooklyn 
Savings  Bank,  owner. 

PREMISES — 113-125  Hamilton  avenue  and  306-314  Co¬ 
lumbia  street,  northwest  corner  (Block  No.  362, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


50-36-BZ. 

APPLICANT — William  McGrane,  for  Iceland  Rink 
Realty  Corporation,  owner. 

PREMISES— -2555  Jerome  avenue,  southwest  corner  of 
West  192nd  street  (Block  No.  3201,  Lot  No.  30), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  December  8,  1936), 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
dismissed  for  lack  of  prosecution). 


414-29-BZ. 

APPLICANT — Sidney  H.  Kitzler,  for  Stella  C  Sartor, 
owner. 

PREMISES — 970-978  Nostrand  avenue  and  291-301  Sulli¬ 
van  place,  northwest  corner  (Block  No.  1305,  Lot 
Nos.  46,  47,  48,  50  and  52),  Borough  of  Brooklyn. 

APPLICATION  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  Janu¬ 
ary  19,  1937), 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than  five  (5)  motor 
vehicles. 


MARCH  9,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  March 
9,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  3-37-BZ — Application,  January  7,  1937,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
of  Henry  G.  Steinmetz,  applicant,  on 
behalf  of  John  A.  Steinmetz,  owner,  to 
permit  partly  in  an  unrestricted  use 
district  and  partly  in  a  business  use 
district  the  occupancy  of  a  plot  ground 
as  a  parking  space  for  more  than  five 
(5)  motor  vehicles;  premises  2825 
Bailey  avenue,  west  side,  205.33  ft 
north  of  West  Kingsbridge  road 
(Block  No.  3264,  Lot  No.  38),  Bor¬ 
ough  of  The  Bronx. 
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cal.  no.  354-36-BZ — Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

cal.  no.  386-36- BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  William  E.  Kennedy,  appli¬ 
cant,  on  behalf  of  Mary  E.  Carter, 
owner,  to  permit  in  a  residence  use 
district  the  conversion  of  occupancy 
of  part  of  existing  building  to  busi¬ 
ness  use;  premises  144-30  Farmers 
boulevard,  west  side,  35.72  ft.  south 
of  144th  road  (Block  No.  3242,  Lot 
No.  5),  Springfield,  Borough  of 
Queens. 

cal.  no.  114-36-BZ — Application  of  Charles  B.  Dullea,  ap¬ 
plicant,  on  behalf  of  D’Arcy  Parrott 
and  William  V.  Burke,  trustees  of  the 
Estate  of  Adeline  Gesner,  owner,  re¬ 
opened  February  24,  1937,  for  consid¬ 
eration  of  the  amendment  to  the  reso¬ 
lution  of  May  26,  1936 — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
alteration  and  change  of  occupancy  of 
an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles,  mo¬ 
tor  vehicle  repair  shop,  automobile 
showroom  and  also  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  330  Bay  street,  south¬ 
west  corner  of  St.  Julian  place  (Block 
No.  503,  Lot  No.  32),  Stapleton,  Bor¬ 
ough  of  Richmond. 

cal.  no.  243-31-BZ — Application  of  Walter  C.  Martin,  ar¬ 
chitect,  Superintendent  of  School 
Buildings,  on  behalf  of  Board  of  Edu¬ 
cation,  City  of  New  York,  owner,  re¬ 
opened  February  24,  1937,  for  con¬ 
sideration  as  to  extension  of  time  to 
complete  work — re  Application,  granted 
on  condition,  under  section  21  of  the 
building  zone  resolution,  permitting  in 
a  one  and  one-half  times  height  dis¬ 
trict  the  erection  of  the  street  wall  of 
a  building  in  excess  of  the  height  per¬ 
mitted  under  the  building  zone  reso¬ 
lution  ;  premises  133-143  East  16th 
street,  north  side,  183  ft.  4  in.  east  of 
Irving  place  (Block  No.  872,  Lot  Nos. 
27,  30,  31  and  32),  Borough  of  Man¬ 
hattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  9,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

301-36-A — 619-623  East  163rd  street,  north  side,  60  ft.  west 


of  Cauldwell  avenue  and  606-608  Teasdale 
place  (Block  No.  2621,  Lot  Nos.  29,  30,  31, 
18  and  20),  Borough  of  The  Bronx. 

36-37-A — 337-341  Avenue  O  and  1582-1592  East  3rd 
street,  northwest  corner  (Block  No.  6584, 
Lot  No.  49),  Borough  of  Brooklyn. 
392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 

45-37-A — 41-32  27th  street,  west  side,  152  ft.  5)4  in.  north 
of  Queensboro  Plaza  (Block  No.  415, 
Lot  No.  36),  Long  Island  City,  Borough 
of  Queens. 

383-36- A — 1148  Metropolitan  avenue,  southwest  corner  of 
Varick  avenue  (Block  No.  2943,  Lot  No. 
10),  Borough  of  Brooklyn. 

30- 37-A — Pier  No.  30,  foot  of  Irving  street  (Block  No. 

315,  part  of  Lot  No.  1),  East  River,  Bor¬ 
ough  of  Brooklyn. 

31- 37-A — Pier  No.  23,  foot  of  Pacific  street  (Block  No. 

287,  part  of  Lot  No.  68),  East  River,  Bor¬ 
ough  of  Brooklyn. 

32- 37-A — Pier  No.  33-,  Atlantic  Basin  (Block  No.  515, 

part  of  Lot  No.  61),  East  River,  Borough 
of  Brooklyn. 

49-37-A — Pier  No.  46,  foot  of  Van  Brunt  street  (Block 
No.  611,  part  of  Lot  No.  1),  Borough  of 
Brooklyn.  1 

52-37- A — Pier  No.  34,  foot  of  Hamilton  avenue  (Block 
No.  515,  part  of  Lot  No.  61),  Borough 
of  Brooklyn. 

Variation  of  Labor  Law 

387-36-S — 1008-1012  East  49th  street,  west  side,  200  ft.  | 
south  of  Farragut  road  (Block  No.  4786, 
Lot  No.  63),  Borough  of  Brooklyn. 

' 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
9,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without  ] 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  375-36-BZ — Application,  December  16,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  William  B.  Linder,  applicant,  , 
on  behalf  of  Jacob  Mayers,  owner,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
line  service  station ;  premises  179-183 
Flatbush  avenue,  619-621  Pacific  street 
and  8-18  5th  avenue  (Block  No.  1118, 
Lot  No.  1),  Borough  of  Brooklyn. 

cal.  no.  300-35-BZ — Application  of  William  Richter,  ap¬ 
plicant,  on  behalf  of  Arthill  Realty 
Corporation,  owner,  reopened  under 
new  facts  December  15,  1936,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station  (previously 
denied)  ;  premises  2664-2694  Ocean 
parkway,  west  side,  15  ft.  south  of 
Nixon  Court  (Block  No.  7237,  Lot 
Nos.  63  and  65),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALL  OF  CLERK  S  CALENDAR 
MONDAY,  MARCH  15,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

598-29-BZ. 

APPLICANT — Robert  E.  McGannon,  for  Mortimer  M. 
Furtsch,  owner. 

PREMISES — 1599-1609  Jerome  avenue,  west  side,  100  ft. 
south  of  Featherbed  lane  (Block  No.  2860,  Lot 
No.  26),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  December  15,  1936  under  new 
proposal), 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  motor  vehi¬ 
cle  repair  shop. 

355-36-BZ. 

APPLICANT — Cogat  Garage  Inc.  (lessee),  for  Edlar 
Realty  Corporation,  owner. 

PREMISES — 693  East  Gun  Hill  road,  northwest  corner 
of  Willet  avenue  (Block  No.  4642,  Lot  No.  70), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

15-37-BZ. 

APPLICANT — James  F.  Hunter,  for  Consolidated  Edison 
Co.  of  New  York,  Inc.,  owner. 

PREMISES — 1540-1544  Boston  road  and  844-850  East 
172nd  street,  southwest  corner  (Block  No.  2966, 
Lot  No.  81),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles  and, 
also,  gasoline  service  station. 

389-36-BZ. 

APPLICANT — Arthur  H.  Haaren  for  Xesbec,  Inc., 
owner. 

PREMISES — 2389  Jerome  avenue,  west  side,  150  ft.  north 
of  West  184th  street  (Block  No.  3199,  Lot  No. 
113),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


MARCH  16,  1937,  10  A.  M. 

|  Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  bv  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
16,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

CAL.  no.  71-30-BZ — Application  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Bessie  Rubin, 
owner,  reopened  under  new  proposal 
November  4,  1936,  under  sections  7h 
and  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles  (previously  denied  for  a  gaso- 
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line  service  station)  ;  premises  887-911 
New  Lots  avenue  and  399-407  Berri- 
man  street,  northeast  corner,  and 
northwest  corner  of  Atkins  avenue 
and  New  Lots  avenue  (Block  No. 
4086,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

cal.  no.  234-36-BZ — Application,  July  30,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Charles  Weishaupt,  applicant,  on 
behalf  of  Estate  of  John  H.  Inman, 
Sr.,  and  John  H.  Inman,  Jr.,  owners, 
to  permit  in  a  business  use  district  the 
conversion  of  occupancy  of  part  of  an 
existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles;  prem¬ 
ises  1690-1698  Broadway  and  203-209 
West  53rd  street,  northeast  corner 
(Block  No.  1025,  Lot  No.  25),  Bor¬ 
ough  of  Manhattan. 

cal.  no.  1220-23-BZ— Application  of  Elwood  Cross  and 
Herbert  W.  Pierce,  applicants,  on  be¬ 
half  of  Charles  E.  Blake,  Elizabeth  B. 
Gardiner,  Henriette  K.  Bennett,  George 
K.  Bennett  and  Grace  Rogers  De 
Beixedon,  owners,  reopened  February 
24,  1937,  for  consideration  as  to  ex¬ 
tension  of  permit — re  Application, 
granted  on  condition,  under  section  7g 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  main¬ 
tenance  of  a  parking  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1090-1094  Gates  avenue,  east  side, 
100  ft.  north  of  Broadway  (Block  No. 
3339,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

cal.  no.  326-36-BZ — Application,  October  31,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Joseph  M.  Lonergan,  appli¬ 
cant,  on  behalf  of  Guiseppe  Montemo- 
rano,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner 
(Block  No.  701,  Lot  No.  8),  Borough 
of  Brooklyn. 

cal.  no.  33S-36-BZ — Application,  November  6,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  L.  &  F.  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  2417-2437  Fulton  street 
and  28-48  Norman  place,  northwest 
corner  (Block  No.  1546,  Lot  No.  29), 
Borough  of  Brooklyn. 

cal.  no.  395-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  C.H.O.  Cor¬ 
poration,  owner,  reopened  February 
2,  1937,  for  consideration  under  new 
proposal,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  use  district  the  extension  of 
a  gasoline  service  station  (which  sta- 
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tion  was  granted  by  the  Court)  ;  prem¬ 
ises  987-1001  Liberty  avenue,  north¬ 
west  corner  of  Conduit  boulevard 
(Block  No.  4157,  Lot  No.  28  and  part 
of  Lot  No.  32),  Borough  of  Brooklyn. 

Appeal  from  Administrative  Order 

376-36-A — 987-1001  Liberty  avenue,  northwest  corner  of 
Conduit  boulevard  (Block  No.  4157,  Lot 
No.  32),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  16,  1937,  2  P,  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
16,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 


cal.  no.  685-24-BZ — Application  of  William  H.  Gompert, 
applicant,  on  behalf  of  Eugene  Kienle, 
owner,  reopened  March  2,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  of  a  portion  of  the 
3rd  story  of  an  existing  building  used 
for  the  manufacture  of  lithographic 
ink  (permission  to  erect  building  was 
granted  by  the  board)  ;  premises  33-47 
Nassau  avenue,  north  side,  from 
Guernsey  street  to  Dobbin  street 
(Block  No.  2643,  Lot  Nos.  30,  31,  32, 
33  and  36),  Borough  of  Brooklyn. 

CAL.  NO.  273-36-BZ— Application  of  John  Eberson,  appli¬ 
cant,  on  behalf  of  Queens-73rd  Street 
Corporation,  owner,  reopened  March 
2,  1937  for  consideration  of  an  amend¬ 
ment  to  the  resolution  of  October  14, 
1936 — re  Application,  granted  on  con¬ 
dition,  under  section  7c  of  the  building 
zone  resolution,  permitting  partly  in 
a  business  use  district  and  partly  in 
a  residence  use  district  the  erection  of 
a  building  to  be  used  for  motion  pic¬ 
ture  theatre  and  stores;  premises  73-01 
to  73-09  37th  road  and  37-55  73rd 
street,  northeast  corner  (Block  No. 
1284,  Lot  Nos.  7,  9  and  11),  Jackson 
Heights,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  22,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

385-36-BZ. 

APPLICANT — Frank  A.  Sweeney,  owner. 

PREMISES — 547  (old  number  525)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue  (Block  No. 
148,  Lot  No.  29),  West  Brighton,  Borough  of 
Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station. 


11-37-BZ. 

APPLICANT — Charles  J.  Johnson,  for  E.M.V.  Corpora¬ 
tion,  owner. 

PREMISES — 6007-6023  Broadway,  northwest  corner  of 
Spuyten  Duyvil  parkway,  northeast  corner  of  Post 
road  (Block  No.  3415-F,  Lot  Nos.  275,  305  and 
307),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7f,  7h  and  21  of  the 
building  zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 

297-36-BZ. 

APPLICANT — Michael  Levine,  for  Southern  Parkway 
Realties  Corp.,  owner. 

PREMISES — 233-02  to  233-16  Central  avenue  (Foch 
boulevard)  and  117-01  to  117-07  233rd  street  south¬ 
east  corner  (Block  No.  3444,  part  of  Lot  No.  1), 
St.  Albans,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution,  ! 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 

106-32-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Confield  Es¬ 
tates,  Inc.,  owner. 

PREMISES — 2351-2355  Grand  Concourse,  northwest  cor¬ 
ner  of  Field  place  (Block  No.  3164,  Lot  No.  50), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  February  9,  1937), 

TO  PERMIT  in  a  residence  use  district  the  alteration 
and  change  of  occupancy  of  part  of  the  first 
floor  of  an  existing  multiple  dwelling  to  business 
use  (stores)  ;  (previously  withdrawn). 


MARCH  30,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
30,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  86-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Morris  I.  Hal- 
perin,  owner,  reopened  December  1, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(previously  withdrawn)  ;  premises  268 
Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 

cal.  no.  2  96-36-BZ — Application,  October  6,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer 
applicants,  on  behalf  of  Helen  L.  Sack- 
ett,  owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station;  premises 
1143-1147  Second  avenue,  northwest 
corner  of  East  60th  street  (Block  No. 
1415,  Lot  Nos.  21  and  23),  Borough 
of  Manhattan. 
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cal.  no.  17-37-BZ — Application,  January  14,  1937,  under 
section  7 h  of  the  building  zone  reso¬ 
lution,  of  George  Stone,  applicant  and 
lessee,  on  behalf  of  Bank  of  New 
York  and  Trust  Company,  owner,  to 
permit  in  a  retail  use  district  the  park¬ 
ing  of  more  than  five  (5)  motor  vehi¬ 
cles  for  a  period  of  not  more  than 
two  (2)  years;  premises  322-324  West 
41st  street,  south  side,  300  ft.  west 
of  8th  avenue  (Block  No.  1031,  Lot 
No.  45),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  30,  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
H  the  building  zone  resolution,  Tuesday  afternoon ,  March 
iO,  1937,  at  2  o’clock,  ini  Room  1013,  Municipal  Building, 
an  the  following  matter : 

^al.  no.  11-33-BZ — Application  of  M.  Bache,  applicant,  on 
behalf  of  Richmond  Boro  Home  Sites 
Corp.,  owner,  reopened  March  2,  1937 
for  consideration  as  to  extension  of 
permit — re  Application,  granted  on  con¬ 
dition — under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period;  premises 
2485  Hylan  boulevard,  northwest  cor¬ 
ner  of  New  Dorp  lane  (Block  No. 


3649,  part  of  Lot  No.  1),  New  Dorp, 
Borough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  6,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

27-36-A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution, Tuesday  afternoon,  April 
6,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  26-36- BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  MARCH  2,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
md  Blum  and  Assistant  Chief  Walsh. 

'  The  minutes  of  the  regular  meeting  of  the  board  held 
n  Wednesday  morning,  February  24,  1937  and  the  min- 
tes  of  the  regular  meeting  of  the  board  held  on  Wednes- 
ay  afternoon,  February  24,  1937,  were  approved  as  printed 
fa  Bulletin  No.  9,  Vol.  XXII. 


I 

BUILDING  ZONE  CASES 

6-29- BZ. 

APPLICANT — Lama  and  Proskauer,  for  Morris  I.  Hal- 
perin,  owner. 

UBJECT— Application  reopened  December  1,  1936  (re 
decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (previously 
withdrawn). 

REMISES  AFFECTED — 268  Lincoln  place,  southeast 
corner  of  Underhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant:  Joseph  H.  Rose. 

For  Opposition:  Emanuel  Wexler,  David  Regi- 
son,  Allen  D.  Emil  and  Alfred  S.  Horwitz 
ACTION  OF  BOARD — Laid  over  to  March  30,  1937  at 
10  A.M.  upon  request  of  attorney  for  owner. 


326-36-BZ. 

APPLICANT — Joseph  M.  Lonergan,  for  Guiseppe  Mon- 
temorano,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  busing  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 402-412  37th  street  and  961-965 
4th  avenue,  southeast  corner  (Block  No.  701,  Lot 
No.  8),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Helen  Einbeinder. 

For  Opposition :  Aaron  B.  Calvin. 

ACTION  OF  BOARD — Laid  over  to  March  16,  1937  at 
10  A.M.  upon  request  of  applicant’s  representative. 


375-36-BZ. 

APPLICANT — William  B.  Linder,  for  Jacob  Mayers, 
owner. 
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SUBECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 179-183  Flatbush  avenue,  619- 
621  Pacific  street  and  8-18  Fifth  avenue  (Block 
No.  1118,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  B.  Linder. 

For  Opposition :  None. 

ACTION  OF  BOARD— Laid  over  to  March  9,  1937  at  2 
P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


685-24-BZ. 

APPLICANT — William  H.  Gompert,  for  Eugene  Kienle, 
owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  time  (decision  of  the  commissioner 
of  buildings)  re  Application,  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of  a 
building  to  be  used  for  manufacturing  lithographic 
ink. 

PREMISES  AFFECTED — 33-47  Nassau  avenue,  north 
side  from  Guernsey  street  to  Dobbin  street  (Block 
No.  2643,  Lot  Nos.  30,  31,  32,  33  and  36),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant :  William  H.  Gompert. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  March  16,  1937,  at 
2  P.M. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh . 4 

Negative  .  0 

Absent  .  0 


88-36-BZ. 

APPLICANT — Artrur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 

SUBJECT — Request  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
motor  vehicle  repair  shop  (for  the  testing  of 
brakes)  on  an  existing  gasoline  service  station. 

PREMISES  AFFECTED— 3170-3178  Broadway  and  28-34 
Tieman  place,  southeast  corner  (Block  No.  1981, 
Lot  No.  65),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Arthur  H.  Haaren. 

ACTION  OF  BOARD — Request  to  reopen,  withdrawn. 

THE  VOTE  TO  WITHDRAW— REQUEST  TO  RE¬ 
OPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


169-20-BZ. 

APPLICANT — Thomas  A.  Grady,  for  Clark  &  Company, 
owner. 

SUBJECT — Application  for  consideration— reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 


gasoline  service  station  (in  lieu  of  a  garage  for 
more  than  five  (5)  motor  vehicles  previously 
granted  by  the  board). 

PREMISES  AFFECTED— 1617-1627  Neptune  avenue 
and  3127-3131  Cropsey  avenue,  northeast  corner 
(Block  No.  6995,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Larry  Meltzer. 

ACTION  OF  BOARD — Reopened  and  resolution  amended. 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(169-20-BZ) 


Whereas,  this  application  to  permit  in  a  business  use 
district  the  erection  of  a  garage  for  more  than  five 
motor  vehicles  affecting  premises  1617-1627  Neptune  ave¬ 
nue  and  3127-3131  Cropsey  avenue,  northeast  corner 
(Block  No.  6995,  Lot  No.  1),  Borough  of  Brooklyn,  was 
granted  by  the  Board  March  30,  1920,  on  certain  con-  . 
ditions,  resolution  amended  October  29,  1935,  and  Sep¬ 
tember  15,  1936,  and  the  owner,  through  his  agent  I 
Thomas  A.  Grady,  requested  a  further  amendment  of 
the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  Board 
on  March  30,  1920,  as  amended  October  29,  1935,  and 
September  15,  1936,  be  and  it  hereby  is  amended,  so  that 
the  resolution  will  read  as  follows: 

“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  applica¬ 
tion  of  the  use  district  regulations  of  the  building 
zone  resolution  and  that  the  application  be  and  it 
hereby  is  granted  on  condition  that  the  roof  of  the 
building  be  constructed  of  fireproof  materials  and 
that  the  rear  and  side  walls  shall  be  unpierced 
throughout  their  entire  length  and  height;  that  upon 
the  completion  of  the  widening  of  Neptune  avenue 
and  the  reduction  in  the  area  of  this  plot  to  60  ft. 
along  Cropsey  avenue,  the  garage  hereinbefore  per- 1 
mitted  may  be  reconstructed  as  indicated  on  revised 
plans  marked  “Received  February  19,  1937”,  so  as  to 
permit  an  occupancy  as  a  gasoline  service  station, 
on  condition  that  the  building  shall  be  rearranged, 
as  indicated  on  such  plan  and  shall  not  exceed  one- 
story  in  height  and  shall  be  constructed  of  incom¬ 
bustible  materials,  except  that  the  door  frames  and 
doors  and  window  frames  and  sash  may  be  of  wood; 
that  there  shall  be  no  openings  in  the  brick  wall  to 
adjoining  premises  to  the  north  and  east;  that  there 
shall  be  no  open  excavation  under  these  buildings 
except  pits  for  the  greasing  racks;  that  the  fronts 
of  the  greasing  section  space  shall  remain  open; 
that  the  entire  floor  of  the  building  shall  be  cement 
paved;  that  gasoline  pumps  erected  shall  be  not 
nearer  than  10  ft.  to  the  building  line  of  Neptune 
avenue  and  Cropsey  avenue;  that  there  shall  be 
erected  at  the  corner,  at  the  intersection  of  Cropsey 
avenue  and  Neptune  avenue,  a  reinforced  concrete  curb 
not  less  than  12  inches  in  height,  not  less'  than  5  ft. 
in  length  along  Neptune  avenue  and  not  less  than 
10  ft.  in  length  along  Cropsey  avenue;  that  the  open¬ 
ings  to  Neptune  avenue  and  Cropsey  avenue  shall 
not  exceed  those  shown  on  the  plan ;  that  there 
shall  be  no  automobile  repairing  permitted  on  the 
premises  and  no  parking  of  cars  other  than  those 
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being  serviced;  that  no  portable  gasoline  tanks  shall 
be  used  on  or  from  the  premises;  that  all  adver¬ 
tising  shall  be  limited  to  the  illuminated  globes  of 
the  gasoline  pumps  and  to  a  permanent  flat  sign  at¬ 
tached  to  the  front  of  the  building,  excluding  all 
temporary  signs  and  roof  signs  but  permitting  one 
sign  which  may  be  illuminated,  advertising  only  the 
brand  of  gasoline  on  sale  which  may  extend  beyond 
the  building  line  a  distance  not  exceeding  5  ft.;  that 
the  curb  cut  openings  shall  not  exceed  the  width 
shown;  that  all  permits  shall  be  obtained  and  all 
work  completed  within  one  year  from  the  date  of 
this  amended  resolution.” 


74-35-BZ. 


APPLICANT — Charles  B.  iMeyers,  for  Zex  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment— re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor  vehicles  and, 
also,  a  gasoline  service  station. 

PREMISES  AFFECTED — 2475-2481  Flatbush  avenue, 
northeast  corner  of  Avenue  U  (Block  No.  8543, 
Lot  No.  3),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Charles  B.  Meyers. 

ACTION  OF  BOARD — Reopened  and  resolution  amended. 

THE  VOTE  Tp  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . .  4 

Negative  . *  0 

Absent  .  0 

'THE  VOTE  TO  AMEND  RESOLUTION— . 


Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  . ; .  0 


THE  RESOLUTION— 

(74-35-BZ) 

Whereas,  this  application  affecting  premises  2475-2481 
Hlatbush  avenue,  northeast  corner  of  Avenue  U  (Block 
Sfo.  8543,  Lot  No.  3),  Borough  of  Brooklyn,  was  granted 
>y  the  board  June  18,  1935,  on  certain  conditions;  resolu- 
lon  amended  September  24,  1935,  and  November  4,  1936, 
ind  applicant  requested  a  further  amendment  of  the 
'esolution. 


Resolved,  that  the  resolution  adopted  by  the  board  on 
fune  18,  1935  be  and  it  hereby  is  amended,  so  that  as 
tmended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulation  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21,  permitting  the  premises  under  appeal 
to  be  occupied  as  a  gasoline  service  station  on  condi¬ 


tion  that  the  entire  plot  shall  be  leveled  substantially 
to  the  grade  of  Flatbush  avenue  and  Avenue  U ;  that 
the  premises  shall  be  arranged,  substantially  as  indi¬ 
cated  on  working  drawings  marked  ‘received  October 
30,  1936’;  that  the  accessory  building  shall  not  exceed 
one-story  in  height  and  shall  be  constructed  of  fire¬ 
proof  materials,  except  that  the  wood  beams,  wood 
boarding,  door  frames  and  doors,  window  frames  and 
sash  may  be  of  wood,  provided  the  ceiling  throughout 
is  fire-retarded  in  accordance  with  the  rules  of  the 
Board  of  Standards  and  Appeals  and  the  roof  is 
weather  surfaced  with  non-inflammable  material ;  that 
there  shall  be  erected  on  the  interior  lot  lines  contin¬ 
uously  from  Amersfort  avenue  to  Avenue  U  a  ma¬ 
sonry  wall  not  less  than  7  ft.  in  height  and  properly 
coped  except  that  this  -wall  may  be  5  ft.  in  height  for  a 
distance  of  27  ft.  from  Amersfort  avenue  and  for  a  dis¬ 
tance  of  47  ft.  from  Avenue  U ;  that  the  construction 
of  this  mall  may  be  deferred  for  one  year  after  the] 
completion  of  the  station  in  all  other  respects  and  after 
a  certificate  of  occupancy  has  been  issued  therefor  by 
the  Commissioner  of  Buildings ;  that  the  area  not  cov¬ 
ered  by  accessory  buildings  and  walls  shall  be  paved 
with  concrete,  colprovia  or  bound  bluestone,  except 
that  the  area  to  the  north  and  east  of  accessory  build¬ 
ing  may  be  left  unpaved  if  properly  graded  and  kept 
in  presentable  condition  at  all  times;  that  entrances 
shall  be  restricted  to  two  to  Avenue  U,  not  exceeding 
35  ft.  in  width  each,  one  to  Flatbush  avenue,  not  ex¬ 
ceeding  35  ft.  and  one  to  Amersfort  avenue  not  ex¬ 
ceeding  25  ft. ;  that  areas  indicated  on  plans  marked 
‘planting  and  grass  plots’  shall  be  maintained  with 
proper  curbing  around  same;  that  gasoline  pumps 
erected  on  the  plot  shall  be  not  less  than  15  ft.  from 
street  lines;  that  the  gasoline  pumps  shall  be  of  the 
stone  masonry  pedestal  type  as  approved  for  use  on 
parkways;  that  signs  shall  be  limited  to  the  illumin¬ 
ated  globes  of  the  pumps  and  to  flat  signs  attached  to 
the  accessory  building  precluding  all  roof  signs  and 
signs  of  a  temporary  nature  but  permitting  the  erec¬ 
tion  of  three  post  columns  within  the  building  line  at 
points  indicated  for  supporting  one  sign  each  for  ad¬ 
vertising  only  the  brand  of  gasoline  on  sale,  provided 
such  signs  do  not  extend  beyond  the  line  for  a  dis¬ 
tance  of  more  than  5  ft. ;  that  there  shall  be  no  auto¬ 
mobile  repairing  carried  on  in  the  premises  and  no 
parking  of  cars  other  than  those  being  serviced;  that 
there  shall  be  no  portable  gasoline  pumps  used  on  or 
from  the  premises;  that  there  shall  be  no  excavation 
under  the  accessory  building;  that  the  greasing  equip¬ 
ment  shall  be  of  the  hydraulic  lift  type;  that  the  room 
for  heating  boiler  shall  be  separated  from  the  balance 
of  the  building  by  fireproof  material  and  enterable 
only  from  the  exterior  of  the  building;  that'  all  per¬ 
mits  shall  be  obtained  and  all  work  completed  within 
one  year  from  the  date  of  this  amended  resolution.” 


Adjourned,  11  :50  A.  M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
dued  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni- 
nce  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each  postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MARCH  2,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

26-36-BZ. 

APPLICANT — Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  “B”  area 
and  2  times  height  district  the  alteration  of  a  hotel 
— which  after  alteration  will  exceed  the  permitted 
height  and  will  not  have  the  required  yard  and 
court  space. 

PREMISES  AFFECTED— 145  West  51st  street,  north 
side,  125  ft.  east  of  Seventh  avenue  (Block  No. 
1004,  Lot  No.  6),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  None. 

For  Opposition :  Wm.  J.  Kennedy. 

ACTION  OF  BOARD — Laid  over  to  April  6,  1937,  at  2 
P.M.  on  request  of  appellant,  made  by  Mr.  Ken¬ 
nedy,  representing  opposition. 


300-35-BZ. 

APPLICANT — William  Richter,  for  Arthill  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  reopened  December  15,  1936,  un¬ 
der  new  facts  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7 a  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing  gasoline  serv¬ 
ice  station  (previously  denied). 

PREMISES  AFFECTED— 2664-2694  Ocean  parkway, 
west  side,  15  ft.  south  of  Nixon  court  (Block  No. 
7237,  Lot  Nos.  63  and  65),  Borough  of  Brooklyn. 

APPEARANCES—  # 

For  Applicant :  None. 

For  Opposition :  None. 

ACTION  OF  BOARD— Laid  over  to  March  9,  1937  at 
2  PjM.,  awaiting  opinion  from  corporation  counsel. 


11-33-BZ. 

APPLICANT — M.  Bache,  for  Richmond  Boro  Home  Sites 
Corp.,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  permit — re  Application  (decision  of 
the  superintendent  of  buildings)  under  section  7f 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED — 2485  Hylan  boulevard,  north¬ 
west  corner  of  New  Dorp  lane  (Block  No.  3649, 
part  of  Lot  No.  1),  New  Dorp,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant:  M.  Bache. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing  March  30,  1937  at 
2  P.M. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


20-36-BZ. 

APPLICANT — Ely  Jacques  Kahn,  for  James  A.  Trow¬ 
bridge,  Jr.  and  Emigrant  Industrial  Savings  Bank, 
owners. 

SUBJECT — Application  for  consideration — reopening  un¬ 
der  new  proposal — (re  decision  of  the  commission¬ 
er  of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 101-103  East  108th  street  and 
1481-1483  Park  avenue,  northeast  corner  (Block 
No.  1636,  Lot  Nos.  1  and  2),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  J.  B.  Newman. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


273-36-BZ. 

APPLICANT — John  Eberson,  for  Queens-73rd  Street 
Corporation,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  7c  of  the 
building  zone  resolution,  permitting  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  erection  of  a  building  to  be  used  for 
motion  picture  theatre  and  stores. 

PREMISES  AFFECTED— 73-01  to  73-09  37th  road  and 
37-55  73rd  street,  northeast  corner  (Block  No. 
1284,  Lot  Nos.  7,  9  and  11),  Jackson  Heights,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  James  Ruderman  and  Philip 
Wellin. 

ACTION  OF  BOARD — Application  reopened,  calendar  call 
waived  and  set  for  hearing  March  16,  1937  at  2 
P.M. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief  r 


Negative  .  0 

Absent  .  .  0 


1083-25-BZ. 

APPLICANT — Ferdinand  Savignano,  for  51  West  11th 
Street  Corporation,  owner. 

SUBJECT — Application  for  consideration — reopening  un¬ 
der  new  facts  (orders  of  the  commissioner  of' 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  and  “B’ 
area  district,  the  maintenance  of  a  rear  extension 
covering  more  than  the  limited  40  per  cent  of  the 
area  of  yard  space  required  by  the  zone  resolution 
(the  rear  wall  of  extension  carried  up  without 
setback)  j 

PREMISES  AFFECTED — 51  West  11th  street,  north  side, 
332  ft.  1  in.  east  of  Sixth  avenue  (Block  No.  575, 1 
Lot  No.  75),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Arnold  W.  Lederer. 

For  Opposition :  Edward  G.  Steinert. 

For  Administration :  Inspector  Francis  Chages, 
Tenement  House  Department. 
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ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


2S3-36-BZ. 

APPLICANT— Francis  Seaman,  for  Fifth  Avenue  Coach 
Company,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

I  PREMISES  AFFECTED — 2-24  East  102nd  street  and 
1478-1480  Madison  avenue,  southwest  comer 
(Block  No.  1607,  Lot  Nos.  56,  58  and  59),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  withdrawn  on  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


889-24-BZ. 

APPLICANT — Lauritz  Lauritzen,  for  D.  &  B.  Auto 
Painting  Company,  owner. 

SUBJECT — Application  reopened  September  29,  1936 — re. 
(decision  of  the  commissioner  of  buildings)  under 
section  7c  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  use  district  the  extension  of  an 
existing  garage  for  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 103-111  Underhill  avenue,  east 
side,  103  ft.  11 y2  in.  south  of  St.  Marks  avenue 
(Block  No.  1153,  Lot  No.  5),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Lauritz  Lauritzen. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 


(889-24-BZ) 

Whereas,  this  application  to  permit  the  extension  wholly 
within  an  unrestricted  district  of  a  building  partly  in  a 
residence  use  district  and  the  occupancy  of  the  entire  struc¬ 
ture  as  a  garage  for  more  than  five  motor  vehicle  prem¬ 
ises  103-111  Underhill  avenue,  east  side,  103  ft.  l\l/2  in. 
south  of  St.  Marks  avenue  (Block  No.  1153,  Lot  No.  5), 
Borough  of  Brooklyn,  was  granted  by  the  board,  December 
2,  1924,  on  certain  conditions,  amended  May  21,  1927,  De¬ 
cember  3,  1929  and  October  21,  1930  and  owner  through  his 
architect  requested  a  reopening  of  the  case  and  an  amend¬ 
ment  of  the  resolution  to  permit  a  further  extension  of 
the  garage;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  September  29,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet- 
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RnlWin^f  1  h36’  jfteJ  o  Ue  rotice  by  Publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals,  and 

a  *.  FEEEAS>  tbe  decision  of  the  commissioner  of  buildings 
9659-1 936 ?r eadsT  8’  ^  ^  °n  APPlication  No. 

“1*  Proposed  extension  within  residential  zone  of 
•  exi?tin&  garage  now  located  partly  in  an  unre¬ 
stricted  and  partly  in  a  residential  district  is  in 
violation  of  zone  resolution,  Art.  II,  Sec.  3,  and  is 
therefore  denied. 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  85  ft.  10  in.  on  Underhill  avenue,  131  ft 
6  in  along  the  north  lot  line  and  74  ft.  7  in.  along  the  rear 
lot  line.  Upon  the  north  portion  of  the  plot  there  is  lo¬ 
cated  a  two  (2)  story  garage  for  more  than  five  motor 
l!,c] leLs.:„  said  Sara&e  has  a  frontage  of  57  ft.  3  in.  on 
Underhill  avenue.  Upon  the  south  portion  of  the  plot 
there  is  located  a  two-story,  non-fireproof  building  having 
a  frontage  of  28  ft.  iy2  in.  on  Underhill  avenue  and  a 
maximum  depth  of  approximately  100  feet;  it  is  proposed 
to  use  this  building  as  an  extension  to  the  existing  garage 
tor  more  than  five  motor  vehicles;  and 
.  Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  in  order  to  be  informed 
prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  applicant  had  substan¬ 
tiated  the  basis  of  his  application  under  section  7  sub¬ 
division  c  of  the  building  zone  resolution  and  was  there¬ 
fore  entitled  to  relief. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  the  resolution  adopted  by  the  board  on  De¬ 
cember  2,_  1924  as  amended  October  21,  1930,  so  that  as 
amended  it  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  7-c,  on  condition  that  the  dimensions  of 
extension  as  originally  proposed  be  restricted  to  those 
indicated  on  the  plans  originally  filed  in  this  case; 
that  the  rear  wall  in  the  first  story  shall  be  unpierced 
throughout  its  entire  height  and  length,  with  the  ex¬ 
ception  of  one  self-closing  fireproof  door  not  exceed¬ 
ing  3  ft.  8  in.  in  width ;  that  the  rear  wall,  second 
story,  shall  be  set  back  10  ft.  from  rear  lot  line,  except 
elevator  shaft  enclosure;  that  in  the  event  that  the 
owner  desires  to  extend  the  existing  garage  south¬ 
erly  by  the  addition  of  existing  two-story  building 
under  the  same  ownership,  such  extension  may  be 
permitted  on  condition  that  the  building  shall  be  of 
fireproof  construction  and  shall  meet  all  the  require¬ 
ments  of  garage  occupancy  except  that  the  roof  beams 
and  roof  boarding  may  be  of  wood,  provided  the  ceil¬ 
ing  under  same  is  fire-retarded  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals ;  that 
no  portion  of  the  garage  shall  be  used  for  auto  paint¬ 
ing  that  all  windows  along  southerly  lot  line  shall 
either  be  bricked  up  with  masonry  equivalent  to  the 
wall  or  be  provided  with  steel  frames  and  sash, 
glazed  with  wire  glass  and  made  fixed  and  unopen- 
able,  both  on  the  first  and  second  floors;  that  there 
shall  be  no  garage  opening  from  this  additional  por¬ 
tion  of  the  garage  to  Underhill  avenue;  and  that  all 
permits  shall  be  obtained  and  all  work  shall  be  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution.” 


391-27-BZ. 

APPLICANT — Daniel  Marshall,  for  Sinclair  Refining  Co., 
lessee  (long  term  lease)  and  I.  T.  Flatto,  owner. 

SUBJECT — Application  for  reopening — amendment  of 
resolution  and  approval  of  plans — re  Application 
(decision  of  the  commissioner  of  buildings)  under 
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section  21  of  the  building  zone  resolution,  permit¬ 
ting  partly  in  a  business  use  district  and  partly  in 
an  unrestricted  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station  for  a  tempo¬ 
rary  period  (previously  denied  under  section  7c 
of  the  building  zone  resolution). 

PREMISES  AFFECTED— 5214-5218  Broadway  and  89 
West  225th  street,  northeast  corner  (Block  No. 
2215,  Lot  No.  106),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Daniel  Marshall. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ® 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(391-27-BZ) 

Whereas,  this  application  affecting  premises  5214-5218 
Broadway  and  89  West  225th  street,  northeast  corner 
(Block  No.  2215,  Lot  No.  106),  Borough  of  Manhattan,  to 
permit  in  a  business  use  district  and  partly  in  an  unre¬ 
stricted  use  district  the  erection  and  maintenance  of  a 
gasoline  service  station,  was  granted  by  the  board  under 
section  21  for  a  period  of  ten  years  on  December  1,  1936, 
subject  to  such  condition  as  the  board  may  deem  desirable 
to  impose  after  complete  working  drawings  have  been 
submitted ;  and  _  ,  . 

Whereas,  complete  working  drawings  were  submitted 

February  27,  1937. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  December  1,  1936,  so  that 
as  amended  it  shall  read : 

“Granted,  under  section  21  thereof,  for  a  period  of 
ten  years  from  the  date  of  this  amended  resolution, 
on  condition  that  the  plot  shall  be  leveled  substantially 
to  the  grade  of  Broadway  and  West  225th  street;  that 
the  accessory  building  shall  be  located  toward  the 
northeasterly  portion  of  the  plot  and  shall  be  con¬ 
structed  of  fireproof  materials,  except  that  the  roof 
beams,  roof  boarding,  door  frames  and  doors,  window 
frames  and  sash  may  be  of  wood,  provided  the  ceiling 
is  fire  retarded  in  accordance  with  the  rules  of  the 
Board  of  Standards  and  Appeals  and  the  roof  weather 
surfacing  is  of  non-inflammable  material ;  that  this 
building  shall  not  exceed  one  story  in  height  and  shall 
be  arranged  for  use  as  an  office  space,  greasing  and 
car  washing;  that  the  room  for  heater  shall  be  separ¬ 
ated  from  the  balance  of  the  building  with  fireproof 
construction,  except  that  the  ceiling  may  be  fire-re¬ 
tarded  and  the  room  enterable  only  from  the  exterior 
of  the  building;  that  there  shall  be  constructed  on  the 
northerly  and  easterly  lot  lines  from  street  lines  to 
the  accessory  building  a  wall  of  masonry  stuccoed  not 
less  than  8  feet  in  height,  except  that  such  wall  may 
be  constructed  at  a  height  of  4  feet  at  the  building 
line  and  stepped  up  at  the  rate  of  one  foot  in  four 
to  the  8- foot  height ;  that  there  shall  be  erected  on  the 
balance  of  the  interior  lot  lines  to  the  north  and  east 
of  the  accessory  building,  a  substantial  heavy  woven 
wire  fence  not  less  than  6  feet  in  height  with  man- 
proof  top;  that  the  entire  plot  where  not  occupied  by 
accessory  buildings  and  walls  shall  be  cement-paved, 
except  areas  indicated  for  planting  and  the  portion 


to  the  north  and  east  of  the  accessory  building,  which 
shall  be  completely  shut  off  from  the  balance  of  the 
plot  except  for  an  entrance  gate  not  over  3  ft.  8  in. 
in  width,  which  space  shall  be  leveled  and  covered 
with  steamed  cinders ;  that  the  gasoline  pumps  erected 
shall  be  not  nearer  than  15  feet  from  the  center  line 
of  outside  pumps  to  the  building  line  of  Broadway  and 
not  nearer  than  16  feet  from  center  line  of  outside 
pumps  to  the  building  line  of  West  225th  street;  that 
the  entrances  to  the  premises  shall  not  exceed  two  en¬ 
trances  from  West  225th  street  with  curb  cuts  not 
exceeding  30  feet  in  width  each  and  two  entrances 
from  Broadway  with  curb  cuts  not  exceeding  30  feet 
in  width  each  and  with  openings  opposite  such  curb 
cuts  not  exceeding  30  feet  in  width  each  from  Broad¬ 
way  and  35  feet  in  width  each  from  West  225th  street; 
that  where  openings  do  not  occur,  there  shall  be  con¬ 
structed  reinforced  concrete  curbing  not  less  than  12 
inches  in  width  and  5  inches  in  height  with  rounded 
top;  that  no  part  of  any  opening  shall  be  nearer  to 
intersection  of  Broadway  and  West  225th  street  than 
15  feet  nor  nearer  the  northerly  building  line  than  12 
feet  nor  the  easterly  building  line  than  20  feet;  that 
areas  for  planting  shall  be  protected  with  curbing  and 
shall  be  planted  with  plant  material  of  the  evergreen 
variety;  that  signs  shall  be  limited  to  the  illuminated 
globes  of  the  pumps  and  to  permanent  flat  signs  at¬ 
tached  to  the  accessory  building,  prohibiting  all  roof 
signs  and  signs  of  a  temporary  nature,  but  permitting 
the  erection  of  post  standards  erected  within  the  build¬ 
ing  line  for  supporting  signs  which  may  be  illuminated, 
advertising  only  the  brand  of  gasoline  on  sale,  pro¬ 
vided  that  no  such  sign  shall  extend  beyond  the  build¬ 
ing  line  more  than  five  feet;  that  no  automobile  re¬ 
pairing  shall  be  permitted  on  the  premises  and  no 
parking  of  cars  permitted,  other  than  those  being  ser¬ 
viced;  that  no  portable  gasoline  pumps  shall  be  used 
on  or  from  the  premises ;  that  all  underground  equip¬ 
ment  for  gasoline  storage  tanks  and  piping  shall  be  of 
new  material ;  that  all  permits  shall  be  obtained  and  all 
work  completed  within  one  year  from  the  date  of  this 
amended  resolution;  that  the  plans  submitted  marked 
‘Received  February  27,  1937’  are  hereby  approved  as 
complying  substantially  with  the  herein  resolution  as 
to  arrangement  and  design.” 


98-20-BZ. 

APPLICANT— Saypol  and  Kotler,  for  Sterling  Associates, 
Inc.,  owners. 

SUBJECT— Application  for  consideration— reopening  ond 
amendment— (decision  of  the  commissioner  of  ! 
buildings)  re  Application,  under  section  7e  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  of  a  garage  for  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 501-505  Sterling  place,  north 
side,  300  ft.  west  of  Classon  avenue  (Block  No. 
1167,  Lot  No.  65),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Irving  H.  Saypol. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 

Absent  ••••••••••••••••••••••••*  ^ 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 

Absent  .  u 
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THE  RESOLUTION— 

,  (98-20-BZ) 

Whereas,  this  application,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  garage  for 
more  than  five  motor  vehicles  affecting  premises  501-505 
Sterling  place,  north  side,  300  ft.  west  of  Classon  avenue 
(Block  No.  1167,  Lot  No.  65),  Borough  of  Brooklyn,  was 
granted  by  the  board  March  2,  1920,  on  certain  conditions 
and  owner  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  March  2,  1920,  so  that  as 
amended  it  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  applica¬ 
tion  of  the  use  district  regulations  of  the  building 
zone  resolution  and  that  the  application  be  and  it 
hereby  is  granted  on  condition,  that  the  side  and 
rear  walls  of  the  proposed  structure  shall  be  un- 
■  •  pierced  throughout  their  entire  height  and  length  and 
that  any  skylights  in  the  roof  shall  not  exceed  ten 
feet  in  width  and  shall  be  placed  immediately  in  the 
centre  of  its  surface;  that  in  the  event  it  is  desired 
to  construct  an  opening  in  the  rear  wall  of  this  build- 
mg  for  entrance  to  the  existing  one-story  garage 
under  the  same  ownership  and  control,  located  at 
the  rear,  facing  Park  place,  (No.  500-510)  such  open¬ 
ing  may  be  permitted  as  indicated  on  plan  marked 
‘Received  February  18,  1937’,  provided  a  ramp  is  con¬ 
structed  to  equalize  the  floor  areas  and  the  opening 
does  not  exceed  8  ft.  in  width  nor  9  ft.  in  height 
and  is  protected  on  both  sides  with  approved  auto¬ 
matic,  self-closing  fire  doors.” 


722-23-BZ. 

APPLICANT — Morris  Whinston,  for  Reisko  Garage  and 
Service  Company,  Inc.,  lessee. 

SUBJECT — Application  for  consideration — reopening  and 
amendment  re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  alteration  and  change  of  occupancy 
of  part  of  an  existing  garage  for  more  than  five 
(5)  motor  vehicles  (said  garage  granted  by  the 

iDfUTPrn  1  to  delude  a  gasoline  service  station. 

REMISES  AFFECTED — 2235  Webster  avenue,  south¬ 
west  corner  of  East  182nd  street  (Block  No.  3143 

.  __  Lot  No.  65),  Borough  of  The  Bronx. 
APPEARANCES— 

1  For  Applicant:  Morris  Whinston. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

'HE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  0 

Absent .  0 

HE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


HE  RESOLUTION— 

(722-23-BZ) 

Whereas,  this  application  affecting  premises  2235  Web- 
•er  avenue,  southwest  corner  of  East  182nd  street  (Block 
°-  3143,  Lot  No.  65),  Borough  of  The  Bronx,  was 
ranted  by  the  board  October  30,  1923,  on  certain  condi- 
ons,  resolution  amended  March  12,  1935  and  resolution 
Tiended  as  to  time,  July  7,  1936  and  applicant  requested 
turther  amendment. 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  October  30,  1923,  as 
amended  March  12,  1935,  and  December  8,  1936,  so  that 
as  amended  it  will  read : 

Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  application 
of  the  use  district  regulations  of  the  building  zone 
resolution,  and  that  the  application  be  and  it  hereby 
is  granted  on  condition  that  the  structure  be  limited 
to  a  two-story  building;  that  there  shall  be  no  wooden 
trusses  permitted  in  the  construction  of  the  building; 
that  the  elevations  of  the  structure  on  Webster  avenue 
and  East  182nd  street  be  finished  in  front  brick  with 
architectural  terra  cotta  or  stone  trimmings ;  that  any 
skylights  installed  shall  not  be  within  25  ft.  of  the 
rear  wall,  and  shall  be  glazed  with  plain  glass,  pro¬ 
tected  with  wire  guards  above  and  below;  that  the 
rear  and  gable  walls  shall  be  unpierced  throughout 
their  entire  height  and  length,  except  as  noted  be¬ 
low;  that  a  gasoline  selling  alcove  may  be  constructed 
on  the  Webster  avenue  frontage,  substantially  as  indi- 
cated  on  plans  filed  with  the  application  for  reopening*, 
mai  ked  Received  October  23,  1934’,  on  condition  that 
a  masonry  wall  shall  be  constructed  at  a  point  approxi¬ 
mately  22  feet  from  the  Webster  avenue  building  line 
and  parallel  thereto  and  extending  from  the  street  floor 
to  the  underneath  side  of  the  second  floor  fireproof 
construction;  that  any  windows  in  this  wall  shall  be 
of  metal  frames  and  sash  and  glazed  with  wire  glass ; 
that  the  automobile  entrance  doors  to  the  garage  shall 
not  exceed  two  (2)  ;  that  any  greasing  pits  that  are 
installed  shall  be  toward  the  southerly  end  of  the  plot 
screened  by  a  wall  erected  on  the  building  line  for  the 
full  height  of  the  story;  that  any  windows  in  this  wall 
shall  be  of  metal  frames  and  sash  and  glazed  with  wire 
glass,  that  the  wall  at  the  northerly  end  of  this  alcove 
along  182nd  street  (also  known  as  Folin  street)  shall 
not  be  removed  to  the  corner  formed  by  the  intersec¬ 
tion  of  Webster  avenue  and  East  182nd  street,  but 
there  may  be  installed  in  this  wall,  an  opening  not  more 
than  la  feet  in  width,  provided  the  sill  of  this  opening 
is  not  less  than  5  feet  above  the  grade  of  Webster 
avenue;  that  the  ramp  from  East  182nd  street  toward 
the  rear  may  be  constructed,  provided  it  shall  extend 
in  for  a  distance  of  approximately  20  feet  at  the  ap¬ 
proximate  level  of  the  curb  at  that  point  before  the 
start  of  the  ramp  to  the  second  story;  that  there  may 
be  a  stairway  constructed  from  the  main  floor  to  the 
ramp  platform,  that  the  ramp  shall  be  entirely  sepa¬ 
rated  from  the  main  floor  with  fireproof  construction, 
with  not  more  than  one  fireproof  door  3  feet  wide  lead¬ 
ing  to  same  from  such  stairway;  that  the  boiler  room 
shall  be  entirely  cut  off  with  fireproof  material  from 
the  balance  of  the  building  and  enterable  only  from  the 
exterior  of  the  building;  that  no  additional  gasoline 
tanks  shall  be  installed ;  that  the  gasoline  pumps  may 
be  erected  as  indicated,  adjacent  to  the  proposed  wall; 
that  no  portable  gasoline  pumps  shall  be  used  on  or 
from  the  premises;  that  advertising  shall  be  limited 
to  the  illuminated  globes  of  the  pumps  and  to  two 
bracket  illuminated  signs  extending  over  the  building 
line  on  the  Webster  avenue  front  of  the  building,  one 
advertising  only  the  name  of  the  garage  and  parking 
and  the  other  sign  advertising  only  the  brand  of  gaso¬ 
line  dispensed;  that  no  automobile  repairing  shall  be 
carried  on  except  such  as  may  be  done  with  manual 
tools ;  that  prior  to  filing  plans  with  the  commissioner 
of.  buildings,  plans  shall  be  filed  with  the  chairman  of 
this  board  and  approved  by  him  in  behalf  of  the 
board;;  that  curb  cuts  shall  not  be  extended  beyond 
those  existing,  except  one  additional  curb  cut  on  East 
182nd  street  opposite  the  proposed  ramp ;  that  in  the 
event  it  is  desired  to  omit  the  ramp  to  be  constructed 
with  entrance  to  East  182nd  street,  and  to  retain 
the  existing  ramp  with  exit  to  Webster  avenue  as  con- 
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structed  under  the  original  resolution  of  the  board 
adopted  October  30,  1923,  such  arrangement  may  be 
permitted  with  toilet  compartments  as  shown  on  re¬ 
vised  plan  marked  ‘Received  February  23,  1937,  on 
condition  that  in  all  other  respects  the  requirements 
hereinbefore  set  forth  shall  be  complied  with ;  that  all 
permits  required  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  amended 
resolution.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

392-36- A. 

APPLICANT— James  F.  Hunter,  for  Consolidated  Edison 
Company  of  New  York,  Inc.,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— Foot  of  Hunts  Point  Avenue 
and  East  River  (Block  No.  2780,  Lot  No.  82), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  James  F.  Hunter. 

ACTION  OF  BOARD-— Laid  over  to  March  9,  1937,  at 
2  P.M.  for  inspection  by  a  committee  of  the  board. 


376-36- A. 

APPLICANT— Benjamin  Saltzman,  Assistant  Engineer, 
Department  of  Buildings,  for  Edwin  H.  Thatcher, 
Commissioner,  Department  of  Buildings. 
OWNER  OF  PREMISES  AFFECTED— Samuel  Rosen- 
wasser. 

SUBJECT— Application  for  revocation  of  permit  No. 
7557-1936. 

PREMISES  AFFECTED  —  987-1001  Liberty  avenue, 
northwest  corner  of  Conduit  bouevard  (Block  No. 
4157,  Lot  No.  32),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Benjamin  Saltzman. 

For  Opposition:  Edward  Richards  and  Alfred  A. 
Lama. 

ACTION  OF  BOARD— Laid  over  to  March  16,  1937  at 
10  A.M.  after  appeal  case  on  same  premises  is 
decided  by  the  board. 


27-36- A. 

APPLICANT— Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 

owner.  .  . 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 

of  buildings. 

PREMISES  AFFECTED— 145  West  51st  street,  north 
side,  125  ft.  east  of  Seventh  avenue  (Block  No. 
1004,  Lot  No.  6),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  None. 

For  Opposition:  Wm.  J.  Kennelly. 

ACTION  OF  BOARD— Laid  over  to  April  6,  1937,  at  2 
P.M.  on  request  of  appellant,  made  by  Mr.  Ken¬ 
nelly,  representing  opposition. 


343-36- A. 

APPLICANT— 231-233  Bowery  Realty  Co.,  Inc.,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 231-233  Bowery,  east  side,  148 
ft.  3  in.  south  of  Stanton  street  (Block  No.  426, 
Lot  No.  10),  Borough  of  Manhattan. 

APPEARANCES—  „  J  T  c  xt 

For  Applicant:  M.  A.  Albert  and  I.  S.  Norm. 
For  Opposition :  George  G.  Lake,  and  Max 
Seigel. 


For  Administration:  S.  L.  Becker,  Department  of 


Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ••••••  0 

Negative:  Chairman  Murdock,  Commission-  i 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 


THE  RESOLUTION— 

(343-36-A) 

Whereas,  231-233  Bowery  Realty  Co.,  Inc.,  applicant 
and  owner,  filed  on  November  6,  1936,  an  appeal  from  a 
decision  of  the  commissioner  of  buildings  affecting  prem¬ 
ises  231-233  Bowery,  east  side,  148  feet  3  inches  south  of 
Stanton  street,  (Block  No.  426,  Lot  No.  10),  Borough  of 
Manhattan ;  and 

Whereas,  that  portion  of  the  decision  of  the  commis¬ 
sioner  of  buildings  dated  October  9,  1936  in  acting  on  al¬ 
teration  application  No.  2404-1936,  which  is  appealed  from 
herein,  reads  as  follows : 

“1.  The  building  is  considered  to  be  seven  stories 
in  height  due  to  the  height  of  the  top  floor,  section 
4,  Par.  17,  of  the  Multiple  Dwelling  Law.  “Since 
the  building  is  not  over  75  feet  it  does  not  have  to 
be  fireproof  under  Sec.  141  of  the  M.D.  Law;  but 
under  section  72  sub-division  C  and  E  of  the  Build¬ 
ing  Code,  section  #4,  Paragraph  17  of  the  ^Multiple 
Dwelling  Law,  it  does  have  to  be  fireproof.” 
and  .  . 

Whereas,  the  premises  in  question  consists  of  a  build¬ 
ing  6  stories,  74  feet  11 34  inches  in  height,  51  feet.  6  inches 
by  174  feet  6  inches  in  area  at  the  first  story  level  and  51 
feet  6  inches  by  104  feet  6  inches  in  area  above,  erected  in 
1901  and  now  located  in  an  unrestricted  use  district,  occu¬ 
pied  as  store  and  factory  to  be  occupied  as  follows :  Cellar, 
storage;  1st  floor — stores  and  storage;  2nd  to  5th  floors 
inclusive,  lodging  house,  83  persons  per  story;  6th  floor, 
lodging  house,  90  persons ;  and  j 

Whereas,  the  applicant  contends  that  the  building  was 
originally  erected  as  a  fireproof  6  story  building  in  con¬ 
formity  with  the  building  code  existent  at  the  time  of 
erection  and  has  since  been  occupied  and  is  in  the  records 
of  the  department  of  buildings  as  a  fireproof  factory 
building,  that  it  is  the  intention  to  alter  this  building  to  a1 
class  “B”  multiple  dwelling  (lodging  house),  that  all  new 
work  will  be  of  fire  proof  construction  to  conform  with 
the  present  building  code,  that  in  fact,  the  only  reason, 
that  altered  structure  could  not  be  of  non-fireproof  con¬ 
struction  as  far  as  the  multiple  dwelling  law  is  concerned 
is  that  the  average  height  of  the  top  story  is  12  feet  9 
inches  or  technically  9  inches  greater  in  height  than  that 
allowed  for  consideration  as  one  story,  that  actually  the 
building  is  6  stories  and  less  than  75  ft.  0  inches  in  overall 
height,  that  under  Sec.  358,  sub.  3  of  the  present  building 
code,  the  use  of  the  building  as  a  fire  proof  structure  is 
permitted  in  as  much  as  the  building  was  erected  in  con¬ 
formity  to  the  previous  code  requirements ;  and 
Whereas,  applicant  requests  that  the  objection  of  th< 
commissioner  of  buildings  be  so  modified,  as  to  permit  Jh< 
change  of  building  from  factory  to  Class  B,  Multiph 
Dwelling  without  additional  fireproofing  of  steel  girder; 
and  cast  iron  columns;  and 

Whereas,  the  questions  before  the  board  are  (1)  whethe 
the  existing  building  can  be  considered  a  fire  proof  build 
ing  for  the  proposed  new  occupancy  and  (2)  whether  tn< 
building  is  required  to  be  fireproof  for  the  proposed  nev 
occupancy ;  and 

Whereas,  in  the  opinion  of  the  board,  the  existini 
building,  while  apparently  accepted  by  the  superintenden 
of  buildings  in  1901  when  erected  as  a  fireproof  building 
did  not  at  that  time  comply  with  the  code  provisions  an 
was  not  required  to  so  comply  since  the  building  did  nc 
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exceed  75  feet  in  height  and  the  building  does  not  comply 
with  present  code  requirements ;  and 

Whereas,  in  view  of  the  proposed  change  of  classifica¬ 
tion  from  a  business  building  to  a  residence  building,  the 
building  is  required  to  be  fireproof  to  comply  with  require¬ 
ments  for  a  building  hereafter  erected  under  section  5, 
subdivision  4  of  the  building  code  and  section  72 c  because 
of  height  and  number  of  rooms  (cubicles)  proposed  and 
section  72b  because  of  area  and  rooms  and  also  under 
section  8,  subdivision  1  of  the  multiple  dwelling  law  and 
section  9  thereof. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
34-34-SA. 

APPLICANT — Standard  Products  Co.,  owner. 

■  SUBJECT — Application  for  reopening  —  amendment  to 
change  name  to  Minneapolis  Automatic  Oil  Burner 
— re  Standard-Yne  Oil  Burner. 

.  APPEARANCES— 

For  Applicant :  Benjamin  Roth. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(34-34-SA) 


Whereas,  Standard  Products  Co.,  owner,  filed,  February 
9,  1934,  an  application  with  the  Board  of  Standards  and 
,  Appeals  for  approval  of  the  device  known  as  the  Stand- 
ardyne  (Standard-Yne)  Oil  Burner;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  bureau  of  combustibles,  ap¬ 
proved  by  the  assistant  chief  of  department  in  charge  of 
bureau  of  combustibles,  was  substantially  as  follows : 

The  burner  has  been  approved  by  the  Fire  Mar¬ 
shall  of  the  State  of  Massachusetts  and  by  the 
Underwriters  Laboratories. 

The  burner  is  of  a  mechanical  pressure  atomizing 
gun  type  and  consists  of  the  following  parts :  An 
American  Radiator  Blower,  a  Century  1/6  Horse¬ 
power  Electric  Motor;  a  Jefferson  Transformer; 
Nitra-alloy  Nozzle;  a  Webster  Fuel  Unit,  consist¬ 
ing  of  the  Webster  pump  Strainer,  and  Regulating 
and  Cut-Off  Valve.  Ignition — Electric  control.  A 
Penn  stack  switch  Model  JSI,  manufactured  by 
Penn  Electric  Switch  Company  and  a  pressure  con¬ 
trol  type  L-404-2.  An  examination  of  the  ignition 
system  was  found  that  the  spark  was  of  sufficient 
intensity  and  length.  With  the  oil  supply  shut  off, 
and  cold  combustion  chamber,  the  burner  was  oper¬ 
ated,  and  the  stack  switch  cut  out  the  motor  in  88 
seconds  after  starting.  During  the  period  of  tests 
there  were  no  puff-backs.  When  the  burner  was 
in  operation  the  flame  was  free  of  smoke  and  the 
combustion  chamber  showed  no  undue  carbon  de¬ 
posited. 


The  undersigned*  therefore,  recommends  that  the 
Standardyne  Oil  Burner  be  approved  for  domestic, 
commercial  and  industrial  use  when  installed  in  ac¬ 
cordance  with  the  Fuel  Oil  Rules,  adopted  by  the 
Board  of  Standards  and  Appeals ; 

and 

Whereas,  this  device  was  approved  by  the  board  April 
24,  1934,  on  certain  conditions  and  owner  also  now  requests 
permission  to  also  market  this  device  as  the  Minneapolis 
Automatic  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Standard-Yne  Oil 
Burner  for  use  in  domestic,  commercial  and  industrial  in¬ 
stallations  when  installed  in  accordance  with  above  report 
and  the  Oil  Burner  Rules  of  the  Board  of  Standards  and 
Appeals;  that  all  installations  shall  bear  a  permanently 
fixed  label  reading,  as  follows: 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
Under  Cal.  No.  34-34-SA. 

Resolved  further,  that  this  device  may  also  be  marketed 
under  the  name  Minneapolis  Automatic  Oil  Burner,  on  con¬ 
dition  that  under  whichever  name  marketed  the  require¬ 
ments  herein  shall  be  complied  with. 


359-30-SA. 

APPLICANT — Conran  Standpipe  Co.,  Inc.,  owner. 

SUBJECT — Application  for  restoration  to  calendar — re 
Conran  Hydraulic  Emergency  Control  Valve  for 
Fire  Line — approval  of. 

APPEARANCES— 

For  Applicant:  Wm.  F.  Conran. 

ACTION  OF  BOARD — Application  restored  to  calendar 
and  appliance  approved,  in  accordance  with  report 
of  engineer. 

THE  VOTE  TO  RESTORE  TO  CALENDAR— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . *  q 

Absent  .  o 

THE  VOTE  TO  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . o 

Absent  .  o 

THE  RESOLUTION— 

(359-30-SA) 


Whereas,  the  Conran  Standpipe  Co.,  Inc.,  owner,  filed 
May  28,  1930,  an  application  with  the  Board  of  Standards 
and  Appeals  for  approval  of  their  device  known  as  the 
Conran  Hydraulic  Emergency  Control  Valve  for  Fire 
Line;  and 

Whereas,  rule  31  of  the  “Standpipe”  Fire  Line  rules 
reads : 

Rule  31.  VALVES.  All  valves  controlling  stand¬ 
pipe  water  supply  except  valves  at  hose  outlets  shall 
be  iron  body  brass  mounted,  or  cast  steel  de¬ 
signed  in  accordance  with  specifications  of  the 
American  Society  of  Mechanical  Engineers,  gate 
valves  shall  be  of  Outside  Stem  &  Yoke  type,  and 
shall  be  located  in  an  accessible  position.  All  such 
emergency  control  valves  6  inch  and  larger  shall  be 
of  the  by-pass  type,  except  that  emergency  control 
valves  when  required  in  “standpipe”  fire  line  sys¬ 
tems  may  be  of  approved  hydraulically  controlled 
type. 

and 

Whereas,  this  valve  in  operation  was  the  subject  of  an 
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inspection  by  a  committee  of  the  board ;  and 

Whereas,  the  report  of  the  Engineer  of  the  Board 
recommends  the  approval  of  this  device  when  installed 
in  accordance  with  the  “Standpipe  Fire  Line  rules  of 
the  Board  of  Standards  and  Appeals  and  with  the  specifi¬ 
cations  set  forth  in  the  report. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Conran  Hydraulic 
Emergency  Control  Valve  for  “Standpipe  Fire  Line  in¬ 
stallation  when  installed  in  accordance  with  the  “Stand¬ 
pipe”  Fire  Line  rules  of  the  Board  of  Standards  and 
Appeals  as  modified  by  the  following  specifications: 

The  Body  shall  be  Globe  type,  flanged,  of  semi¬ 
steel  or  cast  steel  of  adequate  tensile  strength  to 
withstand  the  required  water  working  pressures  re¬ 
quired  by  the  Standpipe  Rules  of  the  Board. 

The  Disc  plates,  seat  rings,  lock  nuts,  cylinder 
body,  piston  stems  and  springs  shall  be  of  bronze. 
Bonnet  studs  shall  be  of  steel;  all  materials  shall 
be  of  a  tensile  strength  consistent  with  valve  bodies. 
Discs  to  be  of  approved  composition  or  of  the  re¬ 
quired  type  in  heavy  valve  bodies. 

The  Piston  packing  shall  be  of  material  approved 
for  heavy  water  working  pressures  and  which  will 
not  disintegrate. 

All  operating  pipe  lines,  elbows  and  other  fittings 
shall  be  of  brass  of  the  same  strength  as  valve 
bodies ;  screw  fittings  may  be  tised. 

The  name  or  trade  marks  of  the  manufacturer 
and  the  approved  waterworking  pressure  shall  be 


cast  in  valve  body  and  the  approved  calendar  num¬ 
ber  of  the  Board  shall  be  cast  or  stamped  in  the 
cylinder  body. 

Valves  shall  be  readily  accessible  for  inspection 
and  repairs  and  shall  be  provided  with  an  indicator 
sign  to  determine  if  valve  is  open  or  closed,  both 
at  the  operating  station  and  at  the  valve,  a  valve 
station  number  shall  be  marked  with  3-inch  letters 
on  each  valve  cylinder  body. 

All  valves  shall  be  operated  from  the  first  story 
or  fireproof  enclosed  fire  pump  room,  accessible  di¬ 
rect  from  street;  operating  valves  or  control  handles  i 
shall  be  grouped  in  a  metal  cabinet  painted  red  and 
marked  STANDPIPE  CONTROL  VALVE  OPER¬ 
ATING  STATION  with  2-inch  letters.  Cabinets 
shall  be  provided  with  an  approved  Fire  Department 
lock. 

A  blueprint  showing  each  valve  station  by  num¬ 
ber,  actuating  control  handles  and  instructions  for 
operating  valves  shall  be  enclosed  in  a  glass  frame 
over  or  in  each  cabinet. 

Plans  shall  be  approved  for  all  control  valve  in¬ 
stallations  by  Department  having  jurisdiction  and  , 
subjected  to  a  working  test  and  hydrostatic  test  as 
required  by  the  Standpipe  Rules  of  the  Board. 


Adjourned,  4:15  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


APPROVED  APPLIANCES 

_ _ _ _ _ _ _  —  j 


Name  of  Pump 
American  Marsh  Duplex 

American  Marsh  Simplex. . 

Autopulse  Electric  Fuel  Oil  Pump . 

Autopulse  Electric  Oil  Pump  Outfit,  Model 
No.  1000  . 

Ballard  Duplex  Electric  Driven  Pump  Set.. 

Beach  Russ  Co.  Rotary  . 

Blackmer  Rotary  . •. . 

Blake  &  Knowles  Horizontal  Simplex  Piston 
Pattern  Pump  . 

Century  Rotary  . 

Cook  Electric  Oil  Pump.... 

Davidson  . 

Dean  Bros.  Durable  Duplex 
DeLaval  IMO  Oil  Pump.... 

Deming  Double  Oscillating  Force  Pump 
Deming  Fuel  Oil  Pump . 

Enterprise  Oil  Pump  . 

Exeter  Rotary  . 

General  Electric  Oil  Pump . 

Goulds  Hand  Rotary  . 

Goulds  Rotary  Oil  Pump . 

Goulds  Triplex  Plunger  . 

Hardinge  Fuel  Oil  Pump . 

Kinney  Rotating  Plunger  Pump . 

Koerting  Gear  Pump . 

Kraissl  Fuel  Oil  Pump . 

Leiman  Rotary  . 

Marsh  Fuel  Oil  Pump . . .  1050-23-SA 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-SA 

Monroe  Oil  Pump  .  658-26-SA 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil .  175-35-SA 

Northern  Rotary  .  1396-24-SA 

Pascoe  Pump  Set  .  1029-26-SA 

Petro-Nokol  Industrial  Oil  Pump .  570-32-SA 

Quiet  May  Gerotor  Pump  .  267-32-SA 

Quimby  Screw  Pump  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-SA 

Ray  Rotary  .  588-25-SA 

Rotary  Pressure  Pump  .  1060-25-SA 

Rotary  Vacuum  Pump  .  513-25-SA 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-SA 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  410-32-SA 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-SA 

Tate-Jones  .  492-21-SA 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-SA 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28- SA 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-SA 

Union  Steam  Pump  for  Fuel  Oil .  705-30-SA 

Viking  .  438-21-SA 

Warren  Oil  Pump  .  1169-23-SA 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-SA 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-SA 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  1 84-22- S A 

Worthington  Show  Model  Duplex .  194-22-SA 


APPROVED  FUEL  OIL  PUMPS 


Calendar  No. 

638- 25-SA 

639- 25-SA 
215-31-SA 

9-32-SA 

1413-22-SA 
1134-22-SA 
935-24-SA 

372-21-SA 

908-21-SA 
603-25-SA 

590-21 -S  A 
840-22- S A 
628-32-SA 
458-27-SA 
298-31-SA 

11-28-SA 
507-22-SA 

475-32-SA 
1133-25-SA 
437-31-SA 
257-22-SA 

813-25-SA 

503-24-SA 
1264-25-SA 
60-28-SA 

95-24-SA 
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RULES  GOVERNING  FIRE  EXTINGUISHING  APPLIANCES  —  SPRINKLER  SYSTEMS  ADOPTED 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  NOVEMBER  9,  1927 


Note — In  reprinting  these  Rules,  no  changes  have  been 
made,  as  to  departmental  jurisdiction,  as  changed  by  the 
McCall  Bill  known  as  Chapter  764  of  the  Laws  of  1933. 

General  Requirements.  The  rules  contained  herein 
cover  the  general  details  of  a  sprinkler  equipment  only. 
Before  an  equipment  is  installed  or  before  a  present 
equipment  is  remodeled,  involving  10  or  more  heads  on 
any  floor,  complete  working  plans  shall  be  submitted  for 
approval  to  the  Fire  Department,  with  such  specification 
forms  as  may  be  required  by  the  Fire  Commissioner, 
except  for  the  installation  of  the  connection  to  the  water 
main  service  pipe  and  meter  setting,  which  shall  be  ap¬ 
proved  by  the  Department  of  Water  Supply,  Gas  and 
Electricity. 

Plans.  These  plans  shall  be  drawn  to  an  indicated 
scale;  give  correct  address  and  points  of  compass;  show 
longitudinal  and  cross  sections  of  the  building  with  story 
heights,  and  the  essential  features  of  the  construction, 
viz.,  size,  location  and  direction  of  joists,  timbers  or 
other  structural  members.  They  shall  also  indicate  the 
location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers.  Plans  for  non-automatic  dry-pipe  systems 
shall  indicate  the  location  and  number  of  actuating  de¬ 
vices. 

Upon  approval  of  preliminary  plans  such  number  of 
sets  of  clean,  corrected  plans  on  cloth  as  the  Fire  Com¬ 
missioner  may  require,  not  exceeding  three  (3),  shall  be 
filed  for  final  approval  of  the  Fire  Commissioner.  A  cer¬ 
tified  copy  of  the  approved  plans  shall  be  forwarded  to 
the  Bureau  of  Buildings  by  the  Bureau  of  Fire  Preven¬ 
tion.  If  the  structure  is  equipped  with  a  standpipe  (fire 
line)  the  plans  shall  include  a  note  to  that  effect. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  application  shall  be  made  to  the  Bureau  of 
Fire  Prevention  for  test  and  acceptance  of  the  completed 
installation.  When  the  sprinkler  equipment  is  approved 
the  applicant  will  be  so  advised  in  writing  by  the  Bureau 
of  Fire  Prevention. 

Rule  1.  Definition  of  Automatic  Extinguisher  Systems. 

Automatic  extinguisher  systems  shall  consist  of  a  system 
of  piping  connected  to  one  or  more  acceptable  sources  of 
water  supply,  provided  with  distributing  devices  so  ar¬ 
ranged  and  located  as  to  discharge  and  diffuse  automati¬ 
cally  an  effective  stream  or  spray  over  the  interior  of  the 
building  area. 

Rule  2.  Classification  of  Sprinkler  Systems.  For  the 

purpose  of  these  rules,  sprinkler  systems  shall  be  classi¬ 
fied  as : 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water : 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  compressed 
or  at  atmospheric  pressure,  and  the  water  supply  is  con¬ 
trolled  by  a  Dry  Pipe  Valve  as  defined  in  Rule  39  of 
.these  Rules. 

(?)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry,  equipped  with  a 
Siamese  fire  department  connection. 

An  automatic  thermostatic  or  pneumatic  fire  alarm 
■vith  direct  connection  to  Central  Office  of  one  of  the 
operating  fire  alarm  companies  or  Fire  Department  Head- 
luarters  shall  be  provided  in  connection  with  all  non- 
uitomatic  sprinkler  systems. 

Rule  3.  Approved  Devices.  Automatic  sprinklers  and 

iccessory  appliances  shall  include  all  devices  approved 
is  such  by  any  recognized  standard  research  laboratory 
)n  the  endorsement  of  approval  by  resolution  of  the  Board 
>f  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  or  direct  connection  to  the  Public 
Water  System. 

(b)  Auxiliary  Sources  shall  include  the  Fire  Pump 

and  the  Fire  Department  Siamese  connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty- 
five  per  cent.  (25%)  of  the  number  of  sprinkler  heads  in 
the  average  protected  fire  area  for  twenty  (20)  minutes, 
but  not  less  than  5,000  gallons ;  and  the  bottom  of  the 
tank  shall  have  an  elevation  of  not  less  than  twenty  (20) 
feet  above  the  higest  line  of  sprinklers  below  the  main 
roof.  Gravity  tank  or  tanks  shall  not  be  required  to  be 
elevated  above  the  highest  sprinklers  in  pent  house  hav¬ 
ing  an  area  less  than  2,500  sq.  ft.,  unless  such  pent  house 
contains  a  hazardous  occupancy,  or  is  used  for  the  stor¬ 
age  of  combustible  material.  Where  a  split  system  is 
installed  the  bottom  of  the  tank  or  tanks  need  not  be 
elevated  more  than  3  feet  above  the  main  roof  or  20  feet 
above  the  highest  sprinkler  fed  from  an  intermediate  tank. 

Where  a  tank  capacity  in  excess  of  25,000  gallons  is 
required  by  this  rule,  the  amount  of  water  in  excess  of 
25,000  gallons  shall  be  provided  in  separate  tanks  not 
grouped  together  except  when  tanks  of  unlimited  capaci¬ 
ties  are  supported  on  structures  altogether  independent 
of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of 
pipe  inside  tank  must  be  of  brass  or  copper  or  other  non- 
corrosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct 
service  main  connection,  provided  that  there  are  separate 
feed  mains  from  the  basement  or  lowest  story  and  a  con¬ 
trol  valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2) 
inches  in  diameter  for  tanks  up  to  30,000  gallons  capacity 
and  not  less  than  three  (3)  inches  in  diameter  for  larger 
tanks.  The  top  of  the  overflow  pipe  shall  be  three  (3) 
inches  below  the  top  of  the  staves  in  wooden  tanks  and 
one  (1)  inch  from  the  top  in  steel  tanks.  The  pipe  may 
extend  through  the  bottom  of  tank  provided  the  portion 
inside  tank  is  of  brass  or  copper  or  other  non-corrosive 
metal  and  without  joints  or  it  may  extend  through  side 
of  tank.  For  tanks  over  roofs  overflow  pipes  shall  termi¬ 
nate  not  more  than  twenty-four  (24)  inches  above  roof 
and  shall  be  fitted  with  a  90  degree  elbow.  At  each 
gravity  or  pressure  tank  there  shall  be  provided  a  4-inch 
emergency  drain,  and  for  gravity  tanks  in  excess  of  ten 
thousand  (10,000)  gallons  capacity  a  six-inch  (6")  emer¬ 
gency  drain  must  be  provided.  Such  drain  to  be  equipped 
with  an  O.  S.  and  Y.  gate  valve  arranged  to  discharge 
on  the  roof  of  building  not  more  than  twenty-four  inches 
(24")  above  roof  and  shall  be  fitted  with  a  90  degree 
elbow.  When  the  tank  or  tanks  are  on  a  separate  struc¬ 
ture  independent  of  buildings,  drain  connections  to  be 
arranged  to  discharge  at  ground  level. 

Rule  6.  Frost  Proofing.  The  discharge,  heating  or 
filling  pipes  where  exposed  to  the  weather  shall  be  pro¬ 
tected  from  freezing  in  the  following  manner: 
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1.  Pipes  painted  two  (2)  coats  of  red  lead  in  linseed 
oil  with  a  small  percentage  of  litharge  as  a  hardener. 

2.  One  wrapping  of  tar  paper  equivalent  to  Asphalt  Sat¬ 
urated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

3.  Three  (3)  layers  of  standard  1"  high  grade  long 
cow’s  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builder’s  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

4.  One  (1)  covering  of  8  oz.  canvas,  painted  with  two 
(2)  coats  of  waterproofed  paint. 

Application. 

a.  All  wrappings  to  be  independently  applied  and  se¬ 
curely  fastened  in  place  with  heavy  jute  twine.  Circum¬ 
ferential  and  logitudinal  joints  to  have  at  least  a  2"  lap 
staggered  with  adjacent  layers  and  opposing  leakage  to  the 
hair  felt. 

b.  In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not  per¬ 
mit  of  individual  wrapping. 

c.  Where  a  heating  pipe  is  one  of  the  group,  the  wrap¬ 
ping  should  be  applied  so  that  the  hot  line  would  serve  all 
pipes  in  the  enclosure.  The  initial  wrapping  of  tar  paper 
around  each  water  pipe  should  be  applied  with  laps  down 
and  the  whole  group  wrapped  with  tar  paper  with  laps  up. 
If  due  to  the  position  of  the  hot  line  sufficient  air  space 
would  not  insulate  the  hair  felt,  then  protection  to  be  ef¬ 
fected  by  suitable  separators,  or  a  wrapping  of  asbestos 
paper  instead  of  the  tar  paper  around  the  group. 

d.  On  vertical  pipes  particular  provision  to  be  made  to 
prevent  slipping  and  tearing  of  insulation  due  to  its  weight. 

e.  To  prevent  slipping  away  of  insulation  at  point  of 
entrance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  bottom  of  the  tank  overlapping  inside  and  out¬ 
side  the  insulation  of  the  group  for  a  distance  of  18"  below 
the  tank.  This  duck  to  be  well  coated  with  paint.  Loose 
hair  felt  to  be  packed  about  connections  at  tank  bottom  to 
safeguard  against  settling. 

Rule  7.  Tank  Ladders  and  Supports.  Easy  access  to 
top  of  each  tank  shall  be  provided  by  means  of  a  steel  or 
wrought  iron  gooseneck  ladder  substantially  constructed  of 
flat  iron  side  bars  of  not  less  than  2"  x  Vi" ,  or  angle  iron 
strings  not  less  than  154"  x  134”  x  /4”>  spaced  not  less  than 
14"  apart,  with  rungs  round  or  square  not  less  than  54", 
spaced  not  more  than  12"  on  centres,  the  ladder  rigidly 
braced,  and  shall  not  tip  outward  from  the  vertical  at  any 
point,  and  when  ladders  exceed  20  feet  in  height  an  iron 
platform  not  less  than  14"  square,  rigidly  secured  to  strings 
of  ladder  and  properly  braced  shall  be  provided  near  top 
of  tank. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  is  located  on  a  structure  altogether 
independent  of  buildings  the  bottom  shall  not  be  less  than 
20  feet  above  the  highest  line  of  sprinklers  below  the  main 
roof  of  the  highest  building  in  a  group  of  buildings. 

Rule  8.  Pressure  Tank.  Pressure  tanks  shall  contair 
sufficient  water  to  supply  twelve  and  one-half  per  cent 
(12y2%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  3,000  gallons  of  water  for  a  wet  pipe  system  where 
supplemented  by  an  auxiliary  water  supply,  and  not  less 
than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  6,000  gallons 
of  water.  The  tank  shall  be  kept  two-thirds  (2/3)  full  of 
water  under  a  pressure  of  seventy-five  (75)  pounds  per 


square  inch,  and  shall  be  so  proportioned  and  located  that 
a  pressure  of  not  less  than  fifteen  (15)  pounds  per  square 
inch  will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof. 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  under  the  main  roof  supplied  by 
such  tank  or  tanks  and  shall  not  be  required  to  be  located 
above  the  highest  line  of  sprinklers  in  a  pent  house  having 
an  area  less  than  2,500  square  feet  unless  such  pent  house 
contains  a  hazardous  occupancy  or  is  used  for  the  storage 
of  combustible  materials.  Where  a  split  system  is  installed 
the  bottom  of  the  intermediate  tank  shall  be  located  above 
the  highest  line  of  sprinklers  fed  from  such  tanks. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  inches  in 
size.  The  water  supply  and  connections  shall  be  capable  of 
supplying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one  (1) 
pound  in  two  minutes  in  each  pressure  tank. 

Rule  9.  Public  Water  System.  Direct  connection  to  the 

city  water  supply  shall  be  capable  of  furnishing  water,  at 
not  less  than  fifteen  (15)  pounds  per  square  inch  static 
pressure  at  the  highest  line  of  sprinklers  below  the  main 
roof. 

(a)  Where  the  average  pressure  from  the  city  water 
supply  does  not  comply  with  this  rule  but  is  sufficient  to 
give  at  least  five  pounds  at  the  highest  line  of  sprinklers  as 
determined  by  test,  an  automatic,  electrically  driven  pump 
installed  for  the  purpose  of  boosting  or  increasing  the  city 
water  pressure  in  the  sprinkler  system  may  be  accepted 
under  the  following  conditions : 

Pump  to  be  a  single  stage,  centrifugal,  of  approved 
design,  to  be  of  not  less  than  500  gallons  per  minute  capac¬ 
ity  and  to  otherwise  comply  with  Rule  10. 

(b)  Pump  to  be  automatic,  arranged  to  maintain  25 
pounds  at  highest  line  of  sprinklers  at  rated  capacity  and 
to  be  under  the  supervision  and  directly  connected  to  the 
office  of  one  of  the  fire  alarm  companies  which  is  con¬ 
nected  to  Fire  Department  headquarters. 

(c)  The  acceptance  of  this  form  of  an  automatic  water 
supply  shall  be  limited  to  an  individual  building  not  ex¬ 
ceeding  80  feet  in  height,  requiring  not  more  than  100 
sprinklers  in  the  largest  fire  area. 

(d)  Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  connec¬ 
tion  shall  be  as  large  as  that  of  the  main  riser  and  not  less 
than  four  (4)  inches,  and  shall  have  a  post  indicator  manu¬ 
ally  operated  control  valve,  painted  green,  sealed  open  in 
an  approved  manner,  located  on  the  first  story  or  at  the 
sidewalk  level  near  point  of  main  entrance  to  building, 
and  be  provided  with  a  sign  secured  to  post  reading: 
sprinkler  control  to  city  main. 

(e)  House  service  water  supply  connection  may  be 
taken  from  the  sprinkler  water  supply  connection  to  the 
city  main  on  the  inlet  side  of  the  fire  meter,  not  exceed¬ 
ing  1J4  inches  in  diameter  for  a  4-inch  connection,  and 
2  inches  in  diameter  for  a  6-inch  or  larger  connection. 

(f)  A  certificate  establishing  the  fact  that  water  sup¬ 

ply  conditions  and  pressures  are  as  may  be  required  shall 
be  submitted  to  the  Fire  Department  from  the  Department 
of  Water  Supply,  Gas  and  Electricity.  i 

Rule  10.  Fire  Pump.  As  auxiliary  sources  of  water 
supply,  steam  or  electric  standard  fire  pumps  shall  re¬ 
ceive  water  supply  from  a  suction  tank,  a  direct  connec¬ 
tion  to  the  city  water  main  or  other  approved  source, 
capable  of  supplying  the  pump  at  its  rated  capacity  for 
sixty  (60)  minutes.  The  rated  capacity  of  the  pump  shall 
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be  not  less  than  five  hundred  (500)  gallons  per  minute, 
and  shall  be  sufficient  to  supply  twenty-five  per  cent.  (25%) 
of  the  number  of  sprinklers  in  the  average  protected  fire 
area. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  en¬ 
closed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founda¬ 
tion  not  less  than  one  (1)  foot  in  height.  The  pump 
!  room  shall  be  readily  accessible  with  safe  egress  for  the 
attendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
.  and  valves  shall  be  so  arranged  to  permit  the  cutting  out 
of  any  one  boiler  without  interrupting  the  steam  supply 
to  the  pump  from  the  other  boilers.  The  boiler  room 
;  shall  be  cut  off  from  the  remainder  of  the  building  by 
fireproof  floor  and  wall  construction  with  approved  fire 
doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall  be 
acceptable  as  a  source  of  energy  for  driving  electric  fire 
pumps.  When  local  power  plants  supply  the  energy  for 
!  operating  electric  pumps,  two  motor  generator  units  shall 
be  provided,  or  one  generator  unit  supplemented  by  a 
public  service  break-down  switch.  Local  electric  power 
plants  shall  be  located  in  rooms  of  fireproof  construction 
with  approved  fire  doors  at  openings. 

Rule  11.  Sprinkler  Discharge.  For  the  purpose  o 
computing  the  capacity  of  water  supplies,  standard  one- 
i  half  04)  inch  sprinkler  heads  shall  be  assumed  to  have 
an  average  discharge  of  twenty  (20)  gallons  per  minute, 
and  the  discharge  of  larger  heads  shall  be  computed 
proportionately  in  the  ratio  of  the  areas  of  their  respec¬ 
tive  orifices. 

Rule  12.  Fire  Area.  A  fire  area  is  any  floor  spac 
,  enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or  a 
,  combination  of  both. 

In  a  non-fireproof  building  with  mill  or  non-fireproof 
floors  and  roof,  such  wall  shall  be  not  less  than  8  in.  in 
thickness  if  of  brick  or  stone,  and  not  less  than  6  in.  if  of 
reinforced  concrete,  and  extending  continuously  from  the 
lowest  story  to  be  at  least  3  ft.  above  the  roof  and  be 
coped. 

In  a  fireproof  building  such  wall  or  walls  shall  be  of 
fireproof  material  not  less  than  6  in.  in  thickness,  and 
shall  extend  from  the  fireproof  floor  to  ceiling,  or  un- 
t  derside  of  fireproof  roof. 

No  opening  shall  exceed  66  in.  in  width,  or  60  sq.  ft. 
in  area,  the  centre  of  every  opening  in  such  walls  shall 
be  at  least  40  ft.  from  the  centre  of  every  other  opening 
■  therein  at  the  same  level. 

All  openings  shall  be  provided  with  approved  auto¬ 
matic  fire  doors  on  each  side  of  openings. 

The  number  of  sprinklers  in  the  average  protected  fire 
area  shall  be  determined  by  the  number  of  sprinklered 
stories  in  such  section.  In  determining  the  required  capac¬ 
ity  of  water  supplies,  the  number  of  sprinklers  in  the 
average  protected  fire  area  need  not  include  those  located 
in  low  positions,  such  as  under  benches,  low  shelves, 
closets  and  platforms  and  between  cars  in  car  barns. 

Rule  13.  Fire  Department  Connection.  All  auto 

matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department  hose. 
Buildings  fronting  on  only  one  street  shall  be  provided 
with  at  least  two  Siamese  connections  when  the  street 
1  frontage  of  buildings  exceeds  two  hundred  (200)  feet. 


Where  buildings  have  frontages  on  more  than  one 
street  there  shall  be  a  fire  department  connection  on  each 
street  front  where  frontage  is  not  continuous  but  in  all 
cases  where  more  than  one  fire  department  connection 
is  required  they  shall  be  located  as  the  Fire  Commis¬ 
sioner  may  direct  and  shall  not  be  grouped.  The  Siam¬ 
ese  headers  shall  be  of  the  same  diameter  as  the  largest 
riser  or  cross  connection,  but  in  no  case  less  than  4 
inches  or  more  than  6  inches. 

All  siamese  hose  connections  hereinafter  installed,  ex¬ 
cept  those  on  piers  or  warehouses  intended  for  fire  boat 
use,  shall  be  three  (3)  inches,  female  connection.  Siamese 
on  piers,  warehouses,  etc.,  intended  for  fireboat  use,  ex¬ 
cept  where  the  source  of  supply  is  from  a  direct  connec¬ 
tion  to  city  main,  shall  be  not  less  than  3%-inch  female 
connections  with  standard  fire  department  threads. 

The  Siamese  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  three  (3)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment.  Each  inlet  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face. 

Each  Siamese  connection  shall  be  designated  by  raised 
letters  at  least  one  (1)  inch  in  size,  cast  in  the  fitting  in 
a  clear  and  prominent  manner  and  reading  for  the  service 
designated,  viz. :  “Base,  Spkr.,”  etc.,  as  the  case  may  be. 
If  the  entire  building  is  sprinklered,  the  fitting  shall  be 
marked  “Auto.  Spkr.” 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  build¬ 
ing  line  except  that  where  there  is  an  angle  formed  by 
the  street  wall  and  a  check  piece  or  the  base  of  a  column, 
pilaster  or  ornamental  projection,  they  may  be  so  located 
that  no  part  extends  more  than  fifteen  (15)  inches  from 
either  side  of  such  angle  in  accordance  with  the  pro¬ 
visions  of  the  Building  Code. 

In  each  fire  department  connection  there  shall  be  an 
approved  straightway  check  valve  installed  in  a  hori¬ 
zontal  position,  the  piping  shall  be  arranged  to  drain  be¬ 
tween  the  check  valve  and  the  outside  siamese  coupling 
by  either  a  ball  drip  having  a  one-half  (J4)  inch  pipe 
connection  and  one-half  OA)  inch  orifice  and  a  bronze 
ball  of  proper  size,  or  by  a  three-quarter  (%)  inch  drip 
connection  arranged  to  drain  to  a  sewer. 

All  sprinkler  siamese  street  risers,  siamese  wall  collars 
and  adjustable  siamese  caps  shall  be  painted  green. 

Rule  14.  Sprinkler  Systems  Classified. 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources  or  the  automatic  super¬ 
vised  fire  pump  specified  in  rule  nine;  and 

(b)  Two  Source  Systems,  supplied  with  water  from  a 
combination  of  any  two  of  the  automatic  sources ;  two 
pressure  tanks  with  a  total  water  capacity  twice  that  re¬ 
quired  for  a  one  source  supply;  direct  connection  to  the 
city  water  supply  on  two  different  streets,  so  located  that 
the  closing  of  the  controlling  valve  on  one  main  will  not 
eliminate  the  main  on  the  other  street ;  or  a  direct  con¬ 
nection  to  the  city  water  supply  and  one  of  the  auxiliary 
sources  provided  the  water  supply  connection  is  at  least 
six  (6)  inches  in  size,  the  main  is  fed  both  ways  and  a 
two  (2)  inch  test  pipe  at  the  top  of  the  sprinkler  riser 
shows  a  flowing  pressure  of  fifteen  (15)  pounds  per 
square  inch  between  the  hours  of  six  a.m.  to  six  p.m. 

Rule  15.  Sprinkler  Spacing.  Sprinkler  heads  and  lines 
shall  be  spaced  as  herein  provided : 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  OA)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 
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10  feet  in  10  foot  bays ; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays ; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1  V\)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  inflammable  mo¬ 
tion  picture  films  shall  have  one  standard  one-half 
\(y2)  inch  head  for  each  62j4  cubic  feet  of  available 
storage  space,  or  one  (1)  inch  Conran*  head  for  each 
250  cubic  feet  of  available  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  less 
than  three  (3)  feet  wide  shall  be  treated  as  open  joist  con¬ 
struction  and  sprinkler  heads  and  lines  spaced  accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  centers, 
but  less  than  five  (5)  feet  on  centers,  will  require  special 
ruling  by  the  administrative  official  having  jurisdiction. 

Rule  16.  Joisted  Construction.  Under  open  finish 
joisted  construction  ceilings,  floor,  decks  and  roofs,  the 
sprinkler  lines  shall  be  run  at  right  angles  to  the  joists  and 
the  heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  halfway  between  heads  on  adjacent 
lines. 

a.  One-Half  Inch  Heads.  For  Standard  one-half  (34) 
inch  heads  the  distance  between  lines  of  sprinklers  shall 
not  exceed  ten  (10)  feet,  and  the  distance  between  heads 
on  each  line  shall  not  exceed  eight  (8)  feet,  the  end  heads 
on  alternate  lines  being  spaced  not  more  than  two  (2) 
feet  from  wall  or  partition.  Permission  may  be  given  by 
the  administrative  official  having  jurisdiction  to  install  but 
one  line  of  sprinklers,  in  each  bay  where  girders  project 
below  the  underside  of  joists  and  divide  the  ceiling  into 
bays  ten  (10)  to  eleven  and  one-half  (11^4)  feet  wide 
from  center  to  center  of  girders,  and  the  heads  shall  then 
be  spaced  on  each  line  so  that  the  area  covered  by  a  single 
head  does  not  exceed  eighty  (80)  square  feet.  In  all  cases 
where  such  bays  are  over  eleven  and  one-half  (llj4)  feet 
wide,  two  or  more  lines  of  sprinklers  shall  be  installed  in 
each  bay  as  required  by  the  rules  for  spacing.  Where 
girders  and  joists  are  flush  at  the  bottom,  heads  shall  be 
spaced  according  to  the  general  rule. 

b.  One  Inch  Heads.  For  Conran*  one  (1)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty 
(20)  feet  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  sixteen  (16)  feet,  the  end  heads  on 
alternate  lines  being  spaced  not  more  than  four  (4)  feet 
from  wall  or  partition.  Where  girders  project  below  the 
underside  of  joists  and  divide  the  ceiling  into  bays  not  ex¬ 
ceeding  twenty  (20)  feet  in  width,  measured  from  center 
to  center  of  girders,  one  line  shall  be  placed  in  the  center 
of  each  bay.  In  bays  exceeding  twenty  (20)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty  (20)  feet. 

c.  One  and  One-Quarter  Inch  Heads.  For  Conran* 
one  and  one-quarter  (1  x/a)  inch  heads  the  distance  be¬ 
tween  adjacent  lines  shall  not  exceed  twenty-five  (25) 
feet  and  the  distance  between  the  head  on  each  line  shall 
not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  underside 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding 


♦Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran  head 
of  the  type  tested  and  approved  by  the  Fire  Department,  or 
one  that  has  passed  similar  tests  by  the  Fire  Department. 


twenty-five  (25)  feet  in  width,  measured  from  center  to 
center  of  girders,  one  line  shall  be  placed  in  the  center  of 
each  bay.  In  bays  exceeding  twenty-five  (25)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay,  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty-five  (25)  feet. 

Rule  17.  Smooth  Finish,  Sheathed  or  Plastered  Ceilings. 

Under  smooth  finish,  sheathed  or  plastered  ceilings,  in  bays 
six  (6)  feet  wide  and  over  (measurements  to  be  taken 
from  center  to  center  of  timber,  girder  or  other  projection 
or  support  forming  the  bay),  sprinkler  heads  and  lines 
shall  be  spaced  as  follows : 

(a)  For  standard  one-half  (34)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays ; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  ; 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (134)  inch 
heads — ■ 

One  line  of  sprinklers  shall  be  placed  in  the  center  of  1 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in  { 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Rule  18.  Fireproof  Construction.  The  rules  of  slow- 

burning  mill  construction  shall  apply  as  far  as  prac¬ 
ticable.  The  rule  may  be  modified,  however,  the  intent 
being  to  arrange  the  spacing  of  heads  to  protect  the 
contents  rather  than  the  ceilings;  but  in  no  case  shall  the 
distance  between  a  head  on  one  line  and  a  head  on  an 
adjacent  line  exceed  the  following: 

(a)  For  standard  one-half  (34)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  for  Conran  one  and  one-quarter  (134)  inch  heads, 
25  feet. 

Rule  19.  Distance  From  Walls.  The  distance  from  wall 
or  partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and  wall. 
Where  beams,  girders,  columns,  walls,  partitions  or  other 
obstructions  prevent  the  effective  discharge  of  water,  addi¬ 
tional  heads  shall  be  installed  to  effectively  sprinkle  the 
area. 

Rule  20.  Vertical  Shafts.  In  vertical  shafts  having  in¬ 
flammable  sides,  heads  shall  be  provided  within  the  shaft  in 
addition  to  the  head  or  heads  at  the  tops  of  shafts,  as  fol¬ 
lows  : 

(a)  One  standard  one-half  (34)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 
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(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1  */A)  inch  head 
for  each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where 
practicable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Rule  21.  Pitched  Roofs.  Under  a  pitched  roof  sloping 
more  steeply  than  one  (1)  foot  in  three  (3)  feet,  heads 
shall  be  located  in  peak  of  roof,  and  those  on  either  side 
of  the  peak  shall  be  spaced  according  to  the  foregoing  re- 
quirements.  1  lie  distance  between  heads  shall  be  measured 
on  a  line  parallel  with  the  roof.  Where  the  roof  meets 
the  side  wall  or  the  floor  line,  the  heads  shall  be  placed 
not  more  than  the  following  distance  from  such  inter¬ 
section  :  j 

(a)  For  standard  one-half  (J4)  inch  heads,  Zy2  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

;  (c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads, 

feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  to  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(d)  For  standard  one-half  ( y2 )  inch  heads,  2 y2  feet. 

(e)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(f)  For  Conran*  one  and  one-quarter  (1  yA)  inch  heads, 
6J4  feet. 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth : 

(g)  For  standard  one-half  (*/2)  inch  heads,  2y>  feet. 

(h)  For  Conran*  one  (1)  inch  heads,  5  feet. 

I  (i)  For  Conran*  one  and  one-quarter  (\yA)  inch  heads, 
6%  feet. 

Rule  22.  Special  Locations  and  Variations.  In  special 
locations,  such  as  over  electric  generating,  power  and  trans- 
forming  apparatus,  over  their  controlling  devices  and 
switchboards,  where  water  from  the  fire  extinguishing 
equipment  would  be  detrimental,  the  sprinkler  lines  and 
heads  may  be  omitted  at  the  discretion  of  the  administrative 
official  having  jurisdiction,  and  when  in  his  judgment  a 
.slight  variation  of  this  rule  of  spacing  is  desirable  to  ef¬ 
fect  a  more  efficient  distribution  of  water  for  fire  ex¬ 
tinguishing  purposes,  the  sprinkler  lines  and  heads  shall  be 
spaced  as  he  may  direct. 

Rule  23.  Sprinkler  Position.  All  sprinkler  heads  shall 
■be  located,  wherever  possible,  in  an  upright  position  on 
top  of  the  pipes,  except  that  sprinkler  heads  on  automatic 
wet  pipe  systems  may  be  pendant  on  concealed  piping  and 
when  construction  or  occupancy  of  a  room  or  enclosure 
makes  it  preferable. 

Where  standard  one-half  (l/2)  inch  heads  are  in¬ 
stalled  sprinkler  deflectors  shall  be  parallel  to  ceilings, 
iroofs  or  the  incline  of  stairs,  but  when  installed  in  the  peak 
at  a  pitched  roof,  they  shall  be  horizontal.  Distance  of  de¬ 
flectors  from  ceilings  of  mill,  or  other  smooth  construction, 
or  bottom  of  joists  of  open  joist  construction,  shall  be  not 
less  than  three  (3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors 
and  panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
mall  be  located  the  same  distance  below  joists  or  ceiling 
as  specified  for  deflectors  in  paragraph  (a)  of  this  rule; 
except  that  when  heads  are  located  under  pitched  roofs 
3r  u1CJS-  °r  s'm^ar  structures,  they  shall  in  general  be  in¬ 
stalled  in  the  upright  position  (not  normal  to  slope  of 
-oof)  and  three  (3)  feet  vertically  below  the  underside  of 
oof.  When  the  administrative  official  having  jurisdiction 


2  heads 

3  “ 


deems  a  variation  of  this  rule  advisable  to  obtain  a  more 
efficient  distribution  of  water,  the  heads  shall  be  located 
with  respect  to  joists  or  ceiling,  as  he  may  direct. 

Rule  24.  Spray  Clearance.  Not  less  than  eighteen  (18) 
inches  effective  clear  space  shall  be  left  below  the  sprinkler 
heads,  so  that  they  may  discharge  an  unbroken  spray 
blanket  from  sprinkler  to  sprinkler  and  sides  of  room 
when  in  operation.  Any  stock  piles,  racks  or  other  ob¬ 
structions  interfering  with  such  action  shall  not  be  per¬ 
mitted.  Sprinkler  system  piping  shall  not  be  used  for  the 
support  of  stock,  clothing,  etc. 

Rule  25.  Pipe  Sizes.  The  number  of  heads  on  a 
given  size  pipe  in  one  fire  area  in  any  story  shall  not 
exceed  the  following: 

(a)  For  standard  one-half  ( y2 )  inch  heads— 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

H  inch  .  i  head 

1  “  . 

154  “  . 

U/2  “  . 

2  “  . 

2^  “  . 

3  “  . 

3^  “  . ;;;;;;;;; 

4  “  . 

5  “  . 

6  “  . 

7  “  . 

8  “  . 

(b)  For  Conran*  one  (1)  inch  heads — 

Size  of  Pipe 

1  inch  . 

154  “  . 

154  “  . 

2  “  . 

2i4  “  . 

3  “  . 

4  “  . 

5  “  . 

6  “  . 

7  “  . 

8  “  . 


5 

10 

20 

36 

55 

80 

140 

200 

300 

420 


Maximum  No.  of 
Heads  Allowed 

1  head 

2  heads 

3  “ 

4  “ 

6  “ 

9  “ 

. .  18  “ 

. .  34  “ 

. .  51  “ 

. .  75  “ 

. .  105  “ 


(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

154  inch  .  1  head 


154 

2 

2/2 

3 

4 

5 

6 

7 

8 


2  heads 

3  “ 

4  “ 

6  “ 

12  “ 

21  “ 

40  “ 

60  “ 

84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
so  that  the  number  of  heads  on  a  branch  line  will  not 
exceed  eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 
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Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  bn^s-  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2j4)  inch  pipe  does  not  sup- 
ply  more  than  sixteen  (16)  standard  one-half  (72)  inch 
heads,  in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one 
room  with  reference  to  the  pipe  sizes,  and  the  feed  main 
shall  be  of  sufficient  size  to  accommodate  the  number  of 
heads  called  for.  Larger  pipe  sizes  than  are  allowed  in  the 
schedule  for  a  given  number  of  heads  may  be  required 
wherever  the  construction  or  conditions  introduce  un¬ 
usually  long  runs  of  feed  mains  or  many  angles.  Build¬ 
ings  with  blind  attics  with  small,  unprotected  openings  to 
floor  below,  may  be  piped  from  the  system  on  the  ceiling 
of  floor  below,  provided  pipe  size  schedule  is  not  over¬ 
loaded  on  sizes  three  (3)  inches  or  under. 

Rule  26.  Feed  Main*.  The  size  of  feed  mains  shall 
not  be  less  than  the  size  of  riser  and  shall  be  arranged  to 
run  as  direct  as  possible  from  source  of  water  supply  to 
riser. 

Feed  mains  from  stair  or  other  towers  without  ap¬ 
proved  stops  between  floors,  when  piped  on  independent 
riser,  shall  be  of  sufficient  size  to  accommodate  the  total 
number  of  sprinklers  in  such  tower. 

Rule  27.  Risers.  There  shall  be  one  or  more  sep¬ 
arate  risers  in  each  building  and  in  each  section  of  the 
building  divided  by  fire  walls.  Risers  shall  be  arranged  to 
provide  “Center  Central”  or  “Side  Central”  supply  to  feed 
main.  Each  riser  shall  be  of  sufficient  size  to  supply  all  the 
heads  on  said  riser  in  one  story,  according  to  the  schedule 
of  pipe  sizes  in  Rule  15. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area 
to  be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor: 

(a)  For  standard  one-half  ($4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1^4)  inch  heads, 

8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates, 
clamps,  couplings  or  approved  hangers. 

Rule  28.  Connections  Prohibited.  No  connections,  such 
as  for  sill  cocks,  house  service  or  hose  outlets,  shall  be 
made  with  a  sprinkler  system  riser  or  any  part  thereof 
except  as  provided  for  in  rule  9. 

Rule  29.  Air  Lock  Adjustment.  Where  gravity  and 
pressure  tanks  feed  through  a  common  discharge  pipe  or 
“dead  riser”  to  the  foot  of  a  riser  and  an  air  lock  is  likely 
to  develop  the  discharge  pipe  of  the  gravity  tank  shall 
connect  with  the  discharge  pipe,  or  “dead  riser,”  forty  (40) 
feet  below  the  bottom  of  the  pressure  tank. 

Rule  30.  Pipes  and  Fittings.  All  pipe  shall  be  full- 
weight  standard  wrought  iron  or  steel  threaded  pipe,  well 
reamed  and  screwed  up  tight  into  fittings  without  reducing 
the  waterway.  Fittings  shall  be  standard  cast  iron  fittings, 
and  shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a 
working  pressure  of  150  pounds  per  square  inch  and  must 
be  capable  of  withstanding  a  hydrostatic  test  pressure  of 
750  pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
parts  of  the  building  with  standard  steel,  wrought  or  mal¬ 
leable  iron  hangers. 


Extra  heavy  fittings  shall  be  employed  where  the  normal 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for 
a  working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  31.  Protection  of  Pipe*  and  Sprinkler*.  When 

exposed  to  moisture,  sprinkler  pipes  and  hangers  shall  be 
protected  against  corrosion  whenever  found  necessary  by 
thoroughly  cleaning  the  pipe  of  all  scale  and  grease  and 
painting  with  a  coat  of  red  lead  and  linseed  oil  paint  or 
other  acceptable  moisture  resistive  paint.  When  exposed 
to  chemical  fumes,  the  pipe  and  fittings  shall  be  coated 
with  graphite  or  other  approved  chemical  resistive  paint. 
Care  shall  be  taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly 
protected  by  a  masonry  or  wood  enclosure,  properly  heated 
or  filled  with  mineral  wool,  sawdust  or  tar  mixed  with  i 
granulated  cork,  extending  below  bottom  of  pipe  and 
through  the  top  flooring  of  ground  floor,  or  the  pipe  shall 
be  protected  with  three  alternate  layers  of  one-inch  hair 
felt  and  building  paper  or  by  other  approved  method. 
When  of  wood,  such  enclosure  shall  be  constructed  double 
with  a  layer  of  tar  paper  between  the  two  thicknesses  of 
wood.  j 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through  , 
cinder  concrete  floors  or  partitions,  they  shall  be  pro¬ 
tected  with  a  metal  sleeve  or  be  grouted  with  cement 
mortar.  , 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads  . 
shall  be  protected  with  an  approved  hermetically  sealed 
cover,  or  with  an  approved  wax  coating. 

Rule  32.  Drainage.  All  sprinkler  pipe  and  fittings 
shall  be  so  installed  that  they  can  be  thoroughly  drained, 
and  where  practicable,  all  piping  shall  be  arranged  to 
drain  at  the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means,  : 
that  they  will  not  overflow  domestic  service  or  other  con¬ 
nections  to  the  same  sewer  or  house  drain,  or  if  carried 
through  the  walls  and  exposed  to  the  weather,  they  shall  be 
fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  (J4)  inch  in 
ten  (10)  feet,  shall  be  installed:  j 

At  the  base  of  the  main  riser;  j 

At  each  alarm  valve; 

At  each  dry-pipe  valve ; 

At  each  gravity  tank; 

At  each  pressure  tank;  >  j 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are 
used ;  and  j' 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that 
flowing  tests  may  be  made  to  determine  if  the  water  sup¬ 
plies  or  connections  from  yard  mains  to  the  inside  of  the 
building  are  in  order  without  causing  water  damage  or 
overflowing  service  connections  to  the  same  house  drain. 
Any  such  drain  shall  be  not  less  than  two  (2)  inches  in 
size  except  the  drains  at  independent  floor  valves  shall  be 
not  less  than  1  inch  in  size  where  floor  valves  are  not  over 
2J4  inches  in  size  and  \V\  inches  where  floor  valves  are 
larger  and  connected  to  a  main  drain  riser  of  not  less  than 
\]/2  inches  in  size.  The  drain  at  the  main  riser  shall  dis¬ 
charge  into  a  cone  or  sight  drain,  or  if  carried  through  the 
wall  and  exposed  to  the  weather,  it  shall  be  fitted  with  a 
hood  or  down-turned  elbow.  ¥  J 
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At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

On  automatic  wet  pipe  systems,  the  horizontal  branch 
pipes  shall  be  pitched  not  less  than  one-quarter  ($4)  inch 
in  ten  (10)  feet  to  drain  towards  the  sources  of  supply 
with  drip  valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  ( y2 )  inch  in  ten  (10)  feet. 

Rule  33.  Teit  Pipe.  In  all  wet-pipe  automatic  sprinkler 
systems  a  test  pipe  of  not  less  than  24  inch  in  diameter 
snari  oe  connected  directly  with  each  system  but  shall  be 
connected  to  a  pipe  of  not  less  than  1*4  inches  in  diam¬ 
eter  in  upper  story  and  arranged  to  discharge  through  a 
*4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  should  be  increased  to  one  (1)  inch  or  larger. 
Controlling  valve  should  be  located  at  a  sufficient  distance 
from  where  the  test  pipe  passes  through  the  wall  of  the 
building  so  as  to  reduce  to  a  minimum  the  chance  of  freez¬ 
ing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  24-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  24~inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  34.  Pressure  Gauges.  A  four  and  one-half  (4J4) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows : 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves ; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

.  Provision  may  be  made  for  taking  the  pressure  both 
lbove  and  below  the  alarm  valve  and  the  dry-pipe  valve 
'fvith  only  one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
At  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
>r  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected 
from  freezing  and  be  controlled  by  a  valve  with  arrange¬ 
ments  for  draining.  A  plugged  outlet,  not  less  than  one- 
juarter  (^4)  inch  in  size,  shall  be  located  between  each 
ralve  and  gauge  for  purpose  of  installing  the  inspector’s 
,rauge. 

Rule  35.  Valve*.  All  valves  two  (2)  inches  in  diameter 
md  under  shall  be  of  brass  or  bronze,  or  other  approved 
ion-corrodible  material.  Valves  over  two  (2)  inches  in  di¬ 
meter  shall  be  of  brass,  or  bronze  or  iron  body,  brass 
nounted,  or  of  other  approved  non-corrodible  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
galvanized  cast  iron  or  other  approved  non-cor- 
odible  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc, 
turfing  box  pattern  with  hand  wheel,  outside  screw  and 
’oke,  or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straightway  regrind- 
ng  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  36.  Water  Supply  Gate  Valve*.  The  piping  con- 
lecting  each  source  of  water  supply  with  the  sprinkler 
ystem  shall  be  provided  with  a  gate  valve  of  the  outside 
crew  and  yoke  type,  sealed  open  and  tagged  to  designate 
ts  purpose,  so  located  as  to  control  each  source  of  water 
upply  except  that  from  fire  department  hose  connections, 
vll  such  gate  valves  shall  be  located  within  the  building 
vner.e  eas*^y  visible  and  readily  accessible  and  as  close  as 
ossible  to  the  supply  inlet 


Rule  37.  Water  Supply  Check  Valve*.  The  piping 
connecting  each  source  of  water  supply  with  the  sprinkler 
system,  including  fire  department  connections,  shall  be  pro- 
viaed  with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  38.  Control  Valves.  All  automatic  sprinkler 
systems  shall  be  provided  with  a  main  control  or  shut-off 
valve  arranged  to  be  readily  accessible  as  near  the  stair¬ 
ways  or  fire  tower  as  possible  and  sealed  in  the  open  posi¬ 
tion  ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent 
and  readily  accessible  floor  control  valves,  sealed  in  the 
open  position  may  be  installed. 

.  When  not  more  than  ten  (10)  standard  one-half  (*4) 
inch  sprinkler  heads  or  three  (3)  Conran*  heads  in  any 
automatic  wet  pipe  system  are  exposed  to  cold  and  subject 
to  freezing,  shut-off  valves  may  be  provided  to  discontinue 
the  water  supply  to  such  heads  between  November  1  and 
April  1.  A  greater  number  of  heads  than  specified  above, 
located  in  places  which  cannot  be  properly  heated,  shall  be 
controlled  by  an  automatic  dry-pipe  valve. 

Rule  39.  Dry-Pipe  Valve*.  A  dry-pipe  valve  shall  be 
taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be 
classified  as  follows  : 


Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head ;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

Automatic  wet-pipe  sprinkler  systems  in  which  only 
twenty-five  per  cent.  (25%)  of  the  heads  are  required  to  be 
maintained  dry  for  protection  from  freezing,  shall  have 
only  such  heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A’’  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 


The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  con¬ 
taining  dry  air,  or  it  shall  be  passed  through  a  drying 
chamber  containing  calcium  chloride,  in  order  to  avoid  the 
introduction  of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be 
maintained  throughout  the  year. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(b)  For  standard  one-half  (*4)  inch  heads .  400 

(c)  For  Conran*  one  (1)  inch  heads .  100 

(d)  For  Conran*  one  and  one-quarter  (1J4)  inch 

heads  .  64 


Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve: 
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(e)  For  standard  one-half  (J4)  inch  heads .  600 

(f)  For  Conran*  one  (1)  inch  heads .  150 


(g)  For  Conran*  one  and  one-quarter  (1}4)  inch 

heads  .  96 

(h)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 

Not  more  than  the  following  number  of  heads  shall  be 


controlled  by  one  “Type  B”  dry-pipe  valve: 

(i)  For  standard  one-half  (}4)  inch  heads .  600 

(j)  For  Conran*  one  (1)  inch  heads .  150 


(k)  For  Conran*  one  and  one-quarter  (1%)  inch 

heads  .  96 

Rule  40.  Alarm  Valve.  All  automatic  wet  pipe 
sprinkler  systems  shall  be  equipped  with  an  alarm  valve  so 
constructed  that  a  flow  of  water  through  a  one-half  04) 
inch  orifice  will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

When  an  electrically  operated  alarm  is  installed  in  con¬ 
nection  with  an  alarm  valve  or  dry  pipe  valve,  the  installa¬ 
tion  shall  be  made  in  conformity  with  the  provision  of  Rule 

41. 

Rule  41.  High  and  Low  Water.  Electric  Alarm  on 
Gravity  and  Pressure  Tanks.  All  gravity  tanks  shall  be 
equipped  with  a  device  to  indicate  when  the  water  falls  be¬ 
low  or  rises  above  the  normal  level  in  the  tank,  with  an 
indicator  and  alarm  located  in  the  engineers’  room  near 
the  pump. 

All  gravity  and  pressure  tanks  shall  be  equipped  with 
a  high  and  low  alarm  as  hereinafter  specified.  The  high 
and  low  gravity  and  the  high  and  low  pressure  electric 
alarm  shall  be  so  constructed  and  arranged  that  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  gravity  tank,  and  when  the  pressure  falls  below  or 
rises  above  the  predetermined  level  in  the  pressure  tank,  an 
audible  and  visible  signal  will  be  given  in  either  the  pump 
room  or  engineer’s  room. 

The  audible  signalling  device  for  high  and  low  water 
and  high  and  low  pressure  electric  alarm  shall  consist 
of  a  vibrating  gong  of  at  least  3  inches  in  diameter  of 
the  enclosed  type  and  arranged  for  conduit  installation, 
the  same  to  be  operated  automatically  from  an  approved 
device  indicating  the  level  of  water  in  the  gravity  tank 
and  from  the  pressure  gauge  of  pressure  tank. 

The  audible  signalling  device  for  the  alarm  and  dry 
pipe  valves  shall  consist  of  an  enclosed  type  6-inch  vibrat¬ 
ing  gong  arranged  for  conduit  installation.  A  closed  cir¬ 
cuit  annunciator  shall  be  provided  in  connection  with  the 
alarm  system.  The  high  and  low  tell-tale  electric  connec¬ 
tions  shall  be  so  constructed  that  it  will  not  be  affected  by 
moisture  and  the  parts  shall  be  heavy  and  rugged.  The 
float  shall  be  of  approved  type. 

All  wiring  shall  be  installed  in  iron  or  steel  conduits 
and  the  installation  shall  be  in  accordance  with  the  pro¬ 
visions  of  Chapter  9  of  the  Code  of  Ordinances.  Only 
approved  closed  circuit  systems  shall  be  installed.  Con¬ 
trol  panels  to  operate  the  signalling  equipment  must  be 
approved  by  the  Board  of  Standards  and  Appeals.  The 
control  cabinet  shall  be  located  in  the  engineer’s  or  pump 
room  where  it  will  be  under  the  supervision  of  the  person 
in  charge  of  the  sprinkler  system. 


The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference: 

1.  Public  utility  electric  light  and  power  systems. 

2.  Electric  light  or  power  system  (public  utility  or 
isolated  plant)  supplemented  by  storage  battery 
either  controlled  by  an  automatic  throw-over  device 
or  floating  on  the  line  and  protected  by  a  reverse 
current  circuit  breaker. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  the  closed  circuit  type. 

When  the  system  is  connected  to  the  110  volt  lighting, 
service  a  suitable  cut-out  is  to  be  provided  and  it  shall  be 
enclosed  in  a  locked  or  sealed  metal  cabinet.  _  The  con¬ 
nection  to  the  system  shall  be  the  first  connection  on  the 
house  side  of  and  as  near  as  practicable  to  the  meter. 
When  batteries  are  used  to  operate  the  system  they  shall 
be  placed  in  an  approved  cabinet  provided  with  a  lock  and 
key.  ' 

Rule  42.  Heating  of  Tanks.  The  water  in  all  sprinkler 

tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frostproof 
house  properly  heated  and  lighted. 

Rule  43.  Concealed  Pipe  Systems.  All  pipe  in  con-, 
cealed  pipe  systems  shall  be  of  standard  full-weight 
wrought  iron  or  steel,  painted  with  two  coats  of  protective, 
paint,  one  before  and  one  after  installation.  Such  pipe  as 
shall  be  installed  in  ducts  or  be  encased  in  cement  mortar 
shall  be  inspected  prior  to  concealment.  When  installed  in 
the  concealed  space  between  floor  arches  and  ceiling,  such 
pipe  shall  be  supported  by  hangers  and  all  pipe,  fittings 
and  hangers  be  protected  with  two  coats  of  paint. 

Rule  44.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of; 
sprinkler  heads  shall  be  provided  with  the  necessary  cur¬ 
tain  boards  and  draft  stops  to  permit  specific  control  of 
the  fire  by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler.  | 

Rule  45.  Approval  of  Sprinkler  System.  Before  ac¬ 
ceptance  all  automatic  sprinkler  systems,  excluding  the 
water  supply  tanks,  shall  be  subjected  after  installation- 
to  a  hydrostatic  pressure  test  of  at  least  one  (1)  hour’s, 
duration  at  not  less  than  fifty  (50)  pounds  per  square  inch 
in  excess  of  that  which  will  be  normally  carried  and  ob¬ 
served  in  the  sprinkler  system,  such  test  pressure,  how¬ 
ever,  to  be  not  less  than  one  hundred  and  fifty  (150). 
pounds  per  square  inch  in  any  part  of  the  system.  ^ 
All  pressure  tanks  shall  be  tested  after  erection  to  3 
test  pressure  of  one  and  one-half  (1'J4)  times  the  working- 
pressure.  To  prevent  the  possibility  of  serious  watei 
damage  in  case  of  a  break,  the  pressure  shall  be  main¬ 
tained  by  a  small  pump,  the  main  controlling  gate  being 
meanwhile  kept  shut.  Brine  or  other  corrosive  chemicals 
shall  not  be  used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  “Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  0: 
over  two  (2)  pounds  per  square  inch  for  the  twenty-foui 
(24)  hours. 

In  the  case  of  automatic  dry-pipe  systems  with  differen 
tial  “Type  A”  valve,  the  valve  shall  be  held  off  its  sea 
during  the  test  to  prevent  injuring  the  valve. 

Non-automatic  systems  shall  be  tested  after  installatioi 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  exces 
of  the  pressure  necessary  to  reach  the  highest  line  0 
sprinklers. 

All  tests  of  installed  systems  shall  be  made  by  the  con 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  hi 
authorized  representative. 
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No  piping,  devices  nor  any  portion  of  a  newly  con¬ 
structed  sprinkler  system  shall  be  covered  up  or  perma¬ 
nently  concealed  until  tested  by  the  Bureau  of  Fire  Pre¬ 
vention  and  approved  of  in  writing,  except  piping  passing 
through  floors,  _  walls,  partitions  or  beams  for  distances 
equal  to  the  thickness  of  such  floors,  walls,  partitions  or 
beams. 

Rule  46.  Non-fireproof  Business  Buildings.  Automatic 

sprinklers  required  in  non-fireproof  business  buildings 

mder  the  provisions  of  Chapter  5,  Article  4,  Secton  72, 

subdivision  L,  Code  of  Ordinances,  shall  consist  of  at  least 

i  One  Automatic  Source  System,  except  buildings  used 

is  freight  depots,  car  barns,  stables,  garages,  factories  and 

rrain  elevators  which  sprinkler  systems  shall  be  supplied 

>y  any  two  of  the  automatic  sources  or  one  of  the  auto- 

na}1CinS0Urces  an<*  a  ^re  PumP  as  described  in  rules  9 
nd  10. 

Rule47.  Department  Stores.  Wet  sprinkler  systems 
hall  be  required  in  all  department  stores  and  where  the 
loor  area  on  any  story  or  cellar  exceeds  20,000  square 
■eet,  the  system  shall  be  supplied  by  two  of  the  auto¬ 
matic  sources  as  provided  for  in  Rule  14. 

Rule  48.  Factories  and  Other  Buildings.  Where  the 
-abor  Law  or  the  Code  of  Ordinances  require  automatic 
prmkler  systems,  or  where  any  of  the  requirements  of 
re  Labor  Law  or  Code  of  Ordinances  are  waived  be- 
ause  of  the  installation  of  an  automatic  sprinkler  sys- 
;m,  such  sprinkler  systems,  unless  specifically  otherwise 
squired  by  the  Fire  Commissioner,  Code  of  Ordinances 
abor  Law,  or  these  rules,  shall  have  at  least  the  fol- 
fleT^  S0Urces  suPPly  installed  in  accordance  with  these 

1.  A  Gravity  tank  and  Siamese,  or 
2-  A  Pressure  tank  and  Siamese,  or 

3.  A  direct  6-inch  connection  to  the  City  water  supply 
*7?  ways-  capable  of  furnishing  water  at  not  less 
an  lb  pounds  per  square  inch  static— pressure  at  the 
gnest  line  of  sprinklers  below  the  main  roof,  and  the 
quired  Siamese. 

Jheatrf  Buddings.  Automatic  sprinklers 
quired  in  theatre  buildings  under  the  provisions  of  Chap- 

i,nc;cf^rftlClei Section  524,  Code  of  Ordinances,  shall 
nsist  of  at  least  a  One  Source  Automatic  System. 

Rule  50.  Firework  Storage.  Automatic  sprinklers  re- 
TVJ1  pui,dings  in  which  fireworks  are  stored  or  sold 
X  the  provismns  of  Chapter  10,  Article  6,  Section  92, 
Pde  of  Ordinances,  shall  consist  of  either  of  the  two 
■  tomatic  sources  as  provided  in  Rule  14. 

Rule  51.  Nitro-Cellulose  Products.  Automatic  sprinklers 
;  re?Ulr  j  ln  buildings  in  which  nitro-cellulose  products 

1  P^X1?"5  of  ChaPter  10,  Article 

|:^ctlon  Code  of  Ordinances,  shall  consist  of  a 
•5tem  supplied  from  both  approved  gravity  tank  supply 

!,n  an  £ppr?ved  p.res^u.re  tank  supply,  except  that  no 
inge  shall  be  required  in  supplies  to  automatic  sprinkler 
•J  pments  previously  approved  by  the  Fire  Commissioner 
two  source  systems,  in  conformity  with  the  provisions 
tnis  rule  as  in  force  up  to  December  1,  1921. 

n  buildings  wherein  are  stored  or  handled  only  limited 
1  ntities  °f  nitro-cellulose  products,  not  exceeding  500 
.as>  the  automatic  sprinklers  may  consist  of  either  of 
;  two  automatic  sources  as  provided  for  in  Rule  14 


Rule  52.  Inflammable  Motion-Picture  Fihns.  Auto- 

E  mntin!!  ?’  required  in  buildings  in  which  inflamma- 
m'P  A  Urei  fil™s  are  stored  under  the  provisions  of 
Chapter  10  Article  20,  Section  241,  Code  of  Ordinances 

«avitv°E  °f  a,systein  supplied  from  both  an  approved 
fvrln/tn  ?  supply  and  an  approved  pressure  tank  supply 
fniat  change  shall  be  required  in  supplies  to  auto¬ 
mate  sprinkler  equipments  previously  approved  by  the 

with  £^lS?19ner  a/  s,ource  systems  in  conformity 
with  jhe  provisions  of  this  rule  as  in  force  up  to  December 

Rule  53.  Sprinkler  Protection  for  Special  Hazards  in 
Non-Sprinklered  Buildings  Not  Provided  for  by  Laws  or 
Ordinances  or  in  These  Rules. 

_  rSf)ril1lIcIe 5  heads  and  pipings  may  be  provided  on  ceilings 
of  enclosed  rooms,  closets,  shafts,  or  other  spaces  whidi 
f  carpenter  ^ops,  upholstering  rooms,  paint 
waste  Paper  rooms,  old  record  storerooms,  trunk 
and  general  storage  rooms  in  hotels,  offices  or  other  build¬ 
ings,  and  in  stores  and  showrooms  or  where  nitro-cellu¬ 
lose  products  or  inflammable  photographic  or  X-ray  film  is 
stored  or  used,  or  in  ice  boxes  of  cold  storage  plants. 

c;-7^h^fnU-mbeii  and  type  ,of  sPrinkIer  heads,  spacing  and 
size  of  pipe,  location  and  number  of  valves,  method  of 

nnfrT  h  h?LS’  ™ater  dow  ,or.  other  alarms,  shall  be  as  re- 

special  hazard  ^  Commissloner  to  properly  protect  the 

The  source  of  water  supply  where  required  may  be  taken 
from  the  house  supply  tank  or  other  sources  of  water 
supply,  except  that  no  connection  shall  be  taken  from 
the  standpipe  system  or  from  the  feed  line  to  boilers.  In 
all  cases  there  shall  be  sufficient  water  to  provide  20  gal¬ 
lons  of  water  per  head  for  30  minutes  and,  further,  that 
the  pressure  on  any  sprinkler  line  shall,  where  practicable, 
be  not  less  than  15  pounds  static  pressure. 

Rule  54.  Existing  Installations  and  Approvals.  Auto¬ 
matic  sprinkler  systems  and  devices  heretofore  installed 
shall  not  be  required  to  conform  to  these  rules  where  the 
lire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions 
or  extensions;  m  height  or  area  is  made  to  the  building 
when  these  rules  shall  apply  if  deemed  advisable  or  neces¬ 
sary  by  the  Fire  Commissioner. 

Rule  55.  Communicating  Openings.  When  a  building 

fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  ap¬ 
proved  fire  doors  on  both  sides  of  the  wall,  one  of  which 
must  be  automatic. 

Rule  56.  Maintenance  Inspection.  Automatic  Sprinkler 
systems  shall  be  inspected  at  least  once  a  month  by  the 
person  in  charge  of  the  building,  or  by  other  competent 
person  employed  by  the  owner,  to  see  that  all  parts  of  the 
system  are  in  perfect  working  order,  and  the  fire  depart¬ 
ment  connection  or  connections,  if  any,  ready  for  immedi¬ 
ate  use  by  the  Fire  Department.  A  detailed  record  of  each 
inspection  shall  be  kept  for  examination  by  a  representa¬ 
tive  of  the  Fire  Department. 

1  here  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6)  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And 
t  lere  shall  be  one  or  more  employees  instructed  in  the 
maintenance  of  sprinkler  system. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  res¬ 
cinded.  J 


NOTICE 


ICift  f  electrical  code  on  sale. 

»ution  °DivLsionUof  Thect6  Record  Omit  Room  Fzn  t  Ft™  ^  £?de  are  now  on  sale  at  the  Dis- 

■  n,ipa,  Building, 
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FACTORY  EXIT  RULES  ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS 
FEBRUARY  23,  1927,  AND  AMENDED  JANUARY  15,  1932. 


(64-27-SR) 

STANDARD  FACTORY  EXITS 

Section  1 — Fire  Escapes. 

Rule  1.  In  any  building  erected  prior  to  October  1, 
1913,  now  occupied  or  to  be  occupied  as  a  factory,  more 
than’  five  stories  in  height  and  not  exceeding  nine  stories 
in  height,  nor  in  any  case  more  than  90  ft.  from  curb  level 
to  top  floor  level,  one  of  the  required  means  of  exit  or 
escape  under  Section  271-1  of  the  Labor  Law  may  con¬ 
sist  of  an  outside  fire  escape,  provided  that : 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
with  all  the  provisions  of  Section  273,  labor  law,  and  in 
addition  thereto : 

(1)  The  balconies  and  stairs  shall  be  protected  on 
the  outside  by  substantial  railings  to  a  height  of  at 
least  4  ft.  6  in.,  measured  from  floor  of  balcony  or 
center  of  stair  tread,  constructed  of  bars  at  least  one- 
half  ( Yi )  inch  in  diameter,  spaced  not  more  than  six 
(6)  inches  on  centers,  or  of  substantial  grille  work,  or 
of  screening  not  less  than  No.  10  U.  S.  gauge  wire 
with  not  more  than  one  and  one-half  (1/4)  inch  mesh, 
all  rigidly  braced; 

(2)  When  there  is  safe  egress  from  the  roof  of  the 
building  to  any  adjoining  structure,  the  fire  escape 
stairway  shall  continue  to  the  roof,  and  if  there  be  no 
safe  means  of  egress,  a  gooseneck  ladder  shall  be  pro¬ 
vided  from  the  top  story  balcony  to  the  roof. 

(b)  Any  such  fire  escape  erected  prior  to  October  1, 
1913,  shall  conform  in  every  respect  with  the  requirements 
of  paragraph  (a)  of  this  rule,  except  that  balconies  may 
be  not  less  than  3  feet  in  width ;  the  connecting  stairs  not 
less  than  20  inches  in  width,  and  placed  at  an  angle  not 
exceeding  60  degrees  if  the  building  is  not  over  six  stories 
in  height,  otherwise  at  an  angle  of  45  degrees. 

Rule  2.  In  any  building  erected  prior  to  October  1, 
1913,  now  occupied  or  to  be  occupied  as  a  factory,  five 
stories  or  less  in  height,  one  of  the  required  means  of  exit 
under  Section  271  of  the  Labor  Law  may  consist  of  an 
outside  iron  fire  escape,  provided  that : 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
with  all  the  provisions  of  Section  273,  Labor  Law. 

(b)  Existing  fire  escapes  shall  comply  with  all  the  pro¬ 
visions  of  Section  274,  Labor  Law  and  in  addition  thereto 

(1)  The  balconies  shall  be  not  less  than  3  feet  in 
width. 

(2)  The  rails  around  balconies  and  well  holes  and 
on  stairways  shall  be  not  less  than  3  feet  in  height. 

(3)  Passageways  on  the  balconies  shall  be  not  less 
than  14  inches  in  the  clear. 

(4)  At  least  one  opening  to  each  balcony  shall  be 
a  single  fireproof  casement  door  at  least  2  feet  wide 
and  at  least  6  feet  in  height,  except  that  where  the 
distance  between  the  sill  and  lintel  will  not  permit 
of  an  opening  6  feet  in  height,  a  casement  door  not 
less  than  4  ft.  6  in.  in  height  will  be  permitted. 

Rule  3.  The  single  fireproof  casement  doors  leading  to 
all  fire  escape  balconies  shall  open  out  and  shall  be  self¬ 
closing.  An  easily  operated  door  lock  with  knobs  on  both 
sides  of  the  door  shall  be  provided. 

Such  fire  doors  may  be  at  window  sill  level  if  fixed  iron 
step  at  least  two  feet  wide,  with  risers  not  exceeding 
eight  (8)  inches,  and  treads  not  less  than  eight  (8)  inches 
are  provided  on  the  inside  from  floor  level  to  sills  properly 
secured. 

Rule  4  (a).  Any  such  fire  escape  erected  subsequent 
to  October  1,  1913,  and  prior  to  these  rules  taking  effect, 


unless  previously  accepted  as  one  of  the  required  means 
of  exit  or  escape  by  the  administrative  official  having  jur¬ 
isdiction,  shall  conform  in  every  respect  to  the  provisions 
of  these  rules. 

(b)  A  fire  escape  shall  not  hereafter  be  accepted  as  con¬ 
stituting  one  of  the  required  means  of  exit  or  escape  under 
Section  271-1  of  the  Labor  Law,  in  any  building  erected 
prior  to  October  1,  1913,  now  occupied  or  to  be  occupied  as 
a  factory,  exceeding  nine  stories  in  height,  or  more  than 
90  feet  from  curb  level  to  top  floor  level. 

Rule  5.  All  fire  escapes  shall  be  maintained  struc¬ 
turally  safe,  properly  painted,  and  kept  clear  of  all  obstruc¬ 
tions.  j 

Section  2 — Enclosure  of  Factory  Stairways. 

Rule  6.  Except  as  herein  provided,  in  all  factory  build-  ; 
ings  five  stories  or  less  in  height,  erected  prior  to  October 
1,  1913,  in  which  there  are  more  than  twenty-five  persons 
employed  above  the  second  story,  all  interior  stairways, 
serving  as  required  means  of  exit,  and  the  landings,  plat¬ 
forms  and  passageways  connected  therewith,  shall  be  en¬ 
closed  on  all  sides  by  partitions  of  fire-resisting  material 
extending  continuously  from  the  lowest  point  of  the  stair¬ 
way  in  accordance  with  the  following  schedule : 


Number 

of 

stories 

Contents 
combustible, 
no  sprinkler 

Contents  non¬ 
combustible 
no  sprinkler 

Contents 
combustible, 
and  sprinkler 

Contents  non¬ 
combustible 
and  sprinkler 
- - 

Three 

Stairways 

Enclosed 

Four 

Stairways 

Enclosed 

Stairways 

Enclosed 

Fire 

Stairways 

Enclosed 

Stairways 

Enclosed 

Stairways 

Enclosed 

— -  - 

The  term  “contents”  as  used  above  means  articles,  goods, 
wares  and  merchandise,  packed,  stored,  manufactured  or  in 
the  process  of  manufacture. 

The  term  “combustible”  as  used  above  means  articles, 
goods,  wares  or  merchandise  which  will  burn  or  support 
combustion. 

The  term  “sprinkler”  as  used  above  means  an  adequate 
automatic  sprinkler  equipment  installed  and  maintained  in. 
good  working  order  on  each  floor. 

The  term  “story”  as  used  above  means  that  part  of  3 
building  between  any  floor  and  the  floor  or  roof  next 
above the  first  story  is  that  part  of  a  building  which  i; 
more  than  50  per  cent  above  the  floor  below  and  the  nooi 
next  above  the  curb  or  average  grade  level. 

Where  the  stairways  extends  to  the  top  floor  of  the 
building,  such  partitions  shall  extend  to  the  under  side  o. 
the  roof  boarding.  That  portion  of  the  under  side  of  tn< 
roof  beams  within  the  stair  enclosure  shall  be  covered  wit 
fire-resisting  material,  except  in  buildings  with  roofs  o 
non-combustible  material,  in  which  case  the  partitions  ma; 
stop  at  the  under  side  of  he  roof. 

Where  the  stairway  is  required  to  extend  to  the  roof 
the  enclosure  shall  be  so  built  as  to  form  a  bulkhead.  ' 
enclosure  shall  be  ventilated  by  a  skylight  in  the  roof  wi 
louvres  or  ventilators,  or  exterior  windows  with  ventuatini 
sections  at  the  top  floor. 

All  openings  in  such  partitions  shall  be  provided  wit! 
approved  self-closing  fire  doors,  except  where  such  open 
ings  are  in  the  exterior  wall  of  the  building. 
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1  The  bottom  of  the  enclosure  shall  be  of  fireproof  mate¬ 
rial  at  least  four  inches  thick  unless  the  partition  extends 
to  the  cellar  bottom. 

A  horizontal  exit,  as  defined  in  section  267  of  the  Labor 
Law,  will  be  accepted  as  a  compliance  with  this  rule  when 
both  sides  of  the  fire  wall  or  walls  are  occupied  on  any 
factory  floor  by  the  same  occupant. 

Rule  7.  Where  there  are  occupancies  on  any  story 
or  part  of  a  story  involving  the  storage  or  use  below  the 
top  story  of  the  following  materials  and  exceeding  the 
amount  specified,  and  there  are  more  than  5  persons  em¬ 
ployed  at  manufacturing  above  such  occupancy,  the  interior 
stairway  serving  as  required  means  of  egress  shall  be  en¬ 
closed  on  that  story  with  fire-resisting  material  from  floor 
to  under  side  of  floor  above,  including  any  exposed  stair 
soffits,  landings  and  passageways ;  openings  shall  be  pro¬ 
vided  with  approved  self-closing  fire  doors. 

Nitrocellulose  in  any  shape  or  form,  10  pounds. 

Volatile  inflammable  oils,  1  gallon. 

Volatile  inflammable  mixtures,  5  gallons, 
i  Combustible  mixtures,  10  gallons. 

Paints,  varnishes  and  lacquers,  10  gallons. 

Upholstering  or  mattresses,  manufacturing  or  repairing. 

Cotton,  rag  and  paper  sorting,  1  ton. 

Paper  box  manufacturing. 

Restaurants  and  lunch  rooms  with  cooking  (not  includ¬ 
ing  tea,  coffee  or  similar  beverages). 

The  Board  shall  rule  upon  new  occupanies  as  they  arise 
£nd  pass  upon  points  under  dispute. 

When  more  than  two  stories  are  to  be  segregated,  as 
above,  the  entire  stairway  shall  be  enclosed  in  fire-resisting 
[material  where  there  are  more  than  5  persons  employed  at 
manufacturing  above  the  first  story. 

Rule  8.  Required  Exits  and  Enclosures  of  Stairways  in 
Two-Story  Factory  Buildings. 

1.  Required  Exits. — In  every  two-story  factory  build- 
ng  erected  prior  to  October  1,  1913,  in  which  more  than 
ive  persons  are  employed  at  manufacturing,  there  shall  be 
provided  from  each  story  at  least  two  means  of  exit  or 
’scape  from  fire  remote  from  each  other,  one  of  which 
from  every  floor  above  or  below  grade  shall  lead  to  or 
)pen  on  an  interior  stairway  which  shall  be  enclosed,  as 
lereinafter  provided,  or  on  an  exterior  enclosed  stairway. 
The  other  may  lead  to  such  a  stairway,  or  to  a  horizontal 
)r  grade  exit,  or  to  an  exterior  screened  stairway,  or  to  a 
ire  escape  conforming  to  section  273,  Labor  Law,  or  rule  2 
>f  these  rules.  Except  that  exit  door  shall  be  a  fire  door, 
vith  substantial  steps  to  the  sills  properly  secured  when  sill 
s  more  than  8  inches  above  the  floor  level ;  and  where 
here  is  no  safe  egress  from  the  roof,  a  gooseneck  ladder 
hall  be  provided  from  top  balcony  to  the  roof,  except  on 
he  front  of  buildings. 

1  Unobstructed  egress  from  the  foot  of  the  fire  escape  or 
:xterior  screened  stairway  shall  be  as  required  by  section 
!73,  Labor  Law,  or  to  open  adjoining  yard  with  egress  to 
he  street.  No  point  on  any  floor  of  such  building  shall  be 
nore  than  one  hundred  and  fifty  (150)  feet  distant  from 
uch  an  exit. 

Rule  9.  Enclosure  of  Stairways. — In  two-story  build- 
ngs  where  there  are  occupancies  on  any  story  or  part 
•f  a  story  involving  the  storage  or  use  below  the  top  story 
if  any  of  the  materials  exceeding  the  amounts  specified  in 
<ule  7  and  there  are  more  than  5  persons  employed  at 
nanufacturing  above  such  occupancy,  all  interior  stairways 
erving  as  required  means  of  exit  shall  be  enclosed  from 
he  lowest  point  of  such  stairway  to  the  ceiling  of  the  first 
loor  by  partitions  of  fire-resisting  material,  unless  the 
'Uilding  is  provided  with  a  wet  sprinkler  system,  in  which 
ase  such  enclosure  of  stairways  shall  not  be  required. 
>uch  enclosures  shall  lead  directly  to  a  door  opening  out¬ 


wardly  to  a  street  or  road,  or  an  open  area  affording  unob¬ 
structed  passage  to  a  street  or  road.  All  openings  in  such 
enclosure  shall  be  provided  with  fire  doors  equipped  with 
self-closing  devices. 

^  All  reference  herein  to  “Enclosure  of  Stairways”  shall  be 
considered  as  applying  only  to  required  stairways. 

Rule  10.  ^  Storage  of  Combustible  Material  Within 
Factory  Stairway  Enclosures. 

In  all  factory  buildings  no  articles  or  wares  of  any  nature 
shall  be  kept  or  stored  inside  the  limits  of  any  stairway 
enclosure  or  unenclosed  stairway,  or  on  the  landings,  plat¬ 
forms  or  passageways  connected  therewith. 

But  this  shall  not  prohibit  the  erection  and  maintenance 
of  a  stand  to  be  built  of  incombustible  material  and  wire 
glass  or  "inch-thick  plate  glass  for  the  retail  sale  of  cigars, 
cigarettes  and  tobacco  and  candies  in  original  packages  or 
daily  newspapers  in  the  public  hall  or  corridor  on  the  first 
story  of  any  building  provided  there  is  no  open  flame.  All 
portions  of  the  stand  and  any  portion  of  any  permitted  ac¬ 
cessory  use  to  same  shall  be  set  back  at  least  18  inches 
from  the  outside  line  of  travel  of  the  required  legal  width 
of  exit.  Each  such  stand  shall  be  provided  with  at  least 
one  approved  2j4-gallon  chemical  fire  extinguisher. 

Section  3 — Safe  Egress  from  Roofs  of  Factory 
Buildings. 

Rule  11.  Interior  stairways  serving  as  required  means 
of  exit  in  factory  buildings  erected  after  October  1,  1913, 
and  not  exceeding  five  stories  in  height,  and  in  buildings 
erected  before  October  1,  1913,  now  occupied  or  to  be 
occupied  as  a  factory,  shall  not  be  required  to  extend  to  the 
roof  where  there  is  no  safe  egress  from  the  roof,  under 
Sections  270,  271  and  272,  Labor  Law. 

(a)  When  the  roofs,  or  the  top  of  the  parapet  wall  of 
an  adjoining  building  are  more  than  eight  feet  below  or 
more  than  five  feet  above  the  top  of  the  parapet  wall  of 
the  building  in  question,  and  there  is  no  outside  party  wall 
fire  escape,  party  wall  exterior  screened  stairway,  party 
wall  balconies  or  bridges,  or  where  any  outside  exits  do 
not  connect  to  adjoining  buildings  at  roof  level,  or  where 
there  are  no  unbarred  window  openings  five  feet  above  the 
roof  or  parapet  wall  of  the  building  in  question. 

(b)  When  the  roof  of  the  building  in  question  has  a  pitch 
exceeding  one  foot  in  six  feet  of  horizontal  run. 

Rule  12  (a).  When  there  is  no  safe  egress  from  the 
roof,  as  above  described,  there  shall  be  in  all  cases  at  least 
a  double-rung  ladder  at  the  top  of  the  interior  stairway, 
and  within  the  interior  stairway  enclosure  when  stairway  is 
enclosed.  Such  ladder  shall  be  at  least  18  inches  in  width 
and  shall  be  properly  secured  at  top  and  bottom.  The  lad¬ 
der  shall  lead  to  a  scuttle  opening  not  less  than  2  feet  by  3 
feet  or  be  of  such  additional  area  as  may  be  required  to 
provide  ample  head  room.  The  scuttle  cover  shall  be  hinged 
and  of  light  weight  construction,  or  be  counter-balanced. 
An  easily  operated  hook  may  be  provided  on  scuttle  cover. 

(b)  Where  the  stair  bulkhead  door  opens  within  10  feet 
from  the  open  edge  of  the  roof,  an  iron  railing  properly 
braced  at  least  3  feet  high  and  at  least  10  feet  long  shall  be 
provided  at  the  edge  of  roof. 

SUBSTANDARD  FACTORY  EXITS 
Section  4 — Fire  Escapes. 

Rule  13.  When  in  addition  to  the  required  exits  from 
any  factory  or  factory  building,  there  exist  other  means  of 
egress  which  are  not  entirely  in  accordance  with  the  re¬ 
quirements  of  the  Labor  Law  and  the  Rules  of  the  Board 
of  Standards  and  Appeals,  such  means  of  egress  may  be 
retained  under  the  following  conditions : 

(a)  Fire  Escapes. — All  substandard  fire  escapes  on  fac¬ 
tory  buildings  shall  be.  maintained,  structurally  safe,  prop¬ 
erly  painted,  and  with  the  openings  leading  thereto,  kept  in 
good  repair. 
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In  lieu  of  a  counter-balanced  stairway,  a  drop  ladder  in 
guides  with  a  back-drop  gravity  hook  may  be  provided. 

The  drop  ladder  shall  be  of  sufficient  length  to  reach 
from  the  lowest  balcony  to  the  ground  or  safe  landing 
place,  with  a  passageway  opening  cut  in  the  balcony  rail, 
which  rail  shall  be  properly  braced. 

When  such  substandard  fire  escapes  are  located  in  a 
court,  side  or  rear  of  a  building,  proper  egress  to  a  point 
of  safety  shall  be  provided,  either  to  open  adjoining  yards, 
or  the  lowest  balcony  may  be  connected  to  an  adjoining  fire 
escape,  exterior  stairway,  to  the  roof  of  adjoining  exten¬ 
sions,  or  other  means  of  egress  satisfactory  to  the  authori¬ 
ties  having  jurisdiction. 

Substandard  fire  escapes  shall  be  kept  clear  of  all  ob¬ 
structions,  shall  not  be  used  for  fire  drills,  and  shall  not  be 
considered  as  a  basis  for  increase  in  occupancy. 

Section  5 — Stairways  and  Bridges. 

Rule  14.  Interior  Stairways. — All  interior  stairways 
not  conforming  to  the  requirements  of  the  Labor  Law  or 


rules  of  the  Board  of  Standards  and  Appeals  may  be  re¬ 
tained,  provided  that  egress  to  same  is  maintained  un¬ 
obstructed,  halls  are  properly  lighted,  and  all  landings, 
passageways,  etc.,  are  maintained  free  and  unobstructed. 
An  easily  operated  panic  bolt  or  other  similar  device  may 
be  installed  at  street  exit  door. 

Rule  15.  Exterior  Screened  Stairways.  —  Exterior 

screened  stairways  not  serving  as  a  required  means  of 
egress  shall  be  maintained  structurally  safe  and  properly 
pointed,  exits  thereto  and  all  platforms  and  passageways 
thereof  shall  be  maintained  unobstructed,  and  egress  from 
termination  shall  be  provided  as  required  for  substandard 
fire  escapes  in  subdivision  a. 

Rule  16.  Horizontal  Bridges— Horizontal  bridges  and 
party  wall  balconies  between  buildings  shall  be  maintained 
structurally  safe  and  properly  painted,  and  access  thereto 
and  all  passageways  thereof  shall  be  maintained  unob¬ 
structed.  ! 

Rule  17.  No  sign  of  any  character  shall  be  placed  at 
openings  leading  to  these  substandard  exits. 
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SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  4,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in  : —  , 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making;  j 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ;  ! 

Smelting;  < 

Stone  or  monumental  works ; 

provided  that  in  any  case: 

(1)  The  building  is  not  of  wooden  construc¬ 
tion;  .  •  •  ..  j 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
(he  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 

and  will  be  called  in  Room  1013,  Monday,  March  15,  1937, 
at  2  o  clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  March  22,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  March  10,  1937 

Cal.  No.  Department  Premises  Affected 

86-37-BZ . 146-148  West  31st  street,  south 

side,  200  ft.  6  in.  west  of 
7th  avenue  (Block  806,  Lots 
68-69),  Borough  of  Man¬ 
hattan,  Applic.  11-37. 


87-37-BZ . D.B.R . 720-726  Targee  street,  southeast 

corner  of  Pierce  street 
(Block  2903,  Lot  4  and  part 
of  Lot  D  Concord,  Bor¬ 
ough  of  Richmond, 

N.B.  87-37. 


88-37-BZ . D.B.B . 226-230  Albany  avenue  and  1160- 

1162  Park  place,  southwest 
corner  (Block  1244,  Lot 
78),  Borough  of  Brookhm, 
N.B.  1569-37. 


89-37-BZ . D.B.Q . Southwest  corner  of  Mott  ave¬ 

nue  and  Regina  boulevard 
(Block  218,  Lot  45),  Far 
Rockaway,  Borough  of 
Queens,  Applic.  6292-36. 


90-37-BZ . D.B.B . 2458-2470  Cropsey  avenue,  north¬ 

west  corner  of  Bay  38th 
street  (Block  6928,  Lot  21), 
Borough  of  Brooklyn, 

Applic.  2188-37. 


91-37-BZ. . 


.D.B.B . 3227 


Mermaid  avenue,  northeast 
corner  of  West  33rd  street 


Block  7007,  Lot  50),  Bor- 
igh  of  Brooklyn, 


92-37-BZ  . D.B.Bx. .  .912  East  172nd  street  and  1509- 

1519  Southern  boulevard, 
southwest  corner  (Block 
2977,  Lot  163),  Borough  of 
The  Bronx,  Decision. 


93-37-BZ  . D.B.B . 259-277  South  5th  street,  north 

side,  103  ft.  11  in.  east  of 
Havemeyer  street  (Block 
2447,  Lots  21,  22,  27,  28,  29, 
30,  31,  32,  33,  34,  35  &  41) 
Borough  of  Brooklyn, 

Applic.  1680-37. 


94-37-A . F.D . 20th  avenue  and  21st  street 

Block  850,  Lot  1),  Astoria, 
Borough  of  Queens, 

70157-L.C. 


95-37-BZ . D.B.B . 780-800  Lefferts  avenue,  south 

side,  34  ft.  6 /2  in.  west  of 
Schenectady  avenue  (Block 
1429,  Lots  32,  36  &  43), 
Borough  of  Brooklyn, 

Applic.  1681-37. 


96-37-BZ . D.B.B . 2359-2389  Bedford  avenue,  east 

side,  158  ft.  334  in.  south  of 
Tilden  avenue  (Block  5135, 
Lot  53),  Borough  of  Brook¬ 
lyn,  Decision. 


97-37-BZ . D.B.B . 1404-1428  East  New  York  ave¬ 

nue,  southwest  corner  of 
Amboy  road  (Block  3495, 
Lots  12  &  16),  Borough  of 
Brooklyn,  Applic.  1678-37. 


Restored  to  Calendar 

167-34-BZ . D.B.B . 1775-1777  Coney  Island  ave¬ 

nue,  east  side,  365  ft.  south 
of  Avenue  N  (Block  6749, 
Lot  48),  Borough  of  Brook¬ 
lyn,  Applic.  4493-34. 


263-27-BZ . D.B.B . 540-544  65th  street,  south  side, 

315  ft.  east  of  5th  avenue 
(Block  5829,  Lot  18),  Bor¬ 
ough  of  Brooklyn, 

Applic.  3450-33. 


204-24-BZ . D.B.B . 469-475  Hemlock  street,  east! 

side,  100  ft.  south  of  Lib¬ 
erty  avenue  (Block  4200, 
Lots  9  &  10),  Borough  of 
Brooklyn,  Applic.  1816-24. 


238-27-BZ . D.B.Q _ 51-37  Codwise  place,  east  side, 

314  ft.  234  in.  south  of 
Queens  boulevard  (Block 
2473  (1577),  Lot  82),  Elm-: 
hurst,  Borough  of  Queens, 
Decision. 


CODE 

Qg  . Department  of  Buildings 

j-I jO . Health  Department! 

D  B  B . Department  of  Buildings,  Brooklyn 

p.B.M . Department  of  Buildings,  Manhattan 

J0.B.Q . Department  of  Buildings,  Queens 

I0.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 


On  March  4,  1937,  Blandy,  Mooney  &  Shipman,  attorneys,  served; 
on  Board  petition  and  order  for  certiorari  for  George  Ehret  Colum¬ 
bus  Circle  Corporation,  owner,  in  re  decision  of  February  2,  193/,. 
re  bus  terminal  and  drop  curb  cut,  in  business  and  residence  district, 
at  1796-1808  Broadway,  232-240  Central  Park  South  and  235-241 
West  58th  Street,  Borough  of  Manhattan,  Cal.  No.  349-36-A. 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Feb. 
Certificate  of  Occupancy,  approved 

forms  . . . Aug. 

Concrete  Flat  Slabs,  Rules Feb. 
Concrete  Rules  (Hydrated  Lime)... Mar. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Mar. 

Factory  Exit  Rules . Mar. 

Fire  Alarm  Rules  (Interior) . Feb. 

Fire  Drill  Rules . Feb. 

Fire  Retarding  Rules  for  Garages, 

etc . Mar. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 


2,  1937— Vol.  22,  No.  5 


2,  1932- 
9,  1937- 

16,  1937- 

3,  1936- 
2,  1937- 
9,  1937- 

16,  1937- 
23,  1937- 


-Vol.  17,  No.  31 
-Vol.  22,  No.  t 
-Vol.  22,  No.  11 
-Vol.  21,  No.  ! 
-Vol.  22,  No.  9 
-Vol.  22,  No.  1C 
-Vol.  22,  No.  ! 
-Vol.  22,  No.  8 


16,  1937— Vol.  22,  No.  11 

14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7.  1925— Vol.  10,  No.  U 
5,  1928— Vol.  13,  No.  23 
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2,  1937-Vol.  22,  No.  9 

Platform  Trucks,'  Specifications'  for!  Nov!  24,  1936^VoL  f\.  No  47 

Plumbing  Rules  . .Mar.  16,  1937— Vol.  22  No'  11 

Procedure  Rules  of.  . jan.  5,  1937— Vol.  22  No  1 

Refrigerating  Systems  Extract  C.O.Jan.  12,  1937— Vol.  22  No  2 

ss&“.s?r?:  Ru“  i-  »-»  i  f 

-  *=»  S:  *  * 

Rule  505  of  Industrial  Code).. Apr.  10,  1923— Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Viti-Siphon  Valves  . Mar.  5.  1935— Vol.  20,  No.  10 

LMreline  Hose  Valves . Feb  23  1037  Vni  oo  xr~  o 

'uel  Oil  Burners  for  Domestic  and  23,  1937— VpL  22,  No.  8 

Commercial  Use  ....  . Mar.  2,  1937— Vol.  22,  No.  9 

uel  Oil  Fill  Pipe  Terminals . Mav  26  1936 _ Vnl  m„  o t 

uel  *Oil  BPumps .  !°.r.  .I.nd.U.S.tyi.a.1.  y.S.C  Mar"  H'  l^fcvo!'  22  N°'  10 

*aint,  Varnish  and  Lacquer  Spray-  '  '  22,  No<  10 

,4"  a"ips;^”»d-s^;No”-  “■  ,S3S-v»'- 2o-  N»- « 

Heaters  . . Mar.  2,  1937 — Vol.  22,  No.  9 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  15,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

98-29-BZ. 

PPLICANT— -Robert  E.  McGannon,  for  Mortimer  M. 
rurtsch,  owner. 

REMISES— 1599-1609  Jerome  avenue,  west  side,  100  ft 

SMUt^?fr,Feathe,rbed  lane  (Block  No.  2860,  Lot 
our  Tr  0  Borough  of  The  Bronx. 

PPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  December  15,  1936  under  new 
proposal), 

0  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  change  of  oc¬ 
cupancy  of  an  existing  building  to  a  motor  vehi¬ 
cle  repair  shop. 


.5-36-BZ. 

PPLICANT— Cogat  Garage  Inc.  (lessee),  for  Edlar 

ipifn-r  7  Corporation,  owner. 

REMISES— 693  East  Gun  Hill  road,  northwest  comer 
of  Millet  avenue  (Block  No.  4642,  Lot  No  70) 
Borough  of  The  Bronx. 

lL  PLICATION,  under  section  7h  of  the  building  zone 
resolution, 

0  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


East 

2966. 


1-37-BZ. 

"PLICANT— James  F  Hunter,  for  Consolidated  Edison 
Drurc^0 f  New  York,  Inc.,  owner. 
l^^SES-— 1540-1544  Boston  road  and  844-850 
172nd  street,  southwest  comer  (Block  No 

opr  TaTTmT 81  ^ ’  Borough  of  The  Bronx. 

PLICATION,  under  section  21  of  the  building  zone 
resolution, 

PERMIT  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles  and, 
also,  gasoline  service  station. 


‘-36-BZ. 

'  PLICANT — Arthur 


Inc., 


H.  Haaren  for  Kesbec, 

owner. 

EMISES— -2389  Jerome  avenue,  west  side,  150  ft.  north 
of  West  184th  street  (Block  No.  3199,  Lot  No. 
113),  Borough  of  The  Bronx. 


APPLICATIONS!^  under  section  21  of  the  building  zone 

T°  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


Building  Zone  Applications 

ard's^SCAE»I»ifiE?EB\?IEN  bv  the  Board  of  Stand- 
if?  Appeals  of  a  public  hearing  under  the  provisions 

16  1937bUatdirig  ?°ne,  re.so,£tlon.  Tuesday  morning,  March 

on  the" follolg tatters"  R°°m  '°13'  M“"id»al 


CAL.  NO.  /1-30-BZ— Application  of  Irving  Kirshenblit,  ap¬ 
plicant,  on  behalf  of  Bessie  Rubin 
owner,  reopened  under  new  proposal 
November  4,  1936,  under  sections  7h 
and  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles  (previously  denied  for  a  gaso¬ 
line  service  station);  premises  887-911 
New  Lots  avenue  and  399-407  Berri- 
man  street,  northeast  corner,  and 
northwest  corner  of  Atkins  avenue 
and  New  Lots  avenue  (Block  No. 
4086,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 


cal.  no.  234-36-BZ— Application,  July  30,  1936,  under  sec- 
tion  21  of  the  building  zone  resolution, 
of  Charles  Weishaupt,  applicant,  on 
behalf  of  Estate  of  John  H.  Inman, 
or.,  ana  John  H.  Inman,  Jr.,  owners, 
to  permit  in  a  business  use  district  the 
conversion  of  occupancy  of  part  of  an 
existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles;  prem¬ 
ises  1690-1698  Broadway  and  203-209 
West  53rd  street,  northeast  corner 
(Block  No.  1025,  Lot  No.  25),  Bor¬ 
ough  of  Manhattan. 


cal.  no.  1220-23-BZ  Application  of  Elwood  Cross  and 
Herbert  W.  Pierce,  applicants,  on  be¬ 
half  of  Charles  E.  Blake,  Elizabeth  B. 
Gardiner,  Henriette  K.  Bennett,  George 
K,  Bennett  and  Grace  Rogers  De 
Beixedon,  owners,  _  reopened  February 
24,  1937,  for  consideration  as  to  ex¬ 
tension  of  permit — re  Application, 
granted  on  condition,  under  section  7g 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  main¬ 
tenance  of  a  parking  garage  for  the 
storage  of  more  than  five  (5)  motor 
vehicles  for  a  temporary  period ;  prem¬ 
ises  1090-1094  Gates  avenue,  east  side, 
100  ft.  north  of  Broadway  (Block  No. 
3339,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 


cal.  no.  326-36-BZ  Application,  October  31,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Joseph  M.  Lonergan,  appli¬ 
cant,  on  behalf  of  Guiseppe  Montemo- 
rano,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner 
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(Block  No.  701,  Lot  No.  8),  Borough 
of  Brooklyn. 

CAL  NO  335-36-BZ— Application,  November  6,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  L.  &  F..  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  2417-2437  Fulton  street 
and  28-48  Norman  place,  northwest 
corner  (Block  No.  1546,  Lot  No.  29), 
Borough  of  Brooklyn. 

cal.  no.  395-29-BZ— Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  C.H.O.  Cor¬ 
poration,  owner,  reopened  February 
2,  1937,  for  consideration  under  new 
proposal,  under  section  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a 
business  use  district  the  extension  of 
a  gasoline  service  station  (which  sta¬ 
tion  was  granted  by  the  Court)  ;  prem¬ 
ises  987-1001  Liberty  avenue,  north¬ 
west  corner  of  Conduit  boulevard 
(Block  No.  4157,  Lot  No.  28  and  part 
of  Lot  No.  32),  Borough  of  Brooklyn. 

Appeal  from  Administrative  Order 

376-36-A— 987-1001  Liberty  avenue,  northwest  corner  of 
Conduit  boulevard  (Block  No.  4157,  Lot 
No.  32),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


72-37-A — 48-10  to  48-20  30th  street,  west  side,  37  ft.  north 
of  Hunterspoint  avenue  (Block  No.  115, 
Lot  No.  201),  Long  Island  City,  Borough 
of  Queens. 

62-37-A — 29  Front  street,  south  side,  76.3  ft.  east  of  Broad 
street  (Block  No.  5,  Lot  No.  11),  Bor¬ 
ough  of  Manhattan. 

85-37- A— 2241-2243  Church  avenue  (2239  displayed),  north 
side  329.13  ft.  east  of  Flatbush  avenue 
(Block  No.  5089,  Lot  No.  64),  Borough 
of  Brooklyn. 

Variations  of  Labor  Law 

387-36-S— 1008-1012  East  49th  street,  west  side,  200  ft. 

south  of  Farragut  road  (Block  No.  4786, 
Lot  No.  63),  Borough  of  Brooklyn. 

57_37_S— 319-333  Johnson  avenue,  north  side,  394  ft.  1  in. 

west  of  Bogart  street  (Block  No.  3065, 
Lot  No.  58),  Borough  of  Brooklyn. 


Appliances  Submitted  for  Approval 

56-37-SA— Sachem  Oil  Space  Heater,  Models  GB-1315, 
GB-1015,  GB-1011,  GB-815  and  GB-811 
and  Speedy  Hot  Oil  Space  Heater,  Mod¬ 
els  GB-1315,  GB-1015,  GB-1011,  GB-815 
and  GB-811. 

73-37-SA— Samco  Oil  Space  Heater,  Models  1108,  1110, 

i  rnn  irm  Itn  1 /1AQ  1/11A 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
16,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 


MARCH  16,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

392-36-A — Foot  of  Hunts  Point  avenue  and  East  River 
(Block  No.  2780,  Lot  No.  82),  Borough 
of  The  Bronx. 

30- 37- A— Pier  No.  30,  foot  of  Irving  street  (Block  No. 

315,  part  of  Lot  No.  1),  East  River,  Bor¬ 
ough  of  Brooklyn. 

31- 37-A— Pier  No.  23,  foot  of  Pacific  street  (Block  No. 

287,  part  of  Lot  No.  68),  East  River,  Bor¬ 
ough  of  Brooklyn. 

32- 37- A _ Pier  No.  33,  Atlantic  Basin  (Block  No.  515, 

part  of  Lot  No.  61),  East  River,  Borough 
of  Brooklyn. 

49-37-A— Pier  No.  46,  foot  of  Van  Brunt  street  (Block 
No.  611,  part  of  Lot  No.  1),  Borough  of 
Brooklyn. 

52-37- A— Pier  No.  34,  foot  of  Hamilton  avenue  (Block 
No.  515,  part  of  Lot  No.  61),  Borough 
of  Brooklyn. 

7 1-37- A _ 40-58  Washington  street,  88-100  Water  street, 

83-95  Front  street  (Building  No.  6),  102- 

110  Water  street,  35-43  Main  street 
(Building  No.  6A)  and  45-53  Main  street, 
73-83  Front  street  (Building  No.  6B)  ; 
(Block  No.  37,  Lot  No.  1),  Borough  of 
Brooklyn. 

78-37-A— 41-49  Washington  street,  28-56  Adams  street,  97- 

111  Front  street  and  112-114  Water  street 
(known  as  Buildings  Nos.  3  and  4)  ; 
(Block  No.  38,  Lot  No.  1),  Borough  of 
Brooklyn. 


cal  no.  685-24-BZ— Application  of  William  H.  Gompert, 
applicant,  on  behalf  of  Eugene  Kienle, 
owner,  reopened  March  2,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  of  a  portion  of  the 
3rd  story  of  an  existing  building  used 
for  the  manufacture  of  lithographic 
ink  (permission  to  erect  building  was 
granted  by  the  board)  ;  premises  33-47 
Nassau  avenue,  north  side,  from 
Guernsey  street  to  Dobbin  street 
(Block  No.  2643,  Lot  Nos.  30,  31,  32,. 
33  and  36),  Borough  of  Brooklyn. 

cal.  no.  273-36-BZ— Application  of  John  Eberson,  appli¬ 
cant,  on  behalf  of  Queens-73rd  Street 
Corporation,  owner,  reopened  March 
2,  1937  for  consideration  of  an  amend¬ 
ment  to  the  resolution  of  October  14, 
1936 — re  Application,  granted  on  con¬ 
dition,  under  section  7c  of  the  building 
zone  resolution,  permitting  partly  in 
a  business  use  district  and  partly  in 
a  residence  use  district  the  erection  of 
a  building  to  be  used  for  motion  pic¬ 
ture  theatre  and  stores ;  premises  73-01 
to  73-09  37th  road  and  37-55  73rd 
street,  northeast  corner  (Block  No 
1284,  Lot  Nos.  7,  9  and  11),  Jacksor 
Heights,  Borough  of  Queens. 

cal.  no.  114-36-BZ — Application  of  Charles  B.  Dullea,  ap 
plicant,  on  behalf  of  D’Arcy  Parrot 
and  William  V.  Burke,  trustees  of  th< 
Estate  of  Adeline  Gesner,  owner,  re 
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opened  February  24,  1937,  for  consid¬ 
eration  of  the  amendment  to  the  reso¬ 
lution  of  May  26,  1936 — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
alteration  and  change  of  occupancy  of 
an  existing  building  to  a  garage  for 
more  than  five  (5)  motor  vehicles,  mo¬ 
tor  vehicle  repair  shop,  automobile 
showroom  and  also  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  330  Bay  street,  south¬ 
west  corner  of  St.  Julian  place  (Block 
No.  503,  Lot  No.  32),  Stapleton,  Bor¬ 
ough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK'S  CALENDAR 
MONDAY,  MARCH  22,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

385-36-BZ. 

APPLICANT — Frank  A.  Sweeney,  owner. 

PREMISES — 547  (old  number  525)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue  (Block  No. 
148,  Lot  No.  29),  West  Brighton,  Borough  of 
Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station. 

11-37-BZ. 

APPLICANT — Charles  J.  Johnson,  for  E.M.V.  Corpora¬ 
tion,  owner. 

PREMISES — 6007-6023  Broadway,  northwest  corner  of 
Spuyten  Duyvil  parkway,  northeast  corner  of  Post 
road  (Block  No.  3415-F,  Lot  Nos.  275,  305  and 
307),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7f,  7h  and  21  of  the 
building  zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 

297-36-BZ. 

APPLICANT — Michael  Levine,  for  Southern  Parkway 
Realties  Corp.,  owner. 

PREMISES— 233-02  to  233-16  Central  avenue  (Foch 
boulevard)  and  117-01  to  117-07  233rd  street  south¬ 
east  corner  (Block  No.  3444,  part  of  Lot  No.  1), 
St.  Albans,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 

106-32-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Confield  Es¬ 
tates,  Inc.,  owner. 

PREMISES — 2351-2355  Grand  Concourse,  northwest  cor¬ 
ner  of  Field  place  (Block  No.  3164,  Lot  No.  50), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  February  9,  1937), 

rO  PERMIT  in  a  residence  use  district  the  alteration 
and  change  of  occupancy  of  part  of  the  first 
floor  of  an  existing  multiple  dwelling  to  business 
use  (stores)  ;  (previously  withdrawn). 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  29,  1937,  2  P.  M. 

Building  Zone  Case 

260-36-BZ. 

APPLICANT  Michael  F.  Doody,  for  Home  Life  Insur¬ 
ance  Company,  owner. 

PREMISES— 1620-1624  Avenue  H  and  842-848  East  17th 
street,  southwest  corner  (Block  No.  6700,  Lot  No. 
9),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


MARCH  30,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  March 
30,  1937,  at  10  o  clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  86-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Morris  I.  Hal- 
perin,  owner,  reopened  December  1, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(previously  withdrawn)  ;  premises  268 
Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 

cal.  no.  2  96-36-BZ— Application,  October  6,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer 
applicants,  on  behalf  of  Helen  L.  Sack- 
ett,  owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
1143-1147  Second  avenue,  northwest 
corner  of  East  60th  street  (Block  No. 
1415,  Lot  Nos.  21  and  23),  Borough 
of  Manhattan. 

cal.  no.  17-37-BZ — Application,  January  14,  1937,  under 
section  7h  of  the  building  zone  reso¬ 
lution,  of  George  Stone,  applicant  and 
lessee,  on  behalf  of  Bank  of  New 
York  and  Trust  Company,  owner,  to 
permit  in  a  retail  use  district  the  park¬ 
ing  of  more  than  five  (5)  motor  vehi¬ 
cles  for  a  period  of  not  more  than 
two  (2)  years;  premises  322-324  West 
41st  street,  south  side,  300  ft.  west 
of  8th  avenue  (Block  No.  1031,  Lot 
No.  45),  Borough  of  Manhattan. 

cal.  no.  354-36-BZ — Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback;  premises  7513- 
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7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

cal.  no.  58-32-BZ— Application  of  Irving  Adelsohn,  appli¬ 
cant,  on  behalf  of  Frank  J.  Mahoney, 
owner,  reopened  January  12,  1937 

under  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  5701-5711 
20th  avenue  and  2002-2012  57th  street, 
southeast  corner  (Block  No.  5500,  Lot 
No.  6),  Borough  of  Brooklyn. 


CAI..  NO 


50-36-BZ— Application  of  William  McGrane  ap¬ 
plicant,  on  behalf  of  Iceland  Rink 
Realty  Corporation,  owner,  reopened 
and  restored  to  calendar  December  8, 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles  (previ¬ 
ously  dismissed  for  lack  of  prosecu¬ 
tion)  ;  premises  2555  Jerome  avenue, 
southwest  corner  of  West  192nd  street 
(Block  No.  3201,  Lot  No.  30),  Bor¬ 
ough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  30,  1937,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
30,  1937,  at  2  o’clock,  ini  Room  1013,  Municipal  Building, 
on  the  following  matters: 


CAL  NO  11-33-BZ— Application  of  M.  Bache,  applicant,  on 
behalf  of  Richmond  Boro  Home  Sites 
Corp.,  owner,  reopened  March  2,  1937 
for  consideration  as  to  extension  of 
permit — re  Application,  granted  on  con¬ 
dition — under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period;  premises 
2485  Hylan  boulevard,  northwest  cor¬ 
ner  of  New  Dorp  lane  (Block  No. 
3649,  part  of  Lot  No.  1),  New  Dorp, 
Borough  of  Richmond. 

cal.  NO.  204-24-BZ— Application  of  Sidney  Zimet,  appli¬ 
cant,  on  behalf  of  Michael  De  Lau- 
renzo,  owner,  reopened  March  9,  1937 
for  consideration  as  to  extension  of 
permit— re  Application,  granted  on 
condition,  under  section  21  of  the 
building  zone  resolution,  permitting  in 
a  residence  use  district  the  change  of 
occupancy  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (previously 
granted  by  the  board)  to  a  junk  shop 
shop  for  a  temporary  period;  prem¬ 
ises  469-475  Hemlock  street,  east  side, 
100  ft.  south  of  Liberty  avenue  (Block 
No.  4200,  Lot  Nos.  9  and  10),  Borough 
of  Brooklyn. 


cal.  no.  263-27-BZ — Application  of  Jack  Z.  Cohen,  appli¬ 
cant,  on  behalf  of  Oscar  Wagenseil, 
owner,  reopened  March  9,  1937  for 
consideration  of  an  amendment  to  the 
resolution  of  June  23,  1933 — re  Appli¬ 
cation,  granted  on  condition,  under 
section  21  of  the  building  zone  reso¬ 
lution,  permitting  in  a  business  use 
district  the  inclusion  of  a  motor  ve¬ 
hicle  repair  shop  in  a  garage  for  more 
than  five  (5)  motor  vehicles  which 
was  granted  by  the  board;  premises 
540-544  65th  street,  south  side,  315  ft. 
east  of  Fifth  avenue  (Block  No.  5828, 
Lot  No.  18),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  6,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 

on  the  building  zone  resolution,  Tuesday  morning,  April 
6,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  8-37-BZ— Application,  January  11,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  South  Brook¬ 
lyn  Savings  Bank,  owner,  to  permit 
partly  in  a  business  use  district  and  ; 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  113-125 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of 
Brooklyn. 

CAL.  no.  414-29-BZ— Application  of  Sidney  H.  Kitzler,  ap¬ 
plicant,  on  behalf  of  Stella  C.  Sartor, 
owner,  reopened  January  19,  1937 

under  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  ve¬ 
hicles;  premises  970-978  Nostrand  ave¬ 
nue  and  291-301  Sullivan  place,  north¬ 
west  corner  (Block  No.  1305,  Lot  Nos. 
46,  47,  48,  50  and  52),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  6,  1937,  2  P.  M. 


Appeal  from  Administrative  Order 


27-36-A — 


145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 


Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution, Tuesday  afternoon,  April 
6,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter,  except  cases  which  have  been 
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heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 

Bernstein,  applicants,  on  behalf  of 

Mortgage  Commission  of  the  State  of 

New  York,  owner,  to  permit  in  a  busi- 

ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side.  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 

MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  MARCH  9,  1937 

‘  Present :  Chairman  Murdock,  Commissioners  Savage  and 
•  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  March  2,  1937  and  the  minutes  of 
the  regular  meeting  of  the  Board  held  on  Tuesday  after- 
,  noon,  March  2,  1937,  were  approved  as  printed  in  Bulletin 
No.  10,  Vol.  XXII. 


BUILDING  ZONE  CASES 

;  354-36-BZ. 

.  APPLICANT — South  Brooklyn  Savings  Bank,  owner. 
SUBJECT — -Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  and  “E” 
area  district  the  erection  and  maintenance  of  a 
Class  A  Multiple  Dwelling  not  conforming  with 
the  requirements  of  the  building  zone  resolution 
as  to  area,  side  yard  and  setback. 

PREMISES  AFFECTED— 7513-7523  Ridge  boulevard  and 
201-213  76th  street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Philip  Zierle  ,  Charles  D.  Behrens, 
and  William  T.  McCarthy. 

For  Opposition :  David  C.  Bennett,  Patrick  A. 
Conroy,  Edward  H.  Bailey,  Isreal  Orlion,  M. 
J.  Fellner,  Albert  Janson,  Virginia  G.  Doug¬ 
las,  Anna  E.  Brown  and  Clara  D.  Sheeran. 
ACTION  OF  BOARD — Laid  over  to  March  30,  1937  at 
10  A.M.,  applicant  to  submit  revised  plans. 


114-36-BZ. 

APPLICANT — Charles  B.  Dullea,  for  D’Arcy  Parrott  and 
William  V.  Burke,  trustees  of  the  Estate  of  Ade¬ 
line  Gesner,  owner. 

SUBJECT — -Application  reopened  February  24,  1937  for 
consideration  of  an  amendment  to  the  resolution 
of  May  26,  1936— re  Application  (decision  of  the 
commissioner  of  buildings)  granted  on  condition, 
under  section  21  of  the  building  zone  resolution, 
permitting  in  a  business  use  district  the  alteration 
and  change  of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  (5)  motor  vehicles, 
motor  vehicle  repair  shop,  automobile  showroom 
and  also  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

PREMISES  AFFECTED — 330  Bay  street,  southwest  cor¬ 
ner  of  St.  Julian  place  (Block  No.  503,  Lot  No. 
32),  Stapleton,  Borough  of  Richmond. 
APPEARANCES— 


For  Applicant:  Charles  B.  Dullea,  William  V. 

Burke  and  M.  H.  Ashley. 

For  Opposition :  Herman  Scheiper. 

ACTION  OF  BOARD — Laid  over  to  March  16,  1937  at 
2  P.M.,  applicant  to  submit  revised  proposition. 

3-37-  BZ. 

APPLICANT — Henry  G.  Steinmetz,  for  John  A.  Stein- 
metz,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building 
zone  resolution,  to  permit  partly  in  an  unrestricted 
use  district  and  partly  in  a  business  use  district, 
the  occupancy  of  a  plot  of  ground  as  a  parking 
space  for  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 2825  Bailey  avenue,  west  side, 
205.33  ft.  north  of  West  Kingsbridge  road  (Block 
No.  3264,  Lot  No.  38),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Anolicant:  Henry  G.  Steinmetz  and  John  A. 
Steinmetz. 

For  Opposition:  Samuel  Silver  and  Earl  I.  Gal¬ 
lant. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  Q 


THE  RESOLUTION— 

(3-37-  BZ) 

Whereas,  Henry  G.  Steinmetz,  for  John  A.  Steinmetz, 
owner,  filed  January  7,  1937,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  partly  in  an  unrestricted  use 
district  and  partly  in  a  business  use  district,  the  occupancy 
of  a  plot  of  ground1  as  a  parking  space  for  more  than  five 
(5)  motor  vehicles;  premises :  2825  Bailey  avenue,  west 
side,  205.33  ft.  north  of  West  Kingsbridge  road  (Block  No. 
3264,  Lot  No.  38),  Borough  of  The  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  9,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals';  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bailey  avenue  is  in  a  busi¬ 
ness  and  unrestricted  use  district;  Exterior  street  is  in  an 
unrestricted  use  district;  Kingsbridge  road  is  in  an  un¬ 
restricted  and  business  use  district  and  Heath  avenue  is  in 
a  residence  and  business  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  6,  1937,  reads  : 

“Your  application  of  December  29,  1936,  for  a  cer¬ 
tificate  of  occupancy  for  an  open  air  parking  station 
for  storage  or  parking  of  seventy-five  (75)  automo- 
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biles  on  plot  of  ground  at  west  side  of  Bailey  avenue 
205.33  ft.  north  of  West  Kingsbridge  road,  (Block  3264, 
Lot  38),  in  the  Borough  of  The  Bronx,  which  is  located 
partly  in  an  unrestricted  and  partly  in  a  business  use 
district,  is  hereby  denied  as  proposed  occupancy  is  con¬ 
trary  to  the  provisions  of  the  Building  Zone  Resolution 
in  business  district.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  102.39  ft.  and  a  maxi¬ 
mum  depth  of  170  ft. ;  it  is  proposed  to  occupy  the  plot  as 
a  parking  space  for  more  than  five  motor  vehicles.  A  small 
area  at  the  southerly  rear  of  the  plot  is  in  an  unrestricted 
use  district  and  the  remainder  of  the  plot  is  in  the  business 
use  district ;  and 

Whereas,  the  board  is  thoroughly  familiar  with  the  con¬ 
ditions  surrounding  this  site,  having  made  many  inspec¬ 
tions  in  this  vicinity;  and 

Whereas,  the  board  deemed  that  there  was  justification 
for  the  use  of  its  discretion  under  section  7,  subdivision  H 
of  the  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  moke  o  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-h  for  a  period  of  two  years  from  the  date  of  this  action, 
to  permit  the  plot  under  appeal,  now  vacant  and  unbuilt 
upon,  to  be  used  for  parking  and  storage  of  automobiles, 
on  condition  that  the  plot  shall  be  graded  so  as  to  be  sub¬ 
stantially  level  except  for  the  rear  25  ft. ;  that  there  shall 
be  erected  at  a  point  25  ft.  easterly  from  rear  lot  line  and 
along  the  interior  lot  lines  and  the  street  line,  a  substantial 
wooden  fence  or  woven-wire  fence,  not  less  than  4  ft.  in 
height  with  not  over  one  opening  to  Bailey  avenue,  not 
more  than  20  ft.  in  width,  with  curb  cut  opposite  not  ex¬ 
ceeding  25  ft.  in  width ;  that  the  plot  shall  be  surfaced  with 
steam  cinders  properly  rolled  and  bound  to  prevent  dust¬ 
ing  ;  that  no  cars  shall  be  permitted  to  be  parked  or  stored 
other  than  those  in  good  mechanical  condition,  capable  of 
being  operated;  that  pleasure  vehicles  only  shall  be  so 
stored  and  parked;  that  any  lights  for  illumination  shall 
be  on  standards  with  metal  reflectors,  reflecting  down¬ 
wardly  toward  the  parking  space;  that  no  part  of  this 
parking  space  shall  be  for  any  use  other  than  that  herein 
permitted;  that  sufficient  lighting  shall  be  maintained  at  all 
times  to  permit  entrance  and  exit ;  that  all  signs  shall  be 
restricted  to  one  sign  at  front  of  property,  advertising  its 
use  for  parking  and  the  rates  charged ;  that  there  shall  be 
no  structure  on  the  area  except  a  small  office  for  attendant ; 
and  that  all  permits  shall  be  obtained  within  three  months. 


386-36-BZ. 

APPLICANT— William  E.  Kennedy,  for  Mary  E.  Carter, 
owner.  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  conversion  of  occupancy  of  part  of  exist¬ 
ing  building  to  business  use. 

PREMISES  AFFECTED— 144-30  Farmers  boulevard, 
west  side,  35.72  ft.  south  of  144th  road  (Block 
No.  3242,  Lot  No.  5),  Springfield,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  William  E.  Kennedy. 

For  Opposition :  Edward  T.  Wilkinson. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(386-3'6-BZ) 

Whereas,  William  E.  Kennedy,  for  Mary  E.  Carter, 
owner,  filed  December  28,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  residence  use  dis¬ 
trict,  the  conversion  of  occupancy  of  part  of  existing  resi¬ 
dence  building  to  business  use;  premises:  144-30  Farmers 
boulevard,  west  side,  35.72  ft.  south  of  144th  road  (Block 
No.  3242,  Lot  No.  5),  Springfield,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  9,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Farmers  boulevard  is  in  a 
residence  and  business  use  district;  Conduit  avenue  is  in  a 
residence  use  district  and  144th  road  is  in  a  residence  and 
business  use ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  30,  1936,  reads : 

“Responding  to  your  communication  of  the  28th  inst. 
regarding  premises  144-30  Farmers  avenue,  Springfield, 
Borough  of  Queens,  which  you  desire  to  use  for  pur¬ 
pose  of  maintaining  a  public  restaurant  on  the  first 
floor,  be  advised  that  your  request  for  this  permission 
is  hereby  DENIED,  as  such  occupancy  would  be  in 
violation  of  Section  3  of  the  Building  Zone  Resolution 
of  the  City  of  New  York.” 

and 

Whereas,  the  building  is  of  frame  construction,  2}4 
stories  in  height,  with  a  frontage  of  16  ft.  2  in.  and  a 
depth  of  50  ft.,  occupied  as  a  dwelling  to  be  occupied  as  a 
public  restaurant  on  the  first  floor  and  dwelling  above ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  in  order  to  be  informed 
prior  to  the  hearing;  and 

Whereas,  the  board  deemed,  that  due  to  the  location  of 
the  premises,  a  hardship  exists  unique  as  far  as  these  prem¬ 
ises  are  concerned ;  and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal  under  section  21  of  the  build¬ 
ing  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted,  to  permit  the 
first  floor  of  the  premises  under  appeal  to  be  used  as  a 
public  restaurant  and  limiting  the  sale  of  alcoholic  bever¬ 
ages  to  the  sale  of  beer  sold  in  conjunction  with  the 
restaurant,  on  condition  that  this  restaurant  shall,  during 
the  term  of  this  variance,  be  operated  by  the  owner  of  the 
premises ;  that  the  building  shall  not  be  increased  in  height 
or  area  and  that  a  copy  of  this  resolution  shall  be  filed  with 
the  Alcoholic  Beverage  Control  Board  and  the  Department 
of  Health. 


243-31-BZ. 

APPLICANT— Walter  C.  Martin,  architect  and  Superin¬ 
tendent  of  Schools,  for  Board  of  Education,  City 
of  New  York,  owner. 

SUBJECT — Application  reopened  February  24,  1937,  for 
consideration  as  to  extension  of  time — re  Appli¬ 
cation  (decision  of  the  superintendent  of  build¬ 
ings)  granted  on  condition,  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  one 
and  one-half  times  height  district  the  erection  of 
the  street  wall  of  a  building  in  excess  of  the 
height  permitted  under  the  building  zone  resolu¬ 
tion. 

PREMISES  AFFECTED— 133-143  East  16th  street,  north 
side,  183  ft.  4  in.  east  of  Irving  place  (Block  No. 
872,  Lot  Nos.  27,  30,  31  and  32),  Borough  of  Man¬ 
hattan. 
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APPEARANCES— 

For  Applicant:  Charles  Tilgner. 

For  Opposition :  None. 

ACTION  OF  BOARD1 — Resolution  amended 
THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(243-31-BZ) 

Whereas,  this  application  affecting  premises.  133-143 
East  16th  street,  north  side,  183  ft.  4  in.  east  of  Irving 
place  (Block  No.  872,  Lot  Nos.  27,  30,  31  and  32),  Bor¬ 
ough  of  Manhattan,  to  permit  in  a  V/2  times  height  dis¬ 
trict,  the  erection  of  the  street  wall  of  a  building  in  excess 
of  the  height  permitted  under  the  building  zone  resolution, 
was  granted  by  the  board  September  15,  1931,  on  certain 


conditions  and  applicant  requested  an  extension  of  time  to 
complete  the  work;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  February  24,  1937;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  March  9,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved ,  that  the  resolution  adopted  by  tiie  board  on 
September  15,  1931  be  and  it  hereby  is  amended,  only  so 
far  as  it  has  reference  to  obtaining  permits  and  comple¬ 
tion  of  work,  so  that  as  amended  this  portion  of  the  reso¬ 
lution  will  read: 

“That  all  permits  required  shall  be  obtained  and  all 
work  completed  within  eighteen  months  from  the 
date  of  this  amended  resolution.” 


Adjourned,  12:35  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MARCH  9,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

167-34-BZ. 

APPLICANT — Insular  Realty  Corporation,  owner. 

SUBJECT — Application  for  consideration— reopening  and 
extension  of  permit — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  change  of  occupancy  of 
an  existing  building  to  a  motor  vehicle  repair 
shop  for  a  temporary  period. 

PREMISES  AFFECTED — 1775-1777  Coney  Island  ave¬ 
nue,  east  side,  365  ft.  south  of  Avenue  N  (Block 
No.  6749,  Lot  No.  78),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Sidney  Tolmage  and  Andrew 
Ciofalo. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


APPEARANCES— 

For  Applicant:  Larry  Meltzer. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing,  March  30,  1937  at 
2  P.M. 

THE  VOTE  TO  REOPEN  AND  SET  FOR  HEARING 
Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


204-24- BZ. 

APPLICANT — Sidney  Zimet,  for  Michael  De  Laurenzo, 
owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  permit— re  Application  (decision  of 
the  superintendent  of  buildings)  under  section  21 
of  the  building  zone  resolution,  permitting  in  a 
residence  use  district  the  change  of  occupancy  of 
a  garage  for  more  than  five  (5)  motor  vehicles 
(previously  granted  by  the  board)  to  a  junk  shop 
for  a  temporary  period. 

PREMISES  AFFECTED — 469-475  Hemlock  street,  east 
side,  100  ft.  south  of  Liberty  avenue  (Block  No. 
4200,  Lot  Nos.  9  and  10),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Sidney  Zimet. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing,  March  30,  1937 
at  2  P.M. 


263-27-BZ. 

.APPLICANT — Jack  Z.  Cohen,  for  Oscar  Wagenseil, 
owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment  —  (re  decision  of  the  commissioner 
of  buildings)  re  Application,  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  inclusion  of  a  motor  vehicle' 
repair  shop  in  a  garage  for  more  than  five  (5) 
jpotor  vehicles  which  was  granted  by  the  board. 

REMISES  AFFECTED — 540-544  65th  street,  south  side, 
315  ft.  east  of  Fifth  avenue  (Block  No.  5828,  Lot 
No.  18),  Borough  of  Brooklyn. 


THE  VOTE  TO  REOPEN  AND  SET  FOR  HEARING 
Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


238-27-BZ. 

APPLICANT — B.  &  O.  Silk  Dyeing  Co.,  Inc.  (lessee),  for 
Knickerbocker  Laundry  Co.,  Inc.,  owner. 

SUBJECT — Application  for  consideration — reopening  un¬ 
der  new  proposal — (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis- 
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trict  the  change  of  occupancy  from  a  laundry  to 
a  dyeing  establishment  (which  laundry  had  been 
previously  granted  by  the  board). 

PREMISES  AFFECTED— 51-37  Codwise  place  (Dewey 
street),  east  side,  314  ft.  2)4  im  south  of  Queens 
boulevard  (Block  No.  2473  (1577),  Lot  No.  82), 
Elmhurst,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Daniel  Edelmann. 

For  Opposition :  Fred  C.  Gale. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ~ 

Absent  .  ^ 


384-31-BZ. 

APPLICANT— Jack  Z.  Cohen,  for  Irving  Rogowin, 
owner. 

SUBJECT— Request  for  consideration— reopening  and 
amendment— re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  residence 
use  district  the  erection  of  office,  grease  pit  and 
car  washing  building  to  be  used  as  accessory  to 
an  existing  gasoline  service  station. 

PREMISES  AFFECTED— 2596-2604  Linden  boulevard 
and  780-788  Crescent  street,  southwest  corner 
(Block  No.  4485,  Lot  Nos.  6  and  9),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Larry  Meltzer. 

ACTION  OF  BOARD— Request  to  reopen  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  . .  ® 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  ™ 

THE  RESOLUTION— 

(384-31-BZ) 

Whereas,  this  application  affecting  premises  2596-2604 
Linden  boulevard  and  780-788  Crescent  street,  southwest 
corner  (Block  No.  4485,  Lot  Nos.  6  and  9),  Borough  of 
Brooklyn,  was  granted  by  the  board  December  27,  1933,  on 
certain  conditions,  resolution  amended  July  10,  1936;  and 
Whereas,  the  owner  through  his  agent,  Jack  Z.  Cohen, 
requests  a  reopening  of  the  application  and  a  further 
amendment  of  the  resolution;  and 

Whereas,  the  premises  were  inspected  by  a  committee 
of  the  board  on  March  4,  1937,  and  on  verbal  report  made 
by  the  chairman,  it  was  recommended  that  the  amendment 
sought  be  denied,  as  not  being  necessary  or  desirable. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby 
is  denied. 

375-36-BZ. 

APPLICANT— William  B.  Linder,  for  Jacob  Mayers, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 179-183  Flatbush  avenue,  619- 
621  Pacific  street  and  8-18  Fifth  avenue  (Block 
No.  1118,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  B.  Linder. 

For  Opposition:  None. 


ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(375-36-BZ)  ! 

Whereas,  William  B.  Linder,  for  Jacob  Mayers,  owner,  , 
filed  December  16,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  station ; 
premises :  179-183  Flatbush  avenue,  619-621  Pacific  street 
and  8-18  5th  avenue  (Block  No.  1118,  Lot  No.  1),  Borough 
of  Brooklyn  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  , 
meeting,  March  9,  1937,  after  due  notice  by  publication  in  ■ 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Pacific  street  is  business  use; 
Flatbush  avenue  is  business  use;  Atlantic  avenue  is  busi¬ 
ness  and1  residence  use  and  5th  avenue  is  business  and  un¬ 
restricted  use ;  and  _  » 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  27,  1937,  re  App.  No.  1100-1937,  reads:  , 
“Proposed  gasoline  service  station  to  be  located  in  a  , 
business  use  district  is  contrary  to  Art.  II,  Sect.  4a 
of  the  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  74  ft.  10  in.  on  Flat-  . 
bush  avenue;  26  ft.  7  in.  on  Pacific  street  and  130  ft.  on 
5th  avenue.  Proposes  to  demolish  the  four  story  structures 
(stores  with  dwellings  above)  and  to  erect  upon  the  plot 
an  irregular  shaped,  one  story  structure  to  be  used  for 
automobile  laundry,  lubritorium,  office  and  store  and  to 
install  the  necessary  tanks  and  pumps  for  a  gasoline  service 
station;  and 

Whereas,  the  site  in  question  and  the  surrounding  area 
was  inspected  since  the  hearing  by  a  committee  of  the 
board,  report  of  which  inspection  was  made  verbally  by  the 
chairman,  recommending  that  the  variance  sought  be 
granted,  subject  to  suitable  conditions;  and 

Whereas,  the  board  deemed  that  the  factors  set  forth 
indicate  that  the  premises  are  unique,  that  granting  the 
variance  would  in  no  wise  injure  surrounding  owners  or 
be  contrary  to  public  welfare  but  that  substantial  justice 
would  be  done  by  granting  the  variance  and  that  sufficient 
hardship  existed  to  warrant  such  action. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section  21  i 
thereof,  to  permit  the  premises  under  appeal  to  be  occupied 
as  a  gasoline  service  station,  on  condition  that  the  existing 
buildings  shall  be  razed  and  all  excavation  below  grade 
filled  and  the  plots  levelled  substantially  to  the  grade  of 
surrounding  streets ;  that  there  may  be  erected  along  the 
northerly  interior  lot  line  an  accessory  building  for  office, 
accessory  sales,  lubrication  and  auto  washing,  provided  that 
this  building  shall  be  constructed  of  fireproof  materials, 
except  that  roof  beams,  roof  boarding,  door  frames  and 
doors,  window  frames  and  sash  may  be  of  wood,  provided 
the  ceilings  throughout  are  fire-retarded  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals  and  the 
roof  weather-surfaced  with  nonflammable  material;  that 
there  shall  be  no  openings  along  the  northerly  interior  lot 
line  to  adjoining  premises;  that  where  lot  line  walls  of 
accessory  buildings  do  not  occur,  lot  line  walls  shall  be 
extended  to  the  building  line  constructed  of  similar  ma¬ 
sonry  and  not  less  than  8  ft.  in  height ;  that  the  entire  plot 
where  not  covered  by  accessory  buildings  shall  be  cement 
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paved ;  that  entrances  to  the  plot  shall  consist  of  one  from 
Flatbush  avenue  not  over  25  ft.  in  width,  one  from  Pacific 
street  not  over  15  ft.  in  width  and  two  from  5th  avenue, 
not  over  25  ft.  in  width  each,  exoept  that  there  may  also 
be  an  opening  from  5th  avenue  to  the  portion  of  accessory 
building  to  be  used  for  auto  washing;  that  the  curb  cuts 
opposite  the  25  ft.  entrances  shall  not  exceed  30  ft.  in  width 
each  ;  that  the  curb  cuts  opposite  the  15  ft.  entrance  or  less 
in  width,  shall  not  exceed  15  ft.  in  width  each ;  that  there 
shall  be  erected  between  entrances,  concrete  curbs  not  less 
than  12  in.  in  width,  not  less  than  6  in.  in  height  with 
rounded  top;  that  no  part  of  any  opening  shall  be  nearer 
to  the  intersection  of  Flatbush  avenue  and  Pacific  street  or 
Pacific  street  and  5th  avenue  than  5  ft.,  nor  nearer  the 
northerly  interior  lot  line  of  Atlantic  avenue  than  10  ft.; 
that  tanks  for  the  storage  of  gasoline  shall  be  installed  not 
nearer  than  35  ft.  to  the  Flatbush  avenue  building  line;  that 
all  piping  and  tanks  for  gasoline  storage  shall  be  construct¬ 
ed  of  new  material;  that  advertising  shall  be  limited  to  the 
illuminated  globes  of  the  gasoline  pumps  and  to  permanent 
flat  signs  attached  to  the  facade  of  the  accessory  building, 
excluding  all  roof  signs  and  signs  of  a  temporary  nature, 
but  permitting  the  erection  within  the  building  line  of  Flat¬ 
bush  avenue  and  5th  avenue  of  two  post  standards  to  carry 
signs,  which  may  be  illuminated,  advertising  only  the  brand 
of  gasoline  on  sale ;  that  no  motor  vehicle  repairing  shall 
be  permitted  on  the  premises  and  no  parking  or  storage  of 
cars  other  than  those  being  serviced;  that  no  portable 
gasoline  tanks  shall  be  used  on  or  from  the  premises ; 
that  the  approval  of  the  Board  of  Transportation  shall  be 
obtained  for  the  crossing  of  the  ventilating  grill  on  the 
Flatbush  avenue  sidewalk ;  that  all  plans  shall  be  submitted 
to  and  approved  by  the  chairman  in  behalf  of  the  board  be¬ 
fore  same  are  filed  with  the  commissioner  of  buildings; 
that  such  plans  shall  be  filed  within  three  months  and  that 
after  such  approval  by  the  chairman,  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  thereafter. 


300-35-BZ. 

APPLICANT — William  Richter,  for  Arthill  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  reopened  December  15,  1936,  un¬ 
der  new  fact  (re  decision  of  the  commissioner  of 
buildings)  under  sections  7 a  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  extension  of  an  existing  gasoline  serv¬ 
ice  station  (previously  denied). 

PREMISES  AFFECTED — 2664-2694  Ocean  parkway,  west 
side,  15  ft.  south  of  Nixon  court  (Block  No.  7237, 
Lot  Nos.  63  and  65),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  Richter. 

*  Opposition:  L.  C.  Squire  for  Dept,  of  Parks. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(300-35-BZ) 

Whereas,  William  Richter,  for  Arthill  Realty  Corpora- 
tE0n’n°MT-er’  Oct°ber  30,  1935,  an  application  under 
•e  <*i!  zo.ne  resolution  to  permit  in  a  business  dis- 
nc  the  extension  of  an  existing  gasoline  service  station; 
premises :  2664-2694  Ocean  parkway,  west  side,  15  ft.  south 
of  Nixon  court  (Block  No.  7237,  Lot  Nos.  63  and  65), 
Borough  of  Brooklyn;  and 

K-.,^iHERr>AS’  a,  Pubbc  hearing  was  held  on  this  application 
oy  the  Boar(j  of  Standards  and  Appeals,  at  its  regular 

¥arc!1  ^4,  1936>  after  due  notice  by  publication  in 
e  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 


Whereas,  this  application  was  denied  by  the  board 
March  24,  1936,  the  board  holding  that  the  State  Law  es¬ 
tablished  the  30  ft.  setback  restriction  on  Ocean  parkway 
and  that  the  Park  Department  may  permit  statuary  and 
porches  in  connection  with  residential  use,  precluding  any 
power  in  this  board  to  permit  the  use  of  the  30  ft.  setback 
area  for  gasoline  pumps  and  signs  in  connection  with  the 
proposed  extension  of  a  gasoline  service  station  now  exist¬ 
ing  beyond  the  30  ft.  setback  area;  and 
Whereas,  the  application  was  reopened  by  vote  of  the 
board  on  December  15,  1936,  based  on  new  plans  showing 
no  proposed  gasoline  pumps  or  signs  within  the  30  ft.  set¬ 
back  area  and  a  new  determination  of  the  commissioner 
of  buildings;  and 

Whereas,  the  new  decision  of  the  commissioner  of  build¬ 
ings  rendered  November  16,  1936,  in  acting  on  N.  B.  appli¬ 
cation  No.  13460-36,  reads: 

“Proposed  gasoline  service  station  to  be  extended  in 
business  district  is  contrary  to  Art.  II,  Sect.  4-a  of 
Zone  Resolution.  Denied.” 

and 

Whereas,  a  public  hearing  was  held  on  this  reopened 
application  by  the  Board  of  Standards  and  Appeals  at  its 
regular  meeting,  January  12,  1937,  after  due  notice  by  pub¬ 
lication  in  the  bulletin  of  the  Board  of  Standards  and 
Appeals;  and 

Whereas,  at  this  hearing  the  case  was  adjourned  to 
March  9,  1937,  for  further  consideration;  and 

Whereas,  the  representative  of  the  commissioner  of 
parks  presented  a  letter  from  the  corporation  counsel, 
dated  March  8,  1937,  expressing  the  opinion  that  the  Board 
of  Standards  and  Appeals  is  without  power,  due  to  provi¬ 
sion  of  Chapter  252  of  Laws  of  1903,  to  permit  any  use  on 
the  30  ft.  setback  and  no  use  on  a  plot  abutting  Ocean 
parkway  that  is  noxious  or  offensive,  and  that  in  his  opin¬ 
ion  the  existing  and  proposed  gasoline  service  station  use 
is  such  a  use;  and 

Whereas,  the  revised  plans  indicate  that  the  lots  upon 
which  the  existing  and  proposed  gasoline  stations  are 
shown  are  lots  abutting  Ocean  parkway  and  that  while 
Lot  63  has  access  also  to  Nixon  court,  no  access  to  certain 
gasoline  pumps  as  located  on  plans  will  be  possible  without 
driving  upon  the  30  ft.  setback  area;  and  these  plans  also 
indicate  that  it  is  proposed  to  install  four  new  gasoline 
pumps,  two  gasoline  tanks,  and  to  erect  a  new  building 
approximately  20  ft.  by  37  ft.  2  in.,  the  entire  premises  to 
be  occupied  as  a  gasoline  service  station;  and. 

Whereas,  in  view  of  the  opinion  of  the  corporation 
counsel  and  the  arrangement  of  the  existing  station  and 
proposed  extension  which  would  require  driving  upon  the 
30  ft.  setback  area,  the  board  deems  that  this  applicant  has 
not  substantiated  his  basis  of  appeal  under  section  21. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  the  application  be  and 
it  hereby  is  denied. 


717-29-BZ. 

APPLICANT — Henry  C.  Brucker,  for  The  Metz  Auto 
Sales  and  Laundry  Company,  Inc.,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  time— re  Application  (decision  of  the 
superintendent  of  buildings)  under  section  7e  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of 
a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 84-94  129th  street  and  127-15 
Metropolitan  avenue,  northwest  corner  (Block 
No.  156,  Lot  No.  52),  Richmond  Hill,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Henry  C.  Brucker. 

ACTION  OF  BOARD — Application  reopened  and  time 
extended. 
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MINUTES 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  ® 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(717-29-BZ) 

Whereas,  this  application  affecting  premises  84-94  129th 
street  and  127-15  Metropolitan  avenue,  northwest  corner 
(Block  No.  156,  Lot  No.  52),  Richmond  Hill,  Borough  of 
Queens,  was  granted  by  the  board  at  its  meeting  March 
18,  1930,  on  certain  conditions,  and  time  extended  May  12, 
1931,  September  23,  1932,  September  12,  1933,  September 
11,  1934,  and  September  24,  1935  and  the  applicant  requests 
a  further  extension  of  time. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  May  12,  1931,  to  extend  the 
time  within  which  to  obtain  required  permits  and  to  com¬ 
plete  the  work  eighteen  months  from  the  date  of  this 
amended  resolution;  that  other  than  as  amended  herein, 
the  resolution  adopted  by  the  board  on  May  12,  1931,  shall 
be  complied  with  in  all  respects. 


662-30-BZ. 

APPLICANT— Vincent  J.  Bensi,  for  Elvira  Pizzo,  owner. 
SUBJECT — Application  for  consideration — reopening  and 
extension  of  time — re  Application  (decision  of  the 
superintendent  of  buildings)  under  sections  7g 
and  21  of  the  building  zone  resolution,  permitting 
in  a  business  use  district  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 37  Jackson  street  and  645-651 
Lorimer  street,  west  side,  25  ft.  north  of  Jackson 
street  (Block  No.  2741,  Lot  Nos.  31,  32,  33  and 
36),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Vincent  T.  Bensi. 

ACTION  OF  BOARD— Application  reopened  and  time 

PYtpnnpn 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(662-30-BZ) 

Whereas,  this  application  affecting  premises  37  Jackson 
street  and  645-651  Lorimer  street,  west  side,  25  ft.  north 
of  Jackson  street  (Block  2741,  Lot  Nos.  31,  32,  33  and  36), 
Borough  of  Brooklyn,  was  granted  by  the  board  July  7, 
1931,  on  certain  conditions,  time  extended  April  19,  1932, 
May  9,  1933,  April  10,  1934,  April  9,  1935,  and  April  14, 
1936  and  applicant  requests  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  7,  1931,  in  view  of 
applicant’s  statement  that  all  permits  have  been  obtained 
and  a  certain  amount  of  foundation  work  completed,  to 
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extend  the  time  within  which  to  complete  all  work  to  one 
year  from  the  date  of  this  amended  resolution ;  that  other 
than  as  amended  herein,  the  resolution  adopted  by  the 
board  on  July  7,  1931,  shall  be  complied  with  in  all  respects. 


683-29-BZ. 

APPLICANT— Wanda  Verplaetse,  for  Estate  of  Caro¬ 
line  Rodgers,  owner. 

SUBJECT— Application  for  consideration— reopening  and 
extension  of  permit — re  Application  (decision  of 
the  superintendent  of  buildings)  under  section  7f 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station  for  a  temporary 
period. 

PREMISES  AFFECTED— 56  Sand  lane,  southwest  cor¬ 
ner  of  Hylan  boulevard  (Block  No.  3266,  Lot 
No.  30),  Arrochar,  Borough  of  Richmond. 
APPEARANCES— 

For  Applicant:  Wanda  Verplaetse. 

ACTION  OF  BOARD— Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(683-29-BZ) 

Whereas,  this  application,  affecting  premises  56  Sand 
lane,  southwest  corner  of  Hylan  boulevard  (Block  No. 
3266,  Lot  No.  30),  Arrochar,  Borough  of  Richmond,  was 
granted  by  the  board  April  7,  1931,  for  a  period  of  two 
years,  time  extended  March  14,  1933  and  March  19,  1935, 
applicant  requests  a  further  extension  of  this  period ;  and 
Whereas,  the  premises  were  inspected  prior  to  this  hear¬ 
ing  so  that  the  board  might  be  informed  as  to  existing 
conditions  which  were  found  to  comply  with  the  condi¬ 
tions  previously  imposed. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
April  7,  1934,  as  amended  on  March  14,  1933  and  March 
19,  1935,  be  and  it  hereby  is  amended  so  as  to  extend  the 
permit  under  Section  7f  for  a  period  of  two  years  from 
the  date  of  this  amended  resolution  on  condition  that  ex- 
0  cept  as  to  term,  the  resolution  adopted  by  the  board  on 

0  April  7,  1931  shall  be  complied  with  in  all  other  respects 

and  that  the  existing  arrangement  and  structure  shall  not 
be  materially  altered  without  submission  to  this  board. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
392-36- A. 

APPLICANT — James  F.  Hunter,  for  Consolidated  Edison 
Company  of  New  York,  Inc.,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— Foot  of  Hunts  Point  avenue 
and  East  River  (Block  No.  2780,  Lot  No.  82), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  None. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Laid  over  to  March  16,  1937,  at 
2  P.M.,  for  consideration  by  board. 


MINUTES 


30-37-A. 


APPLICANT — L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — Pier  No.  30,  foot  of  Irving 
street  (Block  No.  315,  part  of  Lot  No.  1),  East 
River,  Borough  of  Brooklyn. 

APPEARANCES— 


For  Applicant:  L.  E.  Driver. 

ACTION  OF  BOARD — Laid  over  to  March  16,  1937,  at 
2  P.M.,  for  further  consideration  by  the  board. 


31-37-A. 


APPLICANT — L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— Pier  No.  23,  foot  of  Pacific 
street  (Block  No.  287,  part  of  Lot  No.  68),  East 
River,  Borough  of  Brooklyn. 

APPEARANCES— 


For  Applicant:  L.  E.  Driver. 

ACTION  OF  BOARD — Laid  over  to  March  16,  1937  at 
2  P.M.,  for  further  consideration  by  the  board. 


32-37-  A. 

APPLICANT — L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner. 

SUBJECT  Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — Pier  No.  33,  Atlantic  Basin 
(Block  No.  515,  part  of  Lot  No.  61),  East  River, 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  L.  E.  Driver. 

ACTION  OF  BOARD— Laid  over  to  March  16,  1937  at 
2  P.M.,  for  further  consideration  by  the  board. 


49-37-A. 

APPLICANT — L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED-Pier  No.  46,  foot  of  Van 
Brunt  street  (Block  No.  611,  part  of  Lot  No.  1), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  L.  E.  Driver. 

ACTION  OF  BOARD — Laid  over  to  March  16,  1937  at 
2  P.M.,  for  further  consideration  by  the  board. 


52-37-A. 

APPLICANT — L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED-Pier  No.  34,  foot  of  Hamilton 
avenue  (Block  No.  515,  part  of  Lot  No.  61,  Bor¬ 
ough  of  Brooklyn. 

APPEARANCES— 

F°r  Applicant:  L.  E.  Driver. 

ACTION  OF  BOARD — Laid  over  to  March  16,  1937  at 
2  P .M.,  for  further  consideration  by  the  board. 


301 -36- A. 


APPLICANT — Margaret  Farrell,  lessee. 

UBJECT— Appeal  from  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 619-623  East  163rd  street, 
north  side,  60  ft.  west  of  Cauldwell  avenue  and 


606-608  Teasdale  place,  (Block  2621,  Lot  Nos. 

APPEARANCES— 8  ^  20)’  BoroUgh  of  The  Bronx- 
.  P°r  Applicant:  Raymond  O’Connell. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  q 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  q 


THE  RESOLUTION— 


(301 -36- A) 

Whereas,  Margaret  Farrell,  lessee,  by  O’Connell  &  But¬ 
ler,  attorneys,  filed  on  October  9,  1936,  an  appeal  from  a 
decision  of  the  commissioner  of  buildings,  affecting  prem¬ 
ises  619-23  East  163d  street,  north  side,  60  ft.  west  of 
Cauldwell  avenue  and  606-608  Teasdale  place  (Block  No. 
2621,  Lot  Nos.  29,  30,  31,  18  and  20),  Borough  of  The 
Bronx;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  September  24,  1936,  reads  as  follows:  (Zone  Viol! 
No.  123-35.) 

“In  answer  to  your  letter  of  September  23,  would 
say  that  the  zone  inspector  reports  that  as  the  above 
location  is  partly  in  a  business  district  and  partly  in  a 
residence  district  the  parking  or  storage  of  one  hun¬ 
dred  (100)  motor  vehicles  would  be  prohibited  and 
zone  violation  No.  123  of  1935  is  pending  therefor.” 

and 

Whereas,  zoning  violation  No.  123  of  1935  reads  as 
follows : 

“In  that  of  occupying  the  premises  for  the  storage 
and  parking  of  automobiles  not  accessory  to  a  dwell¬ 
ing  and  the  parking  and  storage  of  more  than  five  (5) 
automobiles  in  a  business  district.  To  wit:  Fifteen 
(15)  automobiles  in  the  residence  portion.  Thirty-six 
(36)  in  the  business  portion.  Discontinue  the  unlawful 
use  forthwith.” 
and 

Whereas,  the  premises  consist  of  a  plot  fronting  75  ft. 
on  East  163d  street,  67  ft.  on  Teasdale  place  and  a  depth 
of  150  ft.,  upon  which  are  located  two  frame  garage  build¬ 
ings  at  the  southwest  corner  and  a  buried  gasoline  tank 
not  now  in  use.  It  is  proposed  to  maintain  the  plot  in 
question  for  open  air  storage  of  one  hundred  (100)  cars. 
There  is  at  present  on  the  163d  street  front  a  10-ft.  drive¬ 
way  toward  the  westerly  end  of  the  plot  for  which  there 
is  no  curb  cut  permit  of  record  and  a  15-ft.  driveway  to¬ 
ward  the  easterly  end  of  the  plot,  for  which  Curb  Cut 
Permit  No.  14282  was  issued  on  May  24,  1935 ;  and 

Whereas,  the  Fire  Dept.  Permit  No.  66777  for  a  non¬ 
storage  garage  for  100  cars  was  issued  on  May  28,  1936,  as 
a  renewal  of  Permit  No.  23102  issued  May  11,  1935,  which 
permit  was  for  the  storage  of  motor  vehicles  in  an  en¬ 
closure,  100  cars  to  be  stored ;  and 

Whereas,  both  of  these  Fire  Department  permits  re¬ 
ferred  to  the  163d  street  front  or  business  portion  of  the 
plot,  which  is  located  partly  in  a  business  and  partly  in  a 
residence  use  district ;  and 

Whereas,  on  October  2,  1936,  the  acting  deputy  chief  in 
charge  of  the  Division  of  Combustibles,  Fire  Department, 
advised  the  commissioner  of  buildings  that: 

“Application  for  permit  filed  by  Margaret  Farrell 
May  11,  1935,  and  Permit  No.  23102  issued  May  28, 
1935,  for  the  premises  619  to  623  East  163d  street. 
The  use  district  map  accompanying  the  Building  Zone 
Resolution  shows  the  location  in  a  business  district. 
At  the  time  of  issuance  of  this  permit  the  use  of  park¬ 
ing  lots  for  more  than  five  motor  vehicles  in  a  business 
district  was  not  prohibited  by  the  Zoning  Resolution. 

“In  order  that  the  permit  now  in  force  may  be  re¬ 
voked,  will  you  kindly  advise  if  the  Building  Zone 
Amendment  of  June  28,  1935,  is  retroactive.” 

and 
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MINUTES 


Whereas,  the  applicant  contends  that  there  is  now  lo¬ 
cated  on  the  plot  a  small  frame  building  which  accommo¬ 
dates  eight  (8)  cars;  that  this  building  was  erected  prior 
to  1908  and  used  as  stables  until  1911,  at  which  time  a 
concrete  floor  wras  installed  and  the  use  changed  to  a  garage 
for  storage  of  motor  vehicles.  At  the  same  time  a  gaso¬ 
line  tank  was  installed  with  a  capacity  of  250  gallons  for 
use  in  connection  with  the  garage  and  business  of  the 
former  owner,  which  was  conducted  on  Lot  22,  which 
adjoins  the  lot  in  question  at  the  east;  that  in  May,  1935, 
a  lease  was  obtained  by  the  applicant  from  the  owner,  who 
had  previously  received  a  permit  to  cut  the  curb.  The 
lessee  obtained  a  permit  from  the  Fire  Department  for  the 
storage  of  100  automobiles;  that  a  renewal  of  said  Fire 
Department  permit  was  obtained  in  May,  1936  ;  that  upon 
the  service  of  a  summons  herein  by  the  Building  Depart¬ 
ment,  application  was  made  for  a  certificate  of  occupancy; 
that  this  application  is  predicated  on  the  ground  that  the 
property  in  question  has  been  used  for  the  storage  of  auto¬ 
mobiles  for  hire  since  prior  to  the  enactment  of  the  zoning 
resolution ;  and 

Whereas,  this  appeal  is  not  for  a  zoning  variance  but 
for  a  decision  to  determine  whether  the  use.  as  parking  and 
storage  may  be  continued  as  a  matter  of  right ;  and 

Whereas,  the  Board,  in  view  of  the  Court  of  Appeals 
decision  in  the  Matter  of  Dean  vs.  IVolfe,  deemed  that 
appellant  in  this  matter  was  not  entitled  to  continue  the 
use  of  the  premises  for  parking  and  storage  unless  a  zoning 
variation  is  granted  by  this  board  for  such  use. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  hereby  is  denied. 


36-37-A. 

APPLICANT— Albert  Homer  Swanke,.  for  Bond  and 
Mortgage  Guarantee  Company  in  Rehabilitation, 

owner.  .  . 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 337-341  Avenue  O  and  1582- 
1592  East  3rd  street,  northwest  corner  (Block 
No.  6584,  Lot  No.  49),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Albert  H.  Swanke  and  E.  Robert 
Willcox. 

For  Administration:  Assistant  Engineer,  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . .  •  •  •  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(36-37-A) 

Whereas,  Albert  Homer  Swanke,  for  Bond  &  Mortgage 
Guarantee  Company  in  Rehabilitation,  owner,  filed  on 
January  29,  1937,  an  appeal  from  a  decision  of  the  com¬ 
missioner  of  buildings,  affecting  premises  337-341  Avenue 
O  and  1582-1592  East  3d  street,  northwest  corner  (Block 
6584,  Lot  No.  49),  Borough  of  Brooklyn  ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  January  21,  1937,  on  Alt.  App.  No.  20554-36,  reads 
as  follows : 

“M.  D.  L. 

1.  Certificate  of  Occupancy  80570,  issued  December  12, 
1936,  states  occupancy  as  2-family  and  doctor’s 
office.  As  building  is  of  frame  construction  it  can¬ 
not  be  accepted  as  a  hereafter  converted  dwelling 
(Sec.  56  M.D.  L.).” 

and 

Whereas,  the  building  in  question  is  of  frame  construc¬ 


tion,  2 stories  in  height  (33  ft.),  26  ft.  by  62.5  ft.  in 
area,  on  a  lot  53  ft.  by  75  ft.  in  area,  erected  under  N.  B. 
No.  3328-1909,  located  in  residential  use  district,  and  occu¬ 
pied  as  follows:  Cellar — boiler  room  and  storage;  1st  floor 
— dwelling,  7  persons;  2nd  floor — dwelling,  8  persons;  3rd 
floor — dwelling,  4  persons;  Certificate  of  Occupancy  No. 
80570,  dated  December  18,  1936,  was  issued  on  Permit  No. 
1181-35  for  the  following  occupancy:  Cellar— ordinary ;  1st 
floor — one  family,  including  doctor’s  office;  2nd  floor  and 
attic — one  family;  and 

Whereas,  the  board  has  been  advised  by  the  tenement 
house  commissioner,  under  date  of  February  13,  1937,  that 
there  is  no  record  in  his  department  of  the  occupancy  of 
these  premises  as  a  Class  A  Multiple  Dwelling  House; 
that  the  last  record  of  by  the  Tenement  House  Department 
discloses  as  of  January  31,  1931,  that  the  building  was  then 
occupied  as  a  one-family  dwelling ;  and 

Whereas,  there  is  no  record  in  the  building  department 
files  that  the  premises  herein  were  ever  legally  arranged, 
intended  or  designed  for  occupancy  as  a  multiple  dwelling; 
and 

Whereas,  appellant  contends  that  the  drawings  submitted 
herewith  show  the  condition  of  the  premises  337-41  Avenue 
O  as  they  now  exist ;  they  indicate  that  the  first  floor,  sec¬ 
ond  floor  and  attic  were  each  arranged,  designed  and  in¬ 
tended  to  be  occupied  by  three  families  living  independently 
of  each  other;  no  changes  in  the  structure  have  been  ef¬ 
fected  since  prior  to  the  issuance  of  Certificate  of  Occu¬ 
pancy  No.  80570  of  December  18,  1936.  The  owner’s  rent  i 
roll  for  the  building  shows  the  second  floor  apartment  last 
occupied  in  June,  1936,  and  first  floor  apartment  in  Decem¬ 
ber,  1936,  the  apartment  on  the  third  floor  or  attic  is  pres¬ 
ently  occupied;  the  owner’s  records  further  show  that  on 
and  subsequent  to  February,  1936,  the  premises  were  occu¬ 
pied  by  three  families  living  independently  of  each  other; 
one  family  each  on  the  first,  second  and  attic  floors;  affi¬ 
davits  filed  show  that  this  occupancy  of  three  families  has 
been  in  continuation  since  approximately  1920;  the  denial 
of  reconsideration  of  the  objection  of  January  21,  1937,  by 
the  commissioner  of  buildings,  for  the  Borough  of  Brook¬ 
lyn,  is  based  on  an  occupancy  of  two  families  and  doctor’s 
office  as  set  forth  in  the  Certificate  of  Occupancy  No.  80570 
of  December  18,  1936,  a  copy  of  which  is. filed  herewith;  in 
view  of  evidence  presented  herewith,  it  is  respectfully  re¬ 
quested  that  Certificate  of  Occupancy  No.  80570  of  De¬ 
cember  18,  1936,  for  two  famines  and  doctor’s  office  be 
withdrawn  and  approval  granted  to  alter  within  the  scope 
of  section  56,  M.D.L.,  for  continued  occupancy  of  three 
families ;  and 

Whereas,  the  board  deemed  that  it  was  without  power 
to  declare  the  building  a  heretofore  converted  Class.  A 
Multiple  Dwelling  in  view  of  it  failing  to  meet  the  require¬ 
ments  as  set  forth  in  section  170  of  the  Multiple  Dwelling  ' 
Law. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  Alt.  App.  No.  20554-36,  be  and  it  hereby  is  affirmed, 
and  that  the  application  be  and  it  hereby  is  denied. 


45-37-A. 

APPLICANT — Frank  B.  Lasette,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis-  i 
sioner. 

PREMISES  AFFECTED — 41-32  27th  street,  west  side, 
152  ft.  5H  in-  north  of  Queensborough  Plaza 
(Block  No.  415,  Lot  No.  36),  Long  Island  City, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  William  E.  Walsh. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 
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Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(45-37-A) 

Whereas,  Frank  B.  Lasette,  applicant  and  owner,  filed 
February  5,  1937,  appeal  from  an  order  of  the  fire  commis- 
ioner  affecting  premises  41-32  27th  street,  west  side,  152 
t.  5 Ya  in.  north  of  Queensborough  Plaza  (Block  415,  Lot 
6),  Long  Island  City,  Borough  of  Queens;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated 
anuary  11,  1937,  No.  69806-LC,  reads  as  follows: 

“With  reference  to  application  dated  October  26th, 
1936,  for  a  permit  to  store  20  drums  of  lubricating 
oil  and  two  drums  of  acetone,  to  be  used  in  the  manu¬ 
facture  of  an  inflammable  mixture  “Siloo”  at  41-32 
27th  street,  Long  Island  City,  I  regret  to  state  that  I 
am  without  power  to  issue  such  a  permit  for  the 
reason  that  a  recent  inspection  of  the  premises  dis¬ 
closed  that  dry  goods  are  being  manufactured  on  the 
2nd  floor. 

The  report  from  the  laboratory  shows  that  the 
product  you  manufacture  known  as  “Siloo”  is  an  in¬ 
flammable  mixture  with  a  flash  point  of  66  degrees. 

The  manufacture  of  an  inflammable  mixture  (Siloo) 
in  a  building  where  dry  goods  are  manufactured  or 
sold  is  a  violation  of  subdivision  F,  section  131,  chap¬ 
ter  10,  Code  of  Ordinances,  New  York,  which  reads 
as  follows : 

‘No  permit  for  the  manufacture  of  inflammable 
mixtures  shall  be  issued  for  any  building  where  dry 
goods  or  other  materials  of  a  highly  inflammable 
nature  are  manufactured,  stored  or  sold.’ 

1.  You  are,  therefore,  ordered  to  remove  all  lubri¬ 
cating  oil  and  acetone  from  the  premises  and  to  dis¬ 
continue  the  further  manufacture  of  an  inflammable 
mixture  “Siloo”  on  said  premises. 

NOTE: — Under  the  provisions  of  Chapter  503,  Laws 
of  1916,  this  order  may  be  appealed  within  30  days 
from  date  to  Board  of  Appeals,  Room  1001,  Municipal 
Building.  In  order  that  the  appeal  may  stay  proceed¬ 
ings  under  this  order,  a  copy  of  the  appeal  must  be 
filed  with  the  fire  commissioner.” 
id 

Whereas,  the  premises  in  question  consist  of  a  two-story 
ick  building,  erected  in  1920,  located  in  an  unrestricted 
istrict,  24  ft.  4  in.  by  ICO  ft.  in  area  at  the  1st  floor  and 
1  ft.  4  in.  by  90  ft.  in  area  at  the  2nd  story ;  OCCUPIED 
>  follows:  Cellar — boiler  room,  0  persons;  1st  story — 
orage,  5  persons;  2nd  story — offices  and  manufacturing, 

)  persons;  for  which  Certificate  of  Occupancy  No.  52875- 
was  issued  February  4,  1937,  on  Permit  No.  1738-20, 
emitting  the  occupancy  on  1st  and  2nd  stories  for  fae¬ 
ry  use;  and 

Whereas,  the  applicant  proposed  to  store  one  (1)  50- 
jillon  drum  of  acetone  in  the  mixing  room  and  20  drums 
lubricating  oil  outside  of  the  mixing  room  on  1st  story; 
id 

Whereas,  the  applicant  contends  that  the  premises  is  a 
m-story  building  used  on  first  floor  for  a  distance  of 
ft.  as  a  storage  space  for  heating  and  plumbing  con- 
actor  s  equipment,  wrought  iron  pipe  and  fitting ;  rear 
irtion  of  45  ft.  in  depth  for  a  stock  room  of  Siloo,  a 
ade-name  for  a  liquid  compound  used  and  sold  as  a 
rbon  remover,  rear  one-story  extension,  unpierced  walls 
id  three  open  louvre  skylights ;  that  this  order  is  issued 
cause  of  the  mixture  of  acetone  with  lubricating  oil ; 
at  the  work  of  mixing  is  done  in  a  room  at  the  rear  of 
e.  story,  21  ft.  by  9  ft.  5  in.,  and  when  mixed  is 
aintained  and  merchandised  in  metal  cans  or  containers ; 
at  the  second  story  front,  a  depth  of  49  ft.,  is  used  and 
'cupied  for  the  office  of  heating  and  plumbers  (owners) 
■ntractors — estimating  and  office  space;  the  rear  por- 
of  41  ft.  is  used  and  occupied  by  sewing  machine 
"erators,  sewing  suitings  that  are  cut  and  fabricated  in 


other  premises  and  removed  daily  on  completion ;  that 
there  are  two  stairways,  enclosed  in  fireproof  block  par¬ 
titions,  direct  to  street  and  stairhall,  ventilated  direct  to 
outer  air  by  louvre  skylight;  that  there  is  maintained  on 
1st  floor,  where  oil  compound  is  mixed,  four  fire  ex¬ 
tinguishers  and  ample  supply  of  sand  pails  of  clean  sand 
and  approved  liquid  fire  extinguishers ;  that  the  carbon 
remover  requires  no  permit  for  use  or  maintenance  and 
the  acetone,  a  small  quantity,  is  only  used  as  required  in 
the  mixture  of  the  material  for  trade  identification,  called 
by  the  tenant  as  Siloo;  that  in  view  of  the  small  quantity 
and  occasional  use  of  acetone,  restricted  to  the  1st  floor, 
no  hazard  exists;  that  the  occupancy  should  be  permitted 
with  such  safeguards  or  fire  extinguishers  that  the  board 
requires. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
69806-LC  be  and  it  hereby  is  modified,  and  that  the  ap¬ 
plication  be  and  it  hereby  is  granted,  permitting  the  pro¬ 
cessing  of  a  combustible  mixture,  as  set  forth,  on  con¬ 
dition  that  such  processing  shall  be  confined  to  rear  por¬ 
tion  of  first  floor,  as  indicated,  and  that  the  actual  mix¬ 
ing  shall  take  place  in  the  room  at  the  rear,  as  indicated, 
enclosed  in  terra  cotta  block  partition  with  self-closing, 
fireproof  door;  that  skylight  over  such  room  shall  have 
a  ridge  ventilator,  which  shall  be  open  to  the  air  at  all 
times,  with  a  ventilating  opening  not  less  than  4  ft.  by 
8  in. ;  that  the  rear  windows  on  the  2nd  story  shall  be  of 
metal  frames  with  fixed  sash  glazed  with  wire  glass,  except 
for  a  pivoted  opening  in  each  window  not  exceeding  ap¬ 
proximately  3  sq.  ft.;  that  there  shall  be  installed  in  the 
terra  cotta  wall,  separating  this  occupancy  from  the  balance 
of  the  first  floor,  a  fireproof,  self-closing  door,  opening  in 
the  direction  of  exit,  in  addition  to  the  existing  sliding 
fireproof  door;  that  any  lights  in  the  first  story  rear  shall 
be  equipped  wdth  vapor-proof  globes  controlled  by  a  switch 
located  outside  of  this  area;  that  such  portable  fire-ex¬ 
tinguishing  equipment  shall  be  maintained  as  the  com¬ 
missioner  may  direct  and  that  the  building  and  occu¬ 
pancy  shall  in  all  other  respects  comply  with  all  laws, 
rules  and  regulations  applicable  thereto. 


383-36-A. 

APPLICANT — Otto  J.  Sambach,  for  Great  Eastern  Oil 
Company,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 


-T XvlLiVl  1  oU.o  H.U- 


-  ~  ^  upwman  avenue 

southwest  corner  of  Varick  avenue  (Block  No 
2943,  Lot  No.  10),  Borough  of  Brooklyn 
APPEARANCES— 


For  Applicant:  Otto  J.  Sambach. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  q 


THE  RESOLUTION— 

(383-36-A) 

Whereas,  Otto  J.  Sambach,  applicant,  for  Great  Eastern 
Oil  Company,  owner,  filed  December  22,  1936,  an  appeal 
from  an  order  of  the  fire  commissioner  affecting  premises 
1148  Metropolitan  avenue  southwest  corner  of  Varick  ave¬ 
nue  (Block  No.  2943,  Lot  No.  10),  Borough  of  Brooklyn; 
and 


Whereas,  the  order  of  the  fire  commissioner  No.  69588- 
LC,  dated  December  7,  1936,  reads  as  follows : 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises  used  to  store  fuel  oil  shows  that  the 
following  must  be  done  before  the  permit  requested  by 
you  can  be  issued. 
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FORTHWITH 

1  File  or  exhibit  to  the  Division  of  Combustibles  a 
Certificate  of  Occupancy  from  the  superintendent  of 
buildings  designating  the  premises  as  an  oil  storage 
plant.” 


Whereas,  the  premises  in  question  consist  of  a  plot  238 
ft.  by  110  ft.  in  area,  located  in  an  unrestricted  use  district 
and  occupied  as  a  fuel  oil  storage  plant  consisting  ot  8 
tanks,  for  which  a  temporary  Certificate  of  Occupancy  No. 

80541  was  issued  on  December  17,  1936,  for  a  period  ot 
sixty  days,  expiring  February  15,  1937;  and 

Whereas,  the  applicant  contends  that  part  of  this  plan 
has  been  completed  in  that  five  (5)  tanks  of  the  13  pro¬ 
posed  tanks  have  been  constructed  and  installed,  the  pump 
house,  foamite  house  and  loading  racks  have  also  been 
completed,  as  well  as  three  (3)  20,000-gal.  tanks,  which 
were  completed  prior  to  the  application  now  involved ;  that 
the  work  has  been  all  installed  and  completed  with  the 
exception  of  eight  tanks;  these  are  expected  to  be  installed 
from  time  to  time  and  the  department  of  buildings  has 
therefore  issued  a  60-day  Certificate  of  Occupancy,  which 
they  will  renew  at  the  end  of  60  days,  and  so  on  until  the 
plant  is  completed,  the  reason  for  this  being  that  the  appli¬ 
cant  would  like  to  keep  the  original  permit  number  active 
until  the  entire  job  is  completed;  that  the  Fire  Department 
refuses  to  accept  a  Temporary  Certificate  of  Occupancy ; 
that  the  work  done  thus  far  has  complied  with  all  require¬ 
ments  of  the  approved  plans. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
69588-LC  be  and  it  hereby  is  modified,  and  the  application 
be  and  it  hereby  is  granted  on  condition  that  there  shall  be 
filed  with  the  Division  of  Combustibles  of  the  hire  De¬ 
partment  a  copy  of  Temporary  Certificate  of  Occupancy 
now  in  effect,  as  issued  by  the  commissioner  of  buildings, 
and  that  upon  expiration  of  such  Certificate,  a  temporary 
certificate  shall  be  obtained  and  filed  with  said  division. 


VARIATION  OF  LABOR  LAW 


387-36-S. 

APPLICANT— Julius  Mazur,  for  Bessie  Mazur,  owner. 
SUBJECT— Variation  of  the  labor  law  as  cited  in  an 
order  of  the  commissioner  of  buildings. 


PREMISES  AFFECTED — 1008-1012  East  49th  street, 
west  side,  200  ft.  south  of  Farragut  road  (Block 
No.  4786,  Lot  No.  63),  Borough  of  Brooklyn. 


APPEARANCES—  T 

For  Applicant:  Norman  J.  Lowey. 

ACTION  OF  BOARD — Laid  over  to  March  16,  1937  at 
2  P.M.,  for  further  consideration  by  the  board. 


APPLIANCE  SUBMITTED  FOR  APPROVAL 

209-32-SA. 

APPLICANT— Crocker  Fire  Prevention  Corp.,  owner. 

SUBJECT— Application  for  reopening— amendment  of 
resolution — re  Crocker  4  in.,  5  in.  and  6  in.  Siam¬ 
ese  connection  for  standpipe  and  sprinkler  instal¬ 
lation. 

APPEARANCES— 

For  Applicant:  Sidney  L.  Strauss. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  ^ 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ®  ■ 

Absent  .  ® 

THE  RESOLUTION— 

(209-32-SA) 

Whereas,  Croker  Fire  Prevention  Corporation,  owner, 
filed  April  ’ 14,  1932,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  device  known 
as  the  Croker  4  in.,  5  in.  and  6  in.  Siamese  connection  for 
standpipe  and  sprinkler  systems;  and  . 

Whereas,  this  device  was  tested  by  a  committee  ot  the 
board,  report  of  which  test  was  substantially  as  follows: 
The  requirements  of  Rule  93  of  the  standpipe  fire 
line  rules  were1  complied  with  as  follows : 

1.  The  body  of  the  device  is  of  brass. 

2.  Clapper  valve  seats  are  of  non-corrodable  mate¬ 
rial — brass. 

3..  Each  outlet  is  provided  with  a  clapper  valve  ma¬ 
chined  to  a  true  face. 

4.  The  inside  diameter  of  valve  seats  and  the  area 
of  waterways  conforms  to  this  requirement. 

5.  Clappers  are  properly  hung. 

6.  Swivel  tests  of  225  lbs.  for  5  minutes  without  ef¬ 
fect  on  connections. 

7.  8  &  9.  The  device  was  subjected  to  a  test  built  up 

from  0  to  300  lbs.  in  one  minute  and  held  at  300 
pounds  for  1  minute,  then  raised  to  500  lbs.  and 
so  maintained  for  30  minutes.  These  clappers 
were  so  designed  that  a  pressure  of  100  lbs.  per, 
square  inch  on  the  standpipe  side  when  the  pres¬ 
sure  on  the  steamer  side  was  150  lbs.  and  were 
properly  hung  to  close  at  a  discontinuance  of  the 
flow.  The  device  stood  the  required  pressure  of 
500  lbs.  for  30  minutes  under  normal  working 
conditions  and  without  failure  of  any  kind.  And 
the  clapper  valves  were  tight  on  the  standpipe  side 
from  1  to  300  lbs. 

10  &  11.  The  inlet  swivels  to  Siamese  connection  are; 
provided  with  threads  to  fit  fire  department  hose 

12.  The  word  “standpipe”  and  letters  A  B  C  are  cast 
into  the  top  of  the  body,  together  with  the  Cal 
Number.  '  , 

This  device  has  been  approved  by  the  Underwriter: 
Laboratory  extinguisher  No.  1158,  June  9,  1932,  speci 
fication  certified  to  this  board  July  18,  1932. 

It  is  recommended  that  the  Croker  6  in.  Siamese 
connection  for  standpipe  and  sprinkler  system  be  ap 
proved. 

and  _ 

Whereas,  the  devices  known  as  the  Croker  4  in.,  5  in 
and  6  in.  Siamese  were  recommended  for  approval  but  i 
appeared  on  further  test  that  the  4  in.  and  5  in.  were  no 
ready  for  such  approval. 

Resolved,  that  the  resolution  adopted  by  the  board  o 
December  8,  1936  be  and  it  hereby  is  amended  so  that  a 
amended  the  resolution  shall  read: 

Resolved,  that  the  Board  of  Standards  and  Appeal, 
does  hereby  approve  the  device  known  as  the  Croke 
6  in.  siamese  connection  for  standpipe  and  sprinkle 
installations  when  constructed  in  accordance  with  th 
drawings  on  file  in  this  application  and  when  cor 
structed,  tested  and  installed  in  accordance  with  th 
standpipe  and  sprinkler  rules  of  the  Board  of  Stanc 
ards  and  Appeals.” 


Adjourned,  4:00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 
April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur- 
islied  by  the  Department  of  Buildings  for  all  Plumbing 
nd  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
wner  or  architect  in  the  said  Department.  The  plans  must 
e  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
rints  of  such  scale  drawings,  and  shall  consist  of  such 
oor  plans  and  sections  as  may  be  necessary  to  show  clearly 
II  plumbing  work  to  be  done,  and  must  show  partitions 
pd  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip- 
ons  shall  have  been  so  filed  and  approved  by  the  Com- 
lissioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de- 
rriptions  will  be  permitted  unless  either  amended  draw- 
tgs  and  triplicate  descriptions,  or  an  amendment  to  the 
riginal  drawings  and  descriptions,  covering  the  proposed 
lange  or  changes  are  so  filed  and  approved  by  the  Com- 
issioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
jblic  and  private,  shall  be  executed  in  accordance  with  the 
lies  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
:  made  without  filing  drawings  and  descriptions  in  the 
epartment  of  Buildings,  but  such  repairs  or  alterations 
lall  not  be  construed  to  include  cases  where  new  vertical 
ies  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
■pes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
the  said  bureau  before  the  same  are  commenced  in  such 
ses  as  shall  be  prescribed  by  the  rules  and  regulations 

the  said  bureau,  and  the  work  shall  be  done  in  accord- 
ice  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
(  Health  or  Tenement  House  Department  for  sanitary 
asons,  include  cases  where  new  vertical  and  horizontal 
ies  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
ied  or  old  ones  replaced,  drawings  and  descriptions  must 
I  filed  with  and  approved  by  the  Commissioner  of  Build- 
igs  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
th  the  weight,  quality,  arrangement  and  venting  of  the 

ist  of  the  work  in  the  building.  Except  when  an  existing 
sil.  waste  or  vent  line  has  been  damaged  by  fire  or  other 
'uses  to  the  extent  of  50  per  cent  or  more  of  its  entire 
ligth,  same  must  be  replaced  by  new  lines  installed  in 
icordance  with  the  rules  and  regulations  governing  new 
I  es. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
1  commenced  until  the  plumber  who  is  to  do  the  work 
sail  sign  the  specifications  and  make  affidavit  that  he  is 
■ly  authorized  to  proceed  with  the  work.  Affidavit  must 
|/e  the  name  and  address  of  owner  and  plumber,  etc. 
o  registered  plumber  shall  sign  the  specifications  and  act 
'  the  agent  for  a  plumber  who  has  not  obtained  a  cer- 
|  cate  of  competency  from  the  Examining  Board  of 
lumbers  as  an  Employing  or  Master  Plumber.  A  viola- 
jn  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 

mmissioner  of  Buildings  for  the  cancellation  of  a  Cer- 
|  cate  of  Registration,  in  accordance  with  Chapter  803, 

1  ws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

!]_•  .Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot: 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  5^4  pounds 

3  inches .  5  1/5  9%  pounds 

4  inches .  7  13  pounds 

5  inches .  9  17  pounds 

6  inches . 11  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33^2  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
imcKness  and  weight  per  linear  foot : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


\y2  inches. 

2  inches. 
2i/2  inches 

3  inches. 
3}4  inches 

4  inches 
4*4  inches 

5  inches 

6  inches 

7  inches 

8  inches 

9  inches 

10  inches 

11  inches 

12  inches 


.14  inches 
.15  inches 
.20  inches 
.21  inches 
.22  inches 
.23  inches 
.24  inches 
.25  inches 
.28  inches 
.30  inches 
.32  inches 
.34  inches 
.36  inches 
.37  inches 
.37  inches 


2.68  pounds 
3.61  pounds 
5.74  pounds 
7.54  pounds 
9.00  pounds 
10.66  pounds 
12.34  pounds 
14.50  pounds 
18.76  pounds 
23.27  pounds 
28.18  pounds 
33.70  pounds 
40.06  pounds 
45.02  pounds 
48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required: 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


VA  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2i/  inches . 20  inches  6.08  pounds 

3  inches.  . . 21  inches  7.92  pounds 

314  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

4 14  inches. . . .24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches*. . 28  inches  19.88  pounds 


32  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights: 


Diameters  Weights 


1  y2  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 y2  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size, 
of  trap  up  to  four  inches  in  diameter,  and  not  less  tliar 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  sliori 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  rool: 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  meai 
not  more  than :  1 


1  y2  inch  pipe 

2  inch  pip< 

3  inch  pipi 

4  inch  pipi; 


38.  All  connections  between  lead  pipes  and  between  leat 
and  brass  or  copper  pipes  must  be  made  by  means  0 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  0 
the  best  quality,  known  in  commerce  as  “D”,  and  of  no 
less  than  the  following  weights  per  linear  foot: 


Weights  pe 


Diameters  Linear  F04 


iy  inch  (for  flush  pipes  only) .  2J4  pound 

1 A  inches  .  5  pound 

2  inches  .  4  pound 

3  inches  6  pound’ 

4  and  4^4*  inches .  8  pound 


40.  All  lead  traps  and  bends  must  be  of  the  sam 
weights  and  thicknesses  as  their  corresponding  P«P 
branches.  Sheet  lead  for  roof  flashings  must  be  six-poun 
lead,  and  must  extend  not  less  than  six  inches  from  tn 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roc 
connections,  must  be  seamless  drawn  tubing,  not  less  tha 
22  gauge,  and  when  used  for  roof  flashings  must  be  nc 
less  than  18  gauge. 


8  feet  of 
5  feet  of 
2  feet  of 
2  feet  of 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches’.  ’.  *.  '.  ’.  ’.  *.  '. .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


General  Regulations. 

42.  Each  building  must  be  separately  and  independent! 
connected  with  a  public  or  private  sewer,  or  cesspool,  e> 
cept  where  a  building  is  located  on  the  rear  of  the  same  I< 
with  another  building,  when  its  plumbing  and  drainage  sy: 
tern  may  be  connected  to  the  house-drain  of  the  front  bull* 
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ig  behind  the  house  trap  and  fresh  air  inlet  which  shall 
e  used  for  both  buildings  if  sewer  connected;  or  may  be 
onnected  to  an  existing  cesspool  of  front  house  and  be 
rovided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di- 
;ctlv  in  front  of  the  building,  unless  permission  is  other- 
ise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
is  possible  to  construct  a  private  sewer  to  connect  in  an 

Ijacent  street  or  avenue,  a  private  sewer  may  be  con- 
ructed,  to  be  used  in  common  for  one  or  more  buildings, 
must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
ter  it  has  been  shown  to  the  satisfaction  of  the  Commis- 
oner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
jcordance  with  the  terms  of  the  permit  issued  by  the  Com- 
issioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
ivy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
ust  be  located  at  least  15  feet  from  any  building  and  on 
e  same  lot  as  building  for  which  their  use  is  intended, 
'alls  of  cesspools  and  privy  vaults  when  constructed  of 
ick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick, 
ottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
mcrete  6  inches  thick.  The  entire  interior  surface  of  cess- 
iols  and  privy  vaults  must  be  finished  with  a  coating  of 
ortland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
:wer,  the  owner  must  have  the  cesspool  and  privy  vault 
(lptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
;;d  have  a  sewer  connection  made  in  the  manner  herewith 
ipcribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
prs,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
lams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
ns  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
Viich  would  otherwise  open  within  20  feet  of  the  win- 
cw  of  any  building,  must  be  extended  above  the  top  of 
Ey  window  located  within  such  distance.  When  a 
t tiding  exceeds  in  height  that  of  an  adjoining  building, 
3d  windows  or  openings  are  cut  in  the  wall  on  the  lot 
l.e  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
:  vent  line  now  in  place  or  subsequently  installed  in  the 
ver  building,  the  owner  of  the  higher  building  shall  de- 
hy  the  expense  of  extending  said  soil,  waste  or  vent  lines 
ove  the  roof  of  the  higher  building,  or  shall  himself 
3ke  such  alteration. 

d.  The  arrangement  of  all  pipes  must  be  as  straight 
u  direct  as  possible.  Offsets  will  be  permitted  only  when 
^voidable. 

2-  All  pipes  and  traps  should,  where  possible,  be  ex- 
>»ed  to  view.  They  should  always  be  readily  accessible 
V  inspection  and  repairing. 

?vefy  building  where  there  is  a  leader  connected 
(the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
'at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
'  ventilation. 


Yard,  Area  and  Other  Drains. 

4.  All  yards,  areas  and  courts  exceeding  15  square  feet 
rarea  must  be  drained  into  the  sewer.  A  shaft  open  at 

top  not  exceeding  25  square  feet  in  area,  and  which 
-not  be  connected  in  back  of  a  leader,  yard  court  or  area 
'  r  tIap*  may  ke  drained  into  a  publicly-placed,  water- 
P  led,  properly-trapped  and  vented  slop  s>nk. 

5.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap — the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

^e^ar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 


Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter . 


Diameter 

of  Fall 

Pipe  Ya  Inch  per  Foot 


Fall 

y2  Inch  per  Foot 


3  .  1,200  square  feet  1,500  square  feet 

4  .  2,500  square  feet  3,200  square  feet 

5  .  4,500  square  feet  6,000  square  feet 

6  .  8,000  square  feet  10,000  square  feet 

7  . 12,400  square  feet  15,600  square  feet 

8  . 18,000  square  feet  22,500  square  feet 

9  . 25,000  square  feet  31,500  square  feet 

10  41,000  square  feet  59,000  square  feet 

12'. . 69,000  square  feet  98,000  square  feet 


75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be, approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 

sidewalk  will  be  permitted  for  fresh  air  inlets.  . 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  fool 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position 
When  roofs  are  used  for  drying  purposes  or  roof  gardens 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  no1 

be  made  at  an  angle  of  less  than  forty-five  degrees  to  thi 
horizontal.  j 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  T"> 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closet 

or  slop  sinks  will  be  permitted,  except  the  required  brand 
vent.  1 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  a 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  verticj, 
lines  only.  Long  one-quarter  bends  and  long  TY’s  ar 
permitted.  Short  one-quarter  bends  and  double  hubs,  shot 
roof  increasers  and  common  offsets,  and  bands  and  saddk 
are  prohibited. 

90.  The  diameters  of  soil  and  waste  pipes  must  not  V 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories . 

Main  soil  stacks  in  all  other  cases . 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  . 

Branch  soil  pipes  for  more  than  four  water- 

closets  . 

Main  waste  stacks . . • . 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  . • . 

Branch  waste  pipes  for  slop  sinks . 

Branch  waste  pipes  for  laundry  tubs . 

When  set  in  ranges  of  three . 

Branch  waste  for  kitchen  sinks . 

Branch  waste  for  urinals . 

Branch  waste  for  other  fixtures . 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  n 
more  than  one  water-closet,  one  bath  tub,  one  wash  basi 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  eo 
nected  to  main  waste  or  soil  lines  or  to  the  house  dra 


4  incht 


4  inchi 

5  inch* 

3  inch* 

4  inch' 

2  inch' 

3  inch 
3  inch 
1J4  inch 
2  inch 
2  inch 
2  inch 
1  Yi  inch 
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/  branch  piping  not  over  seven  (7)  feet  in  length  with 
fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
otected  from  siphonage  and  back-pressure  by  special 
les  of  vent  pipes;  provided  that  where  approved  deep-seal 
)hon-jet  water  closet  or  slop  sink  fixtures  are  installed 
th  branch  piping  not  over  five  (5)  feet  in  length  from 
iture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
(fitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
•ories  in  height,  and  where  the  main  soil  or  waste  line  is 
ude  one  inch  larger  in  diameter  than  required  by  these 
lies,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
i  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
c  iron,  steel  or  brass.  They  must  be  increased  in  diam- 
t;r  and  extended  above  the  roof  as  required  for  waste 
pes.  They  may  be  connected  with  the  adjoining  soil  or 
nste  line  well  above  the  highest  fixture,  but  this  will  not 

I  permitted  when  there  are  fixtures  on  more  than  six 
f  ors. 

?3.  All  offsets  must  be  made  at  an  angle  of  not  less 
tin  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
;  9on.nected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
(fin  in  such  a  manner  as  to  prevent  the  accumulation  of 
i  st  scale. 

H.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
c  meeting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
a  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
cinected  not  less  than  six  inches  nor  more  than  two  feet 
f>m  crown  of  trap  or  side  of  lead  bend. 

>5.  Except  where  “yoke  type”  ventilation  is  installed, 
vit  connection  for  water-closets  and  slop  sinks  must  be 
rde  from  the  branch  soil  or  waste  pipe  just  below  the 
tp  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
.mected  as  to  prevent  obstruction,  and  no  waste  pipe  con- 
mted  between  it  and  the  fixture.  Earthenware  traps  must 
i/e  no  vent  horns. 

Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
rinection,  by  means  of  a  horizontal  branch  soil  or  waste 
^  e,. between  the  main  soil  or  waste  line  and  the  vent  line, 

I I  in  which  the  connection  between  the  branch  pipe  and 
i  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
)  fixtures  discharging  into  such  branch  pipe. 

6.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
i/ent  pipe. 

i7'  ,Th?  ?,izes.  of  vent  PiPes  throughout  must  not  be  less 
in  the  following: 

'or  main  vents,  two  inches  in  diameter;  for  water-closets 
)  three  or  more  floors,  three  inches  in  diameter;  for  other 
i  ures  on  less  than  seven  floors,  two  inches  in  diameter  ; 
ee-inch  vent  pipe  will  be  permitted  for  less  than  nine 
ries ;  for  more  than  eight  and  less  than  sixteen  stories 
'-r  inches  in  diameter;  for  more  than  fifteen  and  less 
n  twenty-two  stories,  five  inches  in  diameter;  for  more 
fn  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
I'ermined  by  the  Commissioner  of  Buildings. 

or  fixtures  other  than  water-closets  and  slop  sinks  and 
<  more  than  eight  stories,  vent  pipes  may  be  one  inch 
niler  in  diameter  than  above  stated. 

or  long  branch  vent  pipes  over  10  feet  in  length  but 
^  exceeding  25  feet,  two  inches  in  diameter;  when  over 
-teet  in  length  but  not  exceeding  50  feet,  three  inches 
nqiameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
v",  nor  can  any  main  vent  be  of  less  diameter  than 
largest  branch  vent  connecting  to  same. 

3-  When  the  plumbing  fixtures  installed  in  any  build- 
are  arranged  in  groups  of  batteries,  “yoke  type”  ven- 
. j10n  may  be  installed,  provided  that  for  batteries  of  wa- 
c  iosets  each  fixture  shall  be  set  not  more  than  two  (2) 
t  distant  from  the  horizontal  branch  soil  pipe  into  which 
•  'scharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections 


2-lj^  inch  branches  on  a  V/2  inch  main  branch. 

7  it/  ,  branches  on  a  2  inch  main  branch. 

2  2  2  V10"  branches  on  a  2  inch  main  branch. 

4.I14  I  inch  branches  on  a  2  inch  main  branch. 

5-I14  }  inch  branches  on  a  2  inch  main  branch. 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon- jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table : 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

1  y2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
bv  a  trap  of  at  least  one  and  one-half  (1J4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91  and  placed  as  close  to  the  fixture  as  possible,  ihe  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(24)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1}4)  inches  in  diameter.  Drin  c" 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 


Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  ll/i  inches  in  diameter 
nor  larger  than  1^4  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  m  Rule 
91  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  lefrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  m  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  WashtubE 

( Good  except  as  relating  to  tenement  houses  and  factoriei 

121  In  all  buildings  occupied  as  stores,  dwellings,  lod 

ing  or  boarding  houses,  hotels,  offices,  lofts,  workshoj 
factories  or  storage  houses,  there  must  be  at  least  o 
water-closet  in  each  building.  Ihere  must  be  sufficient  w 
ter-closets  so  that  there  will  never  be  more  than  fifte 
persons  to  each  water-closet.  In  places  of  public  assembJ 
the  number  of  toilets  and  the  most  available  location  are 
be  determined  by  the  Commissioner  of  Buildings.  . 

122  Separate  water-closets  and  toilet  rooms  must 

provided  for  each  sex  in  buildings  used  as  workshop 
lofts,  office  buildings,  factories,  hotels,  and  all  places  - 
public  assembly.  ^ 

123  In  lodging  houses,  there  must  be  one  water-clo 

on  each  floor,  and  where  there  are  more  than  fifteen  p> 
sons  on  any  floor  there  must  be  an  additional  water-clo 
on  that  floor  for  every  fifteen  additional  persons  or  fr; 
tion  thereof.  ,, 

124  In  tenement  houses,  lodging  houses,  f actori, 

workshops,  and  all  public  buildings,  the  entire  water-clo: 
apartment,  and  side  walls  to  a  height  of  six  inches  frj 
the  floor,  except  at  the  door,  must  be  made  waterprw 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  n- 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125  In  all  buildings,  the  water-closet  and  urinal  apa- 

ments  must  be  ventilated  to  the  outer  air  by  windows  opr- 
in°-  on  the  same  lot  upon  which  the  building  is  situa  l 
or° by  a  ventilating  skylight  placed  over  each  room  or  apa- 
ment  wherein  such  fixtures  are  located.  j 

126.  In  all  buildings,  the  outside  partition  of  any  v- 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extcl 
to  the  ceiling  or  be  independently  ceiled  over.  When  nr 
essary  to  properly  light  such  apartments,  the  upper  part  1 
the  partitions  must  be  provided  with  translucent  glass.  JJ 
interior  partitions  of  such  apartments  must  be  dwar  : 
partitions. 

127.  The  general  water-closet  accommodation  of  ;j| 

building  cannot  be  placed  in  the  cellar,  nor  can  any  war- 
closet  be  placed  outside  of  a  building  except  to  replace, > 
existing  water-closet.  _  T 

128.  In  alteration  work  where  it  is  not  practicable]* 
ventilate  a  water-closet  or  urinal  apartment  by  windows 
a  skylight  directly  to  the  outer  air,  there  may  be  provi  * 
a  galvanized  wrought  iron  vent  duct  extended  to.  the  on 
air  which  must  be  equal  in  area  to  at  least  144  inches  > 
one  water-closet  or  urinal,  and  an  additional  72  sqi 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not.  support  a  rim-st 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  .  with  connect 
through  the  floor  in  all  new  work,  and  in  all  alterati_ 
must  be  set  on  an  approved  floor  slab  of  porcelain,  sp 
or  other  material  impervious  to  moisture,  same  to  be  c 
less  in  size  than  the  base  of  the  water-closet  set  ther  i 

131  All  water-closets  must  have  earthenware  flush 
rim  bowls.  They  must  be  set  entirely  free  and  open  f  i 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  o) 
water-closets  having  an  unventilated  space,  or  the  wall, < 
which  are  not  thoroughly  washed  out  at  each  dischs, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permr-^ 
except  earthenware  hoppers  where  there  is  an  exposui 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permfi 

135.  Water-closets  and  urinals  must  never  be  conne* 
directly  with  or  flushed  from  the  water-supply  pipes, - 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  fi 
a  separate  cistern,  the  water  from  which  is  used  foj 
other  purpose,  or  may  be  flushed  through  flushometer  va 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup- 
lied  from  tank  pressure,  unless  otherwise  permitted  by 
le  Commissioner  of  Buildings;  the  rising  lines  shall  be 
:  least  one  and  one-half  inches  in  diameter,  and  the  main 
ranches  shall  be  at  least  one  and  one-quarter  inches  in 
lameter,  with  individual  branches  not  less  than  one  inch 
,'l  diameter,  for  water-closets  and  not  less  than  one-half 
ch  in  diameter  for  urinals.  Individual  branches  shall  not 
[cceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
)wl  of  the  closet,  but  in  no  case  connect  with  any  part 
:  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
ater-closet  and  urinal  cisterns  are  prohibited,  unless  ap- 
oved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis- 
rns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
id  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 

diameter,  and  if  of  lead  must  not  weigh  less  than  two 
d  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
uplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli- 
;ces  may  be  used  only  on  written  permit  from  the  Com- 
.'.ssioner  of.  Buildings,  and  must  be  set  and  arranged  as 
ny  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im- 
jrvious  to  moisture,  and  that  will  not  corrode  under  the 
.don  of  urine.  The  floor  and  wall  of  the  urinal  apart- 
nnts  must  be  lined  with  similar  non-absorbent  and  non- 
crrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
1  connected  independently  to  the  plumbing  system,  nor  can 
t.y  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
t  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
I's  or  brackets  without  any  inclosing  woodwork. 

H8..  Wooden  wash  tubs  are  prohibited,  except  when 
1  j?tels’  restaurants  or  bottling  establishments  for 
cshmg  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
“Inotbe  permitted  unless  approved  by  the  Commissioner 
:  Buildings. 


Water  Supply  for  Fixtures. 

49.  All  water-closets  and  other  plumbing  fixtures  must 
-  provided  with  a  sufficient  supply  of  water  for  flushing 
:keep  them  in  a  proper  and  cleanly  condition. 

"lush  tanks  must  have  a  capacity  of  eight  gallons  for 
der-closets  and  five  gallons  for  urinals. 

50.  House  service  pipes  must  be  connected  to  the  street 
nns  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
iler  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
d  under  the  supervision  of  the  Department  of  Water 
:pply,  Gas  and  Electricity. 

51.  A  separate  stop  or  valve  must  be  placed  upon  the 
vice  pipe  inside  the  front  wall. 

52.  The  diameters  of  street  service  pipes  must  not  be 
15  than  three-quarter  inch  for  dwellings  and  tenements 
>upied  by  six  families  or  less;  one  inch  for  tenements 
1  one  and  one-half  inch  for  hotels,  factories  and  other 
jicellaneous  buildings,  provided  that  in  no  case  can  the 
meter  of  the  service  pipes  be  less  than  the  diameter  of 

I  tap  installed  under  the  supervision  of  the  Department 
'Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

diameter  riser  lines  in  plumbing  systems 

II  be  not  less  than  three-quarters  inches;  except 

1  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
'y  be  one-half  (y2)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  irom  the  riser  for  each  isolated  fixture  or  each  group 
ot  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures 
etc. ,  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  tor  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
lott  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
istance  between  the  hot  and  cold  water  risers  should  not 
e  less  than  six  inches.  Where  it  is  impossible  to  place 

them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required 
All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
ength  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
stafled  hxtUre’  an  aPProved  circulating  system  shall  be  in- 

19^ (io^°nueCtion  Wi^h  thi,s  amendment  adopted  November 
14  tyjl,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
th sh.ould  the  Commissioner  of  the  Department 
W; ater  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps  * 

as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

!f8-  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof 
where  possible  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-half  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

\62:  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  "B”  lead  pipe  or  earthen  pipe ; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  Public  or 
private  sewer  in  street  and.  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  foor  mua  be  sup¬ 
ported  at  each  hub  by  proper  supports  All  floor  drams 
and  fixture  connections  must  be  trapped  and  run  as  dire 
as  possible. 


Sewage  Lift*. 

164  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  dram  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  root,  to 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
Sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build 

ings. 


Oil  Separator*. 

165  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  th|  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 

on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 

drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system.  .  ,  , 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-dram  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu- 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170  Relief  pipes  must  be  provided  at  least  1 V2  inches  in 
rliameter  Thev  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  low 
end  of  the  main  house  drain  and  filling  the  pipes  to  t 
highest  opening  above  the  roof  with  water.  The  water  tc 
shall  include  at  one  time  the  house  drain  and  branches,  ; 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lin 
and  all  branches  therefrom  to  a  point  above  the  surface 
the  finished  floor  and  beyond  the  finished  face  of  walls,  a. 
partitions.  If  the  drain  or  any  part  of  the  system  is 
be  tested  separately,  there  must  be  a  head  of  water 
least  six  (6)  feet  above  all  parts  of  the  work  so  teste 
and  special  provision  must  be  made  for  including  all  joii 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  a 
new  or  altered  building  and  before  the  building  is  ocC 
pied,  a  final  smoke  test  must  be  applied  in  the  preser: 
of  a  Plumbing  Inspector.  Except  that  for  a  building  1: 
over  six  stories  in  height,  a  peppermint  test  may  be  appli 

174.  The  material  and  labor  for  the  test  must  be  fi 
nished  by  the  plumber.  When  the  peppermint  test  is  us , 
two  ounces  of  oil  of  peppermint  must  be  provided  for  en 
line  up  to  five  stories  and  cellar  in  height  and  an  additio  I 
ounce  of  oil  of  peppermint  must  be  provided  for  each  1 : 
when  lines  are  more  than  five  stories  in  height. 


Plumbing  in  Tenement  Houses. 


175.  All  sections  or  parts  of  sections  of  the  tenein 
house  law  relating  to  plumbing  and  drainage  of  tenein 
houses  are  to  be  observed,  and  are  hereby  made  a  part 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 


176.  Hereafter  the  gas  piping  and  fixtures  in  all  t 
buildings  and  all  alterations  and  extensions  made  to 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in 
cordance  with  the  following  rules,  which  are  made  in 
cordance  with  the  provisions  of  section  89  of  the  Builc 
Code. 

For  additional  requirements  of  public  buildings,  thea 
and  places  of  assemblage,  see  Part  XXI  of  the  Builc 
Code. 

177.  Before  the  construction  or  alteration  of  any  : 
piping  in  any  building  or  part  of  any  building,  a  pen 
must  be  obtained  from  the  Commissioner  of  Buildi : 
This  permit  will  be  issued  only  to  a  registered  plum: 
Small  alterations  may  be  made  by  notifying  the  Dep' 
ment  of  Buildings,  using  the  same  blank  forms  prov : 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrovl 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe, 
shall  weigh  according  to  the  following  scale: 


Diameters 

Weights  pe 
Linear  Foe 

- - - 1 

.  0.56  pound 

1/  inch  , . 

0.85  pound 

.  1.12  pound 

1.67  pound 

1  i/a  inch  . 

2.24  pounc 

1  */2  inrh  t  T  T . 

.  2.68  pounc 

2  inch . 

inch  , . 

.  3.61  pound 

5.75  pouncl 

3  in^h  . . . 

.  7.54  pounc 

^1/  inrVi  . 

9.00  pounc 

4  inch . 

.  10.66  pounc 

=: 


No  pipe  allowed  of  less  than  Y%  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shs 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  co( 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
'timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
>coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
•each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  ^  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
?,ny  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
:ombustible  material  shall  be  protected  by  a  proper  shield. 

■  189.  Gas  outlets  for  burners  shall  not  be  placed  under 
■anks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale: 


Diameter 

Length 

Burners 

i  H 

inch . 

feet 

3 

lA 

inch . 

feet 

6 

Va 

inch . 

feet 

20 

1 

inch . 

feet 

35 

i  r4 

inch . 

.  110 

feet 

60 

1/2 

inch . 

feet 

100 

2 

inch . 

feet 

200 

2/2 

inch . 

feet 

300 

3 

inch . 

feet 

450 

3/2 

inch . 

.  500 

feet 

600 

4 

inch . 

feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
ess  than  required  for  six  burners,  and  all  gas  ranges  and 
leaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas- 
ering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix- 
ures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
>utside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
>f  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  of  an  inch  bearing  (except  in  cases  of  special  de- 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes ; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps. 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 
venting. 

The  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 


329 


RULES 


Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
ties,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for 
period  of  not  less  than  one  year  shall  be  removed  unde 
the  supervision  of  a  representative  of  the  testing  author 
ities,  split  into  two  halves,  and  submitted  for  inspection,  fo 
the  purpose  of  determining  whether  sediment  or  coatin; 
of  grease  or  other  foreign  matter  has  accumulated  in  th 
trap  during  service  conditions. 

Approval. 

I  | 

An  approval  shall  not  be  issued  for  any  anti-siphon  tra 
which  has  been  subjected  to  the  foregoing  tests  unless  th 
trap  has: 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substanc 
placed  in  the  trap,  when  water  has  been  discharged  throug. 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessiv 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon- Jet  Fixtures,  or  Anti-Siphon  Fixture 

l ' 

Instructions:  Applicants  for  approval  of  deep  sef* 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follow 
ing  with  their  application : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  teste< 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provide 
with  glass  observation  ports  of  sufficient.  size  to  perm 
clear  observation  of  the  action  occurring  within  the  fixtui 
during  test,  and  such  observation  ports  shall  be  so  locate 
that  the  amount  of  water  seal  remaining  after  each  te 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  ai 

regular  stock  fixtures.  J 

Apparatus.  1 , 

The  apparatus  shall  be  similar  to  that  required  for  ant: 
siphon  traps,  except  that  vertical  and  horizontal  pipes  sha 
have  an  internal  diameter  of  three  inches  for  testing  sic 
sinks  and  four  inches  for  testing  water-closets ;  tank  sha 
have  a  capacity  of  not  less  than  one  hundred  gallons  ar 
the  fixture  shall  be  provided  with  its  usual  water  supp 
so  that  same  may  be  flushed  when  required. 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fi: 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  matin' 
similar  to  that  prescribed  for  anti-siphon  traps,  except  th 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 

USE  OF  HYDRATED  LIME  IN  CONCRETE. 


Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  with  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  < 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  " 
cement. 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  bag  1 
cement.  j 

For  hand  mixed  concrete,  the  hydrated  lime  and  Poi 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which 
to  be  deposited  under  water. 
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FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


dopted  by  the  Board  of  Standards  and  Appeals  Aug. 

30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
ehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

)  rages,  motor  vehicle  repair  shops  and  oil  selling  stations 
;y  material  or  form  of  construction  shall  be  deemed  fire- 
itarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
Hiding  code,  that  resists  the  action  of  flame  and  heat 
uen  subjected  to  a  continuous  fire  for  one  hour  at  an 
;  erage  temperature  of  seventeen  hundred  (1700)  degrees 
/hrenheit  without  the  passage  of  flame,  and  with  a  max- 
ium  temperature  rise  to  four  hundred  (400)  degrees 
Ihrenheit  on  the  side  away  from  the  fire.  The  point  at 
yiich  the  temperature  of  transmitted  heat  is  measured 
Hll  be  protected  from  external  air  and  weather  conditions. 
When  the  test  specimen  is  in  the  form  of  partition  con- 
juction,  the  area  under  test  shall  be  not  less  than  one 
ndred  (100)  square  feet  and  least  dimension  shall  be  not 
Is  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
duction,  the  area  under  test  shall  be  not  less  than  two 
ndred  (200)  square  feet  and  the  least  dimension  shall 
:not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
]r  load  for  which  it  is  designed,  and  after  the  fire  shall 
;  ely  sustain  twice  the  designed  live  load  with  a  maximum 
flection  of  net  more  than  one  two-hundredth  (1/200) 
H  of  the  span. 

^ule  2.  Wood  Joisted  Floor  Construction.  Wood 
uted  floor  construction  shall  be  accepted  as  fire-retarding 
istruction  in  non-fireproof  buildings  used  as  garages, 
ftor  vehicle  repair  shops  or  oil  selling  stations  when  the 
ms  are  protected  on  the  upper  and  under  sides  with  the 
i  Retarding  materials  specified  in  rules  for  floor  and 
'  mg  coverings. 

lule  3.  Floor  Covering.  Any  one  of  the  following 
ems  of  construction  shall  be  accepted  as  fire-retarding  for 

(  CjVJrin^  the  upper  sides  of  wood  floor  beams  in 
ted  floor  construction  in  non-fireproof  buildings  used  as 
iges,  motor  vehicle  repair  shops  or  oil  selling  stations. 

ii  Seven-eighths  (24)  inch  wood  underflooring 
i  Pr°tccted  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2]/2) 
inches  of  1 :2}4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (%)  of  one  (1)  per  cent  of 
steel  mesh; 

(j))  I  wo  and  one-half  (2^4)  inches  of  1  :2  :4  concrete 
!  applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
.  tourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 

and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

rnle  4.  Ceiling  Covering.  Any  one  of  the  following 
J  s  construction  shall  be  accepted  as  fire-retarding  for 
covering  of  the  undersides  of  wood  floor  beams  in 
.ea  tloor  construction  in  non-fireproof  buildings  used  as 
eges,  motor  vehicle  repair  shops  or  oil  selling  stations: 

•  mu  (5^)  inch  plaster  boards,  or  three- 

eignths  ()4)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
f  )  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
tnore  than  sixteen  (16)  inches  on  centers; 

.  ^  Tw?  thicknesses  of  one-quarter  (%)  inch  asbes- 
os  board  laid  with  tight  staggered  joints  and  nailed  to 
ne  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 
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centers CamS  ^  m°re  tha"  SixtCCn  (16)  inchcs  on 

(c)  Metal  lath  weighing  not  less  than  three  pounds 

w^thSCpai7i  yaad’  attached  to  Erring  strips  and  plastered 

S)  inS  thickCement  ra0rtar  at  least 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi- 

wondePfl  lr  Sh°PS  °r  °!i  s?n,lng  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main- 

,®pace  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
°mr,' :°ndu] ‘ts  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
w)  inches  above  the  floor. 

in  A11  stfnctural  posts  and  columns 

in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil- 

c°v,er.ing;s  111  th^se  rules,  or  with  any  of  the  materials 
accepted  in  fireproof  construction ;  except  that  an  air  space 
sha  !  not  be  required  around  steel  or  cast  iron  columns. 

'  here  necessary  for  protection  against  mechanical  in- 
jury  the  fire-retarding  protection  on  columns  shall  be 

VCk4terd  a  height  of  bve  (5)  feet  from  the  ground  with 
i\o.  4  U.  S.  gauge  metal. 

Ru,e  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
.  ie-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire- 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or. oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used  the 
space  between  the  floor  beams  shall  be  fire-stopped  ’with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  M  herever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(24)  of  an  inch  thick ; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (24)  inch  wood  sheathing,  one-half 
fp)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams ; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (24)  inch  wood  sheathing  two 
thicknesses  of  one-quarter  (%)  inch  asbestos  boards 

lai t,  c  tlght  staggered  j°ints  and  jacketed  with  No 
16  U  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No  26 
U.  S.  gauge  metal; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gaue* 
sheet  metal  with  one  inch  lapped  seams. 
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Appliances  Submitted  for  Approval. 


1279-25-SA — 


697-28-SA- 
380-29- SA- 


-Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

■Acme  Fire  Alarm  Signal  System. 

-Kennedy  2*4-inch  Hose  Outlet  Valve,  Type 
“A” 


237-32-SA- 

447-32-SA- 

98-33-SA- 


-D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 


164-33-SA- 

23-34-SA- 

156-34-SA- 


221-34-SA- 


301-34-SM- 

7-35-SA- 


11-35-SA — 


39-35-SA- 

43-35-SA- 


51-35-SA- 

88-35-SA- 


156-35-SA- 

163-35-SA- 


171-35-SA- 

189-35-SA 


207-35-SA 

216-35-SA 


226-35-SA 


229-35-SA- 

231-35-SA 

238-35-SA 

265-35-SA 


93-36- S  A — 
102-36-SA 
144-36-SA — 


191-36-SM- 

201-36-SA- 


202-36- SA- 


-Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

■Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3x3  x  6  in. 
flush  type  of  straightway  and  90  patterns. 

-Firemaster  Fire  Extinguisher. 

-Webster  Fuel  Oil  Pump. 

-Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

-Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

-"Radbur”  Flameproofing  Compound. 

-Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

■N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto- 
matic  Sprinkler  Siamese  Connection. 

De  Bothezat  Bifurcator  (for  Paint  Spraying). 

•Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

-General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

-Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

-Gillespie  Elevator  Shaft  Door  Switch. 

-United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

-Florence  Cabinet  Heater,  Models  CJ-1,  CJ-Z, 
CJ-21  and  C-2. 

-Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

-Cole  Hot  Blast  Oil  Heater,  Model  915. 

-Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

-Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

-Hardinge  Gun  Type  Oil  Burner,  Model  25. 

— Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

-Garfire  Gun  (Fire  Extinguisher). 

-French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 


219-36-SA- 

242- 36-SA- 

243- 36-SA- 
254-36-SA 
264-36-SA 
286-36-SA' 


295-36-SA- 

317-36-SA- 

320-36-SA- 

352-36-SA 


378-36-SA 

384-36-SA 

23- 37-SA- 

24- 37-SA- 


25-37-SA 


27-37-SA 
29-37-SA 
35-37- S  A 
50-37- S  A 


-Wicaco  Adjustable  Oil  Burner  Pump. 

Cole  Draft  Governor. 

Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

-Carey  Rocktex  Insulating  Wool. 

-Quick  Heat  Pot  Type  Radiant  Heater,  Models 
316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

-Quick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

-Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

-Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 
A-L  and  B. 

-Victor  Circulating  Fuel  Oil  Heater,  Models 
VCH  27,  VCH  19  and  VCH  17. 

-Chase  Brass  &  Copper  Co.,  Inc.,  1*4  in.  New 
York  Regulation  Lavatory  Trap. 

-Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

-Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

-Vesta  Fuel  Oil  Meter. 

-Dempsey  Industrial  Oil  Burner. 

-Preferred  Syphon  Breaker,  Type  T. 

—International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  66. 

-Ritz  Oil  Burner,  Model  A. 

-York  Bake  Oven  Oil  Burner. 

-Silent  Heet  Oil  Burner,  Models  A,  B  and  E 

— Silent  Glow  Si-Glo-La  Oil  Space  Heater 
Models  15,  35,  60  and  80. 

— Century  Pressing  Machine  Oil  Burner,  Mod 
els  U1  and  U2. 

k — Philco  Oil  Burner,  Models  AM  and  B. 

.—Borden  Oil  Burner,  Models  A  and  B. 

— Craig  Expansible  Fire  Hose  Reel. 

Cardinal  Oil  Burner,  Model  C. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upo\ 
which  action  by  the  board  has  been  deferred  pending  com 
mittee  reports  of  this  board,  court  or  department  action 
and  will  remain  thereon  until  the  aforesaid  reports,  cow 
or  departmental  actions  are  consummated.  Whereupon  th 
case  or  cases  will  be  restored  to  the  regular  calendar  an 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  th 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City.  ctt 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one :  year  to  THE BULLET1 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name - - - - - - 

Street - — - 

P.  _ _ - 


,  1937. 


My  Subscription  is  to  begin, 
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DIRECTORY 

BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 
Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building 
Manhattan. 


)ffice— Municipal  Building,  Rooms  1001  to  1015. 

Telephone— WOrth  2-0184. 

Office  Hours  for  Public— 9  a.  m.  to  4  p.  m.  Saturdays 
9  a.  m.  to  12  noon. 

ill  communications  should  be  addressed  to  the  chairman  of 

the  board 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon— Saturdays  excepted. 


CONTENTS 


his  issue  of  the  Bulletin  contains,  in  the  order  given — 
•ocket. 

;ertiorari  Orders  Served  on  Board. 

ourt  Decisions. 

ules  Directory. 

all  of  Clerk’s  Calendar. 

he  Hearing  Calendar. 

* 

[mutes  of  Regular  Meeting,  March  16,  1937,  at  10  A.  M., 
Affecting  Calendar  Numbers  326-36-BZ,  1164-27-BZ 
71-30-BZ,  234-36-BZ,  1220-23-BZ,  335-36-BZ,  395-29- 
BZ,  332-34-BZ,  88-36-BZ  and  376-36-A. 

*AateS.of  Regular  Meeting,  March  16,  1937,  at  2  P.  M., 
Affecting  Calendar  Numbers  737-28-BZ,  326-35-BZ, 
685-24-BZ,  273-36-BZ,  114-36-BZ,  167-34-BZ,  64-32- 
BZ  53-31-BZ,  392-36- A,  30-37-A,  31-37-A,  32-37-A,  49- 
37-A,  52-37-A,  71-37-A,  78-37-A,  72-37-A,  62-37-A,  85- 
113-37-A,  387-36-S,  57-37-S,  41-37-S,  56-37-SA, 
73-37-SA,  1493-22-SA,  384-36-SA  and  27-37-SA. 

pproved  Fuel  Oil  Pumps. 

il  Burner  Rules. 

noking  in  Factory,  Rules. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  obiections,  if  anv, 
and  will  be  called  in  Room  1013,  Monday,  March  22,  1937,’ 
at  2  o  clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  March  29,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  March  17,  1937 

Cal.  No.  Department  Premises  Affected 

98-37-A  . F.D . 351-353  37th  street,  north  side, 

200  ft.  west  of  4th  avenue 
(Block  696,  Lot  46),  Borough 
of  Brooklyn,  68453-L.C. 


99-37- A . D.B.M . 26-28  Thompson  street,  east 

side,  66  ft.  north  of  Grand 
street  (Block  476,  Lot  54), 
Borough  of  Manhattan, 

Applic.  3839-36. 


100-37-BZ . D.B.B . 557-563  East  18th  street,  (543 

displayed)  east  side,  131  ft. 
Sy/s  in.  north  of  Newkirk 
avenue  (Block  5204,  Lot  45), 
Borough  of  Brooklyn, 

Applic.  3251-37. 


101-37-A  . F.D . 101-125  Sheriff  street,  between 

East  Houston  and  Stanton 
streets  (Block  340,  Lot  1), 
Borough  of  Manhattan, 

4745-L.C. 


102-37-BZ . D.B.B . 1918-1936  Troy  avenue,  south¬ 

west  corner  of  Kings  high¬ 
way  (Block  7823,  Lot  42), 
Borough  of  Brooklyn, 

Applic.  3068-37. 


103-37-BZ  .D.B.O . Southwest  corner  of  Catalpa 

avenue  and  62nd  (Sedgwick) 
street  (Block  3628,  Lot  5), 
Ridgewood,  Borough  of 
Queens,  Decision. 


108-37-BZ . D.B.Q.. . . 


,.90-05  to  90-11  160th  street,  east 
side  and  90-06  to  90-12  161st 
street,  west  side,  50  ft.  south 
of  Jamaica  avenue  (Block 
832,  Lots  20,  23 and  28), 
Jamaica,  Borough  of  Queens, 

1  laei  Pi  AM 


100-37-BZ . D.B.B . 55-01  to  55-23  6th  avenue,  east 

side  from  55th  street  to  56th 
street  (Block  833,  Lot  1), 
Borough  of  Brooklyn, 

Applic.  1839-37. 


1 10-37-BZ  DBB . 345-349  9th  street,  north  side, 

.  240  ft.  west  of  6th  avenue 

(Block  1005,  Lots  31  to  36 
and  57  to  59),  Borough  of 
Brooklyn,  Applic.  1682-37. 


111-37-BZ  D.B.Bx . 2151-2161  Grand  Concourse  and 

161-169  East  181st  street, 
northwest  corner  (Block  3162, 
Lots  45-50),  Borough  of  The 
Bronx,  N.B.  76-37. 


112-37-BZ . D.B.B . 705  -  711  Franklin  avenue, 

northeast  corner  of  Park; 
place  (Block  1231,  Lot  1), 
Borough  of  Brooklyn, 

Applic.  1679-37. 


113-37- A. 


.D.B.M. 


,.530-546  West  57th  street,  806- 
830  11th  avenue,  northwesl 
corner  and  517-545  West  56th 
street  (Block  1085,  Lots  7,  1 
and  17),  Borough  of  Manhat 
tan.  Applic.  124-37 


104-37-BZ . D.B.Q — 


. .  .89-37  to  90-07  161st  street,  east 
side  and  89-40  to  89-42  162nd 
street,  west  side,  357.04  ft. 
south  of  89th  (Shelton)  ave¬ 
nue  (Block  835,  Lot  25  and 
22),  Jamaica,  Borough  of 
Queens,  Decision. 


114-37- A. 


..D.B.M . 174-176  1st  avenue,  41  ft.  5  in 

south  of  East  11th  stree 
(Block  438,  Lots  6  and  7) 
Borough  of  Manhattan,  . 

Decisior 


Restored  to  Calendar 


103-37-BZ  D  B  Q . 89-47  to  89-55  162nd  street,  east 

side,  300  ft.  north  of  Jamaica 
avenue  (Block  836,  Lots  16 
and  18),  Jamaica,  Borough  of 
Queens,  Decision. 


1164-27-BZ _ D.B.Bx . Southwest  corner  of  Watei 

bury  avenue  and  Easter 
boulevard  (Block  5340,  Lot 
37  and  38),  Borough  of  Tr 
Bronx,  N.B.  46-3 


106-37-BZ . D.B.Q... 


.89-17  to  89-19  165th  street,  east 
side  and  89-18  to  89-20  166th 
street,  west  side,  149.81  ft. 
south  of  89th  (Shelton)  ave¬ 
nue  (Block  866,  Lot  83),  Ja¬ 
maica,  Borough  of  Queens, 

Decision. 


737-28-BZ . D.B.Q. 


.28-09  31st  street,  southea 
corner  of  28th  avenue  (Bloc 
619,  Lots  45  and  50),  Aston 
Borough  of  Queens,  Decisio 


1493-22-SA . F.D. . 


.Ballard  Low  Pressure  M 
chanical  Oil  Burner, 

Apphanc 


107-37-BZ . D.B.Q.. 


, .  .89-13  to  89-17  164th  street,  east 
side  and  89-14  to  89-18  165th 
street,  west  side,  112.50  ft. 
south  of  89th  (Shelton)  ave¬ 
nue  (Block  866,  Lot  52),  Ja¬ 
maica,  Borough  of  Queens, 

Decision. 


326-35-BZ . 


.D.B.B . 206-208  Boerum  street,,  sout 

west  corner  of  Bushwick  a\ 
nue  (Block  3081,  Lot  16  a: 
part  of  Lot  15),  Borough  : 
Brooklyn,  Applic.  1858-- 
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h.d..  . : 

D.B.B.. 
D.B.M. 
D.B.Q.. 
\  D.B.R.. 
i  D.B.Bx 
T.H.D.. 
B.B.. . . 


CODE 

. Department  of  Buildings 

. Health  Department 

..Department  of  Buildings,  Brooklyn 
Department  of  Buildings,  Manhattan 

- Department  of  Buildings,  Queens 

..Department  of  Buildings,  Richmond 

. Department  of  Buildings,  Bronx 

. Tenement  House  Department 

. Board  of  Buildings 


Fireproof  Wood,  Testing  of . Apr. 

rranie  Oarages,  Ruling  for . I  an 

Oas  Shut-Off  Rules . Apr. 

Hatchway  Protection  .  'nne 

Oil  Burner  Rules . ‘  ]yjar 

1  aint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . N'ov. 

Platform  1  rucks,  Specifications  for.  Nov. 

Plumbing  Rules  .  Mar. 

Procedure,  Rules  of . *[*  Jan. 

Refrigerating  Systems,  Extract  C.O  Ian. 

Smoking  in  Factories,  Rules  for _ Mar. 

Sprinkler  Rules  . . 

Standpipe  Fireline  Rules . Feb. 

Structural  Alterations,  Reporting.  ..  I une 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

*r,uc^s»  Gasoline,  etc . Nov. 

V\  ire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


14, 

1936- 

-Vol. 

21, 

No. 

15 

21, 

1919- 

—Vol. 

4, 

No. 

3 

7, 

1925- 

-Vol. 

10, 

No. 

14 

3. 

1<>28- 

-Vol. 

13. 

No. 

23 

23, 

1937- 

-Vol. 

22, 

No. 

12 

27. 

1954- 

-Vol. 

19, 

No. 

48 

24, 

1936- 

-Vol. 

21, 

No. 

47 

16, 

1937- 

-Vol. 

22, 

No. 

11 

5, 

1937— 

-Vol. 

22, 

No. 

1 

12, 

1937- 

-Vol. 

22, 

No. 

2 

23, 

1937- 

-Vol. 

22, 

No. 

12 

9, 

195  7- 

-Vol. 

22, 

No. 

10 

2, 

1937 

-Vol. 

22, 

No. 

5 

7, 

1932- 

-Vol. 

17, 

No. 

23 

24, 

1936- 

-Vol. 

21, 

No. 

47 

24, 

1936- 

-Vol. 

21, 

No. 

47 

10, 

1923- 

-Vol. 

8, 

No. 

15 

CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  March  10,  1937,  George  G.  Lake,  attorney,  served  on  board 

petition  and  order  of  certiorari,  for  Michael  Flynn,  adjoining  owner, 

in  re  decision  ot  February  9,  1937,  denying  appeal  for  revocation  of 
.and  “"F"1111®  decision  of  commissioner  of  buildings.  Cal  No 
382-36-A,  premises  17  Bowery,  Borough  of  Manhattan. 

*  *  * 

On  March  10,  1937,  George  G.  Lake,  attorney,  served  on  board 

petition  and  order  of  certiorari,  for  John  J.  Campbell,  Jr.,  adjoining 

owner,  in  re  decision  of  February  9,  1937,  denying  appeal  for  revo¬ 
cation  ot  permit  and  affirming  decision  of  commissioner  of  buildings 
Alteratmn  Application  3624  of  1936,  Calendar  No.  22-37-A,  premises 
110  Bowery,  Borough  of  Manhattan. 


!be 


On  March  11,  1937,  Nordlinger,  R 
;erved  on  board  petition  and  order  of 
hi  Co.,  Inc.,  owner,  and  Sobol  Bros, 
in  re  decision  of  February  9,  1937, 
Isioner  of  buildings  in  denying  curb 
Vo.  350-36-A,  premises  127-133  Fourth 
street,  Borough  of  Manhattan. 


iegelman  &  Cooper,  attorneys, 
certiorari,  for  Socony  Vacuum 
Service  Stations,  Inc.,  lessee, 
affirming  decision  of  commis- 
cuts  and  denying  appeal,  Cal. 
avenue  and  102-104  East  13th 


COURT  DECISIONS 

Villiam  Borea  Construction  Co.,  Inc.,  v.  Murdock— October  IS, 
1935,  board  granted  additional  two-year  permit  for  gaso- 
line  station  in  business  district  under  section  7-f,  Cal. 
Ao.  535-32-BZ;  premises  2300-2310  Boston  road,  north¬ 
east  corner  Astor  avenue,  Borough  of  The  Bronx.  Jus¬ 
tice  McLaughlin  referred  matter  back  to  board  for 
further  consideration  as  to  character  of  section  of  City 
involved  (N.  Y.  L.  J„  May  14,  1936).  Appellate  Divi¬ 
sion  (Justice  Dore  dissenting)  held  that  board  had  the 
discretionary  right  to  take  the  view  that  in  1935  it 
would  limit  itself  to  the  inquiry  as  to  whether  there 
had  been  any  change  in  the  character  of  the  neighbor¬ 
hood  since  1933  when  the  previous  board  had  found  the 
area  undeveloped.  Determination  of  board  confirmed 
(N.  Y.  L.  J„  March  13,  1937.) 

*  *  * 

\illiam  Borea  Construction  Co.,  Inc.,  v.  Murdock— October  15, 
1935,  board  granted  additional  two-year  permit  for  gaso¬ 
line  station  in  business  district  under  section  7-f,  Cal. 
Ao.  331-32-BZ;  premises  southeast  corner  Boston  road 
and  Astor  avenue,  Borough  of  The  Bronx.  Justice  Mc¬ 
Laughlin  referred  matter  back  to  board  for  further 
consideration  as  to  character  of  section  of  City  involved 
(A.  Y.  L.  J.,  May  14,  1936).  Appellate  Division  (Jus¬ 
tice  Dore  dissenting)  held  that  board  had  the  discre¬ 
tionary  right  to  take  the  view  that  in  1935  it  would 
limit  itself  to  the  inquiry  as  to  whether  there  had  been 
any  change  in  the  character  of  the  neighborhood  since 
1933  when  the  previous  Board  had  found  the  area  unde¬ 
veloped.  Determination  of  board  confirmed.  (N  Y 
L.  J.,  March  13,  1937.) 


RULES 

Last  Publication  in 

arbon  Dioxide  Liquefier  Rules _ Feb.  2,  1937 — Vol. 

ertificate  of  Occupancy,  approved 

•  -A,*  V  . . Aug.  2,  1932— Vol. 

oncrete  Flat  Slabs,  Rules . Feb.  9,  1937 — Vol. 

oncrete  Rules  (Hydrated  Lime)  ...  Mar.  16,  1937— Vol. 

rfiatR°ri  rUlCo  . Mar.  3,  1936— Vol. 

"ul's  (Revolving  Doors) . Mar.  2,  1937— Vol. 

actory  Exit  Rules . Mar.  9,  1937 — Vol 

ire  Alarm  Rules  (Interior) . Feb.  16,  1937— Vol. 

re  Pr'ti  J*UleSn  V  *  *  V  *  V5 . Feb‘  23>  1937— Vol. 

e  Retarding  Rules  for  Garages, 

etc . Mar.  16,  1937— Vol. 
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22,  No.  5 

17,  No.  31 

22,  No.  6 
22,  No.  11 

21,  No.  9 

22,  No.  9 
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22,  No.  7 
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5.  1935— Vol.  20,  No.  10 
23,  1937— Vol.  22,  No.  8 

2,  1937— Vol.  22,  No.  9 
26,  1936— Vol.  21.  No.  21 
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26,  1935— Vol.  20,  No.  48 

2,  1937— Vol.  22,  No.  9 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  22,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

385-36-BZ. 

APPLICANT — Frank  A.  Sweeney,  owner. 

PREMISES  547  (old  number  525)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue  (Block  No. 
148,  Lot  No.  29),  West  Brighton,  Borough  of 
Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT,  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station. 


Anti-Siphon  Valves  ...  . Mar. 

Fireline  Hose  Valves . Feb, 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar. 

Fuel  Otl  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use. Nov. 

Fuel  Oil  Pumps . Mar 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov 

Range  Oil  B  urners  and  Space 

Heaters  . Mar. 


1 1-37-BZ. 

APPLICANT  Charles  J.  Johnson,  for  E.M.V.  Corpora¬ 
tion,  owner. 

PREMISES — 6007-6023  Broadway,  northwest  corner  of 
Spuyten  Duyvil  parkway,  northeast  corner  of  Post 
road  (Block  No.  3415-F,  Lot  Nos.  275,  305  and 
307),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7f,  7h  and  21  of  the 
building  zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 


297-36-BZ. 

APPLICANT — Michael  Levine,  for  Southern  Parkway 
Realties  Corp.,  owner. 

PREMISES — 233-02  to  233-16  Central  avenue  (Foch 
boulevard)  and  117-01  to  117-07  233rd  street  south¬ 
east  corner  (Block  No.  3444,  part  of  Lot  No.  1), 
St.  Albans,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 


106-32-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Confield  Es¬ 
tates,  Inc.,  owner. 


335 


CALENDAR 


PREMISES— 2351-2355  Grand  Concourse,  northwest  cor¬ 
ner  of  Field  place  (Block  No.  3164,  Lot  No.  50), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  February  9,  1937), 

TO  PERMIT  in  a  residence  use  district  the  alteration 
and  change  of  occupancy  of  part  of  the  first 
floor  of  an  existing  multiple  dwelling  to  business 
use  (stores)  ;  (previously  withdrawn). 


CAT.. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  29,  1937,  AT  2  P.  M. 


no.  354-36-BZ— Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con-’ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 


Building  Zone  Case 


260-36-BZ. 

APPLICANT — Michael  F.  Doody,  for  Home  Life  Insur¬ 


ance  Company,  owner.  7  , 

PREMISES— 1620-1624  Avenue  H  and  842-848  East  17th 
street,  southwest  corner  (Block  No.  6700,  Lot  No. 
9),  Borough  of  Brooklyn.  . 

APPLICATION,  under  section  21  of  the  building  zone 

resolution,  .  .  A 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


cal.  no.  58-32-BZ — Application  of  Irving  Adelsohn,  appli¬ 
cant,  on  behalf  of  Frank  J.  Mahoney, 
owner,  reopened  January  12,  1937 

under  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  5701-5711 
20th  avenue  and  2002-2012  57th  street, 
southeast  corner  (Block  No.  5500,  Lot 
No.  6),  Borough  of  Brooklyn. 


MARCH  30,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  March 
30,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  rmilding, 
on’  the  following  matters : 


CAL.  NO. 


86-29-BZ— Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Morris  I.  Hal- 
perin,  owner,  reopened  December  1, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(previously  withdrawn)  ;  premises  268 
Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 


CAL.  NO. 


296-36-BZ— Application,  October  6,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer 
applicants,  on  behalf  of  Helen  L.  Sack- 
ett,  owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
1 143-1147  Second  avenue,  northwest 
corner  of  East  60th  street  (Block  No. 
1415.  Lot  Nos.  21  and  23),  Borough 
of  Manhattan. 


cat  no  17-37-BZ— Application,  January  14,  1937.  under 
section  7h  of  the  building  zone  reso¬ 
lution,  of  George  Stone,  applicant  and 
lessee,  on  behalf  of  Bank  of  New 
York  and  Trust  Company,  owner,  to 
permit  in  a  retail  use  district  the  park¬ 
ing  of  more  than  five  (5)  motor  vehi¬ 
cles  for  a  period  of  not  more  than 
two  (2)  years;  premises  322-324  West 
41st  street,  south  side,  300  ft.  west 
of  8th  avenue  (Block  No.  1031,  Lot 
No.  45),  Borough  of  Manhattan. 


cal.  no.  50-36-BZ — Application  of  William  McGrane,  ap¬ 
plicant,  on  behalf  of  Iceland  Rink 
Realty  Corporation,  owner,  reopened 
and  restored  to  calendar  December  8 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles  (previ¬ 
ously  dismissed  for  lack  of  prosecu¬ 
tion)  ;  premises  2555  Jerome  avenue 
southwest  corner  of  West  192nd  street 
(Block  No.  3201,  Lot  No.  30),  Bor¬ 
ough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman 


MARCH  30,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

2-37- A— 114  East  32nd  street,  south  side,  100  ft.  east  oi 
4th  avenue  (Block  No.  887,  Lot  No.  88) 
Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand 
ards  and  Appeals  of  a  public  hearing  under  the  provision 
of  the  building  zone  resolution,  Tuesday  afternoon,  Marc, 
30,  1937.  at  2  o’clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters: 


cal.  no.  11-33-BZ— Application  of  M.  Bache,  applicant  o 
behalf  of  Richmond  Boro  Home  Site: 
Corp.,  owner,  reopened  March  2,  193 
for  consideration  as  to  extension  c 
permit— re  Application,  granted  on  cor 
dition — under  section  7f  of  the  bulk 
ing  zone  resolution,  permitting  in 
business  use  district  the  erection  an 
maintenance  of  a  gasoline  service  st; 
tion  for  a  temporary  period;  premise 
2485  Hylan  boulevard,  northwest  coi 
ner  of  New  Dorp  lane  (Block  N> 
3649,  part  of  Lot  No.  1),  New  Dor; 
Borough  of  Richmond. 
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cal.  no.  204-24-BZ  Application  of  Sidney  Zimet,  appli¬ 
cant,  on  behalf  of  Michael  De  Lau- 
renzo,  owner,  reopened  March  9,  1937 
for  consideration  as  to  extension  of 
permit — re  Application,  granted  on 
condition,  under  section  21  of  the 
building  zone  resolution,  permitting  in 
a  residence  use  district  the  change  of 
occupancy  of  a  garage  for  more  than 
five  (5)  motor  vehicles  (previously 
granted  by  the  board)  to  a  junk  shop 
shop  for  a  temporary  period;  prem¬ 
ises  469-475  Hemlock  street,  east  side, 
100  ft.  south  of  Liberty  avenue  (Block 
No.  4200,  Lot  Nos.  9  and  10),  Borough 
of  Brooklyn. 


^al.  no.  263-27-BZ — Application  of  Jack  Z.  Cohen,  appli¬ 
cant,  on  behalf  of  Oscar  Wagenseil, 
owner,  reopened  March  9,  1937  for 
consideration  of  an  amendment  to  the 
resolution  of  June  23,  1933 — re  Appli¬ 
cation,  granted  on  condition,  under 
section  21  of  the  building  zone  reso¬ 
lution,  permitting  in  a  business  use 
district  the  inclusion  of  a  motor  ve¬ 
hicle  repair  shop  in  a  garage  for  more 
than  five  (5)  motor  vehicles  which 
was  granted  by  the  board ;  premises 
540-544  65th  street,  south  side,  315  ft. 
east  of  Fifth  avenue  (Block  No.  5828, 
Lot  No.  18),  Borough  of  Brooklyn. 

i  HARRIS  H.  MURDOCK,  Chairman. 

B 

[ 

— 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  5,  1937,  AT  2  P.  M. 


Building  Zone  Cases 

8-37- BZ. 

APPLICANT— Joseph  S.  Klotz,  for  Scientific  Brake  Ser¬ 
vice  Corporation,  owner. 

’REMISES — 2166  Coney  Island  avenue,  west  side,  100  ft. 
4 H  in.  south  of  First  court  (Block  No.  6685,  Lot 
No.  34)  v  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

.0  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  change  of  occupancy 
of  an  existing  brake  service,  greasing  and  auto 
laundry  use,  so  as  to  include  a  gasoline  service 
station. 

' 


J-37-BZ. 

■PPLICANT— William  Richter,  for  Minnie  Gianinni, 

dem  fTor'2meno  Marrio  and  Marie  D.  Bovi,  owners. 

REMISES — 70-15  to  70-21  Astoria  boulevard  and  22-02 
to  22-08  71st  street,  northwest  corner  (Block  No. 
1002,  Lot  Nos.  15  and  16),  Long  Island  City,  Bor- 
ough  of  Queens. 

-PPLICATION,  under  section  21  of  the  building  zone 
resolution, 

0  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


;>-37-BZ. 

PPLICANT -Lama  and  Proskauer,  for  Circle  Gas  Sta- 
tions,  Inc.,  owner. 

REMISES — 1091-1113  Lorraine  avenue,  north  side  be¬ 
tween  .Llnden  avenue  and  Holly  street  and  2492- 
2504  Linden  boulevard  (Block  No.  4498,  Lot  No. 
08),  Borough  of  Brooklyn. 


APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

10  PERMIT  in  a  residence  use  district  the  extension  in 
area  of  an  existing  accessory  building  located  on 
an  existing  gasoline  service  station. 


205-29-BZ. 

APPLICANT  Michael  Levine,  for  Whitestone  Service 
Station,  Inc.,  owner. 

PREAIISES  157-30  Willetts  Point  boulevard,  southeast 
corner  of  Cross  Island  boulevard  (Block  No.  619, 
Lot  Nos.  15  and  18),  Whitestone,  Borough  of 
Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution  (reopened  under  new  proposal 
January  19,  1937), 

1  O  PERMI1  partly  in  a  business  use  district  and  partly 
in .  a  residence  use  district  the  extension  of  an 
existing  gasoline  service  station  which  was  granted 
by  the  board  for  a  temporary  period. 


APRIL  6,  1937,  10  A.  M. 

Building  Zone  Applications 

E O  1  ICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  April 
6,  1937,  at  10  o  clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  8-37-BZ— Application,  January  11,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer 
applicants,  on  behalf  of  South  Brook¬ 
lyn  Sayings  Bank,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  113-125 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of 
Brooklyn. 


CAL.  NO.  414-29-BZ — Application  of  Sidney  H.  Kitzler,  ap¬ 
plicant,  on  behalf  of  Stella  C.  Sartor, 
owner,  reopened  January  19,  1937 

under  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  more  than  five  (51  motor  ve¬ 
hicles  ;  premises  970-978  Nostrand  ave¬ 
nue  and  291-301  Sullivan  place,  north¬ 
west  corner  (Block  No.  1305,  Lot  Nos. 
46,  47,  48,  50  and  52),  Borough  of 
Brooklyn. 


cal.  no.  355-36-BZ — Application.  November  14,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Cogat  Garage,  Inc.,  applicant 
and  lessee,  on  behalf  of  Edlar  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  693  East  Gun  Hill  road! 
northwest  corner  of  Willet  avenue 
(Block  No.  4642,  Lot  No.  70),  Bor¬ 
ough  of  The  Bronx. 
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CAL.  NO. 


15-37-BZ— Application,  January  13,  1937,  under 
section  21  of  tlie  building  zone  resolu¬ 
tion,  of  James  F.  Hunter,  applicant,  on 
behalf  of  Consolidated  Edison  Co.  ot 
New  York,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles  and,  also,  gasoline 
service  station;  premises  1540-1544 
Boston  road  and  844-850  East  172nd 
street,  southwest  corner  (Block  No. 
2966,  Lot  No.  81),  Borough  of  The 
Bronx. 


section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel— which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 


CAL. 


no  598-29-BZ— Application  of  Robert  E.  McGannon, 
NO.  jyo  ZV  ap£ficant)  on  behalf  of  Mortimer  M. 

Furtsch,  owner,  reopened  under  new 
proposal  December  15,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  an  unrestricted  use 
district  the  change  of  occupancy  of  an 
existing  building  to  a  motor  vehicle 
repair  shop;  premises  159<M6Uy 
Jerome  avenue,  west  side,  100  ft.  south 
of  Featherbed  lane  (Block  No  2860, 
Lot  No.  26),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


cal  no.  326-36-BZ — Application,  October  31,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Joseph  M.  Lonergan,  appli¬ 
cant,  on  behalf  of  Guiseppe  Montemo- 
rano,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner 
(Block  No.  701,  Lot  No.  8),  Borough 
of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  13,  1937,  10  A.  M. 


APRIL  6,  1937,  2  P.  M. 

i  Appeal  from  Administrative  Order 

27-36-A— 145  West  51st  street,  north  side,  125 i  ft.  east :  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
an  rif  Manhattan. 


Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand 
ards  and  Appeals  of  a  public  hearing  under  the  provision, 
of  the  building  zone  resolution,  Tuesday  morning,  Apn 
13,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building 
on  the  following  matter: 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  Provisions 
of  the  building  zone  resolution, Tuesday  afternoon,  April 
6  1937  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the’  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 


CAL.  NO. 


26-36- BZ— Application,  February  11,  1936,  under 


cal  no  389-36-BZ— Application,  November  2,  1936,  unde 
section  21  of  the  building  zone  resolu 
tion,  of  Arthur  H.  Haaren,  applican 
on  behalf  of  Kesbec,  Inc.,  owner,  t 
permit  in  a  business  use  district  th 
parking  of  more  than  five  (5)  mote 
vehicles,  premises  2389  Jerome  avenir 
west  side,  150  ft.  north  of  West  I84t 
street  (Block  No.  3199,  Lot  No.  113, 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairma 


NOTICE 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board— 

First  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  tl 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  tl 
date  for  the  hearing  in  his  case,  and  that  the  plea  ot  lauu 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  : 
cases  promptly,  for  the  reason  that  the  pendancy  o  • 
appeal  or  application  ties  the  hands  of  the  administrati 
official  in  enforcing  his  order;  therefore,  no  appeal  or  a 
plication  will  be  held  in  abeyance  by  reason  of  failure 
the  appellant  or  applicant  to  file  necessary  data,  or  by  a 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  f 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  d:| 
required  by  law  are  supplied,  as  specified  on  the  bla 
appeal  or  application  forms. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  MORNING,  MARCH  16,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

1  The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  March  9th,  1937  and  the  minutes  of 
the  regular  meeting  of  the  Board  held  on  Tuesday  after¬ 
noon,  March  9th,  1937,  were  approved  as  printed 'in  Bul¬ 
letin  No.  11,  Vol.  XXII. 


,  BUILDING  ZONE  CASES 

;326-36-BZ. 

APPLICANT — Joseph  M.  Lonergan,  for  Guiseppe  Monte- 
morano,  owner. 

[SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion. 

PREMISES  AFFECTED — 402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner  (Block  No.  701, 
Lot  No.  8),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Joseph  M.  Lonergan. 

For  Opposition:  Philip  Zierle,  Mrs.  Emile  Stone, 
Edward  F.  Ivelleher,  Joseph  Coleman  and 
Fred  Thaems. 

ACTION  OF  BOARD — Laid  over  to  April  6,  1937  at  2 
P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


B164-27-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Ronel  Realty 

i  Co.,  Inc.,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
restoration  to  the  calendar — (re  decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of 
service  station  (previously  withdrawn). 

PREMISES  AFFECTED — Southwest  corner  of  Water- 
bury  avenue  and  Eastern  boulevard  (Block  No. 

.  _  5340,  Lot  Nos.  37  and  38),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  q 


1-30-BZ. 

APPLICANT— Irving  Kirshenblit,  for  Bessie  Rubin, 
t  owner. 

SUBJECT— Application  reopened  November  4,  1936  for 
consideration  under  new  proposal — (re  decision 
.  the  commissioner  of  buildings)  under  sections 
7h  and  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  parking  and  stor¬ 
age  of  more  than  five  (5)  motor  vehicles  t^previ- 
>Dt”vfTo£siy  denied  f°r  a  gasoline  service  station), 
j  MlSES  AFFECTED — 887-911  New  Lots  avenue  and 
399-407  Berriman  street,  northeast  corner  and 
northwest  corner  of  Atkins  avenue  and  New  Lots 
avenue  (Block  No.  4086,  Lot  No.  1),  Borough  of 
Brooklyn. 


APPEARANCES— 

For  Applicant;  Morris  Mostoff,  Irving  Kirshen- 
bht,  Harris  Rubin  and  Jack  Rubin. 

P or  Opposition:  Francis  W.  Backus,  Jerome  N 
Wanshel,  Nicola  Gueli,  Jacob  P.  Tabb,  Hyman 
ATTTDM  Revituso  and  Ann  Goodman. 

THF^T0EFTO°GRSiTlP,,Cati0n 

Affirmative  .  q 

Negative.  Chairman  Murdock,  Commission¬ 
er?  ,GavaSe  anci  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  q 

THE  RESOLUTION— 

(71-30-BZ) 

Whereas,  this  application  affecting  premises  887-911  New 
Lots  avenue,  399-407  Berriman  street,  northeast  and  north- 
7pf  ,co™er  Atkins  avenue  and  New  Lots  avenue 

No-  Lo<  No  1),  Borough  of  Brooklyn  "o 
permit  in  a  business  use  district  the  erection  and  main- 

29nai9C30 °andgaS°  me  S6rvice  station  was  withdrawn  April 

Whereas,  Irving  Kirshenblit,  for  Bessie  Rubin,  owner 
requested  a  reopening  of  this  application  to  permit  in  a 
business  use  district  under  sections  7H  and  21  of  the 
building  zone  resolution  the  parking  and  storage  of  more 
than  five  motor  vehicles ;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  November  4,  1936;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  March  16,  1937,  after  due  notice  by  publication 
and  ^  BU  Ctm  °f  the  Board  of  Standards  and  Appeals; 

.  Whereas,  the  use  district  maps  accompanying  the  build- 
mg.  zone  resolution  show  that  New  Lots  avenue  is  in  a 
usiness  use  district;  Dumont  avenue  is  in  a  business  use 
district,  and  Berriman  street  is  in  a  business  and  residence 
district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  September  25,  1936,  Application  No.  14772-36’ 
reads :  ’ 

Proposed  parking  of  more  than  five  motor  vehicles 
in  a  business  district  is  contrary  to  Art.  II  Sect  4a 
of  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  211  ft.  3  in.  on  New 
Lots  avenue ;  200  ft.  on  Dumont  avenue  and  75  ft.  2  in.  on 
Berriman  street.  It  is  proposed  to  occupy  the  plot  for 
parking  and  storage  of  more  than  five  (5)  motor  vehicles; 
and 

Whereas,  a  committee  of  the  board  inspected  the  prem¬ 
ises  and  general  area  prior  to  the  hearing  so  as  to  be 
informed ;  and 

Whereas,  the  board  deemed  that  no  hardship  existed  to 
preclude  the  premises  from  being  developed  with  a  use 
conforming  to  the  business  zone  and  also  that  there  was 
not  only  no  need  for.  a  parking  space  at  this  location,  but 
that  such  use  was  objectionable  and  not  in  harmony  with 
the  general  purpose  and  intent  of  the  zoning  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


234-36-BZ. 

APPLICANT — Charles  Weishaupt,  for  Estate  of  John  H. 
Inman,  Sr.  and  Estate  of  John  H.  Inman,  Jr., 
owners. 
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SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
conversion  of  occupancy  of  part  of  an  existing 
building  to  a  garage  for  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 1690-1698  Broadway  and  203- 
209  West  53rd  street,  northeast  corner  (Block  No. 
1025,  Lot  No.  25),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Charles  Weishaupt,  Arthur  Sitz- 
man. 

For  Opposition :  John  E.  Flickey,  B.  M.  Blumen- 
thal,  Charles  M.  McCarty,  M.  Southard. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 


THE  RESOLUTION— 

(234-36-BZ) 

Whereas,  Charles  Weishaupt,  for  Estate  of  John  H. 
Inman,  Sr.,  and  John  H.  Inman,  Jr.,  owner,  filed  July  30, 
1936,  an  application  under  the  building  zone  resolution  to 
permit  in  a  business  use  district  the  conversion  of  occu¬ 
pancy  of  part  of  an  existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles;  Premises:  1690-1698  Broad¬ 
way  and  203-209  West  53rd  street,  northeast  corner  (Block 
No.  1025,  Lot  No.  25),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  16,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals  ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
district;  West  53rd  street  is  in  a  business  district;  West 
54th  street  is  in  a  business  district,  and  7th  avenue  is  in  a 
business  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  July  3,  1936  reads: 

“Your  application  for  a  certificate  of  occupancy  for 
the  above  premises  as  a  garage  for  more  than  five 
(5)  motor  vehicles  has  been  denied  for  the  following 
reason : 

Building  is  located  in  a  business  district  and 
the  use  of  same  as  a  garage  for  more  than  5  motor 
vehicles  is  contrary  to  article  2,  section  4  of  the 
building  zone  resolution.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
two  stories  and  cellar  in  height,  with  a  frontage  of  100  ft. 
11  in.  on  Broadway  and  101  ft.  7  in.  on  West  53rd  street; 
now  occupied  as  a  salesroom  for  automobiles  on  the  first 
story,  with  storage  of  more  than  5  motor  vehicles  equipped 
to  operate  in  the  cellar,  and  restaurant  on  the  2nd  story, 
the  first  tier  of  beams  being  fireproof  ;  and 

Whereas,  the  board  deemed  that  the  use  proposed,  while 
technically  a  garage  because  the  tanks  of  the  cars  contain 
gasoline,  is  not  such  a  use  as  generally  understood,  but 
is  a  salesroom  where  motor  vehicles  are  kept  for  sale  or 
display  purposes  only;  and 

Whereas,  the  board  deemed  that  any  fire  hazard  is  ma¬ 
terially  reduced  by  the  fireproof  construction  of  the  cellar 
and  that  it  would  be  a  hardship  not  to  permit  the  proposed 
use  for  which  the  building  was  specially  constructed. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  permitting  the 
occupancy  of  the  cellar  for  storage  of  automobiles  which 
are  the  property  of  the  Packard  Co.  Agency,  occupying 
the  ground  floor ;  that  only  such  cars  shall  be  stored  as 


are  being  offered  for  re-sale  and  in  usable  condition; 
that  the  stairway  from  the  street  floor  to  the  basement 
shall  be  enclosed  in  fire-retarded  partitions  and  the  space 
under  the  stairway  blocked  off  at  a  point  providing  head 
room  of  not  less  than  4  ft. ;  that  this  variation  shall  con¬ 
tinue  only  so  long  as  this  space  and  the  street  floor  space 
are  under  lease  to  the  Agency  for  Packard  automobiles 
and  in  no  event  for  a  period  of  more  than  free  years  from 
the  date  of  this  resolution;  that  while  the  premises  are 
so  occupied  they  shall  be  used  for  no  other  purposes  ex¬ 
cept  the  space  towards  the  east  may  be  partitioned  off  and  1 
rented  to  others  on  condition  that  the  partitions  are  of 
fireproof  material  and  with  no  openings  into  the  area  under  i 
appeal. 


1220-2'3-BZ. 

APPLICANT — Elwood  Cross  and  Herbert  W.  Pierce,  for 
Charles  E.  Blake,  Elizabeth  B.  Gardiner,  Henri- 
ette  K.  Bennett,  George  K.  Bennett  and  Grace 
Rogers  De  Beixedon,  owners. 

SUBJECT — Application  reopened  February  24,  1937,  for 
consideration  as  to  extension  of  permit — re  Appli-  , 
cation  (order  of  the  fire  commissioner;  granted 
on  condition,  under  section  7g  of  the  building  zone  . 
resolution,  permitting  in  a  business  use  district 
the  maintenance  of  a  parking  garage  for  the  stor-  ■ 
age  of  more  than  five  (5)  motor  vehicles  for  a 
temporary  period. 

PREMISES  AFFECTED — 1090-1094  Gates  avenue,  east 
side,  100  ft.  north  of  Broadway  (Block  No.  3339, 
Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES—  1 

For  Applicant :  August  C.  Flamman  and  Elwood  ■ 
Cross. 

For  Opposition:  None. 

ACTION  OF  BOARD — Permit  extended. 

THE  VOTE  TO  EXTEND  PERMIT—  _  j  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

( 1220-23-BZ) 

Whereas,  this  application,  affecting  premises  1090-1094  , 
Gates  avenue,  east  side,  100  ft.  north  of  Broadway  (Block  ( 
No.  3339,  Lot  No.  1),  Borough  of  Brooklyn,  was  granted 
by  the  board  for  a  temporary  period,  and  the  temporary 
period  extended  from  time  to  time,  and  applicant  now  ; 
requests  a  further  extension  of  this  period;  and 

Whereas,  this  application  was  reopened  by  a  vote  of 
the  board,  February  24,  1937 ;  and 
Whereas,  a  public  hearing  wTas  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  March  16,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
June  27,  1933,  be  amended  so  that  as  amended  the  resolu¬ 
tion  will  read  :  “that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and  the 
application  be  and  it  hereby  is  granted  for  a  temporary 
period  of  one  year  from  the  date  of  this  action,  and  that 
other  than  as  amended  herein  the  resolution  adopted  by 
the  board  on  June  27,  1933,  shall  be  complied  with  in  all 
respects.” 


335-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  L.  &  F.  Realty 
Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
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zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 2417-2437  Fulton  street  and 
28-48  Norman  place,  northwest  corner  (Block  No. 
1546,  Lot  No.  29),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama  and  Frederick 
Prisco. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(335-36-BZ) 

Whereas,  Lama  and  Proskauer,  for  L  &  F  Realty  Cor¬ 
poration,  owner,  filed  November  6,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a  gasoline 
service  station;  Premises  :  2417-2437  Fulton  street  and  28-48 
Norman  place,  northwest  corner  (Block  No.  1546,  Lot  No. 
29),  Borough  of  Brooklyn;  and 
'  Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  16,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Norman  place  is  in  a  busi¬ 
ness  and  unrestricted  use  district;  Fulton  street  is  in  a 
business  and  unrestricted  use  district;  Conway  street  is  in 
a  business  use  district,  and  Van  Sinderen  avenue  is  in  a 
business  and  unrestricted  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  5,  1936,  re  Application  No.  17630-1936, 
reads : 

“Proposed  gasoline  service  station  to  be  located  in 
business  use  district  is  contrary  to  article  II,  section 
4a  of  zone  resolution.” 
and 

Whereas,  the  premises  (part  of  a  larger  plot)  consist 
of  an  irregular  shaped  plot  of  ground  having  a  frontage 
of  113  ft.  on  Fulton  street,  127  ft.  on  Norman  place  and 
a  distance  of  57  ft.  along  the  west  lot  line.  It  is  proposed  to 
remove  the  structures  now  on  the  site  in  question  and  to 
erect  upon  the  plot  a  one  story  automobile  laundry,  lubri- 
torium  and  office  structure,  50  ft.  by  25  ft.  in  area,  and 
to  install  the  necessary  tanks  and  pumps  for  a  gasoline 
service  station;  and 

Whereas,  a  committee  of  the  board  inspected  the  subject 
premises  in  order  to  be  informed  prior  to  this  hearing- 
and 

Whereas,  the  board  deems  that  the  applicant  has  sub¬ 
stantiated  his  basis  of  appeal,  section  21  of  the  building 
zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
21  thereof,  permitting  the  premises  under  appeal  to  be  used 
■as  a  gasoline  service  station,  on  condition  that  the  existing 
■  buildings  on  the  site  as  well  as  the  two  frame  buildings 
on  the  balance  of  the  plot  to  the  west  under  the  same 
ownership  shall  be  entirely  removed  and  the  excavation 
u  nu  gyade  1  that  the  Plot  tor  a  gasoline  station 

jxt  levelled  substantially  to  the  grade  of  Fulton  street 
and  Norman  place;  that  the  accessory  building  shall  be 
erected  toward  the  westerly  end,  as  indicated,  without  any 
openings  in  the  westerly  wall;  that  the  building  shall  not 
exceed  one  story  in  height,  shall  be  constructed  of  fire¬ 
proof  materials,  except  that  the  rcof  beams  and  roof 


boarding,  door  frames  and  doors,  window  frames  and  sash 
may  be  of  wood,  provided  the  ceilings  throughout  are 
fire-retarded  in  accordance  with  the  Rules  of  the  Board 
of  Standards  and  Appeals  and  the  roof  surfaced  with  non- 
llammable  material ;  that  the  balance  of  the  premises  where 
not  occupied  by  the  accessory  building  shall  be  cement 
paved;  that  there  shall  be  erected  at  the  intersection  of 
Pulton  street  and  Norman  place,  a  concrete  platform  not 
less  than  12  in.  in  height,  extending  along  both  streets  for 
a  distance  of  not  less  than  10  ft. ;  that  entrance  to  the 
premises  shall  be  from  curb  cuts  not  exceeding  30  ft  in 
width,  two  from  Fulton  street  and  two  from  Norman 
p  ace ■ ,  that  gasoline  pumps  erected  on  the  premises  shall 
not  be  nearer  than  10  ft.  to  either  street  building  line; 
that  piping  and  tanks  for  gasoline  storage  shall  be  of  new 
material  ;  that  no  portable  gasoline  tanks  shall  be  used 
on  or  from  the  premises;  that  no  repairing  of  motor 
vehicles  shall  be  permitted  on  the  premises ;  that  advertis- 
mg  signs  shall  be  limited  to  the  illuminated  globes  of  the 
gasoline  pumps  and  to  permanent  flat  signs  erected  along 
the  facade  of  the  accessory  building,  excluding  all  tern- 
porary  signs  and  roof  signs,  but  permitting  the  erection 
within  the  building  line  near  the  intersection  of  Fulton 
street  and  Norman  place  of  a  post  standard  for  support 
of  a  sign  which  may  be  illuminated,  advertising  only  the 
brand  oi  gasoline  on  sale,  and  permitting  such  sign  to 
extend  beyond  the  building  line  for  a  distance  of  not  more 
than  4  ft. ;  that  all  permits  required  shall  be  obtained  and 
all  work  completed  within  one  year  from  the  date  of  this 
action. 


395-29-BZ. 


APPLICANT— Lama  and  Proskauer,  for  C.  H.  O.  Cor¬ 
poration,  owner. 

SUBJECT— Application  reopened  February  9,  1937,  for 
consideration  under  new  proposal — (re  decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  extension  of  a  gasoline 
service  station  (which  station  was  granted  by  the 
Court). 

PREMISES  AFFECTED — 987-1001  Liberty  avenue,  north¬ 
west  corner  of  Conduit  boulevard  (Block  No. 
4157,  Lot  No.  28  and  part  of  Lot  No.  32)  Bor¬ 
ough  of  Brooklyn. 

APPEARANCES— 


For  Applicant:  Alfred  A.  Lama  and  Edward  A. 
Richards. 

For  Opposition :  John  J.  Scofield  and  F.  F.  Smith 
For  Administration:  Assistant  Engineer,  Benjamin 
_  Saltzman,  Department  of  Buildings. 

THE^  VOTE7  B0ARD~ Application  granted  on  condition. 

Affirmative.  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 


Absent 


0 


THE  RESOLUTION— 

(395-29-BZ) 

Whereas,  this  application  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station  affecting  premises  987-1001  Liberty  avenue,  north¬ 
west  corner  of  Conduit  boulevard  (Block  No.  4157,  Lot 
No.  28  and  part  of  Lot  No.  32),  Borough  of  Brooklyn 
was  denied  by  the  board  July  21,  1931  and"  thereafter  on  a 
writ  of  certiorari,  the  board  was  reversed  by  the  Court 
and  a  permit  issued ;  and 

Whereas,  Lama  and  Proskauer,  for  C.  H.  O.  Corpora¬ 
tion,  owner,  requested  a  reopening  of  the  application  to 
permit  the  extension  of  the  station  in  include  a  portion 
of  the  accessory  building  which  had  been  erected  beyond 
the  limits  of  the  plot  originally  before  the  board  and  the 
Court;  and 
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.  re°Pened  ^  V°te  °'  l"e  ?"1lS„SceofSi„gont  m0oreXt.han  SS 

Whereas  ajublic  hearing  was  held  on  this  application  shall  not  exceed  two  to  Conduit  boulevard,  three  to  I-ib-l 

bv  the  Board  of  Standards  and  Appeals,  at  its  regular  erty  avenue,  no  curb  cut  exceeding  thirty  feet  in  width, 

meeting.  March  16,  1937,  after  due  notice  by  publication  generally  as  indicated  on  plans  filed  with  this  application 

in  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  maiked  Received  February  5,  19  . 

Whereas,  the  use  district  maps  accompanying  the  build-  ^3^-34-BZ 
ing  zone  resolution  show  that  Liberty  avenue  is  in  a  bnsi-  TriMT  Tncpnli  V  O’T  earv  for  Sues  Realtv  Cor- 

ness  use  district ;  Conduit  boulevard  is  in  a  business  and  APPLU(S~UwP„er  '  °  ^  ‘  P  * 

residence  use  district;  Chestnut  court  is  in  a  nsintss  use  cjjpirpcT _ Application  for  consideration — reopening  and 

district  and  Doscher  street  is  ,n  a  residence  and  business  bUBJi:-L3Lndment--re  Application  (decision  of  the  com- 
use  district;  and  .  .  ,  missioner  of  buildings)  granted  on  condition,  un- 

WHEREAS,  the  dec  s, on of  the icomni—et  of  bu dmgs,  ^  lection  21  of  theMding  zone  resolution,  per-  . 

rendered  January  11,  19o7,  re  App.  No.  l  iU  ,  •  mitting  partly  in  a  business  use  district  and  partly 

“Extension  of  use  £  ang unrestricted  use  district  the  erection  and 

lot  greater  in  area  than  t  P  -  contrary  maintenance  of  a  gasoline  service  station.  , 

Court,  to  be  so  used  in  a  business  dist  ct  >  PRFMTSES  AFFECTED — 1108-1112  First  avenue  and 

to  the  building  zone  resolution.  Ait.  ,  .  cc.  .  --  400  East  61st  street,  southeast  corner  (Block  No.  ( 

and  ,  •  •  +  _n  irretmlarlv  shaoed  1455,  Lot  Nos.  46,  48  and  west  part  of  Lot  No. 

Whereas,  the  premises  consist  of  an  irregularly ^shapeU  42),  Borough  of  Manhattan. 

plot  of  ground,  having  a  frontage  of  14/  ft.  5  1  .  APPEARANCES— 

avenue  and  143  ft.  W\  m.  on  Conduit  ou  evarQne_stor  ‘  For  Applicant:  Joseph  V.  O’Leary.  |  I, 

plans  show  on  the  west  occupied  ^  ACTION  OF  BOARD-Application  reopened  and  resolu- 

offke,n|rease  room  and  auto  laundry,  and  also  show  the  ^  vg°nE75n^bPEN- 

tanks  and  pumps  for  a  gasoline  sta up°eS  an  Affirmative:  Chairman  Murdock,  Commission- 

remainder  of  the  plot.  The  ers  Savage  and  Blum  and  Assistant  Chief 

irregularly  shaped  area  to  wes  of  1 [he  a  Do ™  , aid  area  Walsh  .  J 

eration  in  the  application  granted  by  the  Court  said  area  Negative  .  0 

granted  by  court  having  a  frontage  of  122  ft.  5  m.  on  Absent  .  0 

Liberty  avenue ;  and  inspected  by  the  board  prior  THE  VOTE  TO  AMEND  RESOLUTION-  . 

Whereas,  the  premises  w  -p  Affirmative:  Chairman  Murdock,  Commission- 

to  the  hearing  so  as  to  be  informed  and  Savage  and  Blum  and  Assistant  Chief 

cation  for  a  zoning  variance,  to  permit  a  gasoline  stati  Negative  .  0 

on  the  major  portion  of  the  plot;  and  .  ,  ,  Absent  .  0 

Whereas,  upon  Court  review,  the  action  of  the  board  t  tttON 

was  reversed  and  ^  gasolme  that  the  building  (332-34-BZ) 

accessorv  to  the  gasoline  station  has  been  permitted  to  be  Whereas,  this  application  affecting  premises  1108-1112 
erected  bv  the  commissioner  of  buildings  beyond  the  limits  First  avenue  and  400  East  61st  street,  southeast  corner 
originally  before  the  board  and  before  the  Court;  and  (Block  No.  1455,  Lot  Nos.  46,  48  and  west  part  of  Lot  No. 

Whfreas  the  board  deemed  that  the  additional  area  42)>  Borough  of  Manhattan,  was  granted  by  the  board 

the  building  should  be  permitted  to  be  added  February  19,  1935,  on  certain  conditions,  and  time  to  ob- 

°C Te  oriefna  area  granted  by  the  Court  and  that  it  would  tain  permit  extended,  September  17,1935  and  March  0, 

K  Iwdffiin  to  compel  removal  of  the  building  and  that  1936j  and  applicant  requests  an  amendment  of  the  resolu- 

substantial  justice  will  be  done  by  permitting  the  pro-  tion  as  to  location  of  pumps. 

nosed  extension  of  area  under  proper  safeguards.  Resolved,  that  the  Board  of  Standards  and  Appeals  does 

that  the  Board  of  Standards  and  Appeals  does  hereby  make  a  variation  in  the  application  of  the  use  distric 
h  few  Znke  a  variation  in  the  application  of  the  use  dis-  regulations  of  the  building  zone  resolution  under  section 
iFet^emilations  of  the  building  zone  resolution  and  that  21  and  that  the  application  be  and  it  hereby  is  granted 
n  ^nnfintion  be  and  it  hereby  is  granted  under  section  permitting  the  plot  under  appeal  to  be  used  as  a  gasoline 

?wiPPpnf  nermitting  the  extension  of  the  gasoline  sta-  service  station  on  condition  that  the  building  on  the  prem- 

J1  th'rrepf’hPerthf  Edition  of  the  area  to  the  west,  as  ises  and  the  rock  shall  be  leveled  substantially  to  the  gen- 

tion  are  -  filed  wdh  this  appeal,  on  condition  that  eral  grade  of  First  avenue  and  East  61st  street;  that  there 

IS  SLS  be  erected  on  the  wester U  interior  lot  line  shall  be  erected  along  the  interior  lot  lines  easterly  from 
there  shall  T  ibertv  avenue  to  Conduit  boulevard,  First  avenue,  thence  northerly  to  East  61st  street,  a  con- 

continuo  3  substantial  woven  wire  fence  not  less  than  tinuous  masonry  wall  faced  with  face  brick  or  glazed  terra 

35  Wt  in  height  and  that  the  entire  area,  where  not  cotta  and  suitably  coped,  and  not  less  than  10  ft.  in  height; 

six  fee  tlip^acc'essorv  building,  shall  be  cement  paved;  that  the  accessory  building  shall  be  erected  as  indicated 

occupied  by  erected  shall  be  not  nearer  than  on  plans  filed  with  this  appeal,  entirely  within  the  area 

that  the  gaso  P  1  build-  line.  that  there  shall  be  zoned  for  unrestricted  use,  toward  the  easterly  end  of  the 
10  wi1  oi  "the  intersection  of  Conduit  boulevard  and  plot;  that  the  accessory  building  shall  be  constructed  0 
erected  a  concrete  platform  not  less  than  12  inches  face  brick  or  glazed  terra  cotta  with  terra  cotta  or  ston 

Lffier  >  av  ’  tending  from  the  intersection  of  these  two  trimming;  that  this  building  shall  not  exceed  one-story  1 
m  height  Md  ext®^  from  tocmM  ^  ^  ^  ^  .  that  the  rear  wall  of  this  building  may  be  incor- 

avenues  be  limited  to  the  illuminated  globes  porated  in  the  lot  line  wall;  that  there  shall  be  no  opening 

advertising  sig  d  to  dat  signs  attached  to  the  in  this  wall  to  the  adjoining  property  to  the  east  or  south, 

facade  o'f  the  acc^ry  buUdffig  excluding  all  temporary  that  this  accessory  building  shall  be.  for  office  sales  of 

facade  of  Du““rr5'tting  the  erection  within  accessories,  laundry  and  greasing  pits;  that  it  shall  be 

tv?  Ldl dim?  line  near  the  intersection  of  Liberty  avenue  constructed  of  incombustible  materials  except  that  the  roo 

the  build  ing  upright  for  supporting  a  beams,  roof  boarding,  doors  and  window  frames  and  sas 

S'en  ^advertising1  only^the  brand  of  gasoline  on^sale  and  may  be  of  wood,  provided  the  ceilings  throughout  are  fire 
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retarded  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals  and  the  weather  roof  surfacing  is 
of  incombustible  materials ;  that  the  plot  where  not  covered 
b\  walls  and  accessory  building  shall  be  cement  paved  ; 
that  there  shall  be  erected  on  the  street  building  lines  a 
re.in  forced  concrete  curbing,  cast  integral  with  the  cement 
pa\  mg,  this  curb  to  be  not  less  than  12  in.  in  width  and 
j  5  in.  in  height,  with  rounded  top,  with  not  over  four  open¬ 
ings  therein,  two  to  First  avenue  and  two  to  East  61st 
street,  with  no  opening  exceeding  30  ft.  in  width  and  with 
curb  cuts  approximately  opposite  not  exceeding  35  ft.  in 
|  width  ,  that  gasoline  pumps  shall  be  located  not  nearer  than 
la  feet  from  any  street  building  line;  that  advertising  shall 
be  limited  to  the  illuminated  globes  of  the  pumps  and  to 
a  hat  sign  attached  to  the  facade  of  the  accessory  building 
and  permitting  one  illuminated  sign  on  a  standard  erected 
within  the  plot  line  and  near  the  corner  formed  by  the  in¬ 
tersection  of  First  avenue  and  East  61st  street,  excluding 
signs  of  temporary  nature  and  roof  signs ;  that  there  shall 
be  no  excavation  under  any  portion  of  the  accessory  build- 
in»>  other  than  the  pits  for  the  greasing  racks;  that  the 
.fronts  ot  the  greasing  racks  shall  remain  open;  that  no 
portable  gasoline  tanks  shall  be  used  on  or  from  the 
property;  that  there  shall  be  no  open  flame  permitted,  no 
repairing  of  automobiles,  no  parking  of  automobiles,  other 
than  those  being  serviced;  that  plans  shall  be  submitted 
lor  approval  and  approved  by  the  chairman  in  behalf  of 
the  board  before  same  are  filed  with  the  commissioner  of 
m ?S  ’  diat  P^ans  be  approved  by  the  department 

i  gildings  and  all  work  completed  within  one  year  from 
the  date  of  this  amended  resolution. 


88-36-BZ. 

1  ^rthur  Haaren  for  Kesbec,  Inc. 
pUriJrtL  1  -Application  for  reopening — amendment  of 
resolution  and  approval  of  plans — re  (decision  of 
commissioner  of  buildings)  under  section  21  of  the 
building  zone  resolution  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
motor  vehicle  repair  shop  (for  the  testing  of 
brakes)  on  an  existing  gasoline  service  station 

PREMISES 1  AFFECTED-3170-3178  Broadway  and  28- 

Voo,  TemaxT  place’  southeast  corner  (Block  No. 
1981,  Lot  .\o,  65),  Borough  of  Manhattan 
APPEARANCES— 

Por  Applicant:  Arthur  H.  Haaren. 

ACTION  Oh  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

I'HE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  .  n 

Absent  .  .  q 

^HPR0VEEPLANS-END  RES0LUTI0N  AND  Ap- 
Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  . *  q 

HE  RESOLUTION— 

(88-36-BZ) 

Whereas,  this  application  affecting  premises  3170-3.178 
£  ino,y  a?d  28;d4  Tieman  P^ce,  southeast  corner  (Block 
°‘  x  J  c  Lot  No"  65)<  Borough  of  Manhattan,  was 
ranted  by  the  board  July  7,  1936,  on  certain  conditions, 
-solution  amended  September  15,  1936,  and  applicant  re- 
Jested  a  further  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
ereby  amend  its  resolution  adopted  on  September  15, 
so  that  as  amended  it  shall  read : 


Granted  under  section  21,  permitting  the  rearrange- 

cated  on  the.ex!stl.n&  gasoline  service  station  as  indi- 
cated  on  revised  plans  marked  ‘Received  February  17 

Stnmtp7  Cr0nrdltlon  rthat  the  building  shall  be  con- 
beam?roo£f  ^'ep"oof  materials  except  that  the  roof 

frame;  and  ^  "g’  frames  and  sash-  d°°r 

Irames  and  doors  may  be  of  wood,  providing  the  ceil- 
gs  throughout  are  fire-retarded  in  accordance  with 

th  t7  eS  °f  lhe  Board  of  Standards  and  Appeals  and 
that  the  roof  weather  surfacing  shall  be  of  nonflam¬ 
mable  material ;  that  the  room  for  heater  shall  be 
separated  from  the  balance  of  the  accessory  building 
by  fireproof  construction,  enterable  only  from  the  ex¬ 
terior  of  the  building;  that  in  the  event  an  air  pres¬ 
sure  machine  is  installed  in  the  boilerroom,  a  ventilat¬ 
ing  duct  shall  be  constructed  through  the  roof  of  the 
building;  that  automobile  repairing  permitted  on  the 
plot  shall  be  restricted  to  brake  testing,  brake  adjust- 
mg,  repairing  of  brakes,  to  be  carried  on  in  the  space 
indicated  on  the  revised  plans  marked  ‘Received  Feb- 
ruary  U,  1937’;  that  the  entire  plot  where  not  cov¬ 
ered  by  accessory  buildings  shall  be  paved  either  with 
cement  or  Colprovia ;  that  gasoline  pumps  shall  be 

reocated,  so  tPat  no  gasoline  pump  is  nearer  to  the 

street  building  line  than  10  feet  as  indicated  on  plan 
marked  Received  February  17,  1937’;  that  the  curb 
cuts  to  Broadway  and  Tieman  place  shall  not  exceed 
those  now  existing;  that  there  shall  be  erected  along 
the  southerly  interior  lot  line  and  easterly  interior  lot 
lines  where  walls  of  accessory  building  do  not  occur 
a  wall  not  less  than  7  feet  in  height  of  masonry  to 
match  construction  of  accessory  building;  that  no  port¬ 
able  gasoline  pump  shall  be  used  on  or  from  the 
premises;  that  no  signs  shall  be  permitted  other  than 
on  the  illuminated  globes  of  the  gasoline  pumps  and 
permanent  signs  attached  to  the  facade  of  the  acces¬ 
sory  building,  excluding  all  roof  signs  and  temporary 
signs,  but  permitting  a  post  standard  to  be  erected 
within  the  Broadway  building  line  near  the  intersection 
of  Tieman  place,  supporting  a  sign  which  may  be 
illuminated,  advertising  only  the  brand  of  gasoline  on 
sale,  providing  such  sign  does  not  extend  beyond  the 
building  line  for  a  distance  of  more  than  five  feet; 
that  lights  for  illumination  shall  be  by  means  of  post 
standards  with  metal  reflectors  arranged  to  reflect 
downwardly ;  that  plans  marked  ‘Received  February 
17,  1937  are  hereby  approved,  as  being  in  substantial 
compliance  with  this  resolution  as  to  arrangement  and 
design ,  that  all  wrork  involved  shall  be  completed 
within  one  year.” 

APPEAL  FROM  ADMINISTRATIVE  ORDER 

376-36-A. 

APPLICANT— Benjamin  Saltzman,  Assistant  Engineer, 
Department  of  Buildings,  for  Edwin  H.  Thatcher] 
Commissioner,  Department  of  Buildings 

OWNER  OF  PREMISES  AFFECTED-C.  H.  O.  Cor¬ 
poration. 

SUBJECT— Application  for  revocation  of  permit  No 
7557-1936. 

PREMISES  AFFECTED — 987-1001  Liberty  avenue, 
northwest  corner  of  Conduit  boulevard  (Block 
Ho.  4157,  Lot  No.  32),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Benjamin  Saltzman. 

For  Owner:  Alfred  A.  Lama  and  Edward  A. 
Richards. 

AC  I  ION  Ob  BOARD — Appeal  withdrawn 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  q 
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THE  RESOLUTION— 

(376-36-A) 

Whereas,  Benjamin  Saltzman,  assistant  engineer,  de¬ 
partment  of  buildings,  Borough  of  Brooklyn,  by  authoriza¬ 
tion  of  the  commissioner  of  buildings,  filed  on  December 
15  1936  an  application  for  revocation  of  Permit  No.  7557- 
1936,  affecting  Premises  987-1001  Liberty  avenue  north¬ 
west  corner  of  Conduit  boulevard  (Block  No.  4157,  Lot 
No.  32),  Borough  of  Brooklyn;  and  ,090 

Whereas,  the  premises  in  question  consist  of  a  plot  2ZZ 
ft.  5  in.  on  Liberty  avenue,  213  ft.  on  Conduit  boulevard 
and  160  ft.  7)4  in.  in  depth,  upon  which  there  has  been 
erected  a  gasoline  service  station  and  accessory  building , 
and 

W^hereas,  under  Cal.  No.  395-1929-BZ,  this  board  denied 
an  application  for  the  erection  of  a  gasoline  service  station 
on  the  easterly  portion  of  the  plot  (that  portion  which 
lies  east  of  a  line  100  ft.  east  of  the  westerly  lot  line)  and 
said  action  of  the  board  was  reviewed  by  the  court  and 
the  board  reversed ;  and 

Whereas,  the  applicant  contends  that  the  permit  in  ques¬ 
tion  was  issued  on  Application  No.  5443-1931  for  a  gasoline 
service  station  which  had  been  denied  as  contrary  to  article 
II,  section  4a  of  the  building  zone  resolution  on  May  21, 
1931  which  denial  was  sustained  by  the  Board  of  Stand¬ 
ards  and  Appeals,  July  21,  1931,  under  Cal.  No.  395-29- 
BZ,  that  an  application  for  an  order  of  certiorari  to  re- 
view  the  action  of  the  board,  was  made,  and  that  on  Feb- 
ruary  4,  1932,  Justice  James  A.  Dunne  sustained  the  order 
of  certiorari,  and  ordered  the  superintendent  of  buildings 
“to  issue  a  permit  to  the  petitioner  for  the  erection  and 
maintenance  of  a  gasoline  service  station,  office  and  auto¬ 
mobile  laundry  in  accordance  with  the  plans  heretofore 
filed  with  the  superintendent  of  buildings  in  the  Borough 
of  Brooklyn,  City  of  New  York,  under  Application  5443  of 
1931  .  .  .  that  Application  5443-1931  was  therefore  re¬ 
vived  on  July  1,  1932,  after  the  corporation  counsel  had 
stated  that  no  appeal  would  be  taken ;  that  this  applica¬ 
tion  then  lay  dormant,  due  to  the  inactivity  of  the  appli¬ 
cant,  and  finally  new  plans  were  filed  on  June  24,  1933; 
that  these  new  plans  called  for  a  larger  plot  than  the 


plans  originally  filed;  that  the  plans  originally  filed  called 
for  a  triangular  plot  having  a  frontage  of  122  ft.  5  in.  on 
Liberty  avenue  and  150  ft.  on  Conduit  boulevard,  and  a 
maximum  depth  of  70  ft.  at  right  angles  to  Liberty  ave¬ 
nue.  The  new  plans  called  for  a  triangular  plot  having  a 
frontage  of  222  ft.  5  in.  on  Liberty  avenue,  213  ft.  8)4  in. 
on  Conduit  boulevard,  and  a  maximum  depth  of  160  ft. 
7)4  in.;  that  this  larger  area  was  accepted  by  the  then 
commissioner  of  buildings  on  July  7,  1933,  on  condition 
that  the  sale  of  gasoline  be  confined  to  the  area  originally 
granted  by  the  court;  that  this  application  was  finally 
approved  on  July  21,  1936,  more  than  three  years  after 
filing,  and  became  Permit  7557-36 ;  that  the  commissioner 
of  buildings  contends  that  the  action  of  his  predecessor 
was  without  his  knowledge  of  approval ;  that  the  action 
of  his  predecessor  was  illegal  in  that  it  permitted  the 
erection  of  a  gasoline  service  station  in  a  business  use 
district  on  an  area  more  than  four  times  larger  than  that 
stipulated  by  the  court  order;  that  the  owner  has  acquired 
no  vested  rights  from  this  illegal  permit,  as  cited  in  Rosen- 
bush  vs.  Keller  (N.  Y.  Law  Journal  February  24,  1936) 
and  Powell  Garage  Co.  vs.  Murdock  (N.  Y.  Law  Journal 
October  20,  1936);  and  that  the  permit  should  therefore 
be  revoked ;  and 

Whereas,  in  view  of  the  action  of  the  board  in  Cal. 
No.  395  of  1929  BZ  at  this  meeting  affecting  the  same 
premises,  the  representative  of  the  commissioner  of  build¬ 
ings  moved  to  withdraw  in  view  of  statement  by  the 
owner’s  representative  that  the  existing  application  filed 
with  the  commissioner  of  buildings  would  be  amended  to 
conform  to  the  conditions  set  forth  in  the  resolution  of 
the  board  covering  the  plot  previously  passed  upon  by 
the  Court,  as  extended  by  the  board,  without  prejudice  to  a 
request  for  restoration  to  the  Calendar  and  determination 
on  the  merits  in  the  event  that  such  conditions  are  not 
complied  with. 

Resolved,  that  the  appeal  be  and  it  hereby  is  withdrawn. 


Adjourned,  12:50  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MARCH  16,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

737-28-BZ. 

APPLICANT— Lee  Sandridge  (lessee),  for  Frank  Mos- 
ner,  Jr.  and  Frank  Benes,  owner. 

SUBJECT— Application  for  consideration— reopening  un- 
der  new  proposal — (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  parking  of  more  than  five  (5)  motor  vehicles 
(previously  denied  for  a  garage). 

PREMISES  AFFECTED— 28-09  31st  street,  southeast 
corner  of  28th  avenue  (Block  No.  619,  Lot  Nos. 
45,  46,  47,  48,  49  and  50),  Astoria,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  D.  L.  Loccisano. 


ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


326:35-BZ. 

APPLICANT — Isaac  Schachne,  owner. 

SUBJECT — Application  for  consideration — reopening  un¬ 
der  new  proposal  (reduced  area)  (re  decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station  (previously  denied). 

PREMISES  AFFECTED— 206-208  Boerum  street,  south¬ 
west  corner  of  Bushwick  avenue  (Block  No.  3081, 
Lot  No.  16  and  part  of  Lot  No.  15),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Isaac  Schachne. 
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i  ACTION  OF  BOARD — Application  reopened  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmativ  e  .  C  hairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . .  n 

Absent  . ’  .  q 


685-24-BZ. 


APPLICANT  William  H.  Gompert,  for  Eugene  Kienle 

numor  9 


owner, 


[SUBJECT— Application  reopened  March  2,  1937  (re  deci¬ 
sion  of  the  commissioner  of  buildings)  under  sec¬ 
tion  21  of  the  building  zone  resolution,  to  permit 
in  a  business  use  district  the  erection  of  a  portion 
ot  the  3rd  story  of  an  existing  building  used  for 
the  manufacture  of  lithographic  ink  (permission 
to  erect  building  was  granted  bv  the  hoard'i 
PREMISES  AFFECTED — 33-47  Nassau  avenue,  north 
side,  Horn  Guernsey  street  to  Dobbin  street  (Block 
No  2643  Lot  Nos.  30,  31,  32,  33  and  36),  Bor¬ 
ough  of  Brooklyn. 

\PPEARANCES— 

Nor  Applicant:  William  H.  Gompert. 

For  Opposition:  None. 

^CTION  OF  BOARD — Resolution  amended 
I  HE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er?  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  a 

Negative  . ...!.!.!!!  ! .  n 

Absent  . .  q 

"HE  RESOLUTION— 

(685-24-BZ) 

t  Wher£as,  this  application  affecting  premises  33-47  Nas- 
au  ^v^^e  north  side,  from  Guernsey  street  to  Dobbin 

E  i  f  /n  643’  Lot  Nos‘  30’  31-  32-  33  and  36), 
•orough  of  Brooklyn,  was  granted  by  the  board  July  29 

324,  on  certain  conditions ;  and 

Whereas,  owned  did  not  complete  the  proposed  build- 
W^S  i°-  h,ave  b<fen  of  firePr°of  construction, 

mnnffi  ,^lght|  \°.  be  occupied  as  a  factory  for 

lanufacture  of  lithographic  ink;  and 

Whereas,  the  applicant  requested  a  reopening  of  the 

1w^nd  an  e^ensiol?.of  tlme  to  complete  the  building;  and 

ISd  March  JS 1937  ;‘Candn  ^  Te°ptnei  by  vote  of  ,he 
Whereas  a  pubilc  hearing  was  held  on  this  application 

\  at  J°u  rL;0irLiand?rds  and  Appeals  at  its  regular  meet- 
g  March  16,  1937,  after  due  notice  by  publication  in  the 
llletin  of  the  Board  of  Standards  and  Appeals;  and 
whereas,  these  premises  were  the  subject  of  an  inspec- 
jn  by  a  committee  of  the  board  in  order  to  be  informed 
ior  to  the  hearing;  and 

W  hereas,  the  board  deemed  that  the  application  should 
•  amended. 

AeSooVi^Atu3't  tb,e.  resolulion  adopted  by  the  board  on 
y  y,  Iy24  be  and  it  hereby  is  amended,  as  to  the  obtain- 
g  oi  permits  and  completion  of  work,  so  that  as  amended 
e  resolution  will  read: 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulation  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
on  condition  that  the  ingredients  used  in  the  manu¬ 
facture  of  lithographic  ink  on  the  premises  shall  be  of 
^“jeral  composition,  that  the  requirements  of  the 
building  zone  resolution  shall  be  complied  with  in  all 
other  respects ;  that  all  permits  necessary  for  the  prose¬ 
cution  of  the  work  shall  be  obtained  and  all  work 
completed  within  two  (2)  years  from  the  date  of  this 
amended  resolution;  and  that  in  the  event  the  owner 


desires  to  complete  the  third  story,  that  such  third 
story  may  be  constructed  over  a  portion  of  or  over 
the  entire  area  of  the  building  provided  that  the  con- 

lU^°V0m.P,leS  -th  a11  rules  and  regulations  ap- 
I  cable  thereto  and  the  use  is  consistent  with  the  use 

bui"lding  °re  granted  for  the  two  lower  stories  of  the 
273-36-BZ. 

APPLICANT— John  Eberson,  for  Queens-73rd  Street 
Corporation,  owner. 

SUBJECT— Application  reopened  March  2,  1937  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
October  14,  1936 — re  Application  (decision  of  the 
commissioner  of  buildings)  granted  on  condition, 
under  section  7c  of  the  building  zone  resolution, 
permitting  partly  in  a  business  use  district  and 
purtly  in  a  residence  use  district  the  erection  of  a 
building  to  be  used  for  motion  picture  theatre 
and  stores. 

PREMISES  AFFECTED  73-01  to  73-09  37th  road  and 

G>ci  T  ;rir  Str|et6  no/tbeast  corner  (Block  No. 
-c4,  Lot  Nos.  7,  9  and  11),  Jackson  Heights,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

F°r  \A^frllCant :  James  Ruderman  and  Phillip 
Well  ms.  * 

4CTIONOi?RPnAR0n  :  ^arfaret  R‘  KaPP!er  and  others. 
TRF  votp  mSAA^?^^Solut,on  amended. 

^ HE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er?  ,  ava&e  and  Blum  and  Assistant  Chief 

Walsh  .  * 

Negative  . .  n 

Absent  .  .  ^ 

THE  RESOLUTION— 

(273-36-BZ) 

tbls  aPPllcation  affecting  premises  73-01  to 
i 3/tl  r°ad  and  37-55  73rd  street  northeast  corner 
(  lock  No  1284,  Lot  Nos.  7,  9  and  11),  Jackson  Heights 
Borough  of  Queens,  was  granted  by  the  board,  October 
14,  1936,  on  certain  conditions  and  applicant  requested  an 
amendment  of  the  resolution;  and 

Whereas  this  application  was  reopened  by  vote  of  the 
board,  March  2,  1937;  and  y 

Whereas,  a  public  hearing  was  held  on  this  application 
by  he  Board  of  Standards  and  Appeals  at  its  regular 
March  16,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  October  14  1936  So  that 
as  amended  the  resolution  shall  read : 

Granted,  under  section  7c,  permitting  the  extension 
ot  the  proposed  theatre  building  into  the  residential 
district,  on  condition  that  no  part  of  the  building  on 
the  street  line  of  73d  street  shall  be  nearer  the  north¬ 
erly  lot  line  than  10  feet  for  an  average  depth  of  18 
feet ,  that  there  shall  be  no  openings  from  the  audi¬ 
torium  to  73d  street  other  than  exit  doors,  as  indi- 
cated ;  that  the  wall  of  the  building  toward  the  north 
for  a  distance  of  at  least  50  feet  easterly  from  73d 
street  shall  be  of  face  brick  construction  with  panel 
design;  that  there  shall  be  a  brick  wall  or  substantial 
wrought  iron  fence  erected  on  the  northerly  lot  line 
continuously  from  the  rear  portion  of  the  building  on 
the  lot  line  to  73d  street;  that  there  shall  be  no  adver¬ 
tising  of  any  kind  displayed  within  the  residential 
area;  that  any  ventilating  system  shall  be  installed 
on  the  roof  of  the  building  within  the  business  area  • 
that  the  building  shall  be  set  back  on  the  proposed 
street  line  of  73d  street  to  provide  for  the  proposed 
60  ft.  width  of  street;  that  the  approval  of  the  Board 
of  Transportation  shall  be  obtained  as  to  subway 
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entrance;  that  a  license  shall  be  obtained  from  the 
Commissioner  of  Licenses  for  the  use  of  the  premises 
as  a  theatre ;  that  other  than  as  varied  herein,  all  aws, 
rules  and  ordinances  applicable  to  this  plot  shall  be 
complied  with  and  all  permits  obtained  and  work  com¬ 
pleted  within  one  year  from  the  date  of  this  action ; 
that  plans  marked  ‘Received  February  23,  1937,  are 
hereby  approved  as  being  in  general  compliance  as  to 
design  with  this  resolution  except  that  the  door  and 
window  to  boilerroom  shown  on  the  73d  street  ele¬ 
vation  shall  be  changed  so  as  to  open  upon  the  court. 


114-36-BZ. 

APPLICANT— Charles  B.  Dullea,  for  D’Arcy  Parrott 
and  William  V.  Burke,  trustees  of  the  Estate  ot 
Adeline  Gesner,  owner. 

SUB TECT— Application  reopened  February  24,  173/  tor 
consideration  of  an  amendment  to  the  resolution 
of  May  26,  1936— re  Application  (decision  of  the 
commissioner  of  buildings)  granted  on  condition 
under  section  21  of  the  building  zone  resolution, 
permitting  in  a  business  use  district  the  alteration 
and  change  of  occupancy  of  an  existing  building 
to  a  garage  for  more  than  five  (5)  motor  vehicles, 
motor  vehicle  repair  shop,  automobile  showroom 
and  also  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

PREMISES  AFFECTED — 330  Bay  street  southwest  cor¬ 
ner  of  St.  Julian  place  (Block  No.  503,  Lot  No. 
32),  Stapleton,  Borough  of  Richmond. 

APPEARANCES—  „  _  „ 

For  Applicant:  Charles  B.  Dullea. 

For  Oppposition :  None. 

ACTION  OF  BOARD— Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION — 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  J 

Negative  .  ;; 

Absent  . 

THE  RESOLUTION— 

(114-36-BZ) 

Whereas,  this  application  affecting  premises  330  Bay 
street,  southwest  corner  of  St.  Julian  place  (Block  No.  503, 
Lot  No  32),  Stapleton,  Borough  of  Richmond,  was  granted 
by  the  board  May  26,  1936,  on  certain  conditions,  and  appli¬ 
cant  requested  an  amendment  of  the  resolution ;  and 
Whereas,  this  application  was  reopened  by  vote  ot  the 

board  February  24,  1937;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing  March  16,  1937,  after  due  notice  by  publication  in  the 
bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  these  premises  were  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board  in  order  to  be  in¬ 
formed  prior  to  the  hearing. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  May  26,  1936,  so  that  as 
amended  it  will  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  ot  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
to  permit  the  building  under  appeal  to  be  used  as  a 
garage  for  more  than  five  cars,  on  condition  that  the 
principal  occupancy  of  the  building  shall  be  as  a  show¬ 
room  and  salesroom  for  automobiles,  and  permitting 
portion  of  the  building  toward  the  rear  to  be  used  as 
a  motor  vehicle  repair  shop,  provided  that  the  repair 
work  shall  be  limited  to  the  automobiles  handled  by 
the  agency  and  its  customers ;  that  not  over  two  gaso¬ 
line  pumps  mav  be  installed  within  the  paved  area 
indicated  on  plans  along  Bay  street;  provided  these 


pumps  shall  be  located  within  the  southerly  50  ft.  and 
not  nearer  than  10  ft.  from  the  street  building  line 
and  not  nearer  than  3  ft.  to  the  front  wall  of  the 
building;  that  in  all  other  respects  the  building  shall 
comply  with  all  laws,  rules  and  regulations  applicable 
thereto.  That  in  the  event  the  owner  desires  to  locate 
the  gasoline  pumps  in  the  area  at  the  corner  of  Bay 
street  and  St.  Julian  place  instead  of  along  Bay  street, 
as  indicated  on  plans  marked  “Received  May  20,  1936  , 
such  arrangement  may  be  permitted  and  such  space 
may  be  used  for  a  gasoline  selling  alcove  as  indicated 
on  plan  marked  “Received  February  19,  1937,  on  con¬ 
dition  that  over  such  space  the  existing  superstructure 
of  the  building  shall  be  entirely  removed  and  that  new 
walls  to  enclose  the  building  shall  be  constructed  ot 
approved  masonry  as  shown  on  plan ;  that  gasoline 
pumps  shall  be  erected  not  nearer  than  10  feet  to  the 
building  line  of  Bay  street;  that  over  pumps  there  may 
be  erected,  a  shelter  constructed  of  fireproof  material, 
as  indicated  on  plan  marked  ‘Received  March  16,  1937  ; 
that  in  all  respects  other  than  as  in  this  amendment 
permitted,  the  requirements  of  the  resolution  as 
adopted  May  26,  1936,  shall  be  complied  with,  except 
that  time  may  be  extended  within  which  to  obtain 
permits  and  complete  the  work  to  one  year  from  the 
date  of  this  amended  resolution.” 


167-34-BZ.  ,  „  u  r 

APPLICANT — Sidney  Tolmage,  for  Insular  Realty  Cor¬ 
poration,  owner. 

SUB  TECT— Application  reopened  March  9,  1937,  tor  con- 
'  sideration  of  extension  of  permit— re  Application 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  change  of  occu¬ 
pancy  of  an  existing  building  to  a  motor  vehicle 
repair  shop  for  a  temporary  period. 

PREMISES  AFFECTED— 1775-1777  Coney  Island  ave, 
nue,  east  side,  365  ft.  south  of  Avenue  N  (Bloc! 
No.  6749,  Lot  No.  78),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Sidney  Tolmage. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chiet 

Walsh  .  ; 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(167-34-BZ) 

Whereas,  this  application  affecting  premises  1775-17/ 
Coney  Island  avenue,  east  side,  36a  ft.  south  of  Aven 
N  (Block  No.  6749,  Lot  No.  78),  Borough  of  Brooklyi 
was  granted  by  the  board  October  9,  1934,  on  certain  co 
ditions  and  owner  through  his  architect  requested 
amendment  of  the  resolution.  < 

Resolved,  that  the  Board  of  Standards  and  Appeals  doe 
hereby  amend  resolution  adopted  by  the  board  on  UctoD 
9,  1934,  so  that  as  amended  it  shall  read : 

“ Resolved ,  that  the  Board  of  Standards  and  Appea 
does  hereby  make  a  variation  in  the  application  o 
use  district  regulations  of  the  building  zone  resolu  lo¬ 
an  d  that  the  application  be  and  it  hereby  is  granted  J 
a  period  of  two  (2)  years  from  the  date  ot  tn 
amended  action,  permitting  the  rear  portion  ot  Dun 
ing  to  be  used  for  light  automobile  repairing  on  co 
dition  that  the  ceiling  throughout  shall  be  protect 
with  26  gauge  metal  nailed  to  furring  strips  attacm 
to  the  ceiling  beams ;  that  window  opening  on  re, 
shall  be  made  fireproof,  self-closing;  that  if  there  a 
windows  or  openings  on  the  adjoining  building  to 
south  that  all  openings  in  this  building  opening  to  ya 
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shall  also  be  fireproof  and  self-closing;  that  skylights 
shall  be  glazed  with  wire  glass ;  that  repairing  shall 
not  include  the  use  of  a  torch  or  open  flame,  acetylene 
burner  or  welder  or  anvil  and  shall  be  limited  to  such 
work  as  can  be  done  with  manual  tools  and  light  ma¬ 
chine-driven  tools,  none  of  which  shall  require  more 
than  h.p.  motor,  and  that  such  portable  fire-fighting 
appliances  shall  be  installed  as  the  administrative  offi¬ 
cial  may  direct;  that  the  front  portion  of  the  building 
shall  be  retained  for  conforming  occupancy  and  shall 
be  entirely  cut  off  by  fire  retarded  walls  from  the 
balance  of  the  building,  said  fire  retarded  walls  con¬ 
sisting  of  2x4  studs  with  tile  on  wire  lath  on  one 
side  and  wire  lath  and  not  less  than  J4- in.  of  cement 
plaster  on  reverse  or  equivalent  in  the  opinion  of  the 
commissioner;  that  such  space  to  be  used  as  repair 
shop  shall  not  exceed  that  shown  on  plans  marked 
Received  October  22,  1934  ;  that  the  automobile  re¬ 
pairing  shall  be  carried  on  only  during  business  hours 
during  the  day  and  not  at  night  or  on  Sundays  or 
holidays. 


64-32-BZ. 


APPLICANT — Edwin  H.  Snackenberg,  for  Anna  Weiss 


owner. 


SUBJECT  Application  for  consideration — reopening  and 
amendment  re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

PREMISES  AFFECTED— 3917-3921  White  Plains  road 
southwest  corner  of  East  223rd  street  (Block  No.’ 

appearances^05-  1  and  82)-  Borough  of  The  Bronx- 

.  •  Edwin  H.  Snackenberg. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

Negative  . .  q 

Absent  .  . 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  q 

THE  RESOLUTION— 

('64-32-BZ) 

•  VVhereas,  this  application  affecting  premises  3917-3921 
!Tmtf  /n,lrls  avenue,  southwest  corner  of  East  223rd 

r£Cetn  B  °ck  Na  4824-  Lot  Nos-  1  and  82),  Borough  of 
ine  bronx,  was  granted  by  the  board  July  17  1  934  on 

*r,ta*n  ?°"dltlo"s-  tin?e  extended  July  9,  1935  and  Janu- 
J4,  1^39,  and  resolution  amended  October  6,  1936,  and 
applicant  requests  a  further  amendment  of  the  ’resolution. 

Resolved ,  that  the  resolution  adopted  by  the  board  on 
Zl  V\  Ju  be  ai?d  !t  hereby  is  amended,  so  that  as 

Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  application 
o  the  use  district  regulations  of  the  building  zone 
resolution  and  that  the  application  be  and  it  hereby  is 
granted  under  section  21  on  condition  that  all  the 
structures  other  than  the  existing  three-car  brick  ga¬ 
rage  shall  be  entirely  removed  and  the  plot  levelled 
substantially  to  the  grade  of  White  Plains  road  and 
^Jrd  street;  that  there  shall  be  erected,  as  indicated 
on  plans  filed  with  this  appeal  marked  ‘Received  April 


9,  1934  a  two-story  accessory  brick  building  the  rear 
and  second  floor  of  which  shall  be  used  for  Residential 
occupancy  and  the  front  portion  of  which  shall  be 

t,rrai?Pd  ai?d,u£ed  as  an  office  and  accessory  stores- 
that  there  shall  be  erected  on  the  southerly  interior  lot 

r”e’  ^be.re  occupied  by  the  accessory  building  a 
face  brick  wall  not  less  than  6  ft.  in  height ;  that  fhis 

7a”  ma^  sKtart  at  a  he'ght  of  4  ft.  from  White  Plains 
to  a  t  gJadu?ted  at  a  rate  of  one  foot  in  four 
San  hheight  °f  ?.■ ft-i  tha*  the  gasoline  selling  area 
r  af  Sf  Wlt,h  cement-  colprovia  or  similar  mate- 

rud  that  all  gasoline  pumps  shall  be  not  nearer  than 
10  ft.  to  any  building  line  or  to  any  portion  of  an 
accessory  building  and  shall  be  located  substantially 

29  TSw  Z  TT<]  plan,tmarked  ‘Received  September 
29,  1936  ,  that  there  shall  be  not  more  than  one  en¬ 
trance  to  the  gasoline  selling  area  from  223rd  street 
and  not  more  than  two  from  White  Plains  road  of 
the  widths  and  arrangement  as  shown  on  revised  plan 
marked  Received  September  29,  1936’;  that  the  curb 
cuts  opposite  shall  not  exceed  the  width  indicated  on 
such  pkm;  that  the  concrete  curbs  erected  on  the 
building  line  shall  not  be  less  than  12  in.  in  width  and 
not  iess  than  5  in.  in  height  with  rounded  top  and 
arranfed  and  of  the  lengths  as  indicated 
on  plan  filed  marked  ‘Received  September  29  1936’- 
that  there  shall  be  no  opening  between  the  first  floor 
space  used  as  office  and  the  living  quarters  in  the  rear  • 
that  the  ceiling  of  this  space  shall  be  fire-retarded  in 
accordance  with  the  rules  of  the  Board  of  Standards 
and  Appeals ;  that  there  shall  be  no  excavation  under 
any  of  these  buildings  except  for  a  boiler-room  at  the 
rear  under  the  residential  portion  and  that  the  access 
to  the  boiler-room  shall  be  by  means  of  a  stairway 
exiting  directly  to  the  outer  air  and  separated  by  fire¬ 
proof  construction  from  all  other  parts  of  the  build¬ 
ing;  that  the  existing  three-car  garage  shall  be  used 
for  that  purpose  only,  except  that  the  easterly  end 
of  this  three-car  garage  may  be  used  for  a  greasing 
rack  and  a  wash  stand,  provided  there  is  an  unpunc¬ 
tured  brick  wall  constructed  from  floor  to  ceiling 
to  separate  this  portion  from  the  balance  of  the 
garage,  in  which  case  the  opening  indicated  in  the 
easterly  wall  of  the  garage  opening  into  the  gasoline 
station  area,  may  be  constructed  and  except  that  if 
the  use  of  the  three-car  garage  is  discontinued  and  the 
certificate  of  occupancy  as  such  surrendered ;  that  this 
Tvall  may  be  omitted  and  the  entire  building  formerly 
occupied  as  a  three-car  garage  used  as  an  accessory  to 
the  gasoline  selling  station  for  car  washing  or  greasing 
and  battery  charging;  that  if  a  door  to' this  opening 
is  installed,  the  grease  pit  area  below  the  floor  shall  be 
ventilated  by  a  vapor-proof  fan  exhausting  through  a 
duct  leading  through  the  roof,  and  the  ceiling  of  this 
greasing  section  of  the  building  shall  be  fire-retarded 
in  accordance  with  the  rules  of  the  Board  of  Standards 
and  Appeals;  that  unless  so  ventilated  and  the  greas¬ 
ing  racks  are  of  the  pit  type,  the  front  of  the  greasing 
section  shall  be  open  without  doors;  that  there  shall 
be  no  automobile  repairing  carried  on  in  the  premises 
and  no  parking  of  cars  on  the  gasoline  selling  area 
other  than  those  being  serviced ;  that  advertising  signs 
shall  be  limited  to  the  illuminated  globes  of  the  gaso¬ 
line  pumps,  excluding  all  roof  signs  and  all  signs  of  a 
temporary  nature,  but  permitting  a  post  standard 
within  the  building  line  near  the  intersection  of  the 
two  streets  for  carrying  a  sign  which  may  be  illumi¬ 
nated,  advertising  the  brand  of  gasoline  on  sale,  pro¬ 
vided  such  sign  does  not  extend  beyond  the  building 
line  for  a  distance  of  more  than  5  ft.;  that  no  portable 
gasoline  pumps  shall  be  used  on  or  from  the  premises; 
that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  three  months  from  the  date  of  this 
amended  resolution.” 
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53-31-BZ. 

APPLICANT— I.  T.  Flatto,  owner. 

SUBTECT — Application  for  consideration — reopening  and 
extension  of  permit— re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  7f, 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  maintenance  of  a  gasoline 
service  station  for  a  temporary  period. 

PREMISES  AFFECTED — 301-331  West  230th  street. 

northeast  corner  of  Spuyten  Duyvil  road  (  Block 
No.  3406-A,  Lot  No.  63  and  part  of  Lot  Nos.  6- 
and  64).  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Herman  Kron. 

ACTION  OF  BOARD — Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . . .  ^ 

Negative  .  _ 

Absent  .  ^ 

THE  VOTE  TO  EXTEND  PERMIT—  <  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . . . 

Negative  .  _ 

Absent  .  " 


THE  RESOLUTION— 

(53-31-BZ) 

Whereas,  this  application  affecting  premises  301-331 
West  230th  street,  northeast  corner  of  Spuyten  Duyvil 
road  (Block  No.  3406-a,  Lot  No.  63  and  part  of  Lot  Nos. 
62  and  64),  Borough  of  The  Bronx,  was  granted  by  the 
board  Tune  30,  1931.  under  section  7,  subdivision  F,  for  a 
temporary  period  of  two  years  on  certain  conditions ;  and 
the  temporary  period  extended  March  14,  1933  and  May 
28,  1935  and  applicant  requests  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  June  30,  1931,  to  continue 
the  variation  for  a  period  of  two  years  from  the  date  of 
this  amended  resolution;  that  all  other  conditions  as  set 
forth  in  the  resolution  adopted  by  the  board  on  June  A), 
1931,  shall  be  complied  with. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 


392-36-A. 

APPLICANT— James  F.  Hunter,  for  Consolidated  Edison 
Company  of  New  York,  Inc.,  owner. 

SUBTECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner.  _  . 

PREMISES  AFFECTED— Foot  of  Hunts  Point  avenue 
and  East  River  (Block  No.  2780,  Lot  No.  82), 
Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  James  F.  Hunter. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE-  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 

Absent  . .  u 


THE  RESOLUTION— 

(392-36-A) 

Whereas,  James  F.  Hunter,  for  Consolidated  Edison 
Company  of  New  York,  Inc.,  filed  December  30,  1936, 
an  appeal  from  a  decision  of  the  fire  commissioner,  af¬ 
fecting  premises  west  of  Farragut  street  at  the  intersection 


of  Hunts  Point  avenue  (center  line  of  tanks  to  be  440  ft. 
north  of  the  physical  bulkhead  line  of  East  River  and  -31 
ft  and  294  ft.  respectively  west  of  the  westerly  line  of 
Farragut  street)  (Block  No.  2780,  Lot  No.  82),  Borough 

of  The  Bronx;  and  .  .  . 

Whereas,  the  decision  of  the  fire  commissioner,  dated 

December  16,  1936,  reads:  -  10., 

“In  response  to  your  letter  of  December  7,  1936, 
and  as  a  result  of  the  inspection  which  was  made  on 
December  4,  1936  of  the  proposed  storage  of  volatile 
inflammable  oils  and  liquids  to  be  extracted  from  drip 
oil  by  a  process  of  distillation  and  rectification  at  your  , 
Hunts  Point  plant,  Borough  of  Bronx,  it  is  regretted 
that  your  request  must  be  denied  for  the  reason  that 
the  tanks  in  which  these  oils  and  liquids  will  be  stored 
are  in  excess  of  100,000  gallons,  and  are  above  ground, 
and  that  the  intended  process  of  rectification  is  pro¬ 
hibited  by  section  110,  chapter  10,  Code  of  Ordinances.  ■ 
Be  further  advised  that  if  this  process  were  permit-' 
ted,  the  tanks  must  be  able  to  withstand  a  pressure  test' 
(hydrostatic)  of  100  lb.  under  any  condition. 

Relief  from  the  above  decision  may  be  sought  of. 
the  Board  of  Standards  and  Appeals,  Room  1002,  Mu¬ 
nicipal  Building,  Borough  of  Manhattan.” 

and  .  .  .  .  c 

Whereas,  the  premises  in  question  consist  ot  a  part  ot 
a  gas  manufacturing  plant  which  was  constructed  in  1927 
and  the  tanks  in  question  were  constructed  as  part  of  thei 
original  plant  for  storage  of  gas  oil  used  for  scrubbing 
purposes.  The  tanks  in  question  are  28  ft.  in  diameter  by1 
33  ft.  6  in.  deep,  located  186  ft.  and  246  ft.  west  of  the 
west  side  of  Farragut  street  and  150  ft.  and  444  ft.  north- 
of  our  private  East  River  bulkhead  and  660  ft.  east  of  oun 
westerly  property  line.  The  inlet  and  outlet  connections  are 
at  the  top  of  the  shell  and  the  shells  are  extended  to  form 
a  water  covered  top.  Each  tank  is  equipped  with  a  deej 
well  pump  so  that  the  tank  may  be  completely  emptied.  The 
tanks  are  enclosed  in  a  reinforced  concrete  moat  with  wall:' 
8  ft.  high  with  a  cross  wall  to  separate  the  two  tanks.  Each 
section  is  57  ft.  6  in.  square  and  will  hold  1  Ya  times  the 
volume  of  the  tank.  The  5/16  in.  thick  shells  of  thesi 
overground  vertical  cylindrical  tanks  were  designed  fo:‘ 
thickness  of  plate  and  riveted  joints  to  withstand  a  pres: 
sure  equivalent  to  a  hydrostatic  head  of  33  ft.  6  in.  Th- 
conical  top  or  roof  plating  3/16  in.  thick  rests  on  a  struc 
tural  steel  frame  and  was  not  designed  for  internal  pres 
sure.  The  construction  of  these  tanks  conforms  with  th 
oil  burner  rules  governing  storage  of  oils  in  vertical  stor 
age  tanks  over  1,000  gallons  capacity  located  outside  o 
buildings  above  ground.  The  tanks  are  protected  by  a 
Amdyco  foam  fire  protection  system  with  a  4  in.  foar' 
line  to  each  tank  from  two  foam  generators  located  in 
pump  house  about  100  ft.  north  of  the  oil  tanks.  1  he  foar’ 
generators  are  supplied  with  salt  water  at  100  lb.  pressur 
from  a  4  in.  header  fed  by  600  ft.  of  6  in.  and  1200  f^ 
of  10  in.  fire  service  mains  connected  to  salt  water  fir 
pumps  installed  in  a  brick  building  located  north  of  Hunl 
Point  avenue  over  1000  ft.  distant  from  the  nearest  tanl 
The  fire  pumps  are  two  Dean  Hill  centrifugal  pumps  wit 
8  in.  suction  and  discharge,  and  are  designed  to  deliver  10(' 
G.P.M.  each  at  120  lb.  discharge  pressure.  One  pump 
motor  operated  and  the  other  is  driven  by  a  steam  turbin 
The  salt  water  fire  system  is  controlled  by  a  pilot  purr, 
which  maintains  a  pressure  of  100  lb.  on  the  mains  ar 
starts  the  electric  driven  fire  pump  whenever  the  pressui 
falls  below  100  lb.  The  plant  is  also  protected  by  a  fi: 
truck  with  fire  fighting  apparatus,  hose,  gas  masks,  efl 
including  a  portable  fire  foam  apparatus ;  and 

Whereas,  the  applicant  contends  that  because  of  i 
creasing  trouble  with  gum  formation  in  the  gas  distribu 
ing  system  it  became  necessary  to  increase  the  rate  < 
scrubbing  which  will  preclude  the  transportation  of  tl 
used  scrubbing  oil  to  other  plants  for  processing  becau 
existing  facilities  will  be  inadequate  to  handle  the  increasi 
quantity,  and  will  necessitate  the  installation  of  separatii 
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facilities  at  Hunts  Point.  The  separator  will  be  installed 
on  the  applicant’s  property  north  of  Hunts  Point  avenue, 
and  operated  under  the  special  permit  covering  the  Hunts 
Point  gas  manufacturing  plant.  The  product  recovered 
will  be  equivalent  to  the  drip  oil  which  is  now  pumped  from 
the  drips  in  the  underground  street  distribution  and  trans¬ 
mission  pipe  system.  It  is  a  volatile  inflammable  oil  flash¬ 
ing  below  100  deg.  F.  Shipments  of  this  material  from 
this  plant  will  be  made  in  barges,  and  the  two  (2)  tanks 
are  for  the  purpose  of  accumulating  quantities  for  barge 
loads.  The  tanks  have  heretofore  been  used  for  the  stor¬ 
age  of  gas  oil  used  for  gas  scrubbing  purposes  at  this 
plant ;  that  the  rules  governing  oil  storage  tanks  for  this 
purpose  call  for  underground  tanks  enclosed  in  concrete, 
but  because  of  the  location  of  the  storage  near  the  river, 

,  the  concrete  surrounding  these  tanks  would  be  exposed 
to  the  action  of  the  river  water  with  a  high  concentration 
of  sewage  delivered  from  the  Hunts  Point  avenue  trunk 
line  sewer,  which  extends  under  Farragut  street;  that 
experience  indicates  that  when  exposed  to  the  action 
of  water  of  this  character,  concrete  softens  and  disinte¬ 
grates,  and  eventually  the  steel  would  be  affected,  and  for 
this  reason  it  is  believed  advisable  to  use  overground  tanks; 
that  modification  of  the  decision  is  requested ;  and 

Whereas,  a  committee  of  the  board  inspected  not  only 
the  existing  equipment  for  the  same  process  at  the  As- 
i  toria  plant,  but  also  the  premises  involved  in  this  appeal 
and  verbally  reported  its  findings  and  recommendation 
!  that  the  appeal  be  granted  with  proper  safeguarding  con¬ 
ditions. 

Resolved,  that  the  decision  of  the  fire  commissioner, 

:  dated  December  16,  1936,  be  and  it  hereby  is  modified, 
and  that  the  appeal  be  and  it  hereby  is  granted  permitting 
the  stripping  of  the  oil  by-product  of  the  gas  manufactur¬ 
ing  process  to  separate  the  benzolized  wash  oil  from  the 
lighter  oil  for  re-use  and  to  store  residue  in  existing  tanks 
•  on  condition  that  such  stripping  process  shall  be  carried 
on  within  and  upon  a  fireproof  building  and  within  a  wire 
fence  enclosing  same  located  within  the  unoccupied  area 
to  the  north  of  Hunts  Point  avenue  and  approximately 
70  ft.  therefrom ;  that  such  enclosure  shall  be  approxi¬ 
mately  80  ft.  by  70  ft.  with  no  open  flame  or  inflammable 
vapor  exhaust  within  300  ft.  thereof ;  that  in  addition  to 
the  existing  fire-fighting  equipment  for  general  plant  pro¬ 
tection,  such  additional  equipment  shall  be  maintained  as 
the  fire  commissioner  shall  direct;  that  the  residue  consist¬ 
ing  of  light  oil  and  secondary  oil  (to  be  used  for  thinning 
coal  tar  on  the  premises)  shall  be  pumped  by  underground 
piping  across  Hunts  Point  avenue,  as  permitted  by  City 
franchise,  to  two  existing  150,000  gallon  storage  tanks 
located  south  of  Hunts  Point  avenue,  approximately  150 
ft.  west  of  Farragut  street,  such  tanks  having  been  pre¬ 
viously  approved  for  storage  of  similar  materials  prior  to 
reclaiming ;  that  each  of  these  tanks  shall  be  enclosed  by 
a  concrete  dike  capable  of  holding  at  least  1  l/i  times  the 
tank  capacity;  that  the  tank  shall  be  protected  by  a  dupli¬ 
cate  Foamite  system  with  a  4  inch  Foamite  line  to  each 
tank  and  with  generators  for  the  Foamite  system  located 
in  a  steel  enclosed  pump  house  not  nearer  than  100  ft.  to 
the  tanks;  that  the  lighter  oil  without  further  refining  shall 
be  shipped  from  the  premises  by  pumping  from  the  stor¬ 
age  tanks  through  underground  piping  to  tank  barges  or 
tank  cars  on  floats ;  that  this  modification  with  the  condi¬ 
tion  set  forth  herein  shall  remain  in  force  only  so  long  as 
these  premises  are  used  for  the  manufacture  of  illuminat¬ 
ing  gas. 


30-37-A. 

APPLICANT — L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— Pier  No.  30,  foot  of  Irving 
street  (Block  No.  315,  part  of  Lot  No.  1),  East 
River,  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant :  L.  E.  Driver. 

For  Administration:  Inspector  Carroll,  Depart- 
ment  of  Buildings. 

THE1  VOTE— B0ARD_ApPeal  granted  on  condition. 


Affirmative:  Chairman  Murdock,  Commission- 

WalshVage  and  B1Um  and  Assistant  Chief 

Negative  . !.!!. . 

Absent  .  '  . 

THE  RESOLUTION— 


4 

0 

0 


Whereas,  L.  E  Driver,  applicant,  for  New  York  Dock 
Company  owner,  filed  January  21,  1937,  an  appeal  from  an 
der  and  a  decision  of  the  commissioner  of  buildings 

(Block  No f  fif00xT0f  Irving  street’  East  Wver 
amfk  N  3  5’  Part  °f  Lot  No-  Borough  of  Brooklyn; 

N<^?25^4  t’^  ?r^e\T°f  thu  C(Jmmissioner  of  buildings, 
No.  12584-LF,  dated  November  2,  1936,  reads  as  follows! 

Remove  smokepipe  of  heatings  plants  on  1st  story 
now  passing  through  wood  roof  and  properly  close 
the  opening,  Said  pipe  should  be  directly  connected 

ChaatePrr”Per  Chimney  flue-  Sec-  776>  Greater  N.  Y. 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  December  21,  1936,  reads  as  follows :  g  ’ 

“In  reply  of  yours  of  December  3,  1936,  regarding 
Order  No.  12584-LF,  issued  against  the  above  men¬ 
tioned  premises  and  reading: 

1.  Remove  smokepipe  of  coal  stoves  on  1st  story 
now  passing  through  wood  roof  and  properly 
close  the  opening.  Said  pipe  should  be  directly 
connected  to  a  proper  chimney  flue. 

I  regret  to  advise  you  that  this  department  is  un¬ 
able  to  grant  any  modification  on  this  order  as  per 
your  request.  However,  if  you  feel  that  this  matter 
should  receive  further  consideration,  you  have  the 
alternative  of  appealing  to  the  Board  'of  Standards 
and  Appeals.” 

and 


Whereas,  the  premises  in  question  consist  of  a  one-storv 
frame  pier  22  ft.  in  height,  150  ft.  by  630  ft.  in  area, 
erected  in  1919,  located  in  an  unrestricted  use  district,  used 
for  the  storage  and  distribution  of  general  cargo  and  hav¬ 
ing  an  occupancy  of  175  persons;  and 

Whereas,  appellant  contends  that  it  is  physically  im¬ 
possible  to  substitute  a  “proper  chimney  flue”  constructed 
of  either  brick  or  tile  in  place  of  the  existing  metal  smoke- 
pipes.  As  pier  structures  are  built  upon  piles,  there  is  in 
the  first  place,  no  possibility  of  providing  a  proper  founda¬ 
tion  for  a  brick  chimney.  Secondly,  berthing  ships  at 
piers  is  always  attended  by  vibrations  set  up  in  the  sheds 
such  being  occasionally  quite  severe.  Any  flue  not  having,’ 
to  some  degree,  the  property  of  shock  resistance  would 
crack  and  disintegrate  rapidly  and  would  not  provide 
proper  flue  protection ;  that  no  such  metal  smokepipe  was 
ever  the  cause,  directly  or  indirectly,  of  a  fire  or  a  fire 
hazard  on  a  pier  of  this  company  during  a  long  term  of 
years;  that  every  pier  in  the  City  of  New  York,  using 
similar  heating  systems,  is  equipped  with  metal  smoke¬ 
stacks;  that  in  all  installations,  proper  thimbles  are  used 
where  smokepipes  pass  through  either  a  wall  or  a  roof, 
thereby  making  it  impossible  for  them  to  come  in  contact 
with  a  non-fireproof  material;  that  the  fuel  used  in  all  of 
these  heating  systems  is  coal  which  precludes  the  question 
of  sparks.  Moreover,  repeated  and  regular  inspections  are 
made  of  these  pipes  by  trained  men,  and  replacements  are 
made  before  the  material  becomes  deteriorated. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  12584-LF,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted,  permitting  the 
smoke  flue  from  the  low  pressure  coal  burning  heater  to 
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be  constructed  of  metal,  provided  the  metal  is  at  least  16 
gauge  in  thickness  and  either  Reading  wrought  iron  or 
Toncan  iron  or  other  rust-resisting  steel,  on  condition  that 
wherever  the  flue  passes  through  the  floor  or  roof  con¬ 
struction,  metal  breeching  with  a  minimum  clearing  ot  1' 
in  between  pipe  and  woodwork  and  with  proper  air  space 
provided,  shall  be  as  installed  as  indicated  on  detail  plan 
filed  marked  “Received  March  15,  1937;”  that  wherever 
the  flue  comes  within  18  inches  of  any  other  wood  con¬ 
struction,  that  such  wood  construction  shall  be  protected 
by  heavy  asbestos;  that  the  flue  pipe  shall  be  kept  painted 
at  all  times  and  properly  braced  with  guy  wires  or  other 
attachments  to  secure  rigidity;  that  the  heater,  if  placed 
on  wooden  construction,  shall  have  proper  metal  or  con¬ 
crete  base  beneath ;  that  the  flue  shall  extend  at  least  4  t. 
above  the  level  of  the  roof. 


31-37-A.  •  ,  XT 

APPLICANT— L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner. 

SUBJECT _ Appeal  from  an  order  and  a  decision  ot  the 

commissioner  of  buildings. 

PREMISES  AFFECTED— Pier  No.  23,  foot  of  Pacific 
street  (Block  No.  287,  part  of  Lot  No.  68),  East 
River,  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  L.  E.  Driver. 

For  Administration :  Inspector  Carroll,  Depart¬ 
ment  of  Buildings.  . 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE—  .  w  J  ,  _ 

Affirmative :  Chairman  Murdock,  Commission- 
'ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  j* 

Negative  . 

Absent  .  U 

THE  RESOLUTION— 

(31-37-A) 

Whereas,  L.  E.  Driver,  applicant,  for  New  York  Dock 
Company,  owner,  filed  January  21,  1937,  an  appeal  from  an 
order  and  decision  of  the  commissioner  of  buildings,  a 
fecting  Pier  No.  23,  foot  of  Pacific  street,  East  River 
(Block  No.  287,  part  of  Lot  No.  68),  Borough  of  Brook¬ 
lyn  ;  and 

Whereas  the  order  of  the  commissioner  of  buildings, 
dated  October  23,  1936  (No.  12463-LF)  reads  as  follows: 
“Remove  smokepipe  of  coal  stoves  on  first  story, 
now  passing  through  wood  roof,  and  properly  close 
the  opening.  Said  pipe  should  be  directly  connected  to 
a  proper  chimney  flue.  Sec.  776,  Greater  N.  Y. 
Charter.” 

aiUl  Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  December  31,  1936,  reads  as  follows : 

“In  reply  to  yours  of  Dec.  3,  1936,  regarding  Order 
No.  12463-L.F.  issued  against  the  above  mentioned 
premises  and  reading : 

1.  Remove  smokepipe  of  coal  stoves  on  first  story 
now'  passing  through  wood  roof  and  properly 
close  the  opening.  Said  pipe  should  be  directly 
connected  to  a  proper  chimney  flue. 

I  regret  to  advise  you  that  this  Department  is  unable 
to  grant  any  modification  on  this  order  as  Per  Y01V 
request.  However,  if  you  feel  that  this  matter  should 
receive  further  consideration,  you  have  the  alternative 
of  appealing  to  the  Board  of  Standards  and  Appeals. 

and  .  .  , 

Whereas,  the  premises  in  question  consist  of  one-story 
brick  and  frame  Pier,  32  ft.  3  in.  by  39  ft.  in  height  J 
ft.  by  643  ft.  in  area,  constructed  in  1919,  occupied  for  the 
storage  and  distribution  of  general  cargo,  150  persons,  for 
which  certificate  of  occupancy  No  12216,  issued  March  16, 
1922  on  Permit  No.  10496-19;  and 


Whereas,  appellant  contends  that  it  is  physically  im¬ 
possible  to  substitute  a  “proper  chimney  flue”  constructed 
of  either  brick  or  tile  in  place  of  the  existing  metal  smoke- 
pipes.  As  pier  structures  are  built  upon  piles,  there  is  in 
the  first  place,  no  possibility  of  providing  a  proper  founda¬ 
tion  for  a  brick  chimney.  Secondly,  berthing  ships  at  piers 
is  always  attended  by  vibrations  set  up  in  the  sheds,  such 
being  occasionally  quite  severe.  Any  flue  not  having,  to 
some  degree,  the  property  of  shock  resistance  would  crack 
and  disintegrate  rapidly  and  would  not  provide  proper 
flue  protection ;  that  no  such  metal  smokepipe  was  ever  the 
cause,  directly  or  indirectly,  of  a  fire  or  a  fire  hazard  on 
a  pier  of  this  company  during  a  long  term  of  years ;  that 
every  pier  in  the  City  of  New  York,  using  similar  heating 
systems,  is  equipped  with  metal  smokestacks ;  that  on.  all 
installations,  proper  thimbles  are  used  where  smokepipes 
pass  through  either  a  wall  or  a  roof,  thereby  making  it 
impossible  for  them  to  come  in  contact  with  a  non-fire- 
proof  material ;  that  the  fuel  used  in  all  of  these  heating 
systems  is  coal  wdiich  precludes  the  question  of  sparks, 
Moreover,  repeated  and  regular  inspections  are  made  of 
these  pipes  by  trained  men,  and  replacements  are  made 
before  the  material  becomes  deteriorated. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  12463-LF,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted,  permitting  the 
smoke  flue  from  the  low  pressure  coal  burning  heater  to 
be  constructed  of  metal,  provided  the  metal  is  at  least  16 
gauge  in  thickness  and  either  Reading  wrought  iron  or 
Toncan  iron  or  other  rust-resisting  steel,  on  condition  that 
wherever  the  flue  passes  through  the  floor  or  roof  con¬ 
struction,  metal  breeching  with  a  minimum  clearance  of 
12  inches  between  pipe  and  woodwork  and  with  proper 
air  space  provided,  shall  be  installed,  as  indicated  on  detail 
plan  filed,  marked  “Received  March  15,  1937”;  that  wher¬ 
ever  the  flue  comes  within  18  inches  of  any  other  wood 
construction,  that  such  wood  construction  shall  be  pro¬ 
tected  by  heavy  asbestos  ;  that  the  flue  pipe  shall  be  kept 
painted  at  all  times  and  properly  braced  with  guy  wires 
or  other  attachments  to  secure  rigidity;  that  the  heater,  l 
placed  on  wooden  construction,  shall  have  a  proper  metal 
or  concrete  base  beneath;  that  the  flue  shall  extend  at 
least  4  ft.  above  the  level  of  the  roof. 


32-37-A.  .  ,  M 

APPLICANT — L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner.  ...  ,  , 

SUBJECT— Appeal  from  an  order  and  a  decision  ot  tne 
commissioner  of  buildings.  „  . 

PREMISES  AFFECTED-Pier  No  33  Atlantic  Basin 
(Block  No.  515,  part  of  Lot  No.  61),  East  River, 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  L.  E.  Driver. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE—  ,  ,  _ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  q 

Negative  .  « 

Absent  . 


THE  RESOLUTION— 

(32-37-A) 

Whereas,  L.  E.  Driver,  applicant,  for  New  York  Dock 
Company,  owner,  filed  January  21,  1937,  an  appeal  from  an 
order  and  decision  of  the  commissioner  of  buildings,  arteci 
ing  Pier  No.  33,  East  River,  foot  of  North  Pier  street 
(Block  No.  515,  part  of  Lot  No.  61),  Borough  of  Brook- 

1}/ Whereas,  the  order  of  the  commissioner  of  buildings 
-A./A  T  T-%  1.J  4.^1 07  1 0'*  A  c  QC  follows. 


350 


MINUTES 


“Discontinue  the  use  of  coal  stoves  the  smokepipes 
of  which  pass  through  roof  of  pier  and  roof  of 
building  in  front  of  pier  until  chimney  is  built  or 
provided.  Sec.  77 6,  Greater  New  York  Charter.” 

and 

W  hereas,  the  decision  of  the  commissioner  of  buildings, 
dated  December  31,  1936,  reads  as  follows: 

“In  reply  to  yours  of  December  3,  1936,  regarding 
Order  No.  12460-LF  issued  against  the  above  men¬ 
tioned  premises  and  reading: 

Discontinue  the  use  of  coal  stoves  the  smokepipes 
of  which  pass  through  roof  of  pier  and  roof  of 
building  in  front  of  pier  until  chimney  is  built  or 
provided. 

I  regret  to  advise  you  that  this  Department  is  unable 
to  grant  any  modification  on  this  order  as  per  your 
request.  However,  if  you  feel  that  this  matter  should 
receive  further  consideration,  you  have  the  alternative 
of  appealing  to  the  Board  of  Standards  and  Appeals.” 

land 

1  Whereas,  the  premises  in  question  consist  of  a  one-story 
frame  pier,  37  ft.  in  height,  177  ft.  by  1046  ft.  in  area, 
erected  in  1902  and  occupied  for  the  storage  and  distribu- 
:ion  of  general  cargo,  500  persons ;  and 
Whereas,  appellant  contends  that  it  is  physically  im¬ 
possible  to  substitute  a  “proper  chimney  flue”  constructed 
of  either  brick  or  tile  in  place  of  the  existing  metal  smoke- 
[pipes.  As  pier  structures  are  built  upon  piles,  there  is  in 
he  first  place,  no  possibility  of  providing  a  proper  foun- 
iation  for  a  brick  chimney.  Secondly,  bearthing  ships  at 
piers  is  always  attended  by  vibrations  set  up  in  the  sheds, 
such  being  occasionally  quite  severe.  Any  flue  not  having, 
o  some  degree,  the  property  of  shock  resistance  would 
rrack  and  disintegrate  rapidly  and  would  not  provide 
proper  flue  protection ;  that  no  such  metal  smokepipe  was 
iver  the  cause,  directly  or  indirectly,  of  a  fire  or  a  fire 
aazard  on  a  pier  of  this  company  during  a  long  term  of 
ears;  that  every  pier  in  the  City  of  New  York,  using 
imilar  heating  systems,  is  equipped  with  metal  smoke- 
tacks;  that  on  all  installations,  proper  thimbles  are  used 
vhere  smokepipes  pass  through  either  a  wall  or  a  roof, 
hereby  making  it  impossible  for  them  to  come  in  contact 
nth  a  non-fireproof  material ;  that  the  fuel  used  in  all  of 
hese  heating  systems  is  coal  which  precludes  the  question 
if  sparks.  Moreover,  repeated  and  regular  inspections 
re  make  of  these  pipes  by  trained  men,  and  replacements 
re  made  before  the  material  becomes  deteriorated. 
Resolved,  that  the  order  of  the  commissioner  of  build- 
ngs,  No.  12460-LF,  be  and  it  hereby  is  modified,  and  that 
he  appeal  be  and  it  hereby  is  granted,  permitting  the  smoke 
ue  from  the  low  pressure  coal  burning  heater  to  be  con¬ 
tracted  of  metal,  provided  the  metal  is  at  least  16  gauge 
i  thickness  and  either  Reading  wrought  iron  or  Toncan 
'on  or  other  rust-resisting  steel,  on  condition  that  wher- 
ver  the  flue  passes  through  the  floor  or  roof  construction, 
tetal  breeching  with  a  minimum  clearance  of  12  inches 
etween  pipe  and  woodwork  and  with  proper  air  space 
rovided,  shall  be  installed,  as  indicated  on  detail  plan 
led,  marked  “Received  March  15,  1937”;  that  wherever 
ie  flue  comes  within  18  inches  of  any  other  wood  con¬ 
duction,  that  such  wood  construction  shall  be  protected 
y  heavy  asbestos ;  that  the  flue  pipe  shall  be  kept  painted 
t  all  times  and  properly  braced  with  guard  wires  or  other 
ttachments  to  secure  rigidity;  that  the  heater,  if  placed  on 
ooden  construction,  shall  have  a  proper  metal  or  concrete 
ase  beneath ;  that  the  flue  shall  extend  at  least  4  ft.  above 
ie  level  of  the  roof. 

! 


19-37-A. 

■PPLICANT — L.  E.  Driver,  Chief  Engineer,  for  New 
York  Dock  Company,  owner. 

LBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 


PREMISES  AFFECTED— Pier  No.  46,  foot  of  Van 
Brunt  street  (Block  No.  611,  part  of  Lot  No.  1), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  L.  E.  Driver. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  Oh  BOARD — Appeal  granted  on  condition. 

4  HE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  q 

Absent  .  q 

THE  RESOLUTION— 


(49-37-A) 

Whereas,  L.  E.  Driver,  applicant,  for  New  York  Dock 
Company,  owner,  filed  February  9,  1937,  an  appeal  from 
an  order  and  a  decision  of  the  commissioner  of  buildings 
affecting  Pier  No.  46,  foot  of  Van  Brunt  street  (Block  No! 
611,  part  of  Lot  No.  1),  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  commissioner  of  buildings. 
No.  12642-LF,  dated  November  6,  1936,  reads  as  follows: 

Remove  smokepipe  of  stove  in  office  now  passing 
through  roof  and  properly  close  the  opening.  Said 
pipe  should  be  directly  connected  to  a  proper  chimney 
flue.  Sec.  77 6,  Greater  New  York  Charter.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  February  8,  1937,  reads  as  follows: 

“In  reply  to  yours  of  January  21,  1937,  with  refer¬ 
ence  to  Order  12642-LF,  I  regret  to  advise  you  that 
this  department  is  unable  to  grant  any  modification  on 
said  order  as  requested  in  your  letter.  However,  if 
you  feel  that  this  matter  should  receive  any  further 
consideration  you  have  the  alternative  of  filing  an  ap¬ 
peal  with  the  Board  of  Standards  and  Appeals.” 

and 

Whereas,  the  premises  in  question  consist  of  a  one- 
story  frame  pier,  32  ft.  8  in.  in  height,  70  ft.  1  in.  by  490 
ft.  3  in.  in  area,  erected  in  1905  and  occupied  for  the  stor¬ 
age  and  distribution  of  general  cargo,  175  persons;  and 

Whereas,  appellant  contends  that  it  is  physically  impos¬ 
sible  to  substitute  a  “proper  chimney  flue”  constructed  of 
either  brick  or  tile  in  place  of  the  existing  metal  smoke¬ 
pipes.  As  pier  structures  are  built  upon  piles,  there  is  in 
the  first  place,  no  possibility  of  providing  a  proper  founda¬ 
tion  for  a  brick  chimney.  Secondly,  berthing  ships  at  piers 
is  always  attended  by  vibrations  set  up  in  the  sheds,  such 
being  occasionally  quite  severe.  Any  flue  not  having,  to 
some  degree,  the  property  of  shock  resistance  would  crack 
and  disintegrate  rapidly  and  would  not  provide  proper  flue 
protection ;  that  no  such  metal  smokepipe  was  ever  the 
cause,  directly  or  indirectly,  of  a  fire  or  a  fire  hazard  on 
a  pier  of  this  company  during  a  long  term  of  years ;  that 
every  pier  in  the  City  of  New  York,  using  similar  heating 
systems,  is  equipped  with  metal  smokestacks ;  that  on  all 
installations,  proper  thimbles  are  used  where  smokepipes 
pass  through  either  a  wall  or  a  roof,  thereby  making  it 
impossible  for  them  to  come  in  contact  with  a  non-fire¬ 
proof  material ;  that  the  fuel  used  in  all  of  these  heating 
systems  is  coal  which  precludes  the  question  of  sparks. 
Moreover,  repeated  and  regular  inspections  are  made  of 
these  pipes  by  trained  men,  and  replacements  are  made 
before  the  material  becomes  deteriorated. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  12642-LF,  be  and  it  hereby  is  modified  and  that 
the  appeal  be  and  it  hereby  is  granted,  permitting  the 
smoke  flue  from  the  low  pressure  coal  burning  heaters  to 
be  constructed  of  metal,  provided  that  the  metal  is  at 
least  16  gauge  in  thickness  and  either  Reading  wrought 
iron  or  Toncan  iron  or  other  rust-resisting  steel,  on  con¬ 
dition  that  wherever  the  flue  passes  through  the  floor  or 
roof  construction,  metal  breeching  with  a  minimum  clear¬ 
ance  of  12  inches  between  pipe  and  woodwork  and  with 
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proper  air  space  provided,  shall  be.  installed,  as  indicated 
on  detail  plan  filed,  marked  “Received  March  15,  1937  , 
that  wherever  the  flue  comes  within  18  in.  of  any  other 
wood  construction,  that  such  wood  construction  shall  be 
protected  by  heavy  asbestos;  that  the  flue  pipe  shall  be 
kept  painted  at  all  times  and  properly  braced  with  guy 
wires  Por  other  attachments  to  secure  rigidity ;  that  the 
heater  if  placed  on  wooden  construction,  shall  have  a 
proper'  metal  or  concrete  base  beneath;  that  the  fine  shall 
Ipast  4  ft.  above  the  level  of  the  roof. 


Chief  Engineer,  for  New 


52-37-A. 

APPLICANT— L.  E.  Driver, 

York  Dock  Company,  owner.  .  .  -  ., 

SUBJECT _ Appeal  from  an  order  and  a  decision  ot 

commissioner  of  buildings.  <•  tt  :u__ 

PREMISES  AFFECTED-Pier  No  34,  foot .of  Hamilton 
avenue  (Block  No.  515,  part  of  Lot  No.  61),  Bor 
ough  of  Brooklyn. 

appearances—  . 

For  Applicant:  L.  E.  Driver.  „ 

For  Administration :  Inspector  Carroll,  Depa 
ment  of  Buildings. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 

T'WF  VOTE _  •  • 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  o 

Negative  .  g 

Absent  . 


every  pier  in  the  City  of  New  York,  using  similar  heating 
systems,  is  eQuipped  with  metal  smokestacks  ,  that  on  all 
installations,  proper  thimbles  were  used  where  smoke- 
pipes  pass  through  either  a  wall  or  a  roof,  thereby  mak- 
ing  it  impossible  for  them  to  come  in  contact  with  a  nom 
fireproof  material;  that  the  fuel  used  in  all  of  these  heat¬ 
ing  systems  is  coal  which  precludes  the  Question  of  sparksii 
Moreover,  repeated  and  regular  inspections  are  made  oi 
these  pipes  by  trained  men,  and  replacements  are  madi 
before  the  materials  becomes  deteriorated. 

Resolved,  that  the  order  of  the  commissioner  of  build 
ings,  No.  13894-LF,  be  and  it  hereby  is  modified,  and  tha 
the  appeal  be  and  it  hereby  is  granted,  permitting  the  smok 
flue  from  the  low  pressure  coal  burning  heater  to  be  con 
structed  of  metal,  providing  the  metal  is  at  least  16  gaug1 
in  thickness  and  either  Reading  wrought  iron  or  Toncai 
iron  or  other  rust-resisting  steel,  on  condition  that  wher 
ever  the  flue  passes  through  the  floor  or  roof  constructor 
metal  breeching  with  a  minimum  clearance  of  12  in.  be 
tween  pipe  and  woodwork  and  with  proper  air  space  pro 
vided  shall  be  installed,  as  indicated  on  detail  plan  filec 
marked  “Received  March  15,  1937”;  that  wherever  th 
flue  comes  within  18  in.  of  any  other  wood  constructor 
that  such  wood  construction  shall  be  protected  by  heav 
asbestos;  that  the  flue  pipe  shall  be  kept  painted  at  a. 
times  and  properly  braced  with  guy  wares  or  other  attach 
ments  to  secure  rigidity;  that  the  heater,  if  placed  o 
wooden  construction,  shall  have  a  proper  metal  or  concre* 
base  beneath ;  that  the  flue  shall  extend  at  least  4  ft.  abo\ 
the  level  of  the  roof. 


THE  RESOLUTION— 

(52-37- A) 

Whereas  L.  E.  Driver,  applicant,  for  New  York  Dock 
Company,  owner,  filed  February  11,  1937,  an  aPP«aJ  f/om 
an  order  and  a  decision  of  the  commissioner  of  building 
affecting  Pier  No.  34,  India  Wharf,  Atlantic  Basin  (Block 
No  515  Part  of  Lot  No.  61),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  commissioner  of  buildings, 
No  13894-LF,  dated  January  25,  1937,  reads  as  foll°ws- 
“Remove  smokepipe  of  coal  stove  in  office  nowpas- 
ing  through  non-fireproof  roof  and  properly  close  the 
opening.  Said  pipe  should  be  directly  connected 
to  a  proper  chimney  flue.  Section  776,  Greater  New 

York  Charter.” 

S  Whereas  the  decision  of  the  commissioner  of  buildings, 

dated  February  8,  1937,  reads  as  follows:  f 

“In  reply  to  yours  of  January  30,  1937,  with  reference 
to  Order  No.  13894-LF,  I  regret  to  advise  you  that  this 
Department  is  unable  to  grant  any  modification  on  said 
order  as  requested  in  your  letter. 

However,  if  you  feel  that  this  matter  should  receive 
any  further  consideration,  you  have  the  alternative  of 
filing  an  appeal  with  the  Board  of  Standards  and  Ap¬ 
peals.” 

and  .  . 

Whereas,  the  premises  in  Question  consist  of  one-story 
frame  pier  24  ft.  6  in.  in  height,  67  ft.  9  in.  wide,  895  ft.  in 
area,  erected  prior  to  1880  and  occupied  for  storage  of  gen¬ 
eral  cargo,  300  persons;  and  _  . 

Whereas,  appellant  contends  that  it  is  physically  imP0S‘ 
sible  to  substitute  a  “proper  chimney  flue  constructed  of 
either  brick  or  tile  in  place  of  the  existing  metal  smoke- 
pipes  As  pier  structures  are  built  upon  piles,  there  is,  in 
the  first  place,  no  possibility  of  providing  a  proper  founda¬ 
tion  for  a  brick  chimney.  Secondly,  berthing  ships  at  piers 
is  always  attended  by  vibrations  set  up  in  the  sheds,  such 
being  occasionally  quite  severe.  Any  flue  not  having  to 
some  degree,  the  property  of  shock  resistance  would  crack 
and  disintegrate  rapidly  and  would  not  provide  proper  flue 
protection;  that  no  such  metal  smokepipe  was  ever  the 
cause,  directly  or  indirectly,  of  a  fire  or  a  fire  hazard  on 
a  nier  of  this  company  during  a  long  term  of  years ,  that 


7 1-37- A. 

APPLICANT— Ansonia  Fire  Prevention  Engineering  Cc 
Inc.,  for  Gair  Realty  Corporation,  owner. 
SUBJECT— Appeal  from  orders  and  a  decision  of  tl 
commissioner  of  buildings. 

PREMISES  AFFECTED — 40-58  Washington  street,  8 
100  Water  street.  83-95  Front  street  (Buildii1 
No.  6),  102-110  Water  street,  35-43  Main  stre; 
(Building  No.  6  A),  and  45-53  Main  street,  73-1 
Front  street  (Building  No.  6  B)  ;  (Block  No.  2 
Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Administration:  Inspector  Carroll,  Depai 
ment  of  Buildings. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE—  .  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(71-37-A) 

Whereas,  Ansonia  Prevention  Engineering  Co.,  In, 
for  Gair  Realty  Corp.,  owner,  filed  on  February  26,  19. 
an  appeal  from  a  decision  and  orders  of  the  commissior 
of  buildings,  affecting  premises  40-58  Washington  stre, 
88-100  Water  street,  83-95  Front  street  (Building  No.  6. 
102-10  Water  street,  35-43  Main  street  (Building  No.  6-A. 
45-53  Main  street,  73-83  Front  street  (Building  No.  6-b, 
(Block  No.  37,  Lot  No.  1),  Borough  of  Brooklyn;  and 
Whereas,  Order  No.  13642-LF,  dated  January  15,  19, 
affecting  premises  40-58  Washington  street,  88-100  Wa 
street,  83-95  Front  street  (Building  No.  6),  reads  > 
follows : 

“Provide  an  approved  high  and  low  closed  circ  I 
electric  alarm  for  the  sprinkler  system.  Sec.  /  ■ 
Greater  New  York  Charter  and  Rules  of  the  Board 
Standards  and  Appeals.” 

and 
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Whereas,  Order  No.  13644-LF,  dated  January  IS,  1937 
ia fleeting  premises  102-110  Water  street,  35-43  Main  street] 
(Building  No.  6-A)  reads  as  follows : 

“Provide  an  approved  high  and  low  closed  circuit 
electric  alarm  for  the  sprinkler  system  .  Sec.  776, 
Greater  New  York  Charter.” 
and 

Whereas,  Order  No.  13643-LF,  dated  January  IS,  1937, 
affecting  premises  45-53  Main  street,  73-83  Front  street 
(Building  No.  6-B),  reads  as  follows: 

“Provide  an  approved  high  and  low  closed  circuit, 
electric  alarm  for  the  sprinkler  system.  Sec.  776, 
Greater  New  York  Charter  and  Rules  of  Board  of 
Standards  and  Appeals.” 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  January  28,  1937,  affecting  Buildings  No.  6,  No.  6-A 
)nd  No.  6-B,  reads  as  follows : 

“Re  Order  No.  13642-LF. 

Re  Order  No.  13643-LF. 

Re  Order  No.  13644-LF. 

Referring  to  your  letter  of  January  21,  1937,  you 
are  hereby  advised  that  while  a  reinspection  shows 
that  the  facts  set  forth  in  your  letter  are  as  stated, 
this  Department  is  not  permitted  to  accept  any  alarm 
system  conflicting  with  the  rules  as  specified  by  the 
Board  of  Standards  and  Appeals. 

Although  we  recognize  the  merits  in  your  case,  and 
should  you  wish  any  further  consideration  in  this  case, 
you  are  advised  to  seek  relief  from  the  Board  of 
Standards  and  Appeals,  Room  1001  and  1015,  Munici¬ 
pal  Building,  Manhattan.” 
nd 

Whereas,  the  premises  in  question  consist  of  10  and 
2-story  fireproof  buildings,  135  ft.  and  160  ft.  in  height, 
00  ft.  by  245  ft.  3%  in.  in  area,  erected  in  1913,  1916  and 
919,  now  located  in  an  unrestricted  district  and  occupied 
•s  follows:  Cellar — storage;  1st  floor — printing,  storage 
,nd  shipping;  2nd  floor — leather  manufacturing  and  stor¬ 
age;  3rd  floor — printing;  4th  floor — printing  and  storage; 
th  floor — paper  manufacturing  and  storage;  6th  floor — 
lanufacturing  of  picture  frames,  machine  shop  and  stor- 
ge;  7th  floor — printing;  8th  floor — paper  manufacturing 
nd  storage ;  9th  floor — candy  manufacturing  and  storage ; 
Oth  floor — candy  manufacturing  and  clothing  manufactur- 
ig;  11th — candy  manufacturing;  11th  floor — manufactur- 
lg  shaving  brushes ;  25  to  100  persons  per  story  through- 
ut;  the  building  is  equipped  with  a  standpipe  and  sprink- 
!:r  system;  and 

Whereas,  applicant  contends  that  the  buildings  in  ques- 
on  are  all  part  of  one  plot  and  are  of  fireproof  con¬ 
traction,  used  throughout  for  miscellaneous  manufactur- 
ig  purposes  with  not  more  than  100  persons  on  any  one 
oor;  that  in  1920  the  owners  had  installed  in  their  build- 
ig  a  central  interior  fire  alarm  system,  which  connects 
'ith  all  their  sprinkler  alarm  valves  in  such  a  way  that 
ie  water  flow  through  any  of  these  alarm  valves  causes 
ie  respective  annunciator  to  clearly  indicate  the  location 
f  the  respective  riser  or  risers  in  the  various  buildings, 
nd  also  causes  three  large  electric  gongs  to  ring  in  the 
arious  buildings,  and  also  causes  three  large  electric 
ongs  to  ring  outside  of  fire  alarm  room ;  one  directly 
utside  of  this  room,  the  second  at  the  watchman’s  head- 
uarters,  and  the  third  in  the  maintenance  shop;  in  addi- 
on  to  this  every  alarm  valve  is  connected  to  an  outside 
ater-operated  rotary  gong;  these  gongs  are  located  in 
ne  with  the  respective  alarm  valves,  so  that  they  can 
nmediately  tell  the  riser  through  which  the  water  is 
owing  without  having  to  return  to  the  fire  alarm  room 
ar  information  as  to  the  riser  through  which  the  water 

flowing;  that  in  April,  1931,  upon  the  recommendation 
f  the  New  York  Fire  Insurance  Exchange,  the  owners 
ad  the  National  District  Company  install  supervisory  fire 
arm  system;  this  system  is  connected  to  all  alarm  valves, 


but  independent  of  their  own  fire  alarm  system;  in  addi¬ 
tion  to  this,  the  National  District  Telegraph  Company 
installed  a  high  and  low  water  alarm  in  all  fire  tanks  • 
every  month  the  National  District  Telegraph  Company 
has  two  inspectors  in  conjunction  with  two  of  the  owners’ 
men  test  out  their  alarms  and  the  central  fire  alarms  by  a 
wateiflow  through  a  J4  in.  diameter  nozzle,  one  of  which 
is  located  on  every  one  of  the  risers  at  the  highest  point 
of  location  of  sprinklers  controlled  by  a  separate  valve; 
this  test  takes  from  two  to  three  days ;  a  copy  of  these 
tests  is. sent  to  the  New  York  Fire  Insurance  Exchange 
for  their  records;  that  in  addition  to  the  aforesaid,  the 
owners  have  one  of  their  men  inspect  all  their  fire  tanks 
and  other  water  tanks  every  week  day  for  water  level, 
temperature,  leaks  or  other  defects  that  may  arise,  who  in 
turn,  reports  the  condition  found  to  the  sprinkler  and 
standpipe  engineer;  the  person  in  charge  has  available  at 
any  time  any  number  of  mechanics  to  keep  the  sprinkler 
and  standpipe  system  in  perfect  order;  the  head  watchmen 
(day  or  night)  are  fully  familiar  with  their  fire  alarm, 
sprinkler  and  standpipe  systems;  they  write  reports  to  the 
office  every  day  as  to  the  condition  found  and  left;  this 
is  done  to  keep  as  many  men  as  possible  familiar  with 
the  fire  alarm  system  and  trained  to  act  in  any  emergency; 
that  everything  possible  is  being  done  to  "prevent  and 
diminish  fire  risks  and  protect  life  and  property  and  also 
that  anything  added  to  their  present  equipment  will  not 
produce  better  security  but  may  only  complicate  the  pres¬ 
ent  system. 

Resolved,  that  the  orders  of  the  commissioner  of  build¬ 
ings,  No.  13642-LF,  No.  13644-LF  and  13643-LF,  affecting 
buildings  Nos.  6,  6a  and  6b,  be  and  they  hereby  are  modi¬ 
fied,  and  that  the  appeal  be  and  it  hereby  is  granted, 
waiving  the  requirements  for  high  and  low  electric  alarm 
on  condition  that  the  watchman’s  service  in  connection 
with  the  National  District  Central  Supervisory  service 
shall  be  maintained,  including  supervision  over  the  high 
and  low  water  in  the  tanks  and  in  addition  that  there  shall 
be  inspection  each  week  day  of  the  water  level  in  the 
sprinkler  tanks  and  record  kept  on  the  premises  for  in¬ 
spection  ;  and  that  in  all  other  respects  the  Sprinkler 
Rules  of  the  Board  of  Standards  and  Appeals  shall  be 
complied  with. 


78-37-A. 

APPLICANT— Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Gair  Realty  Corporation,  owner. 
SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 41-49  Washington  street,  28-56 
Adams  street,  97-111  Front  street  and  112-114  Wa¬ 
ter  street  (Buildings  No.  3  and  No.  4)  ;  (Block 
No.  38,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

For  Administration :  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(78-37-A) 

Whereas,  Ansonia  Fire  Prevention  Eng.  Co.,  Inc.,  appli¬ 
cant,  for  Gair  Realty  Corp.,  owner,  filed  February  26,  1937, 
an  appeal  from  an  order  and  decision  of  the  commissioner 
of  buildings,  affecting  premises  41-49  Washington  street, 
28-56  Adams  street,  97-111  Front  street  and  112-114  Water 
street  (Buildings  No.  3  and  4)  (Block  No.  38,  Lot  No.  1), 
Borough  of  Brooklyn;  and 
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Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  January  12,  1937,  No.  13587-LF,  reads: 

“A.  Install  an  adequate  closed  circuit  alarm  for 
sprinkler  system,  as  per  Sprinkler  Rules  of  the  Board 
of  Standards  and  Appeals. 

“B.  Install  an  adequate  closed  circuit  alarm  for 
standpipe  system,  Standpipe  Rules  of  the  Board  of 
Standards  and  Appeals. 

“Section  776,  Greater  New  York  Charter. 


and 

Whereas  the  decision  of  the  commissioner  of  buildings, 
dated  January  28,  1937,  re  Order  No.  13587-LF,  reads: 

“Referring  to  your  letter  of  January  21,  1937,  you 
are  hereby  advised  that  while  a  reinspection  shows  that 
the  facts  set  forth  in  your  letter  are  as  stated,  this 
department  is  not  permitted  to  accept  any  alarm  sys¬ 
tem  conflicting  with  the  Rules  as  specified  by  the 
Board  of  Standards  and  Appeals. 

“Although  we  recognize  the  merits  in  your  case,  and 
should  you  wish  any  further  consideration  in  this 
case  you  are  advised  to  seek  relief  from  the  Board  of 
Standards  and  Appeals,  Rooms  1001  and  1015,  Munici¬ 
pal  Building,  Manhattan.” 


and 

Whereas,  the  premises  consist  of  a  9-story  fireproof 
building,  125  ft.  in  height,  200  ft.  by  231  ft.  754  ins.  in 
area,  erected  in  1904  and  1907,  now  located  in  an  unre¬ 
stricted  district  and  occupied  by  one  tenant  throughout  as 
a  general  grocery  warehouse  with  incidental  manufactur¬ 
ing  and  packing,  total  occupancy  400  persons;  and 

Whereas,  applicant  contends  that  the  premises  in  qucs- 
tion  is  a  nine  story  fireproof  building  occupied  throughout 
by  one  tenant  for  general  warehouse  and  manufacturing 
purposes  in  connection  with  the  grocery  line.  In  1920  the 
owner  installed  a  central  interior  fire  alarm  system,  which 
connects  with  all  their  sprinkler  alarm  valves  in  such  a 
way  that  the  water  flow  through  any  of  these  alarm  valves 
causes  the  respective  annunciator  to  clearly  indicate  the 
location  of  the  respective  riser  or  risers  in  the  various 
buildings,  and  also  causes  three  large  electric  gongs  to 
ring  outside  of  fire  alarm  room;  one  directly  outside  ot 
this  room,  the  second  at  the  watchman  s  headquarters,  and 
the  third  in  the  maintenance  shop.  In  addition  to  this, 
every  alarm  valve  is  connected  to  an  outside  water  oper¬ 
ated  rotary  gong.  These  gongs  are  located  in  line  \\  it 
the  respective  alarm  valves,  so  that  they  can  immediately 
tell  the  riser  through  which  the  water  is  flowing  without 
having  to  return  to  the  fire  alarm  room  for  information 
as  to  the  riser  through  which  the  water  is  flowing;  that  m 
April,  1931,  upon  the  recommendation  of  the  New  \ork 
Fire  Insurance  Exchange  the  owner  had  the  National  Dis¬ 
trict  Telegraph  Company  install  their  supervisory  fire 
alarm  system.  This  system  is  connected  to  all  alarm  valves, 
but  independent  of  the  building  fire  alarm  system^  In  ad¬ 
dition  to  this,  the  National  District  Telegraph  Company 
installed  a  high  and  low  water  alarm  in  all  fii^  tanks. 
Every  month  the  National  District  Telegraph  Company 
has  two  of  their  inspectors  in  conjunction  with  two  ot  the 
owner’s  men  test  out  the  alarms  by  a  waterflow  through  a 
z/~  in  diameter  nozzle,  one  of  which  is  located  on  every 
one  of  their  risers  at  the  highest  point  of  location  of 
sprinklers  controlled  by  a  separate  valve.  A  copy  of  these 
tests  is  sent  to  the  New  York  Fire  Insurance  Exchange 
for  their  records ;  that  in  addition  to  the  aforesaid,  they 
have  inspection  made  of  all  fire  tanks  and  other  ^ater 
tanks  every  week  day  for  water  level,  temperature,  leaks 
or  other  defects  that  may  arise.  The  person  in  charge  has 
available  at  any  time  any  number  of  mechanics  to  keep  the 
sprinkler  and  standpipe  system  in  perfect  order ;  that  the 
head  watchmen  (day  and  night)  are  fully  familiar  with 
their  fire  alarm,  sprinkler  and  standpipe  systems.  ihey 
write  reports  to  the  office  every  day  as  to  the  condition 
found  and  left.  This  is  done  to  keep  as  many  men  as 
possible  familiar  with  the  fire  alarm  system  and  trained 
to  act  in  any  emergency ;  that  the  owners  are  doing  every¬ 
thing  possible  to  prevent  and  diminish  fire  risks  and  pro¬ 


tect  life  and  property,  and  also  that  anything  added  to  their 
present  equipment  will  not  produce  better  security,  but 
may  only  complicate  their  present  system. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  13587-LF,  affecting  buildings  No.  3  and  4,  be 
and ’it  hereby  is  modified,  and  that  the  appeal  be  and  it 
hereby  is  granted,  waiving  the  requirements  for  high  and 
low  electric  alarm,  on  condition  that  the  watchman  s  ser¬ 
vice  in  connection  with  the  National  District  Central  Su¬ 
pervisory  service  shall  be  maintained,  including  supervi-  ; 
sion  over  the  high  and  low  water  in  sprinkler  and  stand¬ 
pipe  tanks  and  in  addition  that  there  shall  be  an  inspection  * 
each  week  day  of  the  water  level  in  the  tanks  and  record  , 
kept  on  the  premises  for  inspection ;  and  that  in  all  other 
respects  the  Sprinkler  Rules  and  Standpipe  Fire-Line  Rules 
of  the  Board  of  Standards  and  Appeals  shall  be  complied 
with. 


72-37- A. 

APPLICANT — Acme  Shellac  Products  Corporation,  les- 
see. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis-  , 
sioner. 

PREMISES  AFFECTED— 48-10  to  48-20  30th  street,  west  , 
side  37  ft.  north  of  Hunterspoint  avenue  (Block 
No.’ 115,  Lot  No.  201),  Long  Island  City,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  Frank  Zizmor. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  ,  , .  _  .  .  ! 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  J 

Negative  .  ”  1 

Absent  .  0 

THE  RESOLUTION— 

(72-37-A)  _  1 

Whereas,  Acme  Shellac  Products  Corporation,  applicant 
and  lessee,  filed  February  26,  1937,  an  appeal  from  an 
order  of  the  Fire  Commissioner,  affecting  premises  48-10 
to  48-20  30th  street,  west  side,  37  ft.  north  of  Hunters¬ 
point  avenue  (Block  No.  115,  Lot  No.  201),  Long  Island 
City,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  9,  1937,  re.  Order  No.  70089-LC,  reads . 

“1.  Remove  from  the  premises  and  discontinue  the 
further  storage  and  manufacture  of  an  inflammable 
mixture  (E.Z.  Floor  Polish)  on  the  same  premises 
where  shellac,  varnish  is  manufactured  for  the  reason 
that  the  manufacture  of  an  inflammable  mixture  (E.Z. 
Floor  Polish)  on  the  same  premises  where  shellac J 
varnish  is  manufactured  is  a  violation  of  Subdivision 
of  2F,  Section  131,  Chapter  10,  Code  of  Ordinances, 
New  York,  which  reads  as  follows: 

‘No  permit  for  the  manufacture  of  inflammable 
mixtures  (E.Z.  Floor  Polish)  shall  be  issued  for 
any  building  where  dry  goods  or  other  materials  o 
a  highly  inflammable  nature  are  manufactured, 
stored  or  sold.’  ” 

and 

Whereas,  the  premises  in  question  consist  of  a  two- 
story  non-fireproof  building,  24  ft.  in  height  and  112  it 
by  90  ft.  in  area,  erected  in  1934  and  1936  and  occupied 
as  follows:  1st  floor— factory— 10  persons;  2nd  floor- 
office — 3  persons  ;  mezzanine — factory — 1  person,  for. 
which  Certificate  of  Occupancy  No.  3637  was  issued  De¬ 
cember  31,  1936;  and 

Whereas,  the  applicant  contends  that  the  entire  build¬ 
ing  occupied  by  the  applicant  is  used  for  the  cutting,  man¬ 
ufacturing  and  packaging  of  shellac  and  shellac  products 
that  the  fire  department  has  issued  a  permit  to  the  appli¬ 
cant  for  the  manufacture  of  shellac  and  shellac  product* 


354 


MINUTES 


and  the  applicant  herein  has  been  manufacturing  shellac 
and  shellac  products  for  several  years ;  that  one  of  the 
products  manufactured  by  the  applicant  to  which  the  fire 
department  of  the  City  of  New  York  objects  is  E.Z.  Floor 
Polish ;  that  E.Z.  Floor  Polish  is  shellac  diluted  with 
alcohol;  that  if  the  applicant  were  to  label  the  product, 
E.Z.  Floor  Polish  “Shellac,”  the  fire  department  would 
have  no  objection.  However,  to  cease  using  the  name 
“E.Z.  Floor  Polish”  would  undoubtedly  retard  the  sale  of 
this  product,  inasmuch  as  the  ultimate  consumer  will  only 
purchase  an  article  which  is  labelled  “polish”  for  polishing 
purposes;  that  inflammable  mixtures  are  not  sold  at  the 
premises ;  that  unless  the  applicant  herein  is  permitted  to 
manufacture  E.Z.  Floor  Polish  on  the  premises  herein,  it 
will  work  an  undue  hardship  on  the  said  company,  in  that 
it  will  not  be  able  to  compete  with  the  other  shellac 
manufacturers  in  the  city,  who  are  also  manufacturing 
floor  polish  similar  in  chemical  composition  to  that  manu¬ 
factured  by  the  applicant;  and 

Whereas,  it  appears  that  “E.Z.  Floor  Polish’”  is  a  di¬ 
luted  shellac  and  that  the  entire  building  is  used  for  cut¬ 
ting  shellac  and  packaging  same. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
70089-LC,  be  and  it  hereby  is  modified,  and  that  the  ap¬ 
peal  be  and  it  hereby  is  granted,  permitting  the  manufac¬ 
ture  of  E.Z.  Floor  Polish,  on  condition  that  all  packages 
are  properly  labeled  and  that  the  manufacture  conform  in 
all  respects  with  the  rules  governing  inflammable  mixture. 

62-37- A. 

APPLICANT — Abraham  Farber,  for  Joseph  Pitman, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 29  Front  street,  south  side, 
76.3  ft.  east  of  Broad  street  (Block  No.  5,  Lot 
No.  11),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Abraham  Farber  and  Joseph 
Schepp. 

For  Administration :  S.  L.  Becker,  Department  of 


ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(62-37-A) 


Whereas,  Abraham  Farber,  applicant,  for  Joseph  Pit¬ 
man,  owner,  filed  February  18,  1937,  an  appeal  from  a  de¬ 
cision  of  the  commissioner  of  buildings,  affecting  premises 
29  Front  street,  south  side,  76.3  ft.  east  of  Broad  street 
(Block  No.  5,  Lot  No.  11),  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  February  8,  1937,  in  acting  on  Alteration  Application 
No.  203-37,  reads  as  follows  : 

“3.  No  garage  for  more  than  S  cars  may  be  erected 
or  extended  and  no  building  not  now  used  as  a  garage 
for  more  than  5  cars  may  have  its  use  changed  to  a 
garage  for  more  than  5  cars  on  any  portion  of  a  street 
between  two  intersecting  streets,  in  which  portion  there 
exists  an  exit  from  or  an  entrance  to  a  public  school, 
or  in  which  portion  there  exists  any  hospital  maintained 
as  a  charitable  institution,  and  in  no  case  within  a 
distance  of  200  ft.  from  the  nearest  exit  from  or  en¬ 
trance  to  a  public  school,  nor  within  200  ft.  of  any 
hospital  maintained  as  a  charitable  institution.  Sec. 
21  B.Z.R.” 
and 


Whereas,  the  premises  consist  of  a  five-story  brick 
building,  55  ft.  in  height,  28  ft.  8  in.  by  98  ft.  5  in.  in  area 
at  street  level,  28  ft.  8  in.  by  60  ft.  in  area  above;  occupied 
as  a  stable  for  40  horses ;  and 

Whereas,  it  is  proposed  to  remove  the  upper  four  stories 
and  convert  the  remaining  first  story  into  a  garage  for 
more  than  five  motor  vehicles ;  and 

W  hereas,  the  applicant  contends  that  the  building  was 
erected  in  1887  as  a  stable;  board  of  health  permit  No.  3505 
of  1925  indicates  that  the  1st  floor  is  used  for  20  horses 
and  the  2nd  floor  for  22  horses ;  that  the  proposed  garage 
will  be  used  to  store  the  owner’s  trucks  which  are  used  in 
the  owner’s  business  of  general  trucking;  that  the  hospital 
authorities  have  given  their  consent  to  the  proposed  occu¬ 
pancy  and  are  highly  elated  that  the  nuisance  of  stable 
stench  and  fire  hazard  is  to  be  removed;  that  the  public 
health,  safety  and  general  welfare  will  be  advanced  by 
the  removal  of  the  stable  use  and  the  reduction  in  height 
of  the  building  and  the  fireproofing  of  the  1st  story;  that 
the  owner  proposes  to  install  a  new  front  on  the  building 
thereby  improving  the  general  appearance  of  the  block; 
that  there  is  an  existing  five-story  fireproof  garage  at  13-17 
Front  street  within  200  ft.  of  the  hospital  which  garage 
was  granted  by  the  Board  of  Appeals  under  Cal.  No.  1192- 
22-BZ  ;  that  nothing  has  occurred  since  its  erection  to  show 
it  to  be  a  hazard  to  the  neighborhood  and,  therefore,  the 
owner  respectfully  requests  permission  to  change  the  oc¬ 
cupancy  of  the  building  from  a  five-story  non-fireproof 
stable  for  42  horses  to  a  one-story  fireproof  garage  for 
more  than  five  cars ;  and 

W  hereas,  this  is  an  appeal  to  determine  the  correctness 
of  the  decision  of  the  commissioner  of  buildings  and  not 
an  appeal  for  a  variation  of  the  building  zone  resolution; 
and 

Whereas,  the  board  deemed  that  under  section  21  as 
interpreted  by  the  Courts  the  commissioner  of  buildings  is 
correct  in  his  determination  in  view  of  the  existence  of  the 
Broad  Street  Hospital,  a  charitable  institution,  within  200 
ft.  of  the  proposed  garage. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


85-37-A. 

APPLICANT — Ferdinand  Savignano,  for  East  River  Sav¬ 
ings  Bank,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED  —  2241-224 3  (2239  displayed) 
Church  avenue,  north  side,  329.13  ft.  east  of  Flat- 
bush  avenue  (Block  No.  5089,  Lot  No.  64),  Bor¬ 
ough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  A.  W.  Lederer. 

For  Administration:  Assistant  Engineer,  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(85-37-A) 

Whereas,  Ferdinand  Savignano,  for  East  River  Sav¬ 
ings  Bank,  owner,  filed  on  February  26,  1937,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings  affect¬ 
ing  premises  2241-2243  Church  avenue  (2239  displayed), 
north  side,  329.13  ft.  east  of  Flatbush  avenue  (Block  No. 
5089,  Lot  No.  64),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
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in  acting  on  application  No.  17921-36,  dated  February  19, 

1937,  reads  as  follows :  , 

“1  As  there  are  more  than  50  persons  above  1st 
floor  interior  stairs  required  to  be  fireproof  enclosed 
as  per  Art.  8  of  the  code.  ,  ,  -  1f.„ 

2.  Floor  to  be  designed  to  sustain  a  Overload  ot  1UU 
lb.  per  sq.  ft.,  as  per  Sect.  53  of  the  code.” 

Whereas,  the  premises  in  question  consist  of  a  3-story 
brick  building,  35  ft.  in  height,  27  ft.  by  108  ft.  in  area, 
erected  in  1909,  occupied  as  follows:  Cellar— store  0  per¬ 
sons;  1st  floor — restaurant,  74  persons;  2nd  floor  restaur¬ 
ant,  10  persons ;  3rd  floor — billiard  parlor,  10  persons ,  and 

Whereas,  it  is  proposed  to  increase  the  occupancy  on 
the  2nd  floor  to  75  persons  and  the  3rd  floor  to  20  persons ; 
and 

Whereas,  Certificate  of  Occupancy  No.  49494,  dated 
February  27,  1928,  was  issued  on  Permit  No.  16682-26  for 
the  following  occupancy:  Cellar— ordinary  use;  1st  story- 
120  pounds,  store;  2nd  story— 60  pounds,  office;  3rd  story 
— 60  pounds  ;  office ;  and 

Whereas,  appellant  contends  it  is  proposed  to  secure  a 
Certificate  of  Occupancy  for  the  following  uses  and  live 
load  specified: 

1st  floor — restaurant — 75  persons,  100  lb.  live  load, 

2nd  floor — dining  room  in  connection  with  restaur¬ 
ant,  75  persons,  75  lb.  live  load; 

3rd  floor— billiard  parlor,  20  persons,  75  lb.  live 

load ;  ,  t 

that  this  building  was  erected  in  1909  under  permit  Mo. 
5053/09  and  occupancy  stated  was:  Motion  picture  theatre 
with  balcony  on  1st  and  2nd  floors;  billiard  parlor  on  3rd 
floor;  that  in  1928  Certificate  of  Occupancy  No.  49494  was 
issued  calling  for  the  folowing  occupancy: 

1st  floor— 120  lb.  live  load— store; 

2nd  floor— 60  lb.  live  load— offices; 

3rd  floor— 60  lb.  live  load— office; 
that  it  is  impossible  to  rent  the  upper  floors  for  office  pur¬ 
poses  ;  it  is  now  desired  to  revert  back  to  public  assembly 
occupancy  as  heretofore  specified,  i.e. : 

1st  floor — 100  lb.  live  load — restaurant — 75  persons; 

2nd  floor— 75  lb.  live  load— dining  room  in  connec¬ 
tion  with  restaurant,  75  persons ; 

3rd  floor — 75  lb.  live  load — billiard  parlor,  20  per¬ 


sons  ; 

that  as  to  Objection  No.  1,  it  is  respectfully  requested  that 
the  appeal  be  granted  approving  the  existing  exits  on  the 
following  grounds :  that  it  is  proposed  to  fire-retard  the 
rear  stairway  enclosure  and  equip  all  openings  therein 
with  fireproof,  self-closing  doors;  this  stairway  leads  to  a 
5  ft.  open  street  court;  that  front  stairway,  which  is  5 
ft.  wide,  is  fire-retarded  and  equipped  with  fireproof, 
self-closing  doors;  that  it  is  proposed  to  provide  access 
to  roof  from  this  stairway  by  means  of  2  ft.  by  3  ft. 
scuttle  and  stationary  iron  ladder  within  the  stairway 
enclosed;  that  a  billiard  parlor  was  permitted  on  the  top 
floor  in  1909  and  the  occupancy  now  proposed  for  the  top 
floor  is  the  same  as  originally  permitted  that  as  to  Objec¬ 
tion  No.  2,  the  applicant  contends  that  there  is  no  change 
in  construction  proposed  and  the  classification  _  of  the 
building  will  be  the  same  as  originally  approved  in  1909; 
that  the  existing  floor  construction,  which  is  given  for  75 
lbs.  live  load  should  therefore  be  accepted;  that  the  owner 
will  suffer  unnecessary  hardship  if  forced  to  reinforce 
floors  or  limit  the  occupancy  above  the  second  floor. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  in  acting  on  applic.  No.  17921-36,  dated  February  19, 
1937,  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  ’it  hereby  is  granted,  permitting  the  second  story  of 
the  building  to  be  used  for  restaurant  purposes  on  condi¬ 
tion  that  a  floor  load  computation  shall  be  submitted  to 
the  commissioner  of  buildings  and  approved,  for  a  floor 
load  not  less  than  75  lbs.  per  superficial  foot;  that  both 
stairways  shall  be  enclosed  with  fire-retarding  material 
throughout  the  entire  length;  that  there  shall  be  installed 


within  the  stair  enclosure  of  the  primary  means  of  exit, 
roof  scuttle  and  double-rung  ladder  leading  thereto;  that 
the  windows  on  the  westerly  lot  line,  overlooking  the  ad¬ 
joining  garage,  shall  be  made  fireproof  self-closing;  and 
that  the  window  and  door  indicated  from  the  kitchen  to 
the  easterly  street  court  shall  be  made  fireproof  self¬ 
closing;  that  the  third  floor  may  be  used  as  a  billiard  par¬ 
lor,  provided  the  floor  computation  is  filed  and  approved, 
for  75  lbs.  live  load  per  superficial  foot;  that  the  occu¬ 
pancy  of  the  second  floor  shall  not  exceed  75  persons  and 
that  the  occupancy  of  the  third  floor  shall  not  exceed  20 
persons. 


113-37-A. 

APPLICANT— Stohldreier  &  Zetsche,  for  Sheffield  Farms 
Company,  Inc.,  owner.  .?  i 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 517-545  West  56th  street,  530- 
546  West  57th  street  and  806-830  11th  avenue 
(Block  No.  1085,  Lot  Nos.  1-9-17),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  William  C.  Stohldreier  and  Rob¬ 
ert  G.  Zetsche. 

For  Administration:  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 


(113-37-A) 

Whereas,  Stohldreier  &  Zetsche,  for  Sheffield  Farms 
Company,  Inc.,  owner,  filed  on  March  12,  1937,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings  affecting 
premises  806-830  11th  avenue,  east  side,  530-546  West  57th 
street,  and  517-545  West  56th  street  (Block  No.  1085,  Lot 
Nos.  1,  9  and  17),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  March  11,  1937,  in  acting  on  fire  prevention  applica¬ 
tion  No.  124-1937,  reads  as  follows: 

1.  No  gasoline  tank  may  exceed  550  gallons  capacity,' 
Section  156,  Chapter  10,  Code  of  Ordinances. 

2.  Specify  clearly  nature  of  material  stored  in  each 

room.  See  notes  on  plans. 

Note:  New  Building  205-36  has  not  been  approved 
yet. 

and  .  •  •  1 

Whereas,  the  premises  in  question  consists  of  a  fire¬ 
proof  building,  3  stories,  56  ft.  6J4  in.  in  height,  550  ft.  by 
200  ft.  10  in.  in  area,  to  be  located  in  an  unrestricted  dis¬ 
trict  and  occupied  as  follows :  Cellar — ice  field,  gas  storage 
and  oiler  and  engine  rooms,  16  persons;  1st  floor — route 
delivery,  pasteurizing  and  garage,  32  persons;  1st  floor- 
mezzanine,  offices,  34  persons ;  2nd  floor — garages,  bottle 
filling  room  and  reception  room,  105  persons ;  3rd  floor 
garage,  bottle  filling  room  and  drivers  room— 244  persons 
and 

Whereas,  the  building  in  question  is  now  bejng  erectec 
pursuant  to  new  building  Application  No.  205-36.  _  It  it 
proposed  to  install  four  1,100  gallon  gasoline  tanks  in  bet 
of  550  gallon  tanks.  The  tanks  will  be  buried  and  encasec 
in  12  in.  of  reinforced  stone  concrete;  two  of  the  propose! 
tanks  will  be  laid  in  the  west  end  of  the  building  adjoining 
11th  avenue  entrance  and  two  in  the  east  end  of  the  build 
ing  adjoining  56th  street  entrance  to  the  trailer  garage 
and 

Whereas,  the  applicant  contends  that  there  will  be  ap 
proximately  350  delivery  wagons  and  75  trailers  operatin; 
from  this  plant,  all  requiring  gasoline;  that  the  owner 
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would  prefer  installing  1,100  gallon  tanks,  instead  of  550 
gallons  tanks  for  reasons  of  economy  and  maintenance. 

Resolved,  that  the  decision  of  the  fire  commissioner  in 
acting  on  fire  prevention  application  No.  124-37,  be  and  it 
hereby  is  modified  and  that  the  appeal  be  and  it  hereby  is 
granted,  permitting  the  installation  of  two  1,100  gallon 
tanks  for  the  storage  of  gasoline  below  the  cellar  floor  and 
two  1,100  gallon  tanks  for  the  storage  of  gasoline  below 
the  first  floor  level  on  the  11th  avenue  side,  on  condition 
that  the  gauge  and  construction  of  tanks  shall  comply  with 
the  requirements  for  the  storage  of  fuel  oil  as  set  forth  in 
the  Oil  Burner  Rules  of  the  Board  of  Standards  and  Ap¬ 
peals  and  that  otherwise  the  tanks  shall  be  enclosed  in 
roncrete  as  required  by  the  Code  of  Ordinance  for  a  tank 
)f  550  gallon  capacity;  that  the  gasoline  in  these  tanks 
shall  be  solely  for  the  use  of  the  Sheffield  Farms  Co.  for 
supplying  their  own  motor  vehicles. 


VARIATIONS  OF  LABOR  LAW 

J87-36-S. 

\PPLICANT — Julius  Mazur,  for  Bessie  Mazur,  owner. 
SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED— 1008-1012  East  49th  street, 
west  side,  210  ft.  south  of  Farragut  road  (Block 
No.  4786,  Lot  No.  63),  Borough  of  Brooklyn. 
APPEARANCES — 

For  Applicant:  None. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


"HE  RESOLUTION— 

(387-36-S) 

Whereas,  Julius  Mazur,  for  Bessie  Mazur,  owner,  filed 
December  28,  1936,  an  application  for  a  variation  of  the 
ibor  law  as  cited  in  an  order  and  a  decision  of  the  com- 
lissioner  of  buildings,  affecting  premises  1008  to  1012  East 
9th  street,  west  side,  210  ft.  south  of  Farragut  rd.  (Block 
Jo.  4786,  Lot  No.  63),  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
To.  10198-LD,  dated  May  11,  1936,  reads  as  follows: 

‘1.  Arrange  iron  bars  on  all  windows  on  the  1st 
story  so  as  to  be  readily  movable  or  removable  from 
both  sides  in  such  a  manner  as  to  afford  the  free  and 
unobstructed  use  of  such  windows  for  the  purposes 
of  egress  as  per  section  272  of  the  labor  law.” 
nd 

Whereas,  the  decision  of  the  commissioner  of  build- 
igs,  dated  December  1,  1936,  reads  as  follows : 

“In  reply  to  yours  of  October  27,  1936,  regarding 
Order  No.  10198-LD — to  arrange  the  iron  bars  on  all 
windows  on  the  1st  story  so  as  to  be  readily  movable 
from  both  sides  in  such  a  manner  as  to  afford  the  free 
and  unobstructed  use  of  such  windows  for  the  purpose 
of  egress  as  per  section  272  of  the  labor  law — you  are 
hereby  advised  that  at  any  time  these  premises  are 
occupied  for  the  purpose  of  manufacturing,  the  re¬ 
quirements  of  this  order  is  mandatory  irrespective  as 
to  the  number  of  doors  that  are  provided. 

In  view  of  the  fact  of  our  last  inspection  made,  as 
requested  in  your  letter,  shows  that  there  were  no 
persons  engaged  in  manufacturing  at  that  time,  this 
department  cannot  take  any  action. 

You  are  further  advised  that  periodical  inspections 
■will  be  made,  and  if  found  that  there  is  someone  on 
the  premises  engaged  at  manufacturing,  there  will  be 
no  alternative  but  to  take  the  necessary  action  to  en¬ 
force  compliance  of  this  order. 


However,  if  you  feel  that  this  matter  should  receive 
any  further  consideration,  you  have  the  alternative  of 
filing  an  appeal  with  the  Board  of  Standards  and  Ap¬ 
peals,  which  board  has  the  power  to  modify  any  sec¬ 
tion  of  the  labor  law.” 

and 

Whereas,  the  premises  in  question  consist  of  a  one  story 
brick  building,  20  ft.  4  in.  by  100  ft.  in  area,  irregular, 
erected  in  1924  and  occupied  for  the  manufacturing  of 
wooden  screens,  6  persons,  for  which  no  certificate  of  oc¬ 
cupancy  was  issued;  and 

Whereas,  applicant  contends  that  all  of  the  windows 
of  the  building  are  affected  by  the  order  except  one  of 
the  windows  in  the  office  portion;  that  the  building  is 
equipped  with  2  large  garage  type  doors  which  are  always 
open  wide ;  that  it  should  not  be  necessary  to  make  remov¬ 
able  all  the  windows  in  the  building  due  to  the  fact  that 
there  is  sufficient  means  of  egress  to  the  large  garage 
type  doors;  and 

.  Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  and  the  board  deemed 
that  the  appeal  should  be  granted. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the  labor 
law  and  that  the  application  be  and  it  hereby  is  granted, 
modifying  the  order  of  the  commissioner  of  buildings,  No. 
10198-LD,  on  condition  that  the  rear  wall  to  the  west  shall 
have  no  windows  opening  upon  adjoining  premises;  that 
the  existing  doors  opening  to  Harwood  place  and  East  49th 
street  shall  at  all  times  be  available  for  exit ;  that  such 
portable  fire-fighting  appliances  shall  be  installed  as  the 
commissioner  shall  direct;  that  the  building  shall  not  be 
increased  in  height  and  area. 


57-37-S. 

APPLICANT — Turner  Construction  Company,  for  C. 
Lehmann  Packing  Company,  Division  of  Adolf 
Goebel,  Inc.,  owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  a  de¬ 
cision  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED — 319-333  Johnson  avenue,  north 
side,  394  ft.  1  in.  west  of  Bogart  street  (Block  No. 
3065,  Lot  No.  58),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  John  R.  Voorhees. 

For  Administration :  Assistant  Engineer,  Benjamin 
Saltzman,  Department  of  Buildings. 

THE^  VOTlT  — Application  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . '  * '  o 

Absent  .  q 

THE  RESOLUTION— 


(57-37-S) 

Whereas,  Turner  Construction  Company,  applicant,  for 
C.  Lehman  Packing  Company,  Division  of  Adolf  Goebel, 
Inc.,  owner,  filed  February  16,  1937,  an  application  for  a 
variation  of  the  requirements  of  the  Labor  Law,  as  cited 
in  a  decision  of  the  commissioner  of  buildings,  affecting 
premises  319-333  Johnson  avenue,  northside,  394  ft.  1  in. 
west  of  Bogart  street  ('Block  No.  3065,  Lot  No.  58),  Bor¬ 
ough  of  Brooklyn ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  February  18,  1937,  re  Applic.  No.  820-1937,  reads: 

“1.  Proposed  changes  to  chute  enclosures  contrary 
to  Sec.  270,  Sub.  7  of  the  Labor  Law,  which  requires 
such  enclosure  extending  into  the  top  story  of  a  build¬ 
ing  with  a  non-fireproof  roof  to  extend  through  and 
3  ft.  above  roof.  Amendment  is  therefore  denied.” 

and 
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Whereas,  it  is  proposed  to  erect  a  two-story  and  cellar 
fireproof,  except  for  the  roof,  building,  40  ft.  in  height, 
76  ft.  9  in.  by  65  ft.  irregular  in  area,  to  be  occupied  as 
follows:  Cellar — hide  storage — 6  persons;  1st  floor— meat 
packing— 24  persons;  2nd  floor — abattoir— 20  persons;  the 
building  will  be  equipped  with  a  sprinkler  system,  two 
interior  fire  towers  ,one  of  which  will  extend  to  the  roof, 
clear  width  of  stairs  will  be  3  ft.  8  in. ;  stairs  will  be  con¬ 
structed  of  reinforced  concrete  with  fireproof  enclosures 
equipped  with  tin-clad  fire  doors  at  the  openings;  there 
is  no  safe  egress  from  the  roof ;  and 

Whereas,  applicant  contends  that  the  basement  and  first 
floor  are  of  fireproof  reinforced  concrete  construction 
throughout.  The  top  floor  has  a  w'ood  roof  of  saw-tooth 
skylight  construction,  supported  on  steel  columns  and  steel 
beams;  that  the  building  will  be  used  exclusively  as  a 
slaughter  house  for  cattle.  The  Bureau  of  Animal  In¬ 
dustry  of  the  Federal  Government  which  has  supervision 
over  this  process  requires  that  certain  portions  of  the 
slaughtered  cattle  be  conveyed  to  the  floor  below  through 
chutes.  These  chutes  are  made  up  of  No.  14,  No.  16  or 
No.  18  gauge  galvanized  sheet  iron,  and  vary  in  diameter 
from  12  inches  to  20  inches;  that  the  New  York  State 
Labor  Law,  Section  270,  Sub-division  No.  7  Vertical 
Openings”  requires  that  “  .  .  .  vertical  openings  leading 
from  one  floor  to  another  shall  be  enclosed  throughout 
their  height  by  enclosures  of  fireproof  material.  .  .  .  If 
the  enclosure  extends  to  the  top  story,  it  shall  be  continued 
to  three  feet  above  the  roof  .  .  .  and  shall  have  at  the 
top  a  metal  frame  skylight  at  least  three  quarters  of  the 
area  of  the  shaft  .  .  .” ;  that  the  saw-tooth  type  of  con¬ 
struction  for  the  skylights  employed  on  this  floor  has  been 
done  to  comply  with  the  requirement  of  the  U.  S.  Bureau 
of  Animal  Industry,  as  it  is  on  this  floor  that  the  actual 
killing  is  done  and  the  carcass  and  viscera  inspection  is 
made  by  ‘the  government  inspectors.  For  this  inspection, 
the  maximum  amount  of  light  is  demanded  by  the  Federal 
government  requirements.  To  extend  the  eight  chutes 
which  go  through  the  top  floor  slab  with  fireproof  par- 
tions  to  and  through  the  roof  will  seriously  interfere  with 
the  required  lighting  conditions  of  this  story ;  that  it  is 
impossible  to  comply  with  both  Federal  and  State  re¬ 
quirements;  that  it  is  proposed  to  enclose  the  top  of  the 
chutes  to  a  height  of  3  ft.  above  the  floor  with  an  enclosure 
of  fireproof  material  capped  with  a  fireproof  concrete  slab. 
The  opening  in  this  enclosure  leading  to  the  chute  will 
be  provided  with  a  3-ply  vertical  sliding  tin  clad,  labelled 
fire  door,  held  open  with  a  fusible  link,  so  as  to  be  self¬ 
closing  in  event  of  fire,  as  shown  on  sketch  submitted  in 
this  application. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
Labor  Law  and  that  the  application  be  and  it  hereby  is 
granted,  modifying  the  decision  of  the  commissioner  o 
buildings,  dated  February  18,  193 7  on  condition  that  the 
chutes  above  the  second  floor  level  shall  be  constructed, 
as  indicated  on  plans  filed  with  this  application,  of  masonry 
with  tinclad  doors  at  openings  held  open  by  fusible  links. 


41  37  ^ 

APPLICANT — Shreve,  Lamb  &  Harmon,  for  78  East  56th 
Street  Realty  Corporation,  owner. 

SLBIECT _ Application  for  consideration — reopening  and 

amendment— re  variation  of  the  labor  law  as  cited 
in  a  decision  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED— 78-80  East  56th  street,  south 
side  65  ft.  8  in.  west  of  Park  avenue  (Block  No. 
1291,  Lot  Nos.  39^2  and  40),  Borough  of  Man¬ 
hattan. 


APPEARANCES— 

For  Applicant:  David  A.  Rasanen. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 


THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(41-37-S) 


Whereas,  R.  H.  Shreve  for  Shreve,  Lamb  &  Harmon, 
applicant  on  behalf  of  78  East  56th  Street  Realty  Cor¬ 
poration,  owner,  filed  February  2,  1937,  an  application 
for  a  variation  of  the  labor  law  as  cited  in  a  decision  of 
the  commissioner  of  buildings  affecting  premises  78-80 
East  56th  street,  south  side,  65  ft.  8  in.  west  of  Park 
avenue  (Block  No.  1291,  Lot  Nos.  39J4  and  40),  Borough 
of  Manhattan ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
in  acting  on  N.B.  Application  211-1936,  dated  January  29, 
1937,  reads  as  follows : 

“27.  Windows  must  be  F.P.S.C.  as  per  section 
244-7  of  the  labor  law.” 

and 

Whereas,  this  decision  was  given  on  amendment  dated 
January  26,  1937,  which  reads: 

“We  respectfully  request  permission  to  install  case¬ 
ment  type  windows  (glass  area  not  to  exceed  720  sq. 
in.)  at  the  street  facade.” 

and 

Whereas,  the  building  in  question  will  be  8  stories  and 
pent  house,  99  ft.  10  in.  in  height,  33  ft.  4  in.  by  100  ft.  5 
in.  in  area  at  first  floor  and  33  ft.  4  in.  by  90  ft.  in  area 
above,  of  fireproof  construction,  to  be  occupied  as  follows: 
Cellar — boiler  room,  storage  and  shipping,  3  persons ;  first 
floor — reception  and  office,  6  persons  ;  second  floor — show¬ 
room,  stock  room  and  fitters,  30  persons ;  third  floor — 
showroom,  stock  room  and  designers,  50  persons ;  fourth 
floor — stock  room,  work  room,  40  persons;  fifth  floor — 
work  room,  55  persons;  sixth  floor — retail  use,  10  persons; 
seventh  floor — retail  use,  10  persons  ;  eighth  floor — owners 
apartment,  6  persons ;  pent  house — bed  room  and  machin¬ 
ery,  2  persons ;  and 

Whereas,  it  is  proposed  to  install  a  standpipe  system 
and  interior  fire  alarm  system  and  building  will  be 
equipped  with  two  interior  stairs  of  fireproof  construc¬ 
tion  ;  and 

Whereas,  applicant  contends  that  it  is  proposed  to  use 
rolled  steel  frames  and  steel  casement  sash  glazed  with 
yi  in.  plate  glass  (glass  areas  will  not  exceed  720  sq.  in.). 
This  type  of  sash  is  more  desirable  architecturally  than 
other  types  due  to  the  relatively  light  sections,  but  self¬ 
closing  mechanism  is  not  adaptable  to  casements.  On  the 
eighth  floor  and  pent  house  the  windows  in  question  are  in 
walls  enclosing  the  living  room  and  bedroom  of  the  own¬ 
er’s  apartment.  Casement  windows  are  particularly  desira¬ 
ble  in  these  rooms.  It  is  requested  that  the  board  grant 
permission  to  construct  and  install  these  steel  casement 
windows  and  sash  as  indicated  on  the  drawings  filed  here¬ 
with,  in  place  of  windows  with  self-closing  mechanisms; 
and 

Whereas,  this  application  was  granted  by  the  board 
February  24,  1937,  on  certain  conditions,  and  applicant 
requested  an  amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  February  24,  1937,  so  that 
as  amended  the  resolution  shall  read : 

“Granted  on  condition  that  the  windows  on  the  first 
and  second  floors  shall  have  fireproof  frames  and  sash 
and  be  glazed  with  plate  glass  and  that  windows  on 
the  front  of  the  building  above  the  second  floor  shall 
comply  with  all  requirements  of  law  applicable  thereto, 
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except  that  the  windows  on  the  front  at  the  eighth 
floor  and  pent-house  levels  may  be  of  the  easement 
type  and  not  be  self-closing,  provided  they  have  metal 
frames  and  sash  and  arc  glazed  with  plate  glass.” 


APPLIANCE  SUBMITTED  FOR  APPROVAL 

56-3 7- S  A. 

APPLICANT — Modern  Utilities  Engineering  Co.,  for 
Samuel  Stamping  and  Enameling  Co.,"  owner. 
SUBJECT— Sachem  Oil  Space  Heater,  Models  GB-1315 
GB-1015,  GB-1011,  GB-81S  and  GB-811  and  Speedy 
Hot  Oil  Space  Heater,  Models  GB-1315,  GB-1015 
GB-1011,  GL-815  and  GB-811,  approval  of 
APPEARANCES— 

For  Applicant:  J.  A.  Ross. 

ACTION  Ob  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


'3-37-SA. 

APPLICANT — Interborough  Engineering  Co.,  for  Joseph 
Kohart,  for  Samuel  Stamping  &  Enameling  Co 
owner. 

SUBJECT — Samco  Oil  Space  Heater,  Models  1108,  1110 
APPEARANCES'  ^08  and  1410,  approval  of. 

For  Applicant:  R.  Perotti. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


493-22-SA. 

vPPLICANT— Joseph  A.  Ross  of  Modern  Utilities  Eng. 

TTOTr-z-m  Jor,Pllbert  &  Barker  Mfg.  Co.,  owner. 

Ur>Jh.Ll  Application  for  reopening — amendment — re 
Approval  of  Gilbarco-Ballard  Heavy  Oil  Burner 
to  include  additional  models 

,PPEARANCES— 

.  For  Applicant:  Joseph  A.  Ross. 

UTION  OF  BOARD — Application  reopened  and  re¬ 
ferred  to  engineer  of  the  board 

HE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . * .  q 

Absent  .  .  q 


B4-36-SA. 

PPLICANT— C.  V.  Henry,  for  York  Oil  Burner  Co., 
Inc.,  owner. 

SeArWcES  ^ake  ^ven  ^  Burner,  approval  of. 
For  Applicant:  None. 

CTION  OF  BOARD — Appliance  approved  in  accordance 
ITT-  ™lth  reP°rt  °f  engineer  of  the  board. 

(HE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 

Negative  . !!.!.!!.' .  0 

Absent  . . .  0 

HE  RESOLUTION— 

(384-36-SA) 

Whereas,  C.  V.  Henry,  for  the  York  Oil  Burner  Co., 
ic.,  owner,  filed,  December  24,  1936,  an  application  with 
e  Board  of  Standards  and  Appeals  for  approval  of  the 
WCe  known  as  the  York  Fake  Oven  Oil  Burner;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
e  board  and  the  division  of  combustibles  of  the  fire  de- 
rtment  for  test  and  report;  and 


Whereas,  the  report  of  the  engineer  of  the  board,  sup¬ 
plementary  to  that  of  the  representatives  of  the  division 
of  combustible,  was  substantially  as  follows: 

ibis  burner  is  of  the  industrial  gun  type,  designed 
for  manual  operation,  and  consists  of  the  following: 
A  special  cast  brass  burner  head  in  which  the  oil  and 
air  are  atomized  at  low  pressure;  a  standard  motor 
and  pump  set  and  a  York  air  compressor.  The  oil 
capacities  of  the  various  size  nozzles  range  from  to 
6  gallons  per  hour.  The  compressor  supplies  the  prim¬ 
al  y  an  for  the  atomization  of  the  oil  at  approximately 
2^2  pounds. 

Ignition— Expanding  gas  pilot  light. 

Controls  Mercoid  switch  and  solonoid  valve  con¬ 
nected  to  the  air  and  oil  line;  a  Mercoid  magnetic  gas 
valve,  and  Minneapolis  Honeywell  Protecto-stat  tvpe 
C-57.  1 

The  burner  was  put  into  normal  operation  and  the 
air  supply  shut  off  on  several  tests.  In  each  case  the 
Mercoid  switch  shut  down  the  oil  pumps.  On  several 
other  tests  the  oil  supply  was  shut  off  and  the  Pro¬ 
tecto-stat  operated  and  shut  down  the  whole  burner 
unit.  During  the  period  of  tests  there  were  no  flare 
backs  due  to  faulty  ignition  and  the  flame  was  clean 
and  free  of  soot  and  smoke.  Examination  of  the 
combustion  chamber  showed  no  undue  carbon  deposits. 

1  lie  above  burner  was  installed  in  an  ordinary  type 
bake  oven,  and  in  such  installations,  as  this  job 'is  not 
automatic,  it  will  be  necessary  that  the  operator  or 
operators  obtain  certificates  of  fitness  to  supervise  the 
operation  of  these  installations.  The  burner  is  designed 
to  burn  from  1  to  5  industrial  grade  fuel  oil. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended,  that  the  York  Bake  Oven  burner  be  approved 
lor  commercial  and  industrial  uses  when  installed  in 
accordance  with  the  Oil  Burner  Rules  adopted  by  the 
Board  of  Standards  and  Appeals,  for  fuel  oil  not 
heavier  than  No.  5.  U.  S.  Dept,  of  Commerce  stand¬ 
ards. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  York  Bake 
' ’  burner  for  use  in  commercial  and  industrial  in- 
stallations  when  installed  in  accordance  with  above  report 
and  the  Oi  Burner  Rules  of  the  Board  of  Standards  and 
Appeals ;  that  all  installations  shall  bear  a  permanently 
fixed  label  reading,  as  follows :  y 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
Under  Cal.  No.  384-36-SA. 


27-37-SA. 

APPLICANT — Jack  Silverglate,  owner. 

SUBJECT— Philco  Oil  Burner,  Models  AM  and  B  ap¬ 
proval  of. 

APPEARANCES— 

For  Applicant:  Jack  Silverglate. 

ACTION  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  the  board 
THE  VOTE  T<D  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . '  q 

Absent  .  q 

THE  RESOLUTION— 

(27-37-SA) 

Whereas,  Jack  Silvergate,  owner,  filed  January  25,  1937, 
an  application  with  the  Board  of  Standards  and  Appeals 
for  approval  of  the  device  known  as  the  Philco  Oil  Burner 
Models  AM  and  B ;  and 
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Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  hre  de¬ 
partment  for  test  and  report ;  and  _  ,  , 

Whereas,  the  report  of  the  engineer  of  the  board,  sup¬ 
plemented  by  that  of  the  representatives  of  the  division  ot 
combustibles,  was  substantially  as  follows: 

The  burner  was  installed  in  a  steam  heating  boiler 
and  is  of  the  pressure  atomizing  vertical  gun  type 
consisting  of  the  following  assembly .  A  Century  1/6 
H  P  motor  a  Tuthill  fuel  stat,  consisting  of  pump, 
strainer  and  regulating  valve  and  a  Champion  blower 
The  difference  between  the  Model  AM  and  the  Model 
B  is  that  the  Model  AM  has  a  6  in.  air  wheel  and  a 
3V2  in.  blast  tube  with  a  capacity  of  1  to  3  gallons  per 
hour.  The  Model  B  has  a  5)4  in.  blast  tube  and  a 
iy2  in.  air  wheel  with  a  capacity  of  3  to  6  gallons  per 

h°Ignition :  Electric— Jefferson  Transformer,  110  to 

10,000  volts.  , 

Nozzle:  Any  standard  make  of  nozzle.  The  burner 

under  test  used  a  Harsch  nozzle  with  a  capacity  of  2 

^Controls :  Either  Mercoid  or  Minneapolis  Honeywell. 
The  burner  tested  was  equipped  with  a  Mercoid  Pyra- 
therm  and  a  Minneapolis  Honeywell  Pressuretrol,  type 
L404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  it  was  found 
that  on  two  successive  tests  the  controls  shut  the 
burner  down  in  63  and  65  seconds,  respectively.  The 
burner  was  then  put  into  intermittent  and  constant 


operation  for  approximately  45  minutes.  During  the 
period  of  test  there  was  no  flame  failure  due  to  faulty 
ignition;  the  flame  was  clean  and  free  of  soot  and 
smoke ;  and  an  examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposit. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Philco  Oil  Burner,  Models  AM  and 
B,  be  approved  for  domestic  and  commercial  use  when 
installed  in  accordance  with  the  provisions  of  the  oil 
burner  rules  adopted  by  the  Board  of  Standards  and 
Appeals  for  fuel  oil  not  heavier  than  No.  3,  U.  S. 
Dept,  of  Commerce  standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Philco  Oil  Burner,! 
Models  AM  and  B,  for  use  in  domestic  and  commercial 
installations  when  installed  in  accordance  with  above  re¬ 
port  and  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals;  that  all  installations  shall  bear  a  perma¬ 
nently  fixed  label  reading,  as  follows : 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City- 
Under  Cal.  No.  27-37-SA. 


Adjourned,  4:35  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


APPROVED  APPLIANCES 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  . 

American  Marsh  Simplex. .  A,  cAc  a 

Autopulse  Electric  Fuel  Oil  Pump..........  215-31-bA 

Autopulse  Electric  Oil  Pump  Outfit,  Model  c 

No.  1000  .  9-32-SA 


Ballard  Duplex  Electric  Driven  Pump  Set.. 

Beach  Russ  Co.  Rotary  . 

Blackmer  Rotary  . . . 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  . 

Century  Rotary  . 

Cook  Electric  Oil  Pump . 

Davidson  . 

Dean  Bros.  Durable  Duplex . 

DeLaval  IMO  Oil  Pump . •  • . 

Deming  Double  Oscillating  Force  Pump . 

Deming  Fuel  Oil  Pump . 

Enterprise  Oil  Pump  . 

Exeter  Rotary  . 

General  Electric  Oil  Pump . 

Goulds  Hand  Rotary  . 

Goulds  Rotary  Oil  Pump . 

Goulds  Triplex  Plunger  . 

Hardinge  Fuel  Oil  Pump . 


1413-22-SA 

1134-22-SA 

935-24-SA 

372-21-SA 

908-21 -S  A 
603-25-SA 

590-21-SA 

840-22-SA 

628-32-SA 

458-27-SA 

298-31-SA 

11-28-SA 

507-22-SA 

475-32-SA 

1133-25-SA 

437-31-SA 

257-22-SA 

813-25-SA 


Kinney  Rotating  Plunger  Pump 

Koerting  Gear  Pump . 

Kraissl  Fuel  Oil  Pump . 

Leiman  Rotary  . 


503-24-SA 

1264-25-SA 

60-28-SA 

95-24-SA 


Marsh  Fuel  Oil  Pump .  . . . 

McGowan  Horizontal  Duplex  Fuel  Oil  Pump 


1050-23-SA 

936-23-SA 


Name  of  Pump  Calendar  No 

M.  D.  Rotary  .  52-27-S/ 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-8/ 

Monroe  Oil  Pump  .  658-26-S/ 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil  .  175-35-S/ 

Northern  Rotary  .  1396-24-8/ 


Pascoe  Pump  Set  . . 

Petro-Nokol  Industrial  Oil  Pump . 

Quiet  May  Gerotor  Pump  . 

Quimby  Screw  Pump  . 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  . 

Ray  Rotary  . 

Rotary  Pressure  Pump  . 

Rotary  Vacuum  Pump  . 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D . 

Sundstrand  Fuel  Unit  (Pump)  , Model  7-OB 

Tate- Jones  . . . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . 

Tuthill  Fuel  Oil  Pump,  Models.  L,  LD  and 
30-LE  Fuelstat  . 

Union  Steam  Pump  for  Fuel  Oil . 

Viking  . 

Warren  Oil  Pump  . 

Wayne  Oil  Pump  &  Fan  Set . 

Webster  Fuel  Oil  Pump,  Type  A. . 

Worthington  Duplex  Double-Acting  Steam 

Pump  . 

Worthington  Show  Model  Duplex . 


1029-26-S/ 

570-32-S/ 

267-32-S/ 

1193-21-S/ 


102-35-Si 

588-25-Si 

1060-25-Sz 

513-25-Si 

163-34-Sa 

410-32-S; 

199-36-S.: 

492-21 -Si 
1279-25-Si 
60-28-Si, 


30-S 

30-S. 

21-S. 


184-22-S 

194-22-S 
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OIL  BURNER  RULES 

[217-21-SR] 

»Ori(  I.  In  H'is_  publication  of  those  llulos,  a  now  decimal 
numbering:  system  lias  been  employed,  but  for  con¬ 
venience,  the  former  designations  are  also  shown  in 
brackets. 

tULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

.dopted  by  the  Board  of  Standards  and  Appeals  June 
.5,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
December  4,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931;  May  12,  1931;  November  24, 

1931  ;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

ule  1.  Scope. 

]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 
equipment  for  use  within  the  City  of  New  York 
except  as  provided  in  these  rules. 

|]  1.2  These  rules  shall  not  apply  to  gas  companies  stor¬ 
ing  or  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 


Iule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

•  2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  Appeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit,  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com¬ 
pliance  with  these  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn- 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CONTROLS  Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

2.7  DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS — Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS:  Buildings  used  exclusively  for 


dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 

2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points, 
180  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162  )  A.W.G.  wire,  or  pipe  not 
less  than  one-half  inch  (y2")  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  The  other 
end  shall  be  bonded  to  a  ground  connec¬ 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2')  below  the  surface  of  the 
earth. 

2.11  FILL  PIPE:  That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 

2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  (*4)  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  (3/8)  inch 
gypsum  wall  boards  weighing  not  less  than 
16  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  (^)  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
floor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  (Va)  inch 
thick. 

2.12.4  Note — All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current. 

2.14  INDUSTRIAL  INSTALLATIONS:  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 
purposes  designed  for  and/or  using  oil  as  defined 
in  these  rules. 

2.17  OIL  LEVEL  INDICATING  DEVICE:  A  means 
by  which  the  level  of  the  oil  in  a  storage  tank  may 
be  indicated. 
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2  18  OVERFLOW  PIPE:  A  pipe  which  conveys  by 

'  gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2  19  PERMANENT  DEFORMATION:  Wherever 
phrase  “without  permanent  deformation,  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT:  Shall  mean  permit  for  storage  of  oil. 

2  21  PORTLAND  CEMENT  CONCRETE:  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  no 
more  than  two  and  one-half  (2/2)  parts  sand  and 
five  (5)  parts  of  coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28.  .  .. 

2  22  PREHEATER :  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

?  22  RFT  IEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2  24  RELIEF  LINE:  That  portion  of  the  line  between 
Ef,e  bypass  connection  o£  the  relief  valve  and  the 
supply  line  or  storage  tank. 

?  2=;  rfMOTE  CONTROL:  A  hand,  electric,  or  me- 
chaSy  operated  device  to  shut  off  the  o.l  sup- 
ply.  A  thermostat  is  not  acceptable  as  a  remote 

control.  . 

2.26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2  27  SHOP  FABRICATED:  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2  28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 
tuated  to  prevent  the  flow  of  liquid  in  a  line  of 

pipe.  .  , 

2  29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2  30  STORAGE  TANK:  Any  container  for  oil  hav¬ 
ing  a  capacity  of  two  hundred  andseventy-five 
(275)  gallons  or  more,  having  a  fill  line  and  vent 
line  connected  thereto. 

2  31  STORAGE  TANK,  AUXILIARY  :  Any  con- 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  with  an  automatic  or 
manually  operated  pump. 

2  32  SUPPLY  LINE:  That  portion  of  the  hue  be¬ 
tween  the  storage  tank  and  _  the  pump  oil  inlet 
connection.  Where  a  pump  is  not  used,  it  sha  1 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2  33  TFST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2  34  TRANSFER  PUMP :  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burnei. 

2  35  VENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 


in  a  Pensky-Martens  closed  cup  tester  (Ameri¬ 
can  Society  for  Testing  Materials  Method  D93- 
22)  and  marketed  under  the  following  commercial 


grades : 

(A.  P.  I.)  40-44° 

Range  Oil 

SP. 

Gr. 

No.  1  Fuel  Oil 

it 

it 

“  36-40° 

^jo  2 

it 

it 

“  32-36° 

No’.  3  “  “ 

It 

it 

“  28-32° 

No.  4  “  “ 

it 

it 

“  24°  + 

No.  5  “  “ 

it 

it 

“  18°  + 

No.  6  “  “ 

it 

ft 

“  10°  + 

The  use  of  crankcase 
strictly  prohibited. 

refuse 

oil  as  fuel  oil  is 

Rule  4.  Burners. 


fal  4.1  Burners,  including  oil-burning  heaters,  shall  be 
as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

fbl  4  2  Approval  of  burners  or  oil-burning  heaters  de¬ 
signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
for  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons’  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

Tel  4.3  The  requirements  of  these  rules  shall  not  apply 
to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  of  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick, 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches, 
soldering  pots,  tar  heaters,  snow  melters,  etc. 


Rule  5.  Material  and  Construction  of  Tanks. 


Rule  3.  Oil  Permitted. 

lal  3  1  Oil  permitted  under  these  rules  shall  be  any  liq- 
’  uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

ral  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 
be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  tree 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  he 
as  stated  in  the  table  given  below. 

[b]  5.1.2  All  tanks  must  be  welded  or  riveted  an 
caulked,  or  riveted  and  welded.  tlanJe,s 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  .between  plates  is  pro¬ 
hibited. 

[cl  5.1.3  Thickness  of  cylindrical  tanks,  excepi 
tanks  of  275  gallons  capacity  or  less:  _ 
Tanks  36  in.  in  diameter  and  less— %  in 
shell,  V\  in.  heads.  .  I 

Tanks  37  to  72  in.  in  diameter— V\  w 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter— 5/16  F 
shell,  Vs  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  o. 
3/s  in.  steel  and  to  be  stiffened  by  angi 
rings  or  equivalent  members  so  as  to  r  ^ 
tain  their  cylindrical  form. 
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[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 

tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

[e]  5.1.5  Diameter  and  spacing  of  rivets  : 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows : 

.  shell  *4  in.  thick,  54  in.  in  diameter 
rivets  2J4  in.  pitch. 

.  shell  5/16  in.  thick,  54  in.  in  diameter 
rivets  254  in.  pitch. 

In  shell  54  in.  thick,  54  in.  in  diameter  riv¬ 
ets  2j4  in.  pitch. 

5.2  Rectangular  Tanks. 

[a]  5.2.1  All  rectangular  tanks  shall  be  built  of 

steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5/16  of  an  inch. 

[b]  5.2.2  Corners  may  be  made  up  by  bending  the 

plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  54  of  an  inch  in 

diameter  and  spaced  not  more  than  2% 
inches  center  to  center. 

[d]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 

to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

[e]  5.2.5  When  structural  steel  members  are  used 

such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

[f]  5.2.6  When  structural  steel  reinforcing  members 

are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  pounds  per  square  inch 
taken  in  the  minimum  net  section 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty- four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  .  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[h]  5.2.8  The  connection  between  these  members  and 

the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

[a]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 


and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
and  head  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U. 
S.  Standard  No.  14. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

storage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  (J4").  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes ;  where  used  for  oils  having  a  vis¬ 

cosity  less  than  500  sec.  Saybolt  Universal  at 
100  F.  shall  have  manhole  covers  bolted 
and  air  tight;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above 
Ground. 

[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates  shall  be  J4  inch  and  the  minimum 
thickness  of  roof  plates  *4  inch. 

The  thickness  of  .shell  plates  shall  be  figured 
in  accordance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch). 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No. 

14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

lal  5.5.1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  wall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 

Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun¬ 

dred  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shall 
be  not  less  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons  stor¬ 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 

than  two  hundred  and  seventy-five  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Port’and  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4")  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  in  an  en¬ 
closure  having  masonry  walls  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  not  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6.1.3  The  capacity  of  individual  storage  tanks  lo¬ 
cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
with  burners  or  oil-burning  heaters  shall  be 
installed  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 
or  floor  and  protected  against  mechanical 
injury. 

6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
of  the  tank  not  less  than  two  feet  (2')  be¬ 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
earth,  free  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks : 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be  i 

placed  within  twenty  (20')  feet  of  any  wall, 
separating  a  building  from  the  subway,  and, ' 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub¬ 
way,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and 
Appeals. 

[c]  6.2.3  No  tank  shall  be  buried  so  as  to  be  nearer: 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two 

hundred  and  seventy-five  gallons,  prior  to 
or  at  the  time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 

6.3  Outside  of  Buildings,  Above  Ground. 

[a]  6.3.1  Storage  tanks  located  outside  of  buildings 
above  ground  shall  be  not  less  than  one  and' 
one-quarter  (1  %)  tank  diameters  and  in  no 
case  less  than  ten  feet  (10')  from  the  line 
of  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec¬ 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 

If  distant  25  feet  from  line 
of  adjoining  property 
which  may  be  built  upon  16,000  gallons 


If  distant  30  feet .  24,000 

If  distant  40  feet .  36,000 

If  distant  50  feet .  48,000 

If  distant  60  feet .  60,000 

If  distant  75  feet .  96,000 


If  distant  85  feet,  or  more  100,000  “ 

[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one 
and  one-half  (1*4)  times  the  capacity  of  the 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  (}£)  the  height  of  the  tank 
when  the  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shal 
be  made  of  earthwork  with  clay  core  oi 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  b( 
firmly  and  compactly  built  of  good  earth 
free  from  stones,  vegetable  matter,  etc.,  anc 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  a! 
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least  one  and  one-half  (iy2)  to  two  (2)  on 
all  sides.  _  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded. 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 
Code  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[c]  6.3.3  All  above  ground  storage  tanks  larger  than 
two  hundred  and  seventy-five  (275)  gallons, 
prior  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 

lule  7.  Piping. 

7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 

workmanlike  manner.  Exposed  piping  shall 
be  protected  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  at  tank. 

[b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 

brass  pipe,  or  new  extra-heavy  copper  brass 
or  aluminum  alloy  tubing,  properly  marked 
and  duly  approved,  may  be  used.  Drawn 
metal  tubing  when  used  for  conveying  oil, 
shall  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub¬ 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  ( 3/8 ") 
inside  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

[c]  7.1.3  Overflow  pipes  where  installed  shall  not  be 

smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

[a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 

discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

[b]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 

lief  valve  to  prevent  excessive  oil  pressure. 

[c]  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 

more  than  one  and  one-half  (1^4)  times  the 
maximum  working  pressure  of  the  system. 
The  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
line.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7.3.1  An  open  vent  of  iron  or  steel,  without  trap, 

and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
top  of  the  storage  tank  more  than  one  inch 
(1  ).  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

[b]  7.3.2  Where  a  battery  of  storage  tanks,  designed 

to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

[c]  7.3.3  Vents  shall  be  not  less  than  one  and  one- 

quarter  inches  (1J4")  in  diameter  for  stoi- 


age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  m  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  y2  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[d]  7.3.4  Vent  pipes  shall  be  provided  with  weather¬ 
proof  hoods  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  budding  opening  and  not  less  than  five 
feet  (5')  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1  ")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 

7.4  Fill  Pipes. 

[a]  7.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 

ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (5')  from 
any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal. 
No  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe  may 
be  installed  provided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  All  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  fill  pipe  terminal  shall  be  provided  with 
letters  reading  "Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 
has  been  approved.  The  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  y  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit¬ 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  of 
hot  water  or  low  pressure  (ten  (10)  pounds 
per  square  inch  maximum)  steam  coils. 


365 


RULES 


7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

[a]  8.1  Each  supply  line  from  storage  tanks  of  two 
hundred  and  seventy-five  (275)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

fbl  8.2  Each  supply  line  for  storage  tanks  of  more  than 
two  hundred  and  seventy-five  (275)  gallons  ca- 
pacitv,  sh3.ll  be  provided  with  3.  shut-off  v3lve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavy  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

I  cl  8.3  Except  as  may  be  modified  in  specific  instances 
by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(275)  gallons’  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
,  business  building  only  under  the  following  pro¬ 
visions  : 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  having  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50')  above  the  street 
level.  Only  one  oil  delivery  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not.be 
larger  than  two  inches  (2")  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 
above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 
each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 

Ignition 

Stack  or 

Combustion  “ 

Pressure 

Gravity 

[d]  8.4  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when  outside  location  is  impractical  such 
control  may  be  located  immediately  inside  the 


room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con¬ 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.5  Except  as  provided  by  Rule  4.2  of  these  rules 

for  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  ori 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used 

for  atomizing  the  oil,  the  oil  and  the  atomizing  i1 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply,  the 
supply  of  oil  will  immediately  be  cut  off.  Except 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 

Rule  9.  Oil  Level  Indicating  Devices  and  Test 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Test 
wells  shall  not  be  permitted  in  tanks  located 
inside  of  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  of 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructed 

of  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10) 

gallons’  capacity  shall  be  operated  until 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

[b]  10.1.2  Applications  for  permit  shall  be  made  b) 

the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shal 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made 
name  and  address  of  owner  and/or  oc¬ 
cupant,  name  and  address  of  installer 
make  and  approval  number  of  burners 
pumps  and  other  devices,  capacity  num 
ber  and  location  of  storage  tanks,  to 
gether  with  approval  of  such  propose! 
installation  by  the'  Commissioner  o 
Buildings  when  required  under  Rule  10.^ 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fir 

Chief  and  Commissioner  until  the  installa 
tion  has  been  inspected  by  his  represen 
tative. 

10.2  Plans  to  be  Filed  Where  Structural  Considera 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  a. 
defined  in  these  rules,  the  installer  shal 
file  with  the  Commissioner  of  Building 
plans  showing  the  size  and  location  o 
all  storage  tanks  having  a  capacity  greate 
than  275  gallons  where  such  tanks i  at 
to  be  installed  either  inside  of  building 
in  or  below  the  lowest  floor  level  or  out 
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side  of  buildings  below  ground.  Plans, 
however,  shall  be  filed  where  275  gallon 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com-  . 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

10.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 

!  inch  for  a  period  of  ten  (10)  minutes. 

[bl  10.3.2  Storage  tanks  of  mere  than  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as  follows: 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  which  shall  be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

[d]  10.3.4  The  anti-syphon  devices,  where  used  as 

provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

10.4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

lie  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

11.1  All  installations  ,  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in¬ 
stallation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner. 
Such  reported  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 

range  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

[b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 

the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 

completely  cut  off  the  passage  of  flue  gases  at  any 
time. 

Rule  13.  Automatic  Pumps. 

13.1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis¬ 
charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall 
not  be  less  than  eighteen  (18)  inches,  except  that 
this  clearance  may  be  reduced  to  nine  (9)  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  yA  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twice  the  width  thereof  and  such  baf¬ 
fle  is  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 
not  less  than  twelve  (12")  inches,  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (5')  of  heating  apparatus, 
except  where  same  is  protected  by  fire  retarding 
material. 

[d]  14.4  Burners  and  all  accessories,  including  tanks  and 

piping,  shall,  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  J4"  asbestos  or  equiva- 


367 


RULES 


lent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re¬ 
quired  within  the  specific  approval  of  each  burner. 

fgl  14  7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

fal  15.1  Cards,  giving  complete  instructions  for  the  care 
and  operation  of  the  system  shall  be  permanently 
fixed  near  the  apparatus  in  readable  condition. 
Where  burners  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons’  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

[bl  15.2  All  heating  systems  in  which  the  oil  is  preheated 
or  systems  not  fully  automatic  shall,  when  ope^at- 


ing,  be  under  the  direct  supervision  of  a  person 
holding  a  certificate  of  fitness  issued  by  the  Fire 
Chief  and  Commissioner,  except,  that  a  person 
holding  a  certificate  of  fitness  as  a  licensed  engineer 
or  as  a  licensed  fireman  under  the  provisions  of 
Section  409  of  the  Charter  of  the  City  of  New 
York,  shall  not  be  required  to  obtain  such  certifi¬ 
cate. 

Rule  16.  Modification. 

16.1  When,  for  any  reason,  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  ad¬ 
ministrative  official  having  jurisdiction  shall  have 
power  to  accept  substitute  methods  provided  the 
spirit  and  substance  of  these  rules  shall  be  com¬ 
plied  with. 

Rule  17.  Existing  Installations. 

17.1  Oil  burner  systems  heretofore  installed  and  duly 
approved  as  complying  with  all  laws  and  rules  then 
applicable  thereto  shall  be  deemed  acceptable,  pro¬ 
vided  there  have  been  no  subsequent  alterations  to 
the  apparatus,  except  as  to  Rule  15.2. 
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SMOKING  IN  FACTORIES 

Adapted  by  the  Board  of  Standards  and  Appeals,  RULE  2.  PERMISSIBLE  CASES. 

August  12,  1918.  Smoking  may  be  permitted  in  : — 


RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State,  Labor  Law  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,,  and,  then  on  y 
after  the  issuance  of  a  permit  by  the  administrative  otticia  . 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blan 
forms  to  be  furnished  by  the  administrative  official. 

(c\  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  m  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


(a)  Factories  engaged  in  the  manufacture  of  cigars 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling 
testing  and  experimental  purposes  is  carried  on 

(2)  Such  smoking  is  conducted  in  a  roon 
provided  especially  for  that  purpose,  separatee 
from  the  rest  of  the  building  by  fireproof  oi 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further: 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink 
ler  system,  the  floor  and  ceiling  of  such,  roon 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  th s 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammably 

waste  materials  are  deposited  in  fireproof  re 
ceptacles.  j 

(b)  Factories  devoted  entirely  to  one  of  the  followin 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works; 
Forge  shops ; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting;  \ 

Stone  or  monumental  works ; 


provided  that  in  any  case 


/  1  \  T'L  km  Ininrr 


y-N  -P  iirrmrlon  rntl 


UUB  y  ,  ,  .  x1| 

(2)  Such  chemical  fire  extinguishers  as  ti 
administrative  official  may  direct  are  installed , 

(3)  All  waste  paper  and  other  inflammat 
waste  materials  are  deposited  in  fireproof  r 
ceptacles. 


368 


BULLETIN 


OF  THE 

BOARD  OF  STANDARDS  AND  APPEALS 

CITY  OF  NEW  YORK 


Issued  under  authority  of  Sec.  718  of  the  Greater  New  York  Charter  as 
the  Municipal  Assembly,  Local  Law  No.  13,  of  1925,  Local  Law  No. 

Local  Law  No.  10  of  1935. 


amended  by  Chap.  503,  Laws  of  1916,  and 
26  of  1934,  Local  Law  No.  27  of  1934  and 


Published  weekly  by  the  Board  of  Standards 


and  Appeals  at  its  office,  Room 
New  York  City. 


s  1000  to  1018,  Municipal  Building, 


Vol.  XXII 


Subscription 
$2.50  a  year 


MARCH  30,  1937 


Single  Copies,  5  cents 
By  mail,  8  cents 


No.  13 


DIRECTORY 


PUBLIC  HEARINGS 


BOARD  OF  STANDARDS  AND  APPEALS 
HARRIS  H.  MURDOCK,  Chairman 

Bernard  A.  Savage 


‘u''0.uaJ'3l  dl  ....  cwiu  4.  y.  iu, 

special  meetings  as  published  in  this  Bulletin. 

Call  °f  Clerk’s  Calendar,  Mondays,  at  2  p.  m 

Man"  attan‘ngS  he‘d  in  RlX>m  1013'  MuniciI>al  Building, 


Charles  M.  Blum 
Chief  John  J.  McElligott 
Edward  V.  Barton,  Chief  Clerk 


)ffice— Municipal  Building,  Rooms  1001  to  1015. 

Telephone— WOrth  2-0184. 

’ffice  Hours  for  Public-9  a.  m.  to  4  p.  m.  Saturdays 
V  a.  m.  to  12  noon. 

II  communications  should  be  addressed  to  the  chairman  of 

the  board 

CONTENTS 

his  issue  of  the  Bulletin  contains,  in  the  order  given— 
ocket. 

srtiorari  Orders  Served  on  Board. 

ules  Directory. 

ill  of  Clerk’s  Calendar. 
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hncrete  Flat  Slab  Rules. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en- 
gmeers  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon— Saturdays  excepted 


CALL  OF  CLERK’S  CALENDAR 

Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter- 
ProPerty  owners  opportunity  to  file  objections,  if  any, 
and  will  be' called  in  Room  1013,  Monday ,  March  29,  1937 

definite  day!  At  ^  ^  eadl  CaSe  is  Set  for  hearinS  on  a 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  April  5,  1937,  at  2  o’clock. 

Ihe  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days.  s 


inu  i  ill  to  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
ot  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board.  y 

Lpon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application.  1 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
aa  °r  ^PP1'03^  sha11  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 

nf Ctt,rUe  oca1tlon  and  Position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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Northeast  corner  of  48th  ave¬ 
nue  (Rocky  Hill  road)  and 
Bell  boulevard  (Block  7346, 
Lot  1),  Bayside,  Borough 
of  Queens,  N.B.  889-37. 


606-616  West  30th  street,  south 
side,  125  ft.  west  of  11th 
avenue  (Block  675,  Lots  39- 
40),  Borough  of  Manhattan, 
F  P.  Applic.  179-37 


127-37-S . D.B.M.. 


.92-02  to  92-10  172nd  street, 
west  side,  100  ft.  south  of 
Jamaica  avenue  (Block 
1174,  Lot  11),  Jamaica,  Bor¬ 
ough  of  Queens, 

Applic.  831-37. 


.507-509  Madison  avenue  and 
26-30  East  53rd  street 
southeast  corner  (Block 
1288,  Lots  50  and  51),  Bor¬ 
ough  of  Manhattan, 

Viol.  1355-36 


128-37-A . D.B.M. 


.  324-342  4th  avenue,  17-35  East 
24th  street  and  48-60  Eas 
25th  street  (Block  854,  Lot:’ 
1-41  Inclusive),  Borough  o 
Manhattan,  Applic.  152-37 


.1890  Daly  avenue,  east  side, 
166.66  ft.  north  of  East 
176th  street  (Block  2992, 
Lot  15),  Borough  of  The 
Bronx,  Decision. 


129-37-SA . F.D. 


.Bauer  Oil  Burner, 


Appliance 


119-37-BZ . D.B.Q. 


120-37-BZ . D.B.Q. 


CODE 

.89-17  to  89-27  162th  street,  east 

side,  190.70  ft.  south  of  89th  D.B . Department  of  Building 

(Shelton)  avenue  and  89-26  .  . .  Health  Departmen 

side,  242.27  ft.  south  of  D.B.B . Department  of  Buildings,  Brookly 

89th  (Shelton)  avenue  D  B  M . Department  of  Buildings,  Manhatta 

bU^Jamaic^BorougVof  D.B.Q . Department  of  Buildings,  Queen 

Queens,  Decision.  p  g  R . Department  of  Buildings,  Richmon 

n  R  Rv  . Deoartment  of  Buildings,  Bron 

.89-28  to  89-32  161st  street,  .  '  __  n  „ 

northwest  corner  of  90th  T.H.D . Tenement  House  Departmei 

avenue  (Block  834,  Lot  41),  gg  . Board  of  Building 

Jamaica,  Borough  of 
Queens,  Decision. 


121-37-BZ . D.B.Q. 


.89-48  164th  street,  west  side, 
324.60  ft.  north  of  Jamaica 
avenue  (Block  865,  Lot  83), 
Jamaica,  Borough  of 
Queens,  Decision. 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 


122-37-A . F.D. 


.292-314  Kent  avenue,  west  side 
between  South  2nd  and 
South  3rd  streets  and  2-10 
South  2nd  street  (Block 
2414,  part  of  Lot  1),  Bor¬ 
ough  of  Brooklyn, 

69078-C. 


On  March  18,  1937,  W.  Rossiter  Redmond  attorney  served  c 
board  petition  and  order  of  certiorari,  for  Edgar  J.  Kohnstamr 
owner,  in  re  decision  of  February  16,  -1937,  denying,  in  busine 

district,  building  to  be  used  for  storage,  gaWB?e’.,  rernis, 

repair  shop  and  automobile  laundry,  Cal.  No.  302-36-BZ,  Premis 
965-971  65th  street,  Borough  of  Brooklyn. 

*  *  * 


On  March  18,  1937,  Lind,  ^  Shlivek,  ^ Marks  ^Brjn,^  attorney 


un  iviarcn  10,  - - .  r  ror; 

served  on  board,  petition  and  order  for  writ  of  certiorari 
14th  St.  Warehouse  Corporation,  lessee,  re  decision  ot  t>oara 
February  24,  1937,  denying,  in  business  district  change  of  occ 
pancy  of  existing  building  to  garage;  Cal  No.  370-36-Bl 
533  East  14th  street  and  240  Avenue  B,  Borough  of  Manhattan. 


123-37-S . D.B.M. 


.141-155  East  25th  street,  north 
side,  15  ft.  2  in.  east  of  Lex¬ 
ington  avenue  and  140-156 
East  26th  street  (Block  881, 
Lot  31),  Borough  of  Man¬ 
hattan, 

32088-L.D.  &  Decision. 


On  March  20,  1937,  Sidney  R.  Diamond,  attorney,  served  ‘ 
board  petition  and  order  for  writ  of  certiorari  for  2291  Rea 
Corporation,  owner,  in  re  decision  of  February  24  *937  denyi 

stores  in  residence  use  district,  under  section  2i,  Cal.  No. 

BZ,  Premises  2261-2269  Grand  Concourse,  Borough  of  1  he  Bronx 


124-37-SA . F.D.. 


.Beach  Air  Brushes  (for  paint 
spraying  equipment), 

Appliance. 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules - Feb.  2,  1937 — Vol.  22,  No. 

Certificate  of  Occupancy,  approved  ^  1932_Vo,  17>  No. 

Concrete  Flat  Slabs’.  i^l«^ !!  I"  ‘Mar.  30  1937  Vol  22,  No. 

Concrete  Rules  (Hydrated  Lime)...  Mar.  16,  1937— Vol  2~,  . ■  ■ 

Elevator  rules  . Mar.  3,  1936— Vol.  21,  JNO. 


370 


CALENDAR 


Exit  Rules  (Revolving  Doors) .....  Mar. 

Factory  Exit  Rules .  . Mar. 

Fire  Alarm  Rules  (Interior) . Feb. 

Fire  Drill  Rules . Feb. 

Fire  Retarding  Rules  for  Garages, 

etc . Mar. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules... . .'Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules . Mar. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . Nov. 

Platform  Trucks,  Specifications  for.  Nov. 

Plumbing  Rules  . Mar. 

Procedure,  Rules  of . Mar. 

Refrigerating  Systems,  Extract  C.O.Tan. 

Smoking  in  Factories,  Rules  for _ Mar. 

Sprinkler  Rules  . Mar. 

Standpipe  Fireline  Rules . Mar. 

Structural  Alterations,  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc . Nov! 

Wire  Glass  Rules  (Amendment  to 
Rule  505  of  Industrial  Code).. Apr. 


2,  1937— Vol.  22,  No.  9 
9,  1937— Vol.  22,  No.  10 
16,  1937— Vol.  22,  No.  7 
23,  1937— Vol.  22,  No.  8 

16,  1937— Vol.  22,  No.  11 
14,  1936— Vol.  21,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 

23,  1937— Vol.  22,  No.  12 

27,  1934 — Vol.  19,  No.  48 

24,  1936— Vol.  21,  No.  47 
16,  1937— Vol.  22,  No.  11 
30,  1937— Vol.  22,  No.  13 
12,  1937— Vol.  22,  No.  2 

23,  1937— Vol.  22,  No.  12 
9,  1937— Vol.  22,  No.  10 

30,  1937— Vol.  22,  No.  13 
7,  1932— Vol.  17,  No.  23 

24,  1936— Vol.  21,  No.  47 
24,  1936— Vol.  21,  No.  47 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves .  Mar. 

Fireline  Hose  Valves . Feb. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Mar. 

>Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.  Nov. 

Fuel  Oil  Pumps . Mar. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Mar. 


5,  1935— Vol.  20,  No.  10 
23,  1937— Vol.  22,  No.  8 

2,  1937— Vol.  22,  No.  9 
26,  1936— Vol.  21.  No.  21 
17,  1936— Vol.  21,  No.  46 
30,  1937— Vol.  22,  No.  13 

26,  1935— Vol.  20,  No.  48 

2,  1937— Vol.  22,  No.  9 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MARCH  29,  1937,  AT  2  P.  M. 

Building  Zone  Case 

260-36-BZ. 

APPLICANT — Michael  F.  Doody,  for  Home  Life  Insur¬ 
ance  Company,  owner. 

PREMISES— 1620-1624  Avenue  H  and  842-848  East  17th 
street,  southwest  corner  (Block  No.  6700,  Lot  No. 
9),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (stores). 


ett,  owner,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
1143-1147  Second  avenue,  northwest 
corner  of  East  60th  street  (Block  No. 
1415,  Lot  Nos.  21  and  23),  Borough 
of  Manhattan. 

cal.  no.  17-37-BZ— Application,  January  14,  1937,  under 
section  7h  of  the  building  zone  reso¬ 
lution,  of  George  Stone,  applicant  and 
lessee,  on  behalf  of  Bank  of  New 
York,  and  1  rust  Company,  owner,  to 
permit  in  a  retail  use  district  the  park¬ 
ing  of  more  than  five  (5)  motor  vehi¬ 
cles  for  a  period  of  not  more  than 
two  (2)  years;  premises  322-324  West 
41st  street,  south  side,  300  ft.  west 
of  8th  avenue  (Block  No.  1031,  Lot 
No.  45),  Borough  of  Manhattan. 

cal.  no.  354-36-BZ — Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

cal.  no.  58-32-BZ — Application  of  Irving  Adelsohn,  appli¬ 
cant,  on  behalf  of  Frank  J.  Mahoney, 
owner,  reopened  January  12,  1937 

under  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  5701-5711 
20th  avenue  and  2002-2012  57th  street, 
southeast  corner  (Block  No.  5500,  Lot 
No.  6),  Borough  of  Brooklyn. 


MARCH  30,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
trds  and  Appeals  of  a  public  hearing  under  the  provisions 
)f  the  building  zone  resolution,  Tuesday  morning,  March 
>0,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
>n  the  following  matters : 

'AL.  no.  86-29-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Morris  I.  Hal- 
perin,  owner,  reopened  December  1, 
1936,  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(previously  withdrawn)  ;  premises  268 
Lincoln  place,  southeast  corner  of  Un¬ 
derhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 

al.  no.  296-36-BZ — Application,  October  6,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer 
applicants,  on  behalf  of  Helen  L.  Sack- 


cal.  no.  50-36-BZ — Application  of  William  McGrane,  ap¬ 
plicant,  on  behalf  of  Iceland  Rink 
Realty  Corporation,  owner,  reopened 
and  restored  to  calendar  December  8, 
1936,  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  busi¬ 
ness  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles  (previ¬ 
ously  dismissed  for  lack  of  prosecu¬ 
tion)  ;  premises  2555  Jerome  avenue, 
southwest  corner  of  West  192nd  street 
(Block  No.  3201,  Lot  No.  30),  Bor¬ 
ough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MARCH  30,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

2-37- A — 112-116  East  32nd  street,  south  side,  100  ft.  east 
of  4th  avenue  (Block  No.  887,  Lot  No. 
88),  Borough  of  Manhattan. 

58-37- A — 537-545  East  71st  street,  northwest  corner  of 
Exterior  street  (Block  No.  1483,  Lot  No. 
23),  Borough  of  Manhattan. 
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65-37-A— Transportation  of  Fuel  Oil  in  Tank  Truck  in 
New  York  City. 

101-37-A — 101-125  Sheriff  street,  west  side,  between  East 
Houston  street  and  Stanton  street  in 
Hamilton  Fish  Park  (Block  No.  340,  Lot 
No.  1),  Borough  of  Manhattan. 

128-37-A— 324-342  4th  avenue,  17-35  East  24th  street  and 
48-60  East  25th  street  (Block  No.  854,  Lot 
Nos.  1  to  41,  inclusive),  Borough  of  Man¬ 
hattan. 

11 7-37- A— 92-02  to  92-10  172nd  street,  west  side,  100  ft. 

south  of  Jamaica  avenue  (Block  No.  1174, 
Lot  No.  11),  Jamaica,  Borough  of  Queens. 

99-37-A— 26-28  Thompson  street,  east  side,  66  ft.  north 
of  Grand  street  (Block  No.  476,  Lot  No. 
54),  Borough  of  Manhattan. 


Variations  of  Labor  Law 


51 


-37-S— 27  West  57th  street,  north  side,  400  ft.  east  of 
6th  avenue  (Block  No.  1273,  Lot  No.  17), 
Borough  of  Manhattan. 


127-37-S — 507-509  Madison  avenue  and  26-30  East  53rd 
street,  southeast  corner  (5th  floor)  ; 
(Block  No.  1288,  Lot  Nos.  50  and  51), 
Borough  of  Manhattan. 


Appliances  Submitted  for  Approval 

116-37-SA— Bethlehem-Doe,  Carrier  and  Gilbert-Bethle- 
hem  Oil  Burners,  Models  CE  and  FE. 

124-37-SA— Beach  Air  Brushes  (for  Paint  Spraying 
•  Equipment). 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  March 
3,0,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 


cal.  no.  11-33-BZ— Application  of  M.  Bache,  applicant,  on 
behalf  of  Richmond  Boro  Home  Sites 
Corp.,  owner,  reopened  March  2,  1937 
for  consideration  as  to  extension  of 
permit — re  Application,  granted  on  con¬ 
dition — under  section  7f  of  the  build¬ 
ing  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  for  a  temporary  period ;  premises 
2485  Hylan  boulevard,  northwest  cor¬ 
ner  of  New  Dorp  lane  (Block  No. 
3649,  part  of  Lot  No.  1),  New  Dorp, 
Borough  of  Richmond. 


cal.  no.  204-24-BZ— Application  of  Sidney  Zimet,  appli¬ 
cant,  on  behalf  of  Michael  De  Lau- 
renzo,  owner,  reopened  March  9,  1937 
for  consideration  as  to  extension  of 
permit— re  Application,  granted  on 
condition,  under  section  21  .  of  the 
building  zone  resolution,  permitting  in 
a  residence  use  district  the  change  of 
occupancy  of  a  garage  for  m,ore  than 
five  (5)  motor  vehicles  (previously 
granted  by  the  board)  to  a  junk  shop 
shop  for  a  temporary  period;  prem¬ 
ises  469-475  Hemlock  street,  east  side, 
100  ft.  south  of  Liberty  avenue  (Block 
No.  4200,  Lot  Nos.  9  and  10),  Borough 
of  Brooklyn. 


cal.  no.  263-27-BZ — Application  of  Jack  Z.  Cohen,  appli¬ 
cant,  on  behalf  of  Oscar  Wagenseil, 
owner,  reopened  March  9,  1937  for 
consideration  of  an  amendment  to  the 
resolution  of  June  23,  1933— re  Appli¬ 
cation,  granted  on  condition,  under 
section  21  of  the  building  zone  reso¬ 
lution,  permitting  in  a  business  use 
district  the  inclusion  of  a  motor  ve¬ 
hicle  repair  shop  in  a  garage  for  more 
than  five  (5)  motor  vehicles  which 
was  granted  by  the  board;  premises 
540-544  65th  street,  south  side,  315  ft. 
east  of  Fifth  avenue  (Block  No.  5828,  ' 
Lot  No.  18),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  5,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

18-37-BZ. 

APPLICANT— Joseph  S.  Klotz,  for  Scientific  Brake  Ser¬ 
vice  Corporation,  owner. 

PREMISES— 2166-2172  Coney  Island  avenue,  west  side, 
100  ft.  4J4  in.  south  of  First  court  (Block  No. 
6685,  Lot  No.  34),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  change  of  occupancy 
of  an  existing  brake  service,  greasing  and  auto 
laundry  use,  so  as  to  include  a  gasoline  service 
station. 


70-37-BZ. 

APPLICANT— William  Richter,  for  Minnie  Gianinni, 
Filomeno  Marrio  and  Marie  D.  Bovi,  owners. 

PREMISES— 70-15  to  70-21  Astoria  boulevard  and  22-02 
to  22-08  71st  street,  northwest  corner  (Block  No. 
1002,  Lot  Nos.  15  and  16),  Long  Island  City,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone’ 
resolution,  .  , 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


43-37-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Circle  Gas  Sta¬ 
tions,  Inc.,  owner. 

PREMISES— 1091-1113  Lorraine  avenue,  north  side  be¬ 
tween  Linden  avenue  and  Holly  street  and  2492- 
2504  Linden  boulevard  (Block  No.  4498,  Lot  No. 
38),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  extension  in 
area  of  an  existing  accessory  building  located  on 
an  existing  gasoline  service  station. 


205-29-BZ. 

APPLICANT— Michael  Levine,  for  Whitestone  Service 
Station,  Inc.,  owner. 

PREMISES— 157-30  Willetts  Point  boulevard,  southeast 
corner  of  Cross  Island  boulevard  (Block  No.  619 
Lot  Nos.  15  and  18),  Whitestone,  Borough  oi 
Queens.  .... 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution  (reopened  under  new  proposa 
January  19,  1937), 
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PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  extension  of  an 
existing  gasoline  service  station  which  was  granted 
by  the  board  for  a  temporary  period. 


APRIL  6,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREB\  GIVEN  by  the  Board  of  Stand- 
rds  and  Appeals  of  a  public  hearing  under  the  provisions 
n  the  building,  zone  resolution,  Tuesday  morning,  April 
1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
l  the  following  matters : 

ll.  no.  8-37-BZ— Application,  January  11,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer 
applicants,  on  behalf  of  South  Brook¬ 
lyn  Sayings  Bank,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  113-125 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of 
Brooklyn. 

;l.  no.  414-29-BZ— Application  of  Sidney  H.  Kitzler  ap¬ 
plicant,  on  behalf  of  Stella  C.  Sartor, 
owner,  reopened  January  19,  1937 

under  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  jn  a  business  use  district 
and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  more  than  five  (51  motor  ve¬ 
hicles;  premises  970-978  Nostrand  ave¬ 
nue  and  291-301  Sullivan  place,  north¬ 
west  corner  (Block  No.  1305,  Lot  Nos 
46,  47,  48,  50  and  52),  Borough  of 
Brooklyn. 

no.  355-36-BZ— Application,  November  14,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Cogat  Garage,  Inc.,  applicant 
and  lessee,  on  behalf  of  Edlar  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  693  East  Gun  Hill  road, 
northwest  corner  of  Willet  avenue 
(Block  No.  4642,  Lot  No.  70),  Bor¬ 
ough  of  The  Bronx. 

'•  Na  1S-37-BZ— Application,  January  13,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  James  F.  Hunter,  applicant,  on 
behalf  of  Consolidated  Edison  Co.  of 
New  York,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles  and,  also,  gasoline 
service  station;  premises  1540-1544 
Boston  road  and  844-850  East  172nd 
street,  southwest  corner  (Block  No. 
2966,  Lot  No.  81),  Borough  of  The 
Bronx. 

No.  598-29-BZ  Application  of  Robert  E.  McGannon, 
applicant,  on  behalf  of  Mortimer  M. 


Furtsch,  owner,  reopened  under  new 
proposal  December  15,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  an  unrestricted  use 
district  the  change  of  occupancy  of  an 
existing  building  to  a  motor  vehicle 
repair  shop ;  premises  1599-1609 
Jerome  avenue,  west  side,  100  ft.  south 
of  Featherbed  lane  (Block  No.  2860, 
Lot  No.  26),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  6,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

27 -36- A — 145  West  51st  street,  north  side,  125  ft.  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution, Tuesday  afternoon,  April 
6,  1937,  at  2  o  clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  26-36-BZ — Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 
ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel — which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  326-36-BZ — Application,  October  31,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Joseph  M.  Lonergan,  appli¬ 
cant,  on  behalf  of  Guiseppe  Montemo- 
rano,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner 
(Block  No.  701,  Lot  No.  8)}  Borough 
of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  12,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

277-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Carolina  Pig- 
natelli,  owner. 

PREMISES — 1495-1497  East  New  York  avenue,  north 
side,  139  ft.  10j£  in.  east  of  Park  place ’(Block 
No.  1465,  Lot  No.  46),  Borough  of  Brooklyn. 
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APPLICATION,  under  sections  7 h  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  ot 
more  than  five  (5)  motor  vehicles. 


63-37-BZ. 

APPLICANT — Elias  K.  Herzog,  for  Julius  B.  Raynes, 
owner. 

PREMISES— 35-37  Horatio  street,  north  side,  69  ft.  east 
of  Hudson  street  (Block  No.  627,  part  of  Lot  No. 
25),  Borough  of  Manhattan. 

APPLICATION,  under  section  7c  of  the  building  zone 

resolution,  . 

TO  PERMIT  partly  in  an  unrestricted  use  district  and 
partly  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing  building  to  a 
motor  vehicle  repair  shop. 

67-37-BZ. 

APPLICANT— Patrick  Gallagher,  owner. 

PREMISES— 2561-2569  Ocean  avenue,  east  side,  90  ft 
south  of  Avenue  U  (Block  No.  7353,  Lot  Nos.  66 
and  70),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution.  . 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  extension  in  area 
of  an  existing  gasoline  service  station. 


68-37-BZ. 

APPLICANT— Sigmund  Enoch,  for  Sarah  Goldberg, 
owner. 

PREMISES— 3066  Jerome  avenue,  east  side,  95  ft.  south 
of  East  204th  street  (Block  No.  3321,  Lot  Nos. 
30  and  32),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution,  . 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop. 


APRIL  13,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
13,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

CAL  no  389-36-BZ— Application,  November  2,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Arthur  H.  Haaren,  applicant, 
on  behalf  of  Kesbec,  Inc.,  owner,  to 
permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles,  premises  2389  Jerome  avenue, 


west  side,  150  ft.  north  of  West  184th 
street  (Block  No.  3199,  Lot  No.  113), 
Borough  of  The  Bronx. 

cal.  no.  385-36-BZ— Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station ;  premises  545 
(525  old  number)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West 
Brighton,  Borough  of  Richmond. 

cal.  no.  11-37-BZ— Application,  January  8,  1937,  under  sec¬ 
tions  7f,  7h  and  21  of  the  building 
zone  resolution,  of  Charles  J.  Johnson, 
applicant,  on  behalf  of  E.  M.  V.  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  6007-6023  Broadway,  north¬ 
west  corner  of  Spuyten  Duyvil  park¬ 
way  and  northeast  corner  of  Post  road 
(Block  No.  3415-F,  Lot  Nos.  275,  307 
and  305),  Borough  of  The  Bronx. 

cal.  no.  297-36-BZ— Application,  October  7,  1936,  under  • 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Michael  Levine,  applicant,  on 
behalf  of  Southern  Parkway  Realties 
Corp.,  owner,  to  permit  partly  in  a  ’ 
business  use  district  and  partly  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion  ;  premises  233-02  to  233-16  Central 
avenue  and  117-01  to  117-09  233rd 
street,  southeast  corner  (Block  No. 
3444,  part  of  Lot  No.  1),  St.  Albans, 
Borough  of  Queens. 

cal.  no.  106-32-BZ— Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Confield  Es-, 
tates,  Inc.,  owner,  reopened  and  re¬ 
stored  to  calendar  February  9,  1937, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use 
district  the  alteration  and  change  of 
occupancy  of  part  of  the  first  floor  . 
an  existing  multiple  dwelling  to  busi¬ 
ness  use  (stores);  (previously  with¬ 
drawn)  ;  premises  2351-2355  Grand 
Concourse,  northwest  corner  of  rielu 
place  (Block  No.  3164,  Lot  No.  50), 
Borough  of  The  Bronx.  , 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


APP'-nts,  reS0lUt,0,''  "*  ~  Room  SMS 

H  they  'desire  ^additional  copies,  for  their  own  conveni-  each— postage  to  be  added  if  the  forms  are  orwar  e 

ace  in  notifying  property  owners,  they  may  obtain  such  mail. 
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STANDPIPE  ’-“FIRELINE”  RULES  ADOPTED  JUNE  27,  1922;  AMENDED  MAY  18  1928* 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9  1931  ’ 


[281-22-SR] 

i  Note  In  republishing  these  Rules,  no  corrections  hove 
been  made  as  to  departmental  jurisdiction,  as  such  may  be 
afjected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
/4'inch  or,  by  permission  of  the  Fire  Commissioner,  ^-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
.show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
of  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
Pf  Plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
in  automatic  sprinkler  system  is  provided  throughout  the 
juilding  or  in  any  portion  of  the  building,  the  plans  shall 
nclude  a  note  to  that  effect. 

Rule  2.  APPROVAL.  Before  acceptance  all  standpipe 
kfire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
lydrostatic  pressure  of  not  less  than  300  pounds  per  square 
nch  at  the  street  Siamese,  and  at  each  pump  supply  level,  or 
uch  additional  pressures  as  may  be  required  to  give  100 
)ounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
pxcept  that  when  a  change  is  made  in  a  source  of  supply’ 
>r  minor  changes  are  made  in  an  existing  equipment  pre- 
ri9J?s)y  approved,  the  system  shall  be  tested  to  a  pressure 
ufncient  to  give  SO  lbs.  per  sq.  in.  at  the  highest  story  hose 
iutlet.  These  tests  to  be  made  in  the  presence  of  a  repre- 
entative  of  the  Fire  Prevention  Bureau. 

No  valves,  risers  or  other  material  portions  of  any  stand¬ 
ee  (fire  lines)  equipment  shall  be  covered  or  permanently 
oncealed  until  tested  and  approved,  in  writing,  by  the 
lureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap- 
roved  plans,  and  as  per  test  herein  provided  for,  applica- 
:on  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
ispection  of  the  completed  installation.  When  the  stand¬ 
ee  equipment  is  approved,  the  applicant  will  be  so  advised 
i  writing,  by  the  Bureau  of  Fire  Prevention. 

When  deemed  necessary  by  the  Fire  Commissioner,  sec- 
onal  diagrams  of  the  standpipe  (fire  line)  equipment  in 
uildings  of  large  area  or  height,  not  more  than  three  in 
umber  and  printed  on  cloth  in  size  not  less  than  8*4  x  11 
i.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com- 
anies  in  the  district  in  which  the  premises  are  located. 
Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE^ 
There  shall  be  an  engineer,  superintendent  or  other  per- 
Jn  in  charge  of  the  standpipe-fire  line  system  in  all 
addings  exceeding  eighty-five  feet  in  height  who  shall 
•  registered,  and  submit  to  an  examination  in  the  Fire 
epartment.  Upon  evidence  of  fitness  to  properly  operate 
.id  maintain  the  standpipe  system  he  shall  be  granted  a 
ertificate  to  that  effect.  The  certificate  shall  contain  the 
dl  name  and  a  small  photograph  of  the  holder. 

Day  and  night  service  shall  be  maintained  in  all  build- 

gs  exceeding  250  feet  in  height  in  which  there  is  a  fire 
imp. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
ast  one  certified  operator  on  duty  during  every  perform- 
ice.  Buildings  of  large  areas,  industrial  plants,  amuse¬ 


ment  parks,  etc.,  shall  have  at  least  one  certified  operator 
on  duty  when  deemed  necessary  by  the  fire  commissioner. 

Rule  4  MONTHLY  INSPECTION.  All  valves,  hose, 
tools,  and  other  auxiliary  fire  appliances  shall  be  kept 
in  pei  feet  working  order,  and  at  least  once  a  month  the 
pei  son  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
hire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

He  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 
premises  for  examination  by  a  representative  of  the  Fire 
Department. 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
but  at  least  once  every  two  years,  to  a  pressure  test  of 
filty  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
fittings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department ;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
°,f  the  owner  of  the  premises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5._  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturer’s  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
drawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shall  be  present  at  all  times. 

Rule  7.  AREA  OF  BUILDINGS.  For  the  application 
of  Section  581  of  Chapter  5  of  the  Code  of  Ordinances  th~ 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances,  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical  distance  measured  in  a 
straight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  in  the  case  of  flat  roofs,  and  to  the  average 
height  of  gable  in  case  of  roofs  having  a  pitch  of  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth,  to  make  possible  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  pi  escribe 
such  portable  protection  as  he  may  deem  necessary..  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

(a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hay¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  main 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supp'y,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5.000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Works  Association:  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com-  . 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  3-nd 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav- 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected  ( 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through  ' 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a.  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  tor 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank, 

3  inches  below  the  top  (of  sides).  Overflows  shall  termi- 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof.  f  j 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When  . 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  tn« 
highest  story. 
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Rule  22  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
as  high  as  practicable  within  the  pyramid  or  tower.  Pro¬ 
vided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  for  tank  houses  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery,  hire  appliances,  as  may  be  required  by  the 
rue  Commissioner,  shall  be  provided  in  such  tank  houses 
elevator  machine  rooms,  etc.  ’ 


Rule  2o.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter¬ 
mediate  landings  every  12  ft.  or  less. 


Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur- 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarin  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup- 
ply  is  taken  fiom  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
*iae  J"es®rve  tank,  a  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect- 
mg  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser 
except  that  where  a  Siamese  connection  has  been  omitted 
Irv  crp  \/SG  rtdes’  no  check  valve  shall  be  required.  An 
D.  b  &  Y .  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
mu 'mch  steam  line  with  a  1-inch  return  separately  trapped. 

=l b o^/ ^40 ° r F n  the  tank  Shak  bC  maintained  at  a  temperature 

Tanks  in  hotels,  hospitals,  institutes  or  similar  buildings 
jsing  the  tank  supply  seven  days  a  week  supplying  both 
itandpipe  and  house  service  lines  shall  not  require  heating. 

I  in  an  adequately  heated  enclosure,  interior  heating  of 
anks  shall  not  be  required. 


Rule  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
lave  at  least  10,000  gallon  effective  water  capacity  as  speci- 
ied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
.oncrete,  located  below  the  grade,  or  lowest  story,  if  there 
s  no  .cellar  under  the  building.  The  Fire  Commissioner  may 
>erL11-ij^Ctl0n  tan,ks, to  be  located  in  a  separate  enclosure, 
>r  building  provided  they  are  accessible  and  when  in  his 
uagment,  such  location  will  be  more  practicable.  House 
apply  tanks  may  be  connected  to  the  fire  pump  suction 
me,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
'e  provided  on  such  house  supply  lines. 

•  ?"le  28-  LOWEST  TANK  SUPPLY.  The  lowest  sue- 
ion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
lameter  taken  directly  and  independently  from  the  public 
treet  mam  1  he  supply  shall  be  not  less  than  750  gallons  a 
imute,  and  shall  enter  the  suction  tank  above  the  top  or 

rnualthe  -?d^1n('ar  ^e  top  of  the  tank  and  shall  be  con- 
rolled  by  suitable  bronze  ball  cock  and  copper  float. 

*olf nif-  SUPPORT  FOR  TANKS.  Tanks  of  more 
ian  bOO  gallons  capacity  thereafter  placed  in  or  on  any 
miding  shall  be  supported  on  masonry,  reinforced  con- 
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S3  „  Sted  coastructi?n  of  sufficient  strength  and  car- 
ri„n  °  cpr<2pe,r  foundation  as  provided  for  in  section  428 
Chapter  5  of  the  Code  of  Ordinances. 

intlUmedLPI^\ERLMEDrIATE  TANKS-  The  location  of 
Lnd  lbrif  l  Knkl  hg.eaft£r  ^stalled  shall  be  determined 
in  SrWI  d  a y  n6  flre  ^ommissioner  and  as  prescribed 
o-allnn^  nf^  6  Each  SV' ch  tank  sha11  have  at  least  5,000 
Srnospf  T?  KrfhSerVed  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 
water  alarm,  the  emergency  drain,  etc.,  shall  be  as  pre- 
scribed  for  tanks  above  the  roof  except  that  the  overflow 

tpm  sh?H  be  connected  to  the  drainage  sys¬ 

tem  of  the  building  or  discharge  on  intermediate  levels. 

he^irStrth:  *°  'he  SyS,em  sha11  be  as 

t.,PuPin^L0f.uthe  ?ame  driameter  ^  the  riser  shall  connect  the 
frnm  Vv!thfth?  nser  of  the  portion  of  equipment  supplied 

nin  tai!^i  \nd  T  th!s  connecting  line  in  a  horizontal 

run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward,  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
jv  .'  gate  valve,  at  each  side  of  the  check  valve,  in  order 
that  water  pumped  into  the  Siamese  connection  mav  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  SuppIy  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Migineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
t}pe,  and  shall  be  located  in  an  accessible  position  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by-pass  type,  except  that  emergency  control  valves 
when  required  in. standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
accordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  of  extra  heavy  cast  iron  as  required  by  Rule  15. 

The  water  working  pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
of  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit- 
tings  shall  be  maiked  on  plans  filed  with  fire  commissioner. 

.  Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.  and 
at  more  frequent  intervals  if  deemed  necessary  by  the’ Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per¬ 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems,  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may ’be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do. not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 

Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 

One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair”  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18  m. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner.  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower.  j 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo- 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream,  i 
except  where  the  static  pressure  at  the  hose  outlet  is  15 
lbs.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION.  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least  equal  to  the  diameter  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than 
five  inches. 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a)  In  every  building  hereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen¬ 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate  i 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE  , 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  oi 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test; 
line  between  the  4  in.  relief  branch  and  the  tank  there  shall: 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump.  In  the .line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall; 
be  of  same  diameter  as  the  main  riser. 

Rule  42.  NUMBER  AND  LOCATION  OF  FIRE 
PUMPS. 

SCHEDULE  A 


■j 


Height  from 
Uppermost 
Hose  Outlet 
to  grade * 

Total  No. 
of  Pumps 
Required. 

Appr 

Iff  Pump 

oximate  Lot 

2nd  Pump 

■ation  of  Pu 

3rd  Pump 

mps 

4th  Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

701'  to  800' 

3 

Below  grade 
level 

250'  to  300' 

500'  to  60V 

801'  to  900' 

4 

Below  grade 

level 

200'  to  250' 

400'  to  500' 

600'  to  750' 

901'  to  1000' 

4 

Below  grade 
level 

250' 

500' 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  houst 
outlet. 
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TMrUienm  BUILDINGS  EXCEED¬ 

ING  1  000  FEET.  All  buildings  exceeding  1,000  feet  from 
grade  level  to  uppermost  hose  outlet  shall  be  provided  with 

a  fire  pump  for  every  250  feet  of  elevation  above  the  centre 
line  of  the  lowest  pump. 

•  Rle  7AN,K  CAPACITIES.  Suction  tanks  supply- 

in* nnn'ton1^  °r  °wejt  puITp  sha11  contain  not  less  than 
10,000  gallons  reserved  for  fire  pump.  Intermediate  tanks 

and  uppermost  supply  tanks  for  buildings  between  250  and 
5  nnn [escribed  in  above  schedule  shall  contain  not  less 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sun- 

?qnnankll  °n  aH  other 'buildings  shall  contain  not  less  than 
3  500  gallons  reserve  for  standpipe  fire  line.  Suction  tanks 
shall  be  ot  the  open  type. 

.  Rnule  -A  a  T4kNP  STRAINERS.  All  supply  tanks  shall 
‘linePs  dCd  br°nze  strainers  at  pump  and  riser  intake 

•  U}?a6:  CBUTRJFUGAL  FIRE  PUMPS.  Fire  pumps 

r  P  M  “"h  er>,  ‘.’T  rtul?  shal!  have  a  <*P«ity  of  750 
ilijl',  be,of  the  multi-stage  motor  driven  Cen- 

i5  u?e  de®1^ned,  constructed  and  installed  to  render 
the  highest  Possible  efficient  and  reliable  fire  service. 

The  pump  shall  be  located  in  a  room  of  fireproof  con- 

k  Yentllated<  lighted  and  drained,  enclosed 
in  ei&ht  (8)  inch  brick  or  concrete  walls  with  approved  fire 
doors  at  openings  and  with  fireproof  floor  and  ceiling  com 
ffruction  If  located  in  the  lowest  story  of  the  building  the 

frwrvM'  m  P  °n  a  foundation  not  less  than  one’(l) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
vith  safe  egress  for  the  attendant.  accessiDie 

rphosphoTbrome3"  W°rldng  PartS  eXp°sed  *°  corros'°" 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
opacity  name  plate,  pressure  gauges,  relief  valves  ho?e 

aam,fold  ar}d  tbree  (3>  approved  2^  in.  hose  valves  with 
.tandard  Fire  Department  male  threads.  Fire  pumps  shall 
s,yc  IOi  supply  under  a  head  of  water  and  in  no  case 

mk  hnHe  be.lessrthan/lx  (V  feet  between  water  level  in 
ink  and  centre  line  of  pump. 

■  The  pump  specifications  shall  be  within  the  uniform  re- 
uiremems  of  The  National  Standard”  as  adopted  by  the 
allowing  associations :  y 

Associated  Factory  Mutual  Companies 

National  Board  of  Fire  Underwriters  ’ 

r  as  approved  by  the  Board  of  Standards  and  Appeals. 

nrPTfPS  to.  be  designed  to  operate  at  not  less  than  five 

•essure's  whi^medllSpeedS  t0  glve  five  <5)  Predetermined 
sures  which  will  insure  a  maximum  pressure  of  80  lbs 

id  a  minimum  pressure  of  50  lbs.  throughout  the  building' 

)Sate  ?all/cbe  30  designed  that  it  will' 

um  of  50  y  fivf  speeds  to  Provide  a  mini- 

auired  ft  i^'l1PffSSUre’mnd  7here  m0re  than  one  PumP  is 
xt  hllbp  be  cap?ble.of  pumping  to  the  level  of  the 

‘Ahtl  h  PUmp  S-atl°n  in  case  of  breakdown  of  inter¬ 
state  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
n  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
ntinuous  service  and  four  (4)  for  standby  service.  ; 

Rule  47.  GENERAL  SPECIFICATIONS  Pumnino- 

IpPandntmataiI--bie  ^A  f^°n  defeCtS  in  design-  workman- 
elation  and  sha11  g‘ve  Proper  and  continuous 

subject  tl  ,nne  condltlon^  °f  service  specified  and  shall 
.peals  approval  of  the  Board  of  Standards  and 

df  bTJhe  2ringiit0  construction  of  this  equipment 
•ts  sh-ill  hPb  ?uallty  of  their  respective  kinds  and  all 
ivy  duty bserv?ce.y  pr°P°rtl0ned  50  as  to  be  adaptable  for 

Me^W  C?iug  sha11  be.of  dose  grained  cast  iron  and 

tion  si0/ I0”  aHy’  auV iaVmg  suction  and  discharge  con- 
-tions  in  the  lower  half,  so  that  the  top  casing  can  be  re- 
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moved  without  breaking  water  connections.  Casing  shall 

Steof  t0  flange  bo,lts<  additional  heavy  bolts  in- 

f,  ,,  u  dange,  to  prevent  leakage  between  stages.  Casing 
■  a  .  e  teste<I  and  guaranteed  to  withstand  pressure  50% 
in  excess  of  working  pressure. 

SHAFT :  Shaft  shall  be  made  of  best  grade  nickel  steel 
andrta‘1  be  ground  all  over  to  close  ifmitTand  a  high 

be’Tr'UUU  Impellers  shall  be  of  the  enclosed  type  of 
Dest  grade  of  phosphor  bronze  finished  all  over  ^ 

WEARING  RINGS :  Shall  be  of  phosphor  bronze  and 
of  renewable  labyrinth  or  other  equal  type  Impeller  wear 

and  ^xmL^^rough^tuffing^boxes^to5  protect  the^ shaft 

from  corrosion  and  wear  from  the  packing  “ 

BEARINGS :  Bearing  brackets  shall  be  of  the  best  grade 
hLClofe«hger^d„graSt  ir°"  aPd  to  the  Power 

Bearing  brackets  shall  contain  cast  iron  bearings  lined 
with  high  grade  babbitt  and  shall  be  removable  Eafh  bear 

XiSLbe  e9U,PPed  WUh  tW°  011  *oTns^eCprbope; 

CouPlin&  shall  be  of  best  grade  cast  iron 
finished  all  over  and  keyed  to  shaft.  The  two  halves*  shall 

rnhSnnKCtr,d  by  COUphng  pins>  transmitting  power  through 
rubber  bushings,  vulcanized  on  steel  sleeves.  g 

STUFFING  BOXES:  Stuffing  boxes  shall  be  of  suf 
waTer  ^  ri^i>ro<frbin““SSiTe  a"d  sha11  contai” 

S'bhoL^'t^th?^6  by  bron2' 

hr,B^D  RUATE:  Bed  plate  shall  be  of  cast  iron  of  heaw 
b  k  *uPj  anc|  Provided  with  finished  pads  to  which  the  numn 
fnr  °f ted  ^°fd  do}ve,led-  Foundation  bolt  rings  shall  be  drilled 
for  foundation  bolts.  Jack-screw  pads  to  be  cast  with  bed 

^d1,JKCk'SCre^S,furThed  to  assist  in  aligning.  Bed  plate 
fnr  mV  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends.  PP 

PAINTING:  Pumps  shall  be  painted,  filled  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel- 
•°°.r  ruachme  paint,  and  the  inside  of  the  oil  reservoirs 

oil-resisting  pate!*  “  be  pain,ed  whi,e  with  a 

SPECIFICATIONS  FOR  ELECTRIC  AT 
CONTROL  AND  OPERATION  OF  FIRE  PUMPSCAL 

faJtufJ^^rn11111^  lhai!  be  tested  at  the  plant  of  manu- 
P  ^  that  they  can  fulfiI1  requirements  of 
specifications  and  guarantees  made. 

byemmo°re  “~d  at  ^ 

Altei-”ating  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
.re  puillP  mstallations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herefn 

m  f  u  rjOIT  temPerature  not  exceeding  40  deg  C 

S?40SHha  re  des,gned  f?r  a  temperature  rise  not  exceed¬ 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu- 
ous!y  and  shall  also  be  able  to  run  continuously  Zh  an 
overload  of  15%  without  stress  and  without  injurious  rise 
n  the  temperature.  Motors  shall  be  able  to  withstand  unde? 
the  above  room  temperature  an  overload  of  25%  for  2 
hours  or  a  momentary  overload  of  50%  without  injury  No 

£entCea  ts°rT^eChaniCal  W£akneSS  should  develop  during 
;  e  ,tests'  The  nse  in  temperature  shall  be  measured  in 
accordance  with  the  Standardization  Rules  of  the  Ameri 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

*  (d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps'  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex¬ 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN:  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion.  , 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  ot 
slate  marble  or  other  approved  material,  supported  m  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip- 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM:  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES :  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION:  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

(c)  No  fuses  nor  other  overload  release.  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING:  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH:  An  approved  knife  switch  for  independent 
sources  of  supply  must  be  provided,  having  one  pole  for 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS :  (a)  A  pilot 
lamp  connected  on  the  motor  side  of  the  circuit-breaker 
must  be  provided  to  indicate  the  presence  of  voltage  on  the. 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  or 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARTUS :  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  ga,uge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  pane, 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injur) 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF  EQUIPMENT:  The  entire  equipment  shal 
be  subject  to  test  and  inspection  by  representatives  of  th< 
Fire  Commissioner. 

POWER  SUPPLY :  Where  the  power  supply  can  bt 
obtained  from  two  separate  street  feeders,  two  separate  ant 
distinct  services  shall  be  installed. 

Where  current  is  taken  from  an  underground  Edisoi 
three-wire  system  and  the  power  lines  are  protected  by  ap 
proved  conduit  from  a  point  where  they  enter  the  buildin: 
to  the  control  panel  in  the  pump  room,  it  will  be  consider 
an  acceptable  source  of  power  supply. 

Isolated  Plant :  Where  the  source  of  supply  is  an  isolate 
plant  located  in  the  building  an  auxiliary  service  of  sui 
ficient  capacity  shall  be  obtained  from  some  outside  sourct 
Transmission  Lines:  (a)  The  lines  between  the  powe 
plants  and  the  pump  room  must  be  of  such  number,  s 
arranged  and  so  located  that  there  will  be  small  chance  c 
an  interruption  of  service  to  the  motor,  due  to  accident 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approve 
conduit. 

Where  the  valves  involved  are  large  and  the  crippling  ( 
this  pump  service  would  seriously  affect  the  protection  ( 
the  property,  at  least  two  separate  lines  from  the  pow< 
plant  or  plants  to  the  pump  installation  shall  be  provide 
The  lines  must  be  run  by  separate  routes  or  in  such  mar 
ner  that  a  failure  of  both  at  the  same  time  will  be  only 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  roo 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  giv< 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  e. 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

;  When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

!  (c)  The  overload  protective  devices  at  the  power  plants, 
and  where  provided  at  various  points  on  the  lines,  must  be 
t°f  such  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead, 
the  circuit  breaker  protecting  the  motor. 

TRANSFORMERS:  Where  it  is  necessary  to  install 
transformers  they  shall  be  installed  in  accordance  with 
chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
De  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ing  system.  The  signalling  stations  shall  be  located  one  on 
-ach  floor  at  main  riser.  This  system  shall  be  so  arranged 
.hat  a  coded  signal  can  be  transmitted  to  the  pump  rooms 
\n  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
ind  at  such  other  locations  as  the  Fire  Commissioner  may 
iirect.  All  apparatus  used  in  connection  with  the  signal- 
mg  system  shall  be  of  an  approved  type  and  installed  as 
outlined  in  rules  governing  the  installation  of  interior  fire 
ilarm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart- 
nent  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
•ircuit  of  the  signal  sending  station. 

A  card  of  instructions  shall  be  placed  in  the  pump  room 
jiving  code  numbers  of  signalling  stations,  the  pressures 
ibtainable  at  different  speeds  of  the  motor  and  such  other 
nformation  the  Fire  Commissioner  may  direct. 

Rule  50.  RELAY  STANDPIPE  SYSTEM.  All  build- 
ngs  hereafter  erected  exceeding  400  ft.  from  grade  to 
iighest  hose  outlet  shall  be  provided  with  an  intermediate 
ombination  gravity  and  suction  standpipe  supply  tank  and 
fire  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re- 
erved  for  the  fire  lines  and  shall  be  connected  to  fire  line 
ystem  as.  described  in  Rule  30  for  intermediate  tanks  ex- 
ept  that  in  addition  to  the  requirements  of  Rule  30,  there 
hall  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
:round  the  tank  check  valve  and  the  O.  S  &  Y  gate  valves 
vn  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
■e  provided  in  the  by-pass  line. 

Each  tank,  shall  be  provided  with  overflow  and  emer- 
ency  drain  lines  as. required  in  Rules  19  and  20,  except  that 
uch  lines  shall,  drain  to  roofs  of  set  backs  on  building,  or 
ito  house  drain  lines  providing  the  house  drain  line  or 
nes  are  equal  in  sum  total  to  the  sum  total  in  diameter  of 
ie  drain  lines. 

The  fire  pump  shall  have  a  capacity  of  not  less  than  750 
allons  of  water  per  minute  and  shall  deliver  through  the 
tandpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 

*  * ie  sQuare  inch  at  the  highest  hose  outlet  fed  by  said 

All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 
ic  es  above  the  floor  and  on  the  floor  below  the  supply 
ink  with  the  suction  line  as  direct  as  practicable. 

he  pump  discharge  line  shall  be  connected  to  the  main 
ed  riser  feeding  up,  and  outside  the  horizontal  tank  check 
a  ve  line,  and  the  upward  swinging  check  valve  in  the 


a  noint  hPt  A  °/nS'  &  Y’  g, lte  valve  sha11  be  Provided  at 
point  between  the  pump  discharge  connection  and  the 

up™ard  swinging  check  valve  SEALED  OPEN 

rnnmas  i  PUmP  ^  m°t0r  sha11  be  located  in  a  watertight 
bv  ™3  Lrh°Sy  t  fine  tOW?,r  a-s  practicable>  properly  drained 
Tbp  fi  f  •  line  to  house  drain  or  scuppers  in  exterior  wall 
lhe  electric  switch  controlling  the  motor  shall  be  marked 

on  Pa“eei  SKcT  SWITCH”  in  1  inch 

onRAS‘fi  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks  fire  lines  and  pumps  shall  be  numbered  by  3-inch 

whee? of valves  ”  nUmberS  2  incheS  high  secured  ‘° 

Rule  52  PUMP  ROOM  DIAGRAM.  A  white  and 

..(  ‘‘n  f  nr'  dr.a,'™  ‘.°  3  scfle  °f  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank  fire 

P,  |,PJ  a  ,pipe  lines  and  valves.  The  number  of  each  valve 

hTheb  t(?  purP°se  of  each  water  line. 

lhe  print  shall  include  instructions  as  to  method  of 
starting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
where  a  variable  speed  control  of  fire  pump  motors  is  rS 
quired  there  shall  be  provided  a  multiple  telephone  system 
with  a  master  telephone  in  each  pump  room  and  n  S 

floors  near  tTeTna^^fi^T-  telepbones  located ’on  alternate 
noors  near  the  main  fire  line  riser. 

divillf  ?pe[atl°n  of  the  system  shall  be  such  that  any  in- 

mas?er  e  Sn  nC  TbY  and  ,converse  directly  with  any 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone 

ter ^.dephoCnesVibra,ing  ““  be,‘  sha“  be  lo“ted  31  ^  mas- 

leTth^  t‘LSr.at  *  dista"Ce  °f  "ot 

be^lDrG;h,Tnh\ririin0g  f°Lthe  telepbone  system  shall  not 
smaller  than  No.  18  rubber  covered  wire  installed  in 

rigid  iron  conduit  The  conduit  system  shall  contain  no 

C°ThpCf;0rSr0th?ri  thun  fire  line  telePhone  conductors 
lhe  fire  line  telephone  system  shall  be  properly  maintain- 

ed  and  ready  for  use  by  the  Fire  Department  all  Times. 

..  R^e  ^4.  MAIN  LINE  EMERGENCY  CONTRDT 

m  rIL'LSTF  OVER  400  fee™?n 

riser^1  LlTertbChbdU  C  A\  At,the  baSe  °f  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story  •  at 

each  pump  room  elevation,  and  at  each  approximate ^one- 

turd  the  height  above  the  fire  pump  elevations  and  the 

pump  or  roof  tank  next  above,  there  shall  be  provided  O 

b.  &  Y.  emergency  control  valves  in  the  main  feed  riser 

KcloreTescHbed  Sh°Wn  °"  ‘he  fire  pUmp  blue  pri"‘ 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
too!  box,  painted  a  fire  department  red,  with  3-inch  white 
ietters  reading  Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and. contain  the  following:  1 

1 —  3-foot  Stillson  wrench. 

4 — 2i4-inch  plugs  with  pipe  threads. 

4 — 214-inch  caps  with  hose  threads 

2- Spanner  wrenches  of  Fire  Department  pattern. 

P,'1  2/2 -inch  double  female  hose  connections,  with  Fire 
Department  threads.  e 

w?Ule  c56'  EMERGENCY  AND  TESTING’  HOSE. 
Where  fire  pumps  are  required  under  these  rules  there  shall 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  2j4-inch  hose,  of  Fire  Department 
quality,  and  one  1^-mch  nozzle  of  controlling  type  All 
u°nbe  °f  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room.  sure 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis- 
charge  line  connection  on  the  riser  side. 

’  In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection.  . 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule,  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follows : 

Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES.  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows :  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2^2-inch  hose  outlet  tee  with  two  2^-inch  ap¬ 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  main  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
150  ft.  above  grade  level  there  shall  be  provided  in  each 
riser  O.  S.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 

SCHEDULE  B 


Height  from 
Uppermost 
Hose  Outlet 
to  Grade 

Total 

Approximate  Location  of  Valves  Above  Grade 

of  Valves 
Required 

lj* 

Valve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

5th 

Valve 

6th 

Valve 

150'  to  200' 

2  to  3 

Below 
the  1  sty. 
outlet 

75' 

15C/ 

200'  to  250' 

2  to  3 

ii 

75' 

150' 

250'  to  300' 

3  to  4 

it 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

it 

75' 

150' 

225' 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER- 
GENCY  CONTROL  VALVES.  When  a  two  (2)  mair 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  15( 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  then 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  tw« 
of  the  risers  in  each  cross-connection  and  one  in  the  centra 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  then 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross 
connection  between  the  2  central  risers,  so  as  to  provide  . 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shal 
be  provided  O.  S.  &  Y.  gate  valves  between  the  second  an. 
third  central  riser  in  each  cross-connection  and  one  in  th 
central  riser  at  each  cross-connection  as  described  in  a 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shal 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  _i 
each  cross-connection  so  as  to  provide  3  risers  on  each  sid 
of  gate  valve — as  described  in  a  two  and  four  riser  systen 
Rule  61.  LOWEST  CROSS-CONNECTION  CON 
TROL  VALVES.  When  the  building  is  provided  with 
fire  pump  as  required  by  the  Rules  the  gate  valves  require 
in  the  lowest  cross-connection  shall  be  located  as  describe 
under  location  of  Fire  Pumps  and  Horizontal  Line  contn 
valves. 

Rule  62.  FIRE  TOWER  RISER.  Where  the  buildin 
is  provided  with  an  exterior  enclosed  fireproof  stairway  c 
fire  tower  the  main  riser  shall  be  installed  in  such  stairwa 
and  properly  protected  from  freezing  in  accordance  wit 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  J 
gate  valves  shall  be  located  in  an  accessible  position  and  1 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  ga 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing 
single  rung  iron  ladder  with  ]^-inch  rungs  and  not  less  tha 
10  inches  between  strings  shall  be  provided  at  each  ga 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  c 
the  upper  cross-connections  are  not  located  in  the  sta 
enclosure,  a  sign  with  red  background  and  white  letters  n 
less  than  3  inches  high  shall  be  painted  on  the  face  of  tl 
wall  within  the  stairway  enclosure  on  the  story  where  tl 
gate  valve  is  located,  which  shall  read  as  follow 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT 
Where  a  standpipe  riser  is  located  in  a  fire  tower  a  si} 
with  red  background  and  3-inch  letters  as  above  shall 
painted  on  the  wall  at  fire  tower  exit  door,  which  sh: 
read :  “STANDPIPE  IN  TOWER,”  except  on  that  sto 
on  which  the  emergency  control  valve  is  located,  there  t 
sign  shall  read:  “STANDPIPE  CONTROL  VAL\ 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  co 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  n 
less  than  3  inches  in  diameter  painted  red  with  a  wh 
number  not  less  than  2  inches  high  and  shall  be  secured 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lir 
not  located  within  a  stairway  enclosure  or  public  corrid 
and  including  the  Siamese  connection  street  riser  wall  o 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FII 
DEPARTMENT  USE.  Each  standpipe  system  shall 
provided  with  one  or  more  approved  tvoe  3  inch  x  3  inch  i 
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!:t  Siamese  connections  for  use  by  the  Fire  Department  as 
ereinafter  set  forth.  When  a  building  faces  on  but  one 
reet  and  has  a  frontage  of  less  than  250  ft.  and  requires 
'at  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
pnnection  shall  be  provided ;  where  the  street  frontage 
xceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
ich  diameter  standpipe  risers  two  Siamese  connections 
hall  be  provided  for  each  200  ft.  of  street  frontage  or 
•action  thereof.  Buildings  exceeding  250  ft.  in  height 
lall  have  not  less  than  two  Siamese  steamer  connections 
)r  each  riser  and  buildings  not  more  than  250  ft.  in  height 
rail  have  at  least  one  Siamese  connection  for  each  6  inch 
ser.  Buildings  having  frontages  on  more  than  one  street 
rail  have  a  Siamese  connection  on  each  street  front  when 
e  frontage  is  not  continuous  but  in  all  cases  where  more 
an  one  Siamese  connection  is  required  they  shall  be  prop- 
ly  distributed,  and  not  grouped,  as  the  Fire  Commis- 
oner  may  direct. 

RULE  69.  SIAMESE  HEADERS.  Siamese  headers 
all  be  independent  of  each  other  and  lead,  as  direct  as 
acticable,  to  riser  or  cross-connection  header.  There 
all  be  at  least  2  Siamese  for  every  8-inch  riser  and  at 
last  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
,e  more  than  one  riser,  the  Siamese  headers  shall  divide 

1i  each  side  of  any  emergency  control  valve  in  the  cross- 
nnection,  and  such  headers  shall  be  equal  in  sum  total 
the  sum  total  of  all  risers  on  either  side  of  the  emer- 
control  valves. 

No  Siamese  header  shall  be  larger  than  6  inches.  Siam- 
risers,  when  extending  through  sidewalk,  shall  be  of 
lonze  or  fitted  with  a  brass  sleeve,  packed  with  a  water- 
joof  compound  between  sleeve  and  riser. 

Rule  70.  SIAMESE  OMITTED.  Any  building,  other 
tan  theatre  with  stage,  not  over  45  feet  in  height  shall 
it  be  required  to  have  a  Siamese  connection  except  when 
<ch  building  is  on  a  water-front  or  when  it  is  one  of  a 
{oup  of  buildings  and  has  a  cross-connection  to  the  stand- 
pe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  Siamese  connection  placed 
<  the  street  front  of  a  building  shall  be  located  not  less 
tan  18  inches  and  not  more  than  36  inches  above  the  side¬ 
walk  level  and  shall  be  set  in  a  horizontal  position  and 
tall  be  readily  accessible  for  Fire  Department  use.  Each 
smiese  shall  have  cast  in  the  body  on  top  or  on  wall  plate, 
i  letters  at  least  1  inch  in  length  and  not  less  than  34 
i:h  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  Siamese  with  the  standpipe 
(uipment  proper  shall  be  not  less  than  5  in.  in  diameter 
vere  there  are  two  or  more  4  in.  risers  and  not  less 
tin  6  in.  in  diameter  for  risers  of  6  and  8  in.  diameter. 
Mien  there  is  but  one  4  in.  riser,  connection  from  Siamese 
riy  be  4  in.  in  diameter. 

vule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
le  between  the  Siamese  connection  and  the  standpipe  sys- 
tjn  there  shall  be  placed  an  approved  type  swing  check 
vlve  located  where  practicable  within  10  feet  from  the 
biding  wall.  Between  the  Siamese  and  its  check  valve 
lire  shall  be  placed  a  34-inch  automatic  ball  drip  of  an 
aproved  type  which  will  close  under  a  pressure  of  not 
tire  than  7  lbs.  per  square  inch. 

Rule  73.  SIAMESE  CONNECTIONS  FOR  FIRE- 
DAT  USE,  EXCEPT  WHERE  THE  SOURCE 
C  SUPPLY  IS  FROM  THE .  STREET  MAIN 
IRECT.  Siamese  connection  on  piers  or  warehouses, 
e,->  intended  for  fireboat  use  exclusively  shall  be  334  in. 
*3/4  in.  at  inlets  with  Fire  Department  female  thread. 
Itween  Siamese  and  the  system  proper  there  shall  be  an 
droved  type  swing  check  valve,  and  between  the  check 
Vvt  and  the  Siamese  either  a  34- in.  open  drip  without  valve 
*  cock,  or  a  34-in.  automatic  ball  drip  of  approved  type 
;sing  under  a  pressure  of  not  more  than  7  lbs.  per  sq. 
m.  Where  systems  have  both  fireboat  and  shore  Siamese 


the  shore  Siamese  shall  have  male  connections  and  shall  be 
without  clappers,  but  shall  have  on  each  inlet  a  3  in.  gate 
valve  with  Fire  Department  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  Siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 
hose  outlets  shall  be  placed  within  a  stair  enclosure.  They 
shall  be  2 34  in.  in  diameter,  set  not  less  than  5  ft.  nor  more 
than  6  ft.  above  the  floor  or  landing  as  the  case  may  be. 
Outlets  and  racks  shall  be  located  above  the  floor  or  land¬ 
ing  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well. 
When  impracticable  to  place  hose  outlets  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  them  to  be 
located  immediately  adjacent  to  a  stair  enclosure,  in  a 
conspicuous  place,  in  which  case  there  shall  be  painted 
upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 
conspicuous  sign  in  letters  not  less  than  8  in.  in  height  in¬ 
dicating  the  location  of  the  outlet.  Where  there  is  a  4-in. 
riser  system  its  termination  above  roof  shall  be  a  234-in. 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
main  riser  systems  which  extend  to  intermediate  or  the 
highest  roof  level  shall  be  provided  with  not  less  than  three 
234  inch  hose  valve  manifolds  with  male  threads.  Roof 
outlets  shall  be  located  not  less  than  24  in.  nor  more  than 
5  ft.  above  the  roof  and  each  valve  shall  be  provided  with 
regulation  2J4- in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure,  the 
control  valve  shall  be  located  below  the  roof  and  shall 
have  a  long  stem  extending  above  the  roof  with  a  wheel 
handle  at  the  upper  end.  Between  the  long  stem  valve  and 
the  roof  outlet  there  shall  be  a  J4  in.  open  drip  extending 
to  a  sink  or  a  34  in-  automatic  ball  drip  of  approved  type. 

In  buildings  not  exceeding  40  ft.  in  height  hose  outlets 
above  roof  shall  not  be  required. 

Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 
may  be  provided  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern. 

Rule  77.  BRANCH  LINE  SIZE.  No  branch  line  may 
be  less  than  4  in.  in  diameter,  except  that  any  branch 
from  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2j4  in.  if  not  over  four  (4)  feet  in  length,  and 
may  be  3  in.  in  diameter  if  not  more  than  twenty-five  (251 
feet  in  length. 

Rule  78.  NOZZLES.  All  234-in.  fire  hose  shall  be  pro¬ 
vided  with  approved  smooth  bore  nozzles  15  in.  in  length 
the  outlet  at  the  tip  to  be  not  less  than  1  in.  nor  more  than 
134  in-  in  diameter. 

Rule  79.  HOSE.  Each  outlet  other  than  the  roof  out¬ 
let  shall  have  attached  thereto  234  in.  unlined  linen  hose, 
except  that  in  buildings  or  premises  that  do  not  contain 
occupancies  storing,  handling  or  using  inflammable  motion 
picture  films  or  nitro  cellulose  products,  and  which  are  not 
classified  as  hazardous,  the  Fire  Commissioner  may  permit 
in  addition  to  the  2J4  inch  outlet  and  hose  the  installation 
of  I34  in.  unlined  linen  hose  and  valve.  There  shall  not 
be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft. 

All  hose  used  in  connection  with  the  standpipe  fire  line 
system  shall  be  at  least  equal  in  material  and  construction 
to  the  type  of  hose  bearing  the  approval  label  of  the  Na¬ 
tional  Board  of  Fire  Underwriters. 

Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread. 

Rule  81.  RACKS.  All  standpipe  hose  shall  be  sus¬ 
pended  from  racks  of  stamped  steel,  malleable  iron  or  other 
metal  equal  thereto,  of  approved  swing  type,  so  designed  and 
constructed  that  they  will  permit  of  ready  and  easy  release 
of  hose  for  use.  The  racks  shall  be  supported  securely  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 


383 


RULES 


a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 
In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2l/2  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs.  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  in  progress  at  that  point. 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings,  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  1^-inch  Under¬ 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20,000  gallons  capacity,  elevated  50  ft.  above  the  yard,  or 
25  ft.  above  the  highest  structure  in  the  yard,  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of. Stand-1 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore-, 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from 
steel  or  reinforced  concrete  tanks  of  not  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board.  1  i 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 
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neter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
Imd  extending  to  within  18  in.  of  the  curb,  it  is  imprac- 
icable  to  install  a  control  valve  box  at  the  curb,  there  shall 
re  in  the  feed  line  from  the  main  a  control  valve 

|Ocated  not  more  than  two  feet  from  the  point  of  entry 

1TR4u'etf  ^IGR  AND  LOW  WATER  ELECTRIC 
VLAKMb.  1  he  high  and  low  water  electric  alarm  for 
ravity  tanks  shall  be  so  constructed  and  arranged  that  a 
ecrease  in  the  quantity  of  water  below  the  required  fire 
ne  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
ump  room  or  engineer’s  room.  An  annunciator  shall  be 
rovided  in  connection  with  the  alarm  system.  The  high 
nd  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
p  constructed  that  they  will  not  be  affected  by  moisture  and 
ie  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
i  the  gravity  tank  shall  be  indicated  by  an  approved  device 
The  audible  signalling  device  for  high  and  low  water 
ectric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 
iches  diameter  of  the  enclosed  type  and  arranged  for  con- 
uit  installation,  the  same  to  be  operated  automatically, 
he  control  cabinet  shall  be  arranged  for  conduit  installa- 
pn  an(J  shall  be  located  in  the  engineer’s  room  or  pump 
>om  where  it  will  be  under  supervision  of  the  person  in 
large  of  the  standpipe  supply. 

All  wiring  shall  be  installed  in  rigid  conduits  and  the  in- 
allation  shall  be  in  accordance  with  the  provisions  of 
napter  9  of  the  Code  of  Ordinances.  Control  panels  must 
approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
;e  given  in  their  order  of  preference: 

1.  Public  utility  electric  light  and  power  systems. 

2.  Independent  electric  generating  plants. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

(When  the  system  is  connected  to  a  110  volt  lighting  serv- 
i:  a  suitable  cut-out  is  to  be  provided  and  it  shall  Le  en- 
osed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
t  system  shall  be  the  first  connection  on  the  house  side  of 
ed  as  near  as  practicable  to  the  meter.  When  batteries  are 
l“d  t°  operate  the  system  they  shall  be  placed  in  an  ap- 
pved  cabinet  provided  with  a  lock  and  key 

>le  89  DRY  PIPE  VALVE,  A  dry  pipe  valve  shall 
t  taken  to  mean  a  valve  automatically  controlling  the 
ter  supply  of  the  standpipe  system  in  such  a  manner 
r  U/Tr  "orma1  conditions  its  piping  system  will  be  main- 
-■ned  dry,  but  in  the  event  of  a  hose  valve  being  opened 
dry  pipe  valve  automatically  releases  the  water  into  the 
>napipe  system. 

n  refrigerating  plants  or  in  unheated  buildings,  piers  or 
''rehouses  where  wet  lines  are  impracticable,  dry  pipe 
ves  may  be  installed.  y  p  p 

type  A,  in  which  the  valve  is  actuated  by  the  release 
'  compressed  air  in  the  standpipe  system  due  to  the  open- 
'  °.  a  bose  valve;  and  Type  B,  in  which  the  valve  is 
■'uated  by  an  approved  trip  under  electrical  control  of 
approved  non-coded  or  coded  closed  circuit  system  oper- 
j  trpm  the  control  station  at  each  hose  outlet.  Dry  pipe 
ae  Shal!  be  located  as  near  as  practicable  to  the  standpipe 
■em,  in  an  enclosed  place,  protected  from  mechanical  in- 
U  and  freezing. 

Vhen  Type  A  valve  is  installed  the  air  pressure  in  the 

Under  S-Uch  dry  pipe  valve  control  shall 
exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 

L  '  per  scp  nor  shall  it  be  less  than  one-sixth  of  the 

er  pressure  in  any  case.  Not  more  than  16  hose  outlets 
S£pplltd  throuffh  one  dry  pipe  valve.  The  air  com- 
tmin.ff  5aue  a.capacity  of  not  less  than  11  cu.  ft. 

'  o«5SiVnd  he  a'r  SUpply  for  the  pump  sha11  be  taken, 

,  ,ro™  a  room  containing  dry  air,  or  it  shall  pass 

ugb  a  drying  chamber  containing  calcium  chloride  in 
io  avoid  the  introduction  of  moisture  into  the  system 


A  closed  circuit  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation ;  the  electrical  layout 
shall  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
be  so  constructed  and  designed  that  they  may  be  moved 
in  both  vertical  and  horizontal  arcs,  and  shall  be  so  located 
that  streams  may  be  brought  to  bear  on  all  portions  of 
the  plant  or  building  within  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  this  radius.  They  shall  be  supplied  from  connections 
to  the  standpipe  system  not  less  than  4  in.  in  diameter  with 
remote  control. 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS.  A 

u  nTay  °,u-tlet  tee’  with  one  outlet  properly  capped 

shall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 

intermediate  roof  setbacks  on  all  buildings  exceeding  one 
undred  feet  in  height  when  the  following  conditions  exist : 
1.  When  the  building  has  a  frontage  of  fifty  feet  or  over. 

.  And  there  are  adjoining  roofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

a  And  the  depth  of  the  setback  exceeds  ten  feet, 
level  Set^ac^  exceeds  one  hundred  feet  above  grade 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 
being  enforced,  shall  not  be  required  to  be  altered  to  con- 
torm  to  the  provisions  of  these  rules,  except  where  sub- 
stantml  additions  or  extension  in  height  or  area  is  made 
to  the  building,  when  these  rules  shall  apply  if  deemed 
advisable  or  necessary  by  the  Fire  Commissioner,  and  ex- 

ce.P[  tbat  al  ,suc.h  fire  Iine  systems  shall  have  or  be  provided 
with  the  following: 

mil  i  R?0cLgray,lty  tai3k  sbab  bave  a  reserve  of  approxi¬ 
mately  3,500  gallons  of  water  for  fire  line. 

-A  bott?m  ,of  the  gravity  tank  shall  be  not  less  than 
4U  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

4.  House  lines  taken  from  outside  of  tank. 

5.  Tank  properly  heated  and  provided  with  overflow 
line. 

6.  Tank  shall  not  be  fed  through  fire  line. 

7.  Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection. 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank. 

^  least  one  gate  valve  at  the  downstream  side  of 
tank  check  unless  a  gate  valve  has  been  installed  on  either 
side  of  check. 

10  Hose  valves  and  hose  not  less  than  2 y2  inches  in 
good  serviceable  condition.  No  automatic  hose  valves  per¬ 
mitted.  ^ 

.  1L  Wheel  of  hose  valve  within  6  ft.  6  in.  of  stair  land¬ 
ing  or  of  steps  within  2  ft. 

12  An  open  or  automatic  ball  drip  between  the  Siamese 
check  and  Siamese. 

13.  Approved  3  in.  x  3  in.  siamese,  with  approved  caps. 

14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  siamese  riser,  or 
sccuied  to  face  of  building  behind  the  siamese. 

15.  The  Siamese  street  riser,  wall  collars  and  caps 
painted  a  Fire  Department  red. 

16.  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

17.  In  factory  or  other  buildings  of  hazardous  use 
where  the  fire  lines  are  not  within  a  protected  stair  enclos¬ 
ure  and  may  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering  wire 
at  i  and  cement,  or  terra  cotta  blocks  as  described  in  thes-e 
rules. 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
years,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2^4  in. 

A— All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve : 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  of  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts, .  washers, 
nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  *non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clappet 
valve  machined  to  a  true  face.  Single  clapper  siamest 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 

than  the  inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlei 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of, 
maximum  opening.  2  ; 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 
seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  mean; 
of  a  collar  expanded  cold  or  screwed  into  the  body  o) 
the  Siamese,  or  with  other  bearing  surface  extending  en 
tirely  around  the  opening  and  exerting  uniform  shear,  wil 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8 

7.  Clapper  valves  must  be  of  such  design  and  area  tha 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  wil 
not  prevent  their  opening  when  the  pressure  on  the  steamef. 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis 
continuance  of  flow  into  the  Siamese  through  that  inle 
the  valve  will  close,  and  that  it  will  not  close  where  then 
is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  o: 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressun 
test  of  500  lbs.  for  30  minutes  under  normal  workinj 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  oi 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protec 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  Siamese  connection  shall  be  pro 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  to 
of  the  body  of  the  Siamese  or  on  wall  plate,  in  1  in.  letter 
not  less  than  */&  of  an  inch  m  depth. 

13.  Where  there  is  a  fire  boat  Siamese  connection  in  th 
same  system  with  a  land  end  Siamese  connection,  clappe 
valves  shall  be  omitted  from  the  land  end  Siamese. 

Rule  93a. 

Specifications  and  Performance  Requirements  for  Ad 
justable  Pressure  Reducers  for  Use  at  2}jj-Inch 
Hose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2}4- inch  hose  o 
standpipe  systems  to  permit  securing  adjustment  of  th 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  tr 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  c 
brass  or  bronze  of  a  quality  and  thickness  satisfying  t 
hydrostatic  pressure  test  requirement  given  below  and  coi 
rcsion-resisting.  A  bronze  of  not  less  than  83  per  cent  co[ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zit 
and  not  more  than  3  per  cent  lead  will  be  judged  to  m 
nish  acceptable  corrosion  resistance. 

2.  Threaded  parts  for  connection  to  hose  couplings  sha 
conform  to  the  New  York  Fire  Department  thread  for  2/ 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  sha 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  pos 
tion  and  is  discharging  not  less  than  200  gallons  oer  minn 
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4.  It  shall  be  possible  to  operate  the  adjustable  means 
through  its  full  range  by  means  of  a  regulation  Fire  Depart¬ 
ment  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  in. 

5.  The  valve  shall  withstand  without  fracture  or  exces¬ 
sive  leakage  the  application  for  30  minutes  of  an  internal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch. 

6.  It  shall  be  possible  to  secure  all  movable  exterior 
parts  oi  the  valve  which  affect  the  pressure  adjustment  so 
that  the  adjustment  will  not  be  altered  accidentally  or  by 
tampering  without  giving  evidence  of  the  alteration.  It 
shall  be  possible  to  readily  accomplish  any  desired  adjust¬ 
ment  within  the  range  specified  below  by  the  use  of  a  regu¬ 
lation  Fire  Department  spanner  wrench. 

The  adjustable  means  shall  provide  that  the  waterway 
within  the  body  of  the  valve  shall  be  not  less  than  2.5  square 
inches  m  area  when  in  full-open  position  and  at  least  0.5 
square  inch  when  in  the  fully  reduced  position.  Between 
these  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
P/"e®SIj*re.  reduction  shall  be  obtained.  Each  such  position 
shall  be  indicated  by  suitable  markings  or  equivalent  means. 

8.  When  necessary,  straightening  vanes  or  baffle  plates 
of  brass  or  bronze,  at  least  No.  14  B&S  gauge  in  thickness 


shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  protect  hose. 

9.  The  valve  shall  be  marked  so  that  it  may  be  identified 
alter  installation  to  show  a  registered  name  or  trade-mark 
together  with  the  Calendar  Number  assigned  to  it  by  the 
^oard  of  Standards  and  Appeals  and  the  registered  symbol 

,  endorsed  aPProval  by  testing  agency.  These  markings 
shall  be  in  letters  and  figures  at  least  %  inch  high. 

10.  1  lie  valve  shall  be  so  marked  as  to  clearly  indicate 
when  it  is  installed  the  upstream  pressure  producing  50  lbs. 
pressure  at  its  discharge  according  to  adjustment  at  which  it 
is  set  as  specified  in  paragraphs  6  of  these  Rules.  These 
markings  shall  be  in  letters  and  figures  at  least  %  inch  high. 

Not  less  than  two  approved  pressure  reducing  valves  shall 
be  delivered  to  the  office  of  the  Board  of  Standards  and  Ap¬ 
peals^  the  weight  and  other  general  matter  noted,  and  valves 
certified  One _  of  the  valves  shall  then  he  delivered  to  the 
off  ice  of  the  Fire  Commissioner,  with  certified  specifications. 

The  Board  of  Standards  and  Appeals  hereby  serves  no¬ 
tice  that  approvals  granted  hereunder  are  subject  to  amend¬ 
ments  or  limitations  as  and  wherever  in  its  opinion  service 
conditions  in  buildings  may  require. 

Sa\  ing  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  rescinded. 


CODE  OF  ORDINANCES 
ARTICLE  28 

Fire  Extinguishing  Appliances 

Section  580.  General  provisions. 

Section  581.  Standpipes. 

Sec.  580.  General  provisions. 

Except  as  otherwise  specifically  provided  in  this  article 
or  by  any  law  or  ordinance,  all  buildings  now  existing  or 
’hereafter  erected,  shall  be  provided  with  such  tanks,  stand¬ 
pipes,  automatic  sprinklers,  hose  nozzles,  wrenches,  fire 
extinguishers,  hooks,  axes  and  such  other  appliances  as 
may  be  required  by  and  conforming  to  the  rules  of  the 
tire  commissioner,  adopted  or  amended  in  the  manner  pre- 

ofbuil  dings^  chapter  f°r  the  rules  of  the  superintendent 

Sec.  581.  Standpipes  and  Yard  Hydrants. 

1.  Standpipes  constructed  and  installed  as  hereinafter 
equmed  and  as  prescribed  in  rules  of  the  Board  of  Stand- 
irds  and  Appeals  shall  be  provided : 

a.  In  every  building  now  existing  and  exceeding 
85  tt.  in  height  which  is  not  already  provided  with  a 
a-in.  or  larger  standpipe. 

b’  JnocVrery-  budding  hereafter  erected  or  altered  to 
exceed  85  ft.  in  height. 

c.  In  every  building  exceeding  10,000  sq.  ft.  in  area, 
except  in  buildings  specifically  exempted  in  article  25 
of  this  chapter  and  buildings  of  not  more  than  one 
clerestory  in  height  not  exceeding  15,000  sq.  ft.  in 
area;  and  except  in  fireproof  buildings  not  over  four 
J‘es  °r  4S  ft.  in  height  when  such  buildings  are 
equipped  with  an  approved  two-source  supply  auto¬ 
matic  sprinkler  system,  and  are  not  of  an  occupancy 
fnd  .  UnfUS^lly  hazardous  by  the  fire  commissioner, 
and  except  city-owned  public  school  buildings  under 
?n  fof  board  of  education  used  ex¬ 
in  height  f°r  mstructlon  PurPoses  and  less  than  85  ft. 

thJaRlrHdrafnQ.SyS!fmJ  aS  P[escribed  in  the  rules  of 
tided  d  °f  Standards  and  Appeals  shall  be  pro- 

when  °r  e*hibition  parks  or  enclosures 

"hen  deemed  necessary  by  the  fire  commissioner. 

trial  nl'intc  Sftorage  Pla.nts>  shipyards  and  other  indus- 
Jl„a*  PJfnts  of  an  area  in  excess  of  15,000  sq.  ft.  when 
d  necessary  bv  the  fire  commissioner. 

387 


,  A  i  Size.  Standpipes  hereafter  placed  in  any  building 
shall  be  not  less  than  4  in.  in  diameter  for  buildings  or 
parts  thereof  not  exceeding  150  ft.  in  height,  not  less  than 
,  ’n'  m  diameter  for  buildings  or  parts  thereof  exceeding 
150  ft.  and  not  exceeding  250  ft.  in  height,  and  not  less 
than  8  in.  in  diameter  for  buildings  or  parts  thereof  ex¬ 
ceeding  250  ft.  in  height. 

Buildings  not  more  than  two  stories  in  height,  which 
do  not  contain  an  occupancy  deemed  unusually  hazardous 
by  the  fire  commissioner,  may  be  provided  with  a  fire  line 
of  2^4-in.  pipe,  carried  around  the  interior  walls  of  the 
buildings,  or  attached  to  interior  fireproof  columns  or 
steel  beams,  and  connected  to  the  street  main  by  a  2-in. 
louse  service  tap.  No  Siamese  need  be  provided  unless 
the  building  exceeds  45  ft.  in  height.  Approved  hose 
y™5.  bose  and  nozzles  shall  be  provided  at  intervals  of 
1UU  ft.  or  less. 

.  3.  Number  and  Location.  The  number  of  standpipes 
in  any  building  shall  be  such  that  all  parts  of  each  story 
are  within  the  reach  of  at  least  one  stream  supplied  bv 
hose  not  exceeding  100  ft.  in  length. 

When  a  building  requiring  standpipes  faces  on  more 
than  one  street,  at  least  one  standpipe  shall  be  installed 
for  each  street  front,  provided  that  for  intersecting  street 
fronts,  one  standpipe  shall  be  sufficient  for  each  intersec¬ 
tion,  when  all  portions  of  each  area  may  be  reached  by 
a  s*Team  Lorn  100  ft.  of  hose.  So  far  as  practicable, 
standpipes  shall  be  placed  within  stair  enclosures  other¬ 
wise  they  shall  be  as  near  the  stair  as  possible.  All  stand¬ 
pipes  shall  extend  from  the  lower  story  to  and  above  the 
roof. 

onA™buildlrng?  not  exceeding  40  ft.  in  height  and  not  over 
z0,000  sq  ft.  in  area  gravity  tank  may  be  omitted  provided 
the  standpipe  riser  is  supplied  by  not  less  than  4-in  con¬ 
nection  to  street  main  having  not  less  than  45  lb.  pressure. 

4.  Construction.  All  standpipes  hereinafter  installed 
shall  be  constructed  as  prescribed  by  the  rules  of  the 
Board  of  Standards  and  Appeals  and  shall  be  provided 
with  such  outlets  and  equipped  with  such  appliances  as 
required  by  said  rules.  All  standpipes  shall  extend  to 
le  street  and  shall  be  provided  with  approved  Siamese  con¬ 
nections.  In  buildings  not  exceeding  45  ft.  in  height  Siam¬ 
ese  connections  will  not  be  required.  When  there  is  more 
than  one  standpipe  in  any  building,  they  shall  be  cross- 
connected  in  an  approved  manner  below  the  sidewalk  level 
or,  if  there  is  no  cellar,  they  shall  be  cross-connected  below’ 
the  ceiling  of  the  basement  or  lowest  story. 
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Rules  of  Procedure  of  the  Board  of  Standards  and  Appeals  Adopted  February  15,  1927,  Amended 
December  2,  1930,  April  14,  1931,  June  13,  1933  and  Revised  April  30,  1935. 


(89-27-SR) 

ARTICLE  I— PUBLIC  HEARING. 

1.  Regular  sessions  designated  as  public  hearings  of  the 
Board  of  Standards  and  Appeals  shall  be  held  on  Tuesday 
of  each  week  at  10  A.  M.  and  2  P.  M.,  and  such  additional 
sessions  on  days  to  be  set  by  the  board  as  may  be  deemed 
necessary  to  facilitate  the  work  of  the  board. 

2.  Sessions  shall  be  devoted  to  hearings  on  applications 
for  variations  of  the  Building  Zone  Resolution;  appeals 
from  administrative  orders;  applications  for  variation  of 
the  Labor  Law;  approval  of  appliances  and  materials  and 
consideration  of  Rules,  as  such  sessions  are  published  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

3.  Special  sessions  may  be  called  by  the  Chairman,  or  at 
the  request  of  three  members,  provided  that  notice  of  the 
same  has  been  mailed  to  each  member  at  least  twenty-four 
hours  before  the  time  set,  except  that  the  announcement  of 
a  special  session  at  any  session  at  which  a  quorum  is 
present  shall  be  sufficient  notice. 

4.  All  hearing  sessions  shall  be  open  to  the  public. 

5.  A  quorum  of  the  Board  of  Standards  and  Appeals 
shall  consist  of  three  members. 

6.  The  members  of  the  Board  shall  attend  sessions  in 
person,  except  that  during  absence  or  disability  a  substitute 
may  act,  as  provided  by  law  under  section  718  of  the  Char¬ 
ter  as  amended  by  Local  Law  No.  13  of  1925.  The  names 
of  such  substitutes,  designated  by  the  Mayor,  shall  have 
been  previously  filed  with  the  Chairman. 

ARTICLE  II— CASES  BEFORE  THE  BOARD. 

1.  Every  application  under  the  Building  Zone  Resolution, 
every  appeal  under  section  719  of  the  Charter  and  every 
application  under  section  718a,  subdivision  4,  of  the  Charter, 
shall  be  made  to  the  Board  on  the  forms  provided,  and  shall 
include  the  data  required  in  such  forms  so  as  to  supply  all 
information  necessary  for  a  clear  understanding  by  the 
Board  and  its  staff.  The  statements  of  essential  information 
made  by  the  applicant  and  the  determination  of  the  Board 
in  each  case  will  be  incorporated  in  a  resolution  formally 
adopted  and  published  in  the  Bulletin  of  the  Board.  Officials, 
who  are  charged  with  the  enforcement  of  the  laws,  ordi¬ 
nances  and  rules  relating  to  buildings  in  the  City  of  New 
York  will  be  bound  by  such  resolutions,  and,  before  granting 
permit  or  taking  any  other  affirmative  action,  should  see  that 
there  are  no  misstatements  as  to  facts  and  that  the  condi¬ 
tions  of  the  resolution  are  observed.  Any  administrative 
official  discovering  any  misstatement  of  essential  information 
is  requested  to  notify  the  Board,  in  order  that  it  may  take 
such  action  as  the  circumstances  require.  All  approvals  shall 
remain  valid  only  as  long  as  the  information  and  the  con¬ 
ditions  on  which  the  resolution  was  based  are  maintained. 

2.  Any  communication  purporting  to  be  an  application  or 
appeal  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  and  shall  be  of  no  force  or  effect  until  it  is  made 
in  the  form  required  except  as  provided  in  Art.  VI. 

3.  Upon  receipt  of  any  such  communication,  the  writer 
shall  be  supplied  with  the  proper  forms  for  presenting  his 
application  or  appeal  and  he  shall  be  required  to  file  the 
proper  form  and  furnish  all  necessary  data  within  thirty 
days  of  the  date  of  the  order  or  decision  appealed  from 
except  as  provided  in  Art.  VI. 

4.  The  duplicate  of  each  application  or  appeal  required 
by  this  article  shall  be  forwarded  to  the  administrative 
official  whose  order  or  determination  is  appealed  from. 

5.  At  the  public  hearing  of  a  case  before  the  Board,  the 
applicant  shall  first  present  the  argument  in  support  of  the 
case  and  those  in  objection  shall  follow.  To  maintain  or¬ 
derly  procedure,  each  side  shall  proceed  without  interrup¬ 
tion  by  the  other. 


6.  Every  person  before  the  rostrum  shall  abide  by  the 
order  and  direction  of  the  Chairman.  Discourteous  or  dis¬ 
orderly  conduct  shall  be  regarded  as  a  breach  of  his  privi¬ 
leges  and  shall  be  dealt  with  as  the  Chairman  deems  proper. 
Orders  to  maintain  discipline  shall  be  carried  out  by  the 
Sergeant-at-Arms. 

Subject  to  the  direction  of  the  Chairman,  the  Chief  Clerk 
shall  enforce  the  rules  of  the  Board  and  shall  direct  and 
supervise  the  Sergeant-at-Arms  in  maintaining  order  and 
decorum  in  the  hearing  room  and  lobbies  during  all  public 
hearings. 

7.  No  member  shall  proceed  to  question  or  discuss  an 
issue,  put  a  motion  or  offer  a  resolution  until  he  shall  have 
addressed  the  Chairman  and  shall  have  been  recognized  by 
him.  While  the  Chairman  is  putting  a  motion  or  offering 
a  resolution,  or  during  the  progress  of  a  roll  call,  no  mem¬ 
ber  shall  interrupt  or  leave  his  seat.  When  a  motion  to 
adjourn  is  carried,  the  members  of  the  Board  shall  keep 
their  seats  until  the  Chairman  declares  the  meeting  ad¬ 
journed. 

ARTICLE  III— THE  CALENDAR. 

1.  Each  case  filed  in  the  proper  form,  with  the  required 
data,  shall  be  numbered  serially.  These  Calendar  numbers 
shall  begin  anew  on  January  1st  of  each  year,  and  shall  be 
hyphenated  with  the  number  of  the  year  and  the  initials 
indicating  the  character  of  the  case. 

2.  As  soon  as  a  case  receives  a  calendar  number,  it  shall 
be  placed  on  the  Docket.  Thereafter  the  applicant  shall  be 
notified  of  the  date  his  case  will  be  set  for  public  hearing. 
In  building  zone  applications  the  applicant  shall  be  notified 
of  the  date  when  his  case  will  be  reached  in  the  call  of  the 
Clerk’s  Calendar. 

3.  The  Clerk’s  Calendar  Call  shall  be  called  each  Monday 
at  2  P.  M.  in  Room  1013,  Municipal  Building,  Manhattan, 
by  the  Chairman  or  by  a  member  of  the  staff  detailed  to 
such  duty  by  the  Chairman,  and  a  date  for  the  public  hearing 
of  each  application  for  variation  of  the  Building  Zone 
Resolution  shall  then  be  set,  which  shall  be  full  and  suf¬ 
ficient  notice  to  all  persons  interested  in  such  case. 

4.  Thereafter  each  case  shall  be  listed,  by  Calendar  num¬ 
ber  and  premises,  in  the  Hearing  Calendar  printed  in  the 
Bulletin  of  the  Board,  under  the  title  of  the  respective  pro¬ 
ceedings,  and  the  date  for  which  such  case  has  been  set. 

ARTICLE  IV— DISPOSITION  OF  CASES. 

1.  The  final  determination  of  any  application  or  appeal 
before  the  Board  shall  be  in  the  form  of  a  resolution  either 
reversing,  varying  or  modifying  the  order,  requirement,  de¬ 
cision  or  determination  appealed  from  and  granting  the 
application  or  appeal  or  affirming  the  order  and  denying  the 
application  or  appeal  or  dismissing  the  application  or  appeal 
for  lack  of  jurisdiction  or  prosecution.  The  concurring 
vote  of  three  members  shall  be  necessary  to  a  decision.  If 
a  resolution  fails  to  receive  three  votes  in  favor  of  the 
applicant,  the  action  will  be  deemed  equivalent  to  a  denial 
and  a  resolution  denying  such  application  or  appeal  shall  be 
formally  entered  on  the  record  unless  there  be  a  member 
absent  at  the  roll  call  and  the  vote  of  the  absentee  added  to 
the  number  of  votes  for  the  applicant  would  equal  three,  m 
which  case  the  matter  will  be  laid  over  for  consideration 
and  final  determination. 

2.  Any  applicant  may  withdraw  his  application  or  appeal 
at  any  time  prior  to  action  thereon,  with  the  consent  of  the 
Board,  but  if  a  motion  has  been  made,  and  is  pending,  either 
to  grant  or  to  dismiss,  such  motion  shall  have  precedence. 

3.  No  application  dismissed  or  denied  can  be  considered 
again  except  (1)  on  a  motion  to  reconsider  the  vote,  or 
(2)  on  a  request  to  restore  to  the  calendar. 

4.  No  request  to  grant  a  rehearing  can  be  entertained 
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unless  substantial  new  evidence  is  submitted.  If,  on  motion 
of  a  member  of  the  Board,  adopted  by  three  affirmative 
votes  the  request  is  granted,  the  case  shall  be  put  on  the 
calendar  for  a  rehearing. 

In  all  cases  the  request  for  rehearing  shall  be  in  writing 
reciting  the  reasons  for  the  request,  and  shall  be  accom- 
ky  the  necessary  data  and  diagrams.  Such  request 
shall  be  filed  with  the  Chairman.  The  Chairman  may  then 
set  a  date  when  the  request  for  restoration  to  the  calendar 
shall  be  submitted  to  the  Board,  of  which  date  the  person 
naking  the  request  shall  be  notified. 

5.  The  Board  may,  on  the  motion  of  any  member  re¬ 
view  any  decision  that  it  has  made  and  may  reverse  or 
;iiodify  such  decision,  but  no  such  review  shall  prejudice 
he  rights  of  any  person  who  has  in  good  faith  acted 
hereon  before  it  is  reversed  or  modified. 

ARTICLE  V— BUILDING  ZONE  APPLICATIONS 

1.  No  application  for  a  variation  or  modification  of  the 
provisions  of  the  Building  Zone  Resolution  shall  be  enter- 
uned  by  the  Board  except  in  a  specific  case,  and  from  an 
rder,  requirement  decision  or  determination  made  by  any 
.ommissioner  of  Buildings  or  the  Tenement  House  Com- 
nssioner  on  the  ground  that  the  proposed  plan  or  use 
lolates  the  Building  Zone  Resolution. 

2.  No  such  application  shall  be  entertained  unless  the 
ophcation  is  filed  within  thirty  days  from  the  date  of  the 
fction  of  the  Commissioner  of  Buildings  or  the  Tenement 
:ouse  Commissioner. 

3.  Every  application  shall  be  made  on  Form  3BZ  and 
:iaH  be  accompanied  by  all  the  data  required  by  such  form 
id  shall  be  considered  subject  to  such  rules  as  the  Board 
is  adopted  or  may  adopt  under  Article  5,  Section  21  of 
e  Building  Zone  Resolution. 

4  As  soon  as  any  application  is  completed  by  the  filing 
the  data  required  in  Form  3BZ,  the  case  shall  receive  a 
lendar  number  and  shall  be  placed  on  the  Clerk’s  Calen- 
:r-  a",Vh<:  applicant  shall  be  notified  by  the  Board  on 

n  u  ,  the  time  set  for  the  cal1  of  the  calendar,  which 
•all  be  at  least  ten  days  after  the  mailing  of  said  notice. 
ith  this  notice  the  applicant  shall  be  supplied  with  an 
ncial  copy  of  Form  7NO,  which  he  is  required  to  send  to 
|ery  property  owner  entitled  to  notice  of  the  application. 

H  days  the  apphcant  must  file  a  verified  state- 
•nt  that  he  has  so  notified  each  of  such  property  owners 
her  by  personal  service  or  by  registered  mail.  Not  less 
■in  fourteen  days  notice  of  the  date  fixed  for  calendar 
1  in  each  Building  Zone  application  shall  be  given  by 
Johcation  in  the  Bulletin  of  the  Board.  y 

On  the  call  of  the  Clerk’s  Calendar  the  applicant  shall 
)ear  m  person  or  by  agent  or  attorney,  and  property 
ners  affected  by  the  application  may  appear  either  in 
.on  or  by  agent  or  attorney  and  present  written  cbjec- 

Jhl  Cy  -!?ay  Jave.to.  the  granting  of  the  application, 
■ether  with  a  description  of  their  property  and  an  affi- 

ff  of  ownership.  Then  a  date  shall  be  set  for  a  public 
°n  die  aPPhcation  at  the  earliest  available  date 
ealter.  Notice  of  said  hearing  shall  be  given  by  nub- 
jtion  in  the  Bulletin  of  the  Board.  y  P 

I!  *1®  date  se,t  for  the  Public  hearing,  the  applicant 
•  l  cJ;a„  b’s  case,  then  the  opposition  shall  be  heard,  and 
i  shall  have  an  opportunity  for  rebuttal. 

Any  application  that  has  been  denied  after  a  public 

ffe?cmnn°fbe  rerheard  except  on  new  material  falts  or 
rterent  section  of  the  Building  Zone  Resolution 


F5rmteiAShwithbealinthertHin,ed  unless  fuch  aPPeal  is  filed  on 
5/?  ,m  •  ™th  aH  the  data  required  in  such  form  within 

cent  ythatymifn °m  the  °f  the  order  aPPealed  from  ex- 
cept  that  minor  appeals  from  orders  or  decisions  may  be 

filed  on  form  1A  accompanied  by  a  written  descriptio^  of 

^n«?iT1SeS-and  a  Copy  of  the  order  or  decision  Wha 

°r  ***«  Shad  * 

ARTICLE  VII — LABOR  LAW  VARIATIONS,  ETC. 

1.  No  application  for  variation  of  the  Labor  Law  or  of 

alteratioenaof°Pbtehr1thereUnder  ?ffecting  the  construction  or 
fivfnri?  f  bmld!ngs>  exits  therefrom,  the  installation  of 
xtures  or  apparatus  as  authorized  by  Section  718a  suh 

made' *011  Fo  S“'  be  -LtaiTeTunlS  Uis 

made  on  Form  2S,  with  all  the  data  required  in  such  form 

vi  in  thirty  days  from  the  date  of  the  administrative  order! 

Cu  aPPbcation  for  approval  of  a  device  material  nr 

on  Form  aSA^' sl?a11  be  entertained  unless  it  is  filed 
on  borm  4SA,  with  all  the  data  required. 

r tipplica-tion  for  the  adoption  or  amendment  of  Rules 
shall  be  entertained  unless  the  application  is  made  in  writing. 

ARTICLE  VIII— ADOPTION  OF  RULES. 

1.  No  resolution  of  the  Board  of  Standards  and  Appeals 
adopting  or  amending  any  rule  or  regulation  under^sub- 

lawSJhal12h0r  of  section  718-a  of  the  Charter  or  any  other 
law  shall  be  adopted  unless  such  proposed  rule  or  regula- 

foT  atHai  hw  bC!in  publi?hed  in  the  Bulletin  of  the  Board 
tor  at  least  ten  days  prior  to  a  public  hearing  thereon 

tbpraei  a^rmatl/e  V(?tes  of  the  Board  shall  be  necessary  for 
the  adoption  of  such  resolution.  y 

2\  £m£nd??ents,  t0  these  Rules  of  Procedure  may  be 
made  by  the  Board  of  Standards  and  Appeals  at  any  regu? 

crivpn6?100’  ,provicbng  n°tice  of  such  amendment  has  been 
g  ven  to  each  member  of  the  Board  three  days  prior  to  such 

AnvTule1^1"  m  W^lting  or  by  Publication  in  the  Bulletin. 
Any  rule  of  procedure  may  be  suspended  at  any  session 
by  the  concurring  vote  of  three  members. 

ARTICLE  IX— OTHER  RESOLUTIONS. 

1.  Every  resolution  of  the  Board  of  Standards  and  Ap- 
peals  suggesting  changes  or  amendments  to  the  law  under 
subdivision  5,  section  718-a  of  the  Charter  and  every  reso- 
lution  not  otherwise  provided  for  shall  require  at  least 
three  affirmative  votes  for  its  adoption. 

ARTICLE  X— INSPECTIONS. 

1.  In  any  case  in  which  the  Board  may  deem  it  neces- 
sary,  an  inspection  of  the  premises  in  question  may  be 

?hpert,d-by  the  Bj°?rd'  Such  insPection  shall  be  made  by 
the  Chairman  and  by  two  or  more  members  designated  by 
him,  and  they  shall  report  their  findings  to  the  Board.  y 

ARTICLE  XI— TESTS. 


ARTICLE  VI— APPEALS. 

■riinJ-PPea!rfr?m  7ny  order-  requirement,  decision  or 
rrTn*  the  Commissioner  of  Buildings  or  the 

d  of  Build, ngs  or  the  Fire  Chief  and  Commissioner  or 

t  r*f  C  ?r  r,eg^latlon  re^afmg  to  the  construction, 
of  an’  KtrMSt-lira  changes  in  equipment,  occupancy  or 
any  building  or  structure,  under  Section  719  of  the 
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1.  In  any  case  in  which  the  Board  may  order  a  test  of 
any  material  or  device,  such  test  shall  be  conducted  accord¬ 
ing  to  the  rules  adopted  by  the  Board  for  the  use,  of  such 
material  or  device.  Test  shall  be  conducted  under  the 
supervision  of  an  Assistant  Engineer  and/or  in  the  presence 
of  such  member  or  members  of  the  Board  or  staff  as  the 
Chairman  may  designate,  or  in  lieu  of  the  above,  tests  may 
be  made  of  material  and  devices  by  a  recognized  standard 
testing  laboratory,  city  or  state  department,  but  the  Board 
reserves  the  right  to  be  present  at  such  test.  The  result 

ml  SUCVest  ^hal1  be  ported  to  the  Board  in  writing 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  approval  of  the  use  of  such  material  or  device. 

ARTICLE  XII— RECORDS. 

1.  All  applications  and  appeals  shall  be  on  the  required 
forms,  and  all  communications,  reports,  etc.,  relative  to  any 
ma  ter  appearing  on  the  calendar,  shall  be  on  sheets  approxi- 

S/  ty  KKYin-  by  11  in,  size7  PIans  shall  be  on  sheets 
°'2  in-  by  11  m-  or  multiples  thereof  unless  otherwise  ap- 
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proved  by  the  Chairman.  After  final  disposition,  all  appli¬ 
cations  and  appeals  and  other  papers  appertaining  thereto 
shall  be  suitably  bound  and  indexed  and  filed  numerically  in 
cabinets.  All  applications  and  appeals  shall  upon  application 
to  the  clerk  in  charge  be  accessible  to  the  public  at  all  rea¬ 
sonable  hours. 

ARTICLE  XIII— THE  BULLETIN. 

1.  The  Bulletin  of  the  Board  of  Standards  and  Appeals 
shall  be  published  on  Tuesday  of  each  week.  It  shall  contain  : 

(1)  Directory  of  the  Board. 

(2)  Docket. 

(3)  Clerk’s  Calendar  Call. 

(4)  The  Hearing  Calendar. 

(5)  Notice  of  hearing  on  building  zone  applications  and 
on  proposed  rules  or  the  amendment  of  rules. 

(6)  An  abstract  of  the  minutes  of  each  meeting,  in¬ 
cluding  a  brief  statement  of  the  action  in  each  case,  with 
the  roll  call  thereon  and  the  full  text  of  the  resolutions 
adopted. 

(7)  Rules  adopted. 

(8)  Such  other  information  as  may  be  of  value  to  the 
public  and  within  the  scope  of  the  work  of  the  Board. 

2.  The  preparation  and  editing  of  material  for  the  bul¬ 
letin  shall  be  in  charge  of  such  members  of  the  staff  as  the 
Chairman  shall  designate. 

ARTICLE  XIV— OFFICERS. 

1.  The  Chairman  shall  preside  at  all  sessions.  The 
Chairman  may  designate  any  member  of  the  Board  to  pre¬ 
side  and  perform  the  duties  of  the  Chair  at  public  sessions. 

2.  The  Chairman,  subject  to  these  rules,  shall  decide  all 
points  of  order  or  procedure,  unless  otherwise  directed  by  a 


majority  of  the  Board  in  session  at  that  time. 

3.  The  Chairman  shall  designate  the  members  of  th 
Board  to  make  an  inspection,  and,  unless  otherwise  directei 
by  the  vote  of  three  members  of  the  Board,  shall  appoin 
any  committee  that  may  be  deemed  necessary. 

4.  The  Chairman  shall  report  at  each  session  on  al 
pertinent  official  transactions  that  do  not  otherwise  com 
to  the  attention  of  the  Board. 

5.  Administrative  authority  is  vested  solely  in  the  Chair 
man  of  the  Board  who  shall,  subject  to  these  rules,  trans 
act  all  official  business  of  the  Board,  engage  the  necessar 
employees  and  direct  the  work  of  the  office.  Official  corre 
spondence  shall  be  signed  by  the  Chairman  and  by  sue! 
members  of  the  staff  as  the  Chairman  may  designate. 

6.  Subject  to  these  rules  and  the  direction  of  the  Chair 
man,  the  Chief  Clerk  shall  have  charge  of  all  accounts  an 
see  that  the  files  and  indices  are  kept  in  proper  order  an 
up  to  date,  and  generally  supervise  the  clerical  work  of  th 
office  force,  maintaining  discipline  in  accordance  with  th 
rules  of  the  office  and  charter  provisions. 

7.  Subject  to  these  rules  and  the  direction  of  the  Chair 
man,  the  Assistant  Engineers  shall  examine  and  report  o 
all  applications  or  appeals,  prepare  all  proposed  rules  or  re 
vised  rules  suggested  with  report  on  the  reasons  and  neces 
sity  for  same ;  supervise  and  witness  the  tests  conducte 
under  the  auspices  of  the  Board,  and  assist  generally  in  a 
technical  matters  coming  before  the  Board. 

8.  A  complete  stenographic  record  of  the  transactions  a 
public  sessions  shall  be  made  for  the  files,  including  vei 
batim  transcripts  of  such  parts  as  may  be  directed,  an 
there  shall  be  prepared,  after  each  meeting  and  in  time  fo 
the  next  publication  of  the  Bulletin,  the  abstract  of  th 
minutes  which  is  to  appear  in  such  Bulletin. 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  . : .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  .  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21 -S A 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  Ni 

M.  D.  Rotary  .  52-27-Sz 

Milwaukee  Piston  Rotating  Port  Pump .  763-25-S i 

Monroe  Oil  Pump  .  658-26-Si1 

National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil  .  175-35-S/ 

Northern  Rotary  .  1396-24-S/ 

Pascoe  Pump  Set  .  1029-26-Si. 

Petro-Nokol  Industrial  Oil  Pump .  570-32-Si 

Quiet  May  Gerotor  Pump  .  267-32-Si 

Quimby  Screw  Pump  .  1193-21-Si' 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  .  102-35-Si 

Ray  Rotary  .  588-25-Si, 

Rotary  Pressure  Pump  .  1060-25-Si 

Rotary  Vacuum  Pump  .  5 13-25- Si 

Samson  Magnetic  Fuel  Oil  Pump .  163-34-Si 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D .  41 0-32-S. 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199-36-S. 

Tate-Jones  .  492-21 -S. 

Teesdale  Automatic  Booster  Fuel  Oil  Pump  1279-25-S- 

Tuthill  Model  B  Fuel  Oil  Pump .  60-28-Si 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 

30-LE  Fuelstat  .  568-30-S 

Union  Steam  Pump  for  Fuel  Oil .  705-30-S. 

Viking  .  438-21-S. 

Warren  Oil  Pump  .  1169-23-S. 

Wayne  Oil  Pump  &  Fan  Set .  1155-25-S 

Webster  Fuel  Oil  Pump,  Type  A .  23-34-S 

Worthington  Duplex  Double-Acting  Steam 

Pump  .  1 84-22- S 

Worthington  Show  Model  Duplex .  194-22-S 


390 


RULES 


COVERING  THE  DESIGN  OF  REINFORCED  CONCRETE  FLAT  SLABS 


Adopted  by  the  Board  of  Standards  and  Appeals,  July 
8,  1920,  under  Cal.  39S-20-S. 

Rule  1.  Application.  The  rules  governing  the  design 
of  reinforced  concrete  flat  slabs  shall  apply  to  such  floors 
and  roofs  consisting  of  three  or  more  rows  of  slabs, 
A'ithout  beams  or  girders,  supported  on  columns,  the  con¬ 
duction  being  continuous  over  the  columns  and  forming 
ivith  them  a  monolithic  structure. 

Rule  2.  Compliance  with  Building  Code.  In  the  de- 
ign  of  reinforced  concrete  flat  slabs,  the  provisions  of 
article  16  of  the  building  code  shall  govern  with  respect 
o  such  matters  as  are  specified  therein. 

Rule  3.  Assumptions.  In  calculations  for  the  strength 
•'f  reinforced  concrete  flat  slabs,  the  following  assump¬ 
tions  shall  be  made : 

(a)  A  plane  section  before  bending  remains  plane  after 
ending ; 

(b)  The  modulus  of  elasticity  of  concrete  in  compres- 
lon  within  the  allowable  working  stresses  is  constant; 

(c)  The  adhesion  between  concrete  and  reinforcement 
>  perfect  j 

(d)  The  tensile  strength  of  concrete  is  nil; 

(e)  Initial  stress  in  the  reinforcement  due  to  contrac- 
on  or  expansion  in  the  concrete  is  negligible. 

Rule  4.  Stresses,  (a)  The  allowable  unit  shear  in 
unforced  concrete  flat  slabs  on  the  bd  section  around 
ie  perimeter  of  the  column  capital  shall  not  exceed  one 
andred  twenty  (120)  pounds  per  square  inch;  and  the 
lowable  unit  shearing  stress  on  the  bjd  section  around 
ie  perimeter  of  the  drop  shall  not  exceed  sixty  (60) 
3unds  per  square  inch,  provided  that  the  reinforcement 
s°  arranged  or  anchored  that  the  stress  may  be  fully 
weloped  for  both  positive  and  negative  moments. 

(b)  The  extreme  fibre  stress  to  be  used  in  concrete 
compression  at  the  column  head  section  shall  not  ex- 
ed  seven  hundred  fifty  (750)  pounds  per  square  inch. 

Rule  5.  Columns.  For  columns  supporting  reinforced 
ncrete  flat  slabs,  the  least  dimension  of  any  column  shall 
not  less  than  one-fifteenth  (1/15)  of  the  average  span 
'  slabs  supported  by  the  columns ;  but  in  no  case  shall 
ch  least  dimension  of  any  interior  column  supporting  a 
i'or  or  roof  be  less  than  sixteen  (16)  inches  when  round 
,,r  fourteen  (14)  inches  when  square;  nor  shall  the  least 
cnension  of  any  exterior  column  be  less  than  fourteen 
4)  inches. 


Rule  6.  Column  Capital.  Every  reinforced  concrete 

<  umn  supporting  a  flat  slab  shall  be  provided  with  a 
cpital  whose  diameter  is  not  less  than  0.225  of  the  aver¬ 
se  span  of  any  slabs  supported  by  it.  Such  diameter  shall 
-  measured  where  the  vertical  thickness  of  the  capital  is 
;  least  one  and  one-half  (1  y2)  inches,  and  shall  be  the 
-imeter  of  the  inscribed  circle  in  that  horizontal  plane, 
e  slope  of  the  capital  considered  effective  below  the 
'nt  where  its  diameter  is  measured  shall  nowhere  make 
\  anSle  with  the  vertical  of  more  than  forty-five  (45) 
trees.  In  case  a  cap  of  less  dimensions  than  herein- 
<erty  eSCnbed  as  a.  drop,  is  placed  above  the  column  cap- 
?’  the  Pajf  °f  this  cap  enclosed  within  the  lines  of  the 
umn  capital  extended  upward  to  the  bottom  of  the 
b  or  drop  at  the  slope  of  forty-five  (45)  degrees  may 
'considered  as  part  of  the  column  capital  in  determining 
diameter  for  design  purposes. 

7‘  D*?p”  Wh.en  a  reinforced  concrete  flat  slab 
^ -nicker  in  that  portion  adjacent  to  or  surrounding  the 
n.’,  thickened  portion  shall  be  known  as  a  drop. 

•‘♦I,.  ?  •  SUch  dro?  when  used-  shall  be  determined 

,  s  earing  stress  in  the  slab  around  the  perimeter 
r  drop,  but  in  no  case  shall  the  width  be  less  than 
i  °T  the  ayerage  span  of  any  slabs  of  which  it  forms  a 
‘  •  in  computing  the  thickness  of  drop  required  by  the 
tive  moment  Q  the  coiumn  head  section)  the  width 

drop  only  shad  be  considered  as  effective  in  re- 
,j*  th e  compressive  stress,  but  in  no  case  shall  the 

kness  of  such  drops  be  less  than  0.33  of  the  thickness 


of  the  slab.  Where  drops  are  used  over  interior  columns 
corresponding  drops  shall  be  employed  over  exterior  col¬ 
umns  and  shall  extend  to  the  one-sixth  (1/6)  point  of  the 
panel  from  the  center  of  the  column. 

conc'Se^flaf  d*  Jhlckn  eKS<  The,  thickness  of  a  reinforced 
concrete  flat  slab  shall  be  not  less  than  that  derived  by 

dro„s°3  ,e4  r„,0'?24,LV  «  +  IK  slabs  without 
drops,  and  t  —  0.02  L  V  w  +  1  for  slabs  with  drops  in 
which  t  is  the  thickness  of  the  slab  in  inches,  L  i?  the 

anrira/Pl/Pian^  the  ^  m  feet’  and  w  is  the  total  live 
shall  thic  Iml1"  PTn1S  Per,  square  foot;  but  in  no  case 
shall  this  thickness  be  less  than  one-thirty-second  (1/32) 

of  the  average  span  of  the  slab  for  floors,  nor  less  than 
one-fortieth  (1/40)  of  the  average  span  of  the  slab  for 

°°fl )cn°r.  Ie,ss  than  S1X  (6)  inches  for  floors  nor  less  than 
Uve  (5)  inches  for  roofs. 

f  Reinforcemen‘-  (a)  In  the  calculation  of 

moments  at  any  section,  all  the  reinforcing  bars  which 

extendi  sectlon  may  be  used,  provided  that  such  bars 
^,nough  on  erack  Slde  o£  such  section  to  de- 
\elop  the  full  amount  of  the  stress  at  that  section.  The 

sh ainHf  of.the  reinforcement  at  any  moment  section 
shall  be  the  sectional  area  of  the  bars  crossing  such  sec- 
[J°n  multiplied  by  the  sine  of  the  angle  of  such  bars  with 
the  plane  of  the  section.  The  distribution  of  the  rein¬ 
forcement  of  the  several  bands  shall  be  arranged  to  fully 
provide  for  the  intermediate  moments  at  any  section. 

>  '  Splices  in  bars  may  be  made  wherever  convenient 

ut  are  preferably  at  points  of  minimum  stress.  The 
length  of  any  splice  shall  be  not  less  than  eighty  (80) 
bar  diameters  and  in  no  case  less  than  two  (2)  feet  The 

^  LCing^la,djaCentvba/S  Sha11  be  avoided  as  far  as  pos- 
sible.  blab  bars  which  are  lapped  over  the  column,  the 

sectional  area  of  both  being  included  in  the  calculation 
for  negative  moment,  shall  extend  to  the  lines  of  inflec¬ 
tion  beyond  the  column  center. 

ki?fif^h/ecmthe  reinforcement  is  arranged  in  bands,  at 
least  fifty  (50)  per  cent  of  the  bars  in  any  band  shall  be 
of  a  length  not  less  than  the  distance  center  to  center 
of  columns  measured  rectangularly  and  diagonally;  on 
bars  used  as  positive  reinforcement  shall  be  of  a  length 
less  tli an  half  (y2)  the  panel  length  plus  forty  (40)  bar 

tl°r  Cr°iSSi  banuds’,  or  less  than  seven-tenths 
(7/10)  of  the  panel  length  plus  forty  (40)  bar  diameters 

tor  diagonal  bands  and  no  bars  used  as  negative  rein¬ 
forcement  shall  be  of  a  length  less  than  half  (V2)  the 
panel  length.  All  reinforcement  framing  perpendicular 
to  the  wall  in  exterior  panels  shall  extend  to  the  outer 

anchored  ^  Pa°e  ^  Sha11  be  hooked  or  otherwise 

(d)  Adequate  means  shall  be  provided  for  prooerlv 
maintaining  all  slab  reinforcement  in  the  position  as¬ 
sumed  by  the  computations. 

Rule  10.  Line  of  Inflection.  In  the  design  of  rein¬ 
forced  concrete  flat  slab  construction,  for  the  purpose  of 

m^king+uCa  C  j  ai10n,S  -of  the  bending  moments  at  sections 
other  than  defined  in  these  rules,  the  line  of  inflection 
shall  be  considered  as  being  located  one-quarter  (Va)  the 
distance  center  to  center,  of  columns,  rectangularly  and 
diagonally,  from  center  of  columns  for  panels  without 

•?uSjand  three-tenths  (3/10)  of  such  distance  for  panels 
with  drops. 

Rule  11.  Moment  Sections.  For  the  purpose  of  de¬ 
sign  ot  reinforced  concrete  flat  slabs,  that  portion  of  the 
section  across  a  panel, _  along  a  line  midway  between  col- 
UI^nL  which  lies  within  the  middle  two  quarters  of  the 
width  of  the  panel  shall  be  known  as  the  inner  section 
and  those  portions  of  the  section  in  the  two  outer  quar¬ 
ters  of  the  width  of  the  panel  shall  be  known  as  the  outer 
sections.  Of  the  section  which  follows  a  panel  edge  from 
column  to  column  and  which  includes  the  quarter  peri- 
meters  of  the  edges  of  the  column  capitals,  that  portion 
within  the  middle  two  quarters  of  the  panel  width  shall 
be  known  as  the  mid  section  and  the  two  remaining  por¬ 
tions,  each  having  a  projected  width  equal  to  one-quarter 
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of  the  panel  width,  shall  be  known  as  the  column  head 


sections.  _  ,  ,  .  , 

Rule  12.  Bending  Moments.  In  the  design  of  rein¬ 
forced  concrete  flat  slabs  the  following  provisions  with 
respect  to  bending  moments  shall  be  observed.  In  the 
moment  expressions  used:  , 

W  is  the  total  dead  and  live  load  on  the  panel  under 
consideration,  including  the  weight  of  drop  whether  a 
square,  rectangle  or  parallelogram; 

W,  is  the  total  live  load  on  the  panel  under  considera- 

tlCL  is  the  length  of  side  of  a  square  panel  center  to 
center  of  columns;  or  the  average  span  of  a  rectangular 
panel  which  is  the  mean  length  of  the  two  sides ; 

n  is  the  ratio  of  the  greater  to  the  less  dimension  of 

the  panel;  ,  ,  .  , 

h  is  the  unsupported  length  of  a  column  in  inches, 
measured  from  top  of  slab  to  base  of  capital , 

I  is  the  moment  of  inertia  of  the  reinforced  concrete 
column  section. 


A.  Interior  Square  Panels.  The  numerical  sum  of 
the  positive  and  negative  moments  shall  be  not  less  than 
1/17  W.  L.  A  variation  of  plus  or  minus  five  (5)  per 
cent  shall  be  permitted  in  the  expression  for  the  moment 
on  any  section,  but  in  no  case  shall  the  sum  of  the  nega¬ 
tive  moments  be  less  than  sixty-six  (66)  per  cent  of 
the  total  moment,  nor  the  sum  of  the  positive  moments 
be  less  than  thirty-four  (34)  per  cent  of  the  total  moment 
for  slabs  with  drops;  nor  shall  the  sum  of  the  negative 
moments  be  less  than  sixty  (60)  per  cent  of  the  total 
moment,  nor  the  sum  of  the  positive  moments  be  less 
than  forty  (40)  per  cent  of  the  total  moment  for  slabs 


without  drops. 

1.  In  two-way  systems,  for  slabs  with  drops,  the  nega¬ 
tive  moment  resisted  on  two  column  head  sections  shall 
be  —  1/32  W.  L;  the  negative  moment  on  the  mid  sec¬ 
tion  shall  be  —  1/33  W  L,  the  positive  moment  on 
the  two  outer  sections  shall  be  +  1/80  W.  L  and  the 
positive  moment  on  the  inner  section  shall  be  +  1/133 
W  L;  and  for  slabs  without  drops,  the  negative  moment 
resisted  on  two  column  head  sections  shall  _  be  —  1/36 
W  L,  the  negative  moment  on  the  mid  section  shall  be 
—  1/133  W  L,  the  positive  moment  on  the  two  outer 
sections  shall  be  +  1/63  W  L  and  the  positive  moment 
on  the  inner  section  shall  be  +  1/133  W  L. 


2.  In  four-way  systems,  the  negative  moments  shall  be 
as  specified  for  Two-Way  Systems;  the  positive  moment 
on  the  two  outer  sections  shall  be  +  1/100  W  L  and 
the  positive  moment  on  the  inner  section  shall  be  +  1/100 
W  L  for  slabs  with  drops;  and  the  positive  moment  on 
the  two  outer  sections  shall  be  +  1/174  W  L,  and  the 
positive  moment  on  the  inner  section  shall  be  +  1/100 
W  L,  for  slabs  without  drops. 

3.  In  three-way  systems,  the  negative  moment  on  the 
column  head  and  mid  sections  and  the  positive  moment 
on  the  two  outer  sections,  shall  be  as  specified  for  Four- 
Way  Systems.  In  the  expression  for  the  bending  mo¬ 
ments  on  the  various  sections,  the  length  L  shall  be 
assumed  as  the  distance  center  to  center  of  columns 
and  the  load  W  as  the  load  on  the  parallelogram  panel. 


B.  Interior  Rectangular  Panels. 

1.  When  the  ratio  n  does  not  exceed  1.1,  all  compu¬ 
tations  shall  be  based  on  a  square  panel  of  a  length 
equal  to  the  average  span,  and  the  reinforcement  shall 
be  equally  distributed  in  the  short  and  long  directions 
according  to  the  bending  moment  coefficients  specified 
for  interior  square  panels. 

2.  When  the  ratio  n  lies  between  1.1  and  1.33,  the 
bending  moment  coefficient  specified  for  interior  square 
panels  shall  be  applied  in  the  following  manner : 

(a)  In  two-zuay  systems,  the  negative  moments  on  the 
two  column  head  sections  and  the  mid  section  and  the 
positive  moment  on  the  two  outer  sections  and  the 
inner  section  at  right  angles  to  the  long  direction  shall 
be  determined  as  for  a  square  panel  of  a  length  equal  to 


the  greater  dimensions  of  the  rectangular  panel;  and  th< 
corresponding  moments  on  the  sections  at  right  angle: 
to  the  short  direction  shall  be  determined  as  for  a  squari 
panel  of  a  length  equal  to  the  lesser  dimensions  of  th< 
rectangular  panel.  In  no  case  shall  the  amount  of  re 
inforcement  in  the  short  direction  be  less  than  two-third 
(2/3)  of  that  in  the  long  direction.  The  load  W  shal 
be  taken  as  the  load  on  the  rectangular  panel  under  con 
sideration. 

(b)  In  four-way  systems,  for  the  rectangular  bands,  th 
negative  moment  of  the  column  head  sections  and .  th< 
positive  moment  on  the  outer  sections  shall  be  determine) 
in  the  same  manner  as  indicated  for  two-way  systems. 

For  the  diagonal  bands  the  negative  moments  on  th 
column  head  and  mid  sections  and  the  positive  momen 
on  the  inner  section  shall  be  determined  as  for  a  squar 
panel  of  a  length  equal  to  the  average  span  of  the  rec 
tangle.  The  load  W  shall  be  taken  as  the  load  on  th 
rectangular  panel  under  consideration. 

(c)  In  three-way  systems,  the  negative  and  positive  mo 
ments  on  the  bands  running  parallel  to  the  long  direc 
tion  shall  be  determined  as  for  a  square  whose  side  i 
equal  to  the  greater  dimension;  and  the  moments  oi 
the  bands  running  parallel  to  the  short  direction  shal 
be  determined  as  for  a  square  whose  side  is  equal  t 
the  lesser  dimension.  The  load  W  shall  be  taken  as  th 
load  on  the  parallelogram  panel  under  consideration. 

C.  Exterior  Panels.  The  negative  moments  at  th 
first  interior  row  of  columns  and  the  positive  moment 
at  the  center  of  the  exterior  panels  on  moment  section 
parallel  to  the  wall,  shall  be  increased  twenty  (20)  pe 
cent  over  those  specified  above  for  interior  panels.  Th 
negative  moment  on  moment  sections  at  the  wall  an 
parallel  thereto  shall  be  determined  by  the  conditions  o 
restraint,  but  the  negative  moment  on  the  mid  sectio 
shall  never  be  considered  less  than  fifty  (50)  per  cen 
and  the  negative  moment  on  the  column  head  sectio 
never  less  than  eighty  (80)  per  cent  of  the  correspond 
ing  moments  at  the  first  interior  row  of  columns. 

D.  Interior  Columns  shall  be  designed  for  the  bene 
ing  moments  developed  by  unequally  loaded  panels,  ec 
centric  loading  or  uneven  spacing  of  columns.  Th 
bending  moment  resulting  from  unequally  loaded  pane! 
shall  be  considered  as  1/40  Wi  L,  and  shall  be  resiste 
by  the  columns  immediately  above  and  below  the  floe 
line  under  consideration  in  direct  proportion  to  the  value 
of  their  ratios  of  I/h. 

E.  Wall  Columns  shall  be  designed  to  resist  bendin 
in  the  same  manner  as  interior  columns,  except  that  \ 
shall  be  substituted  for  Wi  in  the  formula  for  the  me 
ment.  The  moment  so  computed  may  be  reduced  by  tl 
counter  moment  of  the  weight  of  the  structure  whic 
projects  beyond  the  center  line  of  the  wall  columns. 

F.  Roof  Columns  shall  be  designed  to  resist  the  tot 
moment  resulting  from  unequally  loaded  panels,  as  « 
pressed  by  the  formulae  in  paragraphs  (D)  and  (E)  ( 
this  rule. 

Rule  13.  Walls  and  Openings.  In  the  design  ar 
construction  of  reinforced  concrete  flat  slabs,  addition 
slab  thickness,  girders  or  beams  shall  be  provided  ’ 
carry  any  walls  or  concentrated  loads  in  addition  to  tl 
specified  uniform  live  and  dead  loads.  Such  girders  < 
beams  shall  be  assumed  to  carry  twenty  (20)  per  cei 
of  the  total  live  and  dead  panel  load  in  addition  to  tl 
wall  load.  Beams  shall  also  be  provided  in  case  openin; 
in  the  floor  reduce  the  working  strength  of  the  slab  belo 
the  prescribed  carrying  capacity. 

Rule  14.  Special  Panels.  For  structures  having 
width  of  less  than  three  (3)  rows  of  slabs,  or  in  whit 
exterior  drops,  capitals  or  columns  are  omitted,  or 
which  irregular  or  special  panels  are  used,  and  for  whl 
the  rules  relating  to  the  design  of  reinforced  flat  sla 
do  not  directly  apply,  the  computations  in  the  analys 
of  the  design  of  such  panels,  shall,  when  so  require 
be  filed  with  the  commissioner  of  buildings. 
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ules  for  Refrigerating  Systems. 

re  Drill  Rules. 


PUBLIC  HEARINGS 

luesdays,  at  10  a.  m.  and  2  p.  in. 

Special  meetings  as  published  in  this  Bulletin. 

CaH  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m 

ManhaUanngS  ^  ^  ^  R°°m  1013’  MuniciPal  Building, 


Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone — WOrth  2-0184. 

Office  Hours  for  Public-9  a.  m.  to  4  p.  m.  Saturdays 
y  a.  m.  to  12  noon. 

All  communications  should  be  addressed  to  the  chairman  of 

the  board 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en- 
gineers  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  mter- 

q ru-i  °w?e.rs  opportunity  to  file  objections,  if  any, 

and  will  be  called  in  Room  1013,  Monday,  April  5,  1937, 

definite”  day  *”  *  US  ^  Gach  CaSC  1S  S£t  f°r  hearin&  on  a 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  April  12,  1937,  at  2  o’clock. 

ihe  Clerk’s  Calendar  is  not  to  be  confused  with  the 
on  fixed  day?'65  ^  ^  definitdy  set  for  hearing 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board.  y 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application.  °  v 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 

sionerSnefdh  ?M-he  adm'n,strative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
he  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application  ecl 

ofAMme'«DeHimHibati0nS(Win  -be  and  disposition 

same  expedited  by  conforming  to  these  directions 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  March  31,  1937 

Cal.  No.  Department  Premises  Affected 

130-37-SA  FD . Econ-O-Heat  and  Kingsco 

.  Oil  Burners,  Models  E,  B1 

and  B2,  Appliance. 


131-37-A . D.B.B . South  side  of  Mill  avenue, 

180  ft.  east  of  Avenue  U 
(Block  8470,  Lot  1150), 
(Mill  Basin  and  Jamaica 
Bay),  Borough  of  Brooklyn, 
13720-L.F. 


132-37-A . D.B.B . 124-138  Clinton  street,  south¬ 

west  corner  of  Joralemon 
street  (Block  264,  Lot  17), 
Borough  of  Brooklyn, 

12905-L.F.  &  11091-L.F. 


133-37-BZ . D.B.M . 226-228  West  20th  street, 

south  side  355.2  ft.  west  of 
7th  avenue  (Block  769,  Lots 
53-54),  Borough  of  Manhat¬ 
tan,  Applic.  546-37. 


?63-31-BZ . D.B.R . 2014  Forest  avenue,  south 

side,  20.03  ft.  east  of  Maple 
avenue  (Block  1696,  Lots  9, 
12,  138  &  139),  Mariners 
Harbor,  Borough  of  Rich¬ 
mond,  Alt.  204-37. 


345-35-SA . F.D . Flagg  Fill  Pipe  Terminal, 

Appliance. 


CODE 

D  g  . Department  of  Buildings 

{.j  ip  . Health  Dcpartmeni 

[)  g  g . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . . Department  of  Buildings,  Queens 

£)  g  r . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Brun> 

j  }  i  i) . Tenement  House  Department 

oij  . Board  of  Building- 


134-37- BZ . D.B.B . 1043-1053  Winthrop  street, 

northeast  corner  of  East 
93d  street  (Block  4612,  Lot 
43),  Borough  of  Brooklyn, 
Applic.  2172-37. 


135-37-A . F.D . 47-44  31st  street,  south  side 

of  47th  (Nelson)  avenue 
between  31st  (Mount)  street 
and  30th  (Manley)  street 
(Block  282,  Lot  1),  Long 
Island  City,  Borough  of 
Queens,  Decision. 


136-37-BZ . D.B.B . 1094-1098  Nostrand  avenue 

and  291-299  Maple  street, 
northwest  corner  (Block 
5030,  Lot  45),  Borough  of 
Brooklyn,  Alt.  2135-37. 


137- 37-SA . F.D . Precision  Oil  Burner,  Model 

W,  Appliance. 

138- 37- A . F.D . 100-02  to  100-04  Avenue  D, 

east  side,  250  ft.  south  of 
East  101st  street  (Block 
8133,  Lot  36),  Borough  of 


Brooklyn,  69482-L.C. 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  March  29,  1937,  Samuels  &  Samuels,  attorneys,  served  on 
toard  petition  and  order  of  certiorari  for  Column  Holding  Corpora- 
don,  owner,  in  re  decision  of  February  24,  1937,  denying  mortuary 
-hapel,  under  sections  7-c  and  21,  partly  in  a  residence  and  partly 
in  a  business  use  district,  Cal.  No.  19-37-BZ,  premises  1-11  Ocean 

no  rlriir  n  v  "R  r»  1*01 1  CT ll  f>f  "R  TOolcl  VII. 


COURT  DECISIONS 


iosenbush  vs.  Murdock— July  7,  1936,  board  denied  appeal  from 
revocation  of  permit  by  commissioner  of  buildings,  alter 
work  started,  on  discovery  that  permit  had  been  er¬ 
roneously  issued  after  zone  had  been  changed  from 
unrestricted  to  business  use,  Cal.  No.  204-36-A,  prem 
ises  southeast  corner  Astoria  boulevard  and  liutn 
Street,  Corona,  Borough  of  Queens.  Denial  of  man 
damus  order  to  compel  reissuance  of  permit  sustained 
by  Court  of  Appeals.  Mr.  Justice  Faber  sustained  board 
(N.  Y.  L.  J.,  November  27,  1936).  Appellate  Division 
sustained  board  (N.  Y.  L.  J.,  March  26,  1937).  | 


Bawnfawn  Holding  Co.  vs.  Murdock— January  21,  1936,  board  de¬ 
nied  gasoline  station  in  business  district,  under  section 
21,  Cal.  No.  240-35-BZ,  premises  88-15  Queens  boule_ 
vard,  Woodside,  Borough  of  Queens.  Justice  Brennan 
reversed  board  (N.  Y.  L.  J  May  26  1936).  Appellate 

Division  reversed  Special  Term  and  sustained  b 
(N.  Y.  L.  J.,  March  26,  1937). 


Restored  to  Calendar 

257-36-BZ . D.B.B . 1713  Church  avenue,  north 

side,  105  ft  9 %  in.  east  of 
East  17th  street  (Block  5078, 
Lot  30  and  part  of  Lot  32), 
Borough  of  Brooklyn, 

Decision. 


275-36-A . D.B.M . 27  West  57th  street,  north 

side,  400  ft.  east  of  Sixth 
avenue  (Block  1273,  Lots  17 
&  18),  Borough  of  Manhat¬ 
tan,  Decision. 


24S-36-SA . F.D . Dupont  Oil  Burner, 

Appliance. 


RULES 

Last 

Carbon  Dioxide  Liquefier  Rules.  .  .  Feb. 
Certificate  of  Occupancy,  approved 

forms  .  . :\nK 

Concrete  Flat  Slabs,  Rules. .  .....  •  Mar- 
Concrete  Rules  (Hydrated  Lime) ...  .Mar. 

Elevator  rules  .  ... .  ........  Mir 

Exit  Rules  (Revolving  Doors)....  Mar. 


Factory  Exit  Rules . Mar. 

Fire  Alarm  Rules  (Interior) .  Feb. 

Fire  Drill  Rules .  Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . Mar. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages.  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . Tune 

Oil  Burner  Rules .  Mar. 

Paint,  Varnish  and  Lacquer  Spray 

ing  Rules . N'nv 

Platform  Trucks,  Specifications  for  Nov. 
Plumbing  Rules .  Mar. 


ilication  in  Bulletin 
1937 — Vol.  22,  No. 


2,  1932- 
30,  1937- 
16,  1937- 

3.  1936- 
2,  1937- 
9,  1937- 

16,  1937- 
6,  1937- 


-Vol.  17.  No.  31 
-Vol.  22,  No.  1. 
-Vol.  22,  No.  1 
-Vol.  21,  No. 
-Vol.  22,  No. 
-Vol.  22,  No.  K 
-Vol.  22,  No. 
-Vol.  22,  No.  b 


16,  1937- 
14.  1936- 
21,  1919- 
7,  1925- 
5.  1928- 
23,  1937- 


-Vol.  22,  No.  1 

-Vol.  21,  No.  1! 
-Vol.  4,  No.  ■ 
-Vol.  10,  No.  \ 
-Vol.  13.  No.  2 
-Vol.  22,  No.  1 


->7  I Q  1 4- 
24,  1936- 
16,  1937- 


-  Vol.  19.  No  4 
-Vol.  21,  No.  4 
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Procedure,  Rules  of .  Mar 

Refrigerating  Systems,  Extract' CO. Apr.' 
Smoking  in  factories,  Rules  for.... Mar. 

Sprinkler  Rules  .  M 

Standpipe  Fireline  Rules . .’.'.Mar’ 

Structural  Alterations,  Reporting. . .  Tune 

Tank  Trucks,  Fuel  Oil,  etc . Nov 

,iank  L5ucks>  Oasoline,  etc . Nov" 

"ire  Olass  Rules  (Amendment  to 
Rule  SOS  of  Industrial  Code).. Apr. 


30,  1937- 

6,  1937- 

23,  1937- 
9,  1937- 

30,  1937- 

7,  1932- 

24,  1936- 
24,  1936- 


-Vol.  22, 
-Vol.  22, 
-Vol.  22, 
-Vol.  22, 
-Vol.  22, 
-Vol.  17, 
-Vol.  21, 
-Vol.  21, 


No.  13 
No.  14 
No.  12 
No.  10 
No.  13 
No.  23 
No.  47 
No.  47 


ERMIT  partly  in  a  business  use  district  and  partly 
m  a  residence  use  district  the  extension  of  an 
existing  gasolme  service  station  which  was  granted 
by  the  board  for  a  temporary  period.  g 


10,  1923— Vol.  8,  No.  IS 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves .  Mar 

Fireline  Hose  Valves . E!!!*Feb" 

Fuel  Oil  Burners  for  Domestic  a'nd 

Commercial  Use  .  Mar 

£uel  O'}  t''11  Pipe  Terminals..* .*.*.* .'.’May' 
Fue  Oil  Burners  for  Industrial  Use. Nov 

Fuel  Oil  Pumps . Mar 

Paint,  \  arnish  and  Lacquer  Spray¬ 
ing  Equipment  .  jjov 

Range  Oil  Burners  and  Space 

Heaters  .  Mar. 


S,  1935 — Vol.  20,  No.  10 
23,  1937— Vol.  22,  No.  8 

2,  1937 — Vol.  22,  No.  9 
26,  1936— Vol.  21,  No.  21 
17,  1936 — Vol.  21,  No.  46 
30,  1937— Vol.  22,  No.  13 

26,  1935— Vol.  20,  No.  48 

2,  1937— Vol.  22,  No.  9 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  5,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

18-37-BZ. 

APPLICANT— Joseph  S.  Klotz,  for  Scientific  Brake  Ser- 
vice  Corporation,  owner. 

REM 1 S ES— -2 166-2 1 72  Coney  Island  avenue,  west  side, 
100  ft  4H  m-  south  of  First  court  (Block  No 

APPLICATION  No\34)’  Borou&h  of  Brooklyn. 

«soS,U  SeCt,0n  21  0f  the  buildi”S  z°ne 

F-0  PEBMIT  Partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  change  of  occupancy 
of  an  existing  brake  service,  greasing  and  auto 

station^  USC’  S°  &S  t0  *n<duc*e  a  gasoline  service 

0-37-BZ. 

\ppLI  CANT- William  Richter,  for  Minnie  Gianinni, 

>RFMTli^m7o01^Iarn^^nd  Marie  D-  Bovi>  owners. 
EMISLS— 70-15  to  70-21  Astoria  boulevard  and  22-02 

inn?  t  vIt  Stiret<  northwest  corner  (Block  No. 
10°2  Lot  Nos.  15  and  16),  Long  Island  City,  Bor¬ 
ough  of  Queens. 

jtPPLKrATION,  under  section  21  of  the  building  zone 

0  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

5-37-BZ. 

PPLICANT— Lama  and  Proskauer,  for  Circle  Gas  Sta- 
tions,  Inc.,  owner. 

REMISES— 1091-1113  Lorraine  avenue,  north  side,  be- 
~  ^en,  ,Llnoen  avenue  and  Holly  street  and  2492- 
2504  Linden  boulevard  (Block  No.  4498,  Lot  No. 
ppt  toa  ’  Borough  of  Brooklyn. 

rHLI CATION,  under  section  21  of  the  building  zone 
L  resolution,  & 

3  PERMIT  in  a  residence  use  district  the  extension  in 
area  of  an  existing  accessory  building  located  on 
an  existing  gasoline  service  station. 

o-29-BZ. 

PPLICANT— Michael  Levine,  for  Whitestone  Service 
i)ruT^tlon’  Inc-«  owner. 

OHSES— 157-30  Willetts  Point  boulevard,  southeast 
corner  °f  Cross  Island  boulevard  (Block  No  619 

Queens°S"  15  ^  18)’  Whitestone>  Borough  of 

’PLICATION,  under  sections  7c  and  21  of  the  building 

JaSuaryS?9?t'l°937)(>r'OPe,,ed  new  proposal 


APRIL  6,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand 

on  thaen  bunPdS1S7n°f  "  pub|ic.heai1^  under  the  proHsions' 

6  1937  at  10  n’  l°nf  res°1,utlon,  Tuesday  morning,  April 

iw3' Munidpai  B“i,di"^ 

cal.  no.  8-37-BZ— Application,  January  11,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer 
applicants,  on  behalf  of  South  Brook¬ 
lyn  Sayings  Bank,  owner,  to  permit 
part  y  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  113-125 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of 
Brooklyn. 

cal.  no.  414-29-BZ— Application  of  Sidney  H.  Kitzler  ao- 
plicant,  on  behalf  of  Stella  C.  Sa’rto^ 
owner,  reopened  January  19  1937 

U(  ?r  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  m  a  business  use  district 
and  partly  in  a  residence  use  district 
the  election  and  maintenance  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  970-978  Nostrand  ave¬ 
nue  and  291-301  Sullivan  place,  north- 

^eSt^7°rVor  cfBlock  Na  1305>  Lot  Nos. 
Brook!  ^  and  Borough  of 

cal.  no.  355-36-BZ— Application,  November  14,  1936  under 
section  7h  of  the  building  zone  resolu¬ 
tion  of  Cogat  Garage,  Inc.,  applicant 
and  lessee,  on  behalf  of  Edlar  Realty 
Corporation,  owner,  to  permit  in  a 
business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  693  East  Gun  Hill  road, 
northwest  corner  of  Willet  avenue 
(Block  No.  4642,  Lot  No.  70)  Bor¬ 
ough  of  The  Bronx. 

cal.  no.  15-37-BZ— Application,  January  13,  1937,  under 
section  21  of  the  building  zone  resolu- 
tion,  of  James  F.  Hunter,  applicant,  on 
behalf  of  Consolidated  Edison  Co.  of 
New  York,  Inc.,  owner,  to  permit  in  a 
business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing 
building  to  a  garage  for  more  than  five 
(5)  motor  vehicles  and,  also,  gasoline 
service  station;  premises  1540-1544 
Boston  road  and  844-850  East  172nd 
street,  southwest  corner  (Block  No 
2966,  Lot  No.  81),  Borough  of  The 
Bronx. 


cal.  no.  598-29-BZ— Application  of  Robert  E.  McGannon 
applicant,  on  behalf  of  Mortimer  M. 
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Furtsch,  owner,  reopened  under  new 
proposal  December  15,  1936,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
to  permit  partly  in  a  business.  use  dis¬ 
trict  and  partly  in  an  unrestricted  use 
district  the  change  of  occupancy  of  an 
existing  building  to  a  motor  vehicle 
repair  shop;  premises  1 399-1609 
Jerome  avenue,  west  side,  100  ft.  south 
of  Featherbed  lane  (Block  No.  2860, 
Lot  No.  26),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  6,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

27-36-A— 145  West  51st  street,  north  side,  125  ft  east  of 
Seventh  avenue  (Block  No.  1004,  Lot  No. 
6),  Borough  of  Manhattan. 

H 7-37- A— 92-02  to  92-10  172nd  street,  west  side  100  ft. 

south  of  Jamaica  avenue  (Block  No.  11/4, 
Lot  No.  11),  Jamaica,  Borough  of  Queens. 

94-37-A— North  side  of  20th  avenue,  between  East  River 
and  Luyster  Creek  (Block  No.  8o0,  Lot 
No.  1),  Astoria,  Borough  of  Queens. 

98-37-A— 351-353  37th  street,  north  side  200  ft.  west  of 
4th  avenue  (Block  No.  696,  Lot  Nos.  46 
and  47),  Borough  of  Brooklyn. 

115-37-A _ 183-217  Lorraine  street,  northeast  corner  of 

Clinton  street  and  188-222  Bush  street 
(Block  No.  572,  Lot  Nos.  1  to  22  inclu¬ 
sive  and  34  to  46  inclusive),  Borough  of 
Brooklyn. 

122-37-A— 292-314  Kent  avenue,  west  side,  between  South 
2d  street  and  South  3d  street  and  2-10 
South  2d  street  (Block  No.  2414,  Lot  No. 
1,  part  F),  Borough  of  Brooklyn. 

126-37-A — 606-616  West  30th  street,  south  side  125  ft 
west  of  11th  avenue  (Block  No.  675,  Lot 
Nos.  39  to  44),  Borough  of  Manhattan. 

131-37-A — South  side  of  Mill  avenue,  180  ft.  east  of  Ave¬ 
nue  U  (Block  No.  8470,  Lot  No.  1150)  ; 
(Mill  Basin  and  Jamaica  Bay),  Borough 
of  Brooklyn. 

Variation  of  Labor  Law 

fU-37-S _ 3902  14th  avenue,  southwest  corner  of  39th 

64  6  street  (Block  No.  5298,  Lot  No.  40),  Bor¬ 

ough  of  Brooklyn. 

Appliance  Submitted  for  Approval 
129-37-SA— Bauer  Oil  Burner. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution, Tuesday  afternoon,  April 
6  1937  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the’  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 


cal.  no.  26-36- BZ- 


-Application,  February  11,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  T.  Lyons  and  Saul 
Bernstein,  applicants,  on  behalf  of 
Mortgage  Commission  of  the  State  of 
New  York,  owner,  to  permit  in  a  busi¬ 


ness  use,  “B”  area  and  two  (2)  times 
height  district,  the  alteration  of  a 
hotel— which  after  alteration  will  ex¬ 
ceed  the  permitted  height  and  will  not 
have  the  required  yard  and  court 
space;  premises  145  West  51st  street, 
north  side,  125  ft.  east  of  Seventh 
avenue  (Block  No.  1004,  Lot  No.  6), 
Borough  of  Manhattan. 

cal.  no.  326-36-BZ — Application,  October  31,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  Joseph  M.  Lonergan,  appli¬ 
cant,  on  behalf  of  Guiseppe  Montemo- 
rano,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  402-412  37th  street  and  961- 
965  4th  avenue,  southeast  corner 
(Block  No.  701,  Lot  No.  8),  Borough 
of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  12,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

277-36-BZ.  I 

APPLICANT— Lama  and  Proskauer,  for  Carolina  Pig- 
natelli,  owner. 

PREMISES— 1495-1497  East  New  York  avenue,  north 
side,  139  ft.  10)4  in.  east  of  Park  Place  (Block 
No.  1465,  Lot  No.  46),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  ot 
more  than  five  (5)  motor  vehicles. 


63-37-BZ. 

APPLICANT— Elias  K.  Herzog,  for  Julius  B.  Raynes, 
owner. 

PREMISES— 35-37  Horatio  street,  north  side,  69  ft.  east 
of  Hudson  street  (Block  No.  62 7,  part  of  Lot  No. 
25),  Borough  of  Manhattan.  .  . 

APPLICATION,  under  section  7c  of  the  building  zone 

resolution,  .  , 

TO  PERMIT  partly  in  an  unrestricted  use  district  ana 
partly  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing  building  to  a 
motor  vehicle  repair  shop. 


67-37-BZ. 


APPLICANT— Patrick  Gallagher,  owner. 

PREMISES— 2561-2569  Ocean  avenue,  east  side,  90  it. 
south  of  Avenue  U  (Block  No.  7353,  Lot  Nos.  o 

and  70),  Borough  of  Brooklyn.  _ 

ATint  Tn/irmw  cprtinn  21  of  the  building  zone 


resolution.  .  , 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  extension  in  area 
of  an  existing  gasoline  service  station. 


Enoch,  for  Sarah  Goldberg, 


68-37-BZ. 

APPLICANT — Sigmund 

PREMISES— 3066  Jerome  avenue,  east  side  95  ft.  south 
of  East  204th  street  (Block  No.  3321,  Lot  Nos. 
30  and  32),  Borough  of  The  Bronx. 
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zone 


APPLICATION,  under  section  21  of  the  building 
resolution,  s 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop. 


APRIL  13,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
nfdfhpnh  “naPeaIs  °f  a  public  hearing  under  the  provisions 

reS°!?tion-  Tuesday  morning,  April 
on  the^fiMIowing'matters  J00m  Municipal  Building, 

cal.  no.  389-36-BZ— Application,  November  2,  1936  under 
section  21  of  the  building  zone  resolu- 

l10nh°i,f^rtrU^H/  Haaren>  applicant, 
on  behalf  of  Kesbec,  Inc.,  owner,  to 
permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles  premises  2389  Jerome  avenue 
west  side,  150  ft.  north  of  West  l&4th 
street  (Block  No.  3199,  Lot  No  113) 
Borough  of  The  Bronx. 

al.  no.  385-36-BZ— Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasohne  service  station;  premises  545 
Wj  °Jp  number)  Forest  avenue,  north 

/r!?’  easb  Davis  avenue 

(Block  No.  148,  Lot  No.  29),  West 
Brighton,  Borough  of  Richmond. 

>l.  no.  11-37-BZ— Application,  January  8,  1937,  under  sec¬ 
tions  7f,  7h  and  21  of  the  building 
zone  resolution,  of  Charles  J.  Johnson 
applicant,  on  behalf  of  E.  M.  V.  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles- 
premises  6007-6023  Broadway,  north¬ 
west  corner  of  Spuyten  Duyvil  park¬ 
way  and  northeast  corner  of  Post  road 
(Block  No.  3415-F,  Lot  Nos.  275,  307 
ana  305),  Borough  of  The  Bronx. 

U  NO.  297-36-BZ— Application,  October  7,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Michael  Levine,  applicant,  on 
behalf  of  Southern  Parkway  Realties 
Corp.,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  gasohne  service  sta¬ 
tion  ;  premises  233-02  to  233-16  Central 
avenue  and  117-01  to  117-09  233rd 
street,  southeast  corner  (Block  No 
3444,  part  of  Lot  No.  1),  St.  Albans,’ 
Borough  of  Queens. 


occupancy  of  part  of  the  first  floor  of 
an  existing  multiple  dwelling  to  busi¬ 
ness  use  (stores)  ;  (previously  with¬ 
drawn)  ;  premises  2351-2355  Grand 
Concourse,  northwest  corner  of  Field 
place  (Block  No.  3164,  Lot  No.  50) 
Borough  of  The  Bronx. 

cal.  no.  354-36-BZ— Application,  November  19,  1936,  under 

section  21  of  the  building  zone  reso¬ 
lution,  of .  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 

APRIL  13,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

2-37- A— 112-116  East  32nd  street,  south  side,  100  ft  east 
of  4th  avenue  (Block  No.  887,  Lot  No. 
88),  Borough  of  Manhattan. 

5S-37-A— 537-545  East  71st  street,  northwest  corner  of 
Exterior  street  (Block  No.  1483,  Lot  No. 
23),  Borough  of  Manhattan. 

101-37-A — 101-125  Sheriff  street,  west  side,  between  East 
Houston  street  and  Stanton  street  in 
Hamilton  Fish  Park  (Block  No.  340,  Lot 
No.  1),  Borough  of  Manhattan. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
cfuk  ^?.peaIs  of  a  Dubbc  hearing  under  the  provisions 
tbe  buildl£>&  ,z°n(;  resolution,  Tuesday  afternoon,  April 
15,  1937,  at  2  o  clock,  in  Room  1013,  Municipal  Building 
on  the  following  matter,  except  cases  which  have  been 
neard  and  on  which  decision  has  been  reserved  without 
iurther  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  17-37-BZ— Application,  January  14,  1937,  under 
section  7h  of  the  building  zone  reso¬ 
lution,  of  George  Stone,  applicant  and 
lessee,  on  behalf  of  Bank  of  New 
York  and  I  rust  Company,  owner,  to 
permit  in  a  retail  use  district  the  park¬ 
ing  of  more  than  five  (5)  motor  vehi¬ 
cles  for  a  period  of  not  more  than 
two  (2)  years ;  premises  322-324  West 
41st  street,  south  side,  300  ft.  west 
of  8th  avenue  (Block  No.  1031,  Lot 
No.  45),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


No.  106-32-BZ— Application  of  Scacchetti  and  Siegel 
applicants,  on  behalf  of  Confield  Es¬ 
tates,  Inc.,  owner,  reopened  and  re¬ 
stored  to  calendar  February  9,  1937, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use 
district  the  alteration  and  change  of 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  19,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

80-22-BZ. 

APPLICANT  Scacchetti  and  Siegel,  for  Ordham  Realty 
Corporation,  owner. 
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PREMISES— 450-458  and  460-470  East  Fordham  road, 
south  side,  95  ft.  east  of  Third  avenue  (Block  No. 
3033,  part  of  Lot  No.  60),  Borough  of  The  Bronx. 
APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  Decem¬ 
ber  15,  1936),  , 

TO  PERMIT  on  a  plot  of  ground  located  partly  m  a  busi¬ 
ness  use  district  and  partly  in  a  residence  use  dis¬ 
trict  the  conversion  of  occupancy  of  two  (2) 
buildings  located  thereon;  the  easterly  building  to 
include  a  garage  for  more  than  five  (5)  motor  ve¬ 
hicles  and  the  westerly  building  to  include  a  motor 
vehicle  repair  shop.  There  is  an  existing  gasoline 
service  station  on  this  plot. 


968-24-BZ. 

APPLICANT— Thomas  O’Rourke  Gallagher,  for  Thomas 
Nickolopulos,  owner. 

PREMISES— 1932  Kings  highway  and  2102-2110  Ocean 
avenue,  southwest  corner  (Block  No.  6782,  Lot  No. 
23),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  15,  1936), 

TO  PERMIT  in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  multi¬ 
ple  dwelling  to  business  use  (store). 

207-33-BZ. 

APPLICANT— O’Brien  Building  Co.,  Inc.,  owner. 

PREMISES— 3090-3102  Webster  avenue  and  401-409  East 
203d  street,  southeast  corner  (Block  No.  3330,  Lot 
Nos.  65,  66,  67  and  68),  Borough  of  The  Bronx. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution  (reopened  November  17,  1936) , 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
withdrawn  under  section  21  of  the  building  zone 
resolution). 


APRIL  20,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
20,  1937,  at  10‘ o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  260-36-BZ— Application,  August  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Michael  F.  Doody,  applicant, 
on  behalf  of  Home  Life  Insurance 
Company,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  1620-1624  Avenue 


H  and  842-846  East  17th  street,  south¬ 
west  corner  (Block  No.  6700,  Lot  No 
9),  Borough  of  Brooklyn. 

c\l  no  133-37-BZ — Application,  March  25,  1937,  undei 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Harry  P.  Jaenike 
applicant,  on  behalf  of  Ungerer  Realt> 
Corporation,  owner,  to  permit,  in  2 
residence  use  district  the  extension  oi 
an  existing  business  building;  premises 
226-228  West  20th  street,  south  side 
355.2  ft.  west  of  7th  avenue  (Block  No 
769,  Lot  Nos,  53  and  54),  Borough  oi 
Manhattan. 

cal  no  257-36-BZ— Application  of  Buckminster  Estatesl 
Inc.,  applicant  and  owner,  reopenec 
March  30,  1937,  under  section  7c  of  th< 
building  zone  resolution,  to  permit  in  2 
residence  use  district  the  erection  0: 
stores  as  an  extension  to  a  proposec 
theatre  building,  extending  from  th< 
business  use  district  into  the  residence 
use  district,  permission  to  erect  whicl 
was  granted  by  the  board ;  premise: 
1713  Church  avenue,  north  side,  105  ft 
97/s  in.  east  of  East  17th  street  (Blocl 
No.  5078,  Lot  No.  30  and  part  of  Lo 
No.  32),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman 


APRIL  27,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand 
ards  and  Appeals  of  a  public  hearing  under  the  provision 
of  the  building  zone  resolution,  Tuesday  morning,  Apn 
27,  1937,  at  lO  o’clock,  in  Room  1013,  Municipal  Building 
on  the  following  matter: 

cal.  no.  263-31-BZ— Application  of  Weissglass  Dairies 
Inc.,  applicant  and  owner,  reopene 
March  30,  1937,  under  section  7 a  of  th 
building  zone  resolution,  to  permit  1 
a  business  use  district  the  further  ex 
tension  in  area  of  a  milk  bottling  es 
tablishment,  permission  to  alter  and  ex 
tend  which  was  granted  by  the  board 
premises  2014  Forest  avenue,  sout 
side,  20.03  ft.  east  of  Maple  avenu 
(Block  No.  1696,  Lot  Nos.  9,  12,  D 
and  139),  Mariners  Harbor,  Boroug 
of  Richmond. 

HARRIS  H.  MURDOCK,  Chairmai 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en- 
titiled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


copies  at  the  office  of  the  Board  of  Standards  and  Appeal 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cen 
each — postage  to  be  added  if  the  forms  are  forwarded 
mail. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at 
tribution  Division  of  the  City  Record  Office,  Room  2/ 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  a-5 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MARCH  30,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
md  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
.n  Tuesday  morning,  March  16,  1937  and  the  minutes  of 
he  regular  meeting  of  the  Board  held  on  Tuesday  after- 
loon,  March  16,  1937,  were  approved  as  printed  in  Bul- 
3tm  No.  12,  Vol.  XXII. 


•4-36-BZ. 

i^LICANT — South  Brooklyn  Savings  Bank,  owner. 
3JBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  and 
E  area  district  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  conforming  with 
the  requirements  of  the  building  zone  resolution  as 
r  to  area.  side  yard  and  setback. 
lEMlSES  AFFECTED — 7513-7523  Ridge  boulevard  and 
201-213  76th  street,  northeast  corner  (Block  No. 

■TEARANCES— °'  B°r°Ugh  of  Brooklyn- 

For  Applicant:  Philip  Zierle  and  William  T. 
McCarthy. 

For  Opposition:  David  C.  Bennett,  Israel  Orlian, 
Patrick  A.  Conroy,  Henry  G.  Seipp  and 
David  L.  Weissman. 

^TION  OF  BOARD— Laid  over  to  April  13,  1937  at 
10  A.M.  for  further  consideration. 


•-36-BZ. 

kRTPrT^T  Buckminster  Estates,  Inc.,  owner. 

EJECT — Application  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  7c  of  the 
building,  zone  resolution,  permitting  the  erection 
of  a  business  building  (theatre  and  stores)  extend¬ 
ing  from  a  business  use  district  to  a  residence  use 
district. 

.EMISES  AFFECTED — 1713  Church  avenue,  north 

xt  £ftI  9^Tn-  east  o£  East  17th  street  (Block 
No.  5078,  Lot  No.  30  and  part  of  Lot  No  32) 
Borough  of  Brooklyn. 

pearances— 

For  Applicant:  Charles  Rague  and  J.  Frankel. 


ACTION  OF  BOARD— Application  reopened,  calendar 
call  waived  and  set  for  hearing  April  20,  1937,  at 
10  A.M.  Applicant  to  notify  property  owners  in 
the  affected  area  by  registered  mail  not  later  than 
April  9,  1937. 

THE  VOTE  TO  REOPEN  AND  WAIVE  CALENDAR 
CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . ’  ’  . . .  g 


BUILDING  ZONE  CASES 

7-37- BZ. 

TPLICANT — George  Stone,  for  Bank  of  New  York  and 
Trust  Company,  owner. 

UBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building 
zone  resolution,  to  permit  in  a  retail  use  district 
the  parking  of  more  than  five  (5)  motor  vehicles 
for  a  period  of  not  more  than  two  (2)  years. 
•REMISES  AFbEClED — 322-324  West  41st  street,  south 
side,  300  ft.  west  of  Eighth  avenue  (Block  No. 

m>T7AD°A  \t^°c  N°'  4S)’  Borough  °f  Manhattan. 
i  -T hAKAN C-iio — 

For  Applicant :  George  Stone,  and  Robert  Erring- 
ton. 

For  Opposition:  Jesse  Stackman,  Floyd  S.  San- 
^Aor^A-  Taggard  and  Benjamin  Gollay. 
CTI°N  a9F  B0ARD— Laid  over  to  April  13,  1937  at  2 
P.M.  for  leport  of  committee.  No  further  argru- 
ment. 


133-37-BZ. 

APPLICANT  Harry  P.  Jaenike,  for  Ungerer  Realty 
Corp.,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  residence 
use  district  the  extension  of  an  existing  business 
building. 

PREMISES  AFFECTED— 226-228  West  20th  street, 
south  side,  355.2  ft.,  west  of  Seventh  avenue 
(Block  No.  769,  Lot  Nos.  53  and  54),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant:  Fred.  Kotzian. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hewing  April  20,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  April  9  1937 

THE  VOTE  TO  WAIVE  CALENDAR^  CALL— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  . q 


86-29- BZ. 

APPLICANT— Lama  and  Proskauer,  for  Morris  I.  Hal- 
perin,  owner. 

SUBJECT— Application  reopened  December  1,  1936  (re 
decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  use  district  the  erection  and 
maintenance  of  a  business  building  (previously 
withdrawn). 

PREMISES  AFFECIED — 268  Lincoln  place,  southeast 
corner  of  Underhill  avenue  (Block  No.  1179,  Lot 
No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama,  James  D.  Ben- 
nett,  Joseph  H.  Rose  and  Morris  I.  Halperin. 
For  Opposition :  George  Boochever,  Jacob  M. 
Weinstein,  Alexandria  Hawaw'eeny  and  Eman¬ 
uel  Wexler. 

ACTION  OF  BOARD — Application  denied 
THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  q 

THE  RESOLUTION— 

(86-29-BZ) 

Whereas,  this  application  to  permit  in  a  residence  use 
district  the  erection  and  maintenance  of  a  business  building 
(stoies)  affecting  premises  268  Lincoln  nlace,  southeast 
corner  of  Underhill  avenue  (Block  No.  1179,  Lot  No.  1) 
Borough  of  Brooklyn,  was  withdrawn  by  the  applicant 
June  11,  1929;  and 
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Whereas,  this  application  was  restored  to  the  calendar 
December  1,  1936,  by  vote  of  the  board,  on  request  of 
Lama  &  Proskauer  for  Morris  I.  Halperin,.  owner ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  30,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Lincoln  place  is  in  a  resi¬ 
dential  use  district;  Underhill  avenue  is  in  a  residence 
use  district;  Eastern  parkway  is  in  a  residence  use  dis¬ 
trict  ;  and  .  .  .... 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  19,  1936,  re  Application  No.  11343- 

1936,  reads:  .  ,.  . 

“Proposed  business  structure  in  a  residential  district 
is  contrary  to  B.  Z.  Resolution,  Art.  II,  3,  and  the 
application  is  therefore  denied.’’ 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction  two  (2)  stories  in  height,  with  a  frontage  of 
25  ft.  on  Lincoln  place  and  67  ft.  on  Underhill  avenue,  to 
be  occupied  as  stores  on  the  first  story  and  business  use 

on  the  second  story;  and  ,  ,  , 

Whereas,  a  committee  of  the  board  inspected  the  sub¬ 
ject  premises  in  order  to  be  informed  prior  to  the  hearing, 

Whereas,  the  board  deemed  that  the  applicant  had  not 
substantiated  his  basis  of  appeal  under  section  21  of  the 

building  zone  resolution.  .  .  ,  ,  ..  , 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


296-36-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Helen  L. 
Sackett,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED— 1143-1147  Second  avenue, 
northwest  corner  of  East  60th  street  (Block  No. 
1415,  Lot  Nos.  21  and  23),  Borough  of  Manhattan. 

APPEARANCES—  A 

For  Applicant:  Alfred  A.  Lama,  Leon  A.  Gibson, 
Frederick  Sasse  and  Louis  D.  Cohen. 

For  Opposition :  Harold  C.  Berger,  Vincent  Mark- 
ley,  Stanley  M.  Rabadan,  Bertrand  Bouitz, 
Frank  Cirolla,  Anthony  Giaimo,  Sidney  Zvei- 
mer,  Harold  Andresen,  and  H.  J.  Jaxon. 

ACTION  OF  BOARD — Application  denied. 


THE  VOTE  TO  GRANT— 

Affirmative  . . 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Absent  . 


0 

4 

0 


THE  RESOLUTION— 

(296-36-BZ) 

Whereas,  Lama  &  Proskauer,  for  Helen  L.  Sackett, 
owner,  filed  October  6,  1936,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  station ; 
premises:  1143-1147  Second  avenue,  northwest  corner  of 
East  60th  street  (Block  No.  1415,  Lot  Nos.  21  and  23), 
Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  March  30,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Second  avenue  is  in  a  busi¬ 


ness  and  unrestricted  district ;  East  60th  street  is  in  a 
business  and  unrestricted  use  district;  and  East  61st  street 
is  in  a  residence  and  business  district  ;  and 

Whereas  the  decision  of  the  commissioner  of  buildings, 
rendered  September  30,  1936,  re  Alt.  Applic.  No.  2868-1936, 
reads  * 

“No.  1.  Contrary  to  Section  No.  4  of  the  Building 
Zone  Resolution  to  occupy  premises  as  a  gasoline  sta¬ 
tion.” 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
ing  a  frontage  of  65  ft.  5  in.  on  Second  avenue  and  75  ft. 
on  East  60th  street.  It  is  proposed  to  demolish  the  struc- 
tures  now  on  the  site  and  to  erect  thereon  a  one-story 
building  55  f  G  by  24  ft.  in  area,  to  be  used  for  office, 
grease  pits  and  auto  laundry  and,  also,  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station;  and 

Whereas,  a  committee  of  the  board  inspected  the  sub- 
ject  premises  and  its  environs,  in  order  to  be  informed 

prior  to  the  hearing ;  and  ,  ,  . 

Whereas,  the  board  deemed  that  the  basis  of  hardship 
was  not  sufficient  to  warrant  a  variation  of  the  building 
zone  resolution  by  this  board. 

Resolved,  that  the  decision  of  the  commissioner  of  build- 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


APPLICANT— Irving  Adelsohn,  for  Frank  J.  Mahoney, 
owner.  ! 

SUBJECT— Application  reopened  under  new  proposal 
January  12,  1937— (re  decision  of  the  commission¬ 
er  of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 5701-5711  20th  avenue  and 
2002-2012  57th  street,  southeast  corner  (Block  No. 
5500,  Lot  No.  6),  Borough  of  Brooklyn. 
APPEARANCES—  1 

For  Applicant:  Samuel  Flaum. 

For  Opposition :  Howard  D.  Fuller,  Thomas  L. 
Rea,  Abraham  Marron,  Margaret  E.  Osborne, 
Mrs.  Ostrzygala  and  Mrs.  Nordlund. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT—  ! 

Affirmative  . ••••••  1 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  J 

Absent  . 

THE  RESOLUTION— 

(58-32-BZ) 

Whereas,  this  application  affecting  premises  5701-5711 
20th  avenue  and  2002-2012  57th  street,  southeast  cornel 
(Block  No.  5500,  Lot  No.  6),  Borough  of  Brooklyn,  tc 
permit  in  a  business  use  district  the  erection  and  mainte 
nance  of  a  garage  for  more  than  four  motor  vehicles  anc 
a  gasoline  service  station  was  denied  by  the  board  May  o 
1932;  and 

Whereas,  Irving  Adelsohn,  for  Frank  J.  Mahoney 
present  owner,  requested  a  reopening  of  this  applicatioi 
under  new  facts  to  permit  in  a  business  district  the  erec 
tion  and  maintenance  of  a  gasoline  service  station ;  and 

Whereas,  this  application  was  reopened  by  vote  of  tin 
board  January  12,  1937 ;  and 

Whereas,  a  public  hearing  was  held  on  this  applicatioi 
by  the  Board  of  Standards  and  Appeals,  at  its  regula 
meeting,  March  30,  1937,  after  due  notice  by  publication  n 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  an< 

Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  20th  avenue  is  in  a  busines 
and  residence  use  district;  57th  street  is  in  a  residence  am 
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business  use  district  and  58th  street  is  in  a  residence  and 
business  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  building's 
-cads*^  Eecember  N,  *936,  Application  No.  20134-1936| 

“Proposed  gasoline  service  station  to  be  located  in  a 
business  use  district  is  contrary  to  Art.  II,  Sect  4a 
oi  Zone  Resolution. 

nd 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
ag->^r0ntage  of  100  ft\  on  57th  street  and  100  ft.  2  in. 
n  20th  avenue,  upon  which  it  is  proposed  to  erect  a  one 
tory  oihce,  20  ft.  by  14  ft.  in  area,  grease  pits  and  the 
ecessary  tanks  and  pumps  for  a  gasoline  service  station; 

Whereas,  an  inspection  was  made  by  a  committee  of 
ie  board  prior  to  the  hearing  so  as  to  be  informed;  and 

ci  HEiRi^S’  tbe  board  deemed  that  no  additional  elements 
t  hardship  were  present  as  against  those  presented  at  the 
.-evious  hearing  at  which  the  application  for  a  zoning 

bnied06  *°  permE  a  £as°hne  station  and  garage  was 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
's3  j-aL  he.reby  is  affirmed  and  that  the  application 
and  it  hereby  is  denied. 


:-36-BZ. 

.PPLICANT— -William  McGrane,  for  Iceland  Rink 

f  Kealty  Corporation,  owner. 

JBJECi— Application  reopened  and  restored  to  calen¬ 
dar  December  8,  1936 — re  (decision  of  the  commis¬ 
sioner  of  buildings)  under  section  7 h  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  parking  of  more  than  five  (5)  motor 
vehicles  (previously  dismissed  for  lack  of  prose¬ 
cution).  F 

DEMISES  AFFECTED— 2555  Jerome  avenue,  southwest 
Mrnm^fr,WeSt  192nd  street  (Block  No.  3201,  Lot 

’•PEARANCES-rOU811  °£  ^  Br°nX' 

F°r  McG^an? ''  Edward  ^  GaIlagher  and  William 

,F°rc;tS?vP0vti01?:vCTharIes  G‘  Tierney,  Sydney 
Smith,  Frank  X.  Lutz,  Mrs.  George  Kast,  John 

iTION  OF  JnAPn’  ^rs-  Leeuw,  Marie  C.  Walsh. 

■E  VOTE  TO  GRANTS  a“0n  denied' 

Affirmative  .  « 

Negative :  Chairman  Murdock,' '  Commission^ 

Walsh VagC  and  B1Um  and  Assistant  Chief 
Absent  . .  q 


THE  RESOLUTION— 

(50-36-BZ) 

trial  I^^virigsBB^kdownerrafile'c|n  IndT 

pr^SfoA„S's^eXPCls:T936TLdiSmiSSed  f°r  °£ 

hereas,  William  McGrane,  for  Iceland  Rink  RmH 
andP’  PreSeDt  °Wner-  »  -Pentog  oMhe^ 

re°Pened  and  restored  "> 

bA™oard  of  Standaris®  3  !leld  °,"  this  ?PPKcatio„ 

meeting,  March  30,  1937  after  due  notice  h  ^  uv  r<?gular 
the  Bulletin  of  the  Rnpd  If  q!  d  j  e  by  Plication  in 

Whereas  ?he  use  dis?nc?  andards  and  ApPeaIs;  an^ 
ing  zone  resolution  show  tL?  T  accomPanyin&  the  build- 
ness  and  residence  use  HiS  /er°rae- avenue  is  in  a  busi- 
residence  Anfe  A”  a 

ness  and  residence  use  district;  and  m  a  buS1_ 

rendered  October^T' 1936f  reads°mmiSS1°ner  °f  buiIdinSs» 

be  unlawful.”f  than  five  (5)  aut°mobiles  would 
and 

Whereas,  the  premises  consist  of  a  vacant  nlni 
ground  having  a  frontage  of  216  ft  rm  t  cant  p  °*  °* 

££  “e 

ThTSardaftarokrfhe°f  fT  ft  ^rTchiJel 

ri,w-  !a  r  pa  *  °J-  tbe  Plot  extends  into  the  residence  use 
district  for  a  distance  of  approximated  ^  ft  tu 

mainder  is  in  the  business  use  district;  aLd  '  1  6  rC’ 

Whereas,  the  board  deemed  that  the  use  of  the  nlnt  r 

andk,;g3drnin/  a,  resideMial  areaand  opposite  aP‘h„  c°hr 

and  a  park  and  playground  was  not  only  obiectionaS 
bu,funnecessary  and  contrary  to  the  public  interest  and 

•  Res°lved  that  the  decision  of  the  commissioner  of  build 

bilfi  and  that  ,h'  apP'icati0" 


Adjourned,  3:30  P.M. 


Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MARCH  30,  1937 

Ghafman  Murdock,  Commissioners  Savage 
(BIum  and  Assistant  Chief  Walsh.  ravage 


BOARD  OF  STANDARDS  AND  APPEALS 


BUILDING  ZONE  CASES 

!  1-BZ. 

f  FECT^  ATT^e*tS-Sg^afS  Gairies>  Inc.,  owner. 

.  APpllcatl0n  for  consideration— reopening  and 

Soft/fth  (decision T S*com- 

missioner  of  buildings)  under  section  7a  of  the 


IlftFsfriftftft*0"’  permi.ttin2  “  >  business 

use.  district  an  extension  to  existing  buildings  oc- 

P  R  E  M I S  ES  C  A  FFE  CTE  D  b  ZOMF  distributing  station- 

20.03  ft  Fft^L4  a^FScicN?  j& 

APpFABlS°?'RLL3o8„lnd  I39)’ Marin-  : 

APPEARANCES— 

ACTTnM°nRPPDmnDnJoSaeph  Weissglass. 

call  •  Application  reopened,  calendar 

?O  AVwrVedA  and  set  I°r  hearing  April  27  1937  at 
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THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Cluet 

Walsh  .  q 

Negative  .  0 

Absent  . 


147-36-BZ.  ,  A 

APPLICANT— Oscar  Goldschlag  for  2075  Daly  Avenue 

Corn. ;  lessee.  „  ,  .  . 

SUBJECT— Application  (re  decision  of  the  commissioner 
'  of  buildings)  under  section  7b  of  the  building 
zone  resolution,  to  permit  in  a  business  district 
the  maintenance  of  an  open  air  parking  station  tor 
the  storage  of  more  than  five  (5)  motor  vehicles 
PREMISES  AFFECTED — 260  East  172nd  street  and  1485 
Morris  avenue,  southwest  corner  (Block  No.  2818, 
part  of  Lot  No.  1),  Borough  of  lhe  Bronx. 

APPEARANCES— 

For  Applicant:  None.  .  .  ,  , 

ACTION  OF  BOARD — Application  dismissed  tor  lack 

of  prosecution. 

THE  VOTE  TO  DISMISS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chiet 
Walsh .  n 


Negative  .  n 

Absent  . 


THE  RESOLUTION— 

(147-36-BZ) 

Whereas,  Oscar  Goldschlag,  for  the  2075  Daly  Avenue 
Corporation,  lessee,  filed  May  20,  1936,  an  application  wn  i 
this  board  affecting  premises  260  East  l72nd  sJJeet?J"d 
1485  Morris  avenue,  southwest  corner  (Block  JNo.  2818, 
part  of  Lot  No.  1),  Borough  of  The  Bronx;  and 

Whereas,  the  applicant  failed  to  complete  his  papers  al¬ 
though  duly  notified  to  do  so.  ,  ,  .  »• 

Resolved,  that  the  application  be  and  it  hereby  is  dis¬ 
missed  for  lack  of  prosecution. 


October  6,  1936,  and  applicant  requests  a  further  amend¬ 
ment  of  the  resolution;  and 

Whereas,  this  application  was  reopened  by  vote  ot  the 
board  March  2,  1937 ;  and 

Whereas,  a  public  hearing  was  held  on  this  apphcatior 
bv  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting  March  30,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals,. 

Resolved,  that  the  Board  of  Standards  and  Appeals  doe< 
hereby  amend  resolution  adopted  by  the  board  on  May  2 
1933,  as  amended  on  June  20,  1933,  July  18,  1933,  Marcl 
19  1935,  and  October  6,  1936,  only  so  far  as  it  has  referj 
en’ce  to  term  of  permit,  so  that  as  amended  tins  portion  oi 

the  resolution  shall  read :  .  ,  ,  . 

“  nranted  for  a  temporary  period  of  two  years 
under  Section  7-f,  from  May  2,  1937,  on  condition  tha 
other  than  as  amended  herein  the  resolution  adopter 
by  the  board  on  May  2,  1933,  as  amended  by  resohi 
tions  adopted  June  20,  1933,  July  18,  1933  March  19 
1935,  and  October  6,  1936  shall  be  complied  with  in  al 
respects.” 


204-24-BZ. 

APPLICANT — Sidney  Zimet,  for  Michael  De  Laurenzo 


owner. 


11-33-BZ. 

APPLICANT — M.  Bache,  for  Richmond  Boro  Home 
Sites  Corporation,  owner. 

SUBJECT — Application  reopened  March  2,  1957  lor  con¬ 
sideration  as  to  extension  of  permit  re  Applica¬ 
tion  (decision  of  the  superintendent  of  buildings) 
under  section  7f  of  the  building  zone  resolution, 
permitting  in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service  station  for  a 
temporary  period. 

PREMISES  AFFECTED— 2485  Hylan  boulevard,  north¬ 
west  corner  of  New  Dorp  lane  (Block  No.  3649, 
part  of  Lot  No.  1),  New  Dorp,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant :  M.  Bache. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  d 

Absent  .  d 


SUBJECT— Application  reopened  March  9,  1937  for  con 
sideration  as  to  extension  of  permit  le  Applica 
tion  (decision  of  commissioner  of  buildings, 
granted,  on  condition,  under  section  21  of  the  build 
ing  zone  resolution,  permitting  in  a  residence  US' 
district  the  change  of  occupancy  of  a  garage  fo 
more  than  five  (5)  motor  vehicles  (previous! 
granted  by  the  board)  to  a  junk  shop  for  a  tem 
porary  period. 

PREMISES  AFFECTED — 469-475  Hemlock  street,  eas 
side,  100  ft.  south  of  Liberty  avenue  (Block  Nc 
4200,  Lot  Nos.  9  and  10),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Sidney  Zimet. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 


THE  RESOLUTION— 

(11-33-BZ) 

Whereas,  this  application  affecting  premises  2485  Hylan 
boulevard,  northwest  corner  of  New  Dorp  lane  (Block  No. 
3649,  part  of  Lot  No.  1),  New  Dorp,  Borough  of  Rich¬ 
mond,  was  granted  by  the  board  May  2,  1933,  resolution 
amended  June  20,  1933,  July  18,  1933,  March  19,  1935,  anil 


THE  RESOLUTION— 

(204-24-BZ)  ; 

Whereas,  this  application  affecting  premises  469-47 
Hemlock  street,  east  side,  100  ft.  south  of  Liberty  avenv 
(Block  No.  4200,  Lot  Nos.  9  and  10),  Borough  of  Broof 
lyn,  was  granted  by  the  board  May  27,  1924,  on  certai 
conditionsi,  resolution  amended  October  2,  1934,  and  appl 
cant  requests  a  further  amendment  of  the  resolution;  ar 
Whereas,  this  application  was  reopened  by  vote  of  tl 
board  March  9,  1937 ;  and  ,  . 

Whereas,  a  public  hearing  was  held  on  this  applicant 
by  the  Board  of  Standards  and  Appeals  at  its  regul; 
meeting  March  30,  1937,  after  due  notice  by  publication 
the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  do< 
hereby  amend  resolution  adopted  by  the  board  on  Octob' 
2,  1934,  so  that  as  amended  the  provision  added  to  tl 
resolution  of  May  27,  1924,  shall  read:  ; 

“that  for  a  period  of  two  years  from  the  date  oi  tn. 
amended  action,  this  building  may  be  occupied  for  tl 
storage  of  rags,  bundled  paper  and  other  similar  rn 
terial  instead  of  as  a  public  garage  on  condition  th 
all  such  material  shall  be  baled  except  for  not  ov 
5,000  pounds  of  such  material  which  may  be  loo 
provided  such  material  in  excess  _  of  1,000  lbs. 
process  of  sorting  shall  be  stored  in  metal  compai 
ments,  constructed  in  accordance  with  the  requiremen 
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of  the  administrative  official  having  jurisdiction,  each 
compartment  to  hold  not  over  1,000  pounds  of  such 
material ;  and  that  while  this  occupancy  is  continued, 
the  building  shall  comply  with  all  laws,  regulations  and 
requirements  applicable  to  this  occupancy  other  than 
as  herein  amended.” 


263-27-BZ. 

APPLICANT  Jack  Z.  Cohen,  for  Oscar  Wagenseil 
owner.  ’ 

SUBJECT— Application  reopened  March  9,  1937,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  of 
June  23,  1933 — re  Application  (decision  of  the 
superintendent  of  buildings)  granted  on  condition 
under  section  21  of  the  building  zone  resolution’ 
permitting  in  a  business  use  district  the  inclusion 
ot  a  motor  vehicle  repair  shop  in  a  garage  for 
more  than  five  (5)  motor  vehicles  which  was 
granted  by  the  board. 

PREMISES  AFFECTED— S4°-544  65th  street,  south  side, 
Vn  m  3  °f  F!fth,a^nue  (Block  No.  5828,  Lot 

APPEARANCES— 7°Ugh  °f  Br0°klyn' 

For  Applicant:  Larry  Meltzer. 

.  Bor  Opposition  :  None. 

ME  VOT0FFTBnf^PuTTReSOlUtion  ^nded. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission- 

Walsh V3ge  and  B1Um  and  Assistant  Chief 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(263-27-BZ) 

Sha^ats  ifisr  *n%L  540'544 

granted  bythelo^d  JuK,  fi 9^°^  ?f  j/ooily^Tas 

J»P«  23,  1933 


4 

0 

0 


1 84-29- BZ. 

APPLICANT— Ben  C.  Bloch,  for  Arenal  Realty  Co 

SIJBTFrTi6!  ard  ?3  WreSt  65th  Street  CorP-  lessee.  ’ 
L-UJi-Ci  Application  for  consideration— reopening  and 

extension  of  time— re  Application  (decision  of  the 

f^e9inter1Cluntt  °.f,  ,.buildings^  under  sections  7e 
and  21  of  the  building  zone  resolution,  permitting 

m  a  business  use  district  the  erection  and  main- 

°f  ^  garaf  •  ,for  the  storage  o£  more  than 
nnT'itrTn  e  w)  motor  vehicles. 

1?  ffCTE?N246  West  66,h  **«•. 

fp  west  of  Central  Park  West  (Block 

Manhattan LOt  ^  *  49  a"d  50)’  B°ro“Sh  °£ 
APPEARANCES— 

Bor  Applicant :  Ben  C.  Bloch. 

-  CTKJR^O^F^BOARD— Application  reopened  and  time 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 

Walsh V3ge  and  BIUm  and  Assistant  Chief 

Negative  . n 

Absent  .  J: 

THE  VOTE  TO  EXTEND  TIME— .  ° 

Affirmative:  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  . 

Negative  . ^ 

Absent  . Jj 

THE  RESOLUTION— 

(184-29-BZ) 

WnpEAS,  this  application  affecting  premises  42-46  West 

f‘  n  S?±S\de’  375  ft-  west  of  Central  Park  west 

S?W+N°’  1118’  Lot  N°S-  48’  49  and  5°)>  Borough  of 
Manhattan,  was  granted  by  the  board  July  16  19%  on 

fZ  eA“ied,„Ma.rA  8.  July  18, 


oardHI March*  9“  lift"  WaS  reopened  by  °f  the  J^esahed,  that  the  Board  of  Standards  and  Appeals  does 

-  ttto  3  » *  ass  » sasrt* 


read : 


completing  work, 
portion  of  the  resolution  shall 


•  .  .  that  in  view  of  the  statement  by  applicant  that 
all  permits  have  been  obtained,  all  woric shall  be 

»ZPAte/  Wlt,hin  °ne  year  from  the  date  of  this 
amended  resolution,  other  than  as  amended  herein 
the  resolution  adopted  by  the  board  on  Tuly  16  19?9 

comffi1IdaBfirnamen^ed  by  approvaI  of  P^ns,  shall  be 
complied  with  in  3.11  respects. ” 


61-32-BZ. 


re  appficmion  b^.^  •bu/lding'  z.one  resolution  and  that 
lat  the  building-  shafi  fi  hereby  is  granted  on  condition 
We  grade  that  thl  restn«ed  j°  one  story  in  height 

ier?d^g£  Z 

CrtT™  S,h,a1'  bC  fi"ished  »ith  fac"  brick  witSr  arcw! 

Mailed  TChTfA  St°nc  trlmmi'igs,  that  any  skylights 

a  n  Kla,  nr,  tecl-V  e4,Utomatlc  lou™  ^  glared  with 
at  no?v£  h  wire  guards  above  and  below 

all  tw  y  gH  $haI  be  erected  within  25  ft.  of  the  rear 

M V  pa  rlTf'VT*  be.Jimi*«=d  to  legal  alteraS 
•eater  mlt:  1  automobiles,  with  no  machinery  requiring 

b-tlng The  useTa'Vik"  '“^pewe/ each,  pro® 

Orh  fhZ  nSe  0t  anvils,  °Pen  forges  and  all  heavv  reoair 

■sin’ess  hours  Trolli  din  Sf'™""1  ?n  ,0,lly  d“r™S  ,,ess  use  aistnct  the  ere< 

’rmiAVth'^'  h0i‘d'4 ^ha”no  °Pen  flatye%ahalinb°f  PREMi!es'  TfFEcTe^o  n  , 

h or  Applicant:  Harrv  Teichnpr 
ACTI0l«?„FdedB0ARD-Ap^Si“" "opened  and  time 
THE  VOTE  TO  REOPEN- 

Affirmative :  Chairman  Murdock,  Commission- 

WalfhVage  and  B1Um  and  Assistant  Chief 

.  4 


APPLICANT— Raphael  Blank,  for  Tolstoi  Realty  Cor¬ 
poration,  owner.  y 

SUBJECT— Application  for  consideration— reopening  and 
extension  of  time-re  Application  (decision  of  the 

theTufidiffi1601  °f  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  husi 

ness  use  d, strict  the  erection’ and  maintenance  of  a 


feJiiif  fb;¥ ti:: tZt  M 

(ore  ty  5  f  a!&red  by  the  construction  of  new  entrance 
brua'V*,0  10.t7,aS  lnadiCated  pla"  mari<cd  “Received 
Hiding  to  be  nid’f^  Af"1,1"”®  this  portion  »f  the 
Ctall  permfis  bp  ofii  r  and  brake-adjusting, 

ce  year"  from  tte  date  o'f  this  action”  C°mplet'd  wl,hin 
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Negative  . 

Absent  . 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 


THE  RESOLUTION— 

(61-32-BZ) 

Whereas,  this  application  affecting  premises  64-70  Nep¬ 
tune  avenue,  southwest  corner  of  Hoff  street  (Block  No. 
7516  Lot  No  2371),  Borough  of  Brooklyn,  was  granted 
by  the  board  May  13,  1932,  on  certain  conditions  time  ex¬ 
tended  May  15,  1934,  April  23,  1935,  and  April  14,  1936, 
and  applicant  requests  a  further  extension  of  time  to  com¬ 
plete  the  work.  .  ,  ^ 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  May  13, 
1932  only  so  far  as  it  has  reference  to  the  completion  ot 
work,  so  that  as  amended,  this  portion  of  the  resolution 

shall  read :  ,  ,  , 

“.  .  .  that  in  view  of  the  statements  by  owner  s 

representative  that  plans  have  been  filed  and  approved 
by  commissioner  of  buildings,  all  work  shall  be  com- 
pleted  within  one  year  from  the  date  of  this  amended 

resolution.”  .  .  . 

and  that  other  than  as  amended  herein  the  resolution 
adopted  by  the  board  on  May  13,  1932,  shall  be  complied 
with  in  all  respects. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 


APPLICANT— Maintenance  Supply  Company  (Division 
of  Industrial  Distributors,  Inc.),  lessee. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner.  „  , 

PREMISES  AFFECTED— 112-116  East  32nd  street  south 
side,  100  ft.  east  of  Fourth  avenue  (Block  No. 
887 'Lot  No.  88),  Borough  of  Manhattan. 

APPEARANCES—  .  „ 

For  Applicant:  Irving  Goldberg. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Laid  over  to  April  13,  1937,  at  2 
P.M.  for  applicant  to  confer  with  fire  department. 


58-37-A. 

APPLICANT— National  Transportation  Co.,  Inc.,  lessee. 
SUBJECT— Appeal  from  orders  of  the  fire  commissioner. 
PREMISES  AFFECTED— 537-545  East  71st  street,  north¬ 
west  corner  of  Exterior  street  (Block  No.  1483, 
Lot  No.  23),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Philip  Hoffer. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Laid  over  to  April  13,  193.7,  at  2 
P.  M.  for  inspection  by  a  committee  of  the  board. 


101-37-A. 

APPLICANT — Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 101-125  Sheriff  street,  west 
side,  between  East  Houston  street  and  Stanton 
street  in  Hamilton  Fish  Park  (Block  No.  340,  Lot 
No.  1),  Borough  of  Manhattan. 

APPEARANCES—  .  ^  „  A  _  . 

For  Applicant:  Francis  F.  Pannaman,  A.  M.  John¬ 
stone. 


For  Administration:  Inspector  Meyer  and  Leo 
Lieberman,  Fire  Department. 

ACTION  OF  BOARD— Laid  over  to  April  13,  193/  at  2 
P.M.  for  inspection  by  a  committee  of  the  board. 


APPLICANT— Walter  C.  Martin,  architect  and  Superin¬ 
tendent  of  School  Buildings,  for  Board  of  Edu¬ 
cation,  City  of  New  York,  lessee.  ,  . 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 

of  buildings.  ,  .  . 

PREMISES  AFFECTED— 92-02  to  92-10  172nd  stree 
west  side,  100  ft.  south  of  Jamaica  avenue  (Block 
No.  1174,  Lot  No.  11),  Jamaica,  Borough  oi 
Queens. 

APPEARANCES— 

For  Applicant :  Charles  Tilgner 

ACTION  OF  BOARD — Laid  over  to  April  6,  1937  at  t 
P.M.  for  inspection  by  a  committee  of  the  board 


65-37-A. 

APPLICANT— Preferred  Oil  Company,  Inc.,  owner. 
SUBJECT — Appeal  from  an  order  of  the  fire  commis 
sioner,  relative  to  the  transportation  of  fuel  oi 
in  tank  truck  in  New  York  City. 
APPEARANCES—  .  „  , 

or  Applicant:  William  E.  Goodman. 

For  Administration:  Inspector  Meyer,  Fire  Depl 
ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  w  J  ,  _ 

Affirmative:  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(65-37-A) 

Whereas,  the  Preferred  Oil  Company,  Inc.,  applicati 
and  owner,  filed  February  19,  1937,  an  appeal  from  a 
order  of  the  Fire  Commissioner,  affecting  the  transpoi. 
tation  of  fuel  oil  in  a  tank  truck  within  tbe  limits  of  th 
City  of  New  York;  and 

Whereas,  the  order  of  the  Fire  Commissioner,  date 
Feb.  1,  1937,  re  Order  No.  5496-LC,  reads:  . 

“An  inspection  of  truck  No.  8,  Mack  Chassis  No. 
AK1S1508,  used  by  you  for  the  transportation  of  an 
liquid  product  of  petroleum,  shale  oil  or  coal  tar  s 
required  by  section  113,  article  8,  chapter  10  of  th 
Code  of  Ordinances  of  the  City  of  New  York,  show 
the  following  requirement  necessary  before  a  perm 
can  be  issued:  .  , 

‘Discontinue  the  use  of  tank  having  more  tha 
600  gallon  capacity  in  each  compartment.  Section  U 
“It  is  unlawful  for  you  to  operate  this  truck  on 
public  highway  without  a  permit  from  the  Fire  Chic 
and  Commissioner.” 

and  j 

Whereas,  the  truck  in  question  consists  of  a  1933  Mac 
chassis  and  tank  weighing  17,750  lbs.  divided  into  thrc 
compartments  from  front  to  rear,  as  follows:  941  gal 
502  gals;  510  gals;  TOTAL,  1953.  gals;  used  for  the  tran 
portation  of  Nos.  2  and  4  fuel  oil;  and 

Whereas,  the  applicant  contends  that  it  was  not  tl 
intention  of  the  Fire  Commissioner  to  place  any  unaj 
hardship  in  making  these  regulations  retroactive ;  that  tl 
tank  in  question  was  purchased  on  October  9,  1930,  ar 
is  not  now  practical  and  it  will  cause  considerable  expen: 
to  make  the  necessary  alterations  to  the  one  compartmei, 
which  is  in  excess  of  600  gallons ;  that  said  alteratic 
would  serve  no  useful  purpose;  that  the  compartment 
question  is  situated  behind  the  cab  and  only  the  m° 
unusual  accident  would  cause  a  break  in  same,  it  ben 
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protected  in  front  by  the  motor  and  cab  and  in  the  rear 

fteTeKu  ”tls%T^TtS:rthat  the  ,ruck  come'i“ 

spects gU  atl°nS  f  th  FlrC  Commissloner  in  all  other  re- 

Nfe54%Lrthbi  thH  -?rner  k°£  • the  Fire  Commissioner, 
o.  5496  LC  be  and  it  hereby  is  modified,  and  that  the 

appeal  be  and  it  hereby  is  granted  permitting  the  continua- 

££  oversized  tank  during  the  life  of  the  present 

1933  Mack  chassis,  No.  4  AK1S1508,  and  in  no  event 

beyond  five  years  from  the  date  of  this  action. 


128-37-A. 

SUBTECTNA~M?rr°P°litan  Life  Insuranoe  Co.,  owner 
J  olTu1lPdPienagsfr°m  3  deC,Si0"  °f  the  com4issioner 

PREMISES  AFFECTED-324-342  Fourth  avenue  17-35 
streS  and  48-60  East  25th  street  (Block 

Manhattan0*  1  *°  4k  '“■«*">.  ^oroigTol 

APPEARANCES— 

For  Applicant:  John  H.  Derby. 

hor  Administration:  Samuel  L.  Becker  Denart 
„  ment  of  Buildings.  er’  Uepart- 

THE1  VOT£-BOARD_ApPeal  granted  on  condition. 

Alll™atlsVqe-  Chairman  Murdock,  Commission- 
Walfh  gC  End  B  Um  and  Assistant  Chief 

Negative  .  4 

Absent  . 0 

THE  RESOLUTION—  ° 

w  (128-37-A) 

nclusive),  Borough. of  SiatS;  S  L°'  N°S-  1  *°  41 

j93^r«ulsaas0foll^F^^^0nt^0*0p^"^'10,4atre^k4ai'^n^' 

“1-  WO  of  BudSna  rokarrTnged  is  ,contrary  to  section 
.  *  i  ,  ^ In?  Code.  The  maximum  distance  that 

: , 

more°tEanmhgS  r°r  lngineers  exits  cannot  project 
3  An  .Vh  ?-tW° ,feet  beyond  the  building  line 
3.  An  alteration  plan  should  be  filed  showing  nronosed 
'  work  beyond  the  building  line.”  g  proposed 

in  qUeSti°n  Consist  of  a  28  story 
6  fn  bv  2fi0 if  ?nn  h°USe  Ston"s’  fireP™°f  building,  197 
i  vine'a  f  area>  °ccupied  throughout  as  an  office 

of  530  on0anyPoneyfloor6;6fndemPl0yeeS  WRh  &  maxi' 
ir  saiTuse  wTth^  °f  °Scupailcy  18850-1933  was  issued 
tpf  occupants  on'se'eraTfloors  ;\™ at‘0n  ”  ,he  nl“’- 
rV^EI?AS>,lt  ls  Proposed  to  reconstruct  the  ventilating 
tlk^.nf°thPth4fiatransform-5  vaults  located  under  the  side? 

WheLIs  h.avenr  s,de  of  ,he  b“ildi"Si  and 
1:7  -  c  ’  c  applicant  contends  that  on  January  I 

nsfor^e  OCCV.rred  jn  Service  Compartment  No  5  of 
)  th  J  Jh  vaufs  under  sidewalk  on  the  4th  avenue  side 
the  above  building  and  the  heat  from  this  fire  passed 

■Tfeet  fromtt*'^  !»■$'  sidcwalk,  located^ 

rilts  it  is  nmn  +°£  •  e  budding.  In  rebuilding  the 

'ther  electS  Tr!  h  1Jf?r°Ve  co.nditi°ns  so  that  if 
i.  iCtnc r  bre  should  occur  in  the  transformer 

be  ^ea*  £rom  **  wdl  not  crack  the  windows  of  the 
jiding,  permitting  smoke  to  enter,  which  if  the  build- 
were  occupied,  might  cause  a  panic,  that,  therefor! 
eem  best  to  locate  the  vent  opening  near  the  curb 


reads  as  follows0  h  K'  Wh'ch  applles  t0  this  case 

formtatUlo’f^tirely'below  the  sidewalk  level  and  con- 
orming  to  the  requirements  of  article  17,  Chapter  23 
this  Code,  shall  not  extend  beyond  the  curb  line’ 

fine  and  Srb^hal^h  °f  Va“jtSJ  be.tween  the  building 
ers  flu\h  in  Til  H  he. Provided  with  substantial  cov- 

ble’  material  a  J  Wlthf  the  Sidewalk’  of  incombusti¬ 
ble  material,  and  so  constructed  and  maintained  as  to 

safeguarded  a?d  B4  and’  when  °Pen-  thoroughly 
therfon.”d  d’  d  Prevent  persons  from  slipping 

in?se  Micth1f  the  deciAsion.°f  the  commissioner  of  build- 
g  on  Miscellaneous  Application  No  152-37  he  and  it 
hereby  ,s  modified,  and  that  the  appeal  be  and  it  hereby  it 
j  anted,  permitting  the  area  way  grating  as  proposed Y  as 
shown  on  plans  filed  with  this  appeal  to  be  Bed  near 
but  not  beyond  the  curb  line  and  permitting  the  hinged 
sections  of  the  grill  to  be  constructed  as  indicated  for  the 
purpose  of  entrance  to  vault  for  rename  1 

condition  that  such  openings  shall  be  normally  padkfeked 

accldetrjoTd-siiS'  ^  Pr°Perly 


99-37-A. 

APPLICANT— J no  B.  Snook-Victor  C.  Farrar,  for  Wen- 
QTmrr-4^1  F°Undatlon’  owner. 

J  oliuMings  fr°m  3  dedsi°n  °£  thG  commissioner 
PREMISES  AFFECTED — 26-28  Thompson  street  east 
Lot' ’No  °f  GnranAS;reet  (Block  No.  476 

appearances-’  ugh  of  Manhattan- 

„  _ For  Applicant :  Otto  L  Kelm 

THE1  VOTE?-BOARD~Appeal  granted  on  condition. 

AlSr”te:  Chairman  Murdock,  Commission- 

Walsh  26  and  B  Um  and  Assistant  Chief 

Negative  .  ]  .  4 

Absent  .  .  d 
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THE  RESOLUTION— 

(99-37-A) 

W^dTr^3'  a110--  Snook  Sons-Victor  C.  Farrar  for 
Wendel  Foundation  owner  filed  Marrh  10  icn7  ZT 

premise  d2T28nTBiompsonmsTreet01east0sided661ft’aad°^|biaf 

MT„nhatS^etandBl0Ck  N°’  476'  L°l  N°'  54)’  B°r"“gh 

U'EREAS-  tbe  decision  of  the  commissioner  of  buildings 

WdTreldTaf  N°'  3839-‘936'  dated  r  ^ 
ha'llT^ii^u/LbTfiTpTof’Clfcloslng  subiTmTone 

Actions JwCH)  ”ati0n  "0t  granteA  (No  struct“ral 
and 

DeTemPIiSreadTasTolbws0:  WaS  °rlgina"y  da,ed 

D  f2'  ASn  edlfy  COmpha7ce  ,with  Sec.  238  Sub.  4  M. 

.  L.  All  doors  in  halls  should  be  fire-proof  self 
closing  subject  to  1-hour  test”  ’ 

and 

(ke  premises  in  question  consist  of  a  six-storv 
and  cellar  brick  old  law  tenement,  now  located  in  an  un 
restneted  use  district  on  a  lot  38  ft.  by  95  ft.  6  in  in  areJ- 

S'  oft  "Con  ft  Y  82  ft  4  in’  in  area  -d  occupLd 

as  ioiiows .  Cellar — storage — no  persons*  lef  7 

stores  and  3  apartments;  6  apartments  per  floor  above; 

Whereas,  it  is  proposed  to  occupy  the  building  as  fol- 
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lows :  Cellar  storage  no  persons;  1st  Hoor^stores.  2  appeal 

’’Vh’eSeas  a!lp|j  I  koup  contendGhatlhe  building  was  built  restore  this  appeal  to  the  calendar;  and 

W  ,^  iQ01  as  a  tenement  house  and  has  been  continu-  Whereas,  die  decision  ot  the  commissioner  of  buildings, 
ously  ‘so  ‘occupied  ever  since;  that  the  first  I-ri  «•  dated  August^,  breads .  ^  rf  ^  ^  ^  you  are 

filed  in  the  Tenement  House  ^epa  building  advised  that  as  the  zoning  resolution  was  enacted  July, 

records  of  that  department  so  indicate  tha the  building  J™sea°  d  the  building  had  not  been  occupied  for  man- 

met  all  requirements  of  the  Tenement  -  .  n  ufacturing  previous  to  that  time,  it  would  be  contrary 

in  effect.  That  doors  shown  open mg  on- to  public  halls  ^asC^dn"egsoPlution  if  there  were  a  greater  part  of  the 

are  present  solid  panel  wood  !  238  Sub_  floor  area  than  5%  used  for  manufacturing.  Your  re¬ 
self-closing,  all  as  required  by  Article  7  \ section  SuD  is  therefore  denied.” 

division  4  of  the  Multiple  Dwelling  Law  and  the  General  ^ 

Resolution  adopted  by  the  Board  of  Standar  s  an  p-  Whereas  the  decision  of  the  commissioner  of  buildings, 

peals  in  Cal  No.  203-36-A,  dated  July  22,  1936,  that  where  da^™  1Q36>  reads  in  part; 

new  doors  to  public  halls  are  installed  same  w  “6.  ^The  building  being  located  in  a  retail  district 

proof,  self-closing  one  hour  test  doors  as  mdica  ed  therefore  not  more  than  5%  is  allowed  for  factory, 

drawings  filed  with  this  appeal ;  that  the  Board  ot  Btana  ^ 

ards  and  Appeals,  having  interpreted  Article  /,  bectio  Whereas  the  building,  which  was  erected  in  October, 

238,  Subdivision  4  of  the  Multiple  1  1924  i? located  in  a  retail  use  district  and  is  of  fireproof 

quiring  only  self-closing  doors  where  same  a  e  .  cons’truction  48  ft.  x  90  ft.  in  area,  14  stories,  140  ft.  in 

this  appeal  should  be  granted.  .  .  ,  ,  ,  heiHit  OCCUPIED:  Cellar— building  supplies  and  equip- 

Resold,  that  the  decision  of  the  co>n”t'SS,oner  of  butid-  hetgh*,  «  .  floor_vacant  ;S2nd  floor-radio  re- 

ings  in  acting  on  Alt.  Apphc.  No.  3839-  936,  be  and  it  ,  ^  office;  ^  ^  and  ^  floors_vacant .  6th 

hereby  is  modified,  and  that  the  application  be  and  it  Ire  y  floor_4howroom  and  stockroom,  5  persons;  7th  floor— 

is  granted  on  condition  that  the  existing  doors  trom  apart  dentist  and  vacant)  4  persons;  8th  floor— offices  and  show- 

ments  to  public  halls  shall  comply  with  the  requirements  persons .  9th  floor— studio  offices  and  showroom 

of  section  238  as  interpreted  by  this  board  m  resoluti  ^  persons ;  10th  floor— radio  recording  studio  and  office,  17 
dated  July  22,  1936,  reading  as  follows:  ,  persons;  11th  floor— showroom  and  office,  10  persons;  12th 

“Resolved  that  the  Board  of  Standards  and  Appeals  door_dentist,  showroom  and  manufacturing,  37  persons; 

does  hereby  interpret  for  application  generally  the  pro-  ^  floor_radio  recording  studio  and  office,  4  persons; 

visions  of  Subdivision  4  of  Section  238  of  the  Mul  ip  penthouse — radio  recording  studio  and  office,  3  persons; 

Dwelling  Law  as  not  requiring  doors  to  be  fireproof  and  _ 

and  that  in  complying  with  subdivision  4  ot  bection  Whereas,  certificate  of  occupancy  No.  10023  was  issued 

238  of  the  Multiple  Dwelling  Law,  the  approval  ot  October  1st  1935,  for  offices  and  showrooms;  and 

the  Commissioner  of  Buildings  is  not  required  unless  Whereas  applicant  contends  that  pursuant  to  an  in¬ 
alterations  are  involved  affecting  the  structural  con  terpretation  by  the  Board  of  Standards  and  Appeals, 

ditions  of  the  buildings.’”  adopted  July  22,  1936,  the  applicant  should  be  permitted  up 

_  to  25%  of  the  floor  area  of  the  building  for  manufacturing 

incidental  to  the  retail  business  to  be  conducted  on  the 
275-36- A.  premises  that  the  decision  of  the  commissioner  of  build- 

APPLICANT— Dunnington,  Bartholow  and  Miller,  tor  .g  ’CQnt  to  the  provisions  of  the  building  zone 

G.  R.  Fellows,  for  27  West  5/th  Street  Corpora-  resolution  and  the  interpretation  adopted  by  the  board  on 
tion,  owner.  .  .  ,  juiy  22,  1936,  as  above  set  forth. 

SUBJECT— Application  for  consideration— reopening  and  ,  that  the  decisions  of  the  commissioner  of 

restoration  to  the  calendar— re  Appeal  from  dec  build^  be  and  they  hereby  are  modified  and  that  the 
sions  of  the  commissioner  of  buildings.  i  be  and  fl  hereby  is  granted  on  condition  that  the 

PREMISES  AFFECTED  27  West  57th  street,  north  side  appeMbe  and^t  nQt  exceed  that  permitted 

400  ft.  east  of  Sixth  avenue  (Block  No.  127^.,  Lot  district  as  interpreted  by  the  board  in  interpretive 

Nos.  17  and  18),  Borough  of  Manhattan.  resolution  adopted  July  22,  1936  (Cal.  No.  228-36-BZ), 

APPEARANCES  reading  as  follows: 

ACTION  OF  BOARD-Appeal'reopened,  restored  to  eal-  tKtSlfloofspfjfof  a"blid°ng  rnfoor 

THE  TO  CAL-  S-g-  »  ^  t  f 

ENJJAK  ,  .  n  •  • _  bnf  the  remaining  percentage  or  the  whole  25  per  cent. 

Affirmative:  Chairman  Murdock,  Commission-  -  sucb  manufacturing  or  treatment  of 

ers  Savage  and  Blum  and  Ass.stant  Chief  Suets  Ifls  an  integral  par.  of  retail  business  con- 

Walsh  .  4  ducted  on  the  premise?,  on  which  ail  products  so  man- 

Negative  .  ^  ufactured  or  treated  are  sold  at  retail  therein. 

THE  VOTE  TO  GRANT  ON  CONDITION—  _  -  l 

Affirmative:  Chairman  Murdock,  Commission-  ,r,mATTmTC  T  a -RDF  T  AW 

ers  Savage  and  Blum  and  Assistant  Chief  VARIATIONS  OF  LABOR  LAW 

Walsh  .  4  51-37-S. 

Negative  .  0  APPLICANT— G.  R.  Fellows,  for  27  West  57th  Street 

Absent  .  Corporation,  owner.  .  . 

THE  RESOLUTION—  SUBJECT— Variation  of  the  labor  law  as  cited  in  a  ae- 

('275-36-AI  cision  of  the  commissioner  of  buildings. 

Whereas,  G.  R.  Fellows,  applicant,  on  behalf  of  27  West  PREMISES  No.Ul, 

57th  Street 1  Corp.,  owner  filed  on  September  16  1936,  an  side.W  ft  east  of ^  Sixth 

appeal  from  a  decision  of  the  commissioner  of  buildings,  "  ,  Mrrc  ’ 

Borough  of  Manhattan,  affecting  premises  27  West  57th  APPEARANCES  Fellows 

street,  north  side,  400  ft.  east  of  Sixth  avenue  (Block  No  .  rTTn/°r/P^nb  '  Amflication  granted  on  condition. 
1273  Lot  Nos  17  and  18),  Borough  of  Manhattan;  and  ACTION  OF  BOARD— Application  granted  on  co 
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THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . ’  ’  .  q 

THE  RESOLUTION— 

(51-37-S) 

Whereas,  G  R.  Fellows,  for  27  West  57th  St.  Corp„ 
owner,  hied  Eebruary  10,  1937,  an  application  for  variation 
from  the  requirements  of  the  Labor  Law,  as  cited  in  a 
decision  of  the  commissioner  of  buildings,  affecting  prem¬ 
ises  -1  \\  est  57th  street,  north  side,  400  ft.  east  of  6th 
avenue  (Block  No.  1273,  Lot  No.  17),  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  January  20,  1937,  reads:  g  ’ 

“L  Windows  at  front  at  1st  and  2nd  floors  exceed 
/20  sq.  in.  in  area  contrary  to  Labor  Law. 

.  “3-  All  open  accommodation  stairs  must  be  enclosed 
in  partitions  of  fireproof  materials  in  accordance  with 
the  Labor  Law.” 
and 

Whereas,  the  building  in  question  consists  of  a  14-storv 
fireproof  building,  48  ft.  by  90  ft.  in  area ;  erected  in  1925 
and  occupied  as  follows:  Cellar — vacant  and  storage:  1st 
floor  art  gallery,  7  persons ;  2nd  floor — radio  broadcast, 
12  persons;  3rd  and  4th  floors— vacant ;  5th  floor— store¬ 
room,  1  person ;  6th  floor — showroom  and  stockroom  6 
persons;  7th  floor— dentist  and  vacant,  4  persons;  8th  floor 
—offices,  showroom  and  manufacturing,  200  sq.  ft.,  10  per- 
sons ;  9th  floor— studio,  office,  showroom  and  man’ufactur- 
lng,  5-a  sq.  ft.,  7  persons ;  10th  floor — radio  record  studio 
offices,  14  persons;  11th  floor — showroom  and  offices,  10 
?7nSimS ’  |2th  floor  dentist,  showroom  and  manufacturing, 
l,/96  sq  ft.,  37  persons  average;  13th  floor— record  studio 
office,  4  persons;  14th  floor— record  studio,  office  2  per¬ 
sons;  and 

Whereas,  Certificate  of  Occupancy  No.  10023  was  is¬ 
sued  October  1,  192a,  for  offices  and  showrooms  in  a  busi¬ 
ness  use  district;  and 


Whereas,  the  plot  has  since  been  rezoned  to  retail  use- 

and  ’ 

V  hereas,  this  building  was  the  subject  of  an  appeal  for 

o£  the  budding  zone  resolution  under  Cal 
.No.  275-36-A;  and 

Whereas,  the  applicant  contends  that  the  oversize  glass 
at  the  first  and  second  floors,  in  addition  to  being  decora- 
tive,  is  necessary  for  the  proper  lighting  of  the  interior, 
which  is  equipped  for  showrooms,  that  the  cost  of  reduc¬ 
ing  this  glass  would  be  prohibitive  and  would  destrov  the 
appearance  of  the  building  and  the  interior  light,  tha't  the 
open  accommodation  stairs  runs  only  one  flight,  from  the 
eleventh  to  twelfth  floors  and,  being  of  fireproof  material, 
involves  no  fire  hazard,  that  the  doors  are  fireproof  and 
accord  in  every  respect  with  the  law  and  the  fire  depart¬ 
ment  regulations.  p 

that  tIie  Board  of  Standards  and  Appeals  does 
aereby  make  a  variation  from  the  requirements  of  the 
a"d  tliat  the  application  be  and  it  hereby  is 
Jed’  Vamng  the  requirements  of  the  Labor  Law  as 
o  the  windows  facing  57th  street  on  the  1st  and  2nd 
on  condition  that  the  frames  shall  be  of  metal  and 
Sk  Wlth,^cincn  plate  glass;  that  all  other  windows 
naff  be  made  fireproof  and  self-closing  and  comply  with 
he  requirements  of  the  Labor  Law;  that  the  circular  stair 
onnectmg  the  11th  and  12th  floors  may  be  continued  with- 
y]rpr°°i  enclosure  on  condition  that  this  stairway 
UiLed  excIusinvely  by  the  same  tenant  occupying  the 
iPreR  «“  thes,e  ,tw,°  floors  and  that  such  space  shall  be  en- 
artffmnf1  fl 1°"?  the  space  of  all  other  tenants  by 

11  other  J°nStfrUJedT°l  fir?proof  material;  and  that  in 
-ihle  PeCtS  thj  Labor  Law  and  all  other  laws  appli- 

awe  to  the  proposed  occupancy  shall  be  complied  with 
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127-37-S. 

APPLICANT— Herbert  E.  Mitler,  for  509  Madison  Ave¬ 
nue  Corporation,  owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  an 
of  the  commissioner  of  buildings. 
REMISES  AFFECTED — 507-509  Madison  avenue  and 
26-30  East  53rd  street,  southeast  corner  (Block 
No.  1288,  Lot  Nos.  50  and  51),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

applicant:  Herbert  E.  Mitler. 

THE1  VOTE7  B0ARL>— Application  granted  on  condition. 

Aihimative :  Chairman  Alurdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . g 

Absent  .  g 

THE  RESOLUTION— 

(127-37-S) 

Whereas,  Herbert  E.  Mitler,  for  509  Aladison  Ave 

Corp.,_  owner,  filed  March  23,  1937,  an  application  for  a 
variation  from  the  requirements  of  the  Labor  Law,  as 
cited  in  an  order  of  the  commissioner  of  buildings  affect¬ 
ing  premises  507-509  Aladison  avenue  and  26-30  east  53rd 

xTreet,JOUthe.ast  corner  (5th  door)  ;  (Block  No.  1298  Lot 

Nos.  50  and  51),  Borough  of  Manhattan;  and 

Whereas  the  order  of  the  commissioner  of  buildings 
(Violation  Order  No.  1355-1936),  dated  March  23  1937 
reads  as  follows : 

“You  are  hereby  notified  that  the  building  situated 
on  the  front  of  the  lot  on  the  east  side  of  Aladison 
avenue,  commencing  about  0  ft.  from  the  southeast 
corner  of  Madison  avenue  and  E.  53rd  street,  being 

tnnr  ?°rL  S*eeI  and  concrete  building  about 

100  feet  front,  100  feet  rear,  68-4  feet  deep,  and  210 

feet  m  height  and  occupied  as  offices  and  known  as 
Number  509  Madison  avenue,  in  the  Borough  of  Alan- 
hatJ.an’  the,  fitv  of  New  York,  does  not  conform  to 
section  2/-  of  Labor  Law,  in  the  respects  noted  below: 

in  that  of  failing  to  provide  continuous  passageways 
tj?  stairways  °n  J be  5th  floor  in  violation  of  section 
2/2  of  the  Labor  Law. 

You  are  hereby  directed  to  provide  a  continuous 
passageway  having  an  unobstructed  width  of  at  least 
three  feet  throughout  their  length  leading  directly  to 
every  means  of  egress  including  all  stairways,  fire 
escapes  and  nassenger  elevators  on  the  5th  floor  as 
per  section  272  of  the  Labor  Law  ” 
and 

Whereas,  the  premises  in  question  is  a  21-story  fire- 

fnTo?0  100  ?•  5  in„by  68  ft-  4  in-  in  area,  erected 

in  19-9  and  occupied  as  follows:  Cellar— storage  and  res¬ 
taurant— 10  persons ;  1st  floor— stores;  2nd  to ‘21st  floors 
inclusive— showrooms,  offices,  some  manufacturing  not 
over  25  persons  per  floor ;  and 

.  Whereas,  the  applicant  contends  that  the  expenditure 
involved  in  constructing  this  partition  is  not  a  factor,  that 
the  tenant  m  the  premises  has  threatened  the  owners  with 
braking  his  lease  if  this  partition  is  erected.  That  the 
plan  filed  with  this  appeal  shows  the  space  occupied  by 
the  tenant  who  is  in  the  upholstery  fabric  business,  car¬ 
rying  stock  but  doing  no  manufacturing,  that  from  the 
e  evator  hall  to  the  interior  stairway,  the  passage  is  free, 
that  the  door  from  the  passage  hall  is  open  during  all 
business  hours.  That,  therefore,  there  is  a  second  egress 
for  any  Other  tenant  on  the  floor.  That,  there  is  an  exit 
sign  and  an  exit  light  over  the  door. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  a  variation  from  the  requirements  of  the 

xiboi  Law,  and  that  the  application  be  and  it  thereby  is 
granted  as  to  Order  No.  1355-1936,  permitting  the  open 
passageway  to  the  fire  stair  as  shown  on  plans  filed  with 
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this  application  marked  “Received  March  23,  1937 
condition  that  this  passageway  shall  during  business  hours 
be  left  open  and  unimpeded  for  free  access  by  all  occu¬ 
pants  of  the  5th  floor  to  the  fire  stair ;  that  this  variation 
shall  continue  only  during  the  life  of  the  lepe  of  the 
present  occupants  of  the  southerly  portion  of  this  5th  noo  , 
through  which  this  open  passageway  extends,  and  in  no 
event  beyond  September  30,  1939;  and,  on  further  condi¬ 
tion  that  after  said  date  a  fireproof  passageway  from  the 
main  elevator  hall  to  the  fire  stair  shall  be  constructed 
and  maintained. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

116-37-SA. 

APPLICANT— Bethlehem  Foundry  &  Machine  Co., 
owner. 

SUBJECT— Bethlehem-Doe,  Carrier  and  Gilbert-Bethle- 
hem  Oil  Burners,  Models  CE  and  FE,  approval  of. 

APPEARANCES— 

For  Applicant:  F.  H.  Tomlinson. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


124-37-SA. 

APPLICANT— Willard  C.  Beach  Air  Brush  Co.,  owner. 
SUBJECT— Beach  Air  Brushes  (for  Paint  Spraying 
Equipment),  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


248-36-SA.  ' 

APPLICANT— M.  Mac.  Schwebel  for  Dupont  Fuel  Oil 
Burner  Co.,  Inc. 

SUBJECT— Dupont  Oil  Burner— Application  for  Reopen¬ 
ing — Amendment  of  resolution. 

APPEARANCES— 

For  Applicant:  M.  Mac.  Schwebel. 

ACTION  OF  BOARD— Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


345-35-SA. 

APPLICANT— Stanley  G.  Flagg  &  Co.,  Inc.,  owner. 

SUBJECT— Flagg  Fill  Pipe  Terminal— Application  for  re¬ 
opening — Amendment  of  resolution. 

APPEARANCES— 

For  Applicant :  William  G.  Feick. 

ACTION  OF  BOARD — Application  reopened  and  laid 
over  to  April  13,  1937  at  2  P.M. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


appearances— 

For  Applicant:  None. 

ACTION  OF  BOARD— Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  the  Board. 

THE  VOTE  TO  APPROVE—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  J- 

Absent  .  ^ 

THE  RESOLUTION— 

(50-37-SA) 

Whereas,  Joseph  Cardinal,  for  the  Cardinal  Oil  Burner 
Company,  owner,  filed  February  10,  1937,  an  application 
with  the  Board  of  Standards  and  Appeals  for  approval  of 
the  device  known  as  the  Cardinal  Oil  Burner  Model  C; 
and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board,  sup¬ 
plementary  to  that  of  the  representatives  of  the  division 
of  combustible,  was  substantially  as  follows: 

The  burner  was  installed  in  a  steam  heat  plant,  in 
a  private  dwelling,  and  is  of  the.  pressure  atomizing 
gun  type,  consisting  of  the  following  assembly;  G.  E. 
1/6  H.  P.  motor;  Tuthill  Fuelstat  consisting  of  pump, 
strainer  and  regulating  valve;  Sirocco  type  fan,  and 
nozzle  of  any  standard  make,  a  Monarch  nozzle  being 
used  at  this  installation. 

Ignition — Electric.  Webster  transformer  110  to 

10,000  volts. 

Controls — Standard  electric  controls.  Type  used  on 
this  being  Mercoid  Pyratherm,  type  KMI  and  Mercoid 
steam  switch. 

With  the  fuel  supply  shut  off,  the  burner  was  put 
into  normal  operation  and  on  two  successive  tests  the 
controls  shut  the  burner  down  in  81  and. 83  seconds, 
respectively.  The  burner  was  then  put  into  normal 
operation  for  a  period  of  approximately  45  minutes. 
During  this  time  the  controls  functioned  as  designed. 
There  were  no  flare  backs  due  to  faulty  ignition. 
The  flame  was  clean  and  free  of  soot  and  smoke. 
Examination  of  the  combustion  chamber  showed  no 
undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Cardinal  Oil  Burner,  Model  C,  be 
approved  for  domestic  and  commercial  use  when 
installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals,  for 
fuel  oil  not  heavier  than  No.  3  U.  S.  Department  of 
Commerce  Standards. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Cardinal  On 
Burner,  Model  C,  for  use  in  domestic  and  commercial 
installations  when  installed  in  accordance  with  above  re¬ 
port  and  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals ;  that  all  installations  shall  bear  a  permanently 
fixed  label  reading,  as  follows: 

NOTICE 

APPROVED  BY  THE 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
Under  Cal.  No.  50-37-SA. 


50-37-SA. 

APPLICANT — Joseph  Cardinal  for  Cardinal  Oil  Burner 
Co. 

SUBJECT — Cardinal  Oil  Burner,  Model  C — Approval  of 


Adjourned,  5:15  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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EXTRACTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  OF  THE  CITY  OF  NFW  vnpkr 
RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDED  JANuYrY  29  IMS  ’ 


ARTICLE  1. 

General  Provisions. 

§1.  Definitions. 

Unless  otherwise  expressly  stated,  whenever  used  in  this 
chapter  the  following  terms  shall  respectively  be  deemed 
to  mean : 

33.  Refrigerating  system,  a  combination  of  apparatus  in 
which  a  refrigerant  is  circulated;  for  the  purpose  of  ex¬ 
tracting  heat. 

(a)  The  parts  of  the  system  are  the  compressor,  gen¬ 
erator,  condensor,  absorber,  receiver,  shell  type  or  tube  type 
apparatus,  pipes,  vessels,  or  other  parts,  containing  refrig¬ 
erant. 

(b)  _  Direct  refrigeration,  a  system  in  which  the  refrig¬ 
erant  is  circulated  to  the  substance  or  space  refrigerated. 

(c)  Indirect  refrigeration,  a  system  in  which  brine 
cooled  by  the  refrigerant  is  circulated  to  the  substance  or 
space  refrigerated. 

(d)  Refrigerant  is  the  chemical  agent  other  than  brine 
used  to  produce  refrigeration. 

(e)  Irritant  refrigerant,  any  refrigerant  which  when 
breathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  of  the 
hydrocarbon  class. 

(g)  Flammable  refrigerant,  any  refrigerant  which  will 
burn  or  explode  when  mixed  with  certain  proportions  of 

|.  (h)  Refrigerating  machinery  room,  a  room  in  which 
is  located  a  refrigerating  system  containing  refrigerant,  but 
not  including  expansion  coils  when  located  in  cold  storage 
rooms  or  expansion  coils  when  located  in  refrigerator  boxes. 

\.actor  safety,  the  multiple  three  and  one-third 
w/3/>  the  product  of  which  and  the  test  pressure,  con¬ 
stitutes  the  probable  rupture  pressure. 

(j)  Pressure  imposing  element,  that  apparatus  which 
draws  the  refrigerant  from  the  low  pressure  or  low  tem¬ 
perature  side  of  the  system  and  discharges  it  into  the  high 
^r/?S\lreD°r  temperature  side  of  the  system. 

(k)  Pressure  limiting  device,  a  pressure  or  temperature 
responsive  mechanism  for  automatically  stopping  the  oper- 
3tV°n  •  6  Pressu.re  .impeding  element. 

(l)  Brine,  any  liquid  which  having  been  cooled  by  the 
refrigerating  system  is  used  for  the  transmission  of  heat 

(.mj  Pressure  relief  device,  a  pressure  relief  valve,  a 
rupture  member,  fusible  plug  or  other  approved  device  for 
relieving  the  pressure. 

(n)  Pressure  relief  valve,  a  valve  held  shut  by  a  spring 

r  ?,  er  to  automatically  relieve  pressure  in  excess 

its  setting. 

(o)  Rupture  member,  a  device  that  will  automatically 
upture  at  a.  pre-determined  pressure. 

(p)  Liquid  receiver,  a  vessel  permanently  connected  to 
efrigerant  m  Ct  and  outIet  pipes  for  storage  of  a  liquid 

(q)  Container,  a  cylinder  for  the  shipment  of  refrig- 

Senr.t^SrrUCted  t0  J“onfo,:m.  to  regulations  of  the 
nierstate  Commerce  Commission. 

(r)  Mixer,  a  vessel  or  device  in  a  system  for  mixing 

he  ammonia  or  other  soluble  vapor  with  water.  g 

peration  °P  Va  VC’  a  cut'off  valve  for  use  during  normal 

.  Service  valve,  a  key-operated  shut-off  valve  used 
n  y  during  shipment,  installation  or  repairs. 

'moerahir^  f6  a  ,devlce  having  a  predetermined- 

-mperature  fusible  member  for  the  relief  of  pressure. 

u  ld  n^s  ,ri1CKb-m  dingS’  busi"e ”  buildings,  and  residence 

of  thP  R, -Mb-  d^!f  aSrS?  d^ned  by  section  70-  Artide 
ot  the  Building  Code  of  the  City  of  New  York 


poses,  or  in  which  persons  are  harbored  to  receive  medical, 
c  lantable  or  other  care  or  treatment,  or  in  which  persons 
are  held  or  detained  by  reason  of  public  or  civic  duty,  or 
tor  correctional  purposes,  including  among  others,  court 
houses,  schools,  colleges,  libraries,  museums,  exhibition 
buildings,  lecture  halls,  churches,  assembly  halls,  lodge 
rooms,  dance  halls,  theatares,  bath  houses,  hospitals,  asy¬ 
lums,  armories,  fire  houses,  police  stations,  jails  and  pas¬ 
senger  depots. 

,  — Residence  Buildings.  Residence  buildings  are 

uildings  or  parts  of  buildings  in  which  sleeping  accommo¬ 
dations  are  provided,  except  such  as  may  for  other  reasons 
be  classed  as  public  buildings,  including  among  others, 
dwellings,  tenement  houses,  hotels,  lodging  houses,  dormi¬ 
tories,  convents,  and  studios  and  club  houses  having  sleep¬ 
ing  accommodations. 

,  ^P^E:  Business  Buildings.  Business  buildings  are 
buildings  or  parts  of  buildings,  which  are  not  public  build¬ 
ings  or  residence  buildings,  including  among  others,  office 
buldings,  stores,  markets,  restaurants,  warehouses,  freight 
depots,  car  barns,  stables,  garages,  factories,  laboratories 
smoke  houses,  grain  elevators  and  coal  pockets. 

ARTICLE  3. 

Ronds  and  Fees. 

§43.  Fees  for  Permits. 

Applicants  for  permits  under  the  provisions  of  this  chap¬ 
ter  shall  pay  annual  fees  as  follows : 

35.  Refrigerating  systems: 

Class  A  systems .  $20.00 

Class  B  systems .  10.00 

Class  C  systems  containing  over  six  pounds 

of  refrigerant  .  5  QO 

Class  C  systems  containing  six  pounds  or 

less  of  refrigerant .  j  Q0 

ARTICLE  18. 

Refrigerating  Systems. 

Section  216.  Permits. 

217.  Supervision. 

“  218.  Classification. 

219.  Permissible  locations. 

“  220.  Machinery  rooms  and  ventilation. 

221.  Open  flames  and  electrical  equipment 

222.  Testing. 

“  223.  Piping. 

“  224.  Safety  devices. 

225.  Size  of  safety  devices. 

“  pocation  and  discharge  of  safety  devices. 

((  227.  Operating  precautions. 

228.  Equipment  diagrams. 


“f ^  Prndings-  £ublic  buildings  are  build- 
r  E  fiUll^S/n  w,bl9h  persons  congregate  for 
’  P  ical,  educational,  religious  or  recreational  pur- 


§216.  Permits. 

(a)  Except  as  hereinafter  provided  in  this  article  it 
shall  be  unlawful  to  maintain  or  operate  a  refrigerating 
system  without  a  permit. 

(b)  A  permit  will  not  be  required  for  a  Class  C  system 
when  maintained  or  operated  in  the  residence  portion  of  a 
dwelling  containing  not  more  than  two  families,  or  in  the 
residence  portions  of  either  a  tenement  house  or  a  business 
building. 

(c)  No  refrigerating  system  shall  be  maintained  or  op¬ 
erated  employing  a  refrigerant  other  than  those  specified 
m  this  article  without  a  permit  issued  upon  such  condi¬ 
tions,  consistent  with  the  provisions  of  this  article,  as  are 
deemed  by  the  fire  commissioner  necessary  in  the  interest 
of  public  safety. 

NOTE :  The  Fire  Chief  and  Commissioner  prescribed 
under  date  of  April  4,  1934,  the  following: 
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1  That  the  refrigerants  dichlorodifluoromethane,  known 
as  ‘“Freon”  (“Kinetic  No.  12”  also  “F-12”)  CCl.Fi  also 
dichlorotetrafluoroethane  (“F-114”)  C2CI2F4  and  mono- 
fluorotrichloromethane  (“F-ll”  CFCI3  are  non-flammable 
and  non-irritant,  unless  otherwise  hereinafter  provided,  and 
shall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances,  as 
such,  except,  when  used  in  a  room  or  rooms  in  which  there 
is  an  open  flame  or  apparatus  to  produce  an  open  flame, 
when  the  provisions  of  said  article  covering  irritant  re¬ 
frigerants  shall  apply. 

2.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  are  restricted  to  parts  of  a  building  so  specified  in 
Section  219  (b)  for  refrigerants  other  than  non-irritant 
and  non-flammable. 

3.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  used  for  air  conditioning  are  restricted  to  the  indi- 
rect  method  except  that  the  direct  method  may  be  used  in 
parts  of  a  building  so  specified  in  Section  219  (b)  for  re¬ 
frigerants  other  than  non-irritant  and  non-flammable. 

4.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  or  on  the 
stairways,  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
any  building. 

5.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un¬ 
less  the  entire  system  is  confined  in  a  fireproof  machinery 
room,  used  for  no  other  purpose,  and  in  which  no  open 
flame  shall  be  employed,  except  that  the  Class  “C”  system 
containing  not  more  than  10  pounds  of  refrigerant  may  be 
used  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
of  the  building  by  a  tight  fitting  self-closing  door  or  doors 
and  provided  with  a  window  or  windows  to  the  outside 
air.  All  open  flames,  and/or  apparatus  for  producing  an 
open  flame,  in  diet  kitchens  where  these  refrigerants  are 
used  shall  be  vented  to  the  outside  air  as  herinafter  re¬ 
quired  in  Paragraph  8. 

6.  That  refrigerating  systems  employing  F-ll ;  F-12  or 
F-114  may  be  installed  or  maintained  in  a  hospital  private 
room,  having  tight  partitions  and  tight  fitting  self-closing 
door  or  doors  and  where  not  more  than  two  persons  are 
helpless  and/or  given  medical  treatment,  provided  there  is 
no  open  flame  and/or  apparatus  for  producing  an  open 
flame  in  such  room  and  when  the  system  contains  not  more 
than  10  pounds  of  refrigerant. 

7.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  a  theatre 
and/or  motion  picture  theatre  unless  the  entire  system  is 
confined  in  a  fireproof  machinery  room,  used  for  no  other 
purpose,  and  in  which  no  open  flame  and/or  apparatus  to 
produce  such  open  flame  shall  be  employed. 

8.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  when  used  in  a  room  or  rooms  in  which  there  is  an 
open  flame  or  apparatus  to  produce  such  open  flame,  such 
open  flame  and/or  apparatus  shall  be  provided  with  a  hood 
and  independent  mechanical  ventilation  so  arranged  as  to 
convey  all  the  products  of  combustion  to  the  outside. of  the 
building.  This  provision  shall  apply  only  to  diet  kitchens 
of  hospitals  and  to  Class  “C”  systems  in  schools,  churches, 
dance  halls,  court  rooms,  police  stations,  jails,  asylums, 
subways,  passenger  depots,  rooms  opening  into  passenger 
depots  and/or  subways  and  such  other  places  as  are  deemed 
by  the  Fire  Commissioner  necessary  in  the  interest  of  pub¬ 
lic  safety. 

9.  That  each  refrigerating  machinery  room  in  any 
building  in  which  F-ll;  F-12  or  F-114  are  used,  shall  be 
maintained  vapor-tight  and  provided  with  tight  fitting,  self¬ 
closing  doors,  in  accordance  with  Section  220-1- (a). 

10.  That  each  refrigerating  machinery  room  in  which 
F-ll  ;  F-12  or  F-114  is  used,  shall  be  adequately  ventilated 
directly  to  the  outside  air  in  accordance  with  Section  220- 
(2)  a-b-c  and  d. 

11.  Tests  pressures  and  setting  of  safety  valves  for  sys¬ 
tems  employing  F-ll,  F-12  or  F-114,  shall  be  included  in 
Section  222  (a)  as  follows: 


Refrigerant  Column  No.  1  Column  No.  2  Column  No.  3 
F-ll  25  15  *2 

F-12  180  120  135 

F-114  60  30  30 

12  That  the  size  of  pressure  relief  valves  for  systems 
in  which  F-ll,  F-12  or  F-114  is  employed,  shall  be  as 

f0llOWCapacity  of  System  Number  Required 

Up  to  30  tons  One  y2  inch 


30  to  60 
60  to  100 
100  to  175 
175  to  250 
250  to  450 
450  to  900 


One  Ya 
One  1 

One  1*4  inches 
One  V/2 


One  2  “ 

lo  yy>v  Two  2 

13.  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con¬ 
form  with  Section  227-3  (e)  for  other  refrigerants 

14.  That  all  other  sections  or  parts  of  Article  18  ot  the 
Refrigerating  Code  not  so  mentioned,  shall  be  complied 

W115.’  That  refrigerating  systems  employing  F-ll,  F-12 :  or 
F-114  installed  prior  to  May  19,  1932,  shall  be  inspected, 
and  if  found  to  comply  with  the  rules,  or  if  in  the  opinion 
of  the  Fire  Commissioner,  the  installations  are  of  a  non- 
hazardous  character,  a  permit  may  be  issued.  Installations 
which  have  been  made  in  hospitals,  theatres,  asylums  and 
places  of  public  assembly  shall  be  made  to  comply  strictly 

with  these  rules.  .  ,  ,  ..  ,  r  ,  <• 

(d)  A  permit,  where  required,  shall  be  applied  tor 

forty-eight  hours  after  installation  is  completed,  contain¬ 
ing  the  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system. 

(e)  Only  the  refrigerant  specified  in  the  permit  shall 

be  used  in  the  system.  .  , 

(f)  Refrigerating  systems  to.  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
to  such  conditions  as  are  deemed  necessary  by  the  fire 
commissioner. 


§217.  Supervision. 

(a)  No  refrigerating  system  containing  more  than  fifty 

(50)  pounds  of  refrigerant  shall  be  maintained  or  operated 
in  any  building  except  under  the  personal  supervision,  di¬ 
rection  or  control  of  either  a  duly  licensed  engineer  or  a 
person  who  has  obtained  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings. 
Where  the  system  contains  not  more  than  two  hundred 
(200)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required.  . 

(b)  No  Class  C  system  as  hereinafter  permitted .  for 

exhibition  or  demonstration  purposes  shall.be  maintained 
or  operated  in  a  public  building  or  exhibition  hall  except 
under  the  personal  supervision,  direction  or  control  ot 
either  a  duly  licensed  engineer  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings.  . 

(c)  Upon  receipt  of  such  certificate  the  applicant  there¬ 
for  shall  pay  an  annual  license  fee  as  follows :  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof,  the  sum  of.  $1  it 
such  renewal  be  applied  for  within  thirty  days  prior  0 
the  expiration  of  such  certificate.  Any  such  certificate  may 
be  revoked  or  suspended  for  cause  at  any  time  by  the 
commissioner  of  buildings. 

§218.  Classifications. 

(a)  The  total  amount  of  refrigerant  common  to  a  system 
operating  through  one  or  more  evaporators,  shall.be  con¬ 
sidered  the  capacity  of  the  system  and  determine  its  class. 

(b)  A  Class  A  system  is  a  system  containing  one  thou¬ 
sand  (1,000)  pounds  or  over  of  refrigerant,  or  capable  01 
thirty  (30)  tons  capacity  or  over. 

(c)  A  Class  B  system  is  a  system  capable  of  less  than 
thirty  (30)  tons  capacity,  or  containing  less  than  one  thou¬ 
sand  (1,000)  pounds  of  refrigerant  and  over  the  amounts 
provided  for  in  a  Class  C  system. 

(d)  A  Class  C  system  is  a  system  containing  not  more 
than  twenty  (20)  pounds  of  refrigerant. 
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§219.  Permissible  Locations. 


(a)  No  Class  A  or  Class  B  systems  shall  be  installed 
in  any  public  building  as  defined  by  section  70,  article  4,  of 
the  Building  Code,  until  plans  have  been  filed  with  and 
approved  by  the  fire  commissioner,  and  no  refrigerant 
shall  be  placed  in  the  system  until  a  permit  has  been  ob¬ 
tained  from  the  fire  commissioner. 


(b)  The  direct  method  of  refrigeration  shall  not  be 
used  in  any  building,  whether  or  not  a  permit  is  required 
for  installation  therein,  outside  of  the  refrigerating  ma¬ 
chinery  room  except  in  buildings  used  exclusively  for  ice 
making  or  for  refrigerating  purposes  or  both;  when  not 
carried  above  the  first  floor  in  business  buildings;  in  the 
business  sections  of  business  buildings  provided  the  entire 
system  is  confined  to  one  floor  in  the  space  occupied  by  a 
single  tenant;  in  the  business  section  of  a  residence  build¬ 
ing  when  not  carried  above  the  first  floor;  in  a  residence 
building  occupied  by  not  more  than  two  families  or  in  any 
building  provided  a  non-irritant  and  non-flammable  refrig¬ 
erant  is  used. 


(c)  No  brine  shall  be  used  in  any  brine  circulating  sys¬ 
tem  that  will  generate  flammable  vapor  at  a  temperature 
below  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
open  cup  tester,  and  no  refrigerant  shall  be  used  as  a  brine. 

(d)  No  Class  A  system  using  ammonia  shall  be  in¬ 
stalled  or  maintained  in  any  building  above  the  first  floor 
level  unless  such  building  is  used  exclusively  for  icemaking 
or  refrigerating  purposes. 

(e)  .  Systems  on  demonstration  in  exhibition  halls  shall 
be  limited  to  the  unit  type  containing  not  more  than  ten 
(10)  pounds  of  refrigerant. 

(f)  No  refrigerating  system  employing  an  irritant 
and/or  .  flammable  refrigerant  shall  be  installed  or  main¬ 
tained  in  or  on  : 

1.  The  stairways,  halls,  lobbies,  entrances,  exits,  audi¬ 
toriums  of  any  building. 

2.  Dance  hall,  court  room,  police  station,  jail,  subway, 
theatre,  motion  picture  theatre. 

3.  Waiting  or  public  rooms  in  a  railroad  passenger 
depot  and/or  rooms  opening  directly  therein. 

i  4.  Rooms  opening  directly  into  a  subway,  and/or  the¬ 
atre,  and/or  motion  picture  theatre  and/or  where  persons 
are  detained  and/or  confined. 

5.  A  school  unless  the  refrigerating  system  is  used  ex¬ 
clusively  for.  instructions  or  research  purposes. 

A  hospital  and/or  asylum  in  which  persons  are  con- 
fined  or  given  medical  treatment  and/or  helpless. 

7.  Unless  as  otherwise  required  by  this  section  the  re¬ 
frigerating  system  is  cut  off  from  the  building  by  un- 
pierced  fireproof  construction. 

The  aforementioned  provisions  do  not  apply  to  hermeti- 
:ally  sealed  unit  systems  containing  not  more  than  six 
(b)  pounds  of  refrigerant  when  located  in  dance  halls, 
police  stations,  diet  kitchens  of  hospitals  and/or  laborato- 
•ies  ana  when  located  in  rooms  shut  off  from  the  rest  of 
he  building  by  tight  partitions  and  tight-fitting,  solid, 
.elt-closing  door  or  doors  and  located  in  a  room  having  a 
vindow  to  the  outside  air. 


An  intermittent  absorption  type  of  refrigerating 
nachine  shall  not  be  permitted  in  a  Class  A  system.  Such 
1  ,ype  °f  machine  shall  be  permitted  in  a  Class  B  system 
>niy  when  a  heating  medium  of  low  pressure  steam  is  used 
a  its  operation. 

.(h>  The  use  of  methyl  and  ethyl  chloride,  sulphur  diox- 
nri°r  a  bydro-carbon  refrigerant  will  not  be  permitted 
a  Class  A  systems. 

(0  A  Class  B  system  using  ethyl  chloride  or  a  hydro- 
p11  .re  Y^e  shall  not  be  installed  or  maintained  in 
l  . °r°ugh  of  Manhattan  or  in  other  built-up  sections  of 
cl  y’  Elsewhere,  it  shall  be  installed  or  maintained  only 
„7  ifenr?°  i  budding  of  not  more  than  one  story  in  height, 
nd  shall  be  located  on  the  ground  floor,  which  shall  be  of 
,in/ced  fireproof  construction.  The  refrigerating  ma- 
hinery  room  shall  be  cut  off  from  the  rest  of  the  building 
y  unpierced  fireproof  walls  of  not  less  than  eight  inches 


(8  )  of  brick  or  six  inches  (6")  of  reinforced  concrete 
Uirect  exit  therefrom  leading  to  the  open  air  and  not  to 

a,nyn  °uther  biding  shall  be  maintained  and 

shall  be  provided  with  vapor-tight,  self-closing,  fireproof 
door  or  doors. 

§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 

1.  Refrigerating  machinery  rooms. 

.  (a)  All  refrigerating  machinery  rooms  in  which  an 
irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en¬ 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room.  This  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts,  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six.  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 
which  it  opens. 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rooms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery 
room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  The  ven¬ 
tilation  shall  consist  of  a  window  or  windows  opening 
directly,  to  the  open  air,  or  mechanical  means  capable  of 
exhausting  the  four  air  from  the  room. 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
the  outer  air,  a  total  area  of  inlet  and  outlet,  respectively, 
of  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 
mentioned  table. 

(c)  When  mechanical  means  are  used  they  shall  consist 
of  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type,  which  shall  be  capable  of  removing  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col¬ 
umn  B  of  the  table  in  paragraph  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
less  than  that  specified  in  Column  C  of  the  above-men¬ 
tioned  table.  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  The  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  of 
the  refrigerating  machinery  room. 

(d) 


Pounds  of 

Mechan¬ 
ical  Cu. 

Window  Area 
Meehan-  in  Sq.  Ft. 

Window  Area 

Refriger- 

Ft.  iper 

ical  Sq. 

for  each 

in  Sq.  Ft.  for 

ant  in 

Minute 

Ft.  Duct 

Opposite 

One  Side 

System. 

Discharge. 

Area. 

Side. 

Only. 

A 

B 

C 

D 

E 

Up  to  ...  20 

150 

1/4 

1 

6 

50 

250 

1/3 

1  1/2 

12 

100 

400 

1/2 

2 

16 

150 

550 

2/3 

2  1/2 

19 

200 

680 

2/3 

3 

25 

250 

800 

1 

3  1/2 

29 

300 

900 

1 

4 

32 

400 

1,100 

1  1/4 

4  1/2 

38 

500 

1,275 

1  1/4 

5 

42 

600 

1,450 

1  1/2 

6 

45 

700 

1,630 

1  1/2 

6  1/2 

48 
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800 

1,800 

2 

7 

51 

900 

1,950 

2 

7  1/2 

55 

1,000 

2,050 

2 

8 

59 

1,250 

2,350 

2  1/4 

9 

68 

1,500 

2,800 

2  1/2 

11 

78 

1,750 

3,150 

3 

12  1/2 

87 

2,000 

3,500 

3  1/2 

14 

95 

2,500 

4,150 

4 

16 

113 

3,000 

4,500 

4  1/2 

18 

130 

4,000 

6,000 

6 

24 

167 

5,000 

7,500 

7  1/2 

30 

204 

6,000 

9,000 

9 

36 

241 

7,000 

10,500 

10.5 

42 

278 

8,000 

12,000 

12 

48 

315 

9,000 

13,000 

13 

52 

342 

10,000 

14,000 

14 

56 

360 

12,000 

17,000 

17 

68 

425 

14,000 

19,000 

19 

75 

470 

16,000 

22,000 

22 

86 

540 

18,000 

24,000 

24 

92 

580 

20,000 

26,000 

26 

100 

630 

25,000 

33,000 

33 

121 

760 

30,000 

39,000 

39 

142 

870 

35,000 

44,000 

44 

155 

940 

40,000 

51,000 

51 

176 

1,060 

45,000 

56,000 

56 

190 

1,120 

Note — Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require¬ 
ments  specified  in  columns  “D”  and  “E”  of  this  table. 

(e)  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed,  the  requirements  as  given  in  table  (d)  may 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
the  refrigerant  no  ventilation  shall  be  required.  . 

(f)  In  lieu  of  mechanical  means  of  ventilation  in  re¬ 
frigerating  machinery  room  or  rooms  where  a  Class  A 
system  or  a  Class  B  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  inch  04")  orifice  spaced  not  more  than  eight 
feet  apart  in  any  direction,  and  such  system  shall  be 
located  above  all  the  refrigerating  apparatus  and  piping 
in  the  refrigerating  machinery  room.  Not  more  than  one 
head  shall  be  installed  on  a  ^4-inch  pipe;  five  heads  on  a 
1-inch  pipe  six  heads  on  a  1^-inch  pipe.  The  deluge  sys¬ 
tem  shall  be  permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
inch  can  be  maintained  on  the  inlet  side  of  the  main  con¬ 
trol  valve  or  valves  at  all  times.  The  control  valve  or 
valves  for  such  water  deluge  system  shall  be  manually 
operated,  easily  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

§221.  Open  Flames  and  Electrical  Equipment. 

1.  Open  flames. 

No  fire-flame  or  arc  light  will  be  permitted  in  a  Class  A 
or  B  refrigerating  machinery  room  in  which  a  flammable 
refrigerant  is  used. 

2.  Electrical  equipment. 

(a)  All  Class  A  and  B  systems  refrigerating  systems 
containing  more  than  fifty  (SO)  pounds  of  refrigerant  shall 
have  an  emergency  switch  controlling  all  of  the  electrically- 
operated  refrigerating  machinery  or  the  remote  control  of 
such  a  switch  located  outside  of  the  refrigerating  machin¬ 
ery  room  where  it  can  be  quickly  reached  and  operated  in 
case  of  necessity. 

(b)  Where  the  operating  mechanism  in  any  system  is 
dependent  upon  electrical  control,  such  control  in  a  pressure 
limiting  device  shall  be  on  a  closed  circuit.  Nothing. herein 
contained  shall  require  a  hand  reset  on  an  automatic  type 
of  refrigerating  machine. 

§222.  Testing. 

(a)  Every  part  of  any  refrigerating  system,  except  pres¬ 
sure  gauges  and  control  mechanism,  shall  be  tested  to  at 
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least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (50)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room.  _ 


Col.  1. 

High 

Pressure 

Side. 

Col.  2.  Col.  3. 

Low  Pressure  Side, 
x 

Refrigerant. 

With 

Safety 

Valves. 

Without 

Safety 

Valves. 

Carbon  dioxide  . 

1,500 

1,050 

750 

520 

1,000 

760 

Ammonia  . 

Propane  . . . . . 

Methyl  chloride  . 

Sulphur  dioxide  . 

Iso-butane  . 

300 

250 

155 

135 

90 

75 

150 

115 

80 

100 

45 

35 

225 

175 

120 

100 

70 

50 

Ethyl  chloride  . 

Dichloromethane . 

Dichloroethylene . 

Trichloroethylene  . 

30 

12 

12 

12 

15 

12 

12 

12 

25 

12 

12 

12 

§223.  Piping. 

1.  Piping. 

(a)  All  piping,  liquid  receivers  or  vessels  containing  the 

refrigerant,  shall  be  supported  on  or  by  strong  and  durable 
materials.  This  provision  shall  not  apply  to  Class  C  in¬ 
stallations.  ,  ,  . 

(b)  The  arrangement  of  stop  valves,  relief  devices,  etc., 
when  used  shall  be  as  shown  on  the  diagram  for  Class  A 
and  B  systems  in  section  228. 

(c)  Every  system  which  may  be  charged  after  installa¬ 
tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

(a)  Liquid  level  gauge  glasses,  except  those  of  the  bull’s 
eye  type,  shall  have  automatic  closing  shut-off  valves  ana 
such  glasses  shall  be  adequately  protected  against  injury 
by  slotted  metal  casings. 

§224.  Safety  Devices. 

1.  Construction  and  setting. 

(a)  Pressure  relief  valves,  pressure  limiting  devices  and 
rupture  members  shall  be  set  to  prevent  the.  pressure  ex¬ 
ceeding  the  test  pressure.  The  pressure  at  which  the  device 
is  set  to  function  shall  be  indicated  thereon.  (See  section 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 
relief  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
of  required  size  are  used,  and  so  arranged  that  only  one 
pressure  relief  device  can  be  cut  off  for  repair  purposes  at 

any  one  time.  , 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 
and  in  which  the  pressure  will  equalize  throughout  the 
system  when  the  pressure  imposing  element  is  not.  in  opera¬ 
tion  may  be  protected  by  only  one  pressure  relief  device 
located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

(a)  The  low  pressure  side  of  a  Class  A  ammonia  sys¬ 
tem  shall  be  provided  with  a  hand-operated  valve  for  dis¬ 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency. 

(b)  The  ammonia  mixer  shall  be  constructed  of  stee 

and  shall  be  capable  of  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch.  . 

(c)  No  valve  shall  be  located  in  the  ammonia  emergency 
discharge  line  except  the  manually-operated  valve  discharg¬ 
ing  into  the  water  and  ammonia  mixer,  but  there  may  he 
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one  stop  valve  located  inside  the  building  for  repair  pur¬ 
poses  only.  This  valve  shall  be  sealed  open  and  labeled 
‘Keep  Open.” 

(d)  The  manually  operated  pressure  relief  valve  shall  be 
ocated  in  a  locked  box  which  can  be  opened  by  members  of 
he  biie  Department  by  means  of  a  Fire  Department  key. 
1  he  door  of  the  box  shall  be  on  the  public  thoroughfare 
tide  of  the  building  in  an  easily  accessible  location  and  not 
ess  than  eighteen  (18)  inches  or  more  than  five  (5)  feet 
ibove  the  sidewalk  level.  The  box  shall  be  permanently 
abeled  having  letters  of  not  less  than  one  (1)  inch  reading 
‘For  Fire  Department  Use  Only.”  The  relief  valve  shall  be 
abeJ.ed  Ammonia.”  A  S1§n  sha11  be  posted  within  the  box 
eading  Do  Not  Open  Valve  Until  Water  Is  Flowing.” 

(c)  A  single  standard  three  (3)  inch  fire  department 
onnection  shall  be  provided  through  which  the  necessary 
.ater  may  be  supplied  to  the  mixer.  The  fire  department 
onnection  shall  be  located  near  the  box  and  not  less  than 
lghteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
bove  the  sidewalk  level  and  shall  be  permanently  labeled 
javing  letters  not  less  than  one  (1)  inch  reading  “To  Am- 
homa  Mixer.  A  check  valve  so  set  as  to  prevent  gases 
rorn  reaching  the  fire  department  connection  shall  be  in- 
tailed  in  the  water  line  between  the  fire  department  con¬ 
fection  and  the  water  and  ammonia  mixer. 

(f)  The  fire  department  shall  have  sole  use  of  the 
uxer  and  supply  the  necessary  water. 

97*nnnJn  S-Vjtems  using  over  twenty-seven  thousand 
27,000)  pounds  of  ammonia  there  shall  be  provided  one 
iditional  water  and  ammonia  mixer  for  each  twenty-seven 
lousand  (27,000)  pounds  of  ammonia  or  fraction  thereof 
)  used  in  excess. 

(h)  The  ammonia  mixer  and  its  connection  for  a  Class 
•system  shall  conform  to  the  diagram  in  section  228. 

225.  Size  of  Safely  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  be  as  follows  : 


Capacity 
of  System. 

- - - - - 

CO2  and 

Ethane,  No. 
Req.,  Size. 

ip  to  30  tons . 

0  to  60  tons . 

0  to  100  tons . . 

0  to  175  tons. . . 

5  to  250  tons. . . . 

10  to  450  tons . . . 

i0  to  900  tons.  . . . 

Other 

Refrigerants, 
No.  Req.,  Size. 

1—54"  " 

1-3/4" 
1— l” 

1-154" 

1—  IK" 

1—2" 

2— 2" 


tSa  W  h*ere  ruprtuje  members  are  permitted  and  used,  the 
deda  t  ^  °f  the  re  ief  va  ve  sPecified  must  be  pro- 

-dCnn  Snle'PLUgS  may  befu?ed  on  al]  Class  c  systems 
-ss^on  tin  ?  systems  of  the  hermetically  sealed  com- 

refrUmntC°Thinifn^  T*  than  fifty  (50)  Pounds 

°Penms  sh*"  be 

•26.  Location  and  Discharge  of  Safety  Devices. 

'  1.  Location. 

a)  A  pressure  limiting  device  shall  be  provided  on  the 
,  pressure  side  of  each  water-cooled  refrigerating  sys- 
£  containing  more  than  six  (6)  pounds  of  refrigerant 
pressure  relief  valve  shall  be  provided  on  the  high  pres- 

eacb  water-cooled  refrigerating  system  con- 
11  n  t  nIlty  ^  pounds,  or  more  of  refrigerant,  but  it 
U°  ;be  necessary  to  discharge  the  refrigerant  to  the 
side  air  or  water  tank  from  any  such  refrigerating  svs- 
.  containing  fifty  (50)  pounds  or  less  of  refdgeran!  any 

ndingrOVISI°n  ChaPtCr  t0  thC  C°ntrary  n°twitb- 

b)  Each  compressor  or  generator  of  a  Class  A  or  B 
;  em  containing  more  than  100  pounds  of  refrigerant 
;  Pr°tected  by  a  pressure  relief  valve  connected  into 

nigh  pressure  side  between  the  main  stop  valve  and  the 

'ipressor  or  generator  to  relieve  excessive  pressure  as 
emafter  provided.  pressure  as 
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(c)  A  rupture  member  may  be  substituted  for  the  relief 
valve  in  C02  systems  or  systems  operating  below  atmos- 

Ph(d)C  ^ShdMype  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  o 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(50)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 
off  by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided.  _  . 

(e)  Class  C  systems  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  so  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
as  that  generated  in  a  fire,  they  may  burst  due  to  the  ex 
pansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 

relief  device.  .  .  ,  ,,  ,  „ 

(f)  A  pressure  relief  valve  will  be  required  on  the  ow 
pressure  side  of  a  Class  B  system  into  which  the  relief 
valve  or  valves  on  the  high  pressure  side  discharge,  as  so 
shown  on  equipment  diagram  of  section  42S-Z. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  424,  3. 
If  it  is  discharged  to  the  outside  atmosphere  it  must  be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
grade.  The  discharge  from  more  than  one  relief  valve 
may  be  run  into  a  common  header,  the  area  of  which  shall 
be  equal  to  the  area  of  the  pipes  connected  thereto,  ihe 
outlet  orifice  shall  be  turned  downward. 

(b)  Where  more  than  fifty  (50)  pounds  of  ammonia 
is  used  in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  tor 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
be  used  for  no  purpose  except  ammonia  discharge.  At 
least  one  gallon  of  fresh  water  shall  be  provided  for  every 
pound  of  ammonia  contained  in  the  system.  The  watei 
used  shall  be  prevented  from  freezing  without  the  use  ot 
salt  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  (Ms)  of  No  11  U.  b. 
gauge  iron.  No  horizontal  dimensions  of  the  tank  shall  be 
greater  than  one-half  (J4)  the  height.  Ihe  tank  shall  have 
a  hinged  cover  or,  if  of  the  enclosed  type,  shall  have. a 
vent  hole  at  the  top.  All  pipe  connections  shall  be  through 
the  top  of  the  tank  only.  The  discharge  pipe  from  the 
pressure  relief  valves  shall  discharge  the  ammonia  in  the 
center  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
securely  supported  as  any  other  portion  of  the  system. 
There  shall  be  no  opening  in  the  tank  below  the  water  level. 

(c)  Where  more  than  fifty  (50)  pounds  of  any  re¬ 
frigerant  other  than  ammonia  is  used  the  discharge  from 
relief  valves  shall  be  to  the  atmosphere  as  specified  for 
Class  A  ammonia  systems.  Carbondioxide  may  be  dis¬ 
charged  into  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used. 

(d)  Arrangements  of  pressure  relief  devices  for  Class  A 
and  B  systems  shall  conform  to  the  diagrams  in  section  228. 


§227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos¬ 
pheric  pressure  shall  be  provided  with  at  least  two  helmets 
or  masks. 

(b)  In  a  Class  B  system  in  which  more  than  fifty  (50) 
pounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re¬ 
frigerant  is  used,  there  shall  be  provided  at  least  one  hel¬ 
met  or  mask. 

(c)  Only  helmets  or  masks  that  have  been  approved  by 
the  United  States  Bureau  of  Mines  as  suitable  for  the 
refrigerant  employed  shall  be  used,  and  they  shall  be  kept 
in  operative  condition  in  an  easily  accessible  case  or  cab¬ 
inet  located  immediately  outside  the  refrigerating  machin¬ 
ery  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  more 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  painted 
on  and  affixed  in  a  permanent  manner  to  the  main  steam 
control,  main  electrical  and  remote  control  switches,  re¬ 
ceivers’  condensers,  shell  type  coolers,  signs,  having  letters 
not  less  than  one  and  one-half  inches  (1J4  )  high,  desig¬ 
nating  the  part  and  refrigerant  contained  therein. 

(b)  The  seller  of  every  Class  A  or  B  system  shall  fur¬ 

nish  the  purchaser  with  a  sign  bearing  his  name  at  least 
814"  by  11"  in  size,  which  gives  the  rated  refrigeration 
capacity  and  the  quantity  and  kind  of  refrigerant  required 
for  the  satisfactory  operation  of  the  system  and  the  pur¬ 
chaser  shall  conspicuously  and  permanently  display  this 
sign  in  the  machinery  room.  The  quantity  and  name  of 
the  proper  refrigerant  content  and  the  rated  refrigeration 
capacity  shall  be  stamped  on  all  Class  C  systems  near  to 
or  on  the  name  plate.  . 

(c)  The  following  information  shall  be  posted  in  Class 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  of 
refrigerant  is  used:  (a)  The  names  and  addresses  of  the 
engineers  or  operators  in  charge ;  (b)  Location  of  nearest 
fire  alarm  box  ;  (c)  The  name,  address  and  telephone  number 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instruc¬ 
tions  for  safely  shutting  down  the  plant  in  case  of  emer¬ 
gency. 

3.  Storage  of  refrigerant. 

(a)  Refrigerant  not  contained  in  the  refrigerating  system 
shall  be  stored  only  in  flammable  or  irritant  containers  con¬ 
forming  to  the  regulations  prescribed  by  the  Interstate  Com- 
merce  Commission  for  the  transportation  of  such  refrigerant. 1 

(b)  Only  two  containers  holding  not  more  than  a  total 

of  three  hundred  (300)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
rooms  of  a  Class  A  system.  I 

(c)  Only  one  container  holding  not  more  than  one  hun¬ 

dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re¬ 
frigerant  shall  be  stored  in  the  refrigerating  machinery 
room  of  a  Class  B  system.  1 

(d)  In  a  Class  C  system  no  refrigerant  other  than  that, 

used  in  the  system  shall  be  stored  in  the  refrigerating, 
machinery  room.  .  . 

(e)  If  a  greater  amount  of  flammable  or  irritant  re¬ 
frigerant  is  desired  other  than  that  permitted  in  a  refrig¬ 
erating  machinery  room,  it  shall  be  stored  in  a  fireproof¬ 
building  or  enclosure  used  for  no  other  purpose. 

(f)  When  the  refrigerant  is  withdrawn  from  a  system 
it  shall  be  discharged  into  a  suitable  absorbent  or  con¬ 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  such 
refrigerant.  No  refrigerant  shall  be  permitted  to  escape 
into  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  system 
except  during  period  of  charging  or  withdrawing  the  re¬ 
frigerant. 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 
Adopted  by  the  Board  of  Aldermen  December  13,  1027. 
Received  from  his  Honor  the  Mayor  December  30,  1927, 
without  his  approval  or  disapproval  thereof ;  therefore,  a; 
provided  in  section  40  of  the  Greater  New  York  Charter, 
the  same  took  effect  as  if  he  had  approved  it. 

ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refust 
to  comply  with  any  provisions  of  this  chapter,  in  additior 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall 
upon  conviction,  be  punished  by  a  fine  of  not  more  thar 
$500  or  by  imprisonment  not  exceeding  six  months,  or  b} 
both  such  fine  and  imprisonment. 
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j  Note  In  republishing  these  Rules,  no  corrections  have 
>een  made  as  to  departmental  jurisdiction,  as  such  may  be 
effected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
.aws  of  1933. 

DEFINITION  OF  “FIRE  DRILL.” 

The  method  and  practice  of  the  systematic  and  or- 
erl>  vacating  of  a  building  by  its  occupants  in  case  of 
•mergency,  panic  or  fire  in  the  least  possible  time — by 
?«  nearesf. safe  means  of  exit— and  the  use  of  fire  ap- 
J fiances  which  shall  be  provided  for  the  extinguishing  or 
.tarding  of  fire  and  the  safeguarding  of  human  life. 

lule  1 

InT  au  buTildin?s  as  ,defined  in  Article  1,  Section  10  of 
ie  Labor  Law  in  which  fire  drills  are  required  pursuant 
)  bection  279  and  in  any  other  building  in  which  the 
ire  Commissioner  may  be  directed  pursuant  to  the  power 
(inferred  in  section  77S-B  of  the  Greater  New  York 
harter,  it  shall  be  the  duty  of  the  owners,  lessees  or 
nants  to  conduct  fire  drills  monthly  and  at  such  other 
mes  as  the  Fire  Commissioner  may  direct. 

For  the  purpose  of  conducting  such  fire  drills  the 
vner  or  tenant  shall  appoint  from  among  their  em- 
oyees  such  responsible  and  dependable  persons,  male  or 
male,  who  shall  efficiently  perform  the  duties  of  the 
.nous  positions  of  the  fire  drill  organization,  as  specified 
(i  the  accompanying  chart. 

be  ^be  duty  of  the  owner  or  tenant  to  enter 
the  blank  spaces  provided  for  that  purpose  in  said 
■art  the  names  of  persons,  so  selected  and  post  said 
i  art  and  copies  of  the  rules  in  a  conspicuous  place. 

FIRE  DRILL  ORGANIZATION. 


SQUAD  MONITORS 
. Squad  No.  1 . 


lemises . 

lime  of  concern . 

lidding  No . .  S tory! 

FOREMAN  OR  PERSON  IN  CHARGE 
l.gular  Substitute 


WATCHMAN 


MALE  SEARCHER 


FEMALE  SEARCHER 


STREET  ALARM  BOX  RUNNER 


FIRE  BRIGADE 


EXIT  GUARDS 
Exit . 


U 

a 


Rule  2.  Duties  of  Foreman. 

The  Foreman  or  Person  in  Charge  shall  direct  enforce 
and  have  full  charge  of  the  “Fire  Drill”  in  every  factory 
C.fL }  fi°5r-  Each  day  before  work  is  begun  he  shall 
HI  ,  hat  extinguishers,  fire  hose,  fire  bucketsf  etc.,  are  in 
ieadiness  for  use,  exit  doors  are  unlocked,  aisles  are  free 

lfighTed0banTCsh°aTl  ^  fairways’  haIls>  etc->  are  properly 
tog  exist  anTd*haJ?  +remed/  any  dangerous  condition  found 

check  un  LTl1  ny-a  ?  W(?rk  -is  commenced  he  shall 
rpe  Vn?  the.  Flr®  Dnl1  Organization  list  and  note  if  the 

to  be  absenStlghed  Pe"sons  are  Present;  if  any  are  found 
to  be  absent,  he  shall  assign  other  employees  fif  nrac- 
ticable)  to  perform  their  duties.  U  P 

“w  emP'°yees  of  the  exist- 
ence  of  the  Tire  Drill  Organization  an  give  them  the  nec- 
essaiy  instructions  as  to  the  duties  they  are  to  perform,  etc. 

He  shall  be  familiar  with  the  operation  and  location  of 
the  interior  alarm  signal  box  on  his  floor. 

^hall,hsten  for. the  test  signal  each  morning  at  the 

bein  ]Tr  fni1  111  the  ?VCnt  °f  the  test  si^nal  not 

bein  heard  he  shall  communicate  with  the  superintendent 

of  tb^eLPierSTrlinrCmarge^o£  th-e  buildin&  and  advise  him 
of  the  fact.  The  (Foor  Captains)  Foreman’s  orders  are 

«1cuLaSfl‘°or.'he  Carrymg  °“  °f  ‘he  -  Ws  Par! 

Rule  3.  Duties  of  Watchmen. 

The  WATCHMEN  shall  see  that  all  doors  and  windows 

\VA Tf'TTA/TTTXT  ,1°,  P?ent  , the  sPread  of  fire.  The 
VATCHMEN  shall  be  the  only  persons  permitted  to  re¬ 
main  on  the  floor  during  the  progress  of  a  fire  drill  and 
do  so  at  their  own  risk.  For  ordinary  purposes  only  one 
watchman  and  a  substitute  shall  be  designated.  In  special 
cases,  however,  extra  watchmen  may  be  assigned  by  con¬ 
sent  in  writing  from  Fire  Commissioner. 

Rule  4.  Duties  of  Searchers. 

The  MALE  AND  FEMALE  SEARCHERS  shall  search 
all  toilets  dressing  rooms  and  emergency  rooms  used  and 
frequented  by  their  sex  and  all  other  portions  of  the  floor 
and  order  all  persons,  except  those  authorized  to  remain 
to  leave  the  premises.  They  are  to  take  care  of  and  assist 
all  persons  who  may  faint  or  be  disabled. 

SEARCHERS  shall  leave  the  floor  immediately  after  the 
last  squad  leaves. 

Rule  5.  Duties  of  Street  Alarm  Box  Runner. 

The  STREET  ALARM  BOX  RUNNER  shall  be  fa¬ 
miliar  with  the  location  of  the  nearest  city  fire  alarm  box 
and  know  how  it  is  operated. 

In  ordinary  practice  fire  drills  the  STREET- ALARM- 
BOX-RUNNER  shall  report  to  the  Foreman  for  orders 
and  if  his  services  are  not  required  he  shall  promptly  file 
out  of  the  premises  with  the  other  occupants. 

Only  when  a  fire  actually  occurs  on  his  floor,  or  when 
ordered  to  do  so  by  the  Foreman,  shall  the  STREET- 
ALARM-BOX-RUNNER  proceed  to  the  street  alarm  bo-* 
and  send  in  the  fire  alarm. 


415 


RULES 


Rule  6.  Duties  of  Fire  Brigade. 


The  fire  brigade  shall  have  full  charge  of  the  operation 
of  all  auxiliary  fire  fighting  apparatus  and  shall  endeavor 
to  extinguish,  or  at  least  hold  in  check  until  the  arrival 
of  the  fire  department,  any  fire  that  may  occur.  When  it 
is  necessary  for  the  fire  brigate  to  respond  to  different 
floors  in  the  building  they  shall  not  use  the  stairways  or 
fire  escapes  while  the  occupants  are  escaping  from  the 
premises. 


Rule  7.  Duties  of  Exit  Guards. 


The  EXIT  GUARDS  shall  station  themselves  at  all  exit 
doors  leading  to  fire  escapes,  stairways  and  other  means 
of  escape  immediately  upon  the  sounding  of  the  alarm. 
There  shall  be  two  guards  for  each  exit,  if  practicable; 
one  to  stand  in  the  hallway  holding  back  the  door  and  the 
other  directly  inside  on  the  floor.  They  are  to  keep  the 
exit  doors  open  and  direct  the  movements  of  the  persons 
using  these  exits  and  prevent  congestion. 


EXIT  GUARDS  shall  remain  at  their  stations  until  all 
of  the  occupants  of  the  building  have  passed  their  station. 
Then  close  their  doors  and  pass  out  of  the  building.  Upon 
signal  for  the  occupants  to  return,  EXIT  GUARDS  shall 
take  their  designated  stations  and  remain  there  until  all 
persons  have  returned  to  their  respective  floors. 


Rule  8.  Duties  of  Squad  Monitors. 


The  SQUAD  MONITORS,  as  soon  as  the  alarm  is 
sounded,  shall  see  that  the  employees  under  their  charge 
quickly  form  into  line,  two  abreast,  and  numbering  not 
more  than  thirty  to  each  squad.  They  shall  see  that  all 
aisles  and  passageways  are  cleared  of  obstructions. 


Note:  Chairs,  stools,  baskets,  etc.,  should  be  pushed 
under  or  placed  on  top  of  work  benches. 


MONITORS  shall  proceed  at  the  head  of  their  re¬ 
spective  squads  to  the  exit  assigned,  and  then  march 
up  or  down  the  stairs  or  to  other  exits  as  directed  by 
the  EXIT  GUARDS. 


On  reaching  the  sidewalk  MONITORS  shall  keep  their 
squads  in  order  and  lead  them  a  reasonable  distance  from 
the  building,  so  as  not  to  cause  congestion  and  interference 
with  fire  apparatus.  When  the  proper  signal  is  given  they 
shall  return  to  their  respective  floors  at  head  of  their 
squads. 


MONITORS  will  at  all  times  see  that  those  under  their 
charge  conduct  themselves  in  *a  respectable  and  orderly 


manner. 


Rule  9.  Holding  of  Drills. 


Where  dual  operation  interior  fire  alarm  systems  are  in¬ 
stalled  as  permitted  under  Rule  11  of  the  interior  fire  alarm 


rules  of  the  Board  of  Standards  and  Appeals,  the  fire  drill 
conducted  each  month  shall  include  all  of  the  persons  on 
the  premises  engaged  at  work  for  a  factory,  and  drills  shall 
be  conducted  at  least  twice  each  year  in  which  all  of  the 
persons  on  the  premises  shall  participate  simultaneously. 


Rule  10.  Duties  of  Owner. 


It  shall  be  the  duty  of  the  OWNER,  LESSEE  OR  TEN-' 
ANT  OF  THE  BUILDING  or  his  authorized  agent  or 
their  representatives  to  personally  observe  that  the  “Fire 
Drill”  is  held  simultaneously  on  every  floor  of  the  build-1 
ing  and  the  participation  therein  of  every  occupant  of  such 
building.  Any  FIRE  DRILL  in  which  all  of  the  occupants 
do  not  particpate  shall  not  be  considered  as  complying  with 
the  LAW,  except  as  otherwise  provided  in  these  rules. 


The  person  or  persons  representing  the  OWNER,  LES¬ 
SEE  OR  TENANT  who  supervises  the  FIRE  DRILL  ati 
the  building  shall  submit  to  an  examination  by  the  Bureau, 
of  Fire  Prevention  as  to  their  experience  and  general  fit¬ 
ness  for  such  duties,  and  shall  be  so  certified  in  writing  by 
the  FIRE  COMMISSIONER. 


Rule  11.  Duties  of  Engineer. 


It  shall  be  the  duty  of  the  ENGINEER,  SUPERIN¬ 
TENDENT  or  other  PERSON  IN  CHARGE  of  a  build¬ 
ing  having  an  interior  fire  alarm  system  to  test  such  system 
daily  immediately  after  the  beginning  of  business,  and  tc 
see  that  all  apparatus  operated  by  springs  requiring  wind¬ 
ing  are  rewound  after  each  alarm  and  kept  in  normal 
condition  for  operation. 


Whenever  it  is  necessary  to  test  the  fire  alarm  system1 
at  any  other  time  of  the  day,  owing  to  repairs,  etc.,  being, 
made,  the  PERSON  IN  CHARGE  OF  BUILDING 
will  first  notify  all  Foremen  of  the  several  floors  of  the 
intended  test  and  likewise  notify  them  when  the  repairs; 
etc.,  are  completed.  This  precaution  is  taken  to  prevent 
confusion  and  excitement,  also  misunderstanding  of  the 
alarm  signals. 


It  shall  also  be  the  duty  of  the  PERSON  IN  CHARGE 
OF  BUILDING  to  sound  the  interior  alarm  system  ai 
irregular  intervals,  but  not  less  than  once  each  calendai 
month,  for  the  purpose  of  holding  practice  fire  drills. 
He  shall  keep  on  the  premises  a  record  of  such  drill! 
showing  the  date  when  held  and  the  required  time  foi 
all  occupants  to  reach  the  street  or  a  point  of  safety 
outside  the  building. 


The  PERSON  IN  CHARGE  OF  BUILDING  mus, 
immediately  acquaint  new  tenants  of  the  existence  o.( 
the  “Fire  Drill”  Organization  and  its  purport. 


Rule  12.  Registration. 


FIRE  DRILLS  shall  be  held  at  least  once  each  month 
at  varied  hours  of  the  day,  and  all  of  the  occupants  shall 
participate  therein  simultaneously.  Such  drills  shall  con¬ 
duct  all  occupants  to  a  place  of  safety. 


The  name  and  address  of  every  person,  corporation  o, 
co-partnership,  that  will,  under  professional  service,  carry 
on  the  trade,  business  or  calling  of  establishing,  _  main 
taining  or  supervising  the  “Fire  Drill”  shall  be  registers 
in  the  Fire  Department,  which  Department  shall,  upoi 
evidence  of  fitness,  grant  a  certificate  to  that  effect. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE  Copies  of  the  Supplemental  Rules  and  Regulations  o 

_  .  ,  ,  , ,  i  •  .  t-.  ii-  t  ,  .  the  Tenement  House  Department  on  Fire  Retarding,  Fir 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sa  e  a  Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  3 

the  Distribution  Division  of  the  City  Record  Office,  Room  the  Distribution  Division  of  the  City  Record  Office,  Roor 
2213,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c.  2213,  Municipal  Building,  Manhattan.  Price  10c ;  by  mail  l2e 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m 

Manhattan  n^S  ^  hd<1  “  R°°m  1013’  MuniciPal  Building, 


tfice— Municipal  Building,  Rooms  1001  to  1015. 

alephone— WORTH  2-0184. 

'ttce  Hours  for  Public— 9  a.  m.  to  4  p.  m.  Saturdays 
y  a.  m.  to  12  noon. 

/  communications  should  be  addressed  to  the  chairman  of 

the  board 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 

t°hneyaf2Ween  th!  ?°UiS  °f  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  April  12  1937 

definite0  day!  At  thlS  ^  ^  CaSe  iS  Set  f°r  hearinS  on  a 

nex*-  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  April  19,  1937,  at  2  o’clock. 

Ihe  Clerks  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  hxed  days.  “ 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 

rules  of ‘this' board.  °"  'he  f°rm  reQuired  by  the 

Upon  receipt  of  any  such  communication  the  writer  will 

pearoPrPapplicalL  f°rmS  f°r  >■»  ap- 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice.  witn  this 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 

n/tL™6  oca1tlon  and i  position  of  the  property,  the  subiect 
of  the  appeal  or  application.  ect 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions 

HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed,  up  to  April  7,  1937 

Cal.  No.  Department  Premises  Affected 

139-37-A . D.B.B . 1618-1620  Broadway,  west  side, 

50  ft.  south  of  Macon  street 
and  15-17  Hopkinson  avenue 
(Block  1499,  Lot  4),  Borough 
of  Brooklyn,  Alt.  20441-36. 


140-37-S . D.B.B . 1618-1620  Broadway,  west  side, 

50  ft.  south  of  Macon  street 
and  15-17  Hopkinson  avenue 
(Block  1499,  Lot  4),  Borough 
of  Brooklyn,  Alt.  20441-36. 


141-37-BZ . D.B.M . 447-453  West  53rd  street,  north 

side,  75  ft.  east  of  10th  ave¬ 
nue  (Block  1063,  Lots  5  and 
7,  part  of  Lot  1  and  part  of 
Lot  2),  Borough  of  Manhat¬ 
tan,  N.B.  74-37. 


142-37- A . F.D . Avenue  U  and  Mill  avenue, 

Mill  Basin  (Block  8470,  Lot 
40),  Flatlands,  Borough  of 
Brooklyn,  69038-L.C. 


143-37-BZ . D.B.M . 1844-1848  7th  avenue  and  200 

West  112th  street,  southwest 
corner  (Block  1827,  Lot  36), 
Borough  of  Manhattan, 

Applic.  3954-36. 


144-37-BZ . D.B.B . 343-345  Union  street,  north  side, 

80  ft.  west  of  Smith  street 
(Block  428,  Lots  43-44),  Bor¬ 
ough  of  Brooklyn, 

Alt.  14991-36. 


145-37-BZ . D.B.Bx . 2071-2085  White  Plains  road 

and  683-697  Brady  avenue, 
northwest  corner  (Block 4286, 
Lot  1  and  part  of  Lot  50), 
Borough  of  The  Bronx, 

N.B.  93-37. 


146-37-BZ . D.B.B . 52  Cheeves  place,  west  side,  161 

ft.  north  of  Degraw  street 
(Block  321,  Lot  64),  Borough 
of  Brooklyn,  Applic.  4060-37. 


147-37-BZ . D.B.Q . 25-68  to  25-70  Stein  way  street, 

west  side,  25.70  ft.  north  of 
28th  avenue  (Block  654,  Lots 
91  and  92),  Long  Island  City, 
Borough  of  Queens, 

Decision. 


148-37-SA . F.D . Aetna  Water  Heater,  Models  6, 

7,  8,  9,  15,  16  and  47  W.H.T., 
Appliance. 


149-37-BZ . T.H.D . 7202-7224  Ridge  boulevard  and 

158-196  72nd  street,  southwest 
corner  (Block  5906,  Lot  1), 
Borough  of  Brooklyn, 

Decision. 


150-37-BZ . D.B.B . 255-263  Ralph  avenue,  northeast 

corner  of  Marion  street 
(Block  1513,  Lots  1,  3  and  4), 
Borough  of  Brooklyn, 

Applic.  2868-37 


151-37-BZ . D.B.B . 365-373  Ralph  avenue,  northeast 

corner  of  Pacific  street 
(Block  1431,  Lot  1),  Borough 
of  Brooklyn,  Applic.  2866-37 


152-37-BZ . D.B.B . 9508-9516  Church  avenue,  south¬ 

east  corner  of  East  96th; 
street  ('Block  4716,  Lots  48- 
50),  Borough  of  Brooklyn, 
Applic.  2867-37. 


153-37-BZ . D.B.Q . 39-20  to  39-24  Cross  Island 

boulevard  and  196-11  to  196- 
15  Station  road,  northwest 
corner  (Block  5325,  Lots  1,  3 
and  5),  Flushing,  Borough  of, 
Queens,  Applic.  252-37. 


154-37-A . F.D . 85-87  North  6th  street,  north 

side,  100  ft.  east  of  Wythe 
avenue  (Block  2326,  Lot  39), 
Borough  of  Brooklyn, 

70301-L.C. 


155-37-SA . F.D . Crans  Oil  Burner,  Models  Hl-C 

and  Hl-F,  Appliance. 


156-37-SA . D.B . McClintock  Automatic  Hy¬ 

draulic  Sewer  Valve, 

Appliance/ 


157-37-BZ . D.B.B . 335A-345  Eldert  street,  north 

side,  220  ft.  west  of  Irving 
avenue  (Block  3413,  Lots  41 
and  52),  Borough  of  Brook¬ 
lyn,  Applic.  3273-37. 


158-37-A . F.D . 507  West  Broadway,  east  side, 

100  ft.  south  of  Bleecken 
street  (Block  524,  Lot  8),' 
Borough  of  Manhattan, 

41532-L.CJ 


Restored  to  Calendar 

92-36-BZ . D.B.M . 109-131'  West  50th  street  and 

110-130  West  51st  street, 
southside,  105  ft.  west  of  6th' 
avenue  (Block  1003,  Lot  17), 
Borough  of  Manhattan, 

Decision.. 


404-31-BZ . D.B.B . 6413-6423  Fort  Hamilton  park¬ 

way  and  951-961  65th  street,, 
northeast  corner  (Block  5743, 
Lot  40),  Borough  of  Brook¬ 
lyn,  Alt.  3995-37  and  3996-37. 


463-31-SA . F.D . Silent  -  Auburn  Oil  Burner, 

Models  A1  and  AA, 

Appliance. 


332-32-BZ . D.B.Bx . 3276  Jerome  avenue,  southeast 

corner  of  Grand  Concourse 
(Block  3323,  Lots  55,  64  and 
82),  Borough  of  The  Bronx, 
N.B.  274-32 
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D.B.. . . 
H.D.. . . 
D.B.B.. 
D.B.M. 
D.B.Q.. 
D.B.R.. 
D.B.Bx, 
T.H.D.. 
B.B.. .. 


CODE 

. Department  of  Buildings 

. Health  Department 

..Department  of  Buildings,  Brooklyn 
Department  of  Buildings,  Manhattan 
....Department  of  Buildings,  Queens 
..Department  of  Buildings,  Richmond 

. Department  of  Buildings,  Bronx 

. Tenement  House  Department 

. Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  April  2,  1937,  O’Connell  &  Butler,  attorneys,  served  on  Board 
petition  and  order  of  certiorari  for  Margaret  Farrell,  lessee  in  re 
decision  of  March  9,  1937  denying  appeal  relative  to  the  storage  and 
parking  of  more  than  five  (5)  motor  vehicles  upon  a  plot  located  in  a 
busmess  and  residence  use  district.  Cal.  No.  301-36-A,  premises  619- 
623  East  163rd  street,  Borough  of  The  Bronx 
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Last  Publication  in  Bulletin 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  12,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

-77-36-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Carolina  Pig- 
natelh,  owner. 

REMISES— 1495-1497  East  New  York  avenue,  north 
side,  139  ft.  1054  in.  east  of  Park  place  (Block 
No.  1465,  Lot  No.  46),  Borough  of  Brooklyn. 


APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


63-37-BZ. 

APPLICANT — Elias  K.  Herzog,  for  Julius  B.  Raynes 
owner.  ’ 

PREMISES— 35-37  Horatio  street,  north  side,  69  ft  east 
of  Hudson  street  (Block  No.  627,  part  of  Lot  No 
25),  Borough  of  Manhattan. 

APPLICATION,  under  section  7c  of  the  building  zone 
resolution, 

TO  PERMIT  partly  in  an  unrestricted  use  district  and 
partly  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  an  existing  building  to  a 
motor  vehicle  repair  shop. 


67-37-BZ. 

APPLICANT — Patrick  Gallagher,  owner. 

PREMISES — 2561-2569  Ocean  avenue,  east  side,  90  ft. 
south  of  Avenue  U  (Block  No.  7353,  Lot  Nos.  68 
and  70),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  extension  in  area 
of  an  existing  gasoline  service  station. 


68-37-BZ. 

APPLICANT— Sigmund  Enoch,  for  Sarah  Goldberg, 
owner. 

PREMISES— 3066  Jerome  avenue,  east  side,  95  ft.  south 
of  East  204th  street  (Block  No.  3321,  Lot  Nos. 
30  and  32),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  motor  vehicle  repair  shop. 


^  APRIL  13,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
13,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  389-36-BZ — Application,  November  2,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Arthur  H.  Haaren,  applicant, 
on  behalf  of  Kesbec,  Inc.,  owner,  to 
permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles,  premises  2389  Jerome  avenue, 
west  side,  150  ft.  north  of  West  184th 
street  (Block  No.  3199,  Lot  No.  113), 
Borough  of  The  Bronx. 


cal.  no.  385-36-BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station;  premises  545 
(525  old  number)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West 
Brighton,  Borough  of  Richmond. 
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CAL.  no.  11-37-BZ— Application,  January  8,  1937,  under  sec¬ 
tions  7f,  7h  and  21  of  the  building 
zone  resolution,  of  Charles  J.  Johnson, 
applicant,  on  behalf  of  E.  M.  V.  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  6007-6023  Broadway,  north¬ 
west  corner  of  Spuyten  Duyvil  park¬ 
way  and  northeast  corner  of  Post  road 
(Block  No.  3415-F,  Lot  Nos.  275,  307 
and  305),  Borough  of  The  Bronx. 


cal.  no.  297-36-BZ — Application,  October  7,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Michael  Levine,  applicant,  on 
behalf  of  Southern  Parkway  Realties 
Corp.,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  gasoline  service  sta¬ 
tion;  premises  233-02  to  233-16  Central 
avenue  and  117-01  to  117-09  233rd 
street,  southeast  corner  (Block  No. 
3444,  part  of  Lot  No.  1),  St.  Albans, 
Borough  of  Queens. 


cal.  no.  106-32-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Confield  Es¬ 
tates,  Inc.,  owner,  reopened  and  re¬ 
stored  to  calendar  February  9,  1937, 
under  section  21  of  the  building  zone 
'resolution,  to  permit  in  a  residence  use 
district  the  alteration  and  change  of 
occupancy  of  part  of  the  first  floor  of 
an  existing  multiple  dwelling  to  busi¬ 
ness  use  (stores)  ;  (previously  with¬ 
drawn)  ;  premises  2351-2355  Grand 
Concourse,  northwest  corner  of  Field 
place  (Block  No.  3164,  Lot  No.  50), 
Borough  of  The  Bronx. 


cal.  NO.  354-36-BZ — Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as.  to  area, 
side  yard  and  setback;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  13,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

2-37-A — 112-116  East  32nd  street,  south  side,  100  ft.  east 
of  4th  avenue  (Block  No.  887,  Lot  No. 
88),  Borough  of  Manhattan. 

58-37-A — 537-545  East  71st  street,  northwest  corner  of 
Exterior  street  (Block  No.  1483,  Lot  No. 
23),  Borough  of  Manhattan. 


101-37-A — 101-125  Sheriff  street,  west  side,  between  East 
Houston  street  and  Stanton  street  in 
Hamilton  Fish  Park  (Block  No.  340,  Lot 
No.  1),  Borough  of  Manhattan. 

94-37-A — North  side  of  20th  avenue,  between  East  River 
and  Luyster  Creek  (Block  No.  850,  Lot 
No.  1),  Astoria,  Borough  of  Queens. 

61-37- A — 1160-1172  Worthen  street,  south  side,  200  ft. 

southeast  of  Barry  street  (Block  No.  2736, 
Lot  No.  202),  Borough  of  The  Bronx. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  April 
13,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 


cal.  no.  17-37-BZ — Application,  January  14,  1937,  under 
section  7h  of  the  building  zone  reso¬ 
lution,  of  George  Stone,  applicant  and 
lessee,  on  behalf  of  Bank  of  New 
York  and  Trust  Company,  owner,  to 
permit  in  a  retail  use  district  the  park¬ 
ing  of  more  than  five  (5)  motor  vehi¬ 
cles  for  a  period  of  not  more  than 
two  (2)  years ;  premises  322-324  West 
41st  street,  south  side,  300  ft.  west 
of  8th  avenue  (Block  No.  1031,  Lot 
No.  45),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  19,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

80-22-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Ordham  Realty 
Corporation,  owner. 

PREMISES — 450-458  and  460-470  East  Fordham  road, 
south  side,  95  ft.  east  of  Third  avenue  (Block  No. 
3033,  part  of  Lot  No.  60),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  Decem¬ 
ber  15,  1936), 

TO  PERMIT  on  a  plot  of  ground  located  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  residence  use  dis¬ 
trict  the  conversion  of  occupancy  of  two  (2) 
buildings  located  thereon ;  the  easterly  building  to 
include  a  garage  for  more  than  five  (5)  motor  ve¬ 
hicles  and  the  westerly  building  to  include  a  motor 
vehicle  repair  shop.  There  is  an  existing  gasoline 
service  station  on  this  plot. 


968-24-BZ. 

APPLICANT — Thomas  O’Rourke  Gallagher,  for  Thomas 
Nickolopulos,  owner. 

PREMISES— 1932  Kings  highway  and  2102-2110  Ocean 
avenue,  southwest  corner  (Block  No.  6782,  Lot  No. 
23),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  15,  1936), 

TO  PERMIT  in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  multi¬ 
ple  dwelling  to  business  use  (store). 
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207-33-BZ. 

APPLICANT — O’Brien  Building  Co  Inc  owner 
PREMISES  3090-3102  Webster®  avenue  ad  40M09  East 
street,  southeast  corner  (Block  No  3330  I  nt 

APPLICATION  66>  S7  a"d  ^  of  ThS™”' 

,  APPLICATION,  under  section  7h  of  the  building  zone 

'  rn  prpu  T  (reopened  November  17,  1936), 

IO  PERMIT  in  a  business  use  district  the  parking  of 

more  than  five  (5)  motor  vehicles  (previously 

iesoIur,ioW„n).U  "  SeC“°n  21  °f  the  buildinS  zon' 
42-37-BZ. 

i APPLICANT  Alfred  H.  Eccles,  for  Camager  Corpora¬ 
tion,  owner.  y 

PREMISES— 89-06  to  89-14  Myrtle  avenue  and  82-02  to 

boulevard,  southwest  corner 
of  Queers'  ^0t  ^0-  ^0),  Glendale,  Borough 

: APPLICATION  under  sections  7 a  and  21  of  the  building 
|  zone  resolution.  6 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station. 


APRIL  20,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 

3fdthenh,iihr  ^  S  °f  3  pub.llc.heann&  under  the  provisions 

>0  Q»b  ‘  d  ng  ,Z?ne,  r^so|_ution,  Tuesday  morning,  April 

fn  the1 folio lgSe,“  1013'  Municipal  Bulldms- 

:al.  no.  260-36-BZ— Application,  August  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Michael  F.  Doody,  applicant, 
on  behalf  of  Home  Life  Insurance 
Company,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ,  premises  1620-1624  Avenue 
H  and  842-846  East  17th  street,  south¬ 
west  corner  (Block  No.  6700,  Lot  No. 
9),  Borough  of  Brooklyn. 

al.  no.  133-37-BZ— Application,  March  25,  1937,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Harry  P.  Jaenike, 
applicant,  on  behalf  of  Ungerer  Realty 
Corporation,  owner,  to  permit  in  a 
residence  use  district  the  extension  of 
an  existing  business  building;  premises 
226-228  West  20th  street,  south  side 
355.2  ft.  west  of  7th  avenue  (Block  No! 
769,  Lot  Nos.  53  and  54),  Borough  of 
Manhattan. 

|  N0*  257-36-BZ  Application  of  Buckminster  Estates, 

Inc.,  applicant  and  owner,  reopened 
March  30,  1937,  under  section  7c  of  the 
building  zone  resolution,  to  permit  in  a 
residence  use  district  the  erection  of 
stores  as  an  extension  to  a  proposed 
theatre  building,  extending  from  the 
business  use  district  into  the  residence 
use  district,  permission  to  erect  which 
was  granted  by  the  board ;  premises 
1713  Church  avenue,  north  side,  105  ft. 
97/s  in.  east  of  East  17th  street  (Block 
No.  5078,  Lot  No.  30  and  part  of  Lot 
No.  32),  Borough  of  Brooklyn. 


cal.  no.  18-37-BZ— Application,  January  16,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  S.  Klotz,  applicant,  on 
behalf  of  Scientific  Brake  Service  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  change  of 
occupancy  of  an  existing  brake  service, 
greasing  and  auto  laundry  use,  so  as 
to  include  a  gasoline  service  station* 
premises  2166-2172  Coney  Island  ave¬ 
nue,  west  side,  100  ft.  4H  in.  south  of 
First  court  (Block  No.  6685,  Lot  No. 
34),  Borough  of  Brooklyn. 

cal.  no.  70-37-BZ— Application,  February  26,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  Richter,  applicant,  on 
behalf  of  Minnie  Gianinni,  Filomeno 
Marrio  and  Marie  D.  Bovi,  owners,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  70-15  to  70-21 
Astoria  boulevard  and  22-02  to  22-08 
71st  street,  northwest  corner  (Block 
No.  1002,  Lot  Nos.  15  and  16),  Long 
Island  City,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  20,  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  UvtJ bmldin&,zone  resolution,  Tuesday  afternoon,  April 
0,  193/  at  2  o  clock,  in  Room  1013,  Municipal  Building 
on  the  following  matter: 

cal.  no.  332-32- BZ— Application  of  Nordlinger,  Riegelman 
and  Cooper,  applicants,  on  behalf  of 
Kabor  Holding  Corporation,  owner, 
reopened  April  6,  1937,  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
— re  Application,  granted  on  condition, 
under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station;  premises 
3276  Jerome  avenue,  southeast  corner 
of  Grand  Concourse  (Block  No.  3323, 
Lot  Nos.  55,  64  and  82)  Borough  of 
The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  26,  1937,  AT  2  P.  M. 

Building  Zone  Case 


39-37-BZ. 

APPLICANT — Cafiero  and  Lacerenza,  for  Margaret  T. 
Quinn,  Marguerite  E.  Quinn  and  Bessie  Schwartz’ 
owners. 

PREMISES— 619-641  Coney  Island  avenue,  2-8  Matthews 
place  and  1-5  Slocum  place,  east  side  of  Coney 
Island  avenue,  between  Matthews  place  and  Slo¬ 
cum  place  (Block  No.  5141,  Lot  Nos.  53  and  74), 
Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution. 
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TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and  also  the 
inclusion  of  a  brake  testing  service. 


APRIL  27,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
27,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Budding, 
on  the  following  matters: 

cal.  no.  263-31-BZ— Application  of  Weissglass  Dairies, 
Inc.,  applicant  and  owner,  reopened 
March  30,  1937,  under  section  7a  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  the  further  ex¬ 
tension  in  area  of  a  milk  bottling  es¬ 
tablishment,  permission  to  alter  and  ex¬ 
tend  which  was  granted  by  the  board; 
premises  2014  Forest  avenue,  south 
side,  20.03  ft.  east  of  Maple  avenue 
(Block  No.  1696,  Lot  Nos.  9,  12,  138 
and  139),  Mariners  Harbor,  Borough 
of  Richmond. 


CAL.  no.  43-37-BZ— Application,  February  4,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Circle  Gas  Stations, 
Inc.,  owner,  to  permit  in  a  residence 
use  district  the  extension  in  area  of  an 
existing  accessory  building  located  on 
an  existing  gasoline  service  station; 
premises  1091-1113  Lorraine  avenue, 
north  side,  between  Linden  boulevard 
and  Holly  street  and  2492-2504  Linden 
boulevard  (Block  No.  4482,  Lot  No. 
38),  Borough  of  Brooklyn. 

cal.  no.  205-29-BZ— Application  of  Michael  Levine,  appli¬ 
cant,  on  behalf  of  Whitestone  Service 
Station,  Inc.,  owner,  reopened  under 
new  proposal  January  19,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  resi¬ 
dence  use  district  the  extension  of  an 
existing  gasoline  service  station  which 
was  granted  by  the  board  for  a  tem¬ 
porary  period;  premises  157-30  Wil¬ 
letts  Point  boulevard,  southeast  corner 
of  Cross  Island  boulevard  (Block  No. 
619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 


cal.  no.  141 -37-BZ— Application,  March  31,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Frederick  A.  Kuser,  ap¬ 
plicant,  on  behalf  of  The  Seamen’s 
Bank  for  Savings,  owner,  to  permit 
the  extension  from  a  business  use  dis¬ 
trict  into  a  residence  use  district  of  a 
proposed  business  building;  premises 
447-453  West  53d  street,  north  side, 
75  ft.  east  of  10th  avenue  (Block  No. 
1063,  Lot  Nos.  5  and  7  and  part  of 
Lot  Nos.  1  and  2),  Borough  of  Man¬ 
hattan. 


cal.  no.  92-36-BZ— Application  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products,  Inc., 
owner,  reopened  April  6,  1937,  for  con¬ 
sideration  of  an  amendment  to  the 
resolution  as  to  the  conditions  imposed 
therein — re  Application,  granted  on 
condition,  under  section  7h  of  the 
building  zone  resolution,  permitting  in 
a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor 
vehicles ;  premises  109-131  West  50th 
street,  north  side  and  1 10-130  West 
51st  street,  south  side,  105  ft.  west  of 
Sixth  avenue  (Block  No.  1003,  Lot  No. 
17),  Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  27,  1937,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution, Tuesday  afternoon,  April 
27,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 


cal.  no.  414-29-BZ — Application  of  Sidney  H.  Kitzler,  ap¬ 
plicant,  on  behalf  of  Stella  C.  Sartor,, 
owner,  reopened  January  19,  1937 

under  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  ve¬ 
hicles  ;  premises  970-978  Nostrand  ave¬ 
nue  and  291-301  Sullivan  place,  north¬ 
west  corner  (Block  No.  1305,  Lot  Nos. 
46,  47,  48,  50  and  52),  Borough  of 
Brooklyn. 


cal.  no.  404-31-BZ — Application  of  Ferdinand  Savignano, 
applicant,  on  behalf  of  Aljon  Realty 
Company,  Inc.,  owner,  reopened  April 
6,  1937,  for  consideration  of  an  amend¬ 
ment  to  resolution — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  6413-6423 
Fort  Hamilton  parkway  and  951-961 
65th  street,  northeast  corner  (Block 
No.  5743,  Lot  No.  40),  Borough  of 
Brooklyn.  j 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  11,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  May 
11,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 
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cal.  no.  8-37-BZ— Application,  January  11,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,’ on  behalf  of  South  Brook¬ 
lyn  Sayings  Bank,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 


the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  113-125 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  APRIL  6,  1937. 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
in  Tuesday  morning,  March  30,  1937,  and  the  minutes  of 
he  regular  meeting  of  the  board,  held  on  Tuesday  after¬ 
noon,  March  30,  1937,  were  approved  as  printed  in  Bul- 
'etin  No.  14,  Vol.  XXII,  except  the  minutes  in  relation  to 
_al.  No.  275-36-A  as  appearing  on  Page  406. 


BUILDING  ZONE  CASES 

1-37-BZ. 

VPPLICANT — Lama  and  Proskauer,  for  South  Brooklyn 

f  Savings  Bank,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  partly  in  a  business 
use  district  and  partly  in  an  unrestricted  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

’REMISES  AFFECTED — 113-125  Hamilton  avenue  and 
306-314  Columbia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

For  Opposition:  Louis  Iervoleno. 

lCTION  OF  BOARD — Laid  over  to  May  11,  1937,  at  10 
A.M.,  awaiting  further  action  on  proposed  devel¬ 
opment  of  that  immediate  vicinity  for  Plaza,  etc. 


14-29-BZ. 

PPLICANT — Sidney  H.  Kitzler,  for  Stella  C.  Sartor, 
owner. 

UBJECT — Application  reopened  January  19,  1937  under 
new  proposal — (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  garage  for  more  than 
five  (5)  motor  vehicles. 

REMISES  AFFECTED — 970-978  Nostrand  avenue  and 
291-301  Sullivan  place,  northwest  corner  (Block 
No  13°5,  Lot  Nos.  46,  47,  48,  50  and  52),  Borough 
of  Brooklyn. 

PPEARANCES —  ' 

For  Applicant:  Sidney  H.  Kitzler  and  Philip  E. 
Semel. 

For  Opposition :  Robert  P.  Orr,  Moe  Rosenbloom, 
M.  Southard,  Alfred  P.  Hamel,  Francis  J. 
Murphy  and  L.  C.  Squire. 

~TI01p  PF  B0ARD— Laid  over  to  April  27,  1937  at  2 
P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


92-36-BZ. 

APPLICANT— Hirsh,  Newman,  Reass  and  Becker,  for 

gTTT3Tir^nSA  1  ,-ted-Blologlcal  Pr°ducts,  Inc.,  owner, 
u  JiiL.1  Application  for  consideration — reopening  and 
amendment— re  application  (decision  of  the  com- 
missioner  of  buildings)  under  section  7h  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  parking  or  storage  of  more  than 
nve  (5)  motor  vehicles. 

PREMISES  AFFECTED — 109-131  West  50th  street,  north 
side  and  110-130  West  51st  street,  south  side  105 
ft.  west  of  Sixth  avenue  (Block  No.  1003,  Lot  No 
17),  Borough  of  Manhattan 
APPEARANCES— 

For  Applicant :  David  J.  Brown,  and  Maurice  P 
Davidson. 

ACTION  OF  BOARD— Application  reopened  calendar 
^ A^a,lvedA  an<?  set  for  hearing  April  27,  1937,  at 
i  APPhcant  to  notify  property  owners  in 

tie  affected  area  by  registered  mail  not  later  than 
April  15,  1937. 

THE  VOTE  TO  REOPEN  AND  WAIVE  CALENDAR 
CAUL — 

Affirmath  e :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  '  q 

Absent  . ’  ’  .  q 


355-36-BZ. 

APPLICANT— Cogat  Garage,  Inc.  (lessee),  for  Edlar 
Realty  Corporation,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
parking  or  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 693  East  Gun  Hill  road,  north¬ 
west  corner  of  Willett  avenue  (Block  No.  4642, 
Lot  No.  70),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Edward  Spectar  and  Charles  Wen- 
derbone. 

For  Opposition:  Sydney  Smith,  Emanuel  Balnick, 
J.  O.  Kramer,  Albert  W.  Ransom  and  L.  C.’ 
Squire. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  Q 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  q 

THE  RESOLUTION— 

(355-36-BZ) 

Whereas,  Cogat  Garage  Inc.  (lessee),  for  Edlar  Realty 
Corporation,  owner,  filed  November  14,  1937,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a 
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business  use  district  the  parking  or  storage  of  more  than 
five  (5)  motor  vehicles;  Premises:  693  East  Gun  Hill 
road,  northwest  corner  of  Willett  avenue  (Block  No.  4642, 
Lot  No.  70),  Borough  of  the  Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  6,  1937  after  due  notice  by  publication 
in  the  "Bulletin  of  the  Board  of  Standards  and  Appeals; 
and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Gun  Hill  road  is  in  a  busi¬ 
ness  and  residence  district;  Willett  avenue  is  in  a  residence 
and  business  use  district;  Olinville  avenue  is  in  a  residence 
and  business  use  district;  White  Plains  road  is  in  a 
business  and  residence  use  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  November  19,  1936,  reads : 

“In  answer  to  your  letter  of  November  19th,  you  are 
hereby  advised  that  as  the  above  mentioned  premises 
are  located  in  a  business  district  the  use  of  same  for 
the  storage  or  parking  of  fifty  (50)  cars  thereat 
would  be  prohibited  by  the  provisions  of  the  Building 
Zone  Resolution.  Zone  violation  No.  133  of  1936  is 
now  pending  in  this  department.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  63.55  feet  on  Willett  avenue  and  95 
feet  on  Gun  Hill  road ;  proposes  to  use  the  site  as  a  park¬ 
ing  space  for  more  than  five  motor  vehicles  for  a  tempo¬ 
rary  period  of  two  (2)  years ;  and 
Whereas,  the  premises  and  the  surrounding  area  were 
inspected  by  a  committee  of  the  board  prior  to  the  hearing 
so  as  to  be  informed ;  and 

Whereas,  it  appears  that  the  plot  is  now  being  operated 
as  an  extension  of  the  gasoline  station  existing  on  the 
adjoining  lot,  zoning  variance  for  which  was  granted  by 
the  board  under  calendar  No.  604-26-BZ  and  beyond  the 
limits  permitted  for  such  use ;  and 

Whereas,  in  view  of  these  facts  the  Board  deemed  that 
the  premises  are  already  occupied  for  a  non  conforming 
use  and  for  servicing  of  motor  vehicles  because  of  the 
presence  of  gasoline  pumps,  greasing  racks  and  curb  cut 
used  for  entrance  to  gasoline  station  and  that  until  such 
illegal  uses  are  removed  this  application  cannot  be  enter¬ 
tained  under  section  7-H. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  hereby  is  affirmed,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


15-37-BZ. 

APPLICANT— James  F.  Hunter,  for  Consolidated  Edison 
Company  of  New  York,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  and  change  of  occupancy  of 
an  existing  building  to  a  garage  for  more  than  five 
(5)  motor  vehicles  and,  also,  gasoline  service 
station. 

PREMISES  AFFECTED— 1540-1544  Boston  road  and  844- 
850  East  172nd  street,  southwest  corner  (Block 
No.  2966,  Lot  No.  81),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  James  F.  Hunter. 

For  Opposition :  Sydney  Smith,  Charles  Tilgner, 
Robert  Diamond  and  B.  Gruenstein. 

ACTION  OF  BOARD — Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(15-37-BZ) 

Whereas,  James  E.  Hunter,  for  Consolidated  Edison 
Co.  of  New  York,  Inc.,  owner,  filed  January  13,  1937, 
an  application  under  the  building  zone  resolution  to  permit 
in  a  business  use  district  the  alteration  and  change  of 
occupancy  of  an  existing  building  to  a  garage  for  more 
than  five  (5)  motor  vehicles,  and,  also,  gasoline  service 
station;  Premises:  1540-1544  Boston  road  and  844-850 
East  172nd  street,  southwest  corner  (Block  No.  2966,  Lot 
No.  81),  Borough  of  the  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  6,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Boston  road  is  in  a  business 
use  district;  East  172nd  street  is  in  a  business  use  district; 
Seabury  place  is  in  business  use  district  and  Charlotte 
street  is  in  a  business  and  residence  use  district ;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  16,  1936,  re  App.  No.  818-1936 — 

“1.  Use  of  premises  as  a  gasoline  service  station 
in  a  business  district  is  contrary  to  art.  2,  sec.  4, 
subdiv.  46  of  amended  building  zone  resolution. 

2.  Use  of  premises  for  storage  of  more  than  five 
motor  vehicles  or  garage  for  more  than  five  motor 
vehicles  in  a  business  district  is  contrary  to  article  2, 
section  4,  subdivision  15  of  the  amended  building  zone  i 
resolution.” 

and 

Whereas,  the  building  is  of  fireproof  construction  one 
story  in  height,  with  a  frontage  of  102.7  ft.  on  Boston 
road  and  100  ft.  on  East  172nd  street,  formerly  occupied  . 
as  an  electric  switching  control  station,  proposed  occupancy 
a  garage  for  more  than  five  motor  vehicles,  and  also  a 
gasoline  service  station ;  and 

Whereas,  the  board  deemed  that  the  prohibition  under 
section21,  because  of  entrance  to  schoolyard  directly  across 
Boston  road,  precluded  consideration  of  this  application. 

Resolved,  that  the  application  be  and  it  hereby  is  with¬ 
drawn. 


598-29-BZ. 

APPLICANT — Robert  E.  McGannon,  for  Mortimer  M. 
Furtsch,  owner. 

SUBJECT — Application  reopened  December  15,  1936  for 
consideration  under  new  proposal — (re  decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  partly 
in  a  business  use  district  and  partly  in  an  unre¬ 
stricted,  use  district  the  change  of  occupancy  of 
an  existing  building  to  a  motor  vehicle  repair  shop. 
PREMISES  AFFECTED — 1599-1609  Jerome  avenue,  west 
side,  100  ft.  south  of  Featherbed  lane  (Block  No. 
2860,  Lot  No.  26),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Robert  E.  McGannon  and  Abe 
Rosenberg. 

For  Opposition:  Gerard  M.  Bloomfield  and  Harry 
Baehr. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  J 

Negative  . “ 

Absent  .  ® 

THE  RESOLUTION— 

(598-29-BZ) 

Whereas,  an  application  under  the  building  zone  reso¬ 
lution  to  permit  in  a  business  use  district  extending  from 
an  unrestricted  use  district  the  conversion  in  occupancy 
in  part  of  an  existing  store  occupancy  to  a  welding  and 
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iotor  vehicle  repair  shop,  affecting  premises  1599-1609 
erome  avenue  west  side,  100  ft.  south  of  Featherbed 
ine  (Block  2800,  Lot  No.  26),  Borough  of  The  Bronx 
ras  denied  by  the  board  January  21,  1930;  and 
1  Whereas,  Robert  E.  McGannon,  for  Mortimer  M. 
urtsch,  owner,  requested  a  reopening  of  this  application 
a  new  facts,  to  permit  partly  in  a  business  use  district 
id  partly  in  an  unrestricted  use  district  the  change  of 
.cupancy  of  an  existing  building  to  a  motor  vehicle  repair 
lop ;  and  ^ 

Whereas,  this  application  was  reopened  by  vote  of  the 
iard  December  15,  1936;  and 

\\  hereas,  a  public  hearing  was  held  on  this  application 
'  Te  Board  Standards  and  Appeals  at  its  regular 
eeting  Apnl  6,  1937  after  due  notice  by  publication  in 
e  Bulletin  of  the  Board  of  Standard  and  Appeals;  and 
Y\  hereas,  the  use  district  maps,  accompanying  the  build- 
•g  zone  resolution  show  that  Jerome  avenue  is  a  business 

e  .  ftnct  and  Inwood  avenue  is  in  an  unrestricted  use 
.strict;  and 

Whereas,  the  existing  building  is  non-fireproof,  one 

ory  in  height  with  a  frontage  of  105  feet  and  a  depth 

123  feet.  An  irregular  shaped  area  (approximately  320 

*  at  the  northwest  portion  of  the  building  is  lo- 

1  ted  in  the  unrestricted  use  district— the  remainder  is  in 

ie  business  district.  The  building  is  divided  into  two 

jctions  by  a  terra  cotta  wall.  It  is  proposed  to  provide 

'  0Pen|ng  in  the  partition  wall  and  to  use  both  sections 

:  a  unit  and  to  use  the  building  as  an  auto  showroom 

iPmh!0t0r  V!,hlCle  repair  shop  for  servicing  cars  sold  on 
iemises;  and 

SlREAu’  t-he  r°ard  d,eemed  that  apnlicant  had  substan- 

Stifled  to  reliePfP'al  “nder  SeCti°n  21-  and'  therefore. 
Resolved,  that  the  Board  of  Standards  and  Anneals  does 


hereby  make  a  variation  in  the  application  of  the  use  dis- 
tnct  regulations  of  the  building  zone  resolution,  and  that 

21  fo?Pi1Cn  °niberaEd  lt,^reby  is  dented  under  section 
21  tor  a  period  of  five  (5)  years  from  the  date  of  this 

anneal'  the  rear  portion  o£  the  building  under 

appeal  to  be  used  as  a  service  station  in  connection  with 

the  conforming  use  as  showroom  for  automobiles  and  sale 
accessories  and  permitting  access  to  such  service  sta- 

Zh^r  °£  ,existing  doors  to  the  north  and 

shall  hZp  Z°r.k  t?i  be  carned  on  in  the  service  station 
1  I  /?  ??!0  the  cars  owned  and  dealt  in  by  the 
ZZ  ,fnd  sha11  hf.  mainly  for  adjustment  with  hand 
ools ,  that  no  machines  shall  be  used  requiring  greater 
motor  power  than  %  h.p. ;  that  no  anvils,  forges  or  ace W- 

ornVnTheS  Shia  bi6  USed  °n  the  premises;  that  no  body 

carried  on  -Th  e  ^  °f  a  min°r  nature-  sha11  be 

carned  on,  that  mechanical  equipment  may,  however  be 

installed  for  testing,  repairing  and  relining  of  brakes,  that 

no  openings  shall  be  installed  in  the  rear  or  interior  lot  line 

rf,  bu]  permitting  existing  openings  to  the  rear  yard  • 

that  no  additional  skylight  shall  be  installed  other  than  those 

wLeX1Stmg:  thau  no,  curb  cuts  shall  be  installed  along 
Jerome  avenue  other  than  the  cuts  permitting  entrance  to 
t  ie  two  sets  of  double  doors ;  that  no  roof  signs  shall 
be  permitted;  that  the  ceiling  shall  be  protected  with 
mefid  of  not  less  than  28  gauge;  that  the  cellar  shall  be 
separated  from  the  balance  of  the  building  by  fireproof 
material;  that  such  room  shall  be  used  solely  for  heating 
purposes  and  not  for  storage;  that  all  permits  shall  bf 
obtained,  within  three  months  and  all  work  completed 
within  six  months  from  the  date  of  this  action. 


Adjourned,  3:15  P.M. 


Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING 
TUESDAY  AFTERNOON,  APRIL  6,  1937. 


Negative  .  « 

Absent  . ".!!!!! .  q 


resent :  Chairman  Murdock,  Commissioners  Savage  and 
im  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

-36-BZ. 

.PLICA NT— Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York 
owner.  ’ 

Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  “B”  area  and 
2  times  height  district  the  alteration  of  a  hotel— 
which  after  alteration  will  exceed  the  permitted 
height  and  will  not  have  the  required  yard  and 
court  space. 

-MlSES  AFFECTED — 145  West  51st  street,  north  side, 
125  feet  east  of  Seventh  avenue  (Block  No.  1004, 
Bot  Na  6)>  Borough  of  Manhattan. 
PEARANCES— 

For  Applicant :  Robert  T.  Lyons. 

For  Opposition :  None. 

TION  OF  BOARD — Application  withdrawn  without 
prejudice. 

IS  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 


141-37-BZ. 

APPLICANT— Frederick  A.  Kuser,  for  The  Seamens 
Hank  for  Savings,  owner. 

JECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  the  extension 
from  a  business  use  district  into  a  residence  use 
DDruTorf,rilof  a  Proposed  business  building. 
PREMISES  AFFECTED — 447-453  West  53rd  street,  north 
side,  75  ft.  east  of  Tenth  avenue  (Block  No.  1063, 
Lot  Nos.  5  and  7  and  part  of  Lot  Nos.  1  and  2)’ 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  William  E.  Walsh. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  April  27,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  April  15,  1937 
THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . q 

Absent  .  ’ "  q 


404-3 1-BZ. 


APPLICANT— Ferdinand  Savignano,  for  Aljon  Realty 
Company,  Inc.,  owner. 
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SUBJECT — Application  for  consideration  as  to  reopening  morano,  owner,  filed  October  31,  1936,  an  application 

and  amendment — re  application  (decision  of  the  under  the  building  zone  resolution  to  permit  in  a  business 

superintendent  of  buildings)  under  section  21  of  use  district  the  erection  and  maintenance  of  a  gasoline 

the  building  zone  resolution,  permitting  in  a  busi-  service  statlon  5  1  remises :  402-412  37th  Street  and  961- 

ness  district  the  erection  and  maintenance  of  a  965  4th  avenue,  southeast  corner  (B  oc  o.  ,  o  o. 
gasoline  service  station.  8),  Borough  of  Brooklyn;  and 

PREMISES  AFFECTED— 6413-6423  Fort  Hamilton  park-  Whereas,  a  public  hearing  was  held  on  this  application 
way  and  951-961  65th  street,  northeast  corner  by  the  Board  of  Standards  and  Appeals,  at  its  regular 

(Block  No.  5743,  Lot  No.  40),  Borough  of  Brook-  meeting,  April  6,  1937,  after  due  notice  by  publication  in 

lyn  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

APPEARANCES —  Whereas,  the  use  district  maps  accompanying  the  build- 

For  Applicant :  Arnold  W.  Lederer.  ing  zone  resolution  show  that  37th  street  is  business  and 

ACTION  OF  BOARD — Application  reopened  calendar  call  unrestricted;  38th  street — business  and  unrestricted;  4th 

waived  and  set  for  hearing  April  27,  1937  at  2  avenue — business  and  5th  avenue  is  business ;  and 

P.M.  Whereas,  the  decision  of  the  commissioner  of  build- 

THE  VOTE  TO  REOPEN—  _  _  ings,  rendered  October  2,  1936,  re  App.  No.  15264-1936, 

Affirmative :  Chairman  Murdock,  Commission-  reads  : 

ers  Savage  and  Blum  and  Assistant  Chief  “Proposed  gasoline  service  station  to  be  located  in 

Walsh .  4  business  use  district  is  contrary  to  art.  II,  sect.  4a  of 

Negative  .  0  zone  resolution.” 

Absent  .  6  and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  75  ft.  2  in.  on  4th  avenue  and  100  ft. 
815-26-BZ.  on  37^  S(-reet,  it  is  proposed  to  demolish  the  buildings  (a 

APPLICANT— The  Home  News,  owner.  _  dwelling  35  ft.  by  21  ft.  in  area  and  a  stable  for  3  horses 

SUBJECT — Request  for  consideration  —  reopening  and  which  is  40  ft.  by  25  ft.  in  area),  now  on  the  site  and  to 

amendment  to  permit  use  of  garage  as  repair  shops  erect  thereon  a  one  story  structure  75  ft  2  in.  by  25  ft.  in 

— re  application  (decision  of  the  superintendent  area  to  be  used  as  a  3  car  garage,  greasing  room  and 

of  buildings)  granted  on  condition,  under  sections  office  and  also,  to  install  the  necessary  tanks  and  pumps 

7c  and  21  of  the  building  zone  resolution,  permit-  for  a  gasoline  service  station;  and 

ting  the  extension  from  an  unrestricted  use  district  Whereas,  these  premises  were  the  subject  of  an  inspec- 
into  a  business  use  district  of  a  proposed  garage  ^jon  a  committee  of  the  board,  report  of  which  inspec- 

for  the  storage  of  more  than  five  (5)  motor  ve-  ^on  was  read  at  this  hearing  and  which  report  follows: 

hides.  -  RFPORT  OF  COMMITTEE 

PREMISES  AFFECTED— North  side  of  East  145th  street,  K  U  April  2  1937. 

50  ft.  east  of  Southern  boulevard  (Block  No.  2600,  r  ,  N  t>7 

Lot  Nos.  28,  40  and  42),  Borough  of  The  Bronx.  .  '  '  -  ,  '  ,  OA1 

a  ppT-’  a  J3  a  \t r-T?  c  Premises  \  402-412  37th  street  <incl  9ol~9o5  4-th  svenuc, 

_  EARANCE^ -ant  _  pitzmaurice  and  William  southeast  corner  (Block  No.  701,  Lot  No.  8),  Borough 

•y  of  Brooklyn. 

ACTION  OF  BOARD-Request  to  reopen  withdrawn.  The  premises  under  appeal  are  located  at  the  south- 

-put?  wr'imvr  mrv  WTTTtnR  A  W  RFOTTFST  TO  RF-  east  corner  of  Fourth  avenue  and  37th  street,  Brooklyn. 

THE  VOTE  TO  WITHDRAW  REQUEbi  1U  RF  Under  ^  a  zoning  variance  is  desired  t0 

\  rr  ^  i  •  ,,r  ,  ,  r  •  •  permit  the  plot,  75  ft.  2  in.  by  100  ft.,  to  be  used  as 

Affirmative:  Chairman  Murdock  Commission-  P  Hne  service  station.  Tyhe  premises  have  been 

ers  Savage  and  Blum  and  Assistant  Chief  owned  by  the  present  owner  since  1905.  There  is  on 

Walsh .  the  plot  a  three-story  old  frame  house  still  occupied 

Negative  . .  ( .  -  by  dwelling,  out  of  repair  and  dilapidated.  In  the 

Absent  .  rear  is  an  old  stable  which  has  not  been  used  for  some 

_  time.  For  a  depth  of  100  ft.,  Fourth  avenue  is  zoned 

3A.F7  on  both  sides  for  business  use  in  which  gasoline 

_  T  ,  ..  r  r  r  n  ■  a/Tf  stations  have  not  been  permitted  to  be  established 

APPLICANT— Joseph  M.  Lonergan,  for  Guiseppe  Monte-  since  l925  To  thg  east  along  37th  streetf  the  area 

morano,  owner.  ....  .  .  is  zoned  for  residential  use  and  is  so  developed.  There 

SUBJECT— Application  (re  decision  of  the  commissioner  are  adjacent  to  the  west  of  Fourth  avenue  and,  also, 

of  buildings  under  section  21  of  the  building  zone  east  along  the  railroad  cut,  unrestricted  uses  where 

resolution,  to  permit  in  a  business  use  district  the  gasoline  stations  are  permitted. 

erection  and  maintenance  of  a  gasoline  service  This  plot  ig  nQt  unique  in  its  sitUation  or  surround- 

PREMISES°AFFECTED  402-412  37th  street  and l  961-965  Eonly  bicaus^  TtheTm 

Fourth  avenue,  southeast  corner  (Block  No.  701,  ditions  in  the  section  and  the  remedy  would  be  a 

Lot  No.  8),  Borough  of  Brooklyn.  general  rezoning  by  the  Board  of  Estimate.  But  the 

APPEARANCES —  committee  believes  it  can  be  used  conformingly  and 

For  Applicant:  Joseph  M.  Lonergan.  jt  js  pointed  out  that  a  similar  plot  in  the  area  on 

For  Opposition :  Fred  Thaens.  which  the  board  denied  a  zoning  variance  to  permit 

ACTION  OF  BOARD — Application  denied.  a  public  garage  was  afterwards  developed  with  a 

THE  VOTE  TO  GRANT-  conforming  restaurant  which  is  still  being  operated 

Aff  tj  0  with  apparent  success.  There  are  two  public  scnooib 

Negative  :  Chairman '  Murdock, ' '  Commission-  in  the  immediate  vicinity  on  Fourth  avenue  althongh 

ers  Savage  and  Blum  and  Assistant  Chief  neither  come  within  the  prohibition  of  section  21  o 

w-HcV,  4  being  within  the  same  block  or  within  ZUU.  tt.  i« 

a .  0  objections  raised  by  the  adjacent  owners,  along  37tn 

street  and  the  corner  directly  opposite,  being  success- 
THE  RESOLUTION —  fully  operated  as  a  neighborhood  store,  are  well  taken. 

(326-36-BZ)  The  run  down  condition  of  the  buildings  on  the 

Whereas,  Joseph  M.  Lonergan,  for  Guiseppe  Monte-  premises  is  not  a  basis  for  pleading  hardship. 
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owner  has  permitted  that  condition  to  exist.  The  old 
stable,  not  now  so  used,  does  not  form  a  basis  for 
permitting  the  whole  plot  to  be  used  as  a  gasoline 
station. 


The  committee  recommends  denial. 
(Sgd.)  HARRIS  H.  MURDOCK, 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM, 


and 


Chairman. 

Committee. 


Whereas,  this  report  recommended  the  denial  of  this 
application  and  the  board  deemed  that  the  applicant  had 
failed  to  substantiate  the  basis  of  his  application  under 
section  -1  of  the  building  zone  resolution. 

,  Resolved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


332-32-BZ. 

'  APPLICANT— Nordlinger,  Riegelman  and  Cooper,  for 
1  QTTHTirr^r  °0r  folding  Corporation,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment— re  application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

I  PREMISES  AFFECTED — 3276  Jerome  avenue,  southeast 
corner  of  Grand  Concourse  (Block  No.  3323,  Lot 
Nos.  55,  64  and  82),  Borough  of  The  Bronx 
APPEARANCES— 

For  Applicant :  Leopold  A.  Halperin. 

!.  ACTION  OF  BOARD — Application  reopened  and  pro¬ 
posed  amendment  to  resolution  acted  upon  and 
request  to  extend  time  to  complete  the  work  was 
laid  oyer  to  April  20,  1937,  at  2  P.M.,  the  proposed 
amendment  reading  as  follows : 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  May  21,  1933,  as  amended 
by  resolution  adopted  by  the  board  on  September  24  1935 
by  adding  thereto : 

that  in  the  event  that  the  owner  exercises  the  op¬ 
tion  herein  permitted  of  substituting  landscaping  for 
stores,  that  for  a  period  of  five  years  from  the  date  of 
this  action,  and  no  longer,  such  Lot  No.  82  need  not 
be  acquired  and  may  be  omitted,  provided,  however, 
that  if  the  option  to  construct  stores  in  place  of  land¬ 
scaping  is  exercised  within  five  years  or  at  the  termin¬ 
ation  of  this  five-year  period,  such  lot  shall  be  acquired 
as  set  forth  in  the  resolution  adopted  by  the  board 
May  21,  1933.” 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . ’  ’  ’  q 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  g 

Note — After  the  amendment  was  acted  upon  it  was  dis- 
overed  that  the  period  within  which  the  work  covered  by 
he  variance  granted  was  to  have  been  completed  had  ex- 
'ired.  The  matter  was  therefore  laid  over  to  April  20, 
937,  at  2  P.M.  for  publication  in  the  Bulletin  as  legal 
otice  for  affirmation  of  this  amendment  and  to  consider 
xtension  of  time  to  complete. 


98-30-BZ. 

APPLICANT— L.  B.  Gatchell,  for  Colonial  Beacon  Oil 
Co.,  Inc.,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
extension  of  time— re  application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

PREMISES  AFFECTED — 1180-1188  Myrtle  avenue  and 
664-668  Bushwick  avenue,  southwest  corner  (Block 

APPEARANCES—01  N°'  ^  ’  Borough  of  Brooklyn. 

For  Applicant:  Joseph  B.  Lynch. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmatix  e  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . '  0 

Absent  .  ’ '  g 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Afurdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  g 

Absent  .  ’ '  q 

THE  RESOLUTION— 

(98-30-BZ) 

Whereas,  this  application  affecting  premises  1180-1188 
.Myrtle  avenue  and  664-668  Myrtle  avenue,  southwest  corner 
(Block  No.  3194,  Lot  No.  24),  Borough  of  Brooklyn,  was 
granted  bv  the  board  July  18,  1933,  resolution  amended 
January  23,  1934  and  April  14,  1936;  and 

Whereas,  the  resolution  was  further  amended  March  5 
1935,  March  26,  1935  and  June  18,  1935,  but  these  amend¬ 
ments  have  been  rescinded. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
W'y  18,  1933,  as  amended  by  resolution  adopted  January 
23,  1934,  be  and  it  hereby  is  amended  as  follows: 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21,  on  condition  that  the  proposed  gaso¬ 
line  selling  station  shall  be  arranged  substantially  as 
shown  on  revised  plans  marked  ‘Received  April  9, 
1936  ;  that  all  buildings  now  on  the  premises  shall  be 
removed  and  the  plot  levelled  substantially  to  the  grade 
of  the  surrounding  streets;  that  there  shall  be  con¬ 
structed  on  the  interior  lot  lines  continuously  from 
Bushwick  avenue  to  Ditmars  street  a  wall  constructed 
of  masonry  and  suitably  coped  with  face  brick  to  a 
height  of  two  feet  above  grade  and  balance  stuccoed, 
with  exterior  wall  similarly  constructed  where  open 
to  view,  except  that  where  this  wall  meets  the  building 
line  of  Bushwick  avenue  and  Ditmars  street  it  may  be 
constructed  at  a  height  of  4  ft.  and  graduated  up  at 
the  rate  of  one  foot  in  four  to  the  7  ft.  height;  that 
the  accessory  building  shall  be  located  toward  the 
southerly  portion  of  the  plot  as  indicated  and  shall  not 
exceed  one  story  in  height ;  that  this  accessory  building 
shall  be  constructed  of  incombustible  materials,  except 
that  the  roof  boarding,  door  frames  and  doors,  except 
exterior  door  to  boilerroom,  may  be  of  wood,  provided 
that  the  roof  weather  surfacing  is  of  non-inflammable 
material  and  the  ceilings  throughout  are  fire-retarded 
in  accordance  with  the  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals;  that  there  shall  be  no  windows 
opening  in  the  lot  line  wall  to  adjacent  premises;  that 
the  boilerroom  shall  be  entirely  separated  from  the 
balance  of  the  building  with  fireproof  construction  with 
access  door  from  the  exterior  only;  that  the  accessory 
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buildings  shall  be  faced  with  face  brick  for  a  height 
of  at  least  2  ft.  and  stucco  above  and  of  the  general 
arrangement  and  design  as  indicated  on  revised  plans 
marked  ‘Received  April  9,  1936’ ;  that  the  section  con¬ 
taining  greasing  pits  may  have  overhead  doors,  pro¬ 
vided  that  a  pit  ventilating  system  is  installed  with 
ducts  to  roof  as  indicated  on  plans;  motor  be  of  spark 
and  vapor-proof  type;  that  there  shall  be  no  open 
dame  permitted  on  the  premises  other  than  the  heat¬ 
ing  system,  which  may  include  an  approved  oil  burner ; 
that  there  shall  be  erected  along  the  building  line  of 
Ditmars  street  and  Myrtle  avenue  and  the  present 
building  line  of  Bushwick  avenue  a  reinforced  concrete 
curb  not  less  than  12  in.  in  width  and  not  less  than 
5  in.  in  height  with  rounded  top  continuously,  except 
for  four  openings  as  shown,  namely,  one  25-ft.  open¬ 
ing  to  Ditmars  street,  one  30-ft.  and  one  35-ft.  to 
Myrtle  avenue  and  one  30-ft.  to  Bushwick  avenue; 
that  opposite  these  openings  there  may  be  curb  cuts 
not  exceeding  35  ft.  each  on  Myrtle  avenue  and  30  ft. 
each  on  Bushwick  avenue  and  Ditmars  street;  that  no 
part  of  any  opening  on  building  line  shall  be  nearer 
than  5  ft.  from  either  side  of  building  line ;  that  where 
not  covered  by  accessory  building  walls  and  curbs  the 
entire  plot  shall  be  paved  with  concrete  or  Colprovia; 
except  two  areas  shown  adjacent  to  accessory  build¬ 
ing,  which  shall  be  maintained  as  grass  plots  with 
shrubs;  that  the  sidewalk  adjoining  premises  shall  be 
newly  concreted;  that  gas  pumps  erected  shall  be  not 
nearer  than  16  ft.  to  the  building  line  of  Ditmars  street 
and  Myrtle  avenue  and  not  nearer  than  30  ft.  to  the 
present  building  line  on  Bushwick  avenue;  that  there 
shall  be  no  portable  gasoline  pumps  used  on  or  from 
the  property;  that  advertising  signs  shall  be  limited  to 
the  illuminated  globes  of  the  gasoline  pumps  and  to 
permanent  flat  signs  attached  to  the  facades  of  acces¬ 
sory  buildings  and  to  two  post  standards  erected  within 
the  building  line  each  to  carry  a  sign  which  may  be 
illuminated,  advertising  only  the  brand  of  gasoline  on 
sale,  which  signs  may  extend  beyond  the  building  line 
for  a  distance  of  not  more  than  5  ft. ;  that  general 
ilumination  may  be  by  means  of  flood  lights  attached 
to  post  standards  within  the  building  line  and  arranged 
to  shine  downwardly  so  as  to  avoid  nuisance  to  adjoin¬ 
ing  owners  at  night;  that  no  motor  vehicle  repairing 
shall  be  carried  on  on  the  premises  and  no  parking  of 
cars  other  than  those  being  serviced ;  that  complete 
working  drawings  shall  be  filed  with  and  approved  by 
the  chairman  in  behalf  of  the  board  before  same  are 
filed  with  the  commissioner  of  buildings ;  that  all 
work  shall  be  completed  within  six  (6)  months  from 
the  date  of  this  amended  resolution  and,  also,  that 
the  curb  to  be  erected  on  the  lot  line  between  the 
openings  to  Myrtle  avenue,  as  shown  on  plans  ap¬ 
proved  June  26,  1936,  may  be  omitted,  provided  all 
pumps  are  set  back,  as  indicated,  not  less  than  16 
ft.  from  the  Myrtle  avenue  building  line,  and  on  the 
further  condition  that  all  curbs  where  not  incorpo¬ 
rated  in  the  new  curb  cuts  herein  permitted,  shall  be 
restored”. 


51-30-BZ. 

APPLICANT — T.  H.  Engelhardt,  for  Cord  Meyer  Devel¬ 
opment  Co.,  owner. 

SUBJECT — Application  for  consideration  as  to  reopening 
and  amendment — re  application  (decisions  of  fire 
commissioner  and  the  superintendent  of  buildings) 
under  sections  7g  and  21  of  the  building  zone  reso¬ 
lution,  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles  and,  also,  the  installation 
of  a  gasoline  service  station. 

PREMISES  AFFECTED— 112-01  to  112-09  Queens  boule¬ 
vard,  75-01  to  75-09  112th  street  (Seminole  ave¬ 
nue),  northeast  corner,  and  112-16  to  112-40  75th 


avenue  (Atom  street),  (Block  No.  1363,  Lot  No. 
79),  Forest  Hills,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Theo.  H.  Engelhardt  and  William 
T.  Olvany. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(51-30-BZ) 

Whereas,  this  application  affecting  premises  112-01  to 
112-09  Queens  boulevard,  75-01  to  75-09  112th  street 
(Seminole  avenue)  and  112-16  to  112-40  75th  avenue  (Atom 
street)  (Block  No.  1363,  Lot  No.  79),  Forest  Hills,  Borough 
of  Queens,  was  granted  by  the  board  April  8,  1930,  on 
certain  conditions  and  owner  requested  an  amendment  of 
the  resolution.  _  ' 

Resolved,  that  the  resolution  adopted  by  the  board  on 
April  8,  1930  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  openings  to  the  street  and  as  to  signs, 
so  that  as  amended  the  resolution  will  read: 

" Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of 
the  use  district  regulations  of  the  building  zone  reso¬ 
lution  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  that  the  building  shall  not  exceed 
in  height  four  stories  above  grade  and  shall  be  con¬ 
structed  fireproof,  substantially  in  accordance  with 
the  plans,  as  to  design,  plan  and  layout,  filed  in  this 
appeal ;  that  the  exterior  of  the  building  on  all  sides 
shall  be  finished  with  light-colored  face  brick  with 
dark-colored  face  brick  trim,  architectural  terra  cotta 
or  natural  stone  trim;  that  there  shall  be  no  vehicular 
opening  on  the  75th  street  frontage ;  that  any  door 

openings  on  the  75th  street  front  shall  not  exceed  a 

width  of  3  ft.  8  in.;  that  no  gasoline  pumps  shall 
be  installed  within  10  ft.  of  any  street  building 

line;  that  there  shall  be  incorporated  on  the  build¬ 
ing  line  at  street  frontage  a  concrete  curb  not  less 
than  12  in.  in  width  and  not  less  than  5  in.  in 

height  with  rounded  top  for  a  distance  of  not  less 
than  5  ft.  from  the  southerly  interior  line  and  for  a 
length  of  not  less  than  8  ft.  opposite  each  of  the 
pump  islands,  permitting  the  three  entrances  to  the 
premises  not  more  than  25  ft.  in  width  from  Queens 
boulevard  and  one  entrance  not  more  than  30  ft.  in 
width  from  Seminole  avenue,  with  curb  cuts  opposite 
each  such  opening  not  exceeding  35  ft.  in  width  each; 
that  advertising  display  shall  be  restricted  to  the  glass 
globes  of  the  gasoline  pumps  and  to  a  flat  wall  sign 
attached  to  the  facade  of  the  building,  nermitting  also 
one  electric  sign  on  the  roof  over  the  garage  entrance 
and  one  post  standard  erected  within  the  building  line 
toward  the  easterly  side,  near  the  easterly  interior 
lot  line,  for  supporting  a  sign  that  may  be  illuminated, 
advertising  solely  the  brand  of  gasoline  for  sale,  all 
as  indicated  on  revised  plans  filed  marked  ‘received 
March  22,  1937’.” 


58-24-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Queensboro  Im¬ 
provement  Company,  owner. 

SUBJECT — Application  for  reopening  —  amendment  —  re 
Application  (decision  of  the  commissioner  of 
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buildings)  under  section  21  of  the  building  zone 
resolution,  permitting  partly  in  a  business  district 
and  partly  in  a  residence  district,  the  alteration  of 
a  garage,  permission  to  erect  which  was  granted  by 
the  board  and  which  garage  now  has  a  permit  for 
the  sale  of.  gasoline,  so  as  to  include  a  gasoline 
service  station  in  connection  with  adjoining  prem- 

'ses  76-13  to  76-15  Northern  boulevard  Cal.  No. 
228-35-BZ. 

PREMISES  AFFECTED — 76-19  Northern  boulevard 
(Jackson  avenue),  northwest  corner  of  77th  street 
(20th  street)  ;  (Block  No.  1172,  Lot  No.  40),  Jack- 
son  Heights,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Alfred  H.  Eccles. 

ACTION  OF  BOARD  Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . ’  0 

Absent  . ....  0 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . ’  ’ '  ”  q 

THE  RESOLUTION— 

(58-24-BZ) 

Whereas,  Alfred  H.  Eccles,  for  Queensboro  Improve- 
nent  Company,  owner,  filed  September  17,  1935,  an  appli- 
•ation  under  the  building  zone  resolution,  to  permit  partly 
n  a  business  district  and  partly  in  a  residence  district,  the 
ilteration  of  a  garage,  permission  to  erect  which  was 
granted  by  the  board  and  which  garage  now  has  a  permit 
or  the  sale  of  gasoline  so  as  to  include  a  gasoline  service 
tation  (in  conjunction  with  adjoining  premises  76-13  to 
6-15  Northern  boulevard,  Cal.  No.  228-35-BZ)  ;  premises ; 
6-19  Northern  boulevard  (Jackson  avenue)  northwest  cor- 
er  of  77th  street  (20th  street)  (Block  No.  1172,  Lot  No. 
0),  Jackson  Heights,  Borough  of  Queens;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
y  the  Board  of  Standards  and  Appeals,  at  its  regular 
leeting,  October  22,  1935,  after  due  notice  by  publication 
i  the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
ig  zone  resolution  show  that  the  Northern  boulevard  is  in 
business  district  throughout;  77th  street  is  in  a  residence 
istrict,  and  76th  street  is  in  a  residence  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
■ndered  July  31,  1935,  re  Alt.  Permit  No.  5430-35,  reads: 

“1.  The  enlargement  of  an  existing  gas  station  in  a 
business  and  residence  district  is  contrary  to  Sections 
3  and  4  of  the  Zone  Law.” ; 
id 

Whereas,  the  premises  consist  of  a  large  one-story  non- 
eproof  storage  garage,  “L”  shaped,  50  ft.  front  by  144 
by  100  ft.  across  the  rear;  it  is  proposed  to  shift  the 
j>sition  of  the  two  underground  existing  gasoline  tanks; 
molish  the  front  part  (about  50  ft.  by  44  ft.)  of  the 
'isting  garage;  bury  gasoline  tanks  at  front,  erect  the 
icessary  pumps  and  a  waiting  room  for  the  purpose  of 
inducting  a  gasoline  service  station  in  conjunction  with 
B  proposed  gasoline  station  adjoining  at  west;  and 

Whereas,  the  board  on  July  8,  1924,  made  a  variation' 
the  application  of  the  use  district  regulations,  permitting 
t:  erection  of  a  garage  for  more  than  five  motor  vehicles 
:  these  premises ;  and 

Whereas,  the  board  deemed  that  applicant  had  sub- 
intia.ted  the  basis  of  his  application  under  section  21  of 
building  zone  resolution;  and 


W  hereas,  this  application  was  amended  by  the  board  at 
its  meeting  October  22,  1935  and  Decembe?  10  1935  in 
certain  conditions  and  applicant  requested  a  further  amend- 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulation,  and  that  the  resolution  adopted  by  the 

L°gar,dh“etjou;L8'fr„ib„und  “ hcrel,y  is  amJdei-  “ 

8“'.924g  Sjt  7^^. 
erally  as  indicated  on  plans  filed  with  this  appeal 
marked  received  October  16,  1935,’  to  permit  a  por- 
tion  of  the  premises  for  a  distance  northerly  from 
Northern  boulevard  of  50  ft.  and  for  a  frontage  of  50 
it.  to  be  continued  to  be  used  as  a  gasoline  service 
station  in  conjunction  with  the  adjoining  premises 
to  the  west  covered  by  Cal.  No.  228-35-BZ,  on  condi- 
tzon  that  the  reconstructed  southerly  wall  of  the  garage 
shall  be  unpunctured  for  the  full  height  and  shall  be 
constructed  of  face  brick  or  brick  stuccoed  similar  to 
that  used  for  the  proposed  accessory  building;  that  the 
accessory  building,  as  indicated,  shall  be  constructed 
as  required  for  the  adjoining  accessory  building,  under 
Cal.  No.. 228-35-BZ;  that  the  entire  plot  shall  be  leveled 
^bsfantmlly  to  the  grade  of  Northern  boulevard  and 
shall  be  cement  paved;  that  no  gasoline  pumps  shall  be 
nearer  than  10  ft._to  the  street  building  line  of  North¬ 
ern  boulevard  or  77th  street ;  that  there  shall  be  erected 
on  the  street  building  line  of  77th  street  and  Northern 
boulevard  reinforced  concrete  curbs  not  less  than  12 
m.  in  width  and  not  less  than  5  in.  in  height  with 
rounded  top ;  that  there  shall  not  be  more  than  one  en¬ 
trance  from  77th  street,  not  exceeding  30  ft.  in  width 
and  not  more  than  one  entrance  from  Northern  boule¬ 
vard,  not  exceeding  30  ft.  in  width,  provided  no  part  of 
these  entrances  shall  be  nearer  than  5  ft.  from  the 
intersection  formed  by  Northern  boulevard  and  77th 
street,  that  there  shall  be  no  automobile  repairing  per¬ 
mitted  on  the  property;  that  there  shall  be  no  parking 
of  cars. other  than  those  being  serviced;  that  there  shall 
be  no  signs  permitted  on  the  premises  other  than  on  the 
illuminated  globes  of  the  gasoline  pumps  and  one 
illuminated  sign  erected  on  post  standard  within  the 
building  line  near  the  intersection  of  Northern  boule¬ 
vard  and  77th  street  and  permitting  this  sign  to  extend 
beyond  the  building  line  not  more  than  8  ft.,  provided 
it  is.  erected  at  least  10  ft.  above  the  sidewalk  and  ad¬ 
vertising  only  the  brand  of  gasoline  on  sale  and  exclud¬ 
ing  all  other  signs  of  every  nature;  that  there  shall  be 
no  signs  attached  to  the  garage  building  either  on  the 
side  walls  facing  Northern  boulevard  or  on  the  roof; 
that  the  boilerroom  erected  in  the  existing  garage  shall 
be  of  fireproof  construction,  entirely  separated  from 
the  balance  of  the  garage  and  enterable  only  from  the 
exterior;  that  no  additional  entrance  shall  be  con¬ 
structed  to  the  existing  garage  other  than  those  exist- 
ing,  as  permitted  under  this  calendar  number  under 
resolution  adopted  by  the  board  on  July  8,  1924;  that 
plans  showing  this  enlarged  gasoline  station  and  garage 
alterations  and  the  adjoining  gasoline  station  to  the 
west,  as  permitted  under  Cal.  No.  228-35-BZ,  under 
resolution  of  this  date,  shall  be  submitted  to  the  board 
and  approved  by  the  chairman  in  behalf  of  the  board 
before  same  are  filed  with  the  commissioner  of  build¬ 
ings  ;  that  in  the  event  the  owner  desires  to  install  two 
entrance  doors  to  the  existing  garage  in  the  southerly 
wall  so  as  to  provide  access  from  the  gasoline  selling 
area,  such  new  doors  may  be  installed,  these  doors  to 
be  similar  in  design  to  the  doors  opening  to  the  greas¬ 
ing  section  in  the  gasoline  station  and  not  to  exceed  10 
ft.  in  width,  provided  that  the  boiler  room  and  equip¬ 
ment  therein  including  the  chimney  shall  be  entirely 
removed,  generally  as  shown  on  plan  filed  marked  ‘re- 
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ceived  March  24,  1937’  that  all  permits  shall  be  obtained 
within  six  months  and  all  work  completed  within  one 
year  from  the  date  of  this  action. 


556-26-BZ. 

APPLICANT _ John  F.  Meehan  for  Avonzel  Realty  Co., 

owner.  .  , 

SUBJECT — Application  for  approval  of  plans  in  accord¬ 
ance  with  resolution  adopted  by  the  board. 
PREMISES  AFFECTED— 501  West  180th  street  and  2418 
Amsterdam  avenue,  northwest  corner  (Block  Wo. 
2152,  part  of  Lot  Nos.  82,  83,  84  and  85),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  William  J.  Minogue. 

ACTION  OF  BOARD — Reopened  and  plans  approved. 

THE  VOTE  TO  REOPEN—  , 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  J 

Negative  .  n 

Absent  . 

THE  VOTE  TO  APPROVE  PLANS— 

Affirmative:  Commissioners  Savage  and  Blum 

and  Assistant  Chief  Walsh  .  ~ 

Negative:  Chairman  Murdock .  1 

Absent  . 

THE  RESOLUTION— 

(556-26-BZ) 

Whereas,  this  application  affecting  premises  501  West 
180th  street  and  2418  Amsterdam  avenue,  northwest  cor¬ 
ner  (Block  No.  2152,  part  of  Lot  Nos  82  83  84  and  85), 
Borough  of  Manhattan,  was  granted  by  the  board  July  4 
1935  on  certain  conditions,  resolution  amended  October  8 
1935!  and  time  extended  September  29,  1936,  and  applicant 
requests  the  approval  of  plans. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  plans  as  being  substantially  in  ac¬ 
cordance  with  the  resolution  as  to  design  and  arrange¬ 
ment  on  further  condition,  however,  that  pumps  will  be 
located  not  nearer  than  13  ft.  to  the  street  building  line  as 
required  by  the  resolution;  that  no  sign  post  standard 
shall  be  permitted  within  the  building  line  at  the  westerly 
corner  along  West  180th  street,  but  permitting  a  post  stand¬ 
ards  for  sign  within  the  building  line  near  the  corner  of 
West  180th  street  and  Amsterdam  avenue  and  at  the  north¬ 
erly  corner  as  shown,  advertising  only  the  brand  of  gaso¬ 
line  on  sale  and  permitting  such  signs  to  be  illuminated 
and  to  extend  beyond  the  building  line  for  not  more  than 

four  feet. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 


SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 145  West  51st  street,  north 
side,  125  ft.  east  of  Seventh  avenue,  (Block  No. 
1004,  Lot  No.  6),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Robert  T.  Lyons. 

ACTION  OF  BOARD— Appeal  withdrawn  without  pre¬ 
judice. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  " 

Absent  .  0 


158-37-A. 

APPLICANT— Specialty  Textile  Print  Works,  Benjamin 
Lynn,  lessee. 

SUBJECT— Request  for  acceptance— (appeal  not  filed 
within  the  30  day  time  limit)— Appeal  from  an 
order  of  the  fire  commissioner. 

PREMISES  AFFECTED— 507  West  Broadway,  east  side, 
100  ft.  south  of  Bleecker  street  (6th  floor)  ;  (Block 
No.  524,  Lot  No.  8),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Benjamin  Lynn. 

ACTION  OF  BOARD— Appeal  accepted. 

THE  VOTE  TO  ACCEPT  APPEAL—  .  . 

Affirmative :  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  J 

Negative  .  „ 

Absent  .  u 


117-37- A. 

APPLICANT— Walter  C.  Martin,  architect  and  superin¬ 
tendent  of  School  Buildings,  for  Board  of  Educa¬ 
tion,  City  of  New  York,.  lessee.  .  . 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 

PREMISES  AFFECTED— 92-02  to  92-10  172nd  street, 
west  side,  100  ft.  south  of  Jamaica  avenue  (Block 
No.  1174,  Lot  No.  11),  Jamaica,  Borough  ot 
Queens. 

APPEARANCES— 

For  Applicant :  Charles  Tilgner. 

ACTION  OF  BOARD— Appeal  granted  on  condition 
VOTE _ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  q 

Negative  .  q 

Absent  . 


94-37-A. 

APPLICANT— Tames  F.  Hunter,  for  Consolidated  Edison 
Co.  of  N.  Y.,  Inc.,  owner. 

SUBJECT _ Appeal  from  an  order  of  the  fire  commis¬ 

sioner. 

PREMISES  AFFECTED— North  side  of  20th  avenue, 
between  East  River  and  Luyster  Creek  ( Block 
No.  850,  Lot  No.  1),  Astoria,  Borough  of  Queens. 

APPEARANCES—  „  . 

For  Applicant:  James  F.  Hunter 

For  Administration:  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD— Laid  over  to  April  13,  1937  at  2 
P.M. 


THE  RESOLUTION— 

(117-37- A) 

Whereas,  Walter  C.  Martin,  architect  and  superintend¬ 
ent  of  school  buildings,  for  Board  of  Education,  City  ot 
New  York,  lessee,  filed  on  March  17,  1937  an  appeal  fro 
a  decision  of  the  commissioner  of  buildings  affect  g 
premises  92-02  to  92-10  172nd  street  west  side ,100  ft. 
south  of  Jamaica  avenue  (Block  No.  1174,  Lot  No.  ). 
Jamaica,  Borough  of  Queens;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  March  2,  1937,  on  Application  No.  831-1937,  read 

rtS  f°Uows^rary  ^  art  ^  section  72,  subd.  B  of  the  BC. 
and 


27-36- A.  . 

APPLICANT— Robert  T.  Lyons  and  Saul  Bernstein  for 
Mortgage  Commission  of  the  State  of  New  York, 


1C1  . 

Whereas  the  premises  in  question  consist  of  a  one- 
story  brick  building  18  ft.  high,  175  ft.  by  150  ft.  m  area 
located  in  the  residence  and  unrestricted  use  district 

1  •  1  AO-7 _ 1  -»*rVi  i  r*  n  it  IQ  nronoseu  LU 

t  o  r  I 


owner. 
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occupy  as  follows  :  Cellar — boiler  room — 3  persons  •  1st 
floor— industrial  school— 500  persons;  and 

W  hereas,  the  building  was  constructed  for  a  garage  and 
formerly  used  as  a  garage  and  as  an  armory;  and 

Whereas,  it  is  proposed  to  divide  the  floor  area  into 
9  rooms  for  instruction  purposes,  as  shown  on  plans  filed 
marked  ‘  Received  March  17,  1937.”  The  building  in  ques¬ 
tion;  is  more  than  5,000  sq.  ft.  in  area;  4  exits  will  be 
provided  direct  to  the  street.  The  building  will  be  occu¬ 
pied  only  temporarily  as  a  school  until  the  new  structure 
is  erected.  The  premises  have  been  leased  by  the  Board 
of  Education  for  three  years  with  a  renewal  clause  for 
one  year  and  one  year.  Instruction  taught  will  be  tech¬ 
nical  work,  automotive,  aviation,  machine,  radio  and 
electricity;  and 

Whereas,  the  applicant  contends  that  as  the  building 
will  be  occupied  by  only  500  pupils  and  as  there  will  be 
more  than  sufficient  exits  to  empty  the  entire  building  in 
a  very  short  time  and  as  the  building  will  be  only  tem¬ 
porarily  occupied  for  the  purposes  intended,  the  building 
code  should  be  varied;  and 

Whereas,  this  matter  had  been  laid  over  to  permit  a 
'committee  of  the  board  to  inspect  the  premises,  which 
inspection  was  made  on  April  1,  1937;  and 

Whereas,  the  board  deemed  that,  subject  to  proper  safe¬ 
guarding  conditions,  the  building  could  be  used  temporarily 
tor  school  purposes. 

,  that  the  decision  of  the  commissioner  of 

buildings  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  for  a  temporary  period  until  the 
proposed  new1  school  building  is  erected  but  in  no  event 
onger  than  ten  (10)  years,  on  condition  that  the  ceiling 
.hroughout  shall  be  fire  retarded  as  at  present,  the  present 
ire-retarding  to  be  repaired  and  put  in  good  condition; 
hat  an  opening  shall  be  made  from  the  rear  yard  through 
he  existing  fence  so  as  to  permit  direct  exit  from,  the 
ear  to  the  adjoining  school  there;  that  the  openings  in 
.he  walls  of  the  side  lot  line  shall  be  blocked  up ;  that  the 
■tandpipe  system  shall  be  placed  in  a  usable  condition- 
hat  the  existing  gasoline  storage  tank  shall  be  purged  by 
3  Wii\wateur  and-  thereafter,  all  outlets  and  inlets 
ha  1  ^atf  iiUCih  porfable  fire.  extinguishing  equipment 
Ba  ,  be.1 stalled  as  the  commissioner  may  direct;  that 
he  building  shall  be  arranged  substantially  as  shown  on 
Ian  filed  with  this  appeal 


8-37-A. 

APPLICANT — Jacob  Prydal,  owner. 

SUBJECT— Appeal  from  an  order  and  a  decision  of  the 
hre  commissioner. 

,REMI|ES  AFFECTED-35I-J53  37th  street,  north  side, 
AJU  ft.  west  of  Fourth  avenue  (Block  No.  696  Lot 

^PPEARANCES— 47>’  B°r°Ugh  o£  Brooklyn- 

For  Applicant:  Jacob  Prydal  and  Stephen  Bredes 
™0ngAJo?Dnat7:  Inspector  Meyer,  Fire  Dept. 
HE  VOTeT  B0ARD— Appeal  granted  on  condition. 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  . *  ’  ’  ’ ' .  0 

HE  RESOLUTION— 

(98-37-A) 

Whereas  Jacob  Prydal,  applicant  and  owner,  filed 
arch  1U  1937,  an  appeal  from  an  order  and  decision  of 
e  hire  Commissioner,  affecting  premises  351-353  37th 
_eet,  north  side,  200  ft.  west  of  4th  avenue  (Block  No. 
o  Lot  Ros.  46  and  47),  Borough  of  Brooklyn;  and 
,  Whereas  the  order  of  the  fire  commissioner  No.  68453- 
dated  June  5,  1936,  reads  as  follows: 

1.  Separate  space  where  autos  are  stored  from 
portion  of  building  where  open  flames  ('oxygen  acety¬ 


lene  torch)  are  used,  by  approved  fire-retarding  parti¬ 
tions  and  all  openings  equipped  with  self-closing  fire¬ 
proof  doors. 

and 

MaTchT&rreadfisMlo*  •  commiss!°"'r' 

,,  ,“Ill  answer  to  y°ur  request  please  be  advised  that 
this  Department  does  not  rescind  an  order  and  reissue 
it  so  that  it  may  be  taken  to  the  Board  of  Standards 
and  Appeals  when  you  have  exceeded  the  time  limit 
in  which  to  file  your  appeal. 

However,  we  have  been  advised  that  the  Board  of 
standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  of  an  appeal.  For  that  pur- 
j  coJ?munication  is  forwarded  and  will  certify 
that  Order  No.  68453-LC  was  issued  against  J.  Prydal 
and  reads  as  follows: 

1-.  Separate  space  where  autos  are  stored  from 
portion  of  building  where  open  flames  (oxygen 
acetylene  torch)  are  used,  by  approved  fire-retarding 
partitions  and  all  openings  equipped  with  self-closing 
fireproof  doors.’  ” 

and 

Whereas,  the  premises  in  question  consist  of  a  one  story 
and  pent  house  brick  building,  40  by  100  ft.  in  area,  occu¬ 
pied  as  follows:  Cellar— boiler  room,  no  persons;  1st  floor 
—welding  shop,  4  persons ;  2nd  floor— dwelling,  1  family  • 
for  which  Certificate  of  Occupancy  No.  72851  was  issued 
on  January  25,  1933;  building  located  in  unrestricted  use 
district ;  there  is  an  open  space  at  the  south  east  corner  of 
lot  18  it.  by  32  ft.  in  area  approximately;  and 
Whereas,  the  applicant  contends  that  automobiles  are 
not  stored  upon  the  premises  and  are  not  left  in  the  prem¬ 
ises  overnight  except  on  uncompleted  work,  and  that  while 
welding  work  is  actually  being  done  on  an  automobile  no 
other  automobiles  are  kept  nearby;  that  the  welding  work 
done  on  the  premises  is  not  confined  to  motor  vehicles 
only;  work  on  machinery  of  all  kinds  is  done  and  this 
requires  much  room;  that  the  construction  of  partitions 
as  required  by  the  order  would  be  a  hindrance  in  the 
accomplishment  of  the  work  carried  on;  that  large  trucks 
and  marine  work  are  sometimes  handled  which  could  not 
be  accommodated  if  partitions  were  erected. 

tbat  *be  order  ,°I  the  fire  commissioner  No. 
68453-LC  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  the  ceiling  under 
the  2nd  story,  used  for  residential  purposes,  shall  be  fire- 
retarded  and  the  stairway  leading  thereto  shall  be  enclosed 
in  metal  covered  partition ;  that  certificate  of  fitness  shall 
be  obtained;  that  gasoline  in  tanks  of  cars  of  automobiles 
being  repaired  shall  be  removed  and  stored  in  approved 
safety  cans ;  that  no  windows  shall  be  installed  in  the  side 
line  wall  to  the  east,  overlooking  the  school  playground- 
that  such  portable  fire-fighting  equipment  shall  be  installed 
as  the  commissioner  may  direct. 


11 5-37- A. 

APPLICANT — Sapolin  Co.,  Inc.,  owner. 

SUBJECT  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 183-217  Lorraine  street,  north¬ 
east  corner  of  Clinton  street  and  188-222  Bush 
street  (Block  No.  572,  Lot  Nos.  1  to  22  inclusive 
and  34-46  inclusive),  Borough  of  Brooklyn 
APPEARANCES— 

For  Applicant:  John  P.  Engel. 

For  Administration:  Inspector  Meyer,  Fire  Dent 
ACTION  OF  BOARD — Appeal  granted  on  condition 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ]  [  *  q 

Absent  . ' '  ’  q 
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THE  RESOLUTION— 

( 1 15-37-A) 

Whereas,  Sapolin  Co.,  Inc.,  owner,  filed  on  March  17, 
1937,  an  appeal  from  an  order  of  the  Fire  Commissioner, 
affecting  Premises  1 83<-2 1 7  Lorraine  street,  noitheast 
corner  of  Clinton  street  and  188-222  Lush  street  (Llock 
No.  572,  Lot  Nos.  1  to  22  inclusive  and  Lots  34  to  46 
inclusive),  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  Fire  Commissioner  No. 
70121-LC,  dated  February  17,  1937,  reads  as  follows: 

“1.  Discontinue  the  manufacture  of  any  inflam¬ 
mable  or  combustible  mixture  in  a  building,  where 
paints  and  varnishes  are  manufactured.  Subdivision 
E,  Section  201,  Chapter  10,  Code  of  Ordinances,  New 
York,  states  that  no  permit  for  the  manufacture,  mix¬ 
ing  or  compounding  of  paints,  varnishes  or  lacquers 
shall  be  issued  for  any  premises  where  dry  goods  or 
other  highly  inflammable  materials  are  manufactured, 
stored  or  kept  for  sale.  This  refers  to  the  3rd  story 
of  the  west  building.” 

and 

Whereas,  the  premises  in  question,  located  in  an  un¬ 
restricted  use  district,  consist  of  a  five-story,  reinforced 
concrete  building,  72  ft.  in  height,  240  by  200  ft.  in  area, 
located  on  a  plot  415  ft.  by  200  ft.,  in  area;  EQUIPPED 
with  a  standpipe  and  a  sprinkler  system ;  erected,  in  1923 
and  occupied  as  follows:  1st  story—  storage  and  pack¬ 
ing,  46  persons ;  2nd  story — filling  and  labeling,  69  per¬ 
sons  ;  3rd  story — manufacturing  paint  and  wax,  26  per¬ 
sons  ;  4th  story — manufacturing  paint,  18  persons ;  5th 
story — manufacturing  cans,  25  persons,  for  which  Cer¬ 
tificate  of  Occupancy  No.  22526  was  issued  November  15, 
1933 ;  and 

Whereas,  applicant  contends  that  the  order  from  the 
Fire  Commissioner  is  predicated  on  the  fact  that  paints 
are  manufactured  on  the  same  premises;  that  none  of  the 
ingredients  used  on  the  premises  for  the  manufacture  of 
paints  is  inflammable ;  that  there  is  no  open  flame  in 
the  area  in  question;  that  all  finished  products  are  stored 
in  metal  containers ;  that  all  solvents  used  in  the  manu¬ 
facture  of  waxes  on  the  premises  which  are  either  com¬ 
bustible  or  inflammable  are  stored  in  approved  under¬ 
ground  tanks ;  that  the  premises  are  completely  protected 
with  automatic  sprinklers  with  2^2  gallon  fire  extinguish¬ 
ers,  fire  pails,  foamite  trucks  and  carbon  dioxide  ex¬ 
tinguishers;  that  the  solvent  is  pumped  to  the  vicinity  of 
the  kettle  on  the  3rd  floor;  that  the  pump  is  controlled 
from  the  3rd  floor ;  that  there  are  no  return  or  overflow 
lines ;  that  a  reinforced  concrete  fire  wall  divides  the  west 
half  (paint  manufacturing  area)  from  the  east  half  (paint 
manufacturing  area)  and  that  each  area  so  divided  is  a 
separate  unit. 

Resolved,  that  the  order  of  the  Fire  Commissioner  No. 
70121-LC  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  only  so  long  as  conditions  are 
maintained  as  set  forth  in  statement  accompanying  this 
appeal  and  to  the  satisfaction  of  the  Fire  Commissioner. 


122-37-A. 

APPLICANT — The  American  Sugar  Refining  Company, 
owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED— 292-314  Kent  avenue,  west 
side,  between  South  2nd  street  and  South  3rd 
street  and  2-10  South  2nd  street  (Block  No.  2414, 
Lot  No.  1,  part  F),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Chester  S.  Massett  and  F.  M. 
Gibson. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . .  4 

N egative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(122-37-A) 

Whereas,  the  American  Sugar  Refining  Company, 
owner,  filed  on  March  19,  1937,  an  appeal  from  an  order 
and  a  decision  of  the  fire  commissioner,  affecting  premises 
292-314  Kent  avenue,  west  side,  between  South  2nd  and 
South  3rd  streets  and  2-10  South  2nd  street  (Block  No. 
2414,  Lot  1,  part  F),  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
September  30,  1936,  (No.  69078-C)  reads  as  follows: 
“You  are  hereby  ordered  and  required  forthwith 
1.  Surrender  to  the  bearer  fire  department  permit 
No.  76432,  issued  to  you  on  April  1,  1936,  to  expire 
March  22,  1937,  authorizing  the  storage  and  use  of 
1,500  gallons  of  fuel  oil  on  the  above  premises,  as  it 
is  revoked  for  the  reason  that  the  fuel  oil  rules  pro¬ 
hibit  the  use  of  oil  burners  on  the  9th  floor.  Rule 
8-C.’ 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
March  5,  1937,  reads  as  follows : 

“In  answer  to  your  request  please  be  advised  that 
this  Department  does  not  rescind  an  order  and  reissue 
it  so  that  it  will  be  taken  to  the  Board  of  Standards 
and  Appeals  when  you  have  exceeded  the  limit  in 
which  to  file  your  appeal. 

However,  we  have  been  advised  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  for  an  appeal.  For  that  pur¬ 
pose,  this  communication  is  forwarded  and  will  certify 
that  order  No.  69078-C  was  issued  against  the  Amer¬ 
ican  Sugar  Refining  Company  and  reads  as  follows: 
(Order  as  written  above)” 

and 

Whereas,  the  applicant  and  owner  was  convicted  for 
violating  the  code  of  ordinance  specifically  storing  fuel 
oil  without  a  permit  and  sentence  was  suspended  on 
February  24,  1937,  in  Municipal  Term,  Magistrates  Court, 
Borough  of  Brooklyn ;  and 

Whereas,  the  premises  in  question  consist  of  a  group 
of  buildings  constructed  of  brick  walls,  iron  columns,  steel 
beams  and  brick  arches,  11  stories  in  height,  occupied  as 
follows:  Cellar — Bonechar  storage — 0  persons;  1st  floor 
char  coolers,  1  person;  2nd  floor  char  kilns,  4  persons;  3d 
floor  char  dryers,  3  persons ;  4th  floor  char  distribution — 
1  person ;  5th  and  6th  flloors  char  filters,  2  and  1  person, 
resp. ;  7th  floor,  filter  charging,  3  persons ;  8th,  char  dis¬ 
tribution  0  persons;  9th  floor  liquor  filtration,  3  persons; 
10th  floor  liquor  storage,  3  persons ;  and 

Whereas,  the  fuel  oil  storage  tank  is  located  in  the 
open  areaway  between  the  boiler  house  and  filter  house; 
and 

Whereas,  the  oil  burners  in  question  are  installed  on 
the  9th  floor  of  the  filter  house  building  and  were  installed 
under  App.  No.  9908-1934  and  Permit  No.  9464  of  1934. 
Fire  Dept.  Combustible  Permit  No.  18076  was  issued  May 
15,  1935  to  expire  May  15,  1936  for  storage  of  1,500  gal¬ 
lons  fuel  oil,  premises  292-314  Kent  avenue;  and 

Whereas,  the  Fire  Department  Combustible  Permit  No. 
B-76432  was  issued  April  1,  1936,  to  expire  March  22,  1937 
for  storage  of  1,550  gallons  of  fuel  oil  in  premises  10 
South  2nd  street;  and 

Whereas,  applicant  contends  that  the  installation  con¬ 
forms  to  the  Oil  Burner  Rules  of  the  Board  of  Standards 
and  Appeals,  except  as  to  the  9th  floor  and  that  the  in¬ 
stallation  is  properly  safeguarded  and  no  hazard  involved. 

Resolved,  that  the  order  of  the  fire  commissioner  No. 
69078-C,  be  and  it  hereby  is  modified,  and  the  appeal  be 
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ind  it  hereby  is  granted,  permitting  the  installation  of  the 
existing  fuel  oil  burners  on  the  9th  floor,  which  exceeds 
he  height  permitted  under  Rule  8-C,  on  condition  that  in 
ill  other  respects  the  Oil  Burner  Rules  of  the  Board  of 
itandards  and  Appeals  for  these  burners  and  all  other  in- 
tallations  in  the  building  shall  be  complied  with. 


26-37-A. 

APPLICANT— Joseph  Mitchell,  for  Arkane,  Incorporated 
owner.  ’ 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

,  REMISES  AFFECTED — 606-616  West  30th  street,  south 
side,  125  ft.  west  of  1 1th  avenue  (Block  No.  675 

a  to  Borough  of  Manhattan. 

PPEARANCES — 

For  Applicant :  F.  J.  Dent  and  Joseph  Mitchell. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

CTION  OF  BOARD— Appeal  granted  on  condition. 

HE  VOTE — 

Affirmative !  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . .  0 

Absent  . [  ’  ’  *  q 

HE  RESOLUTION— 

(126-37-A) 

Whereas,  Joseph  Mitchell,  for  Arkane  Incorporated, 
umer,  filed  March  23,  1937,  an  appeal  from  a  decision  of 
le  commissioner  of  buildings  affecting  premises  606-616 
est  30th  street,  south  side,  125  ft.  west  of  11th  avenue 
flock  675,  Lot  Nos.  39  to  44,  inc.),  Borough  of  Man- 
Ittan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
r  F.P.  App.  No.  179-37  dated  March  16,  1937,  reads  as  fol¬ 
ks: 

“Supply  of  water  for  sprinkler  system  must  con¬ 
form  to  Rule  46  of  the  rules  of  the  Board  of  Stand¬ 
ards  and  Appeals.” 

Vhereas,  the  premises  in  question  consist  of  a  one-story 
;/proof  building,  29  ft.  in  height,  150  ft.  by  98  ft.  9  in.  in 
ca;  occupied  as  a  public  garage  in  an  unrestricted  use 
itrict ;  and 

(Whereas,  the  applicant  contends  that  the  system  which 
<is  proposed  to  install  would  be  qualified  as  a  two- 
'irce  automatic  sprinkler  system  except  that  the  largest 
:  which  can  be  made  to  the  6-inch  main  on  West  30th 
1-et  would  be.  4  inches ;  that  it  is  proposed  to  increase 
I  size  of  the  pipe  immediately  beyond  the  tap  to  6  inches ; 

It  the  only  difference  between  a  6-inch  tap  and  that  pro- 
red  would  be  a  slight  amount  of  pressure  lost  in  the 
1  rt  length  of  4  inches ;  that  the  minimum  pressure  in  the 
Jich  main  located  in  30th  street  is  43  lbs. ;  that  this  main 
;ed  both  ways  from  the  12-inch  main  in  11th  avenue  and 
20-inch  main  on  12th  avenue;  and 

Vhereas,  the  building  is  located  in  the  high  pressure 
ii  for  fire  service. 

'esolved ,  that  the  decision  of  the  commissioner  of  build- 
ii  on  F.P.  App.  No.  179-37  be  and  it  hereby  is  modified 
that  the  appeal  be  and  it  hereby  is  granted,  permitting 
i  4-inch  tap  to  the  6-inch  low  pressure  street  main,  pro¬ 
ud  the  supply  to  building  is  immediately  enlarged  to  six 
ii,  on  condition  that  in  addition  to  the  sprinkler  system  as 
Hired  under  the  sprinkler  rules  of  the  Board  of  Stand- 
n  and  Appeals,  there  shall  also  be  installed  sprinkler 
-  Is  under  the  bottom  cord  of  the  wooden  trusses  lo- 
id  not  less  than  8-ft.  on  centers. 


'37-A. 

’Ll  CANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Scott  J.  McBurney  &  Co.,  lessee. 


SUBJECT— .Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

REAUSES  AFFECTED— South  side  of  Mill  avenue, 

ear?,f  £ve.nue  U  (Block  No.  8470,  Lot  No. 

of  Brookl  BaSm  and  Jamaica  Bay),  Borough 
APPEARANCES— 

.  Applicant :  Herman  E.  Horwood. 

THEIVOT^-BOARD— API>eal  granted  on  condition. 

Affirmative :  Chairman  Murdock,  Commission- 

£r/\^avage  and  Blum  and  Assistant  Chief 
Walsh .  4 

N egative  .  !.*!!.] .  0 

Absent  . . !!!!!!!!!!!! .  o 

THE  RESOLUTION— 

( 131-37-A) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co 
Inc  for  Scott  J  McBurney  &  Co.,  lessee,  filed  March  24,’ 
19.3/,  an  appeal  from  an  order  and  a  decision  of  the  com¬ 
missioner  of  buildings  affecting  premises  south  side  of  Mill 
avenue  18°  ft  east  of  Avenue  U  (Mill  Basin  and  Jamaica 

Bay)  ;  (Block  No.  8470,  Lot  No.  1150),  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  the  order  of  the  commissioner  of  buildings 
dated  January  19,  1937,  reads  as  follows:  No.  13720-LF— 
“1.  Install  an  approved  standpipe  system  in  accord¬ 
ance  with  the  rules  of  the  Board  of  Standards  and 
Appeals  Section  580-581,  Chapter  5,  Code  of  Ordi¬ 
nances. 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  January  26,  1937,  reads  as  follows: 

“In  reply  to  your  letter  of  February  19th,  1937, 
advising  that  you  have  been  retained  by  the  owners 
to  appeal  from  requirements  of  Order  No.  13720  L.F. 
and  that  you  are  unable  to  do  so  due  to  the  fact  that 
the  Board  of  Standards  and  Appeals  will  not  accept 
an  appeal  for  the  reason  that  the  time  limit,  thirty 
(30)  days  had  elapsed,  and  request  dismissal  and 
re-issuance  of  the  above  order. 

You  are  advised  that  the  order  cannot  be  dismissed 
or  reissued.  Therefore,  your  request  is  denied.” 

and 

Whereas,  the  premises  in  question  consists  of  a  one 
story  brick  building,  40  feet  in  height,  125  feet  by  300  feet 
in  area,  on  a  plot  472  by  833  feet  in  area,  in  an  unre¬ 
stricted  use  district  and  occupied  for  boat  building  (15 
persons) ;  and 

.  Whereas,  the  applicant  contends  that  the  building  is 
situated  in  a  large  open  yard  on  Mill  Basin  with  water 
front  on  two  sides ;  that  the  structure  is  constructed  with 
brick  walls,  steel  sash  windows  and  the  roof  covered  with 
coriugated  iron;  that  the  height  varies  from  30  ft.  8  in. 
to  40  ft.  at  the  highest  point;  that  the  floor  is  of  earth; 
that  there  is  no  cellar,  and  that  there  is  no  heat  in  the 
building,  and  that  the  premises  is  used  for  building  of 
small  pleasure  boats ;  that  there  is  no  lumber  stored  as 
the  only  lumber  used  is  purchased  as  needed;  that  there 
are  thirty-six  (36)  fire  pails  distributed  throughout  this 
building;  that  there  is  a  watchman  who  lives  in  the  small 
building  close  by  in  the  yard,  and  that  there  are  two  (2) 
city  fire  hydrants  immediately  outside  of  the  yard  on  Mill 
avenue  and  also  a  city  fire  alarm  box  directly  opposite. 

Resolved ,  that  the  decision  and  the  order  of  the  com¬ 
missioner  of  buildings  (No.  13720-LF)  be  and  they  hereby 
are  modified  and  that  the  appeal  be  and  it  hereby  is  granted 
for  a  period  of  two  years  from  the  date  of  this  action, 
permitting  the  occupancy  as  stated  for  the  building  under 
appeal,  on  condition  that  it  is  maintained  as  set  forth  in 
the  statement  and  in  addition  that  such  portable  fire  ex¬ 
tinguishing  equipment  shall  be  installed  as  the  commis¬ 
sioner  may  direct. 
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465-21-A. 

APPLICANT— John  J.  Gilmartin,  for  M.  J.  Kandel, 

I  owner. 

SUBJECT— Application  for  consideration— reopening  and 
amendment — re  appeal  from  a  decision  of  the  com¬ 
missioner  of  buildings. 

PREMISES  AFFECTED— 36-25  (700  old  number)  Ver¬ 
non  boulevard  (Block  No.  358,  Lot  No.  10),  Long  Is¬ 
land  City,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  John  J.  Gilmartin. 

ACTION  OF  BOARD— Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ^ 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ^ 

Absent  .  u 

THE  RESOLUTION— 

(465-21-A) 

Whereas,  this  apneal  affecting  premises  700  Vernon 
avenue!  (Block  No.  358,  Lot  No.  10),  Long  Island  City, 
Borough  of  Queens,  was  granted  by  the  board  June  21, 
1921,  permitting  certain  size  water  lines  and  sprinklers  and 
the  maintenance  of  film  vaults  and  applicant  requests  the 
maintenance  of  additional  vaults ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  January  6,  1937,  in  acting  on  permit  No.  8945-36 
reads : 

“The  extension  of  sprinkler  system  as  proposed  is 
contrary  to  the  provisions  of  Cal.  No.  465-21-A  reso¬ 
lution  of  the  Board  of  Standards  and  Appeals  adopted 
•June  21,  1921. 

Resolved ,,  that  the  resolution  adopted  by  the  board  on 
June  21,  1921  be  and  it  hereby  is  amended  so  that  it  will 
read : 

“Resolved,  that  the  decisions  of  the  fire  commis¬ 
sioner  and  of  the  commissioner  of  buildings  be  and 
they  hereby  are  modified  and  the  appeal  be  and  it  here¬ 
by  is  granted  on  condition  that  additional  film  vaults 
may  be  constructed  as  may  be  required  in  the  conduct 
of  the  business,  provided  all  of  the  requirements  as 
to  film  vault  construction  and  fire  protection  thereof 
are  complied  with.” 


642-26-A. 

APPLICANT— Samuel  Rosenblum,  for  Lorraine  Fibre 
Mill,  Inc.,  lessee. 

SUBJECT— Application  for  consideration— reopening  and 
amendment — re  appeal  from  an  order  of  the  fire 
commissioner  dated  July  23,  1926,  order  No. 

98347-F.  .  /TM  , 

PREMISES  AFFECTED— 108-116  Lorraine  street  (Block 
No.  581,  Lot  No.  12),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

ACTION  OF  BOARD— Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 


Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . . .  0 

THE  RESOLUTION— 

(642-26-A) 

Whereas,  this  appeal  affecting  premises  108-116  Lor¬ 
raine  street  (Block  No.  581,  Lot  No.  12),  Borough  of 
Brooklyn,  was  granted  by  the  Board  November  3,  1926, 
on  certain  conditions  and  owner  requested  an  amendment 
of  the  resolution,  stating  that  the  manufacture  is  now  of, 
jute  products. 

Resolved,  that  the  resolution  adopted  by  the  Board  on 
November  3,  1926,  be  and  it  hereby  is  amended,  only  so 
far  as  it  has  reference  to  the  number  of  openings  to  be 
permitted  in  the  cross  sub-dividing  wall,  so  that  as 
amended  the  resolution  will  read : 

“Resolved,  that  the  order  of  the  Fire  Commissioner 
be  and  it  hereby  is  modified  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  the  building 
be  not  increased  in  height  or  area  and  shall  be  sub-, 
divided  by  a  wall  of  approved  masonry  with  not 
more  than  two  openings  therein,  each  opening  to  be 
equipped  with  approved  fire  doors  on  one  side  and 
that  the  gable  walls,  other  than  the  single  opening  in 
each  lavatory,  shall  be  unpierced  throughout  and  that 
all  cutting  machines  shall  be  provided  with  an  ap¬ 
proved  gallon  fire  extinguisher :  that  the  premises 
throughout  shall  be  equipped  with  a  wet  sprinkler 
system  with  central  office  connection ;  and  so  long  as 
conditions  as  to  occupancy  and  use  remain  substan¬ 
tially  unchanged”. 


VARIATIONS  OF  LABOR  LAW 

64-37-S. 

APPLICANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Balfour  Management  Corp.,  owner. 
SUBJECT — Variation  of  the  labor  law  as  cited  in  an  order 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED— 3902  14th  avenue,  southwest 

corner  of  39th  street  (Block  No.  5298,  Lot  No. 

40),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Herman  E.  Horwood. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  J 

Negative  .  ~ 

Absent  .  ^ 

THE  RESOLUTION— 

(64-37-S) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Com- 
pany,  Inc.,  for  Balfour  Management  Corp.,  owner,  filed 
February  11,  1937,  an  application  for  a  variation  from  the 
requirements  of  the  labbr  law  as  cited  in  an  order  of  the 
commissioner  of  buildings  affecting  premises  3902  14th 
avenue,  southwest  corner  of  39th  street,  (Block  No.  52yo 
Lot  No.  40 J,  Borough  of  Brooklyn ;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
No.  13589-LD,  dated  January  12,  1937,  reads  as  follows: 

“An  inspection  of  premises  3902 — 14th  avenue,  Bor 
ough  of  Brooklyn,  shows  that  the  following  must  be 
done  to  comply  with  section  of  the  labor  law : 

1.  Discontinue  the  use  of  the  above  premises  for  tac- 
tory  purposes  as  same  is  in  violation  of  section  / 
of  the  labor  law  and  also  in  violation  of  Certificate 
of  Occupancy  5310  issued  in  1919.  Among  the  e 
fects  noted  are  the  following: 
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and 


A.  Fire  escape  cannot  be  accepted  as  a  second  means 
of  exit. 

B.  A  fireproof  enclosed  stairway  is  required.” 

Whereas,  the  premises  in  question  consist  of  a  two-storv 
non-fireproof  building  28  ft.  in  height,  95  ft.  2%  in  bv  40 
ft.  in  area;  OCCUPIED:  Cellar,  boile’r  room-no  personT; 
first  floor,  garage  for  more  than  5  motor  vehicles,  5  per- 
sons;  2nd  floor,  manufacturing  of  dresses — 35  persons  for 

192fW LCC™ W,?f  °CC“pan(T  was. issued  on  January  21, 
1920  (Eo.  5310),  the  building  is  equipped  with  an  interior 

stairway  constructed  of  steel  with  cement  treads,  44  inches 
wide,  enclosed  in  6  inch  terra  cotta  block  partitions  with 
nreprool  self  closing  doors  at  the  openings;  an  existing 
hre  escape,  balcony  located  on  the  north  side  of  the  build¬ 
ing  with  counterbalance  stairway  from  the  2nd  story  to  the 
street,  with  windows  on  the  course  of  the  fire  escape  fire¬ 
proof  self-closing;  the  building  to  the  west  is  one  ’story 
lower  and  the  building  to  the  south  one  story  higher  than 
the  premises  in  question ;  and 

Whereas,  the  applicant  contends  that  the  premises  in 
question  was  erected  in  1919  from  plans  filed  with  and  ap¬ 
proved  by  the  Building  Department  of  Brooklyn  and  on 
completion  a  Certificate  of  Occupancy  No.  5310  was  issued 
calling  for  public  garage  on  the  1st  story  and  light  manu¬ 
facturing  on  the  2nd  story;  and 

m These, Pr,em!ses  were  the  subject  of  an  appeal 
.O'  ^3-26-A,  at  which  time  there  was  an  order  to  discon¬ 
tinue  the  gasoline  pumps  which  were  installed  on  the  1st 
story  and  which  order  was  sustained  by  the  board  and  the 
pumps  subsequently  removed. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
a  or  law,  as  cited  in  an  order  of  the  commissioner  of 
buildings,  No.  13589-LD  and  that  the  application  be  and  it 
hereby  is  granted,  permitting  the  proposed  use  of  the  sec¬ 
ond  floor,  on  condition  that  the  primary  means  of  exit  shall 
be  enclosed  from  the  second  floor  to  the  street  with  terra 
cotta  block  or  fire-retarding  partitions  with  fireproof  self- 
closing  doors  opening  in  the  direction  of  exit;  that  within 
t  is  hallway .  there  shall  be  a  double-rung  ladder  leading 
to  a  scuttle  in  the  roof ;  that  the  space  under  the  stair  ,in 
;  the  first  floor  shall  be  blocked  off  with  fireproof  material 
and  not  used  as  a  closet  or  as  access  to  the  boilerroom ;  that 
the  second  means  of  exit  consisting  of  a  balconv  as  shown 
with  a  counterbalanced  stair  to  the  street,  shall  be  main¬ 
tained  at  all  times;  that  the  order  of  the  fire  commissioner 
as  co"h™cd  by  the  decision  of  the  board  when  acting  on 
°"  223-26-A  in  connection  with  the  garage  occupancy 
on  the  street  floor  shall  be  complied  with ;  that  in  all  other 
respects  the  building  shall  comply  with  all  rules,  laws  and 
regulations  applicable  thereto  and  shall  not  be  increased  in 
height  or  area. 


Absent  .  n 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . . 

Negative  . 

Absent  . . . 

THE  RESOLUTION— 

(316-16-S) 

unrHEREAS’  t£ds  aPPbcation  affecting  premises  165-167 
Vvilham  street  (Block  No.  92,  Lot  No  3)  Borough  of 
Manhattan  was  granted  by  the  Board  November  23  19^ 
amended  December  9Q  mi*  --  --  -  •  ..  .  ’  iyLKJ, 

owner. 


_  ...  28-  1916>  on  certain  conditions  and 

through  its  representative,  John  J.  Gilmartin  re¬ 
quested  an  amendment  of  the  resolution.  ’ 

De^ember^28th lQlJh  reSO'Uti°"  ad°Pt{jd  by  the  Board  on 
as  amended  it  wilf  read  *  "  amended’  50  that 

n eJu7lVedu  t!lat  th<I  Board  o£  Standards  and  Ap- 

meits  nfS  tf,ereibn  ma,ke  a  vanatlon  from  the  require- 
rnents  of  the  labor  law  and  that  the  application  be 

meins  nf  .hereby  grante<  accepting  as  the  second 
eans  of  egress  an  exterior  screened  stairway  located 
m  the  northwest  corner  of  the  building  consisting 
of  platforms  5  ft.  in  width  at  each  story  above  the 
first,  connected  by  stairs  2  ft.  in  width  in  the  clear 
laving  treads  10  in.  wide  and  risers  7J4  in.  high  en¬ 
closed  in  screening  to  a  height  of  6  ft,  with  egress 

lindnaCan  l0t  1  the  n°rth-  on  condition  that  all  the 
windows  along  the  course  of  the  stairway  and  bal¬ 
conies  be  made  fireproof  and  that  a  goose  neck  ladder 
be  provided  from  the  top  balcony  to  the  roof  -  that 

tlV  no  t5e  proposed  eSress  ^  the  vacant  lot  to 
^  K  f  ?  !h  1S  dlscontjnued  and  the  owner  desires  to 
substitute  an  extension  of  the  balcony  at  the  first 

i°mrd  and  egrCSS  through  a  bee  door  and  fire- 
retarded  passageway  to  the  existing  public  hall  to 

?5°”t  aVxlt  from,  the  exterior  stair  serving 
as  a  second  means  of  exit,  such  egress  mav  be  per^ 
mitted  substantially  as  indicated  on  revised  plans 

rra  ?dotreiVed  MarCu  25’  I937’  °n  edition  that 
al  otheJ:  aspects  the  resolution  adopted  by  the 
Boardon  Pecember  28.  1916,  shall  be  complied  with- 

m  the  rfar  °f  the  first  story  fac- 
t  g  a  tbf  fire-escape  and  fire-escape  balconv  shall 

Mas?adtehi7r°0f  self-cIosin?  aad  glazed  with  wire 
glass  that;  tbe  occupancy  of  the  building  above  the 

first  story  shall  be  as  legally  permitted  based  on 
of  eSt"n0r  end°Sed  stairway  as  the  primary  means 


74-26-S. 

APPLICANT— John  J  Gilmartin,  for  Ocean  Beach  Realty 
agenPt).°Wner  (Charles  F-  N°yes  Company,  Inc^ 
Application  for  consideration- 


owners  SUBJECT 


316-16-S. 

APPLICANT — John  J.  Gilmartin,  for  Mary  Williams 
Leonard  and  Robert  Ralston  Reed 

sTTR rirrr  AleSrF'  Ca’  Inc’  agent>- 

ou.tsj.BLI — Application  for  consideration — reopening  and 

amendment — variation  of  the  labor  law  as  cited  in 

on  t-*  J?rder  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 165-167  William  street  (Block 

APPEARANCES— N°’  ^ ’  Borough  of  Manhattan. 

For  Applicant :  John  J.  Gilmartin. 

For  Administration :  Inspector  Maher,  Department 

ACTION  OFBBOARD-Application  reopened  and  resolu-  ACTIOdonFamendedD_APPliCati0n  reopened  and  resolu- 
tion  amended.  d  amcu- 

:HE  VOTE  TO  REOPEN—  THE  V?XE  T?  RE2P?N— 

Affirmative:  Chairman  Murdock,  Commission-  e^S^va^ p ,, m ° rd^CA  C£ommi^i°n- 

ers  Savage  and  Blum  and  Assistant  Chief  Walsh  "g  d  B  and  Assistant  Chief 

Negative . :::::::::::::::::::  i  2 


amendment  re  variation'of'thc  Taho^taw’Ucittd 

APPEA 

For  Applicant:  John  J.  Gilmartin. 

ForAdUinistrati°n  :  Inspector  Maher,  Department 
ot  .Buildings. 


rfOO 
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4 

0 

0 


THE  VOTE  TO  AMEND  RESOLUTION—  _  _ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(74-26-S) 

Whereas,  this  application  affecting  premises  35-37  West 
3rd  street,  north  side,  60  ft.  east  of  Wooster  street  (Block 
No  535  Lot  Nos.  3  and  5),  Borough  of  Manhattan,  was 
granted  by  the  board  May  25,  1926  on  certain  conditions 
and,  owner  through  its  representative,  John  J.  Gilmartin, 
requested  an  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  Board  on 
May  25,  1926  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  the  last  paragraph,  so  that  as  amendec 

the  resolution  will  read:  ,  ,  ,  .  , 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  from  the  requirements 
of  the  labor  law,  and  that  the  application  be  and  it 
herebv  is  granted,  as  to  Item  No.  b  on  condition  that 
stairs"  at  an  angle  of  not  more  than  60  degrees  shall 
be  provided  throughout  the  run  of  the  fire  escape, 
and  that  a  balcony  platform  shall  be  provided  as  a 


SUBJECT— Application  for  reopening— change  of  name- 
re  Standard-Yne  Oil  Burner. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative  .  J* 

Absent  ,*.••••••••••••••••••••••*** **********  ^ 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  J" 

Absent  .  u 

THE  RESOLUTION— 

(34-34-SA) 

Whereas,  Standard  Products  Co.,  owner,  filed  February 
9  1934,  an  application  with  the  Board  of  Standards  and 
Appeals  for  approval  of  the  device  known  as  the  btand- 
ardyne  (Standard-Yne)  Oil  Burner;  and  . 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 


termination  for  the  rear  fire  escape  to  yard  of  premises  tment  for  test  and  report;  and 

to  the  rear  on  Greene  street,  with  egress  th™ug  Whereas  the  report  of  the  engineer  of  the  board  and 

plain  glass  openings  to  Greene  street,  with  knobs  o  the  representatives  of  the  bureau  of  combustibles,  ap- 

the  outside  of  existing  doors  to  fire  escapes;  granted  oftte  chief  of  department  in  charge  of 

as  to  Item  No.  2,  on  condition  that  the  existing  fir  £ureau  of  combustibles,  was  substantially  as  follows: 

escapes  on  the  front  of  the  building  shall  be  made  a  -p^e  burner  has  been  approved  by  the  Fire  Mar- 

maintained  structurally  safe,  with  connecting  stairs  at 
an  angle  of  not  more  than  60  degrees  and  that  all 
windows  on  the  course  of  the  fire  escape  shall  be  made 
fireproof,  or  the  openings  protected  by  interior  sprink¬ 
ler  heads,  not  more  than  3  ft.  distant  therefrom;  that 
the  permitted  occupancy  per  floor  shall  be  as  legally 
permitted  under  the  Labor  Law  for  the  primary  means 
of  exit  consisting  of  enclosed  stairway  m  each  bund 
ing  with  increase  of  occupancy  as  provided  in  the 
Labor  Law  for  the  Sprinkler  System. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 


-Charles  V.  Uhlinger,  for  Emory  L.  Bauer, 


129-37-SA. 

APPLICANT- 
owner. 

SUBJECT— Bauer  Oil  Burner,  approval  ot. 

APPEARANCES—  t tii • 

For  Applicant:  Charles  V.  Uhlinger. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


463-31-SA. 

APPLICANT— Auburn  Burner  Corporation,  owner. 

SUB  TECT— Application  for  consideration— reopening  and 
J  inclusion  of  Models  A1  and  AA-re  Silent- Auburn 
Fuel  Oil  Burner. 

appearances— 

For  Applicant:  J.  M.  Ryan. 

ACTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chiet 

Walsh .  ^ 

Negative  .  n 

Absent  . 


34-34-SA. 

APPLICANT— Standard  Products  Co.,  owner. 


shall  of  the  State  of  Massachusetts  and  by  the  Under¬ 
writers  Laboratories.  .  .  . 

The  burner  is  of  a  mechanical  pressure  atomizing 
gun  type  and  consists  of  the  following  parts:  An 
American  Radiator  Blower,  a  Century  1  /6  Horse¬ 
power  Electric  Motor;  a  Jefferson  Transformer; 
Nitra-alloy  Nozzle;  a  Webster  Fuel  Unit,  consist¬ 
ing  of  the  Webster  pump  Strainer,  and  Regulating 
and  Cut-Off  Valve.  Ignition— Electric  control  A 
Penn  stack  switch  Model  JSI,  manufactured  by 
Penn  Electric  Switch  Company  and  a  pressure  con¬ 
trol  type  L-404-2.  An  examination  of  the  ignition 
system  was  found  that  the  spark  was  of  sufficien 
intensity  and  length.  With  the  oil  supply  shut  off, 
and  cold  combustion  chamber,  the  burner  was  oper¬ 
ated,  and  the  stack  switch  cut  out  the  motor  in  oo 
seconds  after  starting.  During  the  period  of  tests 
there  were  no  puff-backs.  When  the  burner  was 
in  operation  the  flame  was  free  of  smoke  and  the 
combustion  chamber  showed  no  undue  carbon  de- 

posi ted.  undersigned,  therefore,  recommends  that  the 
Standardyne  Oil  Burner  be  approved  for  domestic, 
commercial  and  industrial  use  when  installed  in  ac¬ 
cordance  with  the  Fuel  Oil  Rules,  adopted  by  the 
Board  of  Standards  and  Appeals ;  and 
Whereas,  this  device  was  approved  by  the  board  April 
24,  1934,  on  certain  conditions  and  owner  also  now  requests 
permission  to  also  market  this  device  as  the  Minneapolis 
Automatic  Oil  Burner  and  as  the  Crater  Automatic  UU 
Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Standard-Yne  Ui 
Burner  for  use  ini  domestic,  commercial  and  industrial  in¬ 
stallations  when  installed  in  accordance  with  above  report 
and  the  Oil  Burner  Rules  of  the  Board  of  Standards  ana 
Appeals;  that  all  installations  shall  bear  a  permanently 
fixed  label  reading,  as  follows: 

NOTICE 

APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
Under  Cal.  No.  34-34-SA. 
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Resolved  further that  this  device  may  also  be  marketed 
under  the  name  Minneapolis  Automatic  Oil  Burner  and 
as  the  Crater  Automatic  Oil  Burner,  on  condition  that 

sMrbfc'otpV£dnvvT«h.marke‘ed  lhe  r^ir“  herein 


110-36-SA. 

APPLICANT — Mohawk  Oil  Burner  Mf p  Cr, 

‘sTT'RTTrr'm  a_  i-  .•  r  turner  iviig.  to.,  owner. 

J  rl  Mohawk  OH  ^“■’'“"g-change  of  name- 

APPEARANCES— 

For  Applicant:  None. 

CTI0  no°FamBe0nneRdD-APP,iCa,i01'  re°P™d  a"d 
THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 

Walsh VagC  and  B1Um  and  Assistant  Chief 

Negative  . *  .  d 

Absent  .  .  h 

THE  VOTE  TO  AMEND  RESOLUTION— .  ° 

Affirmative:  Chairman  Murdock,  Commission- 

Wffish  and  B1Um  and  Assistant  Chief 

Negative  . .  .  .  .  .  .  .  n 

Absent  . . . 

THE  RESOLUTION— 

(110-36-SA) 

AD^ilH2f1o^MohaWkr0il-  Burner  Mfg-  Co-  owner,  filed 
and  A“nnea^f  T^r  Catl?n  YE  the,  B.oard  o£  Standards 

Mohawk  Oil’  Burner,  Models°  A*  anddH^  and*0^  33  ^ 

£BFd>f t  Ss  M3LS&  s*ar^ 

Department  for  test  and  report;  and 

DlemSSfbv^hat^S  °f  ^  Cngineer  °f  the  Board  sup¬ 
plemented  by  that  ot  the  representatives  of  the  Division  of 

.ombustibles  was  substantially  as  follows" 

lhe  one  tested  was  Model  A.  This  burner  is  of  the 

consists *<Df  theafol|Pre?SUre  at°K,izinf!  K™  type;  and 
Z  the  following  assembly:  Century  1/6  H  P 

Unk°  LnsS  n„f£an;  3'  in'  by  5  in  '  Webs/er  Fuel 

valve, LTa BfllototTozz,"'  PUmP  and  regutati"« 

Ignition— electric,  Webster  transformer 

Controls— Minneapolis-Honeywell  Protectorelay  R- 

L  404  and  MlnneaP°hs-Honeywell  Pressuretrol  Model 


and 


clmmber‘hthe0i,b,SUPP,y  shut  off  ?nd  a  cold  combustion 
cnamber,  the  burner  was  put  into  operation  and  the 

seconds5  UiEhE  and  SllUit  the  burner  down  in  103 
tinn  Th  bl!rner  was  then  put  into  normal  opera- 
r  ,  f°r  aPProximately  45  minutes.  During  the  period 

free  tnd  cTlrTf6  ^  ,flare  backs.  and  th?  flame  was 
hticf  and,  clear  of  smoke.  Examination  of  the  com- 

n  As,  a  resuR  of  this  inspection  and  test  it  is  recom- 
mended  that  the  Mohawk  Oil  Burner  Model  A  be 

when°Vffil/nrdd°meStlC’  Tdustrial  and  commercial  use 
S  rvi  D  ed  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand 

3  Uasd  teP'afTth  fUe'  oiCnot  heavier °,Ln  No. 
O,  u.  b.  Uept.  of  Commerce  Standards. 


""Sri"?"  hee“°mdadeH  % 

applican,  r^t'sV/™  a^  n&T  oVS,"*  MdnE 

“AF"e/"'  thC  "ame 

peals,  for  use  with  fuel  not  heavier  than  No  3  TT  q  nt 

partment  of  Commerce  Standards  and?hat  thereshall  he" 

Sng:n"y  a,laChed  Md'  »“™r  instated  alibel 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  110-36-SA 

sSS IfJs  « 

and  MrfrM  &S  th?,Morgan  Oil  Burner,  Model 
are  complied°  with. H  ’  Pr°Vlded  th<=  -Suirements  hereta 


Adjourned,  5:10  P.M. 


Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


M°tnC!niSihereby  givCn  t0  a11  appellants  and  applicants 
•vners  n  1  aUyerS’  architects  and  engineers  representing 
•vners  or  lessees  in  proceedings  before  the  board- 

•5ntat.*Jhatf  if  t! huY  d°  not  apPear  in  person  or  by  rep- 

f  prosecuting  heanng  of  their  case,  dismissal  for  lack 
prosecution  is  likely  to  result. 

SJJ°nd-’  That.  due  and  amPle  notice  of  the  date  set  for 

e  ca?endaPr°VIfden  "I**16  publication  in  this  Bulletin  of 

'dendar  Numh  '  A  ’  ^  CSSe  being  Set  down  V 
lanng  and  premises  under  the  dat^  of  the 

Mi™’  n°  pIea  °f  i&ncrance  of  the  date  of  the 

the  pos'ineVnh rtaiE^in  ViCW  °f  tHis  Pubbcation  and 
Posting  of  the  calendars  on  the  bulletin  board  in  the 


WARNING 
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caJerfdars  'he  PUbHcati°n  °f  ,he 

rt E f  ^  EtEi a *  °.ne  is  entitled  to  written  notice  of  the 

E,  S  X^ltortr  htahned4f0frethl  ad"4‘^ " 

filing  u,‘nlSalatn?haP«mae'  of  ?Pplica,,il0,’  wi”  accepted  for 

required  S’  law  are  sunned  Pap-7SZ  phns  and  data 
appeal  or  application  forms.  '  specified  on  the  blank 
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♦CORRECTION 


The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  January  5,  1937  as  they  ap- 
peared  in  Bulletin  2,  Vol.  XXII,  are  hereby  corrected 
to  read  as  follows: 


THE  RESOLUTION— 

(325-36-BZ) 

Whereas,  Francis  Seaman,  for  New  York  Rad  ways 
Corporation,  owner,  filed  October  29,  1936,  an  app  ication 
under  the  building  zone  resolution  to  permit  partly  in  a 
retail  use  district  and  partly  in  a  residence  use  district 
the  conversion  of  occupany  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor  vehicles ;  premises . 
806-814  9th  avenue,  318-362  West  54th  street,  southeast 
corner,  and  321-329  West  53rd  street  (Block  No.  1044,  Lot 
No.  3)  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting,  January  5,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  53rd  street  is  in  a 

residence  and  retail  use;  West  54th  street  1S**  Avenue 
and  retail  use;  9th  avenue  is  in  retail  use,  and  8th  avenue 

is  in  a  retail  use,  and  .  .  r 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  rendered  November  16,  1936,  re  Alteration  No.  3260, 

1936,  reads :  ,  .  <• 

No  1  Proposed  use  of  premises  as  a  garage  tor 

more  than  5  motor  vehicles  is  in  violation  of  section 
3  and  section  4-a,  specifically  4(A-15)  of  building  zone 

Note  that  premises  are  located  partly  in  a  residential 
district  and  partly  in  retail  district. 

No  2  Use  of  building  as  a  garage  for  more  than 
5  motor  vehicles  is  prohibited  if  building  is  located  on 
same  street  between  intersecting  streets  with  a  public 
school  or  any  duly  organized  school  for  children  under 
16  years  of  age,  giving  regular  instruction  at  least 
five  days  a  week  for  eight  months  or  more  each  year, 
owned  and  operated  by  any  established  religious  1 body 
or  educational  corporation,  section  21  of  the  build¬ 
ing  zone  resolution. 

^Whereas,  the  building  is  of  fireproof  construction,  two 
stories  in  height,  with  a  frontage  of  525  ft  on  West  54th 
street,  115.1  ft.  on  West  53rd  street,  135.1  ft.  on  9th  ave¬ 
nue,  and  a  distance  of  200.1  ft.  along  the  east  lot  line,  for¬ 
merly  occupied  as  car  barns,  to  be  occupied  as  a  garage 
for  more  than  five  motor  vehicles  (motor  buses)  ;  and 
Whereas,  the  site  unfier  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report 

follows:  REpoRT  OF  COMMITTEE 

December  28,  1936. 

Cal.  No.  325-36-BZ.  r  ^  A  ,on 

806-814  Ninth  avenue,  318-362  West  54th  street,  321  3^9 
West  53rd  street,  Borough  of  Manhattan. 


This  application  under  section  21  is  for  a  zoning 
variance  to  permit  a  two-story  fireproof  car  barn,  used 
continuously  for  many  years  for  the  storage  of  trolley 
cars,  to  be  used  for  storage  of  buses  which  have  sup¬ 
planted  the  trolleys.  No  increase  in  size  of  the  build¬ 
ing  is  contemplated  and  it  is  proposed  to  install  a 
foamite  system  for  fire  protection  in  addition  to  the 
existing  sprinkler  system,  National  District  Telegraph 
Fire  Alarm  System  and  local  fire  alarm  signal  system. 

Recently  the  rezoning  of  an  extended  area  on  the 
west  side  of  Manhattan  has  placed  this  building  partly 
in.  a  retail  business  district  along  Ninth  avenue  and 
the  balance  in  a  residential  district.  Formerly  the  en¬ 
tire  building  was  in  a  business,  use  zone.  .... 

There  are  two  buildings  within  the  area  which  have 
been  used  for  school  purposes,  one  at  342  West  53rd 
street,  which  the  committee  of  inspection  is  advised  is 
now  condemned  and  vacant,  and  the  other  at  314  West 
54th  street,  occupying  a  small  room  for  teaching  Greek 
after  their  regular  public  school  hours.  Neither  school, 
the  committee  finds,  falls  within  the  prohibition  of 
section  21  of  the  Zoning  Resolution.  ,  . 

There  are  several  objectors,  the  most  affected  being 
the  owner  of  adjoining  premises  on  Ninth  avenue  at 
the  northeast  corner  of  West  53rd  street.  Undoubt¬ 
edly  he  would  like  to  see  this  car  barn  vacated  after 
owning  property  adjoining  it  for  many  years. 

In  the  committee’s  opinion,  there  would  be  a  dis¬ 
tinct  hardship  not  to  permit  the  continued  use  of  this 
building  for  public  transportation .  equipment  ihe 
proposed  use  while  technically  dissimilar  to  the  stor¬ 
age  of  trolley  cars  is,  in  fact,  a  continuation  of  a 
similar  use  with  a  change  of  motive  power. 

It  is  recommended  that  the  appeal  be  granted  sub-  ! 
ject  to  such  conditions  as  the  board  deems  proper  to 
impose,  which  could  well  indicate  a  term  for  the  van- 

ance  to  run.  HARRIS  H.  MURDOCK, 

v  s  '  •  Chairman 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 


and 


*Correction— The  words  “that  a  Foamite  system  shall 
be  installed”  deleted  in  lines  114  and  115  of  resolution  and 
the  words  “that  protection  shall  be  provided  consisting  of 
foamite  or  CO2  portable  extinguishers,  as  approved  by  the 
Fire  Commissioner  as  to  location  and  number”  inserted. 


Whereas,  this  report  recommended  the  granting  of  . the 
appeal  under  Section  21  of  the  building  zone  resolution; 

anWHEREAS,  the  board  deemed  that  the  use  proposed  was 
in  effect  a  continuing  use  with  a  change  of  motive  power 
and  that  it  would  be  a  hardship  not  to  permit  the  use  ol 
this  building,  as  a  bus  garage.  , 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of.  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  for  . a.  period 
of  ten  years  from  the  date  of  this  action ;  permitting  t  e 
building  under  appeal  to  be  used  as  a  garage  for  the 
storage  of  more  than  five  (5)  buses  in  the  ownership  and 
operation  of  the  New  York  Railways  Corp.  or  their  su 
sidiaries,  on  condition  that  the  building  shall  not  be  in¬ 
creased  in  height  and  area;  that  the  sprinkler  system  shall 
be  maintained  throughout;  that  protection  shall  be  pro¬ 
vided  consisting  of  foamite  or  CO  portable  extmguishe  ., 
as  approved  by  the  Fire  Commissioner  as  to  location  ana 
number,  and  that  in  all  other  respects  the  building  and 
occupancy  shall  comply  with  all  rules  and  regulations  p 
plicable  thereto. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board,  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  a 
forwarded  by  mail 
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MINUTES 


♦CORRECTION 


The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  March  30,  1937,  as  they  ap¬ 
peared  in  Bulletin  No.  14,  Vol.  XXII,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(27S-36-A) 

Whereas,  G.  R.  Fellows,  applicant,  on  behalf  of  27  West 
57th  Street  Corp.,  owner,  filed  on  September  16,  1936  an 
appeal  from  a  decision  of  the  commissioner  of  buildings 
Borough  of  Manhattan,  affecting  premises  27  West  57th 
street,  north  side,  400  ft.  east  of  Sixth  avenue  (Block  No. 
1273  Lot  Nos.  17  and  18),  Borough  of  Manhattan;  and 
i  Whereas,  this  appeal  was  withdrawn  on  September  22, 
1936,  and  an  application  has  been  made  to  reopen  and 
restore  this  appeal  to  the  calendar;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  August  17,  1936,  reads: 

“In  answer  to  your  letter  of  July  23,  1936,  you  are 
advised  that  as  the  zoning  resolution  was  enacted  July, 
1931,  and  the  building  had  not  been  occupied  for  man- 
ufacturing  previous  to  that  time,  it  would  be  contrary 
to  said  resolution  if  there  were  a  greater  part  of  the 
floor  area  than  5%  used  for  manufacturing.  Your  re¬ 
quest  is  therefore  denied.” 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  May  25,  1936,  reads  in  part : 

“6.  The  building  being  located  in  a  retail  district, 
therefore  not  more  than  5%  is  allowed  for  factory  ” 

ind 

Whereas,  the  building,  which  was  erected  in  October 
1924,  is  located  in  a  retail  use  district  and  is  of  fireproof 
construction  48  ft.  x  90  ft.  in  area,  14  stories,  140  ft.  in 
leight,  OCCL1PIED:  Cellar — building  supplies  and  equip¬ 

i  Correction— The  words  “purposes  as  follows:  Of  the 
fl®or  space  of  a  building  not  more  than  5  per  cent 
nay  be  used  for  manufacturing”  added  to  line  61  of 
esolution. 


ment,  no  persons;  1st  floor— vacant;  2nd  floor-radio  re¬ 
cording  and  office;  3rd,  4th  and  5th  floors— vacant  •  6th 
J}°°5  sh°wroom  and  stockroom,  5  persons;  7th  floor- 
dentist  and  vacant,  4  persons;  8th  floor— offices  and  show- 

7°persons  ^  flff^fl  ’  9th  fl°9r~studio  offices  and  showroom, 
nelson,  lllh  fl  floor"7 radio  recording  studio  and  office,  17 
floor  rl’  Yw  fl(?or— showroom  and  office,  10  persons;  12th 
&7d  lSt|  showroom  and  manufacturing,  37  persons- 
13th  floor-radio  recording  studio  and  office,  4  persons • 
penthouse-radio  recording  studio  and  office,  3  persons  \ 

OctobeYTs5/  ieQ«fi?nte  °I  occuPa,ncy  No-  10023  was  issued 
wctober  1st,  1935,  for  offices  and  showrooms;  and 

Whereas,  applicant  contends  that  pursuant  to  an  in- 
terpretation  by  the  Board  of  Standards  and  Appeals 

to  25$drffUth  2fl  1936’  the  rapphc.ant  should  be  permitted  up 
•  a  ^be  ^oor  area  °f  the  building  for  manufacturing’ 

^ntal  .Jo ,  Ihe  retail  business  to  be  conducted  on  the 
premises,  that  the  decision  of  the  commissioner  of  build¬ 
ings  is  contrary  to  the  provisions  of  the  building  zone 
resolution  and  the  interpretation  adopted  by  the  bolrd  on 
July  ZZ,  1956,  as  above  set  forth. 

U„R]A*°lVe(u  thaj  t,he  decisions  of  the  commissioner  of 
be  ^an.d  uthey.  he.reby  are  modified  and  that  the 
appeal  be  and  it  hereby  is  granted  on  condition  that  the 
occupancy  of  the  building  shall  not  exceed  that  permitted 
in  retail  district,  as  interpreted  by  the  board  in  interpretive 
resolution  adopted  July  22,  1936  (Cal.  No.  228-36-BZ) 
reading  as  follows:  J * 

Resolved,  that  in  a  retail  district  not  more  than  25 
per  cent,  of  the  total  floor  space  of  a  building  or  floor 
space  equal  to  the  area  of  the  lot  may  be  used  for 
manufacturing  purposes  as  follows  :  Of  the  total  floor 
space  of  a  building  not  more  than  5  per  cent  may 

f  -f°r  Ua+nufpcturinS  Permitted  in  a  business 
use  district,  but  the  remaining  percentage  or  the 
whole  25  per  cent  may  be  used  for  such  manufac- 
tunng  or  treatment  of  products  as  is  an  integral 
part  of  retail  business  conducted  on  the  premises,  on 

which  all  products  so  manufactured  or  treated  are 
sold  at  retail  therein.”  treated  are 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
he  Distribution  Division  of  the  City  Record  Office,  Room 


2.3,  Municipal  Building  Manhattan.  Price  50c  ;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 

the  Tenement  House  Department  on  Fire  Retarding  Fire 

..scapes  Fire  Stairs,  and  Fire  Towers  are  now  on  sale  at 

— tl0,nJ Diyi,?Ion  of  the  City  Record  Office  Room 
2213.  Municinal  RlllMincr  A/Tonl-, T>_.  _  in  1  ’  _ 


BUILDING  CODE  ON  SALE. 


ELECTRICAL  CODE  ON  SALE. 


Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis-  Copies  of  the  Electrics I  Cnrl* 

'lbution  Division  of  the  City  Record  Office,  Room  2213,  tribution  Division  of  the  S  51  the  Dis- 

tun,c,pal  Budding,  Manhattan.  Price  $1.25 ;  by  mail  $1.35.  Municipal  Building,  Manhattan.  Pri«  SOc^by  ’ 


APPROVED  FIRELINE  HOSE  VALVES 


PYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
Vlay  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 

airbanks  Company .  81-20-SA 

'alworth  Company  .  899-27-SA 

•  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

roker  National  Fire  Prev.  Eng.  Co . .  304-28-SA 

™  brothers  .  779-28-SA 

•  u  Allen  Mfg.  Co .  890-28-SA 

'(in  Simmons  Co .  209-29-SA 

khart^  .  651-30-SA 

khart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSURE 

May  be  installed  on  all  standpipe  systems 

New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-SA 

Walworth  Company .  onn  cO 

W.  D.  Allen  Mfg.  Company. . 1 1 II 1 1 1  I  *  *  1151-77 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc . !  1307-27-SA 

Brothers  .  o0  o  a 


Jenkins 

Croker  National  Fire  Prev.  Eng.  Co, 


780-28-SA 

Fairbanks  Com^ny'  ZZ 


i^n.^.zzzz:z:\vzY:zv:::  flits* 
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FIRST  QUARTERLY  REPORT 


City  of  New  York 
Board  of  Standards  and  appeals 

HARRIS  H.  MURDOCK,  Chairman 
MUNICIPAL  BUILDING 


April  13,  1937. 

Hon.  Fiorello  H.  La  Guardia, 

Mayor  of  The  City  of  New  York, 

City  Hall,  New  York  City. 


Dear  Sir: 

I  have  the  honor  to  submit  to  you  the  First  Quarterly  Report  of  the  Board  of 
year  1937.  This  report  is  being  submitted  to  you  in  accordance  with  the  provisions 
and  will  also  be  printed  in  the  Bulletin  of  the  Board. 


Standards  and  Appeals  for  the 
of  the  Charter,  Sections  1544, 


> 


CASES  FILED  AND  PENDING,  1937 


Filed  1937 

A 

BZ 

S 

SA 

SR 

JANUARY  . 

17 

11 

3 

8 

1 

0 

0 

Restored  . 

0 

7 

0 

FEBRUARY  . 

16 

22 

5 

3 

0 

Restored  . 

0 

8 

0 

0 

0 

MARCH  . 

15 

31 

2 

5 

0 

Restored  . 

1 

14 

0 

3 

0 

TOTAL  . 

49 

93 

10 

20 

0 

PENDING 

Dec.  31,  1936... 

26 

89 

y 

e, 

GRAND  TOTAL.. 

75 

182 

19 

73 

2 

DISPOSITION 

1937 

TANUARY  . 

14 

25 

3 

6 

0 

0 

FEBRUARY  . 

16 

23 

8 

3 

MARCH  . 

22 

25 

4 

4 

0 

TOTAL  . 

52 

73 

15 

13 

0 

PENDING 

March  31,  1937. 

23 

109 

4 

ou 

& 

fWI.#**  A — Anneals  from 

Administrative  Orders. 

BZ — Applications  under  Building 

Labor  Law.  SA— 

-Applications 

for  Approval  of  Appl 

lances.  bK- 

—Applications 

M’L 

T’L 

GR.T’L 

51 

90 

#  * 

0 

8 

98 

58 

104 

.  .  .  - 

0 

8 

112 

56 

109 

•  • 

0 

18 

127 

165 

337 

337 

0 

179 

179 

165 

516 

516 

51 

99 

58 

108 

.  . 

56 

111 

318 

165 

318 

318 

0 

198 

198 

Zone  Resolution.  S— Applications  for  Variations  of 
for  Adoption  of  Rules.  M’L— Miscellaneous  Docket. 


RULES  FOR  THE  TESTING  OF  WOOD 

Pursuant  to  the  Provision  of  Section  356  of  Chapter  5  of  the  Code  of  Ordinances  (Building  Code) 


(639-27-SR) 

Adopted  by  the  Board  of  Standards  and  Appeals  July 
22,  1927.  Amended  March  16,  1928. 

Rule  1.  Before  any  wood  may  be  used  for  flooring  or 
interior  trim  where  incombustible  materials  are  required 
under  the  provisions  of  section  356  of  the  Building  Code, 
the  commissioner  of  buildings  must  be  notified  promptly 
upon  the  delivery  at  the  job  of  a  consignment  of  such 
material.  One  test  sample  for  each  2,000  feet  of  material 
will  then  be  selected  by  a  representative  of  the  Department 
of  Buildings,  marked  for  identification,  and  forwarded  to 
the  testing  laboratory,  where,  under  the  supervision  of  the 
commissioner  of  buildings  or  his  representative,  the  sam¬ 
ples  shall  be  subjected  to  the  following  tests: 


Before  making  tests,  all  specimens  for  testing  shall  be 
oven  dried  at  a  temperature  of  140°  F.  to  a  point  where 
there  is  no  further  loss  of  weight  due  to  evaporation  ol 

moisture  content.  .  . 

A.  SHAVING  TEST— A  mass  of  shavings  cut  fairly 
thick  from  the  outside  and  interior  of  sticks  of  the  treated 
wood  are  to  be  tested  separately.  These  shavings  shall  be 
placed  to  a  depth  of  two  inches  in  a  metal  vessel  twelve 
inches  square,  the  bottom  of  which  shall  consist  of  a  wire: 
screen  of  V2  inch  mesh.  The  shavings  shall  be  packed 
down  moderately  to  reduce  the  air  spaces.  A  Bunser 
yellow  flame  shall  then  be  placed  beneath  the  receptacle  sc 
that  the  flame  is  in  contact  with  the  shavings.  Aftei 
twenty-five  seconds  the  flame  shall  be  removed.  The  flame 
at  no  time  should  show  higher  than  six  inches  above  the 
top  of  the  bed  of  shavings  and  the  shavings  should  not  be 
consumed  in  less  than  five  minutes. 
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FIRST  quarterly  report 


SUMMARY 


DOCKET 

ises  pending  December  31,  1936 .  179 

ises  filed  up  to  March  31,  1937 .  138 

:stored  to  Calendar  .  24 


102 


Miscellaneous  Applications 

quests  to  reopen  . 

quests  to  amend  .  ^ 

quests  for  modification  .  q 

quests  to  rescind  .  q 

quests  for  extension  of  time .  13 

quests  for  extension  of  permit .  4 

juests  for  approval  of  plans .  5 

ministrative  requests  .  q 

luests  for  interpretation  .  q 

Total . 

posed  of  . 


516 

318 


disposition  of  cases 

Withdrawn  . 

Dismissed  .  .  *1 

Denied  . [[[' .  2 

Granted  . 36 

Granted  on  condition  . . . .  ] .  Cn 

Appliances  approved . .*'.**' .  fC 

R^ap^roveT1.3.5^: 1 
Rules  disapproved,  rescinded  or  withdrawn  0 

Miscellaneous  Actions 

Requests  to  reopen  granted  ... 

Requests  to  reopen  denied  . . 

Requests  to  amend  granted  .  . 

Requests  to  amend  denied  _ ‘  j  ’  . . 

Requests  for  modification  granted.".'.* .  a 

Requests  for  modification  denied  ...  .  X 

Requests  to  rescind  granted  . .  .  a 

Requests  to  rescind  denied  . .  d 

Requests  for  extension  of  time  granted .  1? 

Requests  for  extension  of  time  denied  .!! .  *a 

Requests  for  extension  of  permit  granted .  !? 

Requests  for  extension  of  permit  denied  .  n 

Plans  approved  . . .  ea  .  0 

Plans  disapproved  . 3 

Administrative  requests  granted  ’ .  2 

InSpreSons.  0 

Requests  withdrawn  or  dismissed  . .  3 

Total  .  . 

.  318 


es  pending  March  31,  1937. 


198 


ASCRIPTIONS 

Bulletin  . 

1  Sales . 


MONEYS  RECEIVED 


JANUARY 

$97.50 

44.15 


to  Chamberlain. 


FEBRUARY 

$40.00 

30.40 


$141.65 


$70.40 


MARCH 

$77.50 

36.53 

$114.03 


TOTAL 

$215.00 

111.08 

$326.08 


EDWARD  V.  BARTON,  Chief  Clerk. 


HARRIS  H.  MURDOCK,  Chairman. 


TIMBER  TEST.  Two  samples  yA  inch  by  V/2 
'  •  ,ln, cro??  section  and  twelve  inches  long  shall  be 
a  Lrlmf  \Cr?SS  the  ,top  of  a  &as  crucible  furnace 
vterl  S  if  betwef?AAthJem-  The  specimens  shall  be 
U.  to  a  dame  at  1700  deg.  Fahrenheit  for  two  min- 

intinnS  fPffCeS  sha11  ?en  be  rem°ved,  and  the  time 
L lt'°"  °f  fiai?e  fnd  glow  observed.  The  sticks  shall 

he  Si  hf°Jlgh  th,e  middle  at  the  most  burned  section 
r  tl  a  the  unburned  wood  measured  with  a  plani- 
he  tlnw  imC  ““i?  n°t  Persist  longer  than  15  seconds 
wo?d7tL  geL  than  2°  seconds,  and,  in  the  case  of 
woods  the  unburned  area  should  not  be  less  than  55 
at-,  nor  in  the  case  of  soft  woods  less  than  45  per 

iiffiS  TEST-  Twenty  samples  are  to  be  prepared, 

1  a  ±SQUare  and  6rinches  long.  These  shall  be  built 

sticks  ^A  oPPurt  t0  ft°-rm  a  crlb  .worlc  five  tiers  high, 
a  tier,  making  the  crib  six  inches  by  six 


RULES  FOR  THE  TESTING  OF  WOOD 
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£cbefs>  and.  approximately  2 inches  high.  The  crib  shall 
be  set  six  inches  above  a  Bunsen  burner  to  which  the  crib 
shall  be  exposed  for  a  period  of  one  minute  at  a  temnera- 
ture  approximating  1200  deg.  Fahrenheit.  The  flame  must 
not  persist  more  than  twenty  seconds  after  the  Bunsen 
rne,r  1S  re: moved,  nor  the  glow  last  more  than  thirty 
seconds.  The  tendency  of  the  flame  to  spread  from  stick 
to  stick  must  also  be  noted. 

Rule  2.  All  of  the  above  tests  shall  be  at  the  expense  of 
the  owner  or  contractor,  or  other  interested  party 

,  ,tbe  tcsts  are  satisfactory  the  entire  shipment  will  be 
permitted  to  be  taken  into  the  building  and  used  If  not 
the  entire  shipment  shall  be  condemned  and  must  be  re¬ 
moved  from  the  premises.  e 

In  general,  acceptance  shall  be  predicated  upon  the  exist¬ 
ence  of  a  complete  plant  in  full  working  order  from  which 
the  material  is  shipped  and  each  shipment,  or,  where  pos¬ 
sible,  each  piece  shall  be  trade  marked  in  a  conspicuous 
manner  so  that  there  may  be  no  doubt  as  to  its  identity 
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Adopted  by  the  Superintendents  of  Buildings,  Effective 
April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  The  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com- 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com- 
missioner  of  Buildings. 

3  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  tne  Com¬ 
missioner  of  Buildings.  .  . 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7.  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons  include  cases  where  new  vertical  and  horizontal 
lines  of’  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any.  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer- 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer- 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is.  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feel 
outside  of  the  outer  front  wall  of  the  building,  vault  oi 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  oi 
the  main  horizontal  drain  and  its  branches  inside  the  wall: 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  lint 
of  pipe  having  outlets  above  the  floor  of  first  story  foi 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  lin<; 
of  pipe  having  outlets  above  the  first  floor  for  fixture; 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pip« 
provided  to  ventilate  the  system  of  piping  and  to  preven 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  fron 
defects,  and  all  work  must  be  executed  in  a  thorough 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  hole 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  th 
following  average  weights  per  linear  foot: 


Diameters 

Weights  per  Linear  Foo 
Standard  Extra  Heav 

. .  3  3/5 

5 *4  pound 

.  5  1/5 

9 Vi  pound 

.  7 

13  pound 

. 9 

17  pound. 

. 11 

20  pound 

. 14 

27  pound; 

. 17 

33l/2  pound 

. 23 

45  pound 

12  inches . 

. 33 

54  pounds 

Standard  pipe  may  be  used  above  ground  in  residenc 
buildings  not  exceeding  two  stories  and  basement  in  heigh 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we'ght  and  maker’s  name  must  be  cast  o 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  an 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  ot  hn 
soft  pig  lead  must  be  used  at  each  joint  for  each  men  i 
the  diameter  of  the  pipe  when  extra,  heavy  pipe  is  use 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  i 
quality  to  “standard”  and  must  be  properly  tested  by  tr 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  Dia 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  was 
and  soil  pipes  must  be  galvanized. 
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^5' ^  ^uhe/e  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 

pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit! 
tings,  with  smooth  interior  waterway,  and  threads  tanned 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot.  C  S  man 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 

the  unthreaded  part  of  the  pipe  is  less  than  one  aid  one! 
».«df  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe.  gnt  1 

28.  The  pipe  shall  not  be  less  than  the  following  average 

tniCKness  and  weight  per  linear  foot:  g 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 
hracL  Soldering  nipples  must  be  heavy  cast  brass  or  of 
than  tr'foiloZg  wrights™"  “St  "0t  be  less 


Diameters 

Weights 

1/  inches . 

8  ounces 

2  inches . 

2/  inches . 

14  ounces 

3  inches. . . . 

o  ounces 
0  ounces 
8  ounces 

4  inches . 

======= - 

Diameters 


Thicknesses 


Weights  per 
Linear  Foot 


l  Yt 

inches . 

2 

inches . 

2/ 

inches . 

3 

inches . 

3/ 

inches . 

4 

inches . 

4/ 

5 

6 

inches . 

inches . 

inches . 

7 

inches . 

8 

inches . 

9 

inches . 

10 

inches . 

11 

inches . 

12 

inches . 

2.68  pounds 
3.61  pounds 
5.74  pounds 
7.54  pounds 
9.00  pounds 
10.66  pounds 
12.34  pounds 
14.50  pounds 
18.76  pounds 
23.27  pounds 
28.18  pounds 
33.70  pounds 
40.06  pounds 
45.02  pounds 
48.98  pounds 


„  “  ;  bl'rew  ,caPs  tor  cleanouts  must  be  extra  heavy 

mn  han  °”?:eiShth  of  an  inch  thick.  The  screw  cap 

one  inchVhithS° h>hqU1re  or  .^agonal  nut,  not  less  than 

inches. 

&"e  sie2fot£apn,dpethiCkneSS  *"**2 

36.  Where  cleanouts  are  required  by  rules  and  bv  the 
approved  plans,  the  screw  cap  must  be  of  brass.  ^Phe 

nhff.agQ-ng  K1USt  haVj  n0t  less  than  six  thrcads  of  iron- 
P  pe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 

of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short 

branches  of  the  soil  and  waste  pipes,  bends  and  traps  roof 
connections  of  inside  leaders.  p  ’ 

not^more  ^than  °f  lead  pipC  sha11  be  construed  to  mean 


.nf?‘  ?raSS  Pipu  fof  soil>  ,waste  and  vcnt  pipes  and 

nhino-  "  ?P  f  be  th9roughly  annealed,  drawn,  brass 

ubing,  of  standard  iron-pipe  gauge. 

iTui°Vr^0nneC-10nS  °n  brass  pipc  and  between  brass  pipe 

fcoimhLT  tT  pipe,must  not  be  mad«  with  slip  joints 
i  couplings.  Threaded  connections  on  brass  pipe  must  be 

L{  bV?ampered  ‘r°n  PiPe  thr'ad  f°r  Samc  siz'  of  ** 

■Sr  lot  S’ftSf  ,hiCkn'SS'S  a"d  W'!gh,S  P'r 


8  feet  of .  it/  •  i  . 

5  feet  of .  .  V2  ?nc,h  p!pe 

2  feet  of....  .  2  inch  p,pC 

2  feet  of . ! .  3  *ncb 

. . . .  4  inch  pipe 

38  All  connections  between  lead  pipes  and  between  lead 

p'pes  mus* b'  mad'  -»»  oi 

the  ^be  st'  ^  q u ahty^ krlo wn° *i  n  Vcom mer c  e  Uas  “S”S  ZTo^nd 
less  than  the  following  weights  per  linear  foot: 


fiameters 


Thicknesses 


Weights  per 
Linear  Foot 


1 V2 

> 

3 

} 

1/2 

) 

) 


nches . 14  inches 

nches . IS  incheS 

nc,es . 20  inches 

ncJies . 21  inches 

nc,hes . 22  inches 

nc  ies . 23  inches 

nc,  es . 24  inches 

nches . 25  inches 

nches . 28  inches 


2.84  pounds 
3.82  pounds 
6.08  pounds 
7.92  pounds 
9.54  pounds 
11.29  pounds 
13.08  popnds 
15.37  pounds 
19.88  pounds 


DA  inched  flUSH  ^  °nly) .  2/  pouilds 

2  inches : .  3  pounds 

3  inches  .  .  t  pounds 

♦  ^  tod*. . I  £2£ 


uf;  J  h5ht  ?.r  heavy  pipe  is  used,  brass  ferrules 
^  Quahjy  cast  brass,  not  less  than  4  inches 

nftpr  in?ies  anLd  3  1,nches  and  4  inches  in  inside  di- 
r  and  n°t  less  than  the  following  weights : 


ameters 


Weights 


inches. . 

0  ounces 

inches. . . 

inches. . 

It  ounces 
8  ounces 

- - 

— 

40  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 

gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool  ex¬ 
cept  where  a  budding  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43  Every  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 

It  must ’be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
after  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess- 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and 
foundations  from  injury.  In  no  case  shall  the  water  from 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below  <j 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  runninr? 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  m 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  mus 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  ®x*raF 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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^r°^ndJLfXC?^^^°^ic^^O^°^uleO20°ofStheseWrides.a^OVe  blithe *  hfLg!!de  at  mcf  available  point  to  be  approved 


70. 


“■>  f*  u,lucu  in  auie  zu  OI  these  rules  hv  th*.  7-  •  r  “v?liauic  point  to  De 

“If.  W***  co-pect  with  the  The  fresh-air  X^obe^haS'^A"^!0”!;, 


■  S?rs.“if3  rlsi^S-si  ;-=:“  “K  a  f,s"  «■ 

proper  opening  must  be  provided  for  the  drain  in  the  wall 


in  diameter. 

•  curb  box  or  similar  device  with  grating1  nlaced 

sidewalk  will  be  permitted  for  fresh  air  Wets  P 


in 


to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 

ICCt  <ipcUu 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-nine  -hall  floor  atilt?6/  the  discharge  of  fixtures  on  any 

be  connected  with  the  house-drain.  Such  pipeSP  m,L  firs  at  least  one  mUSr  be  .extended  in  full  calibre 

discharge  into  a  proper  condensing  tank,  and  from  this  a  all  shafts  window?  ^  ro°^  c°PLng’  and.well  away  from 
proper  outlet  to  the  house  sewer  outside  of  the  building  When  less  than  f  ’ ^ or,?ther  ventdating  openings, 
must  be  provided.  In  low  pressure  steam  svstemc  larged  to  four  inrhe?  /?eS  in  diameter,  they  must  be  en- 

belovf  the  suSce  byln^  “*  leSS  than  °nC  f°0t 


Soil  and  Waste  Lines. 

steef  orAbrSs.in’  ^  WaSt6  °r  VCnt  pipes  must  be  of  iron» 
82. 


,  .  -  pressure  steam  systems  the  con- 

mTtT,  taHk  may  be  °,mitted’  bVt  the  waste  connections 
must  be  otherwise  as  above  required. 

■  73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends.  in 

74.  .  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 

water-doset.  Where  rain  leaders  are  connected  to  ^ 

fid  ?  system>  .the  s,lzes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
aouse-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter: 


Diameter 

of 

Pipe 


Fall 

Va  Inch  per  Foot 


Fall 

V  Inch  per  Foot 


3 .  1,200  square  feet 

^ .  2,500  square  feet 

a .  4,500  square  feet 

. .  8,000  square  feet 

' . 12,400  square  feet 

° . 18,000  square  feet 

•; . 25,000  square  feet 

. 41,000  square  feet 

12 . 69,000  square  feet 


1,500  square  feet 
3,200  square  feet 
6,000  square  feet 
10,000  square  feet 
15,600  square  feet 

22.500  square  feet 

31.500  square  feet 
59,000  square  feet 
98,000  square  feet 


(9)  inches  long."  J  ““  increaser  not  less  than  nine 

of8suchNs°taCckPS’  C°WlS  °r  bCndS  Sha11  be  affixed  to  the  top 

tened  imnftl  buiIdin^s-  ™ire  baskets  must  be  securely  fas- 
When  °Penin/f°£  e,ach  pipe  in  an  accessible  position. 

d  f?r  dryinS  purposes  or  roof  gardens 
all  pipes  shall  be  extended  to  a  height  of  seven  feet 

85.  Necessary  offsets  above  the  highest  branch  must  not 

horizontal'  “  °f  ‘eSS  "’a"  f°Lfive  to  Z 

br8a6„cheSs°£oranan  toe&SSL?*’*  Pr°P'r  Y  °r  TY 
87  No  connection  to  lead  branches  for  water-closets 
vent!°P  SmkS  W1  bC  permitted-  except  the  required  branch 

,JS8;  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

S!10rt  tTY  brancfies  will  be  permitted  on  vertical 
1  nes  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs  short 

prohibited  and  C°mm0n  offsets’  and  bands  and  saddles 

les?'thJnhetpd;cametCrS  ?f  SuU  /  nd  waste  pipes  must  not  b« 
less  than  those  given  in  the  following  table: 


A  Y  andj  I  branch  fittings  for  handhole 
K  t  be  prov,lded  where  required  on  house-drain 

i  diameter  ChCS‘  N°  c  eanout  need  be  larSer  than  6  inches 

It  An  Trunn[nS  trap  must  be  placed  in  the  house- 

S  o?ean  He  fr°"t  wal1  of  the  house-  and  on  the  sewer 
co”nectlons>  except  a  Y  fitting  used  to  receive 
-  HSr1?arge  fr°m  an  automatic  sewage  lift,  oil  separator, 
msroThi?6  Wt?ere  °nC  USed-  If  placed  outside  of  the 
1  ^  <ielIar  floor>  [t  must  be  made  accessible 

:ar.b"^, manbole-  the  walls  of  which  must  be  eight  inches 
an  lron  or  flagstone  cover.  When  outside  the 
:  the  groundCVer  be  CSS  *ban  three  feet  below  the  surface 

fL5"the  Plumbing  system  of  any  building  is  altered 

•’tent  ofdS  «°n  °f*a  nCW  S0d’  waste  or  vcnt  line  to  the 
;r  inlet  nr  l  A*'  °r  1?lore’  and  no  house  trap  and  fresh 
1  provided  dCr  ^  6X1StS  °n  thC  house'drain>  same  shall 

irew  Ybefbous.e  trap  must  have  two  cleanouts,  with  brass 
ew  cap  ferrules  caulked  in. 

I,.9’  A  ,fre?h-air  inlet  pipe  must  be  connected  with  the 

I*  outer  ?  JUtSt  m-Slde-  °f  the  house  trap  and  extended  to 
outer  air,  terminating  with  open  end  at  least  one  foot 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories 
lain  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 
or  six  stories .  ^ 

Main  soil  stacks  in  all  other  cases .  5 

Branch  soil  pipes  for  not  more  than  four 
waterclosets  . 

Branch  soil  pipes  for  more  than  four  water 

closets  .  a 

Main  waste  stacks . 2 

Main  waste  stacks  for  kitchen  sinks  on  six  or 
more  floors  .  3 

Branch  waste  pipes  for  slop  sinks . ’’’’  3  m,n„ 

Branch  waste  pipes  for  laundry  tubs .  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inrhll 

Branch  waste  for  urinals . ."**  7  inche? 

Branch  waste  for  other  fixtures .  \y2  inc}ies 

A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin 
one  sink  and  two  laundry  trays.  ’ 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  mam  waste  or  soil  lines  or  to  the  house  drain 


4  inches 


inches 

inches 


3  inches 


inches 

inches 

inches 

inches 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  e 
protected  from  siphonage  and  back-pressure  by  specia 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon-jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (o) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required .  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  sou  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  PJP^S 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  "yoke  type”  ventilation  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories ;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter ;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter ;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


inch  branches  on  a  1J^ 
inch  branches  on  a  2 
inch  branches  on  a  2 


inch  main  branch, 
inch  main  branch, 
inch  main  branch. 


inch  branches  on  a  2  inch  main  branch, 
inch  branches  on  a  2  inch  main  branch 


Traps. 


99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 


No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. , 


100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad- 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  waste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 


103.  The  discharge  from  any  fixture  must  not  pass 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 

respect  to  their  water  levels.  j, 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  traf 
placed  on  the  inlet  side^  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  othei 
drains  and  leaders  must  be  running  traps  with  handhoK 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  thar 
five  (5)  inches.  All  traps  under  ground  must  be  maoi 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  bi 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heav: 
brass  floor  plates  properly  secured  to  the  branch  sou  .pt! 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tigm 
The  use  of  rubber  washers  for  floor  connections  is  pm 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspecie 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
vaste  pipe  lines 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
it  least  four  inches  in  diameter,  the  waste  from  trap  to 
iath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
o  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
ved,  must  be  connected  on  inlet  side  of  trap.  ’  Except 
/here  an  approved  anti-siphon  trap  is  installed  in  the  man- 
er  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
eparate  vent  line  extended  above  the  roof,  of  the  same  size 
s  trap  and  water  connection. 

112.  .  The  sizes  for  traps  must  not  be  less  than  those 
iven  in  the  following  table: 


'raps  for  water-closets .  4 

Taps  for  slop  sinks .  3 

Taps  for  kitchen  sinks .  2 

raps  for  wash  trays .  2 

raps  for  urinals .  2 

raps  for  shower-baths .  2 


inches 

inches 

inches 

inches 

inches 

inches 


raps  for  other  fixtures .  li^  inches 


in  diameter 
in  diameter 
in  diameter 
in  diameter 
diameter 
diameter 
diameter 


in 

in 

in 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 

least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 

7  a  traP  at  least  one  and  one-half  (1  y2)  inches  in 
ameter,  which  shall  be  vented  except  where  an  approved 
iti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
ation  between  trap  and  cuspidor  may  be  three-quarters 
h)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
ds  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
ject  waste  connection  to  the  plumbing  and  drainage  sys- 
'tn  _  i  he  waste  of  every  bar  sink,  soda  fountain  and 
unking  fountain,  if  not  directly  connected,  must  discharge 
(e:  a  Properly  water-supplied,  trapped  sink,  with  trap 
•nted,  unless  an  approved  anti-siphon  trap  is  installed  in 
e  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
t  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 

■  east  one  and  one-half  (1 54)  inches  in  diameter.  Drink- 
|  fountains  must  be  trapped  and  the  waste  line  extended 
:  ou£h  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

!15.  Safe  and  refrigerator  waste  pipes  must  be  of  gal- 
-vized  iron  and  be  not  less  than  1  yA  inches  in  diameter 
,  larger  than  \y2  inches  in  diameter  with  pipe  branches 
i  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

and  ref^gerator  waste  pipes  shall  not  be 
■pped.  they  must  discharge  over  a  properly  water-sup- 
•  trapped  sink,  with  trap  vented  unless  an  approved 

•  i-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
such  sink  to  be  publicly  placed,  and  not  more  than  4 

t  above  the  floor.  In  no  case  shall  any  refrigerator  or 
•e  waste  pipe  discharge  over  a  sink  located  in  a  room 
a  for  living  purposes. 

17-  Jhe  branches  on  vertical  lines  must  be  made  by 
or  i  y  fittings  and  carried  up  to  the  safe  with  as  much 
n  as  possible. 

18.  Lead  safes  must  be  graded  and  neatly  turned  over 
'el  strips  at  their  edges. 

^bere  there  is  an  offset  on  a  refrigerator  waste 

ibrnn+i  Ce!  arr’  ^re,  must  be  cleanouts  to  control  the 
'izontal  part  of  the  pipe. 

;?•  a11  lodgings  and  tenement  houses  the  safe  and 

•  aerator  waste  pipes  must  extend  above  the  roof. 
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Water  Closets,  Sinks  and  Washtubs. 

{Good  except  as  relating  to  tenement  houses  and  factories.) 
•  I21,  Jn  al>  buildings  occupied  as  stores,  dwellings  lode- 

factonesb°orrd!;tS  UlCS’  h°tels’  °ffices’  lofts>  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 

^-dosetsesnntha5hfJ>UlIdin?i,i  There  must  be  sufficient  wa¬ 
ter  closets  so  that  there  will  never  be  more  than  fifteen 

fhe^mber^fmT!61"^03?-  In  places  °f  public  assembly, 

be  determined  h  %nd  ^  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

britided* 5?^'6 7 * * *  water-closets  and  toilet  rooms  must  be 
lofts  office  h  SeXr  ln  buildings  used  as  workshops, 

ptfbHc  aTse^nbly.  dl"SS'  £aC,°neS'  h°,ds'  a"d  al>  »£ 

on^i'ch^oll?1^1^  h°uses>  there  must  be  one  water-closet 
on  each  floor  and  where  there  are  more  than  fifteen  ner- 

onnthat  ftnL{[f0r  ?rUSt  be  ?n  additional  water-clSset 
tiL  thereof.  f°r  eVery  fifteen  addltional  Persons  or  frac- 

124  In  tenement  houses,  lodging  houses  factories 

anartme0!?’  Ta  PubI„  buildings>  the  entire  water-closet 

the  floor  ’  d  f dC  Yu llsj  to  a  height  of  six  inches  from 
the  floor  except  at  the  door,  must  be  made  waterproof 

with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

12a.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa- 

o  UnnK  a.pa/tment  must  be  air-tight  and  extend 

to  the  ceiling  or  be  independently  ceiled  over.  When  nec- 
essiiry  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  nm-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130’  uE*uer:a  eart.hen'yare  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations 
must  be  set  on  an  approved  floor  slab  of  porcelain  slate' 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

•  131‘  Y11 *  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 

water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge 
will  not  be  permitted.  ’ 

133.  Long  hopper  water-closets  will  not  be  permitted 
except  earthenware  hoppers  where  there  is  an  exposure  to 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 

directly  with  or  flushed  from  the  water-supply  pipes  ex¬ 
cept  when  flushometer  valves  are  used.  ’ 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  "Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  wa.ter  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

15L  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall.  . 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  (24)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (J4)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav¬ 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures, 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment, 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 
distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required. 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled.  _  | 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1, 1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-balf  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (50U) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  veniu 
tion  and  continued  down  to  the  lower  story  of  building  a 
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.  arranged  as  to  discharge  into  a  lime  box  and  diluting 
nk  properly  trapped  and  vented  and  connected  inside  of 
ouse  trap.  It  the  lime  box  and  diluting  sink  are  not  used 
e  acid  waste  must  be  extended  to  an  earthen  house  sewer 
i  separately  and  independently  connected  to  a  public  or 
;ivate  sewer  in  street  and  provided  with  an  accessible 
inning  trap  located  just  inside  of  front  wall  of  building, 
d  branches  and  joints,  on  lead  acid  wastes  must  be  made 
l  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used 
irtical  joints  must  be  made  with  a  mixture  of  asphaltum 
:d  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
rizontal  runs  when  above  the  cellar  floor  must  be  sup- 
:rted  at  each  hub  by  proper  supports.  All  floor  drains 
id  fixture  connections  must  be  trapped  and  run  as  direct 
i  possible. 

Sewage  Lifts. 

64.  When  it  is  necessary  to  use  a  sump  system  and 
vage  lift  to  receive  the  discharge  from  the  waste  or  soil 
inection  to  fixtures,  same  shall  be  arranged  to  be  ac- 
< sible.  If  discharged  with  compressed  air  it  shall  be 
'inected  to  the  house  drain  on  the  sewer  side  of  all  leader 
area  drain  traps  and  fixture  connections  or  may  be  con- 
ted  to  house  drain  on  the  sewer  side  of  house  trap.  A 
:arate  trap  and  fresh  air  inlet  must  be  provided  on  the 
".t  Slde  sump  and  a  4-inch  pipe  line  continued  from 
:in  discharging  into  sump  up  to  and  above  roof  for 
iposes  of  ventilation.  Relief  pipes  must  be  provided  on 
age  receptacles  of  sumps.  Traps  of  fixtures  connected 
:mmp  systems,  must  not  be  vented  to  vent  lines  which 
used  to  ventilate  traps  of  fixtures  on  gravity  system, 
mp  systems  should  be  entirely  separate  both  as  to  dis- 
rge  and  venting  from  rest  of  plumbing  system  in  build- 

I 

Oil  Separator*. 

'a  -,Pd  separators  installed  in  any  building  where  vola- 
fluids  are  used  must  be  arranged  to  be  readily  access- 
Ihey  must  not  receive  the  discharge  of  any  water- 
r/->  rain’  leader,  yard,  court  or  area  drain. 

'  k  u  I2U^t>  lf  discharged  by  gravity,  be  connected 
1  branch  fitting  to  the  house  drain  behind  the  house 
t  m  such  a  manner  that  they  will  not  interfere  with  the 
’wuln  and  ,the.rest  of  the  plumbing  and  drainage  sys- 
Wnen  mechanical  force  is  used  to  discharge  the  con¬ 
i'  the  connection  must  be  made  by  a  Y  branch  fitting 
pe  sewer  side  of  house  trap. 

17.  No  separate  running  trap  need  be  provided  on  the 
l  entering  oil  separators,  but  a  separate  fresh  air  inlet 
vent  line  must  be  provided  to  keep  the  system  of  drain- 
controlled  by  the  oil  separator  entirely  separate  from 
est  plumbing  and  drainage  system. 

•  he  size  of  fresh  air  inlet  shall  be  determined  by 

,lze.  ,ol:  T  i  connectlon  to  oil  separator,  which  shall 
msidered  the  same  as  the  term  house-drain  for  de¬ 
nning  the  size  of  all  fresh  air  inlets,  which  shall  con- 
to  the  same  requirements  as  regards  size  and  arrange- 
i^of  terminals  for  fresh  air  inlets  as  called  for  in  regu- 

'•  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
lumbing  fixtures  as  regards  size  and  arrangement. 

6  mu  plpeS  muSt  be  Provided  at  least  \y2  inches  in 
-ter.  I  hey  may  be  connected  to  a  vent  line  when  in- 
,  as  a  separate  system  or  must  be  carried  independent- 
'3ve  the  roof. 


Testing  the  Plumbing  System. 

•ijbe  entire ;  Plumbing  and  drainage  system  within 
nldmg  must  be  tested  by  the  plumber,  in  the  presence 
vlumbmg  Inspector,  under  a  water  test.  All  pipes 
remain  uncovered  in  every  part  until  they  have  suc- 
y  passed  the  test  The  plumber  must  securely  close 
rnings  as  directed  by  the  Inspector  of  Plumbing  The 
wooden  plugs  for  this  purpose  is  prohibited. 


endtf  Jhe  W?  be  aPPlied  by  closing  the  lower 

eid  °t  the  main  house  dram  and  filling  the  pipes  to  the 

hip6'1  gening  above  the  roof  with  water.  The  water  test 

ve?  caT^V'  “"V  me  !he  house  drai"  branches  all 
oe/Saland  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 

part?tionhsed  il%y  bey0,,d  ",e  finished  £ace  of  "'alls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to 

lbeasteSdf6?Yeae?  yh  tHerenmUSt  be  a  head  of  water  at 

least  six  (6)  feet  above  all  parts  of  the  work  so  tested 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test.  g  J 

173.  After  the  completion  of  the  plumbing  work  in  anv 
new  or  altered  building  and  before  the  building  is  occu- 
Pf  d’  p,  fina!  smToke  test  must  be  applied  in  th e  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied 

.  \74\  LThe  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each 

ou“c”Pof00ir„fcneS  and  fllar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height 

Plumbing  in  Tenement  Houses. 

.  *7cS‘  ,  A11  sections  or  parts  of  sections  of  the  tenement 
houses  are  to  °  PlTbin/  and  drainage  of  tenemen 

SSTruta  a0„dbere0guSfar,iod„sand  “*  Wby  made  a 

Gas  Piping  and  Fixtures. 

bu!ld6ingfandafinr  Sfen^r^de3^ X 

gas  piping  or  fixtures  in  old  buildings  must  be  doi?e  fn  ac- 
cordance  with  the  following  rules,  which  are  made  in  ac 
cordance  with  the  provisions  of  section  89  of  the  Building 

For  additional  requirements  of  public  buildings  theatres 
Code?  aCeS  °f  assembla&e>  see  Part  XXI  of  the ’Building 

177.  Before  the  construction  or  alteration  of  anv  rras 
piping  in  any  building  or  part  of  any  building  a  permit 

This  peerm°E  windbfr°m  ^  Commissioner  ofVuifdings 

this  permit  will  be  issued  only  to  a  registered  plumber 
Small  alterations  may.  be  made  by  notifying  the  Depart- 

ff^1t°f  ?mlding^’  usln.&  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing.  ovmea 

•  178-  A11  ,gas  Pi??  shall  be  of  the  best  quality  wrought 
on  or  steel  and  of  the  kind  classed  as  standard  pipe  and 
shall  weigh  according  to  the  following  scale :  P  P  ’  ™ 


Weights  per 
Linear  Foot 

.  0.56  pound 

. .  0.85  pound 

.  1.12  pound 

.  1.67  pound 

.  2.24  pounds 

.  2.68  pounds 

.  3.61  pounds 

.  5.75  pounds 

.  7.54  pounds 

.  9.00  pounds 

.  10.66  pounds 

No  pipe  allowed  of  less  than  3/8  inch  in  diameter. 

}79' u  AP,  fit.tings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

There  shall  be  a  heavy  brass  straightway  cock  or 


Diameters 

3/6 

inch. . 

inch. . 

y4 

inch. . 

i 

inch. . 

154 

inch. . 

D/2 

inch. . 

2 

inch. . 

254 

inch. . 

3 

inch. . 

354 

inch. . 

4 

inch. . 

180. 
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valve  on  the  service  pipe  immediately  inside  the  front  f°un" 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  yA  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter 

Length 

Burners 

ZA 

inch . 

3 

inch . 

.  36  feet 

6 

yA 

inch . 

.  60  feet 

20 

1 

inch . 

.  80  feet 

35 

U4 

inch . 

60 

\y2 

inch . 

.  150  feet 

100 

2 

inch . 

.  200  feet 

200 

2  y2 

inch . 

.  300  feet 

300 

3 

inch . 

.  450  feet 

450 

3X/2 

inch . 

600 

4 

inch . 

.  600  feet 

750 

191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  yA  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes, 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  tc 
compiy  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  fin 
permit  over  the  signature  of  the  Commissioner  of  Build  , 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHOr 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adoptei 
by  the  board  of  standards  and  appeals  as  the  method  pre 
scribed  for  tests  for  anti-siphon  traps  or  fixtures  whici 
must  be  successfully  passed  before  such  traps  or  fixture 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  an* 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installatio 
of  the  necessary  equipment  for  such  test  shall  be  borne  bi 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  tc 
gether  with  the  application  for  test,  the  following  matern 
and  information : 

(a)  A  stock  trap  of  the  size  and  design  to  be  teste* 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lea 
or  brass,  cast  in  one  piece,  and  without  interior  partition 
or  mechanism. 

(b)  A  similar  trap  cut  in  half.  . 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  wi 
glass  observation  ports  of  sufficient  size  to  permit  clec 
observation  of  the  action  occurring  within  the  trap  durin 
test,  and  such  observation  ports  shall  be  so  located  that 
amount  of  water  seal  remaining  after  each  test  can 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regi 

lar  stock  traps.  .  .  , 

(e)  A  list  of  all  cities,  towns  or  municipalities  wnei 
such  trap  has  been  officially  approved  for  use  without  bac 

venting.  ,  J 

The  testing  apparatus  shall  be  located  within  the  uty 
New  York,  and  in  a  place,  building  or  structure  to  me 
the  approval  of  the  testing  authorities.  Such  aPParaf 
shall  be  so  located  that  every  part  is  easily  accessible 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
md  fifty  gallons  capacity,  with  adequate  water  supply  for 
efilhng  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  lone 
onnected  to  the  underside  of  the  tank,  and  of  the  same 
aternal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under- 
lde  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
alve,  with  horizontal  branch  pipe  connected  thereto  of 
le  same  diameter  as  the  vertical  line,  this  branch  line’ not 
p  exceed  two  feet  in  length,  with  a  pitch  towards  the 
erhcal  hne  of  two  inches  to  the  foot,  and  the  trap  to  be 
:sted  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basm,  or  fixture  answering  the  same  purpose 
hich  can  be  conveniently  connected  or  disconnected  from 
le  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 


For  Anti-Siphon  Qualities. 

For  the  Purpose  of  determining  the  efficiency  of  the  trap 
e  tank  shall  be  completely  filled,  a  water  seal  established 
the  trap;  and: — 

The  quick-opening  valve  shall  be  opened  for  five  seconds 

en  c'osed  for  five  seconds,  and  this  alternating  process 
peated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
ntents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
jiter,  and  both  wash  basin  and  tank  discharged  simul- 
beously.  The  quick-opening  valve  shall  be  kept  open  until 
te  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
rmed  across  the  lower  half  of  the  discharge  end  of  the 
tip,  so  as  to  effectually  block  one-half  of  the  clear  water- 
\  y,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
t  the  testing  authorities. 

For  Self -Cleansing  Qualities 

ior  the  purpose  of  determining  its  self-cleansing  qual- 
5  th.et, traP. sha11  be  filled  with  sand  and  the  wash  basin 
Td  w!th„w£ter  and  allowed  to  discharge.  A  similar  oper- 

a  saa11  ,be  ^Peated  with  tea  leaves,  coffee  grounds 
wdust  and  grated  soap.  6  ’ 

For  Service  Qualities. 

... 

he  service  qualities  of  the  trap  may  be  tested  as  fol- 


jrar  wblch  has  been  in  actual  constant  use  for  a 
penod  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author- 

thpS'nfP  lt  mt°  IT  halv?s’.  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 

Approval. 

T aPPr°val  shall  not  be  issued  for  any  anti-siphon  trap 
tra'p^as^  subjected  to  the  foregoing  tests  unless  the 

1.  Maintained  its  water  seal  throughout  the  test. 

Dhcecn^th  successf“Ily  scoured  of  any  foreign  substance 
same  1  trap’  When  Water  haS  been  discharged  through 

JUm\!ZZ™rCtl0n>  after  ,servjce>  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

Instructions:  Applicants  for  approval  of  deen  seal 

Zh0n;lel°r-  antl"s.1Ph?n  Sutures  shall  submit  the  follow¬ 
ing  with  their  application:— 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

similar  fixture,  to  be  used  in  the  test,  provided 
th  glass  observation  ports  of  sufficient  size  to  permit 

durin^msrtnT  of,the,action. occurring  within  the  fixture 
f,  I ng  test’  and  such  observation  ports  shall  be  so  located 

can  be1  readily*  observed.'6"  S'a'  remaining  a£ter  ‘«t 
reg(ullr^ockffifiSure'Shat  ‘h6  ‘hr66  fixtUreS  subm!tte<i  are 

Apparatus. 

•  Tbe  aPParatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shafi 
fjaV^£  caPacity  °f  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required.  P  V 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix- 

sFmil^r  a  Wa|ei\Tb  U  sba11  be  tested  ^  a  manner 

similar  to  that  prescribed  for  anti-siphon  traps,  except  that 

no  soap  bridge  need  be  provided  at  the  outlet. 
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ndo°?nted  ,B>Trd  °rf  Standards  and  Appeals,  April 

'1920,  under  Cal.  No.  153-20-S. 

•rJLUSe  u0£„hydr\ted  lim?  in  all  classes  of  concrete  con- 
j,  tvn  shall  not  be  prohibited  when  used  in  accordance 
u 1  i?  conditions  hereinafter  set  forth. 

',Lhyrrate^-llme  sh^n  conform  with  the  standard  speci- 

teriran?  mfater’al  ^hlcI?  have  been  adopted  by  the 
-rican  Society  for  Testing  Materials. 

|lec^HXlmUr  amou.nit  of  hydrated  lime  which  may  be 
1  s,ha11  conform  w-th  the  following  table,  all  weights 

'each  nfnS6  fim&Unt  !ime  ^hich  may  be  incorporated 
each  ninety-five  pound  bag  of  Portland  cement  : 


USE  OF  HYDRATED  LIME  IN  CONCRETE. 


cement  ^ix>  4  pounds  of  hydrated  lime  per  bag  of 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bair  of 
cement.  s 

1-2J4-5  Mix,  6  pounds  of  hydrated  lime  per  ba°-  of 
cement.  ° 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hj^drated.  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1493-22-SA — Ballard  Low  Pressure  Mechanical  Oil  Burner. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System 

380-29-SA — Kennedy  2^4-inch  Hose  Outlet  Valve,  Type 
“A” 

463-31-SA — Silent-Auburn  Fuel  Oil  Burner,  Models  A1 
and  AA.  ,  ,  ,  . 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4.  .  ,  _  , 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3x3x6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

23-34-SA— Webster  Fuel  Oil  Pump. 

156-34-S A— Allen’s  Siamese  Connections  for  hire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA _ N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 

matic  Sprinkler  Siamese  Connection. . 

39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
ReUef).  w  , 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 

231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA— French  Automatic  Oil  Burner,  Model  5 
Luxe. 

345-35-SA— Flagg  Fill  Pipe  Terminal. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 

102-36-SA— Cole  Draft  Governor. 


board  of  standards  and  appeals, 

Room  1001,  Municipal  Building, 

New  York  City 


144-36-SA — 


Burner, 
and  C- 


191-36-SM- 

201-36-SA- 


202-36-SA- 


219-36-SA- 

242- 36-SA- 

243 - 36- S A 


248-36-SA- 

254-36-SA- 


264-36-SA 
286-36- SA- 


295-36-SA 

317-36-SA- 

320-36-SA 

352-36-SA 


378-36-SA- 

23- 37- S  A- 

24- 3 7- S  A 


25-37-SA — 1 


29-37-SA- 

35-37-SA 

56-37-SA 


73-37-SA- 
116-37-SA- 
1 24-37- S  A- 
1 29-37-SA 


■Herman  Nelson  Conversion  Oil 
Models  C-1001,  C-1002,  C-3001 
3002. 

-Carey  Rocktex  Insulating  Wool. 

.Ouick  Heat  Pot  Type  Radiant  Heater,  Models 
316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

-Ouick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228-2,  238-1  and 

238-2.  „  .  „ 

-Bronx  Faultless  Oil  Burner  for  Pressing  Ma- 
chine. 

-Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 
A-L  and  B. 

-Victor  Circulating  Fuel  Oil  Heater,  Models 
VCH  27,  VCH  19  and  VCH  17. 

-Dupont  Oil  Burner.  . 

-Chase  Brass  &  Copper  Co.,  Inc.,  I1/  in.  New 
York  Regulation  Lavatory  Trap. 

-Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

-Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426.  ' 

-Vesta  Fuel  Oil  Meter. 

-Dempsey  Industrial  Oil  Burner. 

-Preferred  Syphon  Breaker,  Type  T. 

-International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  66. 

-Ritz  Oil  Burner,  Model  A. 

-Silent  Heet  Oil  Burner,  Models  A,  B  and  E. 

-Silent  Glow  Si-Glo-La  Oil  Space  Heater, 
Models  15,  35,  60  and  80. 

Century  Pressing  Machine  Oil  Burner,  Mod¬ 
els  U1  and  U2. 

■Borden  Oil  Burner,  Models  A  and  B. 

■Craig  Expansible  Fire  Hose  Reel. 

-Sachem  Oil  Space  Heater,  Models  GB-1315, 
GB-1015,  GB-1011,  GB-815  and  GB-811 
and  Speedy  Hot  Oil  Space  Heater  Mod¬ 
els  GB-1315,  GB-1015,  GB-1011,  GB-81: 
and  GB-811. 

— Sarnco  Oil  Space  Heater,  Models  1108  1110 
1208,  1508,  1510,  1513,  1408  and  1410 
Bethlehem-Doe,  Carrier  and  Gilbert-Bethle-. 

hem  Oil  Burners,  Models  CE  and  I 

-Beach  Air  Brushes  (for  Paint  Spraying 
Equipment). 

•Bauer  Oil  Burner.  ■  J 


De 


Cases  listed  in  the  Reserve  Calendar  are  cases  upot 
which  action  by  the  board  has  been  deferred  pending  com 
mittee  reports' of  this  board  court  or  department !  action 
and  will  remain  thereon  until  the  aforesaid  repot  ts, 
or  departmental  actions  are  consummated.  Whereupon  in 
case  or  cases  will  be  restored  to  the  regular  calendar  am 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  to 
appellant  or  applicant  of  record.  _ 


New  xorK  tut?  dttt  T  PTI1 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  one  year  to  THI ,  BULLEi 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name . 

Street . 

P.  O... 


My  Subscription  is  to  begin . 


1937. 
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bA,  1493-22-SA  and  23-34-SA. 

iproved  Fuel  Oil  Pumps. 

I  Burner  Rules. 

Poking  in  Factory,  Rules. 

■proved  Burners  for  Domestic  and  Commercial  Use. 

it  Rules — Revolving  Doors. 

proved  Burners  for  Industrial  Use. 

1  proved  Fireline  Hose  Valves. 

■proved  Range  Oil  Burners  and  Space  Heaters, 
serve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m 

Manhattan^5  ^  hdd  “  R°°m  1013,  MuniciPal  Building, 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

.Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
uiluing  Zone  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday,  April  19  1937 

definite0  day  At  ^  ^  eaCh  CaSC  *S  Set  f°r  hearinS  on  a 

'rh,e  ne*t  s“bsequent  Call  of  the  Calendar  will  be  on 
Monday,  April  26,  1937,  at  2  o’clock. 

ihe  Clerks  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board.  J 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  aD- 
peal  or  application.  v 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions 
HARRIS  H.  MURDOCK.  Chairman 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  April  14,  1937. 

Cal  No  Department  Premises  Affected 

15W7-SA . RD . StS4„“e  fiance. 


160-37-S... 


D  B  B  1719  St.  Marks  avenue,  north 

side,  249  ft.  10j4  in.  east  of 
Eastern  parkway  ( Block 
1455B,  Lot  72),  Borough  of 
Brooklyn,  ,  _ 

15254-LD  and  15256-LD. 


T.H.D 
B.B.. . 


Tenement  House  Department 
. Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 


On  April  8,  1937,  J.  Donald  Wbelehan,  attorney,  served  on  Board 
Petition,  Writ  and  Order  of  Certiorari,  for  Louis  H.  Pink,  buperin- 
tendent  of  Insurance  of  the  State  of  New  York,  Rehabilitator,  etc., 
in  re  decision  of  March  9,  1937,  denying  appeal  for  certificate  of  oc¬ 
cupancy  for  Premises  337-341  Avenue  O  and  1582-1592  East  3rd 
Street,  Borough  of  Brooklyn,  Cal.  No.  36-37-A. 


161 


37  A  D  B  B  _ 34-38  Beaver  street,  north  side, 

320  ft.  10^2  in.  east  of  Flush¬ 
ing  avenue  (Block  3137,  Lot 
38),  Borough  of  Brooklyn, 
Applic.  737-37. 


162-37-BZ . D.B.Bx 


2221  Boston  road,  west  side, 
18.22  ft.  north  of  Pelham 
parkway  (Block  4339,  Lots  8, 
10  and  11),  Borough  of  The 
Bronx,  Decision. 


163-37-BZ . D.B.B . 626-634  Dahill  road,  northwest 

corner  of  43rd  street  (Block 
5406,  Lot  18),  Borough  of 
Brooklyn,  Applic.  3455-37. 


164  37-BZ  DBB . 9716-9718  Church  avenue,  south 

side,  72  ft.  6]/2  in.  west  of 
East  98th  street  (Block  4718, 
Lots  41  and  42),  Borough  of 
Brooklyn,  Applic.  3264-37. 


165-37-A . D.B.B . 9  Florence  street,  east  side,  93 

ft.  3  in.  south  of  Grand  street 
(Block  3017,  Lot  1),  Borough 
of  Brooklyn,  10416-L.F. 


166-37-BZ . D.B.M . 4485-4519  Broadway,  northwest 

corner  of  West  192nd  street 
(Block  2180,  Lots  633-635 
and  part  of  Lot  646),  Bor¬ 
ough  of  Manhattan, 

Applic.  4-37. 


Restored  to  Calendar 

64-26-BZ . D.B.M . 540-550  West  58th  street,  south 

side,  175  ft.  east  of  11th  ave¬ 
nue  (Block  1086,  Lot  50), 
Borough  of  Manhattan, 

Decision. 


310-36-BZ . D.B.B . 1656  Adee  avenue,  south  side, 

86.66  ft.  west  of  Tieman  ave¬ 
nue  (Block  4785,  Lot  3),  Bor¬ 
ough  of  The  Bronx, 

N.B.  507-36. 


CODE 

£).B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 


COURT  DECISIONS 


Matter  of  Brookfield  Realty  Co.,  Inc.  v.  Murdock— On  September 
29  1936  Board  denied  gasoline  station,  in  business  dist¬ 
rict,  under  section  21,  Cal.  No.  8-36-BZ;  Premises  137-02 
to  137-06  Jamaica  Avenue,  S.E.  corner  Van  Wyck  Ave., 
Jamaica,  Borough  of  Queens.  Mr.  Justice  kadien  sus¬ 
tained  Board  (N.Y.L.J.  February  25,  1937). 

*  *  4= 

Toel  S  Adler  v.  Murdock — On  October  6,  1936,  Board  affirmed 

’  decision  of  Commissioner  of  Building  rescinding  curb  cut 

permit  for  illegal  parking  in  business  district,  Cal.  No. 
19S-36-A;  Premises  4498  Park  Avenue,  NAV.  corner  East 
182nd  Street,  Borough  of  the  Bronx.  Mr  Justice 
McGeehan  sustained  Board  (NA.L.J.  March  10,  1937). 


RULES 

Last 

Carbon  Dioxide  Liquefier  Rules. .  ..Feb. 
Certificate  of  Occupancy,  approved 

Concrete  Flat  Slabs,  Rules........  Mar. 

Concrete  Rules  (Hydrated  Lime)...  Apr. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Apr. 

Factory  Exit  Rules........ . ^Jar. 

Fire  Alarm  Rules  (Interior) . reb. 

Fire  Drill  Rules . •  •  . Apr. 

Fire  Retarding  Rules  for  Garages, 

. . Mar. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Aft. 

Hatchway  Protection  .  June 

Oil  Burner  Rules . ......Apr. 

Paint,  Varnish  and  Lacquer  Spray- 

ing  Rules  . . . V  •  •  i)Tov- 

Platform  Trucks,  Specifications  for.  Nov. 

Plumbing  Rules . Al)r- 

Procedure,  Rules  of . •  •  •  Mar. 

Refrigerating  Systems.  Extract  C.O.Apr. 
Smoking  in  Factories,  Rules  for.... Apr. 

Sprinkler  Rules  . Mar. 

Standpine  Fireline  Rules . . . Mar. 

Structural  Alterations.  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc .  Nov. 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


Publication  in 

2,  1937 — Vol. 

2,  1932— Vol. 
30,  1937— Vol. 
13,  1937— Vol. 

3,  1936— Vol. 

20,  1937 — Vol. 
9,  1937— Vol. 

16,  1937— Vol. 

6,  1937— Vol. 

16,  1937— Vol. 
13,  1937— Vol. 

21,  1919— Vol. 

7,  1925— Vol. 

5,  1028— Vol. 
20,  1937— Vol. 

27,  1934 — Vol. 
24,  1936— Vol. 
13,  1937— Vol. 
30,  1937— Vol. 

6,  1937— Vol. 
20,  1937— Vol. 

9,  1937— Vol. 
30,  1937— Vol. 

7,  1932— Vol. 
24,  1936— Vol. 
24,  1936— Vol. 


Bulletin 
22,  No.  5 

17,  No.  31 

22,  No.  13 
22,  No.  15 

21,  No.  9 

22,  No.  16 
22,  No.  10 
22,  No.  7 
22,  No.  14 

22,  No.  11 
22,  No.  15 

4,  No.  3 
10,  No.  14 
13,  No.  23 

22,  No.  16 

19,  No.  48 

21,  No.  47 

22,  No.  15 
22,  No.  13 
22,  No.  14 
22,  No.  16 
22,  No.  10 
22,  No.  13 
17,  No.  23 
21,  No.  47 
21,  No.  47 


10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  . Mar.  5  IMS—' Vol  20.  No.  10 

Fireline  Hose  Valves . Apr.  20,  1937— Vol.  22,  No.  l 

Fuel  Oil  Burners  for  Domestic  and  16 

Commercial  Use  . Apr.  20,  1937 — Vo  .  22,  No.  io 

Fuel  Oil  Fill  Pipe  Terminals . May  26.  •  2\-  ^ 

Fuel  Oil  Burners  for  Industrial  Use.Apr.  20,  1937 — Vol.  -2,  No. 

Fuel  Oil  Pumps . Apr.  20,  1937— Vol.  22,  No.  16 

Paint,  Varnish  and  Lacquer  Spray-  „  48 

ing  Equipment  . Nov.  26,  1935— Vol.  20,  No.  so 

Range  Oil  Burners  and  Space  „  16 

Heaters  . Apr.  20,  1937— Vol.  22,  No.  lb 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  19,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

80-22-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Ordham  Realty 
Corporation,  owner. 
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CALENDAR 


PREMISES— -450-458  and  460-470  East  Fordham  road, 

1  Slde’  xrSt  Third  avenue  (Block  No. 

3033,  part  of  Lot  No.  60),  Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  Decem¬ 
ber  15,  1936), 

TO  PERMIT  on  a  plot  of  ground  located  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  residence  use  dis- 
tnct  the  conversion  of  occupancy  of  two  (2) 
buildings  located  thereon;  the  easterly  building  to 
me  ude  a  garage  for  more  than  five  (5)  motor  ve¬ 
hicles  and  the  westerly  building  to  include  a  motor 
vehicle  repair  shop.  There  is  an  existing  gasoline 
service  station  on  this  plot. 

968-24-BZ. 

APPL1  CANT— Thomas  O’Rourke  Gallagher,  for  Thomas 
INickolopulos,  owner. 

PREMISES— 1932  Kings  highway  and  2102-2110  Ocean 
avenue,  southwest  corner  (Block  No.  6782,  Lot  No 
23),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  September  15,  1936), 

TO  PERMIT  in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  multi¬ 
ple  dwelling  to  business  use  (store). 

[207-33-BZ. 

APPLICANT — O’Brien  Building  Co  Inc  owner 

"REUSES-30*?0-3102  Webster  avenue  and  401  409  East 
203d  street  southeast  corner  (Block  No.  3330,  Lot 

4  PPT  66’  and  d8)’  ?OTOU8h  of  The  Bronx. 

\r  PLICATION,  under  section  7h  of  the  building  zone 

rn  crDUTT1™  (reopened  November  17,  1936), 

lU  hhKMl  I  m  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles  (previously 
withdrawn  under  section  21  of  the  building  zone 
resolution). 

2-37-BZ. 

APPLICANT— Alfred  H.  Eccles,  for  Camager  Corpora¬ 
tion,  owner. 

REMISES— 89-06  to  89-14  Myrtle  avenue  and  82-02  to 
,  v'oodhaven  boulevard,  southwest  corner 
(Block  No.  3866,  Lot  No.  160),  Glendale,  Borough 
of  Queens. 

PPLICATION,  under  sections  7a  and  21  of  the  building 
7one  resolution. 

0  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station. 


APRIL  20,  1937,  10  A.  M. 

Building  Zone  Applications 

1°Z\CA  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
'  ti^k  4?Pea  s  a  Pubhc  hearing  under  the  provisions 
,Z?ne,  res°lution,  Tuesday  morning,  April 

tUf  •  0  cIock-  ln  Room  1013>  Municipal  Building, 
1  the  following  matters : 

«l.  no.  260-36-BZ— Application,  August  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Michael  F.  Doody,  applicant, 
on  behalf  of  Home  Life  Insurance 
Company,  owner,  to  permit  in  a  resi¬ 
dence  use  district  the  erection  and 
maintenance  of  a  business  building 
(stores)  ;  premises  1620-1624  Avenue 
H  and  842-846  East  17th  street,  south¬ 
west  corner  (Block  No.  6700,  Lot  No. 
9),  Borough  of  Brooklyn. 


cal.  no.  133-37-BZ— Application,  March  25,  1937,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Harry  P.  Jacnike, 
applicant,  on  behalf  of  Ungerer  Realty 
Corporation,  owner,  to  permit  in  a 
residence  use  district  the  extension  of 
business  building;  premises 
“26-228  West  20th  street,  south  side, 
355.2  ft.  west  of  7th  avenue  (Block  No! 
769,  Lot  Nos.  53  and  54),  Borough  of 
Manhattan. 

cal.  no.  257-36-BZ— Application  of  Buckminster  Estates, 
Inc.,  applicant  and  owner,  reopened 
March  30,  1937,  under  section  7c  of  the 
building  zone  resolution,  to  permit  in  a 
residence  use  district  the  erection  of 
stores  as  an  extension  to  a  proposed 
theatre  building,  extending  from  the 
business  use  district  into  the  residence 
use  district,  permission  to  erect  which 
was  granted  by  the  board;  premises 
1713  Church  avenue,  north  side,  105  ft 
9%  in  east  of  East  17th  street  (Block 
No.  5078,  Lot  No.  30  and  part  of  Lot 
No.  32),  Borough  of  Brooklyn. 

cal.  no.  18-37-BZ— Application,  January  16,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  S.  Klotz,  applicant,  on 
behalf  of  Scientific  Brake  Service  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  change  of 
occupancy  of  an  existing  brake  service, 
greasing  and  auto  laundry  use,  so  as 
to  include  a  gasoline  service  station  • 
premises  2166-21 72  Coney  Island  ave¬ 
nue,  west  side,  100  ft.  4 H  in.  south  of 
First  court  (Block  No.  6685,  Lot  No. 
34),  Borough  of  Brooklyn. 

cal.  no.  70-37-BZ— Application,  February  26,  1937,  under 
section  21  of  the  building  zone’resolu- 
tion,  of  William  Richter,  applicant,  on 
behalf  of  Minnie  Gianinni,  Filomeno 
Marrio  and  Marie  D.  Bovi,  owners,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  70-15  to  70-21 
Astoria  boulevard  and  22-02  to  22-08 
71st  street,  northwest  corner  (Block 
No.  1002,  Lot  Nos.  15  and  16),  Long 
Island  City,  Borough  of  Queens. 

cal.  no.  389-36-BZ— Application,  November  2,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Arthur  H.  Haaren,  applicant, 
on  behalf  of  Kesbec,  Inc.,  owner,  to 
permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles,  premises  2389  Jerome  avenue, 
west  side,  150  ft.  north  of  West  184th 
street  (Block  No.  3199,  Lot  No.  113) 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  20,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

132-3 7- A  124-138  Clinton  street,  southwest  corner  of 
Joralemon  street  (Block  No.  264,  Lot  No. 
17),  Borough  of  Brooklyn. 
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135-37- A— 47-44  31st  (Mount)  street,  south  side  of  47th 
(Nelson)  avenue,  between  30th  (Manley) 
street  and  31st  (Mount)  street  (Block 
No.  282,  Lot  No.  1),  Long  Island  City, 
Borough  of  Queens. 


138-37-A — 


10002-10004  Avenue  D,  east  side,  250  ft.  south 
of  East  101st  street  (Block  No.  8133,  Lot 
No.  36),  Borough  of  Brooklyn. 


158-37- A— 507-509  West  Broadway,  east  side,  100  ft.  south 
of  Bleecker  street,  6th  floor  (Block  No. 
524  Lot  No.  8),  Borough  of  Manhattan. 


167-37-A — 115-125  East  21st  street,  east  side ,  304  ft.  1)4 
in.  south  of  Caton  avenue  (Block  No. 
5082,  Lot  No.  82),  Borough  of  Brooklyn. 


Variations  of  Labor  Law 

59.37. S— 1610-1620  East  19th  street,  west  side,  17  ft  9)4 
in.  south  of  Avenue  P  and  22  ft.  J4  m- 
north  of  Kings  highway  (Block  No.  6781, 
Lot  Nos.  7  and  9),  Borough  of  Brooklyn. 

123-37- S— 141-155  East  25th  street,  north  side,  1. 52  ft.  2 
in.  east  of  Lexington  avenue  and  140-156 
East  26th  street  (Block  No.  881,  Lot  No. 
31),  Borough  of  Manhattan. 

160-37-S— 1719  St.  Marks  avenue,  north  side,  249  ft.  10)4 
in.  east  of  Eastern  parkway  (Block  No. 
1455B,  Lot  No.  72),  Borough  of  Brooklyn. 


Appliances  Submitted  for  Approval 

130-37-SA— Econ-O-Heat  and  Kingsco  Oil  Burners,  Models 
E,  B1  and  B2. 

137-37-SA— Precision  Oil  Burner,  Model  W. 

148-37-SA— Aetna  Water  Heater,  Models  6,  7,  8,  9  and  47 
W.H.T.  and  15  and  16  W.H.T. 

155- 37-SA — Crano  Oil  Burner,  Models  H-IC  and  H-IF. 

156- 37-SA — McClintock  Automatic  Hydraulic  Sewer  Valve. 
159-37-SA — Stempel  Pressure  Type  Fire  Extinguisher. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  afternoon,  Afnl 
20,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 


cal.  no.  332-32-BZ— Application  of  Nordlinger,  Riegelman 
and  Cooper,  applicants,  on  behalf  of 
Kabor  Holding  Corporation,  owner, 
reopened  April  6,  1937,  for  considera¬ 
tion  of  an  amendment  to  the  resolution 
— re  Application,  granted  on  condition, 
under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station ;  premises 
3276  Jerome  avenue,  southeast  corner 
of  Grand  Concourse  (Block  No.  3323, 
Lot  Nos.  55,  64  and  82),  Borough  of 
The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


1 


PREMISES— 619-641  Coney  Island  avenue,  2-8  Matthews 
place  and  1-5  Slocum  place,  east  side  of  Coney 
Island  avenue,  between  Matthews  place  and  Slo¬ 
cum  place  (Block  No.  5141,  Lot  Nos.  53  and  74), 
Borough  of  Brooklyn.  • 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution.  .  | 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and  also  the 
inclusion  of  a  brake  testing  service. 


APRIL  27,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  April 
27,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters: 

cal.  no.  263-31-BZ— Application  of  Weissglass  Dairies, 
Inc.,  applicant  and  owner,  reopened 
March  30,  1937,  under  section  7 a  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  the  further  ex¬ 
tension  in  area  of  a  milk  bottling  es¬ 
tablishment,  permission  to  alter  and  ex¬ 
tend  which  was  granted  by  the  board; 
premises  2014  Forest  avenue,  south 
side,  20.03  ft.  east  of  Maple  avenue 
(Block  No.  1696,  Lot  Nos.  9,  12,  138 
and  139),  Mariners  Harbor,  Borough 
of  Richmond. 

cal.  no.  43-37-BZ— Application,  February  4,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Circle  Gas  Stations, 
Inc.,  owner,  to  permit  in  a  residence 
use  district  the  extension  in  area  of  an 
existing  accessory  building  located  on 
an  existing  gasoline  service  station; 
premises  1091-1113  Lorraine  avenue, 
north  side,  between  Linden  boulevard 
and  Holly  street  and  2492-2504  Linden 
boulevard  (Block  No.  4482,  Lot  No. 
38),  Borough  of  Brooklyn. 

cal  no.  205-29-BZ— Application  of  Michael  Levine,  appli¬ 
cant,  on  behalf  of  Whitestone  Service 
Station,  Inc.,  owner,  reopened  under , 
new  proposal  January  19,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  resi¬ 
dence  use  district  the  extension  of  an 
existing  gasoline  service  station  which 
was  granted  by  the  board  for  a  tem¬ 
porary  period;  premises  157-30  Wil¬ 
letts  Point  boulevard,  southeast  corner 
of  Cross  Island  boulevard  (Block  No. 
619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  26,  1937,  AT  2  P.  M. 

Building  Zone  Case 

39-37-BZ. 

APPLICANT— Cafiero  and  Lacerenza,  for  Margaret  T. 

Quinn,  Marguerite  E.  Quinn  and  Bessie  Schwartz, 
owners. 


CAL.  NO. 


141-37-BZ— Application,  March  31,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Frederick  A.  Kuser,  ap¬ 
plicant,  on  behalf  of  The  Seamens 
Bank  for  Savings,  owner,  to  permit 
the  extension  from  a  business  use  dis¬ 
trict  into  a  residence  use  district  ot  3 
proposed  business  building;  premises 
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447-453  West  53d  street,  north  side, 
75  ft.  east  of  10th  avenue  (Block  No. 
1063,  Lot  Nos.  5  and  7  and  part  of 
Lot  Nos.  1  and  2),  Borough  of  Man¬ 
hattan. 

:al.  no.  92-36-BZ— Application  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products  Inc 
owner,  reopened  April  6,  1937,  for  con¬ 
sideration  of  an  amendment  to  the 
resolution  as  to  the  conditions  imposed 
therein— re  Application,  granted  on 
condition,  under  section  7h  of  the 
building  zone  resolution,  permitting  in 
a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  109-131  West  50th 
street,  north  side  and  110-130  West 
51st  street,  south  side,  105  ft.  west  of 
Sixth  avenue  (Block  No.  1003,  Lot  No. 
17),  Borough  of  Manhattan. 

al.  no.  354-36-BZ— Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso¬ 
lution,  of  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  27,  1937,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ms  and  Appeals  of  a  public  hearing  upon  the  provisions 
'  nertbuilding,z°ne  resolution, T uesday  afternoon,  April 
1  , at  ^  o  clock,  in  Room  1013.  Municipal  Building, 

c  the  following  matters,  except  cases  which  have  been 
ard  and  on  which  decision  has  been  reserved  without 
irther  argument,  pending  an  inspection  and  a  report  with 
commendation  by  the  committee  of  the  board: 

no.  4 14-29-BZ— Application  of  Sidney  H.  Kitzler  ap¬ 
plicant,  on  behalf  of  Stella  C.  Sartor, 
owner,  reopened  January  19,  1937 

under  new  proposal,  under  section  21 
;  of  the  building  zone  resolution,  to  per¬ 

mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  ve¬ 
hicles:  premises  970-978  Nostrand  ave¬ 
nue  and  291-301  Sullivan  place,  north¬ 
west  corner  (Block  No.  1305,  Lot  Nos. 
46,  47,  48,  50  and  52),  Borough  of 
Brooklyn. 

w<v  404-3I-BZ  Application  of  Ferdinand  Savignano, 
applicant,  on  behalf  of  Aljon  R_ealty 
Company,  Inc.,  owner,  reopened  April 
6.  1937,  for  consideration  of  an  amend¬ 
ment  to  resolution — re  Application, 


granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  6413-6423 
Fort  Hamilton  parkway  and  951-961 
65th  street,  northeast  corner  (Block 
No.  5743,  Lot  No.  40),  Borough  of 
Brooklyn. 

cal.  no.  11-37-BZ— Application,  January  8,  1937,  under  sec¬ 
tions  7 f,  7h  and  21  of  the  building 
zone  resolution,  of  Charles  J.  Johnson, 
applicant,  on  behalf  of  E.  M.  V.  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  parking  of 
more,  than  five  (5)  motor  vehicles; 
premises  6007-6023  Broadway,  north¬ 
west  corner  of  Spuyten  Duyvil  park¬ 
way  and  northeast  corner  of  Post  road 
(Block  No.  3415-F,  Lot  Nos.  275,  307 
and  305),  Borough  of  The  Bronx. 

cal.  no.  310-36-BZ— Application  of  Joseph  F.  Dusenbury, 
applicant,  on  behalf  of  Meadowbrook 
Farms,  Inc.,  owner,  reopened  April  13, 
1937  for  consideration  of  an  amend¬ 
ment  to  the  resolution — re  Application, 
granted  on  condition,  under  section  21 
of  the  building. zone  resolution,  permit¬ 
ting  in  a  residence  use  'district  the 
erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles; 
premises  1656  Adee  avenue,  south  side, 
86.66  ft.  west  of  Tiemann  avenue 
(Block  No.  4785,  Lot  No.  3),  Borough 
of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  3,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

20-36-BZ. 

APPLICANT— Ely  Jacques  Kahn,  for  James  A.  Trow¬ 
bridge  and  Emigrant  Industrial  Savings  Bank 
owners. 

PREMISES— 101-103  East  108th  street  and  1481-1483  Park 
avenue,  northeast  corner  (Block  No.  1636,  Lot 
Nos.  1  and  2),  Borough  of  Manhattan. 

•APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  March 
1937;  f 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

46- 37-BZ. 

APPLICANT— Robert  H.  Weiden,  for  Robert  H.  Weiden, 

t-.i-.t--*  ,TL2^se„|^ueppe-  and  Carl  E.  Weiden,  owners. 

PREMISES— 90-61  Myrtle  avenue,  north  si'de,  575  ft.  east 
of  Woodhaven  boulevard  (Block  No.  3883,  Lot 
T)nT  TV°'  1),  Glendale,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

47- 37-BZ. 

APPLICANT — Victor  Santini,  for  Amelia  Murphy  et  al 
owners.  ’  ’ 


457 


CALENDAR 


PREMISES— 530-532  Bergen  avenue,  east  side,  7293  ft 
north  of  East  148th  street  (Block  No.  2293.,  Lot 
Nos.  33  and  34),  Borough  of  The  Bronx 
APPLICATION  under  sections  7b  and  21  of  the  building 


zone  resolution.  .  . 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 


permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  motor 
vehicle  repair  shop ;  premises  3066 
Jerome  avenue,  east  side,  95  ft.  south 
of  East  204th  street  (Block  No.  3321, 
Lot  Nos.  30  and  32),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  4,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning  May  4, 
1937,  at  10  o’clock,  in  Room  1013  Municipal  Building,  on 
the  following  matters : 

cal  no.  277-36-BZ— Application,  September  17  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Carolina  Pig- 
natelli,  owner,  to  permit  in  a  business 
use  district  the  parking  of  more  than 
five  (5)  motor  vehicles;  premises  1495- 
1497  East  New  York  avenue,  north 
side,  139  ft.  10J4  in.  east  of  Park  place 
(Block  No.  1465,  Lot  No.  46),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  63-37-BZ— Application,  February  19,  1937,  under 
section  7c  of  the  building  zone  resolu¬ 
tion,  of  Elias  K.  Herzog,  applicant,  on 
behalf  of  Julius  B.  Raynes,  owner,  to 
permit  partly  in  an  unrestricted  use 
district  and  partly  in  a  business  use 
district  the  alteration  and  change'  of 
occupancy  of  an  existing  building  to 
a  motor  vehicle  repair  shop;  premises 
35-37  Horatio  street,  north  side,  69  ft. 
east  of  Hudson  street  (Block  No.  627, 
part  of  Lot  No.  25),  Borough  of  Man¬ 
hattan. 

cal.  no.  67-37-BZ — Application,  February  19,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Patrick  Gallagher,  applicant 
and  owner,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  resi¬ 
dence  use  district  the  extension  in  area 
of  an  existing  gasoline  service  station  ; 
premises  2561-2569  Ocean  avenue,  east 
side,  90  ft.  south  of  Avenue  U  (Block 
No.  7353,  Lot  Nos.  68  and  70),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  68-37-BZ — Application,  February  19,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Sigmund  Enoch,  applicant,  on 
behalf  of  Sarah  Goldberg,  owner,  to 


MAY  4,  1937,  2  P.  M. 

I 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  .afternoon,  May  4, 
1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  385-36-BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu-  - 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station ;  premises  545 
(525  old  number)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West  , 
Brighton,  Borough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  11,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  May 
11,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 

CAL.  NO.  8-37-BZ— Application,  January  11,  1937,  under 

sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  South  Brook¬ 
lyn  Savings  Bank,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  1 1 3-125 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  ot 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  uy 
mail. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  APRIL  13,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  April  6,  1937  and  the  minutes  of 
the  regular  meeting  of  the  Board  held  on  Tuesday  after¬ 
noon,  April  6,  1937,  were  approved  as  printed  in  Bulletin 
No.  15,  Vol.  XXII. 


BUILDING  ZONE  CASES 

389-36- BZ. 

APPLICANT — Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner. 

pUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution, _  to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 2389  Jerome  avenue,  west  side, 
150  ft.  north  of  west  184th  street  (Block  No.  3199’ 
Lot  No.  113),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  John  G.  Coleman. 

For  Opposition :  Arthur  Kuhn,  Charles  Tilgner, 
Sydney  Smith  and  William  F.  Walsh. 

ACTION  OF  BOARD— Laid  over  to  April  20,  1937  at 
10  A.  M.  upon  request  of  applicant’s  representative. 


S5-36-BZ. 

PPLICANT — Frank  A.  Sweeney,  owner. 

UBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis- 
ti  ict  the  extension  of  an  existing  gasoline  service 
station. 

REMISES  AFFECTED — 547  (525  old  number)  Forest 
avenue,  north  side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West  Brighton,  Bor¬ 
ough  of  Richmond. 

PPEARANCES — 

For  Applicant:  Frank  A.  Sweeney. 

Opposition  :  Mrs.  V.  Krammer. 

JCTION  OF  BOARD — Laid  over  to  May  4,  1937  at  2 
P.  M.  for  report  of  committee.  No  further  argu¬ 
ment. 


-37-BZ. 

PPLICANT— Charles  J.  Johnson,  for  E.  M.  V.  Corpora- 

;  tion,  owner. 

OBJECT— Application  (re  decision  of  the  commissioner 
of  bmldmgs)  under  sections  7f,  7h  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  parking  of  more  than  five  (5)  motor 
vehicles. 

DEMISES  AFFECTED — 6007-6023  Broadway,  north¬ 
west  corner  of  Spuyten  Duyvil  parkway,  northeast 
“rneJncof  P°st  road  (Block  No.  3415-F,  Lot  Nos. 

’PEARANCES—  3°7)’  Borough  of  The  Bronx- 
For  Applicant :  Osborne  A.  McKegney 
For  Opposition:  A.  A.  Silberberg,  Leo  Koenig 
and  A.  M.  Shrady. 

For  Administration:  Samuel  D.  Schwartz,  Office 
°f  Borough  President. 

TI°  p  9F  B0ARD— Laid  over  to  April  27,  1937  at  2 
•  M.,  for  report  of  committee.  No  further  argu¬ 
ment. 


354-36-BZ. 

Bou th  Brooklyn  Savings  Bank,  owner, 
o  L  lij  EC  I  —Application  (re  decision  of  the  commisioner 
ot  buildings)  under  section  21  of  the  building 
res°Fition,  to  permit  in  a  residence  use  and 
'  ai  ea  erection  and  maintenance  of 

a  Class  A  Multiple  Dwelling  not  conforming  with 
the  requirements  of  the  building  zone  resolution 

DDcirrcvn0  area’  side  yard  and  setback. 

PREMISES  AFFECTED — 7513-7523  Ridge  boulevard  and 

cn.n  t  761t  street>  northeast  corner  (Block  No. 

APPEARANCES-0'  ^  B°r°Ugh  °f  Brook,yn- 
For  Applicant:  Philip  Zierler. 

For  Opposition:  None. 

ACTION  OF  THE  BOARD — Laid  over  to  April  27,  1937 

at  10  A.  M.  upon  request  of  applicant’s  repre¬ 
sentative. 


297-36-BZ. 

APPLICANT  Michael  Levine,  for  Southern  Parkway 

qttptp/'W3  aS  Corporation,  owner. 

"  UiSJECl  — Application  (re  decision  of  the  commisisoner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a  gasoline  ser¬ 
vice  station. 

PREMISES  AFFECTED — 233-02  to  233.16  Central  ave- 
nue  and  to  117-09  233rd  street,  southeast 

aT61"  (f?l0ck  3444-  Part  of  Lot  No.  1),  St. 

a  Albans,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Michael  Levine 
For  Opposition:  R.  C.  Tuhe. 

ACTION  OF  BOARD — Application  withdrawn  after  ar¬ 
gument. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

Negative  . A 

Absent  .  q 


106-32-BZ. 

APPLICANT— Scacchetti  and  Siegel,  for  Confield  Es¬ 
tates,  Inc.,  owner. 

SUBJECT— Application  reopened  February  9,  1937  (re 
decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution  to  per¬ 
mit  in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  the  first  floor  of 
an  existing  multiple  dwelling  to  business  use 
(^°res)  >'  (Previously  withdrawn). 

PREMISES  AFFECTED— 2351-2355  Grand  Concourse, 
northwest  corner  of  Field  place  (Block  No.  3164, 

APPEARANCES-'  °r°“gh  °f  The  Bronx' 

For  Applicant:  Irving  H.  Stolz  and  Max  Siegel 
kor  Opposition:  None. 

^STOVNOT°FLB°ARD-APPliCati0n  granted  on  condition. 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

Negative  .  A 

Absent  . q 

THE  RESOLUTION— 

(106-32-BZ) 

Whereas,  this  application  affecting  premises  2351-2355 
Orand  concourse,  northwest  corner  of  Field  Place  (Block 
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No  3164,  Lot  No.  50),  Borough  of  The  Bronx  to  per¬ 
mit  in  a  residence  use  district  the  alteration  and  change 
of  occupancy  of  part  of  the  first  floor  of  an  existing 
multiple  dwelling  to  business  use,  stores,  was  filed  March 
1,  1932,  and  withdrawn  January  8,  1935 ;  and 

Whereas,  Scacchetti  and  Siegel,  for .  Confield  Estates, 
Inc.,  present  owner,  requested  a  reopening  of  this  appli¬ 
cation  and  the  application  was  reopendd  by  vote  of  the 

board,  February  9,  1937 ;  and 

Whereas,  a.  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  13,  1937,  after  due  notice  by  publication 
in  the  Bulletin  of  the  Board  of  Standards  and  Appeals; 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Grand  concouise  is  a  resi¬ 
dence  and  business  use  district ;  Creston  avenue  js  in  a 
residence  and  business  use  district;  Field  place  is  in  a 
residence  use  district  and  E.  184th  street  is  in  a  business 
and  residence  use  district;  and  _ 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  January  30,  1937,  re  Application  No.  40- 
1937  reads  * 

“1  Proposed  stores  are  unlawful.  Note — this  is  a 
residents  district.  Art.  2,  Sec.  3,  Building  Zone 
Resolution.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
5  stories  in  height,  with  a  frontage  of  100  ft.  on  Grand 
concourse  and  81  ft.  on  Field  place;  it  is  proposed  to  alter 
and  change  the  occupancy  of  part  of  the  first  story  from 
residence  use  to  stores;  and 
Whereas,  a  Committee  of  the  Board  inspected  the  site 
under  appeal  as  well  as  the  general  area,  in  order  to  be 
informed  prior  to  the  hearing;  and 


Whereas,  the  Board  deems  that  the  applicant  is  en¬ 
titled  to  relief  under  Section  21  of  the  Building  Zone 
Resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  Building  Zone  Resolution  and  that  i 
the  application  be  and  it  hereby  is  granted  under  Section 
21,  to  permit  the  front  portion  of  the  street  floor  of  the 
existing  building  to  be  used  for  limited  business  pur¬ 
poses,  on  condition  that  the  balance  of  the  building  shall 
be  used  for  conforming  residential  uses ;  that  the  altera¬ 
tion  of  the  street  floor  shall  be  carried  out  substantially 
as  indicated  on  plans  filed  with  this  appeal ;  that  the  por¬ 
tion  hereby  permitted  to  be  used  for  business  purposes,  1 
shall  be  separated  by  fireproof  construction  from  the  bal¬ 
ance  of  the  street  floor  and  basement  or  cellar  with  no 
openings  from  the  business  portion  into  the  balance  of 
the  building;  that  where  store  ceilings  are  beneath  por¬ 
tions  of  the  building  used  for  residential  occupancy,  such 
ceilings  shall  be  fire-retarded  in  accordance  with  the  rules 
of  the  Board  of  Standards  and  Appeals;  that  no  portion 
of  the  business  occupancy  shall  be  used  for  manufactur¬ 
ing,  undertaker’s  establishment,  bake  shop  having  ovens, 
fish,  delicatessen  store  or  meat  market;  that  signs  shall 
be  limited  to  a  permanently  affixed  sign  directly  above  the 
show  windows  and  to  lettering  on  the  plate  glass ;  that  if 
awnings  are  installed,  no  signs  shall  be  painted  thereon; 
that  other  than  as  varied  herein,  all  rules,  laws  and  regu-' 
lations  applicable  to  the  use  of  this  building  shall  be  com¬ 
plied  with  and  all  work  involved  in  this  variation  shall 
be  completed  within  one  year  from  the  date  of  this  ac¬ 
tion. 


Adjourned,  12:30  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  APRIL  13,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

64-26-BZ. 

APPLICANT— Feldman  and  Suchman,  for  Dynamic 
Transportation  System,  lessee. 

SUBJECT— Application  for  consideration— reopening  and 
amendment — re  Application  (decision _  of  the 
superintendent  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  on  a  por¬ 
tion  of  a  street  between  two  intersecting  streets 
in  which  portion  there  exists  an  exit  and  entrance 
to  a  public  school,  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 540-550  West  58th  street,  south 
side,  175  ft.  east  of  11th  avenue  (Block  No.  1086, 
Lot  No.  50),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Ira  Suchman,  Frederick  C.  Genz 
and  John  Klett. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  . . .  4 


Negative 
Absent  . 


310-36-BZ.  | 

APPLICANT— Joseph  J.  Dusenbury,  for  Meadowbrook 
Farms,  Inc.,  owner. 

SUBJECT— Application  for  consideration  —  reopening 
to  clarify  resolution — re  Application  (decision  of 
the  commissioner  of  buildings)  under  _  section  21 
of  the  building  zone  resolution,  permitting  in  a 
residence  use  district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5)  motor,  vehicles 

PREMISES  AFFECTED— 1656  Adee  avenue,  south  side 
86.66  ft.  west  of  Tiemann  avenue  (Block  No.  4785 
Lot  No.  3),  Borough  of  The  Bronx. 

APPEARANCES—  £  j 

For  Applicant:  Joseph  F.  Dusenbury. 

ACTION  OF  BOARD— Application  reopened,  calendai 
call  waived  and  set  for  hearing  April  27,  1937  a' 
2  P.  M. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  L. 

Negative  .  J 

Absent  . 


17-37-BZ. 

APPLICANT— George  Stone,  for  Bank  of  New  York  an< 
Trust  Company,  owner. 
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SUBJECT  Application  (re  'decision  of  the 


of  buildings)  under  section  ThTf  ThJTiildLg  fhat  nlTsffins  shalI.not,  exceed  2$  ft.  in  width; 

7nnp  * - •  ■  -  -  g  “a?  no  Slgns  shall  be  permitted  on  the  premises  exceot 

a  sign  within  the  building  line  near  the  Uont  or  attached 

and  thefratP,  advertising  that  Parking  is  permitted 

main  afned  at  i/r  char/ed ’’  that  a  center  aisle  shall  be 
aI1  imes  for  ea§y  access  and  protection  in 
•  e  event  of  fire;  that  such  portable  fire  fighting  appliances 
shall  be  installed  as  the  Commissioner  shall  direct-  that 
all  permits  shall  be  obtained  and  all  work  completed  within 
three  months  from  the  date  of  this  action. 


/  -  uv'vuuu  *  “  hue  uuiicnnsr 

zone  resolution,  to  permit  in  a  retail  use  district 
the  parking  of  more  than  five  (5)  motor  vehicles 
*or  a  period  of  not  more  than  two  (2)  vears 
PREMISES  AFFECTED— 322-324  West  41st  Street,  south 
side,  300  ft.  west  of  8th  avenue  (Block  No.  1031 

APPEARANCES-’  °Ugh  °f  Manhattan- 

For  Applicant:  George  Stone,  Robert  N.  Erring- 
ton.  6 


,  ___ _  Bor  Opposition :  Benjamin  Gollav  A  Tas-e-ard 
THE1  VOT&-BOARD~ApPlicati°n  grant^d  on  condition 


Affirmative:  Chairman  Murdock,  Commission- 

fjrs , Ravage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 


4 

0 

0 


is  in  a 
an  unrestricted 
in  a  retail  use 


THE  RESOLUTION— 

(17-37-BZ) 

Whereas,  George  Stone,  for  Bank  of  New  York  and 
/.rust  Company,  owner,  filed  January  14,  1937,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  in  a 
retail  use  district  the  parking  of  more  than  five  (5) 
motor  vehicles  for  a  period  of  not  more  than  two  (2) 
>ears,  Premises:  322-324  West  41st  street,  south  side  300 
ft.  west  of  8th  avenue  (Block  No.  1031,  Lot  No  ’45) 
Borough  of  Manhattan;  and 

Whereas  a  public  hearing  was  held  on  this  annlica- 
tion  by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  Apri!  13  19 37,  after  due  notice  by  pubSon 
mffie  Bulletin  of  the  Board  of  Standards  and  Appeals" 

[  •  Y  hereas,  the  use  district  maps  accompanying  the  build- 
mg  zone  resolution  show  that  West  41st  street 
retail  use  district;  West  40th  street  is  in 
and  retail  use  district  and  8th  avenue  is 
district;  and 

•  hereas,  the  decision  of  the  Commissioner  of  Build- 
mgs,  rendered  February  4,  1937,  reads : 

..r  Y°ur  application  dated  February  4,  1937,  for  a  cer¬ 
tificate  of  occupancy  for  the  above  premises,  you  are 
dvised  same  has  been  denied  for  the  reason  that 

Art,VlpTr/f  fme,  f?r  Parking  ^  contrary  to 
tion”  6  2’  SeCtl0n  4a  of  the  Building  Zone  Resolu- 

and 

ingVaH  fmrn;  ^  CODsi?  of  a  plot  of  ground  hav- 

vacanU  t  g  °f  S°f  fe6t  and  a  depth  of  989  feet  mw 

snPrifnnRE/S’  theSe  p^emises  were  the  subject  of 
spection  by  a  committee  of  the  Board 

ln;°rmed  Pnor  to  the  hearing;  and 

tionlofo^  tHe  Brard  <ieemed  that  there  was  J'ustifica- 

Jivision  HhofUiP  °p  ^s,.dls%etlon  under  Section  7,  sub- 
vision  H  of  the  Building  Zone  Resolution. 

iofs^Webv  tHa  t  tHe  B°ard  °f.  Standards  and  Appeals 
°  Hie/  ,  k<\  ?  variation  in  the  application  of  the 

on  andTha/tf  tl0rS  ,-f  ^  Building  Zone  Resolu- 
mderS potior  apphcatlon.  be  and  it  hereby  is  granted 

he  date  f<?  a  penod  of  two  (2)  years  from 

>eal  now  vo  r  action,  permitting  the  plot  under  ap- 

•a?ki”S^f ZCT  anm  ,Unbuilt  upon-  to  be  used  for  the 
p  Ip  gi  °J  m?tor  vehicles,  on  condition  that  the  plot  shall 

nd  shall  b=Ur  Jan"Jly'  t°  ,he  ?rade  of  W«>  4bt  sS?e 

rlv  ho  S  i  Cd  wltb  St£am  Clnders-  roIIed  and  prop- 
••  Us  of  tiM-  Pr6Vent  fUStTgi  that  where  unpunctured 
ball  be  on  adjoining  plots  do  not  occur,  there 

■oven  wirp  f  d  °n  thf  lntT10r  Iot  lines  a  substantial 

Sr  Wp  Tu  I*  ICSS  ?an  6  ft  in  height:  that  a 

— fence  shall  be  erected  on  the  street  building  line 
an  opening  not  exceeding  20  ft.  in  width; 


an  m- 
in  order  to  be 


4 

0 
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xcept  for 


399-29-BZ. 

SURTFrT^I~^ar/an°  rVirzi’  for  Maria  Virzi-  owner. 

L  fi>j  HC 1  Application  for  consideration — reopening  and 

amendment-re  Application  (decision  of  the  super- 
lntendent  of  buildings)  under  section  21  of  the 
building-  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
ni,r..  gasoline  service  station. 

PREMISES  AFFECTED  223-225  Old  Town  roa'd,  north- 
west  corner  of  Sand  lane  (Block  No.  3284,  part 

Richmond05'  1  and  3)’  S°Uth  BeaCh’  Borough  of 
APPEARANCES— 

a  °AT^£pAicant :  Mariano  Virzi. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Ravage  and  Blum  and  Assistant  Chief 

Walsh  .  . 

Negative  . n 

Absent  .  q 

THE  RESOLUTION— 

(399-29-BZ) 

Whereas,  this  application  affecting  premises  223-225 

No  Su™,  road>  northwest  corner  of  Sand  lane  (Block 

o!mh3o8f4’pP  i  °f^L°  NoS‘  1  and  3)-  South  Beach,  Bor- 
Ut  f  Richmond,  was  granted  by  the  Board  February 

?  icni  Cert,a.m  condlhons,  resolution  amended  Tune 

the  resolu tio/PP1Cant  requested  a  further  amendment  of 

Febr/arT  4  resolut,io"  adopted  by  the  Board  on 

In,oT'ioh  k30,  as  amended  by  resolution  adopted  on 
/U  e  ,  931  be  and  xt  hereby  is  amended,  so  that  as 
amended  the  resolution  will  read : 

Resolved  that  the  board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  in  the  application 
of  the  use  district  regulations  of  the  building  zone 
lesolution  and  that  the  application  or  and  it  herebv 
is  granted  on  condition,  that  the  arrangement  of  the 
gasoline  selling  station  shall  be  substantially  as  indi¬ 
te?  on  revised  plan  marked  ‘Received  April  13 
1937  ;  that  the  openings  to  Sand  lane  shall  not  ex¬ 
ceed  two  (2)  not  exceeding  25  ft.  in  width  each  and 
one  opening  from  Olympia  boulevard  not  to  exceed 
15  feet.;  that  there  shall  be  erected  at  the  corner 
formed  by  the  intersection  of  Olympia  boulevard  and 
hand  lane  a  concrete  curbing  extending  not  less  than 
3  tt.  from  the  corner  along  both  Sand  lane  and 
Olympia  boulevard;  that  the  gasoline  pumps  erected 
shall  not  be  nearer  the  street  building  line  than 
indicated  on  revised  plan;  that  the  accessory  build¬ 
ings  shall  not  exceed  one  story  in  height;  that  no 
portable  gasoline  tanks  shall  be  used  on  or  from  the 
premises ;  that  no  motor  vehicle  repairing  shall  be 
carried  on  and  no  parking  or  storage  of  automobiles 
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except  in  the  garage  building  under  permit  for  stor¬ 
age  of  five  cars;  that  all  advertising  signs  shall  be 
confined  to  the  globes  of  the  gasoline  pumps  and  to 
flat  wall  sign  attached  to  the  accessory  building  and 
to  not  more  than  one  post  standard  which  may  be 
erected  within  the  building  line  near  the  intersection 
of  Sand  lane  and  Olympia  boulevard  for  supporting 
a  sign  and  may  be  illuminated,  advertising  only  the 
brand  of  gasoline  on  sale;  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  from 
the  date  of  this  action.” 


592-24-BZ.  . 

APPLICANT— Harry  L.  Alper,  for  Fannie  Blumberg, 

SUBJECT— Application  for  consideration— reopening  and 
extension  of  time— re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  ot 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  alteration  and  change  of 
occupancy  of  an  existing  public  garage  for  more 
than  five  (5)  motor  vehicles,  previously  granted 
by  the  board,  so  as  to  permit  the  inclusion  of  a 
gasoline  service  station.  , 

PREMISES  AFFECTED— 240-250  Empire  boulevard, 
southwest  corner  of  Rogers  avenue  (Block  No. 
1314,  Lot  No.  44),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  reopened  arid  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 

Absent  .  ^ 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ^ 

THE  RESOLUTION— 

(592-24-BZ) 

Whereas,  this  application  affecting  premises  240-250  Em¬ 
pire  boulevard,  southwest  corner  of  Rogers  avenue  (Block 
No  1314  Lot  No.  44),  Borough  of  Brooklyn,  was  granted 
by  the  board  July  1,  1924,  resolution  amended  February  10, 
1928,  November  27,  1934,  January  22,  1935  and  February 
11,  1936,  and  applicant  requests  an  extension  of  time  to 
complete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  1,  1924,  as  amended  by 
resolution  adopted  on  January  22,  1935,  in  view  of  state¬ 
ment  by  the  owner’s  representative  that  plans  have  been 
filed  and  approved,  to  extend  the  time  within  which  all 
work  shall  be  completed  to  within  one  year  from  the  date 
of  this  amended  resolution;  that  other  than  as  amended 
herein,  the  resolution  adopted  by  the  board,  as  amended 
January  22,  1935,  shall  be  complied  with  in  all  respects. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

2-37-A. 

APPLICANT— Maintenance  Supply  Co.  (Division  of 
Industrial  Distributors,  Inc.),  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 112-116  East  32nd  street,  south 
side,  100  ft.  east  of  4th  avenue  (Block  No.  887, 
Lot  No.  88),  Borough  of  Manhattan. 

APPEARANCES— 


For  Applicant:  Irving  Goldberg. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  .  „  ,  ,  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 

Absent  .  ® 


THE  RESOLUTION— 

(2-37-A) 

Whereas,  the  Maintenance  Supply  Company  (Division 
of  Industrial  Distributors,  Inc.)  applicant  and  lessee,  filed 
January  5,  1937,  an  appeal  from  an  order  of  the  Fire 
Commissioner,  affecting  premises  112-16  East  32d  street, 
southside,  100  ft.  east  of  4th  avenue  (Block  No.  887, 
Lot  No.  88),  Borough  of  Manhattan;  and  _  _ 

Whereas,  the  order  of  the  Fire  Commissioner,  No. 
3955-LC,  dated  November  6,  1936,  reads  as  follows: 

‘With  reference  to  your  application,  dated  August 
23d,  1936,  for  a  permit  to  manufacture  a  combustible 
mixture  at  above  location,  I  regret  to  inform  you 
that  I  am  without  power  to  grant  such  a  permit  for 


the 


reason : 

Building  in  part  is  used  as  a  dwelling.  Sec.  ! 
131-2-B,  Chapter  10,  Code  of  Ordinances  as  per 
Section  141,  Chapter  10,  Code  of  Ordinances. 

X  rAT  t'  a  nF  'T'  T  T  T7  U)  T?  17  C\  T_>  T7  TUTTh"D  T7  TJV 


ORDERED  TO 

1.  Discontinue  the  manufacture  of  a  combustible 
mixture  on  these  premises  in  violation  of  the 
provisions  of  the  Code  of  Ordinances. 

NOTE :  Appeal  from  this  order,  if  taken,  must 
be  filed  with  the  Board  of  Standards  and  Ap¬ 
peals  within  30  days  of  date  hereon  and  Cal. 
No.  of  appeal  to  be  forwarded  to  this  depart¬ 
ment.” 


and 


(b)  Which  is  occupied  as  a  tenement  house, 
dwelling  or  hotel”  * 


Whereas,  on  January  5,  1937,  an  appeal  was  accepted 
by  the  Board,  the  order  having  been  more  than  thirty 
days  old  at  the  time  of  the  filing  of  the  appeal;  and 
Whereas,  the  premises  in  question  consist  of  a  17- 
story  fireproof  building  204  ft.  in  height,  7S  ft.  x  98  ft.  in 
area ;  erected  in  1927 ;  located  in  a  business  use  district 
and  occupied  as  offices  and  laboratories  not  more  than 
thirty  persons  on  any  floor;  and 

Whereas,  the  Certificate  of  Occupancy  No.  12450  was 
issued  April  27,  1927,  for  stores,  offices  and  showrooms, 
not  more  than  60  persons  on  each  of  the  second  to 
eleventh  floors,  12th  to  17th  floors,  40  persons;  and 
Whereas,  the  building  is  equipped  with  a  standpipe  and 
sprinkler  system ;  and 

Whereas,  it  is  proposed  to  continue  the  present  occu¬ 
pancy  of  a  portion  of  the  14th  floor,  as  shown  on  plans 
marked  “Received  March  12,  193.7”  as  jobbers  of  msecti- 
sides  *  and 

Whereas,  the  applicant  contends  that  a  small  quantity 
of  the  individual  ingredients  that  go  into  the  manufac¬ 
ture  of  insecticides  is  kept  on  hand  for  the  purpose 
of  mixing  small  quantities ;  that  the  process  is  merely 
the  adding  of  one  ingredient  to  another,  using  no  heat, 
mixing,  mechanical  or  dangerous  procedure ;  and 

Whereas,  the  applicant  further  contends  that  there  is 
no  dwelling  occupancy  on  the  premises ;  and  _ 

Whereas,  the  order  of  the  Fire  Commissioner  was 
issued  pursuant  to  Section  131-2-b  of  Chapter  10  of  the 
Code  of  Ordinances  and  Section  141  of  Chapter  10  ot 
the  Code  of  Ordinances ;  and 

Whereas,  Section  131-2  reads,  as  follows: 

“Restrictions.  No  permit  for  the  manufacture  ot 
inflammable  mixtures  shall  be  issued  for  any  build- 
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Whereas,  Section  141,  Paragraph  1  of  the  Code  of 
Ordinance  reads : 

“Restriction.  No  such  permit  shall  be  issued  for 
manufacture  of  combustible  mixture  in  any  building 
within  the  restrictions  of  Subdivision  2,  Section  131 
of  this  Chapter. 

and 

Whereas,  it  appears  that  no  part  of  the  building  is 
arranged  for  residential  occupancy  and  that  the  violation 
is  based  on  the  existence  of  a  cot  on  one  of  the  floors 
tor  temporary  accommodation;  and 

\\  hereas,<  the  applicant  corrected  his  statement  that  the 
use  of  combustible  mixtures  was  for  manufacturing  in¬ 
secticides  and  not  limited  to  mixing  samples 

that,  the  order  of  the  Fire  Commissioner  No. 
d  u  j  -and  1,1  hereby  is  modified,  and  that  the  ap¬ 
peal  be  and  it  hereby  is  granted  on  condition  that  other 
than  as  modified  herein  as  to  residential  occupancy  all 
laws,  rules  and  regulations  shall  be  complied  with  as  to 
the  handling  of  this  combustible  mixture;  on  further 
condition  that  no  underground  tanks  shall  be  installed. 


58-37-A. 

SURTFrTN' T~Na]ti°naI  Transportation  Co.,  Inc.,  lessee. 

PRF\fI^FQ  o£  the  fire  commissioner. 

PREMISES  AFFECTED — 537-545  East  71st  street,  north- 
west  corner  of  Exterior  street  (Block  No.  1483, 

APPEARANCES—’  °Ugh  o£  Manhattan- 

For  Applicant :  None. 

ACTION  o/ro A  RnatiT:  Ifpector  Meyer,  Fire  Dept. 
THE  VOTF—  °ARD~ApPea  granted  on  condition. 

Affirmative:  Chairman  Murdoch  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

Negative  .  r. 

Absent  .  ,, 

THE  RESOLUTION— 

;  (58-37-A) 

Whereas,  the  National  Transportation  Co.,  Inc  appli- 

)?dersnof  tehSeF- filCr  FebruaiT  16,  1937,  an  appeal  from 

Es  East  71,5  ,re  Commissioner,  affecting  premises  537- 
>45  Past  71  st  street,  northwest  corner  of  Exterior  street 
;BJoek  No.  1483,  Lot  No.  23),  Borough  of  Manhattan' 

WMraEAstheorderoftlM  fire  commissioner,  dated  Jan- 
J  a  1937,  •  6292-LC,  reads  as  follows  : 

t1,P  frnCent  inspection  of  your  premises  indicates  that 
X7701  °ghg'  must  be  done,  otherwise  permit  No 
be  revoked^  1S  dated  t0  explre  October  10,  1937,  will 

1.  Remove  violation  on  those  premises  with  re- 

FPS  A°,lpe,°f  gasoIFle  as  fuel  to  produce  heat. 
Fue!  Oil  Rules  Nos.  2  and  3  and  related  matter 
under  rules  cited.” 

nd 

t  Whereas  the  order  of  the  fire  commissioner,  dated  Feb- 
y  ,,v1937’  No’  S420-C,  reads  as  follows : 

You  are  hereby  ordered  and  required  forthwith: 

inirn;rC0ntlEUe4-the  Use-  of  gasoline  as  fuel  in 
internal  combustion  engine  for  the  purpose  of 

producing  heat,  which  is  contrary  to  the  require- 

ments  of  the  Fuel  Oil  Rules  and  for  the  further 

requfrnemmlP™ent  35  installed  does  not  such 

id 

o^SSp’  the  PTm!s5s  in  question  consist  of  a  one- 
•  ll3bftkgf/rfge.buildmg114  £t-  m  height,  82  ft  5 %  in. 
strict  erT/iJ  ■  ImoTea:JloCated  in  an  unrestricted  use 
gaSge;  and  “  1924  a"d  °CCUpied  since  the  erection  as 

ter : n a  1R 'com  h  » <ft •  b  e  a  b  n  ^em  involved  consists  of  an 
combustion  engine,  conventional  automobile  fuel 


supply  tank,  from  which  gasoline  is  pumped  by  means  of 

the  moTo^vP10^0-116  fu^  pump  attached  to  the  motor; 
the  motor  exhaust  is  carried  14  ft.  above  the  roof  and 

base,  and^  ^  1§  insulated  and  Protected  by  cement 

Whereas,  the  applicant  contends  that  the  principal  here¬ 
of  Tffiomobiies1  aS  iS  appHed  t0  heat  the  interior 

?L  au£°m«.blles ;  that  this  system  does  not  come  within 

e  definition  of  an  oil  burning  device  according  to  the 
Oil  Burner  Rules;  that  the  Oil  Burner  Rules  refer  speci- 

moiey  th°mm5nnaH1SmS  bu£mng  oil  having  a  flashpoint  of 

involved  pdTreeS+  R ;  that  there  is  no  open  flaJme. 

nvohed,  that  hot  water  produced  bv  circulating  water 

uhhrTd  f  block  by  mea,is  of  a  water  lump  Is 

utilized  for  heating  apparatus  that  the  use  of  similar  hot 

Tre  now  used  7  Common  in  automobiles ;  that  the  premises 
involved. USed  f°r  garage  Purposes;  that  there  is  no  hazard 

S2?2-LCWandtNo  WnrV  °f  Pi  fire  com™ssioner,  No. 
TUi  a,  Ao’  6420-C,  be  and  they  hereby  are  modifier! 

the  uhse  ofetheP<ialibC  Td  h  !iereby  is  panted,  permitting 
e  use  ot  the  internal  combustion  engine  using  easo 

affie?  afsUes;t°  fo7h  that  the  System  sha11  be  main¬ 

tained.  as  set  forth  in  the  statement  accompanying-  this 

taoP<thi:  thatfthe.  exhaust  shall  be  carried  through  attack 

o  the  roof  with  proper  thimble  where  stack  oass5s 

through;  that  the  engine  shall  be  enclosed  with  walls 

poHaWe  fidre°Vffel  °-r  9ther  fireproof  material;  that  such 
portahte  fire  extinguishing  equipment  shall  be  installed 

as  the  commissioner  shall  direct  and  that  all  ordinances 
rules  and  regulations  applicable  to  this  building  and  oc¬ 
cupancy  thereof  and  to  this  equipment  other  than  as 
herein  permitted,  shall  be  complied  with. 


101-37-A. 

ABFLIOVNT-Francis  F.  Pannaman,  for  Department  of 

STTRTFTT  a  '  New  York.  owner. 

SL  B JECT-Appeal  from  an  order  of  the  fire  commis- 

PREMISES  AFFECTED — 101-125  Sheriff  street,  west 
side,  between  East  Houston  street  and  Stanton 

ToteeMlni^ar,t0n  Fish  Park  (Block  No  340 

APPEARANCES^  °Ugh  °f  Manhatta"- 

F°randPACajoi,nLnPannaman'  °  Gri“'  E'  Srars 

ACTION°OF  ROaRdTa"  :  In,speclor  Meyer,  Fire  Dept. 
THE  VOTE _  ^  ^  Appeal  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission- 

Walsh^^  ^  BIUm  and  Assistant  Chief 

Negative  .  ’  .  4 

Absent  . . 

THE  RESOLUTION— 

(101-37-A) 

Whereas  Francis  F.  Pannaman  for  The  Department 
of  Iju-ks,  City  of  New  York,  owner,  filed  on  March  1  / 
1937,  an  appeal  from  an  order  and  a  decision  of  the  Fire 
Commissioner  affecting  premises  101-125  Sheriff  street 

7ni  iS1iCf  htTern  East  Houston  and  Stanton  street 
OSIcck  No.  340,  Lot  No.  1),  Borough  of  Manhattan! 

order  of  the  Fire  Commissioner  No. 
45-LC,  dated  March  11,  1937,  reads  as  follows: 

In  response  to  the  request  made  in  this  office  we 
JPT horwardmg  this  letter  in  reference  to  Order’ No 
4745- LC,  issued  against  the  storage  of  chlorine  in  the 
swimming  pool  at  Pitt,  East  Houston  and  Sheriff 
streets  in  Hamilton  Fish  Park,  Manhattan,  as  the  Fire 
Department  does  not  reissue  order  so  that  the  cases 
may  be  taken  to  the  Board  of  Standards  and  Ap¬ 
peals  We  have  however,  been  advised  that  the 

oard  of  Standards  and  Appeals  will  accept  a  letter 
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and 


from  this  department  as  a  basis,  for  an  appeal  when 
the  applicant  has  exceeded  the  time  limit  set  for  the 

ai16AS13.28 — Pitt,  E.  Houston  and  Sheriff  streets, 
Hamilton  Fish  Park,  Manhattan. 

In  reference  to  applications  filed  with  this  depart¬ 
ment  to  store  and  use  liquefied  chlorine  at  the  loca¬ 
tions  referred  to  above,  I  regret  to  inform  you  that 
owing  to  the  restrictions  governing  the  subject  mat¬ 
ter  (Sec  214-A-4-F,  Chapter  10,  Code  of  Ordinances) 
permits  requested  by  your  department  may  not  be 
issued.” 


shall  be  removed  from  the  premises;  that  the  Police 
Commissioner  shall  be  informed  as  to  this  permitted 
chlorine  storage. 


94-37-A. 

AP PLI CAN 't— James  F.  Hunter,  for  Consolidated  Edison 
Co.  of  New  York,  Inc.,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 


sioner. 


Whereas,  the  decision  of  the  Fire  Commissioner  dated 

March  11,  1937,  reads  as  follows:  . 

“The  disapproval  of  the  applications  in  question  is 
not  without  reluctance  on  the  part  of  this  depart¬ 
ment  as  it  fully  realizes  that  the  proposed  use  of 
liquefied  chlorine  is  for  and  in  the  interest  of  the 
public.  Chapter  10  of  the  Code  of  Ordinances,  how¬ 
ever,  is  designed  to  encompass  the  same  objective 
but  the  restriction  referred  to  proceeds  m  that  di¬ 
rection  from  a  different  reason  which  this  department 

may  not  disregard.  .  .  ,  ,  , 

Will  you  therefore,  kindly,  notify  this  department 
of  the  calendar  number  assigned  to  your  appeal  by 
the  Board  of  Standards  and  Appeals,  it  being  as¬ 
sumed  that  your  department  will  pursue  that  course. 

Whereas,  the  premises  in  question  consist  of  a  one 
story  fireproof  building,  190  ft.  by  35  ft.  in  area,  occupied 
as  follows:  Cellar— filters,  3  persons;  1st  floor— equipment 
and  toilets,  24  persons;  Roof  terrace,  100  persons,  for 
which  Certificate  of  occupancy,  24147-36  was  issued,  Per" 
mitting  the  following  occupancy,  basement,  filter  house, 

6  persons;  1st  story,  toilets,  24  persons;  terrace,  500  per¬ 
sons,  used  in  conjunction  with  an  outdoor  swimming  pool 

at  Hamilton  Fish  Park;  and  .  , 

Whereas,  the  applicant  contends  that  the  chlorine  used 
and  stored  complies  with  the  liquefied  chlorine  regula¬ 
tions,  Article  17,  Chapter  10,  Code  of  Ordinances  City 
of  New  York,  Section  214;  Reconsideration  of  Para¬ 
graph  F  of  Article  17  is  requested  for  the  reason  that  this 
is  a  swimming  pool,  200  ft.  by  200  ft.  0  in.  in  size  in  a  pub¬ 
lic  park  The  chlorine  is  stored  in  a  fire-proof  building,  one 
story  in  height.  The  park  containing  the  swimming  pool 
is  on  a  large  plot  of  ground  and  is  isolated  from  any 
surrounding  residences,  hospitals  or  schools,  etc. 

Resolved,  that  the  order  of  the  Fire,  Commissioner,  No. 
4745-LC,  be  and  it  hereby  is  modified,  and  that  the  ap¬ 
peal  be  and  it  hereby  is  granted,  permitting  the  storage 
and  use  of  liquefied  chlorine  and  anhydrous  ammonia  on 
the  premises  for  purification  of  water  in  swimming  and 
wading  pools,  on  condition  that  such  storage  and  equip¬ 
ment  shall  be  located  in  a  fireproof  building  as  shown 
on  plans  filed  with  this  appeal ;  that  not  more  than  six 
100  lbs.  cylinders  of  liquefied  chlorine  and  two  100  lbs. 
cylinders  of  anhydrous  ammonia  shall  be  stored  on  the 
premises;  that  such  cylinders  shall  at  all  times  be  held 
upright  and  secured  by  rigid  metal  braces;  that,  this 
cabinet  shall  be  vented  to  the  outer  air .  and  equipped 
with  two  open  sprinkler  heads  fed  by  one  inch  independ¬ 
ent  pipe  taken  from  the  water  supply  and  controlled  by 
a  valve  either  immediately  inside  or  outside  the  door  to 
the  chlorine  storage  room  and  conspicuously  labelled; 
that  approved  Wallace  &  Tiernan,  or  similar  approved 
apparatus  for  control  of  chlorine  and  ammonia,  shall  be 
used;  that  not  less  than  two  approved  gas  masks  shall 
be  furnished  and  kept  in  a  break  glass  cabinet  in  easily 
accessible  places;  that  no  persons  shall  be  allowed  in  the 
storage  room  except  necessary  employees;  that  employees 
in  charge  of  the  apparatus  and  water  treatment  system 
shall  hold  certificates  of  fitness  and  shall  be  trained  in 
the  proper  use  of  gas  masks;  that  during  the  winter 
months  when  the  pools  are  not  in  operation,  all  chlorine 


PREMISES  AFFECTED— 20th  avenue,  north  side,  be¬ 
tween  East  River  and  Luyster  Creek  (Block  No. 
850,  Lot  No.  1),  Astoria,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  James  F.  Hunter. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  .  ,  ,  _ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ® 

Absent  .  ® 


THE  RESOLUTION— 

(94-37-A) 

Whereas,  James  F.  Hunter,  applicant,  for  Consolidated 
Edison  Co.  of  New  York,  Inc.,  owner,  filed  March  9, 
1937,  an  appeal  from  an  order  of  the  fire  commissioner, 
affecting  premises  north  side  of  20th  avenue,  from  East 
River  to  Luyster  Creek  (Block  No.  850,  Lot  No.  1), 
Astoria,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  24,  1937,  No.  70157-LC,  reads  as  follows.  . 

“I.  Discontinue  the  further  practice  of  distillation 
of  coal  tar,  petroleum  or  their  products  on  the  above 
premises  for  the  reason  that  Section  110,  Chapter  10, 
Code  of  Ordinances,  N.  Y„  provides  that  no  distilla¬ 
tion  or  refining  of  such  products  shall  be  conducted 
or  carried  on  within  the  City  of  New  York. 

and  .  .  •  r  i 

Whereas,  the  premises  in  question  consist  ot  a  large 

open  area,  approximately  4200  by  3500  ft.,  situated  on  the 
north  side  of  20th  avenue,  fronting  on  the  East  River, 
Luyster  Creek  on  the  north,  east  and  west  sides,  which 
property  is  devoted  to  the  manufacture  of  illuminating 
gas  and  the  oil  and  tar  operation  and  distillation  inci¬ 
dental  thereto ;  and 

Whereas,  the  process  in  question  is  located  in  a  corru¬ 
gated  iron  and  frame  building,  32  by  75  ft.,  known  as 
Building  2-A  on  plans  filed  with  this  appeal  marked  Re¬ 
ceived  March  25,  1937” ;  and 

Whereas,  in  connection  with  the  process  herein  involved 
seventeen  (17)  storage  tanks  are  used,  as  indicated  on 
plans  filed  with  this  appeal ;  and  . 

Whereas,  the  plant  is  equipped  with  a  Fomon  Fire  rro- 
tection  System ;  and 

Whereas,  the  applicant  contends  that  the  process  in 
question  has  been  in  operation  on  the  premises  since 
1906,  and  that  this  process  in  one  form  or  another,  dates 
back  to  the  beginning  of  the  gas-making  industry;  that 
the  light  oil  recovery  plant,  which  was  constructed  by  the 
United  States  Government  was  the  subject  of  a  conference 
with  the  Board  of  Hazardous  Trades  held  on  December 
5,  1917;  that  the  process  has  been  in  continuous  operation 
since  prior  to  the  enactment  of  Section  110,  Chapter  10, 
of  the  Code  of  Ordinances,  under  which  section,  the  order 
herein  appealed  from  was  issued ;  that  a  return  at  this 
time  to  the  method  of  vaporization  and  wasting  to  the 
atmosphere  of  the  water  and  hydrocarbon  vapors,  which 
would  be  necessary  if  this  appeal  was  not  granted,  is  un¬ 
thinkable  because  of  the  increase  in  the  volume  of  the 
materials  to  be  treated -and  the  consequent  nuisance  which 
will  be  caused  by  the  odor  of  the  hydrocarbon  vapors. 

Resolved,  that  the  order  of  the  fire  commissioner,  INo. 
70157-LC,  be  and  it  hereby  is  modified,  and  that  the  appea 
be  and  it  hereby  is  granted,  permitting  the  stripping  ot 
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*  b?L"PrkduCt,-of  ,the  gas  manufacturing  process  to 
separate  the  benzolized  wash  oil  from  the  lighter  oil  on 
^edition  {hat  such  stripping  process  shall  be  carried  on 

w  fif  jtCid  building  2-A  and  tanks  adjacent  thereto 
within  the  dyke  enclosure,  as  indicated  on  plans  filed  with 
this  appeal  marked  ‘Received  March  25,  1937”-  that  in 
addition  to  the  existing  fire-fighting  equipment  for  P-enerJ} 

ta?nedPaf  the°fi  ’  SUCh  a<^dl-tional  equipment  shall  beg main- 
tained  as  the  fiie  commissioner  shall  direct-  that  the  resi- 

^fl-Qha  Viv-6  PfVmpadi  by  under§'round  mains’ to  the  storage 
tanks  within  the  dyke  enclosure;  that  the  lij?ht  oil  with 

3ut  refining  shall  be  shipped  from  the  premifes  bv’pumn 
the  storage  tanks  through  underground 
A  f  barges  or  tank  cars  on  floats;  that  further  de 

mfnS  °f  heating  coiIs  in  existing  tanks  of 

Mi, 

5  Lr!m,ses  are  used  for  th«  manufacturing 

_--0  - - - 


^icaMe^c^nhl^’r^rigen^dn^plan^dial^be  *a^idie^  with" 


■1-37-A. 

■LURTFrTN l~Fr^n£  TurseIIino-  Owner. 
;>UBJEC  I— Appeal  from  an  order  of  the  fi 


sioner. 


re  commis- 

■REMISES  AFFECTED-1160-1172  Worthen  street 
l_solde’200  ft.  southeast  of  Barry  street  ( Block 
•PPEARANCES-'  N°'  2°2)'  B°r°“gh  °f ThT Bronx.^ 
For  Applicant ;  W.  L.  Meyer. 

CTION0OF%niSRD^;nIniSPeCt0'r  ¥eyer-  Fire  Dept 

HE  VOTE _  Appeal  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commissi 


170-35-A. 

SUBTECT— A~rCtei-  Spiro’  less-. 

‘  e'  en'io1,"  n'Cn  f°r  co"slderation—  reopening  and 

PREfrrE“Z!“i»--fe^1fdT„aifr0m  a"  °rdCT  °f 
vEMISIIS  AFFECTED  16  East  18th  street,  south  side, 
t  fi.  east  of  Broadway  (Block  No 

APPEARANCES—  ’  •  an* 

For  Applicant :  Peter  Spiro. 

ACTro„0"menfirni„nf,SSr„gSInSPeCt0r  Maher-  D<^‘- 

0  tended.  B0ARD— ' Appeal  reopened  and  time  ex- 
THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 
Walfh^^  3116  B1Um  and  Assistant  Chief 

Negative  . ’  .  d 

Absent  .  d 

THE  VOTE  TO  EXTEND  TIME— .  ^ 

Affirmative.  Chairman  Murdock,  Commission- 

Walsh  g  and  B  Um  and  Assistant  Chief 

Negative  . d 

Absent  . d 

THE  RESOLUTION—  .  ° 

...  .  (170-35-A), 

rfieCsomA  $£  aff2*J.  ««  Premises  16  East  18th 


rxcxn  lvj. ui  uoiK,  commission-  street  cnnfii  r,  s  .  &  jpxcinises  10  ±uist  18th 

-W^andBium  and  Assistant  Chief  ,  No.846,  C  ^  <£S* 


Negative  . . . ; .  d 

Absent  .  d 

HE  RESOLUTION—  .  ° 

(61-37-A) 

Truorv  ^7  TurseHin°,  applicant  and  owner  filed 

feoSr^Snrte  "!,»£  I™ 

nuafiUI;  M,%F‘r7j0ZiSZ7:  *** 

or  mamlU  frTffigSin'l 

'with’thU'  'he  ammonia  mixer  in  accordance 

j,  22«  <«  °£ 

by”  10sT ‘infirTa!  o£7- 

-Vhf.rea s'C tlfifin Plant,  10  persons;  and 
„t  was  installed  itCan  con'e,ld5  that  a>  the  time  the 

nr?7  ^p?“ ,‘S‘rt s E 

45  mg'^rfnTafS,  “ 

roof  ma'n  lme  which  leads  t°  *  diffuser  above 

7?LCek  ‘and  If  tUT  ,he  ?ire  Commissioner,  No. 

1  be  and  it  hfifi,111’  ls  and  that  the  ap- 

the  ammonia  by  1S  granted>  permitting  the  omission 

rge  ^ 

f  iTtUet*0'-  «  diffused  sha'll  bfi'M 
S  seneck  pointing  downward;  that  other  than  as 


by  the  Board '  September  7o“  loV*  nn^T’  W&S  granted 

ns 

sS^\7sS,'<1^2,£,j^s“  Y"1" 

for  which  this  variation  wa s  granted £  P'ri°<1 
tion  of  the  resolution  shall  read:  ’  *  "S  P°r- 

i  f?r.  a  Period  of  one  year  from  the  date  of 


162-35-A. 

APPLIfi™T~J°hn  M'  Baker  £or  the  Van  Iderstine  Co., 

SUBJECT— Application  for  consideration— reopenintr  and 
amendment-re  Appeal  from  decisions  of  the  fire 

PREMI^lfflSfm“r-^dw5 

APPEARANCES-  uueens- 

FOrStfia?hannt:  ^  M’  Baker  and  B-  W. 

ACTIOam?„FdedOARD-APPeal  rM‘>“ed  “d  solution 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 
Walfh VagC  and  B1Um  and  Assistant  Chief 

Negative  .  d 

Absent  ....  0 

THE  VOTE  TO  AMEND  RESOLUTION- .  ° 

Affirmative:  Chairman  Murdock,  Commission- 

Walfh V3ge  and  BIUm  and  Assistant  Chief 

Negative  .  d 

Absent  .  0 

.  0 
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THE  RESOLUTION— 

(162-35- A) 

Whereas,  this  appeal  affecting  premises  37-59  Railroad 
„vpnnp  west  side  440  ft.  south  of  Greenpoint  avenue 
(Block  No.  312,  Lots  Nos.  263,  267  and  273)  Long  Island 
City,  Borough  of  Queens,  was  granted  by  the  board  July 
19  1935  on  certain  condition  resolution,  amended  Decern 
be'r  3  1935,  and  applicant  requests  a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  July  19, 
1935,  as  amended  by  resolution  adopted  on  December  o, 
1935!  so  that  as  amended  it  shall  read : 

“Resolved,  that  the  decision  of  the  fire  commissioner, 
rendered  June  5,  1935,  and  the  decision  of  the  com- 
missioner  of  buildings,  dated  June  18,  1935 ,  under  PP- 
No.  2337-35,  be  and  they  hereby  are  modified  and  that 
the  appeal  be  and  it  hereby  is  granted,  permitting  the 
installation  of  five  storage  tanks  for  gasoline  of  6, WO 
gallon  capacity  each,  on  condition  that  these  tanks 
shall  be  installed  underground  in  accordance  with 
the  requirements  of  the  Code  of  Ordinance,  except, 
however,  that  the  vent  stack  from  each  tank  shall 
be  carried  up  above  the  roof  of  the  ‘degreasing  build¬ 
ing  ;  that  any  sewer  line  in  the  immediate  area 
where  these  tanks  are  installed  shall  be  completely  re¬ 
moved  or  stopped  off  at  a  point  not  less  than  20  ft. 
from  any  tank;  that  the  building  in  which  gasoline 
or  similar  solvents  for  ‘degreasing  are  used,  as  in¬ 
dicated  on  plans  filed  with  this  appeal,  shall  be  re¬ 
constructed  in  accordance  with  the  memorandum,  dated 
July  18,  1935,  filed  by  the  Van  Iderstine  Co.,  at  hear¬ 
ing  July  19,  1935,  as  amended  by  plan  and  memo¬ 
randum  filed  Nov.  30,  1935,  except  that  the  windows  in 
the  Monitor  roof  skylight  and  additional  skylight  pro¬ 
posed  need  not  be  glazed  with  wire  glass  or  provided 
■with  fusible  links  and  the  doors  also  need  not  be  pro¬ 
vided  with  fusible  links  but  shall  be  self  closing  and 
provided,  also,  that  the  building  shall  be  protected 
with  such  additional  portable  fire  extinguishing  equip¬ 
ment  as  the  fire  chief  and  commissioner  may  require; 
that  all  wiring  for  light  and  power  shall  be  in  ac¬ 
cordance  with  the  code  for  hazardous  locations  with 
all  outlets  of  the  vaporproof  type ;  that  the  building 
shall  be  protected  with  automatic  sprinklers  in  addi¬ 
tion  to  the  steam  scavenging  and  fire  extinguishing 
system;  that  the  steam  protection  shall  be  controlled 
by  a  valve  on  the  exterior  of  the  building  and  prop¬ 
erly  marked  ‘steam  extinguisher  for  fire  use  only’ ; 
that  there  shall  be  available  at  all  times,  night  and 
day,  high  pressure  steam  supply  of  not  less  than  100 
pounds  ;  that  all  apparatus  shall  be  electrically  ground¬ 
ed  to  the  satisfaction  of  the  fire  chief  and  commis¬ 
sioner;  that  any  extractor  when  not  in  use  shall  be 
completely  emptied  of  gasoline;  that  when  the  plant 
is  not  in  operation,  all  gasoline  shall  be  removed  from 
the  equipment  and  stored  in  the  underground  tanks; 
that  the  plant  shall  at  all  times,  for  the  full  24-hours, 
be  subject  to  watchman’s  supervision;  that  the  operator 
of  the  degreasing  plant  shall  hold  a  certificate  of 
fitness  issued  by  the  fire  chief  and  commissioner; 
that  in  the  event  the  owner  desires  to  reduce  the 
storage  capacity  of  gasoline  for  use  in  the  degreas¬ 
ing  process  to  three  (3)  tanks  of  6,000  gallons  each 
and  use  two  (2)  tanks  of  similar  capacity  for  storage 
of  gasoline  for  supply  to  their  own  trucks,  such  change 
may  be  permitted  as  indicated  on  plans  marked 
‘Received  April  6,  1937,’  on  condition  that  the  two 
(2)  tanks  for  storage  of  gasoline  for  truck  supply 
shall  be  entirely  separated  from  the  other  tanks ;  that 
separate  fill  line  shall  be  installed;  on  further  condi¬ 
tion  that  such  use  of  these  two  tanks  shall  be  in 
substitution  for  two  (2)  existing  tanks  located  across 
the  railroad  tracks  to  the  east,  which  tanks  shall  be 
entirely  discontinued,  including  the  existing  filling  line 
under  the  railroad  tracks  and  permitting  the  fill  pump 
to  be  located  as  indicated.” 


VARIATION  OF  LABOR  LAW 

760-28- S. 

APPLICANT— The  Bank  for  Savings  in  the  City  of  New 
York,  owner.  * 

SUBJECT— Application  for  consideration— reopening  and 
amendment — re  Variation  of  the  labor  law  as  cited 
in  decision  of  the  superintendent  of  buildings. 
PREMISES  AFFECTED— 10  East  46th  street  south 
Slide,  200  ft.  6  in.  east  of  Fifth  avenue  (Block  No. 
1281,  Lot  No.  64),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  David  Weinberg. 

For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(760-28-S) 


Whereas,  this  application  affecting  premises  10  East 
46th  street,  south  side,  200  ft.  6  in.  east  of  Fifth  avenue 
(Block  No.  1281,  Lost  No.  64),  Borough  of  Manhattan, 
was  granted  by  the  Board  February  13,  1929,  on  certain 
conditions  and  owner  requests  an  amendment  of  the 
resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  amend  resolution  adopted  by  the  Board  on 
February  13,  1929,  as  to  the  last  clause,  so  that  as  amended 
the  resolution  shall  read : 

“Resolved,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  make  a  variation  from  the  require¬ 
ments  of  the  Labor  Law  and  that  the  application 
to  and  it  hereby  is  granted,  only  so  far  as  it  affects 
the  egress  from  the  fire  escape,  on  condition  that 
the  exit  from  the  rear  fire  escape  shall  be  maintained 
by  party  balcony  to  premises  to  west  No.  6  and  8  East 
46th  street,  that  consent  from  the  owners  of  property 
No.  6  and  8  shall  be  filed  with  the  Commissioner  of 
Buildings,  that  in  addition  to  this  a  bridge  shall  be 
erected  from  the  westerly  rear  of  the  building  under 
appeal,  across  the  extension  at  first  story  of  No.  10, 
thence  by  stairs  down  to  the  yard  of  buildings  Nos. 
12  and  14,  thence  by  fireproof  passageway  to  the 
street,  so  long  as  building  Nos.  10,  12  and  14,  re¬ 
main  in  one  ownership ;  that  there  shall  be  a 
flame  shield  provided  underneath  the  bridge  leading 
from  the  rear  of  No.  10  to  the  rear  of  No.  12; 
granted  as  to  item  No.  4  on  condition  that  the  occu¬ 
pancy  of  any  floor  shall  not  exceed  the  number  legally 
permitted  for  the  primary  means  of  exit;  that  the 
Labor  Law  and  all  other  laws  applicable  to  this  build¬ 
ing  and  its  occupancy  shall  be  complied  with  in  all 
respects  other  than  as  varied  herein  and  as  long  as 
the  occupancy  is  limited  to  light  manufacturing;  and 
that  if  the  ownership  of  adjoining  buildings,  to  which 
the  second  means  of  exit  to  this  building  connect, 
change,  new  consents  from  new  owners  for  the  con¬ 
tinuation  of  the  rear  exit  conditions  shall  be  filed  with 
the  Commissioner  of  Buildings.” 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
345-35-SA. 

APPLICANT — Stanley  G.  Flagg  &  Co.,  Inc.,  owner. 
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SUBJECT  Flagg  Fill  Pipe  Terminal— Amendment  of 

APPEARANCES— re°Pened  March  3°’  1937)- 
For  Applicant:  W.  C.  Feick. 

ACT  ION  Ob  BOARD — Resolution  amended 
THE  VOTE  TO  AMEND  RESOLUTION- 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Negative  . .  n 

Absent  .  .  q 

THE  RESOLUTION— 

!  (345-35-SA) 

[  Whereas,  Stanley  G.  Flagg  &  Co.,  Inc.,  owner,  filed 
December  2  1935  an  application  with  the  Board  of  Stand- 

lT' dia"i,Ap?,eaJfI  f?r  aPProval  of  their  device  known 
as  the  Flagg  fill  pipe  terminal  for  fuel  oil;  and 

Whereas,  this  device  was  inspected  and  tested  bv  the 
'engineer  of  the  board  and  report  of  the  engineer  recom¬ 
mended  the  approval  of  the  device  under  certain  condi¬ 
tions  ;  and 

Whereas,  this  device  was  approved  by  the  Board  De¬ 
cember  20,  1935  on  certain  conditions  and  applicant  re¬ 
quested  an  amendment  of  the  resolution  to  permit  the  use 
of  a  malleable  iron  seal  cap,  hot  galvanized  in  lieu  of 
brass  or  bronze. 

Resolved,  that  the  Board  of  Standards  and  Appeals 

f  Wmhreb9n  Tn?  resolution  adopted  by  the  Board  on 
December  20,  1935  as  to  the  fill  pipe  terminal,  so  that  as 
upended  the  resolution  shall  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  “Flagg-” 
nil  pipe  terminal  for  fuel  oil,  on  condition,  that  this 
evice  shall  be  installed  in  accordance  with  the  oil 
burner  rules  of  the  the  Board  of  Standards  and 

merits*-5  ^  ^  COmply  with  the  following  require- 

The  fill  pipe  terminal  body  shall  be  of  cast  grev 
iron  or  malleable  iron  and  heavily  plated  with  cad- 
■  maim  or  hot  galvanized;  that  the  seal  cap  shall  be 

Dated  3sbraSS  •0rHCfSt  °r  °f  malleable  iron 

plated  as  required  for  body.  All  threading  shall  be 
done  after  plating. 

P,ipe  termin,aI  sha11  be  Provided  with  at  least 
three  (3)  lugs  on  the  outside,  so  that  the  fill  pipe 
terminal  can  be  imbedded  in  concrete  or  masonry  to 
prevent  the  terminal  from  being  loosened  from  the 
Ml  line  or  in  lieu  thereof  the  fill  pipe  terminal  shall 

;  simfla^611^  t0  thC  611  lme  by  means  °f  an  Allen  or 
similar  set  screw. 

The  outer  flange  of  fill  pipe  terminal  shall  be  pro- 
vided  with  letters  no  less  than  %  inch  in  height  Pand 
raised  1/16  inch  reading  “Fuel  Oil”  and  with  the  cal- 

:  sunbmittnedmfber  Und6r  Thich  the  fiU  Pipe  *****  w- 
submitted  for  approval  in  smaller  letters. 

the  fill  pipe  terminal  shall  have  not  less  than  ten 

machine-cut  threads  on  the  nipple  end  and  no  less 

|  than  seven  on  the  seal-cap. 

An  oil  proof  gasket  shall  be  provided,  inserted  in  a 

tha°t0Tte  cT  1  i  mP5u  Td  °f  the  mi  pipe  terminal,  so 
he  fill  Car  rCadl  T  be  removed-  in  order  to  render 
not  in  use  ^  Vap°r  proof  at  a11  times  when 

JjTlf  Whh  *  in-  openin&s  may  be  pro- 

into  the  fill  pi^^  agamSt  °f  f°reign  matter 


>3-22- SA. 

}PLI C ANT  Jo seph  A  Ross  of  Modern  Utilities  Eng. 

THEFT  ,?arker  M{^  Co.,  owner.  g 

J  m^tGl  barCO-?aJlard  JCavy  0il  Burner — Amend- 
March  16  WS?)  addltl0naI  mo'dels  (reopened 


APPEARANCES— 

.  For  Applicant :  Joseph  A  Rose 

ACTION^  OF  BOARD  ■Appliance  amoved  in  accordance 

THE  VOTE  ToIppSVe-  °f  ",C  b°ard' 

Affirmative:  Chairman  Murdock,  Commission- 

urSi  ,Vage  and  Blum  and  Assistant  Chief 
Walsh  . 

Negative  . . . 

Absent  . 

N0TE  Jo^rd 'of  April  in*e  „£  the 

23-34-SA. 

APPLICANT— B.  T.  Wiechers,  for  Webster  Electric 
Company,  owner. 

SUBJECT— Webster  Fuel  Oil  Pump,  Type  A — Applica- 

anuafr0yr  °f  TyPeS  Q  and  *  (re&„?d 

appearances- 

„  For  Applicant:  B.  T.  Wiechers 

ACTION  OF  BOARD— Appliance  approved  in  accordance 

aWpprovePd0rt  °f  °f  the  board‘  Appliance 

THE  VOTE  TO'  APPROVE— 

Affirmative:  Chairman  Murdock,  Commission- 

Walsh VagG  and  B1Um  and  Assistant  Chief 

Negative  . ’  /  .  d 

Absent  . ” .  p 

THE  RESOLUTION 

(23-34-SA) 

Whereas  Harry  T.  Clark,  for  Webster  Electric  Co 

Board  ofi'ta-rr  2?i  \9M’  ?n  application  with  the 
-Board  of  Standards  and  Appeals  for  approval  of  th* 

device  known  as  the  Webster  Fuel  Oil  Pump,  Type  A; 

oflrpf’  ithe  ^  Was  reP°rted  on  by  the  Engineer 
t  ie  Board  and  by  the  representatives  of  the  Division 
ot  Combustibles,  of  the  Fire  Dprartmonf  division 

proved  by  the  Board  May  1,  1934;  and  ^  W&S  &P' 

Whereas,  request  has  been  made ’by  the  Webster  Elec- 
tnc  Co.  for  approval  of  Types  Q  and  T;  and 

Whereas,  this  matter  was  submitted  to  the  Engineer 

sSn,ialf,yCrsmfollowse;  °f  *he  FSn  »as  sub- 

This  pump  unit  in  both  types  consists  of  a  helical 
gear  type  pump  strainer  and  pressure  regulating 
valve.  The  regulating  valve  is  of  the  plunfer  bel 
ws  type-  ^be  strainer  consists  of  four  cylinders 

KingeaThend  W,hiah  faCIlitate  quick  and  thorough 
cleaning.  These  cylinders  fit  into  tapered  grooves  'in 

two  end  plates  to  insure  positive  sealing  at  the  end 

In  these  pumps  there  is  incorporated  a  bv  pass 

taniCh  T?y  be  USed  m  Pkce  °f  a  return  line  teethe 
meakns  o  fa  pi;essure  re^ulatinS  valve  adjustable  by 
means  ot  a  set  screw  and  is  so  designed  as  to  obtain 

t  ie  proper  differential  between  the  burner  opening- 
pressure  and  ultimate  operating  pressure  g 

These  units  were  taken  down  and  all  parts  ex- 

™n<jld-  Tt  was  foand  that  the  construction  and  work¬ 
manship  was  excellent.  The  pumps  were  put  under 
actual  working  conditions,  and  it  was  fund ?t hat  thev 
maintained  a  suction  of  25  to  27  inches  vacuum. ^ 

As,  a  rlSUlt  ?f  this  insPection  and  test,  it  is  recom- 
mended  ‘1^  the  Webster,  Fuel  Oil  Pump,  Types  Q 

rn  bR  approJe’f  Wben  installed  in  accordance  with 

ards  and  Tppeah  S  ad°P'ed  by  ‘hc  B°ard  “f  S‘a"d- 
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MINUTES 


Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Webstei  huel  Oil 
Pump,  Types  A,  Q  and  T,  for  use  in  oil  burning  in¬ 
stallations  when  installed  in  accordance  with  above  re¬ 
port  and  the  Oil  Burner  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals,  and  that  there  shall  be  permanently 
attached  to  each  pump  installed  a  label  reading: 


APPROVED  BY  THE 
BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
"Under  Cal.  No.  23-34-SA. 


Adjourned,  4:20  P.  M. 

Edward  V.  Barton,  Chief  Clerk. 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
appeal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order ;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 


APPROVED  APPLIANCES 


APPROVED  FUEL  OIL  PUMPS 


Name  of  Pump  Calendar  No. 

American  Marsh  Duplex  .  638-25-SA 

American  Marsh  Simplex .  639-25-SA 

Autopulse  Electric  Fuel  Oil  Pump .  215-31-SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

No.  1000  .  9-32-SA 

Ballard  Duplex  Electric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  1134-22-SA 

Blackmer  Rotary  . .•  •  •  •  935-24-SA 

Blake  &  Knowles  Horizontal  Simplex  Piston 

Pattern  Pump  .  372-21-SA 

Century  Rotary  .  908-21-SA 

Cook  Electric  Oil  Pump .  603-25-SA 

Davidson  .  590-21-SA 

Dean  Bros.  Durable  Duplex .  840-22-SA 

DeLaval  IMO  Oil  Pump .  628-32-SA 

Deming  Double  Oscillating  Force  Pump .  458-27-SA 

Deming  Fuel  Oil  Pump .  298-31-SA 

Enterprise  Oil  Pump  .  11-28-SA 

Exeter  Rotary  .  507-22-SA 

General  Electric  Oil  Pump .  475-32-SA 

Goulds  Hand  Rotary  .  1133-25-SA 

Goulds  Rotary  Oil  Pump .  437-31-SA 

Goulds  Triplex  Plunger  .  257-22-SA 

Hardinge  Fuel  Oil  Pump .  813-25-SA 

Kinney  Rotating  Plunger  Pump .  503-24-SA 

Koerting  Gear  Pump .  1264-25-SA 

Kraissl  Fuel  Oil  Pump .  60-28-SA 

Leiman  Rotary  .  95-24-SA 

Marsh  Fuel  Oil  Pump .  1050-23-SA 


McGowan  Horizontal  Duplex  Fuel  Oil  Pump  936-23-SA 


Name  of  Pump  Calendar  No. 

M.  D.  Rotary  .  52-27-SA 

Milwaukee  Piston  Rotating  Port  Pump .  763-2>SA 

Monroe  Oil  Pump  .  658-26-SA 


National  Transit  Rotary  Pump  for  Gasoline 

and  Fuel  Oil . 

Northern  Rotary  . 

Pascoe  Pump  Set  . 

Petro-Nokol  Industrial  Oil  Pump . 

Quiet  May  Gerotor  Pump  . 

Quimby  Screw  Pump  . 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc¬ 
tion  Model  . 

Ray  Rotary  . 

Rotary  Pressure  Pump  . 

Rotary  Vacuum  Pump  . 

Samson  Magnetic  Fuel  Oil  Pump . 

S.  B.  U.  Pumps,  Models  A,  B,  C  and  D . 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB 

Tate- Jones  . . . 

Teesdale  Automatic  Booster  Fuel  Oil  Pump 

Tuthill  Model  B  Fuel  Oil  Pump . 

Tuthill  Fuel  Oil  Pump,  Models  L,  LD  and 
30-LE  Fuelstat  . 

Union  Steam  Pump  for  Fuel  Oil . 

Viking  . 

Warren  Oil  Pump  . 

Wayne  Oil  Pump  &  Fan  Set . 

Webster  Fuel  Oil  Pump,  Types  A,  Q  and  T. . 
Worthington  Duplex  Double-Acting  Steam 

Pump  . . . 

Worthington  Show  Model  Duplex . 


175-35-SA 

1396-24-SA 

1029-26-SA 

570-32-SA 

267-32-SA 

1193-21-SA 


102-35-SA 

588-25-SA 

1060-25-SA 

513-25-SA 

163-34-SA 

410-32-SA 

199-36-SA 

492-21-SA 

1279-25-SA 

60-28-SA 

568-30-SA 

705-30-SA 

438-21-SA 

1169-23-SA 

1155-25-SA 

23-34-SA 

184-22-SA 

194-22-SA 
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OIL  BURNER  RULES 

[217-21-SR] 

NOTICE  In  this  publication  of  these  Iviiles,  a  new  decimal 
numbering:  system  has  been  employed,  but  for  con¬ 
venience,  the  former  designations  are  also  shown  in 
brackets. 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals  June 

15,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
December  4,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924;  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931;  May  12,  1931;  November  24, 

1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority :  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Jhile  1 .  Scope. 

a]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 

equipment  for  use  within  the  City  of  New  York 
except  as  provided  in  these  rules. 

b]  1.2  These  rules  shall  not  apply  to  gas  companies  stor¬ 

ing  or  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 

tule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  Appeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit,  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com¬ 
pliance  with  these  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn¬ 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CONTROLS — Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

^ DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS — Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS:  Buildings  used  exclusively  for 


dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 

2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 

tanks  sha11  be  grou»ded  at  two  (2)  points, 
180  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162")  A.W.G.  wire,  or  pipe  not 
less  than  one-half  inch  (J4W)  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  The  other 
end  shall  be  bonded  to  a  ground  connec¬ 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2')  below  the  surface  of  the 
earth. 

2- ^ILL  PIPE:  That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 


2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  ( y2 )  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  (3/8)  inch 
gypsum  wall  boards  weighing  not  less  than 
16  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the.  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  (J4)  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
floor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  (J4)  inch 
thick. 

2.12.4  Note — All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current. 

2.14  INDUSTRIAL  INSTALLATIONS:  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 
purposes  designed  for  and/or  using  oil  as  defined 
in  these  rules. 


2.17  OIL  LEVEL  INDICATING  DEVICE:  A  means 
by  which  the  level  of  the  oil  in  a  storage  tank  may 
be  indicated. 
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2.18  OVERFLOW  PIPE:  A  pipe  which  conveys,  by 
gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2.19  PERMANENT  DEFORMATION:  Wherever 
phrase,  “without  permanent  deformation,”  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT:  Shall  mean  permit  for  storage  of  oil. 

2.21  PORTLAND  CEMENT  CONCRETE:  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  not 
more  than  two  and  one-half  (2*4)  parts  sand  and 
five  (5)  parts  of  coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28. 

2.22  PREHEATER:  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

2.23  RELIEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2.24  RELIEF  LINE:  That  portion  of  the  line  between 
the  bypass  connection  of  the  relief  valve  and  the 
supply  line  or  storage  tank. 

2.25  REMOTE  CONTROL:  A  hand,  electric,  or  me¬ 
chanically-operated  device  to  shut  off  the  oil  sup¬ 
ply.  A  thermostat  is  not  acceptable  as  a  remote 
control. 

2.26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2.27  SHOP  FABRICATED:  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2.28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 
tuated  to  prevent  the  flow  of  liquid  in  a  line  of 
pipe. 

2.29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2.30  STORAGE  TANK:  Any  container  for  oil  hav¬ 
ing  a  capacity  of  two  hundred  and  seventy-five 
(275)  gallons  or  more,  having  a  fill  line  and  vent 
line  connected  thereto. 

2.31  STORAGE  TANK,  AUXILIARY :  Any  con¬ 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  with  an  automatic  or 
manually  operated  pump. 

2.32  SUPPLY  LINE:  That  portion  of  the  line  be¬ 
tween  the  storage  tank  and  the  pump  oil  inlet 
connection.  Where  a  pump  is  not  used,  it  shall 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2.33  TEST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2.34  TRANSFER  PUMP:  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burner. 

2.35  VENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 

Rule  3.  Oil  Permitted. 

[a]  3.1  Oil  permitted  under  these  rules  shall  be  any  liq¬ 
uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar,  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


[b] 


in  a  Pensky-Martens  closed  cup  tester  (Ameri¬ 
can  Society  for  Testing  Materials  Method  D93- 
22)  and  marketed  under  the  following  commercial 


grades : 

Range  Oil  SP.  Gr. 
No.  1  Fuel  Oil  “ 

No.  2  “  “ 

No.  3  “  “ 

No.  4  “  “ 

No.  5  “  “ 

No.  6  “  “ 


(A.  P.  I.)  40-44° 

“  36-40° 

“  32-36° 

“  28-32“ 

“  24°  + 

“  18°  + 

“  10°  + 


3.2  The  use  of  crankcase  refuse  oil  as  fuel  oil  is 
strictly  prohibited. 


Rule  4.  Burners. 

[a]  4.1  Burners,  including  oil-burning  heaters,  shall  be 

as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

[b]  4.2  Approval  of  burners  or  oil-burning  heaters  de¬ 

signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
for  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons’  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

[c]  4.3  The  requirements  of  these  rules  shall  not  apply 

to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  of  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick, 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches, 
soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

[a]  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 

be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  he 
as  stated  in  the  table  given  below. 

[b]  5.1.2  All  tanks  must  be  welded  or  riveted  and 

caulked,  or  riveted  and  welded.  Flanges 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  between  plates  is  pro¬ 
hibited. 

[c]  5.1.3  Thickness  of  cylindrical  tanks,  except 

tanks  of  275  gallons  capacity  or  less: 

Tanks  36  in.  in  diameter  and  less — V\  in- 
shell,  Y\  in.  heads.  Jdt 

Tanks  37  to  72  in.  in  diameter— $4  in¬ 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter— 5/16  in. 
shell,  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  o 
y  in.  steel  and  to  be  stiffened  by  angle 
rings  or  equivalent  members  so  as  to  re¬ 
tain  their  cylindrical  form. 
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and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
and  head  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U 
S.  Standard  No.  14. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

stoiage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  (J4")  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes;  where  used  for  oils  having  a  vis- 

imotyieSS  than  500  sec>  Saybolt  Universal  at 
1  ,  .  •  ?ha11  have  manhole  covers  bolted 

and  air  tight;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallons 
Capacity  Located  Outside  of  Building  Above 
Ground. 


[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 

tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

[e]  5.1.5  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows: 

.  shell  y  in*  thick,  54  in.  in  diameter 
rivets  2%  in.  pitch. 

In  shell  5/16  in.  thick,  54  in.  in  diameter 
rivets  2Y%  in.  pitch. 

In  shell  3/s  in.  thick,  3/A  in.  in  diameter  riv¬ 
ets  2y2  in.  pitch. 

5.2  Rectangular  Tanks. 

[a]  5.2.1  All  rectangular  tanks  shall  be  built  of 

steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5/16  of  an  inch. 

[b]  5.2.2  Corners  may  be  made  up  by  bending  the 

plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  54  of  an  inch  in 

diameter  and  spaced  not  more  than  2 % 
inches  center  to  center. 

[d]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 

to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

[e]  5.2.5  When  structural  steel  members  are  used 

such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

[f]  5.2.6  When  structural  steel  reinforcing  members 

are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  pounds  per  square  inch 
taken  in  the  minimum  net  section. 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty-four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  _  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[h]  5.2.8  The  connection  between  these  members  and 

the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

[a]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 


[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates  shall  be  yA  inch  and  the  minimum 
thickness  of  roof  plates  %  inch. 

The  thickness  of  shell  plates  shall  be  figured 
in  accordance  with  the  following  formula  • 

P  x  r  x  F 

t  equals - - - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch). 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No 
14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

fa]  5.5. 1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  wall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 


Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun¬ 

dred  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shall 
be  not  less  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons,  stor¬ 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 

than  two  hundred  and .  seventy-five.  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4")  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  .with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  in  an  en¬ 
closure  having  masonry  walls  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  not  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6.1.3  The  capacity  of  individual  storage  tanks  lo¬ 
cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
with  burners  or  oil-burning  heaters  shall  be 
installed  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 
or  floor  and  protected  against  mechanical 
injury. 

6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
of  the  tank  not  less  than  two  feet  (2')  be¬ 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
earth,  free  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be 

placed  within  twenty  (20')  feet  of  any  wall, 
separating  a  building  from  the  subway,  and, 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub¬ 
way,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and 
Appeals. 

[c]  6.2  .3  No  tank  shall  be  buried  so  as  to  be  nearer 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two 

hundred  and  seventy-five  gallons,  prior  to 
or  at  the  time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 

6.3  Outside  of  Buildings,  Above  Ground. 

[a]  6.3.1  Storage  tanks  located  outside  of  buildings 
above  ground  shall  be  not  less  than  one  and 
one-quarter  (V/a)  tank  diameters  and  in  no 
case  less  than  ten  feet  (10')  from  the  line 
of  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec¬ 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 

If  distant  25  feet  from  line 
of  adjoining  property 
which  may  be  built  upon  16,000  gallons 


If  distant  30  feet .  24,000 

If  distant  40  feet .  36,000 

If  distant  50  feet .  48,000 

If  distant  60  feet .  60,000 

If  distant  75  feet .  96,000 


If  distant  85  feet,  or  more  100,000 
[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one 
and  one-half  (1J4>)  times  the  capacity  of  the 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  (j/a)  the  height  of  the  tank 
when  the  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core  of 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  be 
firmly  and  compactly  built  of  good  earth, 
free  from  stones,  vegetable  matter,  etc.,  and 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  at 
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age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  in  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  y2  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[d|  7.3.4  Vent  pipes  shall  be  provided  with  weather- 
Pr?,°^  h°°ds  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  building  opening  and  not  less  than  five 
feet  (5)  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 

7 . 4  Fill  Pipes. 


one_half  (1*4)  to  two  (2)  on 
all  sides.  _  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded. 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 
Lode  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[c]  6.3.3  All  above  ground  storage  tanks  larger  than 
two  hundred  and  seventy-five  (275)  gallons, 
prior  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 

ule  7.  Piping. 

7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 

workmanlike  manner.  Exposed  piping  shall 
i  Pr°^ec^e<^  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  at  tank. 

[b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 

brass  pipe,  or  new  extra-heavy  copper  brass 
oi  aluminum  alloy  tubing,  properly  marked 
and  duly  approved,  may  be  used.  Drawn 
metal  tubing  when  used  for  conveying  oil, 
shaH  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub¬ 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  (3/s") 
inside  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

[c]  7.1.3  Overflow  pipes  where  installed  shall  not  be 

smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

[a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 

discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

[b]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 

lief  valve  to  prevent  excessive  oil  pressure. 

[c]  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 

more  than  one  and  one-half  (1^4)  times  the 
maximum  working  pressure  of  the  system. 
The  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
fine.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7.3.1  An  open  vent  of  iron  or  steel,  without  trap, 
and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
the  storage  tank  more  than  one  inch 
(f  )•  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

b]  7.3.2  Where  a  battery  of  storage  tanks,  designed 

to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

c]  7.3.3  Vents  shall  be  not  less  than  one  and  one- 

quarter  inches  (1J4")  in  diameter  for  stor- 


[a]  7.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 

ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (5')  from 
any  building  opening  or  subway  grating  at 
at*  below  the  level  of  the  fill  pipe  terminal. 
JNo  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe°may 
be  installed  piovided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  Alii  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  fill  pipe  terminal  shall  be  provided  with 
letters  reading  1  Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 
has  been  approved.  A  he  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  y  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit¬ 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  of 
hot  water  or  low  pressure  (ten  (10)  pounds 
per  square  inch  maximum)  steam  coils. 
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7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

[a]  8.1  Each  supply  line  from  storage  tanks  of  two 

hundred  and  seventy-five  (275)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

[b]  8.2  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (27 5)  gallons’  ca¬ 
pacity,  shall  be  provided  with  a  shut-off  valve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavy  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

[c]  8.3  Except  as  may  be  modified  in  specific  instances 

by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(275)  gallons’  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
business  building  only  under  the  following  pro¬ 
visions  : 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  having  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50')  above  the  street 
level.  Only  one  oil  delivery  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not.be 
larger  than  two  inches  (2")  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 

above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 

each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 
Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  “ 

Gravity 

[d]  8.4  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when  outside  location  is  impractical  such 
control  may  be  located  immediately  inside  the 


room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con¬ 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.5  Except  as  provided  by  Rule  4.2  of  these  rules 

for  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  or 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used 

for  atomizing  the  oil,  the  oil  and  the  atomizing 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply,  the 
supply  of  oil  will  immediately  be  cut  off.  Excepl 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 

Rule  9.  Oil  Level  Indicating  Devices  and  Tesl 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Tesl 
wells  shall  not  be  permitted  in  tanks  located 
inside  of  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  ol 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructec 

of  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closer 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10] 

gallons’  capacity  shall  be  operated  unti 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

[b]  10.1.2  Applications  for  permit  shall  be  made  b; 

.  the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shal 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made 
name  and  address  of  owner  and/or  oc 
cupant,  name  and  address  of  installer 
make  and  approval  number  of  burners 
pumps  and  other  devices,  capacity  num 
ber  and  location  of  storage  tanks,  to 
gether  with  approval  of  such  propose! 
installation  by  the  Commissioner  o 
Buildings  when  required  under  Rule  10.* 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fir 

Chief  and  Commissioner  until  the  installa 
tion  has  been  inspected  by  his  represen 
tative. 

10.2  Plans  to  be  Filed  Where  Structural  Considera 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  a 
defined  in  these  rules,  the  installer  shal 
file  with  the  Commissioner  of  Building 
plans  showing  the  size  and  location  o 
all  storage  tanks  having  a  capacity  greate 
than  275  gallons  where  such  tanks  ar 
to  be  installed  either  inside  of  building 
in  or  below  the  lowest  floor  level  or  out 
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side  of  buildings  below  ground.  Plans, 
however,  shall  be  filed  where  275  gallon 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

10.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 
inch  for  a  period  of  ten  (10)  minutes. 

[bl  10.3.2  Storage  tanks  of  more  than  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as  follows : 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  _  which  shall  be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

[d]  10.3.4  The  anti-syphon  devices,  where  used  as 

provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

9.4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

-  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

•  1  All  installations  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in- 
sta  lation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner, 
ouch  repoited  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 

i  ange  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

[b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 

the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 

completely  cut  off  the  passage  of  flue  gases  at  any 
time. 


Rule  13.  Automatic  Pumps. 

13.1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis¬ 
charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall 
not  be  less  than  eighteen  (18)  inches,  except  that 
this  clearance  may  be  reduced  to  nine  (9)  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  %  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twice  the  width  thereof  and  such  baf¬ 
fle  is.  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing,  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 
not  less  than  twelve  (12")  inches,  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined  in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (5')  of  heating  apparatus, 
except  where  same  is  protected  by  fire  retarding 
material. 

[d]  14.4  Burners  and  all  accessories,  including  tanks  and 

piping,  shall  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  l/2  asbestos  or  equiva- 
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lent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re¬ 
quired  within  the  specific  approval  of  each  burner. 

[g]  14.7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

[a]  15.1  Cards,  giving  complete  instructions  for  the  care 

and  operation  of  the  system  shall  be  permanently 
fixed  near  the  apparatus  in  readable  condition. 
Where  burners  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons’  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

[b]  15.2  All  heating  systems  in  which  the  oil  is  preheated 

or  systems  not  fully  automatic  shall,  when  operat¬ 


ing,  be  under  the  direct  supervision  of  a  perso 
holding  a  certificate  of  fitness  issued  by  the  Fir 
Chief  and  Commissioner,  except,  that  a  perso 
holding  a  certificate  of  fitness  as  a  licensed  enginee 
or  as  a  licensed  fireman  under  the  provisions  o 
Section  409  of  the  Charter  of  the  City  of  Nei 
York,  shall  not  be  required  to  obtain  such  certif 
cate. 

Rule  1 6.  Modification. 

16.1  When,  for  any  reason,  it  may  be  impracticable  t 
comply  strictly  with  the  foregoing  rules,  the  ad: 
ministrative  official  having  jurisdiction  shall  haw 
power  to  accept  substitute  methods  provided  th 
spirit  and  substance  of  these  rules  shall  be  com 
plied  with. 

Rule  17.  Existing  Installations. 

17.1  Oil  burner  systems  heretofore  installed  and  dul 
approved  as  complying  with  all  laws  and  rules  the 
applicable  thereto  shall  be  deemed  acceptable,  prc 
vided  there  have  been  no  subsequent  alterations  t 
the  apparatus,  except  as  to  Rule  15.2. 
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SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 


RULE  1.  PERMIT. 


(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules, .  and.  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 


(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 


RULE  2.  PERMISSIBLE  CASES. 


Smoking  may  be  permitted  in : — 


r 


(a)  Factories  engaged  in  the  manufacture  of  cigar: 
cigarettes,  or  smoking  tobacco,  when  necessary  for  th 
efficient  conduct  of  the  business,  provided  that: 

(1)  No  smoking  other  than  that  for  sampling 
testing  and  experimental  purposes  is  carried  or 

(2)  Such  smoking  is  conducted  in  a  root 
provided  especially  for  that  purpose,  separate 
from  the  rest  of  the  building  by  fireproof  o 
fire-resisting  partitions,  with  all  openings  therei 
protected  by  self-closing  fire  doors,  and,  furthei 
unless  the  building  is  of  fireproof  constructio 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  roor 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  th 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammabl 
waste  materials  are  deposited  in  fireproof  re, 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  followin 
occupancies : 


(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works; 
Forge  shops; 

Foundries ; 

Iron,  steel,  brass  or  copper  works; 

Machine  shops ; 

Smelting; 

Stone  or  monumental  works; 

provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construe 

ti°n ;  .  , 

(2)  Such  chemical  fire  extinguishers  as  tn 
administrative  official  may  direct  are  installed; 

(3)  All  waste  paper  and  other  inflammabl 
waste  materials  are  deposited  in  fireproof  r< 
ceptacles. 
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APPROVED  APPLIANCES 


Burners  for  Domestic  and  Commercial  Use 

Nome  of  Burner  Calendar  No. 

A.  B.  C.  Oil  Burner .  1?95-74.<5a 

A.  B.  C.  Oil  Burner,  Type  H . 684-29  SA 

Ace  Rotary  Oil  Burner  . I”"  47.3S-SA 

Acme  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  .  112-36-SA 

Acme  Oil  Burner,  Models  BO-1  and  BO-2.'."  132-34-SA 

Aetna  Automatic  Oil  Burner .  1547_7i_ca 

Air-Blast  Oil  Burner . .  "  579-3?-SA 

Airtemp  Oil  Burner,  Models  B-6  and  C-6. 1  * "  139-36-SA 

Airtemp  Oil  Burner,  Models  D,  F  and  G. . . .  88-34-SA 

Alladin  Oil  Burner .  298-26-SA 

Alexander  Oil  Burner .  «  ooca 

Alida  Oil  Burner . 1 !!!!." ."  1 24-34- S A 

Alpine  Oil  Burner,  Models  A  and  H .  110-36-SA 

American  Blue  Flame  and  Sun  Flame  Oil 
Burning.  Heaters,  Models  No.  73,  86,  88 
92,  93,  94,  95  ,  96,  4512,  4518,  4528,  4538,’ 

4562,  4563,  4573,  4578,  4588,  4688,  4678, 

4668,  4666,  4683,  4663,  4653,  4673,  4674, 

4664,  4612,  4618,  4628  and  4638 . . .  298-33-SA 

Aristocrat  Oil  Burner .  222-35-SA 

Associated  Oil  Burner  .  178-35  SA 

Auto  Heat  Oil  Burner  .  ' 


.  284-33-SA 

Autocrat  Oil  Burner,  Model  B-l .  297-31-SA 

Automatic  Airless  Oil  Burner,  Model  No.i.’.’  53-34-SA 


Name  of  Burner  Calendar  No. 

Gontinential  Oil  Burner,  Models  A,  B  and  C..  146-31-SA 

Cooks  Automatic  Oil  Burner .  955-27-SA 

Cope  Swift  Safety  Automatic  Oil  Burner _  354-31-SA 

Craftsman  Oil  Burner  .  222-35-SA 

Crater  Automatic  Oil  Burner...  ^4  *24  qa 

Crescent  Oil  Burner .  .  777  tqqa 

Cres.c.ent  Type  M  Size  I  Oil”  Burner"  and 

Models  8,  18  and  28 .  5Q2.31  SA 

Crown  Oil  Burner,  Type  XA . . . ” . .* ’  426-29-SA 

Crystal  Blue  Flame  Oil  Burner .  423-29-SA 

Dahl  Vaporizing  Oil  Burner .  915-2A-SA 

D’Elia  Oil  Burner .  ice  oi  ca 

Delco  Heat  Oil  Burner . .  ‘  . .  420-31  Is  A 

DeWalt  Oil  Burner . *"  541-31-SA 

Diesel-American  Oil  Burner,  Model  D-A-l..  6-37-SA 

Diesel  Oil  Burner  .  354.13.QA 

njS"nTRic  011  Burner . 663-28-SA 

Doe  Oil  Burner .  3i7.^i  ca 

Doherty  Oil  Burner .  ”  Q4i_7a_ca 

Draft-Rite  Oil  Burner  .  178-35-S  \ 

Dupont  Oil  Burner  . ”  !  ”  ”  !  248-36-SA 


Easternoil  Automatic  Oil  Burner,  Models  A 

B  and  C  .  ’  600-31  -S  A 

Economy  Oil  Burner,  Type  A-l . .  ]  *  45-31-SA 

Eisler  Automatic  Oil  Burner .  481-27-S\ 

Elec-tro-matic  Oil  Burner,  Type  151....  125-33  SA 

EleC^ri?1  Aromatic  Oil  Burner  and  Model’s 

,  BB,  C,  EA  and  TCV .  259-25-SA 

Ember-Glo  Oil  Burner .  462-32-SA 

-Lmpire  Oil  Burner .  222-35-SA 


764-26-SA 

485-32-SA 


1431-23-SA 

520-31-SA 

109-31-SA 


Baker  Automatic  House  Heating  Burner _  1323-22-SA 

Baker  Oil  Burner,  Model  L,  Gun  Type .  404-29-SA 

Baker  Perkins  Atomizing  Type,  Alechanical 

d  ?urner’  ?yPes  C  and  CD .  329-35-SA 

Mallard  Baby  Grand  Oil  Burner .  447-32-SA 

Ballard  Super  Domestic  Oil  Burner . ”  939-24-SA  ~  -  . . . 

Bayard  Domestic  Fuel  Oil  Burner .  1184-22-SA  Enterprise  Rotary  Fuel  Oil  Burner .  1 149-77. SA 

Berggren  Oil  Burner .  ■  --  ~  c* -  a.  •  •  — 

Bethlehem  Steam  Atomizing  Fuel"  Oil'  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

R  E  ?ndr  G  ••••• . •  * . ’  88-34-SA 

Bettendorf  High  Pressure  Oil  Burner .  479-31-SA 

Bettendorf  Oil  Burner .  731-28  SA 

Bettendorf  Oil  Burner,  Model  H.B.”” .  498-32-SA 

Bock  Oil  Burner,  Models  A,  B,  C  and  D. . . .  123-3 1-S  A 

Bock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8  . \ .  102-34-SA 

Braden  Automatic  Fuel  Oil  Burner .  322-30-SA 

Branford  Oil  Burner .  36-31-SA 

Branford  Oil  Burner,  Model  “A” . ’  461-32-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Models' A  and 

B  .  195-33-SA 

;aloroil  Burner,  Type  AA .  1361-24-SA 

.amel  Automatic  Oil  Burner,  Model  30,  Types 

.  A-  B  and  C  and  Models  J  and  A.S .  229-32-SA 

.arboradiant  Oil  Burner,  Models  V  &  VS...  16-31-SA 

.arboradiant  Oil  Burner,  Model  VSS .  49-32-SA 

,-arborundum  Burner  .  571-29-SA 

ardinal^  Oil  Burner,  Model  C .  50-37-SA 


Enterprise  Steam  Atomizing  Burner  15  33  SA 

Enterprise  Type  Junior  “W”  Oil  'Burner 

p  MnMdr  l’  land  3 . ’  225-32-SA 

Espo  Oil  Gas  Burner . 

Esso  Oil  Burner,  Models  E.B.  1  and  2.” 

Esso  Oil  Burner,  Models  E.B.  3,  4  and  5 . _ 

Evenheet  Oil  Burner .  cV 

Everedy  Oil  Burner .  102-33-S  A 

Fairfield  Oil  Burner .  584.31  _S  a 

Faultless  Oil  Burner .  4Qi.74.SA 

Fine-Glo  Oil  Burner .  178-35-SA 

hlex-O-Gas  Oil  Burner  for  Pressing  Machine 

Model  T-2  . ’  125-36-SA 

Fluid  Heat  Domestic  Oil  Burner,  Type  6..  . 
hluid  Heat  (Gun  Type)  Oil  Burner,  Model  P 
Fluid  Heat  Oil  Burner 


1 094-27- S  A 
134-35-SA 
361-32-SA 


Forsdraft  Oil  Burner . ”””  41.34.SA 

Foster  Oil  Burner .  715-26-SA 

Franklin  Domestic  Oil  Burner .  560-26-SA 

Freeport-Silent  Service  Oil  Burner,  Models’  *5 

10  and  30 . 

Fuelo  Oil 


„  .  97-33-SA 

Burner .  47-30- SA 


Gar 


larter-Korth  Oil  Burner  Model  '“P” .  38ol7_s a  r w°°J  S?  T?Urner W  TCV; .  373-30-SA 

iarter-Korth  Oil  Burner’  d  ^  .  ^  £ar  W,°°d  ?l]  Burn^>  Models  K  and  K-3500  481-32-SA 

turner  . . . .  54-30-SA  General  Automatic  Oil  Burner,  Model  A 


art-  0il  Burner.  Models,  4X,  5X,  6X  and 

•eJn-CB* .  117-34-SA 

_eco  Oil  Burner  .  354-35-SA 

enmv0il  Burner>  ModHs  4X,'’5X’,'6X  and 

Pn . .  117-34-SA 

entury  Oil  Burner  .  157-28-SA 

nallenger  Kleen  Heat  Burner,  Series  No.  100  813-28-SA 

halenger  Oil  Burner,  Model  “A” .  86-34-SA 

ha  mers-Ace  (Rotary)  Oil  Burner .  47-35-SA 

nalmers  Automatic  Oil  Burner,  Models  Dl 

. .  . .  608-32- S A 

'tro  Oil  Burner,  Models  A  and  B .  86-36-SA 

ommomvealth  Automatic  Oil  Burner .  348-28-SA 

oncord  Burner  .  108-35-SA 


228-33-SA 

348-31-SA 


.  - ,  — - - -  60-36-SA 

Oeneral  Electric  Fuel  Oil  Burner .  434.32.SA 

General  Electric  Oil  Burner,  Type  DA-2 _ 

Ghapco  Steam  Generator  . 

Gilbarco-Ballard  Heavy  Oil  Burner,  Models 
BM,  DM,  FM,  HM,  BS,  DS,  FS,  HS, 

BA,  DA,  FA,  HA,  BPM,  DPM,  FPM, 

HPM,  BPS,  DPS,  FPS,  HPS,  BPA 
DPA,  FPA,  HPA,  BPW,  DPW,  FPW 
HPW,  BPH,  DPH,  FPH  and  HPH. . . . 

Gilbarco  G.B.O.  Oil  Burner .  282-33-SA 

Gilbarco  Industrial  Burner .  350-32-SA 

Gilbarco  Oil  Burner,  Models  G.B.  1'  and  2. . .  520-31-SA 

Gilbarco  Oil  Burner,  Models  G.B.  3,  4  and  5  109-31-SA 

Gilbert  &  Barker  Flexible  Flame  Burner _  109-31-SA 


1493-22- S A 
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Name  of  Burner 


Calendar  No. 


Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner . . 

Gilbert  &  Barker  Oil  Burner,  Model  S-l - 

Gill  Oil  Burner . . . 

Gold  Star  Oil  Burner,  Models  F  and  o. ...... 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . ;••••. . 

Goodspeed  Automatic  Oil  Burner . 

Goodspeed  Oil  Burner,  Nozzle  Type  2 . 

Gould  Automatic  Oil  Burner . 

Grant  Oil  Burner . 

Grant  Oil  Burner,  Model  “C” . 


520-31-SA 

282-33-SA 

1231-23-SA 

166-33-SA 

441-31-SA 
957-27-SA 
346-33-SA 
178-35-SA 
382-26- S A 
232-32-SA 


Hardinge  Oil  Burner . 

Hardinge  Oil  Burner,  Model  23 . 

Harris  Fuel  Oil  Burner . 

Hart  Automatic  Oil  Burner . 

Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  . 

Hart  Oil  Burner,  Model  “H” . 

Hayward  Oil  Burner . 

Hayward  Oil  Burner,  Model  2000 . 

Heat  King  Oil  Burner,  Model  2 . 

Heat-O-Matic  Oil  Burner . 

Heat-Pale  Oil  Burner,  Models  35  and  Compact 

Heatiator  Oil  Burner . 

Heil  Combustion  Fuel  Oil  Burner . 

Heil  Combustion  Fuel  Oil  Burner,  Type  B... 

Herco  Oil  Burner,  Models  R15  and  R35 . 

Hercules  Oil  Burner . . . 

Hercules  Oil  Burner,  Models  H  and  HF - 

Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  . . ; . 

Herman  NeDon  Conversion  Oil  Burner . 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2 
Hofmann  Automatic  Fuel  Oil  Burner,  Model 

41  . 

Holby  Type  A  Fuel  Oil  Burner . 

Holland  Type  “F”  Oil  Burner . 

Homer  Domestic  Oil  Burner . 

Homestead  Oil  Burner,  Model  E . 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP.. 

Imperial  Oil  Burner... . ••••'. 

Improved  Kres-K.no  Oil  Burner  and  Model 

MD  . 

Inferno  Oil  Burner . 

International  Mechanical  Draft  Oil  Burner.. 
International  Oil  Burner . 


813-25-SA 

33-33-SA 

690-30-SA 

1162-24-SA 


595-29-SA 
221-33-SA 
696-30- S A 
118-35-SA 
98-35-SA 
178-35-SA 
237-36-SA 
1346-23-SA 
1105-22-SA 
295-29-SA 
21-36-SA 
510-29-SA 
309-33-SA 


486-32-SA 

144-36-SA 

11-36-SA 

274-35-SA 
688-29- S  A 
237-34- S  A 
1211-25-SA 
176-36-SA 
10-34-SA 

187-33-SA 

591-29-SA 
82-33-SA 
372-30-S A 
1305-24-SA 


Jacobsen  Balanced  Oil  Burner,  (Model  V-l) 
Tohnson  Improved  Rotary  Fuel  Oil  Burner.. 
Joyce  Oil  Burner . 

K.  F.  C.  Oil  Burner . 

Kaytown  Quiet  Automatic  Oil  Burner,  Models 

A,  B  and  C . 

Kelco  Oil  Burner . 

Kelvinator  Oil  Burner . 

Kelvinator  Oil  Burner,  Model  K . 

KeWaNee  Oil  Burner,  Model  “C” . 

Kingsway  Century  Oil  Burner,  Models  F  and 

G . 

Kleen  Heet  Oil  Burner . 

Kleen  Heet  Oil  Burner,  Type  902 . 

Kleen  Heet  Oil  Burner,  Type  R . . 

Korth  Oil  Burner,  Models  G  and  S . 

Kreager  Oil  Burner . 

Kres-Kno  Oil  Burner . 

Kres-Kno  Pressing  Machine  Burner,  Model 
MD,  sizes  KRF  and  KRF-1 . 

Laco  Oil  Burner,  Model  NL . 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D.. 

Lange  Economical  Oil  Burner . 

Lawrence  May  Oil  Burner . 

Leader  Oil  Burner . 


333-33-SA 
938-22- S A 
852-26-SA 

846-25-SA 


146-31-S  A 
237-33-SA 
339-31-SA 
105-34-SA 
518-32-SA 


369-33-SA 
62-24- S A 
99-35-SA 
49-33-SA 
136-34-SA 
367-30-SA 
443-28-SA 

354- 34-SA 

670-30- S  A 
226-33-SA 

355- 33-SA 
1034-27-SA 

425-31-SA 


Name  of  Burner 

Leiman  Brothers  Fuel  Oil  Burner . 

Liberty  Automatic  Heater . 

Liberty  Pressure  Oil  Burner . 

Lochinvar  Oil  Burning  Unit . 

Lonergan  Automatic  Oil  Burner . 

Luxor  Heat  Oil  Burner . 

Lynn  Power  Oil  Burner,  Models  1,  2  and 


Calendar  No. 
...  314-30-SA 

. . .  129-28-SA 

75-34-SA 
. . .  142-36-SA 

. . .  208-33-SA  , 

. . .  322-30-SA 

3..  1 66-34- S A 


“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307,  308,  309,  400  and  800. . 

M.  W.  Emancipator  Oil  Burner . 

M.  W.  Oil  Burning  Water  Heater . 

M.  W.  Water  Heater,  Model  20-D . 

Magna  Fuel  Oil  Burner . 

Majestic  Oil  Burner . ••••••• 

Major  Oil  Burner,  Models  H,  U,  P  and  PP.. 

Marr  Oil  Burner,  Model  H,  Type  R . 

Master  Fuel  Oil  Burner . 

Master-Kraft  Oil  Burner . 

May  Oil  Burner . 

May  Oil  Burner,  Type  BB . 

Mayfield  Oil  Burner . 

Mayllower  Oil  Burner . 

Mcllvane  Oil  Burner . . . 

Mel co  Automatic  Oil  Burner,  Type  “A” . 

Merco  Oil  Burner . . 

Mercurol  Oil  Burner,  Models  4X,  5X,  6X 


and  10X  . 

Metered  Heat  Oil  Burner,  Model  G . 

Metro-Pressure  Oil  Burner,  Models  A,  B  and 

C  . 

Micron  Oil  Burner . 


Midget  Oil  Burner - . . . 

Midget  Pressing  Machine  Oil  Burner . 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

211,  311  and  114..... . 

Minneapolis  Automatic  Oil  Burner . 

Mohawk  Oil  Burner,  Models  A  and  H . 

Monitor  Oil  Burner . 

Morgan  Oil  Burner,  Models  A  and  H . 

Morrissey  Oil  Burner . 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 
M  A -4,  SP-1,  SP-2,  SP-3,  and  MP-1.... 
Morse  Conical  Type  Steam  Atomizing  Burner 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner 

Morse  Fuel  Oil  Burner . 

Moto-Heat  Oil  Burner . 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  . 

Mousette  Oil  Burner . 


341-32-SA 
102-33-SA 
737-29-SA 
365-34-SA 
197-33-SA 
693-30-SA 
10-34-SA 
765-26-SA 
350-32-SA 
83-33-SA 
68-24- S A 
46-34-SA 
568-31-SA 
124-29-SA 
544-29- S A 
1032-25-SA 
637-29-SA , 

117-34-SA 

136-34-SA 

146-31-SA 
345 -34- S A 
155-34-SA , 
122-35-SA 

327-31-SA 
34-34- S  A 
110-36-SA 
202-34-SA , 
110-36-SA 
673-27-SA 

359-33-SA 

938- 25-SA 

939- 25-SA 
820-23-SA 
195-32-SA 

628-23-SA 

887-25-SA 


Nairoil  Oil  Burner,  Type  R,  Model  E . 

National  Airoil  High  Pressure  Burner . 

National  Airoil  Low  Pressure  Burner . 

National  Airoil  Type  D-R  Rotary  Oil  Burner 

National  Barley  Rotary  Oil  Burner . 

National  Clark  Rotary  Oil  Burner . 

National  Devices  Oil  Burner . 

National  Oil  Burner,  Model  E-J . 

National  Rotary  Oil  Burner . 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF^and  D 

New  Perfection  Oil  Burner,  Type  “C” . 

New  Process  Oil  Burner . 

Nichols-McCann-Harrison  Burners  . 

Noiseless  Nokol  Model  G  Oil  Burner . 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R 

Nokol  Automatic  Burner . 

Norge  Oil  Burner  Models  N8,  N18  and  N28. 

Norge  Water  Heater,  Models  23  and  45 . 

Nu-Way  Oil  Burner . 

Oilbuilt  Burner  . 

Oliver  Oil  Gas  Burner,  No.  30-A . 

Oreo  Oil  Burner,  Model  A-l . 

Oronoque  Oil  Burner . 

Orr  Fuel  Oil  Burner . 


13-35-SA 

185- 29-SA 

186- 29-SA 
548-31-SA 
197-33-SA 
197-33-SA 
184-36-SA 
360-34-SA 
836-25-SA 
226-33-SA 
518-29-SA 

1071-27-S A 
255-31-SA 
801-28-SA 
584-28-SA 
1078-24-SA 
226-34-SA 
365-34-SA 
773-26-SA 

85-33-SA 

1359-24-SA 

216-36-SA 

394-30-SA 

113-26-SA 
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Pacific  Oil  Burner .  -j4-?  ca 

Packard  Fuel  Oil  Burner . 77-34- S\ 

Paragon  Oil  Burner,  Models  R-15  and  R-35**  21-36-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A... .  617  30  SA 

Pascoe  Oil  Burner  . ! ! !  1029-26-SA 

Penn  Rotary  Oil  Burner .  236-35-SA 

Peoples  Silent  Oil  Burner,  Models  6  and  G."  313-35-9A 

Perfect  Automatic  Oil  Burner,  Models  DL-7 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 . ’  264-35-SA 

Perfect  Automatic  Oil  Burner  (Gun  Tvoel 

'  Model  A- 1  . . yP  /;  11 2-36- S  A. 

Perfect-Pantex  Oil  Burner .  271-33-9  4 

Petro  Domestic  Burner . !!!!**  161-26-94 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner .  4^-11-8  4 

Petro  Burner,  Model  O . . 78-28-9  A 

Petro  Burner,  Model  P-2 . .***’"  735-80.9  4 

Petro  Oil  Burner,  Model  W-2 . 244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-l^ **'* 

Petro  Oil  Burner,  Models  D-10,  D-ll  D-12 

D-13,  D-14  and  D-15 . .  ’ 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-9  4 

Philco  Oil  Burner,  Mo'dels  AM  and  B .  27-37-SA 

Pioneer  Automatic  Oil  Burner .  1259-27-SA 

Preferred  Oil  Burner  (Manual  Operation’)' 

Model  D.  O . ’  253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Prize  Automatic  Oil  Burner,  Model’s  ”  A,’  B 

and  C  . ’  600-31 -S  A 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  .  41 1-32. sa 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

ubl’c  Service  Oil  Burner,  Models  R-15  and 

R-35  . . . 

pyrolene  Oil  Burner . 


245-33-S  A 
40-31-SA 


-37-SA 
96-36-SA 
369-33-SA 
446-30-SA 
145-31-SA 

367-36-SA 

1203-22-SA 


21-36-SA 

184-36-SA 


9uiet  Ballard  Automatic  Oil  Burner. 
)uiet  Heet  Oil  Burner . 


ilasol  Oil  Burner . 

(ay  Rotary  Fuel  Oil  Burner,  Types  A  and  B 
(ay-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 
12,  14  and  16 . 

(ayfield  Oil  Burner .  504-26-c 


660-30-SA 
49-36-SA 

108-34-SA 
504-23-SA 

368-34- S  A 

>  T  ^St  Chi  Burner .  38-34-SA 

.e-Ly-Qn  Oil  Burner .  748-26-SA 

emington  Domestic  Oil  Burner,  Type  B  ..  532-31-9A 

Remington  Oil  Burner . .  891-26-SA 

-exoi]  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

2?  ®urner.  Model  GC ....... .*  .* .' 266-34- S  A 

JChfteld  Oil  Burner,  Pressure  Gun  Type _  73-36-SA 

lcnmond^  Gravity  Fuel  Oil  Burner .  1193-22-SA 

1-27-SA 
583-21-SA 
187-33-SA 

304-32- S  A 


lckard  Oil  Burner .  jq] 

ohr  Schanck  Fuel  Oil  Burner*".'***"..**.'.’.' 
otoflame  Gem  Oil  Burner . i . 

yan  &  Scully  Commercial  and  Domestic  Oil 
Burner  _ 


i?W^5ch^mcaI  Fuel  0il  Burner .  1115-22-SA 

rr  rv,  v!lde  Ran&e  Fuel  Oil  Burner .  10-33-SA 

V  t  Burner,  Models  F  and  G .  369-33-SA 

1.  Johnson  Co.,  Type  30- A,  Rotary  Fuel 

Cil  Burner  .  197-32-SA 

E  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

T  iLBurnenTG •  •  •  •  . .  198-32-SA 

Vhi  rSro0ln?enat  Servant .  157-34-SA 

'  huS  S'5,0-  r?/  Rurner . 282-33-SA 

.  Home  Oil  Burner .  1487-23-SA 

ott- Newcomb  Pioneer  Oil  Burner,  Models 
C,  CA,  CJ,  CV  and  SN  Junior .  436-32-SA 


J1™'  °JrfCC"  Calendar  No. 

Burner,  Model  SH .  160-36-SA 

Shill  Oil  Burner . . 

SilpmHAeat  0i'  Rur,?erA ,M°dels  *R-*1*5*  and  R-35  21-36-SA 

Silent-Auburn  Fuel  Oil  Burner,  Models  A 

B,  G  and  0 .  4fi?  -ii  ca 

Silent  Automatic  Oil  Burner .  450  ?6-S  \ 

Silent  Automatic  Burner,  Model  “B”. . "  709-30  9A 

Silent  Automatic  Burner,  Model  “E” . .*.'  710-30-SA 

Si  ent  F  ash  Oil  Burner,  Model  Cl .  38-33-SA 

o; JenJ  Cl°w  Oil  Burner,  Model  G .  600-30-SA 

Silent  Glow  Oil  Burner,  Models  600  800 

Silent  H  12°m18R°’  28°°’  380°’  6800  and'  8800*.  345-31-SA 

Si  ent  Glow  Oil  Burner,  Model  1300 . 

Silent  Heet  Oil  Burner,  Model  C . ’ 

Silent  Paramount  Oil  Burner,  Models  F  and  G 

Simplex  Domestic  Oil  Burner,  Type  PA. 

Simplex  Domestic  Type  “S.P.”  Oil  Burner" 

Simplex  Horizontal  Rotary  Oil  Burner, 

Types  H,  H.E.G.  and  H.E.G.-H.... 

^  urbine  Fuel  Oil  Burner,  Model’s 
CO  G.  and  M.O.G . 

Socony  Arrow  Oil  Burner . i".'.  !  H91-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G  536-31-S  A 

i^nfar^^Bur^r2^11"'  ^ 
s!Shi'rno“I te Modds 1  : : :  hmka 

Stuhler  Oil  Burner,  Model  R.  ..*.*"  ! .  84  36  S  A 

Summerheet  Oil  Burner .  .  881  Si 

Sundstrand  Automatic  Oil  Burner.* .*.*.*.*.* .  755.2? 9 a 

Sundstrand  Purmaco  Automatic  Oil  Burner*  /^Z0';5A 

R-°8^  S  A'rffi  C'5’  A'3U’  3K> 

B  5K  and  C-6LJ .  qa 

Sunflower  Model  S-l  Oil  Burner! ! .* .’  .* ! .*.’!"*  657-29  9 A 

Sunflower  Oil  Burner,  Model  S-2 . !  S87-30-SA 

Sun  Heat  Oil  Burner .  fin3-2Q  9  4 

Sun-Ray  Fuel  Oil  Burner . . . 

Sunway  Oil  Burner . ! .  ca 

Super  Automatic  Oil  Heater  Mo'del  SSH"’ 

Super  Automatic  Zephyr  Oil  Burner,  Model  A 
Superb  Oil  Burner,  Models  A  and  B 
Sujierfex  Oil  Burner,  for  Warm  Air  Furnace's  auu 

Superheet  Oil  Burner,  Model  D .  254  33  9 A 

Supreme  Oil  Burner,  Model  G....  n? 

Sword  Automatic  Oil  Burner . 

Syncro-Flame  Oil  Burner,  Models  R  and  RH 

l  abor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 

hermoil  Oil  Burner,  Model  G1 .  324-36-9  A 

9  hompson-Gould  Oil  Burner  .  178-35  9  A 

Thoroburn  Oil  Burner,  Model  A-1-16-GP ! ! ! !  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287  28  9  A 

Timken  Rotary  Oil  Burner . i""'  297-20-9A 

limken  Silent  Automatic  Heater  (Water 
Heater  Unit)  Models  40-A  and  50-B.... 

J,  ,lent  Automatic  Oil  Burner,  Model  G 

i  odd  Mechanical  Oil  Burner,  Type  Hex-P  ress 
Todd  Rotary  Burner,  Models  A,  B  and  C. . . 

Todd  Spiro  Oil  Burner . 

9  odd  Spiro  Burner  (pumo  tvnel  oi  i->  c  a 

Toridheet  Oil  Burner....  .  63  289  A 

Toridheet  Oil  Burner,  Model  G.  .!!!!!!***  *  jy"  bA 

Tri-Aire  Oil  Burner,  Model  C-3 . 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667  28-9  A 

Tropic  Heat  Oil  Burner,  Model*  G.* .'.*.*.’  ".W  l36-34-’9A 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

U  and  .9  Oil  Burner  for  Pressing  Machine 

Models  A,  B  and  C .  c  a 

Uni-Lec-Tric  Oil  Burner .  498-29-9 A 

IJnited  States  Gun-type  Oil  Burner .  2 2P  35  9 A 

United  States  Oil  Burner .  '** 


624-30-SA 
715-29-SA 
463-3 1-S A 
86-36-SA 
400-32-SA 


-34-SA 
951-25-SA 
139-35-SA 


121-35-SA 
266-34- S A 
177-35-SA 
454-25-SA 
470-31-SA 


35-SA 
188-36-SA 


620-28- S  A 
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Universal  Fuel  Oil  Burner 
Universal  Oil  Burner . 


6-24- S  A 
584-31-SA 


Vapomatic  Oil  Burner . 

Vaporoil  Burner  . 

Vesta  Oil  Burner . 

Victor  Oil  Burner . 

Victory  Oil  Burner . 

Viking  Oil  Burner . 

Vitro-Heet  Oil  Burner,  Model  MD . 

Vitro-Heet  Pressing  Machine  Burner,  Mod¬ 
el  MD,  sizes  KRF  and  KRF-1 . 

Volcano  Automatic  Oil  Burner . 

Volcano  Automatic  Oil  Burner,  Models  EW, 
EW-1  and  EW-2 . 


275-34-SA 

44-32-SA 

451-26-SA 

612-30-SA 

320-30-SA 

396-32-SA 

591-29-SA 

354-34-SA 

556-29-SA 

341-33-SA 


Warner  Oil  Burner,  Model  A . 

Wayne  Oil  Burner . 

Wayne  Domestic  Oil  Burner,  Model  K . 

Wayne  S-2  Domestic  Oil  Burner . 

Weco  Multi  Oil  Burner,  Low  Pressure  Type. 


16-34-SA 

1155-25-SA 

115-32-SA 

115-32-SA 

24-36-SA 


Wheco  Oil  Burner . 

White  Flame  Oil  Burner . 

White  Heat  Oil  Burner . 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

JJ,  Junior,  K,  KA,  KB,  and  R . 

Windsor  Oil  Burner,  Models  A-3U,  B-5U 

and  C-6U  .  . . 

Winslow  Kleen  Heet  Burner,  Models  805  and 


Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

and  B  . . 

Wizard  Automatic  Oil  Burner . 


York  Automatic  Oil  Burner . 

York  Bake  Oven  Oil  Burner . 

York  Horizontal  Rotary  Oil  Burner  (lype 

AP)  . . 

Yorktown  Oil  Burner . 

Yorktown  Oil  Burner,  Model  A . 


Zenith  Oil  Burner 


108-34-SA 

357-35-SA 

232-36-SA 

918-22-SA 

658-30- SA 

19-25-SA 

32-33-SA 

181-33-SA 

44-29-SA 

384-36-SA 

56-36-SA 

166-33-SA 

3-35-SA 

■ 

270-34-SA 


I 

EXIT  RULES— REVOLVING  DOORS 


Adopted,  under  Cal.  No.  842-17-S,  Sept.  6,  1917; 
amended,  under  Cal.  No.  41-19-S,  Feb.  11,  1919;  under 
Cal.  No.  412-20-S,- July  8,  1920,  and  under  Cal.  No.  41-19-S, 
Jan.  8,  1924. 

Rule  1.  Classification  of  Revolving  Doors.  For  the 

purpose  of  these  rules  revolving  doors  shall  be  classified 
as  follows : 

(a)  Type  A.  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position,  but  which  doors  are  so  designed  and  constructed 
that  in  the  event  of  excessive  pressure  being  exerted  on 
the  wings,  the  braces  or  other  devices  which  hold  the 
wings  in  their  normal  position  shall  be  disconnected, 
thereby  permitting  easy  egress  through  the  vestibule  ,  at 
least  equivalent  to  that  provided  by  a  pair  of  swinging 
doors  having  the  same  width  as  the  vestibule  opening. 

No  revolving  doors  shall  be  included  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  any  wing  ex¬ 
ceeds  one  hundred  and  fifty  (150)  pounds  wben  exerted 
at  a  point  three  (3)  inches  from  the  outer  edge  of  the 
wing,  and  three  (3)  feet  six  (6)  inches  above  the  floor, 
but  shall  be  classified  under  type  B. 

(b)  Type  B.  “Rigid  Brace”  in  which  the  individual 
wings  are  maintained  in  the  normal  revolving  position  by 
rigid  braces  or  similar  devices,  but  which  doors  are.  so 
designed  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  may  be 
manually  released  by  simple  mechanical  means,  thereby 
permitting  the  individual  wings  to  be  manually  collapsed 
and  so  arranged  as  to  permit  free  egress  through  the 
vestibule. 

Rule  2.  Revolving  Doors.  Prohibitions.  Revolving 
doors  shall  be  prohibited  in  exit  doorways  from  assembly 
halls,  asylums,  auditoriums,  churches,  dance  halls,  hospi¬ 
tals,  motion  picture  theatres,  schools,  theatres,  or  from 
any  room  or  space  within  a  building  where  more  than 
three  hundred  (300)  persons  congregate  for  purposes  of 
amusement,  instruction  or  worship ;  except  that  the  main 
entrance  doorway  to  a  hospital  or  sanitarium  may  be 
equipped  with  either  type  A  or  B  revolving  doors  when 
supplemented  by  swinging  doors  not  less  than  three  (3) 
feet  eight  (8)  inches  wide  at  this  or  other  paths  of  egress. 

Rule  3.  Revolving  Doors — Department  Stores.  Type 
A  revolving  doors  hereafter  installed  shall  be  accepted  in 


exit  doorways  from  department  stores  provided  doorways 
aggregating  at  least  fifty  (50)  per  cent  of  the  legal  re¬ 
quired  with,  equipped  with  swinging  doors,  are  installed, 
and  one  or  more  such  outwardly  swinging  doors  are  lo¬ 
cated  immediately  adjacent  to  each  revolving  door.  Such 
swinging  doors  need  not  be  equipped  with  handles  on  the 
outside,  and  shall  have  a  minimum  clear  width  of  three  , 
(3)  feet. 

Rule  4.  Existing  Revolving  Doors.  Except  where 

otherwise  prohibited  existing  Type  A  revolving  doors  may 
be  retained  as  required  means  of  exit  in  doorways  from 
buildings. 

Except  where  otherwise  prohibited  existing  Type  B  , 
revolving  doors  may  also  be  retained  as  required  means 
of  exit  in  buildings,  when,  in  the  opinion  of  the  admin¬ 
istrative  official  having  jurisdiction,  no  dangerous  exit  con¬ 
dition  exists.  If,  however,  such  dangerous  exit  condition 
is  deemed  by  him  to  exist,  they  shall  be  either  replaced 
by  Type  A  revolving  doors,  or  supplemented  by  at  least 
one  swinging  door  not  less  than  three  (3)  feet  wide  lo-  1 
cated  adjacent  to  the  revolving  door,  as  the  administrative 
official  may  direct.  j 

Rule  5.  New  Revolving  Doors.  In  buildings  other 
than  assembly  halls,  asylums,  auditoriums,  churches,  dance 
halls,  department  stores,  hospitals,  motion  picture  theatres, 
schools  and  theatres,  coming  under  the  exit  provisions  of 
the  building  code,  doorways  serving  as  required  exits  may 
hereafter  be  equipped  with  Type  A  revolving  doors,  or 
with  Type  B  revolving  doors,  provided  such  revolving 
doors,  not  exceeding  three  in  a  unit,  shall  have  an  out¬ 
wardly  swinging  door  at  least  three  (3)  feet  wide  located 
immediately  adjacent  thereto. 

Ot  n 

Rule  6.  Revolving  Doors  —  Subway  Entrances.  Re" 

quired  exit  doorways  from  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  may  be  j 
equipped  with  type  A  revolving  doors,  provided  door¬ 
ways  of  the  leg;al  required  width  equipped  with  swinging 
doors  are  also  installed  and  one  or  more  such  outwardly 
swinging  doors  are  located  adjacent  to  each  revolving  door. 

Rule  7.  Saving  Clause.  But  nothing  in  these  rules 

shall  prevent  the  installation  on  the  exit  doors  from  a 
bank,  trust  company,  jewelry  store,  or  any  store  devoted 
to  a  single  similar  use,  of  a  locking  device  which  may  . be 
operated  by  electricity  or  other  means  from  the  interior 
of  the  building,  to  be  used  only  in  an  emergency. 


480 


APPROVED  APPLIANCES 


Name  of  Burner 

Ace  Rotary  Oil  Burner . 

Air-Blast  Oil  Burner . * 

Airtemp  Oil  Burner,  Models  D,  F  and  G.’.'.'. 

Alpine  Oil  Burner,  Models  A  and  H . 

Anthony  Nebulyte  Oil  Burner . 

Aristocrat  Oil  Burner . 

Associated  Oil  Burner . !!!!!!!!!."! 

Auto  Heat  Oil  Burner . 

Automatic  Airless  Oil  Burner,  Modd  NoVi. 

labcock  &  Wilcox  Mechanical  Oil  Burner... 

lallard  Automatic  Oil  Burner . *’* 

lallard  Low  Pressure  Mechanical  Oil  Burner 

lallard  Jr.  Oil  Burner . 

Mallard  Staples  &  Pfeiffer  Steam  Atomizing 

High  Pressure  Burner . 

lerggren  Oil  Burner . 

>est  Calorex  Burner . 

iethlehem  Steam  Atomizing  Fuel  Oil'  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D 

F  and  G  . 

ock  Oil  Burner,  Models  A,  B.  C  and  "d!!!! 
ocI5,  rT9lJ  Burner,  Models  WH-3,  WH-5 

WH-6  and  WH-8  . 

righton  Oil  Burner . '  ‘  ‘ *  ‘ 

ullet  Automatic  Oil  Burners,  Models'  A  and  B 
urnwell  Mechanical  Burner . 

aloroil  Burner,  Type  AA . 

arter  Oil  Burner,  Models  4X,  5X,' 6X' and 
10X  . 

-ntral  Oil  Burner,  Models  4X,’  5X,'  6X*  and 

10X  . . . 

lalmers-Ace  (Rotary)  Oil  Burner. !!!!!!. . 
aalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  . 

)en  Mechanical  Oil  Burner . .  .  .  .  . 

incord  Burner  . 

()rnell  No.  1  Type  A  Oil  Burner!  !!"!!!!!  .* 

(aftsman  Oil  Burner  . 

later  Automatic  Oil  Burner . 

hhl  Mechanical  Fuel  Oil  Burner . 

lElia  Oil  Burner  . 

bWalt  Oil  Burner . 

be  Oil  Burner . 

aft-Rite  Oil  Burner  . 


-ipire  Oil  Burner . 

fco  Type  400  Steam  AtomizingOiV  Burner ! 

;co  Mechanical  Oil  Burner . 

; terprise  Rotary  Fuel  Oil  Burner.' .' .' .' .’ .’ .’ ‘ 
■  terprise  Steam  Atomizing  Burner . 

;ss  Turbine  Burner,  Airoil  Fan  and  Pump  Set 

ie-Glo  Oil  Burner . 

Tsdraft  Oil  Burner . 

inkfort  Type  P  Oil  Burner . 

m  Fuel  Oil  Burner . 

aeral  Electric  Fuel  Oil  Burner,  Model  D-l 

aeral  Electric  Oil  Burner,  Type  DA-2 . 

;ipco  Steam  Generator . 

Heavy  Oil  Burner,  Models 
BM,  DM,  FM,  HM,  BS,  DS.  FS,  HS, 

§4\,rDAr;  FA)  HA>  BPM-  DPM.  FpM, 

HpM,  BPS,  DPS,  FPS,  HPS,  BPA, 
DPA,  FPA,  HPA,  BPW,  DPW,  FPW 
HPW,  BPH,  DPH,  FPH  and  HPH. . . .’ 

>arco  Industrial  Burner . 

^  Barker  Fuel  Oil  Burner . 

d  Star  Oil  Burner,  Models  F  and  S . 

’dspeed  Oil  Burner,  Nozzle  Type  2 . 

'Id  Automatic  Oil  Burner... 
nt  Oil  Burner,  Model  “C” . ' 


Burners  for 

Calendar  No. 
47-35-SA 
579-32-SA 
88-34-SA 
110-36-SA 
1026-22-SA 
222-35-SA 
178-35-SA 
284-33-SA 
53-34- S A 

45-21-SA 

1363-23-SA 

1493-22-SA 

1176-27-SA 

1414-22-SA 
764-26- S  A 
1464-21-SA 
485-32-SA 

88-34-SA 

123-31-SA 

102-34-SA 

372-33-SA 

195-33-SA 

957-22-SA 

1361-24-SA 

117-34-SA 

117-34-SA 

47-35-SA 

608-32-SA 
942-21 -S  A 
108-35-SA 
397-23-SA 
222-35-SA 
34-34-SA 

13-21-SA 
155-31-SA 
541-31-SA 
31 7-31 -SA 
178-35-SA 

222-35-SA 
1414-23-S  A 
509-30- S  A 
1149-27-SA 
15-33-SA 

26-22-SA 
178-35-SA 
41-34-SA 
1 046-23- S  A 

111-26-SA 
434-32-SA 
228-33-SA 
348-3 1-S  A 


1493-22-SA 

350-32-SA 

1636-21-SA 

166-33-SA 

346-33-SA 

178-35-SA 

232-32-SA 


Industrial  Use 

Aame  of  Burner  Calendar  No. 

GKD  Fuel  Oil  Atomizer .  128-27  SA 

Greenawalt  Down  Draft  Combu’stioA"  Oil 

Burning  Furnace  .  85-35-SA 

Hammond  Oil  Burner .  72-31-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hauck  Venturi  Low  Pressure  Oil  Burner....’  88-27-SA 

Hayward  Oil  Burner .  696-30  SA 

Hayward  Oil  Burner,  Model  2000..!."!"!!.”  118-3S-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Herco  Oil  Burner,  Models  R15  and’ R35 21-36-SA 

HobecoOd  Burner .  1278-21-SA 

Holby  Oil  Burner .  328-77-SA 

Holby  Type  B  Fuel  Oil  Burner .  689-29-SA 

Hupp  Oil  Burner,  Models  H,  U,  P  and  PP.!  10-34-SA 

Induslo  Fuel  Oil  Burner  1-27 .  5-24-SA 

Kelvinator  Oil  Burner,  Model  K . .  105-34-SA 

Kmgsway  Century  Oil  Burner,  Models  F  and 

G .  369-33-SA 

Korth  Oil  Burner,  Models  G  and  S .  136-34-SA 

Kreager  Oil  Burner .  367-30-SA 

Kre^no  .Pressing  Machine  Burner,"  Model 

MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D. ..  226-33-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75..34.SA 

Leintz  Oil  Burner .  155-20-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3..  166-34-SA 

Magna  Fuel  Oil  Burner .  197  33- S A 

Mahrvel  Low  Pressure  Burner .  859-26-SA 

Major  Oil  Burner,  Models  H,  U,  P  and  PP.!  10-34-SA 
Master  Fuel  Oil  Burner .  350-32-SA 

J}3*0"0*!  Burner  (New  Style) .  1026-22-SA 

May  Oil  Burner .  68-24  SA 

MercuroL  Oil  Burner,  Models  4X,  SX,  *6X’  and 

1AV  1  >  u  u 

.  117-34-SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Micron  Oil  Burner .  34S-14-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208 

211,  311  and  114 . ’  327-3 1-SA 

Minneapolis  Automatic  Oil  Burner .  34.34. SA 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-SA 

Monarch  Industrial  Oil  Burner .  133-35-SA 

Morgan  Oil  Burner,  Models  A  and  H . !  110-36-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4,  SP-1,  SP-2,  SP-3  and  MP-1 .  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 
Morse  Fuel  Oil  Burner .  820-23-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

Nichols-McCann-Harrison  Burners .  255-31-SA 

North  American  Low  Pressure  Oil  Burner...  792-26-SA 

Oilbilt  Burner  .  85-33-SA 

Oreo  Oil  Burner,  Model  A-l .  216-36-SA 

Oronoque  Oil  Burner .  394-30-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-SA 
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Name  of  Burner  Calendar  No. 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Peabody-Fisher  Wide  Range  Mech.  Oil  Burner  644-21-SA 

Perfect-Pantex  Oil  Burner . ••••••• .  271-33-SA 

Petro  Mechanical  Burner  and  Air  Register..  735-24-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15  . .•  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner,  Model  W-AH  .  614-32-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Presto  Automatic  Oil  Burner . . .  294-34-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R_35  .  21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner . . .  49-36- S A 

Quigley  No.  10  Low  Pressure  Oil  Burner -  436-31-SA 

Quinn  Oil  Burning  Equipment .  367-21-SA 

Rasol  Oil  Burner .  108-34-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Rockwell  Fuel  Oil  Burner .  341-21-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21-SA 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S.  &  K.  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S.  K.  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 
Simplex  Horizontal  Rotary  Oil  Burner, 

Types  H,  H.E.G.  and  H.E.G.-H .  367-36-SA 

Simplex  Turbine  Fuel  Oil  Burner,  Models 

C.O.G.  and  M.O.G .  1203-22-SA 


Name  of  Burner  Calendar  Nc 

Standardyne  Oil  Burner .  34-34-S/ 

Steam  Oil  Burner .  183-22-S/ 

Stephens  Oil  Burner,  Models  No.  1  and  No.  2  146-33-S/ 

Stewart  Gasifier  Oil  Burner .  146-33-S/ 

Sun  Heat  Oil  Burner .  603-29-S/ 

Sun-Ray  Fuel  Oil  Burner .  106-33-S/ 

Sun  way  Oil  Burner .  624-30-S/1 

Supreme  Oil  Burner,  Model  G .  136-34-S/ 

Surface  Combustion  Low  Pressure  Burner...  92-23-S/ 
Syncro-Flame  Oil  Burner,  Model  R .  139-35-S/ 

Tate-Jones  Fuel  Oil  Burner,  “L”  Type .  1254-24-S/ 

Tate-Jones  No.  6  Oil  Burner .  1444-23-S/ 

Thompson-Gould  Oil  Burner  .  178-35-S/ 

Timken  Rotary  Oil  Burner .  297-29-S/: 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-S/ 

Todd  Mechanical  Fuel  Oil  Burner .  1525-22-S/ 

Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-S/ 
Todd  Rotary  Burner,  Models  A,  B  and  C....  454-25-S/ 

Todd  Spiro  Oil  Burner .  470-31-S/ 

Todd  Spiro  Burner  (pump  type) .  94-32-S/ 

Todd  Steam  Atomizing  Fuel  Oil  Burner....  123-23-S/ 
Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-S/ 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-S/. 

United  States  Gun-type  Oil  Burn'**' .  222-35-S/1 

United  States  Oil  Burner .  620-28-S/ 

Vapofier  Oil  Burner .  184-34-S/ 

Vapomatic  Oil  Burner .  275-34-S/ 

Vaporoil  Burner  .  44-32-S/ 

Vitro-Heet  Pressing  Machine  Burner,  Mod¬ 
el  MD,  Sizes  KRF  and  KRF-1 .  354-34-S^ 

Warner  Oil  Burner,  Model  A .  16-34-S/ 

Wheco  Oil  Burner .  108-34-S/ 

White  Heat  Oil  Burner .  232-36-Sr 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-S; 

Wizard  Automatic  Oil  Burner .  181-33-S/ 

York  Bake  Oven  Oil  Burner .  384-36-S/ 

Yorktown  Oil  Burner .  166-33-S/ 

Yorktown  Oil  Burner,  Model  A .  3-35-Sz 


NOTICE 


Copies  of  the  Official  Director}7  of  the  City  of  New 
York  for  the  year  1937  (The  Little  Green  Book),  contain¬ 
ing  the  latest  authentic  information  in  relation  to  City, 
State  and  Federal  Departments,  Bureaus,  Offices  and 


Courts,  are  now  on  sale  at  the  Distribution  Division  o, 
the  City  Record  Office,  Room  2213,  Municipal  Building 
Manhattan.  Price  50  cents;  by  mail,  three  cents  pej 
copy  must  be  added  for  postage. 


APPROVED  APPLIANCES 


APPROVED  FIRELINE  HOSE  VALVES 


TYPE  A— 150  LBS.  WATER  WORKING  PRESSURE 
May  be  installed  on  all  4-inch  and  6-inch  systems  and 
on  uppermost  stories  on  8-inch  systems 

Fairbanks  Company  .  81-20-SA 

Walworth  Company  .  899-27-SA 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-SA 

Croker  National  Fire  Prev.  Eng.  Co .  304-28-SA 

Jenkins  Brothers  .  779-28-SA 

W.  D.  Allen  Mfg.  Co .  890-28-SA 

John  Simmons  Co .  209-29-SA 

Grinnell  .  651-30-SA 

Elkhart  .  14-31-SA 


TYPE  B— 250  LBS.  WATER  WORKING  PRESSUR1 


May  be  installed  on  all  standpipe  systems 


New  York  Brass  Foundry  Co.  (Stillbech)  . . .  53-21-S/ 

Walworth  Company  .  900-27-Sj 

W.  D.  Allen  Mfg.  Company .  1151-27-S- 

A.  B.  C.  Fire  Prevention  Mfg.  Co.,  Inc .  1307-27-Si 

Jenkins  Brothers  .  780-28-S 

Croker  National  Fire  Prev.  Eng.  Co .  970-28- S 

Fairbanks  Company  .  268-29-S. 

Pratt  &  Cady  .  231-30-S 


Elkhart 


15-31 -S. 
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APPROVED  APPLIANCES 

APPROVED  RANGE  OIL  BURNERS  AND  SPACE  HEATERS 

Calendar  No. 


Name  of  Burner 

A.B.C.  Range  Burner  Assemblies,  Alodels 
AS -4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly .  250-34-SA 

Aetna  Range  Oil  Burner  . 29-15-SA 

\ir-0-Flame  Space  Heater,  Models  ios’and 

810  (pot  type)  .  190-35-SA 

Air-O-Flame  Space  Heater,  Models  71,  91, 

..  J372  and  }382  (sleeve  type)  . ....’.  206-35-SA 

Vir-O-Flame  Range  Burner  .  236  34-SA 

American  Beauty  Heater  (Pot  Types)’ 

Models  1P61,  1P62,  1P91  and  1P92 . ’  224-36-SA 

Vmeroil  Oil  Burner  for  Stoves  and  Ranges..  592-32-SA 

MtweH  Range  Oil  Burner,  Models  B-l  and 

iland  Range  Oil  Burner .  234-34-S/\ 

!lue  Glow  Range  Oil  Burners,  Models  Su¬ 
preme  and  DeLuxe  .  308-34  *4  a 

righam  Range  Oil  Burner .  217-35-SA 

hampion  Range  Oil  Burner,  Models  A  and  B 
912  0t  ^  aSt  0l*  Burning  Stove,  Model  No. 


291-34-SA 

207-35-SA 


oleman  Oil  Burning  Circulating’and*  Space 
l  Heater,  Model  825  .  ^08-36-SA 

iamond  Range  Oil  Burner .  325  31  SA 

aSJnrr7  ?d  Burner-  Models  D27, 

DG27,  G27  and  NG27 .  ic7 

asyway  Space  Heater,  Models  CRL19 
CRN17,  CSP27  and  CSP19  .  . .  ’  iS8  « 

lsyg  Water  Heater,  Models  H.W.i  and 

lington  Range  Oil  Burner,  Square  Ci'rcuiat-  159’35'SA 
ing  Heater  and  Round  Circulating  Heater  351-34-SA 
lington  Range  Oil  Water  Heater,  Models 

M-and  >  .  40-35-SA 

34-SA 


35-SA 
SA 


GC-6, 

CH-28, 


■/ur-Ready  Range  Oil  Burner,  Models 

eader,  Standard  and  DeLuxe .  3]j 

lirfax  Range  Burner  .  iaca 

lorence  Oil  Heater,  Models  KC-9,' ' "  "  " 

GC-7,  GS-27,  CH-9  CH-27 
CH-29.  RH-7  and  RH-9  .  .  . . . . 

jrpHe8  °SrSoPacDe  ^eater,  Models  PH-28, 

PR-82  PC'8’  PC'28’  PR'10,  PR'81  and 
f .rence  Range  Burner,'  7 ! !  4 ! "  219-34-SA 

fx  Range  Oil  Burner . I!.!  M0-34-SA 

"  Range  Burner>  Models  A  and  De- 


Name  of  Burner 

Lonergan  Oil  Burning  Heater,  Models  F-2 
Ja-o  and  R-4  ,  ’ 

Calendar  No. 

Loyalty  Range  Burner  . . 

^UvJ“04”O  A 

7/  lO  n  Ca 

>nLdan&Luxerner’  M°dClS  Juni°r’ 

OUZ- J4-oA 

070  77  O  a 

MAand  “m  wV'r  Ra"?e  Burner’  XIoJel  448 
ModefSsO  C°re  OV“  Ra'lge  , 

MAY,  F;rc“RtlnS  and  Radiant  Heaters' 
wJ^els  50!'  M1.  701  801 .  ' 

MAU?anI?iU23ing  ’  Cornmer<dal  Models 

and  126-B  1  and  Domestlc  Models  101-G 

«3u/-J4-dA 

366-34-SA 

IdJ27TC  RangC  0l1  Burner-  Modeis  27B  and 

364-34-SA 

lajestic  Space  Heater,  Models  247T  and  248 
ModeniTRan"  oTr'  Mode,s  255  A  and  255B 

Junior^F^r"'  M°dds  R'S“lar’ 

National  Range  Oil  Burner 

180- 35-SA 

181- 35-SA 

182- 35-SA 

357-34-SA 

2A1  1A  C  A 

NnriVyck'K°auSS  Range  and  ^ove  Oil  Burner 
Norge  Spuce  Heater,  Models  75,  50,  37  and 

'JUi  ■J't-oA. 

251 -34-SA 

0dlI9lBandt92(SpaCe  Heater)’  Models  61,  62, 

Joo-34-SA 

077  7C  C*  A 

0dllpIri&t9',ra^°1,p^eS)'  M°ddS' 

J  J  -  O  A. 

224-36-SA 

tt4  -jc  c  a 

Putnam  Range  Oil  Burner 

Quaker  Burnoil  Stove 

D  r  JJ“OA 

11  ^1  C  A 

Quick  Meal  Range  Burner 

-11  1  “oA 

C2-7P,ac,e  Heater,  Models  5672-0 

n  •  i67,1;13;  3671'33  and  5671-35 . 

Quick  Meal  Water  Heater,  No.  5681-0 

306-34-SA 

305-34-SA 

Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater 

32-31-SA 

62-33-SA 


323-34-SA 

309-34-SA 


PP  Range  Oil  Burner,  Models  S.D.  and  C.D. 

Jr-Oil  Automatic  Water  Heater... 

'  30nS3OO°AWl7r^y,PAe,  SpaCe  Heater-  Models 
,  a“d  32W20A  .  ,.310'310'A’  3I5-3IJ-A 

•■•ogas  Hot  Blast  Oil  Heater,  Models  210, 

:  rid5 pi10’  2°p  and  115 .  339-34-SA 

^nd  Range  Burner  .  48-34-‘4A 

^s-Kn°  Ran?e  Oil  Burner,  Model  MD.’ 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 

'hinvar  Automatic  Oil  Burning  Water 

,Beater. . . .  143-36-SA 

ergan  Automatic  Hot  Water  Heater .  179-35-SA 


Sears  Roebuck  Oil  Burning  Water  Heater 
Hercules  Model  No.  2544 . ’ 

Serv-Well  Range  Oil  Burner,  Models  27B 
and  27T  . 

Serv-Well  Space  Heater,  Model’s  247T  and  248 
Serv-WeH  Water  Heater,  Models  255A  and 

^55  d . 

Silent  Glow  Range  Oil  Burner . 

?ile-*[?,net,0il  Burner  f°r  Ranges  and 'stoves 
Smith-M  haJey  Range  Oil  Burner,  Models 

SW-1  and  SW-2  . 

Superfex  Oil  Burning  Heater  and  Heat  Pro¬ 
jector,  Model  No.  1051 _ 


263-35-SA  Tower  Range  Oil  Burner 


266-35-A 


Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves 
Victor  Range  Oil  Burner,  Models  VI-275 

VJ-195  and  VO-275  . .  [ 

Viking  Pot  Type  Space  Heater,  Models  120 
165  and  170  . 

Viking  Range  Oil  Burner  and  Range  Oil  Burn-’ 
ing  Heater,  Models  20,  30,  60,  65,  70  and  80 
Viking  Range  Water  Heater,  Models  222,  232 

and  242  . 

Vitro-Heet  Range  Oil  Burner,' ’Model’” 
sizes  KR,  KRF,  KRF-1  and  1-R... 


MD. 


303-36-SA 

165- 35-SA 

166- 35-SA 

167- 35-SA 
172-34-SA 
592-32-SA 

196-34-SA 

491-31-SA 

126-33-SA 

592-32-SA 

329-34-SA 

310-35-SA 

333-34-SA 

65-35-SA 

355-34-SA 


BUILDING  CODE  ON  SALE, 
spies  of  the  Building  Code  are  now  on  sale  at  the  Dis- 

HiiV  n  ,  tjV1m  J°n  of  the  City  Record  Office,  Room  2213, 
'icipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1  35 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c’ 
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RESERVE  CALENDAR 


:| 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA— Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System. 
380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 


463-31-SA— Silent-Auburn  Fuel  Oil  Burner,  Models  A1 
and  AA. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM— “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System) 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. . 

39-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51 -35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-Z, 
CJ-21  and  C-2. 

189-35-SA— Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA— Cole  Plot  Blast  Oil  Heater,  Model  915. 

216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 

231  -35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA— French  Automatic  Oil  Burner,  Model  5 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 

102-36-SA — Cole  Draft  Governor. 


De 


144-36-SA- 


Burnei 
and  C 


191-36-SM- 

201-36-SA- 


202-36- S  A — 1 


219-36-SA- 

242- 36-SA- 

243- 36-SA- 


248-36- SA- 
254-36-SA- 


264-36-SA- 
286-36-  SA- 


295-36- SA- 
317-36-SA- 
320-36-SA- 
352-36-SA- 


378-36-SA- 

23- 37-SA- 

24- 37-SA- 


25-37-SA — 1 


29-37-SA- 

35-37-SA- 

56-37-SA- 


73-37-SA- 
116-37-SA- 
124-37-SA- 
1 29-37- SA- 


•Herman  Nelson  Conversion  Oil 
Models  C-1001,  C-1002,  C-3001 
3002. 

-Carey  Rocktex  Insulating  Wool. 

-Quick  Heat  Pot  Type  Radiant  Heater,  Model 
316-0,  319-0,  316-1,  319-1,  326-0,  329-1 
326-1  and  329-1. 

Quick  Heat  Pot  Type  Circulating  Heate' 
Models  218-1,  218-2,  228-1,  228-2,  238-1  am 
238-2. 

■Bronx  Faultless  Oil  Burner  for  Pressing  Ms 
chine.  j 

-Swirling  Heat  Oil  Burner,  Models  A-S,  A-P 
A-L  and  B. 

-Victor  Circulating  Fuel  Oil  Heater,  Mode 
VCH  27,  VCH  19  and  VCH  17. 

-Dupont  Oil  Burner.  #  Jv  J 

-Chase  Brass  &  Copper  Co.,  Inc.,  1^4  in.  Ne 
York  Regulation  Lavatory  Trap. 

-Nesco  Circulating  Heater,  Models  41,  42,  04 
042  and  052. 

-Oil  Industrial  Laboratories,  Anti-Syphon  0 
Check  Valve,  Model  No.  426. 

-Vesta  Fuel  Oil  Meter. 

-Dempsey  Industrial  Oil  Burner. 

-Preferred  Syphon  Breaker,  Type  T. 

-International  Oil  Burning  Heater,  Models  9 
90,  99,  55  and  66. 

-Ritz  Oil  Burner,  Model  A. 

-Silent  Heet  Oil  Burner,  Models  A,  B  and  1 

-Silent  Glow  Si-Glo-La  Oil  Space  Heate 
Models  15,  35,  60  and  80. 

Century  Pressing  Machine  Oil  Burner,  Mo< 
els  U1  and  U2. 

•Borden  Oil  Burner,  Models  A  and  B. 

■Craig  Expansible  Fire  Hose  Reel. 

■Sachem  Oil  Space  Heater,  Models  GB-131 
GB-1015,  GB-1011,  GB-815  and  GB-8 
and  Speedy  Hot  Oil  Space  Heater,  Mm 
els  GB-1315,  GB-1015,  GB-1011,  GB-8 
and  GB-811. 

-Samco  Oil  Space  Heater,  Models  1108,  111 
1208,  1508,  1510,  1513,  1408  and  1410 

-Bethlehem-Doe,  Carrier  and  Gilbert-Bethl 
hem  Oil  Burners,  Models  CE  and  FE._ 

-Beach  Air  Brushes  (for  Paint  Sprayii 
Equipment). 

-Bauer  Oil  Burner. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upi 
which  action  by  the  board  has  been  deferred  pending  cor 
mittee  reports  of  this  board,  court  or  department  actio 
and  will  remain  thereon  until  the  aforesaid  reports,  con 
or  departmental  actions  are  consummated  Whereupon  t , 
case  or  cases  will  be  restored  to  the  regular  calendar  ai 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  t 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building,  j 

New  York  City.  ' 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLET! 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Street . - - - 

P.  O . . . 

1937 

My  Subscription  is  to  begin . . 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk  s  Calendar,  Mondays,  at  2  p.  m. 

Manhattan"^5  ^  hdd  in  R°°m  1013,  Municipal  Building, 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en- 
gineers  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

R Jlihn CJe7k’S  C°lendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter- 

and^nT1  y  nW?erS  opportunity  to  file  objections,  if  any, 

at  2  o’clock  CAClm  Rn°m  J013’  Monday,  April  26,  1937, 

definite  day!  '  63  ““  18  Set  for  hearin&  on  a 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  May  3,  1937,  at  2  o’clock. 

lhe  Clerks  Calendar  is  not  to  be  confused  with  the 
on  Cfixed  dlys!^3  ^  ^  ^  definitely  set  for  hearing 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  _  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official 
Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 

rules  of  Ihh  bolrd.  ‘S  °n  f°rm  required  by  the 
Upon  receipt  of  any  such  communication  the  writer  will 

pLi r.ppiSL  off,c,al  forms  £or  presentin^ his 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 

[h^S!r;H  lCateb-  e  p0!nts  ?*  compass  so  as  to  establish 
e  t  ue  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application.  ’  ect 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  April  21,  1937 
Cal.  No.  Department  Premises  Affected 

167-37-A . D.B.B . 115-125  East  21st  street,  east 

side,  304  ft.  1  Ya  in.  south  of 
Caton  avenue  (Block  5082, 
Lot  82),  Borough  of  Brook¬ 
lyn,  Applic.  4771-37. 


168-37-SA . F.D . Flex-0  Gas  Oil  Burner, 

Model  FR  (Bake  Oven, 
etc.),  Appliance. 


169-37-A . D.B.M . 752-754  First  avenue  and  401- 

403  East  42nd  street,  north¬ 
east  corner  (Block  1354, 
Lots  1,  2  and  4 y2),  Borough 
of  Manhattan, 

Applic.  44-37. 


170-37-BZ . D.B.Q . Southeast  corner  of  Union 

Turnpike  and  Little  Neck 
road  (Block  11213  (12), 

Lots  4,  5  and  6),  Floral 
Park,  Borough  of  Queens, 
Permit  969-37. 


171-37-BZ . D.B.B . 1840-1880  East  29th  street, 

west  side,  95  ft.  north  of 
Avenue  S  (Block  6834,  Lot 
19),  Borough  of  Brooklyn, 
Applic.  4398-37. 


172-37-SA . F.D . Silent  Flame  Oil  Burner, 

Model  M,  Appliance. 


173-37-BZ . D.B.Bx . 210-214  East  188th  street, 

south  side,  87.37  ft.  east  of 
Grand  Concourse  (Block 
3152,  Lots  78,  79  and  80), 
Borough  of  The  Bronx, 

Decision. 


B.B . Board  of  Buildings 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  April  16,  1937,  Morris  Mostoff,  attorney,  served  on  boaro 
petition  and  order  of  certiorari  for  Bessie  Rubin,  owner,  in  re 
decision  of  March  16,  1937,  denying  parking  and  storage  space  in  I 
business  district,  under  sections  7-h  and  21,  Cal.  No.  71-30-BZ, 
premises  887-911  New  Lots  avenue  and  399-407  Berriman  street, 
northeast  corner,  and  northwest  corner  of  Atkins  and  New  Lots 
avenues,  Borough  of  Brooklyn. 

*  *  * 

On  April  17,  1937,  Samuel  L.  Orlinger,  attorney,  served  on  board 
petition  and  order  of  certiorari  for  Arthill  Realty  Corporation, 
owner,  in  re  decision  of  March  9,  1937,  denying  extension  of  gaso¬ 
line  station,  Cal.  No.  300-3S-BZ,  premises  2664-2694  Ocean  parkway, 
Borough  of  Brooklyn. 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules. ..  .Feb. 
Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Mar. 

Concrete  Rules  (Hydrated  Lime)... Apr. 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) . Apr. 

Factory  Exit  Rules . Mar. 

Fire  Alarm  Rules  (Interior) . Feb. 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . Apr. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . _ . Nov. 

Platform  Trucks,  Specifications  for. Nov. 

Plumbing  Rules  . Apr. 

Procedure,  Rules  of . Mar. 

Refrigerating  Systems,  Extract  C.O.Apr. 
Smoking  in  Factories,  Rules  for.... Apr. 

Sprinkler  Rules  . Apr. 

Standpipe  Fireline  Rules . Mar. 

Structural  Alterations,  Reporting. .  .  June 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc . Nov. 


Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


2, 

1937— Vol. 

22,  No. 

5 

2, 

1932— Vol. 

17,  No. 

31 

30, 

1937— Vol. 

22,  No. 

13 

13, 

1937— Vol. 

22,  No. 

15 

3, 

1936— Vol. 

21,  No. 

9 

20, 

1937— Vol. 

22,  No. 

16 

9, 

1937— Vol. 

22,  No. 

10 

16, 

1937— Vol. 

22,  No. 

7 

6, 

1937— Vol. 

22,  No. 

14 

27, 

1937— Vol. 

22,  No. 

17 

13, 

1937— Vol. 

22,  No. 

15 

21, 

1919— Vol. 

4,  No. 

3 

7, 

1925— Vol. 

10,  No. 

14 

5, 

1928— Vol. 

13,  No. 

23 

20, 

1937— Vol. 

22,  No. 

16 

27, 

1934 — Vol. 

19,  No. 

48 

24, 

1936— Vol. 

21,  No. 

47 

13, 

1937— Vol. 

22,  No. 

15 

30, 

1937— Vol. 

22,  No. 

13 

6, 

1937— Vol. 

22,  No. 

14 

20, 

1937— Vol. 

22,  No. 

16 

27, 

1937— Vol. 

22,  No. 

17 

30, 

1937 — Vol. 

22,  No. 

13 

7, 

1932— Vol. 

17,  No. 

23 

24, 

1936— Vol. 

21,  No. 

47 

24, 

1936— Vol. 

21,  No. 

47 

10, 

1923— Vol. 

8,  No. 

15 

174-37-A . F.D . 29-44  Northern  boulevard, 

southeast  corner  of  Skill- 
man  avenue  (Block  239, 
Lot  29),  Long  Island  City, 
Borough  of  Queens, 

70360-L.C. 


175-37-SA . F.D . Airnoil  Burner  and  Perfex 

Airnoil  Burner,  Appliance. 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . Mar. 

Fireline  Hose  Valves . Apr. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Apr. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use.  Apr. 

Fuel  Oil  Pumps . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Apr. 


5,  1935— Vol.  20,  No.  10 
20,  1937— Vol.  22,  No.  16 

20,  1937— Vol.  22,  No.  16 
26.  1936— Vol.  21,  No.  21 
20,  1937— Vol.  22,  No.  16 
20,  1937— Vol.  22,  No.  16 

26,  1935— Vol.  20,  No.  48 

20,  1937— Vol.  22,  No.  16 


176-37-A . D.B.B . 10-40  Flatbush  avenue,  south¬ 

west  corner  of  Nevins 
street  (Block  162,  Lot  6), 
Borough  of  Brooklyn, 

Applic.  1414-36. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  APRIL  26,  1937,  AT  2  P.  M. 

Building  Zone  Case 

39-37-BZ. 

APPLICANT — Cafiero  and  Lacerenza,  for  Margaret  T. 
Quinn,  Marguerite  E.  Quinn  and  Bessie  Schwartz, 
owners. 

PREMISES — 619-641  Coney  Island  avenue,  2-8  Matthews 
place  and  1-5  Slocum  place,  east  side  of  Coney 
Island  avenue,  between  Matthews  place  and  Slo¬ 
cum  place  (Block  No.  5141,  Lot  Nos.  53  and  74), 
Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a,  7c  and  21'  of  the 
building  zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and  also  the 
inclusion  of  a  brake  testing  service. 


CALENDAR 


APRIL  27,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
irds  and  Appeals  of  a  public  hearing  under  the  provisions 
>f  the  building  zone  resolution,  Tuesday  morning  April 
7,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building 
•n  the  following  matters: 

al.  no.  263-3 1-BZ — Application  of  Weissglass  Dairies, 
Inc.,  applicant  and  owner,  reopened 
March  30,  1937,  under  section  7a  of  the 
building  zone  resolution,  to  permit  in 
a  business  use  district  the  further  ex¬ 
tension  in  area  of  a  milk  bottling  es¬ 
tablishment,  permission  to  alter  and  ex¬ 
tend  which  was  granted  by  the  board ; 
premises  2014  Forest  avenue,  south 
side,  20.03  ft.  east  of  Maple  avenue 
(Block  No.  1696,  Lot  Nos.  9,  12,  138 
and  139),  Mariners  Harbor,  Borough 
of  Richmond. 

\l.  no.  43-37-BZ — Application,  February  4,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Circle  Gas  Stations, 
Inc.,  owner,  to  permit  in  a  residence 
use  district  the  extension  in  area  of  an 
existing  accessory  building  located  on 
an  existing  gasoline  service  station; 
premises  1091-1113  Lorraine  avenue, 
north  side,  between  Linden  boulevard 
and  Holly  street  and  2492-2504  Linden 
boulevard  (Block  No.  4482,  Lot  No. 
38),  Borough  of  Brooklyn. 

l.  no.  205-29-BZ — Application  of  Michael  Levine,  appli¬ 
cant,  on  behalf  of  Whitestone  Service 
Station,  Inc.,  owner,  reopened  under 
new  proposal  January  19,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  resi¬ 
dence  use  district  the  extension  of  an 
existing  gasoline  service  station  which 
was  granted  by  the  board  for  a  tem¬ 
porary  period;  premises  157-30  Wil¬ 
letts  Point  boulevard,  southeast  comer 
of  Cross  Island  boulevard  (Block  No. 
619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 

-  no.  141-37-BZ— Application,  March  31,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Frederick  A.  Kuser,  ap¬ 
plicant,  on  behalf  of  The  Seamen’s 
Bank  for  Savings,  owner,  to  permit 
the  extension  from  a  business  use  dis¬ 
trict  into  a  residence  use  district  of  a 
proposed  business  building;  premises 
447-453  West  53d  street,  north  side, 

75  ft.  east  of  10th  avenue  (Block  No. 
1063,  Lot  Nos.  5  and  7  and  part  of 
Lot  Nos.  1  and  2),  Borough  of  Man¬ 
hattan. 

.  no.  92-36-BZ — Application  of  Hirsh,  Newman,  Reass 
and  Becker,  applicants,  on  behalf  of 
Consolidated  Biological  Products,  Inc., 
owner,  reopened  April  6,  1937,  for  con¬ 
sideration  of  an  amendment  to  the 
resolution  as  to  the  conditions  imposed 


therein  re  Application,  granted  on 
condition,  under  section  7h  of  the 
building  zone  resolution,  permitting  in 
a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor 
vehicles;  premises  109-131  West  50th 
street,  north  side  and  110-130  West 
51st  street,  south  side,  105  ft.  west  of 
Sixth  avenue  (Block  No.  1003,  Lot  No 
17),  Borough  of  Manhattan. 

CAL.  NO.  354-36-BZ— Application,  November  19,  1936,  under 
section  21  of  the  building  zone  reso- 
mtion,  of .  South  Brooklyn  Savings 
Bank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis¬ 
trict  the  erection  and  maintenance  of 
a  Class  A  .Multiple  Dwelling  not  con¬ 
forming  with  the  requirements  of  the 
building  zone  resolution  as  to  area, 
side  yard  and  setback;  premises  7513- 
7523  Ridge  boulevard  and  201-213  76th 
street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


APRIL  27,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

138- 37-A— 10002-10004  Avenue  D,  east  side,  250  ft.  south 

of  East  101st  street  (Block  No.  8133,  Lot 
No.  36),  Borough  of  Brooklyn. 

114-37-A— 174-176  First  avenue,  west  side,  41  ft  5  in 
south  of  East  11th  street  (Block  No.  438,’ 
Lot  Nos.  6  and  7),  Borough  of  Manhat¬ 
tan. 

139- 37-A — 1618-1620  Broadway,  west  side,  50  ft.  south  of 

Macon  street  and  15-17  Hopkinson  avenue 
(Block  No.  1499,  Lot  No.  4),  Borough  of 
Brooklyn. 

Variation  of  Labor  Law 

140- 37-S— 1618-1620  Broadway,  west  side,  50  ft.  south  of 

Macon  street  and  15-17  Hopkinson  ave¬ 
nue  (Block  No.  1499,  Lot  No.  4),  Bor¬ 
ough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
srds  and  .Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon ,  April 
27,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  wnich  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  414-29-BZ— Application  of  Sidney  H.  Kitzler,  ap¬ 
plicant,  on  behalf  of  Stella  C.  Sartor, 
owner,  reopened  January  19,  1937 

under  new  proposal,  under  section  21 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  ve¬ 
hicles;  premises  970-978  Nostrand  ave¬ 
nue  and  291-301  Sullivan  place,  north¬ 
west  corner  (Block  No.  1305,  Lot  Nos. 
46,  47,  48,  50  and  52),  Borough  of 
Brooklyn. 
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cal.  no.  404-31-BZ — Application  of  Ferdinand  Savignano, 
applicant,  on  behalf  of  Aljon  Realty 
Company,  Inc.,  owner,  reopened  April 
6,  1937,  for  consideration  of  an  amend¬ 
ment  to  resolution — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  6413-6423 
Fort  Hamilton  parkway  and  951-961 
65th  street,  northeast  corner  ('Block 
No.  5743,  Lot  No.  40),  Borough  of 
Brooklyn. 

cal.  no.  11-37-BZ — Application,  January  8,  1937,  under  sec¬ 
tions  7f,  7h  and  21  of  the  building 
zone  resolution,  of  Charles  J.  Johnson, 
applicant,  on  behalf  of  E.  M.  V.  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  6007-6023  Broadway,  north¬ 
west  corner  of  Spuyten  Duyvil  park¬ 
way  and  northeast  corner  of  Post  road 
(Block  No.  3415-F,  Lot  Nos.  275,  307 
and  305),  Borough  of  The  Bronx. 

cal.  no.  310-36-BZ — Application  of  Joseph  F.  Dusenbury, 
applicant,  on  behalf  of  Meadowbrook 
Farms,  Inc.,  owner,  reopened  April  13, 
1937  for  consideration  of  an  amend¬ 
ment  to  the  resolution — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  residence  use  'district  the 
erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles; 
premises  1656  Adee  avenue,  south  side, 
86.66  ft.  west  of  Tiemann  avenue 
(Block  No.  4785,  Lot  No.  3),  Borough 
of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman . 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  3,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

20-36-BZ. 

APPLICANT — Ely  Jacques  Kahn,  for  James  A.  Trow¬ 
bridge  and  Emigrant  Industrial  Savings  Bank, 
owners. 

PREMISES— 101-103  East  108th  street  and  1481-1483  Park 
avenue,  northeast  corner  (Block  No.  1636,  Lot 
Nos.  1  and  2),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  March 
2,  1937), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

46-37-BZ. 

APPLICANT— Robert  H.  Weiden,  for  Robert  H.  Weiden, 
Louise  Hueppe  and  Carl  E.  Weiden,  owners. 

PREMISES — 90-61  Myrtle  avenue,  north  si'de,  575  ft.  east 
of  Woodhaven  boulevard  (Block  No.  3883,  Lot 
No.  1),  Glendale,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


47-37-BZ. 

APPLICANT — Victor  Santini,  for  Amelia  Murphy,  et  al, 
owners. 

PREMISES — 530-532  Bergen  avenue,  east  side,  72.93  ft 
north  of  East  148th  street  (Block  No.  2293s  Lot 
Nos.  33  and  34),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7b  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  an  unrestricted  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 


MAY  4,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning.  May  4, 
1937,  at  10  o’clock,  in  Room  1013  Municipal  Building,  or 
the  following  matters: 

cal.  no.  277-36-BZ — Application,  September  17,  1936,  undei 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer. 
applicants,  on  behalf  of  Carolina  Pig- 
natelli,  owner,  to  permit  in  a  business 
use  district  the  parking  of  more  thar 
five  (5)  motor  vehicles;  premises  1495- 
1497  East  New  York  avenue,  north 
side,  139  ft.  10j£  in.  east  of  Park  placf 
(Block  No.  1465,  Lot  No.  46),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  63-37-BZ— Application,  February  19,  1937,  undei 
section  7c  of  the  building  zone  resolu-. 
tion,  of  Elias  K.  Herzog,  applicant,  or 
behalf  of  Julius  B.  Raynes,  owner,  t( 
permit  partly  in  an  unrestricted  us< 
district  and  partly  in  a  business  us< 
district  the  alteration  and  change  o! 
occupancy  of  an  existing  building  t( 
a  motor  vehicle  repair  shop ;  premise: 
35-37  Horatio  street,  north  side,  69  ft 
east  of  Hudson  street  (Block  No.  627 
part  of  Lot  No.  25),  Borough  of  Man 
hattan. 

cal.  no.  67-37-BZ — Application,  February  19,  1937,  unde: 

section  21  of  the  building  zone  resolu 
tion,  of  Patrick  Gallagher,  applican 
and  owner,  to  permit  partly  in  a  busi 
ness  use  district  and  partly  in  a  resi 
dence  use  district  the  extension  in  arej 
of  an  existing  gasoline  service  station 
premises  2561-2569  Ocean  avenue,  eas 
side,  90  ft.  south  of  Avenue  U  (Blocl 
No.  7353,  Lot  Nos.  68  and  70),  Bor 
ough  of  Brooklyn. 

cal.  no.  68-37-BZ — Application,  February  19,  1937,  unde: 

section  21  of  the  building  zone  resolu 
tion,  of  Sigmund  Enoch,  applicant,  oi 
behalf  of  Sarah  Goldberg,  owner,  t< 
permit  in  a  business  use  district  th< 
erection  and  maintenance  of  a  moto: 
vehicle  repair  shop;  premises  306( 
Jerome  avenue,  east  side,  95  ft.  south 
of  East  204th  street  (Block  No.  3321 
Lot  Nos.  30  and  32),  Borough  of  Tin 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman 
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MAY  4,  1937,  2  P.  M. 

Appeal  from,  Administrative  Order 

158-37-A — 507-509  West  Broadway,  east  side,  100  ft.  south 
of  Bleecker  street,  6th  floor  (Block  No. 
524,  Lot  No.  8),  Borough  of  Manhattan. 
Variations  of  Labor  Law 

123-37-S — 141-155  East  25th  street,  north  side,  152  ft.  2 
in.  east  of  Lexington  avenue  and  140-156 
East  26th  street  (Block  No.  881,  Lot  No. 
31),  Borough  of  Manhattan. 

160-37-S — 1719  St.  Marks  avenue,  north  side,  249  ft.  10*4 
in.  east  of  Eastern  parkway  (Block  No. 
1455B,  Lot  No.  72),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May  4, 
1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

1 

cal.  no.  385-36-BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station;  premises  545 
(525  old  number)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West 
Brighton,  Borough  of  Richmond. 

| 

:al.  no.  18-37-BZ — Application,  January  16,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  S.  Klotz,  applicant,  on 
behalf  of  Scientific  Brake  Service  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  change  of 
occupancy  of  an  existing  brake  service, 
greasing  and  auto  laundry  use,  so  as 
to  include  a  gasoline  service  station ; 
premises  2166-21 72  Coney  Island  ave¬ 
nue,  west  side,  100  ft.  4 in.  south  of 
First  court  (Block  No.  6685,  Lot  No. 
34),  Borough  of  Brooklyn. 

al.  no.  70-37-BZ — Application,  February  26,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  Richter,  applicant,  on 
behalf  of  Minnie  Gianinni,  Filomeno 
Marrio  and  Marie  D.  Bovi,  owners,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  70-15  to  70-21 
Astoria  boulevard  and  22-02  to  22-08 
71st  street,  northwest  corner  (Block 
No.  1002,  Lot  Nos.  15  and  16),  Long 
Island  City,  Borough  of  Queens. 

HARRIS  H.  MURDOCK.  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  10,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

72-36-BZ. 

PPLICANT — Goldschlag  and  Kron,  for  Mayjay  Realty 
Corp.,  owner. 


PREMISES — 1-5  Second  avenue  and  98-112  East  Houston 
street,  northwest  corner  (Block  No.  456,  Lot  No. 
34),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


28-37-BZ. 

APPLICANT — A.  J.  Daidone,  for  David  Cotrone,  owner. 

PREMISES — 1813.  64th  street,  north  side,  90  ft.  10*4  in 
east  of  18th  avenue  (Block  No.  5540,  Lot  No. 
73),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7b  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  from  residence  use  to  business  use  (store). 


75-37-BZ. 

APPLICANT — Leo  Sussman,  for  East  New  York  Sav¬ 
ings  Bank,  owner. 

PREMISES — 38-48  Livonia  avenue,  southwest  corner  of 
Barrett  street  (Block  No.  3581,  Lot  Nos.  32  and 
33),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 


92-37-BZ. 

APPLICANT — Goldwater  and  Flynn,  for  Municipal  Ser¬ 
vice  Real  Estate  Co.,  Inc.,  owner. 

PREMISES— 912  East  172nd  street  and  1509-1519  South¬ 
ern  boulevard,  southwest  corner  (Block  No.  2977, 
Lot  No.  103),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 


MAY  11,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  May 
11,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  8-37-BZ — Application,  January  11,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  South  Brook¬ 
lyn  Savings  Bank,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  113-125 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of 
Brooklyn. 


cal.  NO.  80-22-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Ordham  Real¬ 
ty  Corporation,  owner,  reopened  under 
new  proposal  December  15,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  on  a  plot  of  ground 
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located  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  conversion  of  occupancy  of  two 
(2)  buildings  located  thereon;  the 
easterly  building  to  include  a  garage 
for  more  than  five  (5)  motor  vehicles 
and  the  westerly  building  to  include  a 
motor  vehicle  repair  shop.  There  is 
an  existing  gasoline  service  station  on 
this  plot ;  premises  450-458  and  460-470 
East  Fordham  road,  south  side,  95  ft. 
east  of  Third  avenue  (Block  No.  3033, 
part  of  Lot  No.  60),  Borough  of  The 
Bronx. 

cal.  ito.  968-24-BZ — Application  of  Thomas  O’Rourke 
Gallagher,  applicant,  on  behalf  of 
Thomas  Nickolopulos,  owner,  reopened 
September  15,  1936,  under  section  21 
of  the  building  zone  resolution,  to 
permit  in  a  residence  use  district  the 
alteration  and  change  of  occupancy  of 
part  of  an  existing  multiple  dwelling 
to  business  use  (store)  ;  premises  1932 
Kings  highway  and  2102-2110  Ocean 
avenue,  southwest  corner  (Block  No. 
6782,  Lot  No.  23),  Borough  of  Brook¬ 
lyn. 

cal.  no.  42-37-BZ — Application,  February  4,  1937,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Alfred  H.  Eccles,  appli¬ 
cant,  on  behalf  of  Camager  Corpora¬ 
tion,  owner,  to  permit  in  a  business 


use  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station ;  premises 
89-06  to  89-14  Myrtle  avenue  and  82-02 
to  82-10  Woodhaven  boulevard,  south¬ 
west  corner  (Block  No.  3866,  Lot  No. 
160),  Glendale,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  18,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May 
18,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  207-33-BZ — Application  of  The  O’Brien  Building 
Co.,  Inc.,  applicant  and  owner,  re¬ 
opened  November  17,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles  (previously  withdrawn  under 
section  21  of  the  building  zone  resolu¬ 
tion)  ;  premises  3090-3102  Webster 
avenue  and  401-409  East  203rd  street, 
southeast  corner  (Block  No.  3330,  Lot 
Nos.  65,  66,  67  and  68),  Borough  of  1 
The  Bronx.  1 

HARRIS  H.  MURDOCK,  Chairman.  . 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  APRIL  20,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  April  13,  1937  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  April  13,  1937,  were  approved  as  printed  in  Bulletin 
No.  16,  Vol.  XXII. 


BUILDING  ZONE  CASES 

18-37-BZ. 

APPLICANT — Joseph  S.  Klotz,  for  Scientific  Brake 
Service  Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the 
change  of  occupancy  of  an  existing  brake  service, 
greasing  and  auto  laundry  use,  so  as  to  include  a 
gasoline  service  station. 

PREMISES  AFFECTED— 2166-2172  Coney  Island  ave¬ 
nue,  west  side,  100  ft.  4Vs  in.  south  of  First  court 
(Block  No.  6685,  Lot  No.  34),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Aaron  W.  Leavy,  Beatrice  Kane, 
Esther  Bernstein  and  Joseph  S.  Klotz. 

For  Opposition:  Samuel  Skoller,  Irwin  Marks, 


D.  Littenberg,  Mrs.  Esther  Marks,  Joseph 
Carnes,  John  Dondero,  D.  Savitech  and  Mrs. 
Kaufman. 

ACTION  OF  BOARD— Laid  over  to  May  4,  1937,  at  2 
p.  m.,  for  report  of  committee.  No  further  argu-  t 
ment. 


70-37-BZ. 

APPLICANT — William  Richter,  for  Minnie  Gianinni, 
Filomeno  Marrio  and  Marie  D.  Bovi,  owners. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 70-15  to  70-21  Astoria  boule¬ 
vard  and  22-02  to  22-08  71st  street,  northwest 
corner  (Block  No.  1002,  Lot  Nos.  15  and  16), 
Long  Island  City,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  William  Richter,  Julius  Gersten 
and  Thomas  D.  Capone. 

For  Opposition:  Jabez  E.  Dunningham,  Felix 
DeVito,  Frank  X.  Lutz  and  L.  D.  Bell  for 
Department  of  Parks,  C.  Byron,  Mrs.  Schnou- 
der,  M.  Kissell,  R.  Barone  and  Ch.  Novak. 
ACTION  OF  BOARD — Laid  over  to  May  4,  1937,  at  2 
p.  m.,  for  report  of  committee.  No  further  argu¬ 
ment. 


260-36-BZ. 

APPLICANT — Michael  F.  Doody,  for  Home  Life  Insur¬ 
ance  Company,  owner. 
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SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district 
the  erection  and  maintenance  of  a  business  build¬ 
ing  (stores). 

PREMISES  At  FECTED — 1620-1624  Avenue  H  and  842- 
S“st*Jrh  Street  southwest  corner  (Block  No. 

APPEARANCES-0'  °r°Ugh  °f  Br°°klyn' 

For  Applicant;  Samuel  Falk  and  Charles  F 
Kingsley. 

For  Opposition :  John  H.  Ayers,  John  L.  Leslie, 
Mrs.  N  Bloom,  Max  Matlin,  Bertha  S 
Marrus,  Robert  Nagel,  Otto  W.  Walter,  Mil¬ 
dred  G.  Beebe  and  Fred  Nichols 
ACTION  OF  BOARD-Application  denied 
THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative:  Chairman  Murdock,  Commissioners 

W^V,a?e  and  Blum  and  Assistant  Chief 
Walsh  .  ^ 

Absent  .  .  q 

THE  RESOLUTION— 

(260-36-BZ) 

Whereas,  Michael  F.  Doody,  for  Home  Life  Insurance 

CTPa"uyW0u^r'  filed  Augus.t  24>  1936>  an  application 
under  ihe  building  zone  resolution  to  permit  in  a  residence 
use  district  the  erection  and  maintenance  of  a  business 
S£gr(St.°nl:  Premises:  1620-1624  Avenue  H  and 

S  r  +  m  mthwStreet\  southwest  corner  (Block  No. 
6/00,  Lot  No.  9),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 

r  PFllf  ??’  !p3'7’  ^£t6/  c  Ue  notice  by  Publication  in 
tb^  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

.  WHEREAS,  the  use  district  maps  accompanying  the  build- 
mg  zone  resolution  show  that  Avenue  H  is  in  "a  residence 
and  business  use  north  side,  “E”  area,  south  side,  “C” 

’  r'as*t  •  .  stJeet.  is  in  a  residence  use  district;’  East 
w  irS  rfe  1S  m  a.  business  and  residence  use  district;  and 
Wellington  court  is  in  a  residence  use  district;  and 
Whereas  the  decision  of  the  commissioner  of  buildings 
rendered  July  30,  1936,  re  App.  No.  11539-36,  reads: 

Proposed  store  building  in  a  residence  zone  in 
violation  of  Art.  II,  Sec.  3  of  Zone  Resolution.” 
and 

Whereas,  the  building  is  to  be  of  non-fireproof  con- 

?nienot?ry  m  beight,  with  a  frontage  of  50  ft.  and 
a  depth  of  100  ft.,  to  be  occupied  as  stores ;  and 

Whereas,  under  Cal  No.  452-23-BZ,  the  board  granted 
a  variation  of  the  building  zone  resolution  permitting  the 
section  on  this  site  of  a  three  story  brick  building  to  be 
iccupjed  as  stores  in  the  first  story  and  dwellings  above, 
n  condition  that  no  portion  of  this  show  window  shall 
eturn  on  East  17th  street  and  that  all  permits  be  obtained 
vunin  six  months  and  all  work  completed  within  18 
nonths  from  the  date  of  the  action,  June  19,  1923;  and 

Whereas  the.  adjoining  property  owners  in  order  to 
teguard  their  interests  and  prevent  the  erection  of  this 
f°rmed  a  corporation  and  purchased  the  property 

•nri1  ire£ore-  tbf  }ime  to  obtain  permits  and  complete  the 
<ork  has  expired  for  more  than  12  years  without  anything 
aving  been  done;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
ispechon  by  a  committee  of  the  board,  in  order  that  the 
oaru  might  be  informed  prior  to  this  hearing;  and 

tbe  board  deems  that  the  applicant  has  not 
tiated  hls  basis  of  aPPeal  under  section  21  of  the 
res,olutlon>  Practical  difficulties  or  unneces- 
iniormffig '^se  nd  the  property  can  be  developed  for 

£be  decisi°n  of  the  commissioner  of 
il(lings  be  and  it  hereby  is  affirmed  and  that  the  applica¬ 
nt!  be  and  it  hereby  is  denied. 


491 


133-37-BZ. 

AP1>LICANT-Harry  P.  jaenike,  for  Ungerer  Realty 

<;ttrtuvW: rporatlon>  owner.  y 

o  L  B J  ECT — Apphcation  ( re  decision  of  the  commissioner 

of  buildmgs)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
PRFMtI^q1151?^ cprr^?!sting  business  building. 

fmiffi  AFFECTED-226-228  West  20th  street, 
No  7MdT’  f3SM2  ftc,wes]  of  7th  avenue  (Block 
ha°tan69’  Lot  N°S'  53  and  S4)’  Borough  of  Man- 
APPEARANCES— 

For  Applicant :  N.  Taylor  Phillips,  Harry  P. 

Jaenike  and  W.  P.  Butler. 

Por  Opposition:  Emanuel  N.  Frankel,  C.  L  Dia- 

Corne’ll  6rman  B'  Zixser  and  George  W. 

THE1  VOTE— B°ARD  Application  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission¬ 
er,3  i  ,avage  and  Blum  and  Assistant  Chief 
Walsh  .  a 

Negative  . .  .  .  .  .  . .  o 

Absent  . *  ’ "  ’  . . .  ^ 

THE  RESOLUTION— 

(133-37-BZ) 

Whereas,  Harry  P.  Jaenike,  for  Ungerer  Realtv  Coroo- 

trhe1°buildreer;o?ed  MfrFh  25’  1937>  an  aPPbcation  under 
distrirt  dtkPg  T  resolutrlon  to  P^mit  in  a  residence  use 
strict  the  extension  of  an  existing  business  buildine- 

premises :  226-228  West  20th  street,  southside  355  2  ft’ 
west  of  7th  avenue  (Block  No.  769,  Lot  Nos  53  and  54)’ 
Borough  of  Manhattan;  and  V’ 

hvn;™S’  a  Prbfe  heari?g  was  held  on  this  application 
y  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  April  20,  1937,  after  due  notice  by  publication  in 

thW«U  etln  tbe  Board.  o£  Standards  and  Appeals;  and 
hereas,  the  use  district  maps  accompanying  the  build- 

refan0,1^/6^^^10/1  ^°W  20th  street  is  residence  and 
retail  use  19th  street— residence  and  retail  use;  7th  ave- 

nUuTretai  USe’  8th.  avenue— retail  use;  and 

jER,Ef;  Ibc  decision  of  the  commissioner  of  buildings 
rendered  March  18,  1937  re  Alt.  App.  No.  546-1937,  reads  .’ 

.  In  regard  to  the  above  numbered  alteration  applica- 
tion  approved  by  this  department  on  March  11  1937 
Inasmuch  as  the  premises  are  in  a  residence  dis¬ 
trict,  and  the  alteration  consists  of  the  building  of  an 
extension  to  an  existing  business  building  in  a  resi¬ 
dence  district,  contrary  to  the  provisions  of  Art.  2 
bee.  6,  of  the  Building  Zone  Resolution,  it  will  be 
necessary  to  revoke  this  approval. 

“The  approval  and  permit  are  therefore  revoked  as 
it  was  approved  in  error,  and  a  misstatement  was 
made  in  your  application  that  the  premises  were  in  an 
unrestricted  district.” 

and 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction,  five  stories  in  height,  with  a  frontage  of  25 
ft.  and  a  depth  of  78  ft.  7  in.,  to  be  occupied  as  a  ware¬ 
house;  and 

Whereas,  it  appears  that  the  use  district  in  which  this 
proposed  structure  is  to  be  located  was  changed  from  un¬ 
restricted  use  to  residence  use  on  November  13,  1936-  that 
the  plot  was  purchased  in  1924  for  the  specific  purpose 
now  intended;  and 

Whereas,  under  the  provisions  of  section  7,  subdivision 
c  of  the  building  zone  resolution  the  board,  may,  subject 
to  appropriate  conditions  and  safeguards,  exercise  its  dis¬ 
cretion  to  permit  the  proposed  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make,  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7c,  permitting  the  plot  under  appeal  to  be  developed  with 
a  building  as  indicated  on  plans  filed  with  this  appeal  on 
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condition  that  the  building  shall,  except  as  to  use,  and 
except  that  the  rear  yard  may  be  as  permitted  for  a  busi¬ 
ness  use  district,  comply  in  all  other  respects  with  the 
requirements  of  the  zoning  resolution  and  shall,  also, 
comply  with  all  requirements  of  the  building  code  and  all 
other  laws  and  regulations  applicable  to  its  construc¬ 
tion  :  that  the  building  shall  be  of  fireproof  construction 
and  shall  not  exceed  five  stories  in  height  and  shall  con¬ 
form  in  general  design  with  the  existing  building  located 
at  228  West  20th  street,  of  which  this  proposed  building 
is  to  be  an  extension;  that  this  variance  of  use  shall 
continue  only  so  long  as  this  building  is  occupied  in  con¬ 
junction  with  the  building  at  228  West  20th  street  and 
mainly  occupied  by  Ungerer  &  Company  or  their  successors 
in  the  same  line  of  business;  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  from 
the  date  of  this  action. 


257-36-BZ. 

APPLICANT — Buckminster  Estates,  Inc.,  owner. 

SUBJECT— Application  reopened  March  30,  1937  for  con¬ 
sideration  of  an  amendment  to  the  resolution  (de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  7c  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  residence  use  district  the  erection  of 
stores  as  an  extension  to  a  proposed  theatre  build¬ 
ing,  extending  from  the  business  use  district  into 
the  residence  use  district,  permission  to  erect  which 
was  granted  by  the  board. 

PREMISES  AFFECTED— 1713  Church  avenue,  north 
side,  105  ft.  9%  in.  east  of  East  17th  street  (Block 
No.  5078,  Lot  No.  30  and  part  of  Lot  No.  32), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant  :  Chester  S.  Rague. 

For  Opposition :  David  J.  Brown,  Adolph  Han¬ 
son,  Adelaide  S.  Davis,  David  Lieberman, 


Edna  von  Elten  and  May  Meyer. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . • .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(257-36-BZ) 


Whereas,  John  J.  Beatty,  for  Buckminster  Estates,  Inc., 
owner,  filed  September  4,  1936,  an  application  under  the 
building  zone  resolution  to  permit  the  erection  of  a 
business  building  (theatre  and  stores)  extending  from  a 
business  use  district  into  a  residence  use  district;  prem¬ 
ises  :  1713  Church  avenue,  north  side,  105  ft.  9%  in.  east 
of  East  17th  street  (Block  No.  5078,  Lot  No.  30),  Borough 
of  Brooklyn ;  and 

Whereas,  this  application  was  granted  by  the  board  at 
its  meeting  December  8,  1936,  the  following  resolution 
being  adopted : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  7-C  thereof,  to  permit  the  extension  of 
the  proposed  theatre  building  into  the  residential  dis¬ 
trict  as  indicated  on  plans  filed  marked  ‘Received  No¬ 
vember  13,  1936’  and  as  indicated  on  plan  filed  marked 
‘Received  December  7,  1936’  showing  the  adjoining 
conditions,  on  condition  that  the  building  within  the 
residential  district  shall  not  exceed  the  height  indi¬ 
cated  ;  that  there  shall  be  no  openings  in  the  interior 
lot  line  walls  to  the  adjoining  properties;  that  the 
required  exit  court  through  to  East  18th  street  shall 
be  paved  and  separated  from  the  balance  of  the  plot 
by  a  substantial  woven  wire  fence  with  gates  to  East 


18th  street ;  that  no  signs  on  the  premises  or  building 
or  roof  thereof  shall  be  constructed  within  the  resi¬ 
dential  area;  that  any  ventilating  system  for  general 
air-conditioning  of  the  theatre,  shall  be  installed  on 
the  roof  within  the  business  use  district;  that  a  permit 
shall  be  obtained  from  the  Commissioner  of  Licenses; 
that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  action; 
that  the  approval  of  the  B.  M.  T.  and  the  Board  of 
Transportation  shall  be  obtained;  that  in  all  other 
respects  except  as  varied  herein,  all  rules  and  regula¬ 
tions  applicable  shall  be  complied  with.” 

and 

Whereas,  J.  Frankel,  secretary  for  the  owners,  requested 
a  reopening  of  the  case  and  an  amendment  of  the  reso¬ 
lution  to  permit  the  increase  in  area  of  the  plot  on  which 
the  proposed  theatre  was  to  be  erected  and  the  erection 
of  stores  on  the  additional  area,  the  stores  to  face  East 
18th  street;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  March  30,  1937 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  20,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Church  avenue  is  in  a  busi¬ 
ness  and  residence  use  district;  East  18th  street  is  in  a 
residence  and  business  use  and  East  17th  street  is  in  a 
residence  and  business  use;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  6,  1937,  rendered  in  acting  on  N.B.  Application 
No.  13575-1937,  reads: 

“17.  As  the  lot  has  been  increased  in  size  from 
that  originally  approved  by  the  Board  of  Standards 
and  Appeals  and  as  it  is  now  proposed  to  extend  the 
business  use  (stores)  into  the  portion  of  lot  in  a 
residential  use  district,  proposition  is  contrary  to  Art. 
II,  Section  3  of  Zone  Resolution.  Denied.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  with  a  frontage  of  105.82  ft.  on  Church 
avenue  and  171  ft.  3J4  in-  on  East  18th  street,  with  stores 
and  subway  entrance  on  Church  avenue.  It  is  proposed 
in  addition  to  the  theatre  permitted  under  this  calendar 
number,  to  erect  stores  approximately  45  ft.  deep  and 
with  approximately  70  ft.  frontage  at  the  northerly  end 
of  plot  in  the  residence  use  district  of  East  18th  street; 
and 

Whereas,  the  board  deemed  that  there  was  no  basis  for 
the  use  of  its  discretion  under  the  provision  of  section  7, 
subdivision  c  of  the  building  zone  resolution  and  that  to 
permit  a  further  variance  would  not  be  in  harmony  with 
the  general  purpose  and  intent  of  the  building  zone  reso¬ 
lution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  April  6,  1937,  be  and  it  hereby  is  affirmed,  and 
that  the  application  be  and  it  hereby  is  denied. 


389-36-BZ.  ft 

APPLICANT— Arthur  H.  Haaren,  for  Kesbec,  Inc., 
owner.  .  . 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED— 2389  Jerome  avenue,  west  side, 
150  ft.  north  of  West  184th  street  (Block  No. 
3199,  Lot  No.  113),  Borough  of  The  Bronx. 
APPEARANCES—  .  r 

For  Applicant:  Arthur  H.  Haaren,  Robert  L. 

Calder  and  William  Martin.  #  „ 

For  Opposition:  Sydney  Smith,  Williarn  C 
Walsh  and  Chas.  Tilgner  for  Board  of  Edu¬ 
cation. 
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AC  I  ION  OF  BOARD — Application  denied 
THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . 0 

THE  RESOLUTION— 

(389-36-BZ) 

Whereas,  Arthur  H.  Haaren,  for  Kesbec,  Inc.,  owner 
filed  November  2,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  business  use  district  the 
°*  more  tban  bve  (5)  motor  vehicles;  premises' 
2389  Jerome  avenue,  west  side,  150  ft.  north  of  West  184th 
street  (Block  No.  3199,  Lot  No.  113),  Borough  of  The 
Bronx;  and 

\Vhereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  April  20,  1937,  after  due  notice  by  publication  in 
1  U  Ctm  °/  tle  B°ard  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jerome  avenue  is  in  a 
business  use  district;  Davidson  avenue  is  in  a  residence 
use  district;  West  184th  street  is  in  a  residence  and  busi¬ 
ness  use  district  and  East  184th  street  is  in  a  business 
use ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  October  28,  1936,  reads :  S  ’ 


and 


You  are  hereby  advised  that  your  application  for 
a  permit  to  park  one  hundred  (100)  automobiles  in  the 
ot  at  above  mentioned  location  must  be  denied  as  the 
location  is  within  a  business  district,  between  inter¬ 
secting  streets  wherein  a  public  school  is  located  and 
such  occupancy  would,  therefore,  be  prohibited  by  the 
provisions  of  the  Building  Zone  Resolution.” 


Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  125  ft.  and  a  depth  of  100  ft  ■  it  is 
proposed  to  occupy  the  plot  for  parking  more  than  five 
motor  vehicles;  and 

Whereas,  it  appears  that  Public  School  No.  33  is  lo- 
cated  on  Jerome  avenue  between  East  184th  street  and 
rordham  road;  and 

Whereas,  the  board  deemed  that  in  view  of  the  exist¬ 
ence  ot  the  public  school  in  the  same  portion  of  the  street 
between  the  intersecting  streets  as  this  proposed  parking 
ot  and  the  decisions  of  the  courts  on  similar  issues 
bro?fht  UI}der  21,  it  is  precluded  from  making  any  fav¬ 
orable  decision  on  these  applications. 

.  Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied 


Adjourned,  4:00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  APRIL  20,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
.ind  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

■32-32-BZ. 

APPLICANT  Nordlinger,  Riegelman  and  Cooper,  for 

L  Labor  Holding  Corporation,  owner. 

SUBJECT— Application  reopened  April  6,  1937  for  con¬ 
sideration  of  an  amendment  to  the  resolution — re 
^PP]ication  (decision  of  the  commissioner  of 
buildings),  granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

REMISES  AFFECTED — 3276  Jerome  avenue,  southeast 
corner  of  Grand  Concourse  (Block  No.  3323,  Lot 

PPEARANCES64  ^  82>’  B°r0Ugh  of  The  Bronx- 
For  Applicant :  Leopold  A.  Halperin. 

For  Opposition:  None. 

CTION  OF  BOARD — Resolution  amended. 

HE  VOTE  Tp  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  . ’  q 

HE  RESOLUTION— 

(332-32-BZ) 

Whereas,  this  application  affecting  premises  3276  Jerome 
s^iu t h eas t  corner  of  the  Grand  Concourse  (Block 

o.  3323,  Lot  Nos.  55,  64  and  82),  Borough  of  The  Bronx, 

is  granted  by  the  board  November  21,  1933,  on  certain 


conditions,  amended  January  3,  1934,  and  owner,  through 
his  attorneys,  requested  an  amendment  of  the  resolution- 
complete  working  drawings  having  been  filed  and  approv¬ 
ed;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  April  6,  1937;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
iiTeeting'  April  20,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
November  21,  1933,  be  and  it  hereby  is  amended,  so  that 
as  amended  it  will  read: 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted  on 
condition  that  the  property  under  appeal,  of  the  dimen¬ 
sions  indicated  on  plans  filed  with  this  appeal,  marked 
‘Received  June  5,  1933,’  and  comprising  Lots  55,  64 
and  82,  with  a  frontage  of  183.10  ft.  on  Jerome  ave¬ 
nue  and  a  frontage  of  245.94  ft.  on  the  proposed 
widening  of  Grand  Concourse  and  Boulevard  shall  be 
under  one  ownership;  that  no  buildings  shall  be 
erected  on  this  plot  under  appeal  until  there  has  been 
constructed  by  the  City  of  New  York  or  by  the  owner 
of  this  plot  under  appeal  a  street  from  East  Van 
Cortlandt  avenue  to  Jerome  avenue,  this  street  to  be 
not  less  than  55  ft.  in  width,  of  which  20  ft.  is  to  be  a 
sidewalk  abutting  the  property  under  appeal ;  that  this 
street,  if  constructed  by  the  owner  of  premises  under 
appeal,  shall  be  done  under  the  plans  and  supervision 
of  the  Borough  President  and  to  his  satisfaction ;  that 
after  and  not  before  this  street  has  been  completely 
constructed,  the  owners  of  the  plot  under  appeal  shall 
construct  the  one-story  store  buildings,  as  indicated 
on  plans  filed  with  this  appeal;  that  these  store  build¬ 
ings  shall  be  not  over  one  story  in  height,  constructed 
of  brick,  and  with  roof  constructed  of  incombustible 
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materials,  and  with  the  buildings  extending  along  the 
entire  frontage  of  this  proposed  extension  of  Grand 
Concourse  and  Boulevard ;  that  the  stores  shall  not 
exceed  40  ft.  in  depth;  that  along  the  rear  of  these 
stores  there  shall  be  a  rear  yard,  not  less  than  8  ft. 
in  width,  running  continuously  from  Jerome  avenue 
eastwardly  to  the  easterly  lot  line;  that  this  rear  yard 
shall  be  cement  paved;  that  there  shall  be  erected  on 
the  southerly  line  of  this  rear  yard,  to  separate  the 
store  portion  from  the  proposed  gasoline  selling  por¬ 
tion,  a  brick  wall  not  less  than  6  ft.  in  height;  that 
there  shall  be  erected  and  maintained  at  the  entrance 
to  the  rear  yard  on  Jerome  avenue  ornamental  iron 
gates;  that  the  gas  selling  station  shall  not  be  con¬ 
structed  or  operated  until  there  is  issued  by  the  com¬ 
missioner  of  buildings  a  certificate  of  occupancy  for 
the  store  buildings  facing  the  extension  of  the  Grand 
Concourse  and  Boulevard ;  that  after  such  certificate 
of  occupancy  has  been  issued  there  may  be  erected  on 
the  southerly  portion  of  this  area  under  appeal,  where 
not  occupied  by  the  stores  and  rear  yard,  above  re¬ 
ferred  to,  a  gasoline  service  station,  on  condition  that 
this  gas  selling  area  shall  be  so  graded  as  to  have  a 
pitch  of  not  less  than  J/s  in.  to  a  foot  from  all  points 
toward  Jerome  avenue;  that  the  entire  area,  where 
not  occupied  by  accessory  building  hereafter  referred 
to,  shall  be  cement  paved ;  that  the  yard  wall  above 
referred  to,  separating  the  gas  selling  station  from  the 
stores,  shall  be  at  least  6  ft.  in  height  at  all  points 
above  the  level  of  the  gas  selling  area ;  that  there 
shall  be  no  openings  in  this  wall ;  that  if  any  windows 
exist  in  the  garage  wall  to  the  south,  there  shall  be 
erected  along  the  interior  lot  line  from  Jerome  avenue 
eastwardly  a  brick  wall  not  less  than  8  ft.  in  height 
against  the  wall  of  this  adjoining  two-story  garage; 
that  a  wall  without  any  openings  therein  and  not  less 
than  8  ft.  in  height  shall  be  erected  on  all  other  in¬ 
terior  lot  lines  where  not  specifically  mentioned  herein 
so  that  the  entire  gasoline  selling  area  will  be  entirely 
enclosed  within  unpunctured  walls  except  on  the 
Jerome  avenue  front;  that  the  accessory  buildings  in 
this  gas  selling  area  shall  consist  of  an  office  and  a 
building  for  grease  pits  .located  toward  the  rear  center 
of  the  gas  selling  area ;  that  these  buildings  shall  be 
constructed  of  brick  and  of  incombustible  materials ; 
that  the  front  of  the  greasing  rack  section  shall  re¬ 
main  open ;  that  there  shall  be  no  excavation  under 
any  of  these  buildings  except  the  pits  of  the  grease 
racks ;  that  gasoline  pumps  erected  on  the  property 
shall  be  at  least  10  ft.  back  from  the  street  building 
line  of  Jerome  avenue  and  at  least  10  ft.  from  any 
part  of  an  accessory  building  or  wall ;  that  there  shall 
be  erected  along  the  street  building  line  of  Jerome 
avenue  a  concrete  curb  at  least  12  in.  in  width  by  12 
in.  in  height,  with  not  over  two  openings  therein ; 
these  openings  not  to  exceed  15  ft.  in  width  and  no 
part  of  any  opening  to  be  nearer  than  10  ft.  to  the 
southerly  lot  line  or  the  line  of  the  wall  separating  the 
gas  selling  area  from  the  rear  yard  behind  the  pro¬ 
posed  stores,  and  that  opposite  these  openings  there 
shall  be  openings  in  the  curb  not  over  16  ft.  in  width ; 
that  there  shall  be  no  portable  gasoline  tanks  used  on 
or  from  the  premises ;  that  any  signs  advertising  non- 
conforming  uses  shall  be  limited  to  the  globes  of  the 
gasoline  pumps,  excluding  all  other  signs  advertising 
non-conforming  uses  on  all  portions  of  the  plot  under 
appeal  or  buildings  erected  thereon;  that  there  shall 
be  no  open  flame  permitted  on  the  property ;  that  there 
shall  be  no  automobile  repairing  carried  on  in  any  part 
of  the  premises  under  appeal ;  that  no  portion  of  the 
premises  shall  be  used  for  the  storage  or  parking  of 
cars ;  that  the  stores  to  be  erected  along  the  Grand 
Concourse  and  Boulevard  shall  not  be  used  for  paint 
stores,  automobile  repairing  or  for  any  use  deemed 
hazardous  by  the  commissioner  of  buildings ; 

“Resolved  further,  that  the  owner  may  substitute 


landscaping  for  the  proposed  stores  and  carry  through 
the  gasoline  station  and  landscaping  simultaneously, 
prior  to  the  completion  of  the  roadway  of  the  Grand 
Concourse  extension,  on  condition  that  revised  plans 
shall  be  submitted  to  the  chairman  and  approved  by  < 
him  in  behalf  of  the  board ;  that  such  plans  shall 
carry  out  all  conditions  as  to  the  gasoline  station  as  i 
included  in  the  resolution  adopted  by  the  board  on 
November  21,  1933,  except  that  the  openings  in  the 
street  line  curb  and  street  curb  may  be  increased  in 
width  and  the  street  line  curb  decreased  in  height  and 
one  post  standard  may  be  included ;  that  the  entire 
area  formerly  proposed  to  be  used  for  store  area 
shall  be  graded  and  suitably  planted  and  enclosed 
on  the'  street  lines  with  an  ornamental  iron  fence; 
that  no  signs  shall  be  erected  on  this  area  or  on  the 
masonry  wall  permanently  separating  such  area  from 
the  gasoline  selling  area ;  that  the  owner  will  maintain 
at  his  own  expense  the  landscaped  area  to  the  satis¬ 
faction  of  the  commissioner  of  parks ;  that  nothing 
herein  contained  shall  prevent  the  owner,  after  having 
installed  and  maintained  this  landscaped  area  from 
constructing  stores  hereinbefore  permitted,  after  the 
roadway  of  the  Grand  Concourse  extension  has  been 
completed ;  that  in  the  event  that  the  owner  exercises 
an  option  herein  permitted  of  substituting  landscaping 
for  stores,  that  for  a  period  of  five  years  from  the 
date  of  this  action  and  no  longer,  such  lot  No.  82  need 
not  be  acquired  and  may  be  omitted,  provided,  how¬ 
ever,  that  if  the  option  to  erect  stores  is  exercised 
within  five  years  or  at  the  termination  of  the  five-year 
period,  such  lot  may  be  acquired  as  set  forth  in  the 
resolution  of  November  21,  1933;  and  also,  that  the 
time  within  which  to  complete  the  work  may  be  ex¬ 
tended  to  within  one  year  from  the  date  of  this 
amended  resolution.” 


344-33-BZ. 

APPLICANT — Nordlinger,  Riegelman  and  Cooper,  for 
Parkville  Amusement  Corp.,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  sections  7 a  and  7c 
of  the  building  zone  resolution,  permitting  in  a 
residence  use  district  the  erection  and  maintenance 

at  o  rflprp?! ti on  rpntrp 

PREMISES  AFFECTED— 1048-1072  Ocean  parkway, 
west  side,  380  ft.  south  of  Avenue  J  (Block  No. 
5495,  Lot  Nos.  870  and  872),  Borough  of  Brook¬ 
lyn. 

APPEARANCES—  : 

For  Applicant :  Leopold  A.  Halperin,  Andrew  \ 
Viola  and  Henry  Hoefling. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(344-33-BZ) 


Whereas,  this  application  affecting  premises  1048-1072 
Ocean  parkway,  west  side.  380  ft.  south  of  Avenue  J 
(Block  No.  5495,  Lot  Nos.  870  and  872),  Borough  of  Brook¬ 
lyn,  was  granted  by  the  board  February  23,  1934,  on 
certain  conditions,  resolution  amended  October  15,  1935 
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and  owner,  through  his  attorneys,  requested  a  reopening 
of  the  application  and  an  amendment  of  the  resolution  as 
to  the  type  of  refreshments  served 
Resolved,  that  the  resolution  adopted  by  the  board  on 
February  23,  1934,  be  and  it  hereby  is  amended  only  so 
far  as  it  has  reference  to  that  portion  of  the  resolution 
referring  to  refreshments  sold  on  the  premises,  so  that  as 
amended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  sections  7(a)  and  7(c)  on  condition  that  the 
site,  with  a  frontage  of  221  ft.  on  Ocean  parkway 
and  160  ft.  on  East  Sth  street,  shall  continue  to  be 
used  as  at  present  as  a  public  recreation  centre  with 
outdoor  tennis  courts  and  ice  skating;  that  along  the 
entire  property,  on  the  interior  lot  lines  and  on  East 
5th  street  and  for  a  portion  along  Ocean  parkway 
except  in  front  of  the  building,  there  shall  be  con¬ 
structed  and  maintained  a  substantial  woven  wire 
fence  with  no  exits  or  entrances  therein  except  a  serv¬ 
ice  entrance  to  East  5th  street ;  that  the  existing  one- 
story  frame  structure  may  be  demolished  and  that 
there  may  be  erected  in  its  place  a  two-story  brick 
structure  of  the  area  and  design  as  indicated  on  the 
plans  filed  with  this  application,  marked  ‘received 
November  10,  1933’ ;  that  this  building  shall  conform 
to  the  zoning  resolution  as  to  height  and  area;  that 
the  uses  to  which  this  building  shall  be  put  shall  be 
solely  for  recreational  games,  locker  rooms,  toilets, 
lounge  and  ice  cream  parlor,  as  indicated  on  the  plans’ 
filed  with  this  application ;  that  refreshments  sold  on 
the  premises  shall  be  limited  to  candy,  ice  cream, 
light  food  refreshments  and  beverages,  provided 
such  refreshments  and  beverages  are  furnished  only  to 
regular  patrons  and  members  and  not  to  transients ; 
that  there  shall  be  no  exterior  second  story  porches; 
that  there  shall  be  no  signs  exhibited  on  the  property 
except  one  permanent  non-illuminated  sign  attached 
to  the  building  near  the  front  entrance,  this  sign  not 
to  exceed  2  feet  by  5  feet  in  area;  that  charges’  may 
be  made  for  the  use  of  tennis  courts,  ice  skating  and 
l°l (  the  use  of  the  facilities  and  rooms  within  the 
budding;  that  the  building  shall  be  constructed  of 
brick  with  floors  and  roofing  of  incombustible  ma¬ 
terials  and  complying  throughout  with  the  building 
code  and  all  other  laws  applicable  to  the  construction 
of  a  place  of  public  assembly.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 


El 


8-37-A. 

PPLICANT — Bohner  Varnish  Co.,  Inc.,  lessee. 
jBJECT  Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

REMISES  AFFECTED — 10002-10004  Avenue  D,  east 
side,  250  ft.  south  of  East  101st  street  (Block  No. 
nn-r-  a  Lot  No.  36),  Borough  of  Brooklyn. 
PPEARANCES — 

For  Applicant:  Chas.  A.  Lipschutz. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

CTION  OF  BOARD— Laid  over  to  April  27,  1937,  at  2 
p.m.,  for  inspection  by  a  representative  of  the 
Fire  Department. 


3-37-A. 

PLICANT  Specialty  Textile  Print  Works,  Benjamin 
Lynn,  lessee. 

JBJEC1  Appeal  from  an  order  of  the  fire  commis- 
[  sioner. 

-EMISES  AFFECTED — 507-509  West  Broadway,  east 
/-.df’  100  ft.  south  of  Bleecker  street,  6th  floor 
(Block  No.  524,  Lot  No.  8),  Borough  of  Man¬ 
hattan. 


APPEARANCES— 

For  Applicant:  Benjamin  Lynn 
For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Laid  over  to  May  4,  1937,  at  2 
p.m.,  for  report  of  committee  of  the  board. 

132-37-A. 

APPLICANT— Philip  Freshman,  for  Benjamin  Walton 
Inc.,  owner. 

SUBJECT— Appeal  from  orders  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 124-138  Clinton  street,  south- 
west  corner  of  Joralemon  street  (Block  No.  264, 

APPEARANCES-  °“gh  Brooklyn' 

For  Applicant:  Philip  Freshman. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied 
THE  VOTE  TO  GRANT- 

Affirmative  .  q 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

Absent  . .  q 

THE  RESOLUTION— 

(132-37-A) 

Wkereas  Phihp  Freshman,  for  Benjamin  Walton  Inc 
owner,  filed  March  24,  1937,  an  appeal  from  a  decision  and 
orders  of  the  commissioner  of  buildings,  affecting  124-138 
MStre|K  southwest  corner  of  Joralemon  street 
(Block  No.  264,  Lot  No.  17),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  commissioner  of  buildings 
dated  November  23,  1936,  No.  12905-LF,  reads  as  follows: 
Provide  2  approved  2j 2  gal.  liquid  fire  extin¬ 
guishers  on  each  of  2nd,  3rd,  4th,  5th,  6th  and  7th 
floors  as  per  Sect.  20,  Chapt.  12,  Code  of  Ordinances  ” 

and 

Whereas,  the  order  of  the  Commissioner  of  Buildings 
dated  November  23,  1936,  No.  11091-LF,  reads  as  follows:’ 
Provide  2  approved  2*4  gal.  liquid  fire  extinguishers 
on  1st,  8th,  9th,  10th,  11th,  and  12th,  floors  and  cellar 
stories. 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  April  1st,  1937,  reads  as  follows: 

“In  reply  to  your  letter  of  March  29th,  1937  advising 
that  you  have  been  retained  by  the  owners  to  appeal 
from  requirements  of  Orders  11091  L.F.  and  12905 
L.  F.,  and  that  you  are  unable  to  do  so  due  to  the 
fact  that  the  Board  of  Standards  and  Appeals  will  not 
accept  an  appeal  for  the  reason  that  the  time  limit, 
thirty  (30)  days,  had  elapsed,  and  request  dismissal 
and  reissuance  of  the  above  orders. 

You  are  advised  that  the  orders  can  not  be  dis¬ 
missed  or  re-issued.  Therefore,  your  request  is  denied  ” 

and 

Whereas,  the  premises  in  question  consist  of  a  12-story 
fireproof  building,  120  ft.  in  height,  150  ft.  by  81  ft  in 
area,  equipped  with  a  standpipe  system;  erected  in  1927 
and  occupied  since  erection  as  follows:  Cellar— store 
rooms;  basement — stores— 10  persons;  1st  floor — stores; 
2nd  floor  to  12_  floors — offices — maximum  number  of  per¬ 
son  per  floor  55  for  which  certificate  of  occupancy  No. 
43918  was  issued  April  7,  1927;  and 

Whereas,  applicant  contends  that  the  building  is  equip¬ 
ped  with  two  standpipe  risers  advantageously  placed;  the 
building  is  of  small  area,  located  on  a  corner,  with  a  low 
occupancy  and  is  equipped  with  two  means  of  egress,  one 
of  which  is  a  fire  tower  and  three  elevators;  and 
Whereas,  it  has  been  the  uniform  practice  throughout 
the  city  to  require  the  installation  of  fire  extinguishers 
in  office  buildings. 
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Resolved,  that  the  orders  of  the  commissioner  of  build¬ 
ings  No.  12905-L.F.  and  No.  11091-L.F.  be  and  they  hereby 
are  affirmed,  and  that  the  appeal  be  and  it  herehy  is 
denied. 


13S-37-A. 

APPLICANT— Robert  D.  Kohn,  for  R.  H.  Macy  &  Co., 
Inc.,  owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 47-44  31st  (Mount)  street, 
south  side  of  47th  (Nelson)  avenue,  between  30th 
(Manley)  street  and  3ilst  (Mount)  street  (Block 
No.  282,  Lot  No.  1),  Long  Island  City,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  John  Knight. 

For  Administration:  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(13S-37-A) 

Whereas,  Robert  D.  Kohn,  applicant  for  R.  H.  Macy  & 
Co.  Inc.,  owner,  filed  March  25,  1937,  an  appeal  from  an 
order  of  the  fire  commissioner  affecting  premises  47-44 
Mount  street  (31st  street),  block  bounded  by  Mount  street, 
Manley  street,  Anable  avenue  and  Nelson  avenue  (Block 
No.  282,  Lot  No.  1),  Long  Island  City,  Borough  of 
Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  70143- 
L.C.  dated  February  24,  1937,  reads  as  follows: 

1.  Remove  all  combustible  fibre  in  excess  of  one  ton  for 
the  reason  that  no  permit  can  be  issued  for  such 
storage  in  the  same  building  wherein 
a — Dry  goods  or  other  highly  inflammable  materials  are 
manufactured,  stored  or  kept  for  sale.  , 
b — Explosives  are  stored  or  kept. 

See  Section  24-3,  Chapter  12,  Code  of  Ordinances. 
Specifically  the  materials  referred  to  above  are 
Acetone  Essential  Oils 

Parafine  Wax  Alcohol 

Sulphur  Vegetable  Oil  Pecric  Acid 

and  other  materials  of  similar  nature  stored  on  9th  and 
10th  floors.” 
and 

Whereas,  the  premises  in  question  consist  of  a  6  and  10 
story  building,  133  feet  6  inches  in  height,  200  feet  by  516 
feet  in  area  of  fireproof  construction,  reinforced  concrete 
located  in  an  unrestricted  district,  erected  in  1919,  1923 
and  1929,  and  occupied  as  follows:  Cellar,  storage,  114 
persons;  1st  fl.  receiving  and  shipping,  170  persons;  2nd  fl. 
Warehouse  and  office,  234  persons ;  3rd  fl.  Warehouse, 
recreation,  hospital,  85  persons ;  4th  floor.  Warehouse, 
telephone,  44  persons ;  5th  fl.  warehouse,  64  persons ;  6th 
floor,  warehouse  and  factory,  196  persons ;  7th  fl.  ware¬ 
house,  64  persons ;  8th  fl.  warehouse,  photo-lab.  74  per¬ 
sons  ;  9th  fl.  warehouse  and  factory,  99  persons,  10th  fl. 
warehouse,  factory  lab,  54  persons ;  for  which  certificate 
of  occupancy  No.  3179  was  issued  April  12,  1937  on  Alter¬ 
ation  application  No.  6143  of  1929.  The  building  is  equip¬ 
ped  throughout  with  a  standpipe  and  sprinkler  system,  and 
a  central  station  fire  alarm  system  and  watchman  service 
is  maintained ;  and 

Whereas,  the  applicant  contends  that  the  material  in 
question  is  sisal  and  cotton  felt  which  is  stored  in  “C” 
Section  and  is  used  in  the  manufacture  of  mattresses,  the 
manufacturing  of  w'hich  is  in  “B”  Section ;  that  the  pro¬ 
cess  required  the  storage  of  this  material  (not  to  exceed  5 
tons)  in  “C”  section ;  that  this  quantity  is  required  for  the 
average  day  seasonal  run;  that  it  is  proposed  to  enclose 


the  space  used  for  the  storage  of  this  material  with  6  in. 
terra  cotta  walls  with  fire  doors  at  openings  to  this  space; 
that  there  is  no  serious  fire  hazard  involved  in  the  storage 
of  not  more  than  5  tons  of  this  material  as  now  stored 
in  a  sprinklered  building  and,  by  enclosing  this  storage 
space  with  a  6  in.  terra  cotta  wall  with  openings  protected, 
any  hazard  that  may  have  existed  will  have  been  re¬ 
moved  ;  that  it  is  permissible,  under  the  law  to  store  not 
more  than  1  ton  under  conditions  that  prevail  at  present 
in  this  building,  but  the  applicant  is  unable  to  hold  its 
storage  to  this  amount ;  that  the  following  explosive,  in¬ 
flammable  and  combustible  material  is  stored  and  used  on 
the  tenth  floor  of  the  “C”  section  under  Permit  No.  56974- 
14,  expiring  on  December  19,  1937 : 


Combustibles 

1  Drum  Acetone 

50  Gals.  Essential  Oils 
600  lbs.  White  Beeswax 
500  lbs.  Parafin  Wax 
30  Drums  Denatured  Al¬ 
cohol  Drum  in  fire¬ 
proof  room 
Small  quantities  of 
chemicals  for  research. 

2  oz.  Picric  Acid 

1000  gals.  Olive  and  other 
vegetable  oils 

1000  lbs.  Sodium  Perborate 


Manner  of  Storage 
5  gal.  cans  in  ice-box 
In  tanks  in  Dept. 

Sealed  boxes  in  Dept. 
2-200  lb.  bales  in  Dept. 


1000  lbs.  Petrolatum 
1000  lbs.  Aqua  Amonia 

4  Drums  Grain  Alcohol 

300  lbs.  Sulphur  Powder 
40  Drums  Mineral  Oil 
2  lbs.  Nitrous  Ether 
6  gals.  Ether 
500  lbs.  fat 


Contains  in  fireproof  lab. 
Bottles  in  Fireproof  lab. 
Sealed  cans  in  Dept. 

Barrels  in  Dept,  and  1  bar¬ 
rel  stored  in  fireproof 
room  on  9th  fl. 

Steel  Drums  in  Dept. 

Steel  Drums  in  special  fire¬ 
proof  room. 

Fireproof  enclosure  in 
Dept. 

Barrels  in  Dept. 

Steel  Drums  in  Dept. 
Icebox 
Icebox 

Steel  Drum  in  Dept. 

Under  this  permit  30  tons  of  combustible  fibre  may  also 
be  stored  on  the  premises ;  that  the  following  paints,  paint 
products,  thinners,  etc.  are  stored  in  fireproof  rooms  on 
the  2nd  floor  of  “A”  Section  and  on  the  8th  floor  of  “D” 
Section,  under  permit  #B83634,  which  expired  February  1, 
1937.  Renewal  application  was  filed  on  January  5,  1937. 
150  gals.  Alcohol  ^5  gals.  Varnish 

50  gals.  Cleaning  fluid  450  gals,  lacquer 

35  gals,  paint  remover  20  gals.  Spirit  Enamel 

50  lbs.  Colors  ground  in  5  gals.  Lemon  oil 
oil 

35  gals.  Shellac  5  gals,  oil  paint 

25  gals,  crude  oil  150  gals,  lacquer  thinner  1 

25  gals.  Turpentine  5  gals,  benzine 

15  gals.  French  varnish  5  gals,  miscellaneous  var¬ 

nished. 

Resolved,  that  the  Order  of  the  fire  commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  combustible  fibre  covered 
by  Order  #70143-LC  shall  be  enclosed  within  fireproof 
partitions  constructed  of  6-inch  terra  cotta  blocks  with 
fireproof,  self-closing  doors  at  all  openings,  as  indicated 
on  plans  filed  with  this  appeal. 


167-37-A. 

APPLICANT — Kavy  and  Kavovitt,  Inc.,  for  Kolow  Con¬ 
struction  Corporation,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 115-125  East  21st  street,  east 
side,  304  ft.  1J4  in.  south  of  Caton  avenue  (Block 
No.  5082,  Lot  No.  82),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Morris  Kavy. 

For  Administration:  Benj.  Saltzman,  Department 
of  Buildings. 
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ACTION  OF  BOARD — Appeal  granted  on  condition 
THE  VOTE— 

Affir mative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  .  0 

THE  RESOLUTION— 

(167-37-A) 

Whereas,  Kavy  &  Kavovitt,  Inc.,  for  Kolow  Construc¬ 
tion  Corporation,  owner,  filed  March  14,  1937,  an  appeal 
from  a  decision  of  the  commissioner  of  buildings,  affecting 
premises  115-125  East  21st  street,  east  side,  304  ft.  iyA  in. 
south  of  Caton  avenue  (Block  No.  5082,  Lot  No  82) 
Borough  of  Brooklyn;  and  ’ 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  April  14,  1937,  on  New  Building  Application  477l’ 
reads :  ’ 

“1.  Area  within  masonry  walls  not  to  exceed  2,500 
sq.  ft.,  as  per  Sec.  72/lc  of  Bldg.  Code.” 

and 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction  six  stories  in  height,  112  ft.  by  132  ft.  in 
area,  to  be  occupied  as  a  Class  A  multiple  dwelling;  and 
Whereas,  the  building  will  be  subdivided  into  four 
separate  fire  areas,  two  of  which  will  comply  with  the 
building  code  and  two  of  which  will  exceed  the  require¬ 
ments  as  follows :  Fire  area  No.  2 — 2,660  sq.  ft. ;  fire  area 
No.  4 — 2,645  sq.  ft.;  and 

Whereas,  applicant  contends  that  the  excess  areas  are 
Dut  160  sq.  ft.  and  145  sq.  ft.  respectively;  that  efforts 
lave  been  made  to  keep  the  fire  areas  as  low  as  possible, 
lut  due  to  the  lay  out  of  the  building  it  was  found  im¬ 
possible  to  comply ;  that  the  average  fire  area  on  the  1st 
loor  will  be  2,094  sq.  ft.  and  on  the  typical  floor  2,345  sq. 
:t.;  and  permission  is  respectfully  requested  to  eliminate 
he  terra  cotta  block  partition  and  shutter  type  door  and 
)nck  wall  in  question  and  substitute  wood  stud  partitions 
n  lieu  of  strict  compliance. 

Resolved,  that  the  decision  of  the  commissioner  of  build- 
ngs  be  and  it  hereby  is  modified,  and  the  appeal  be  and' it 
lereby  is  granted  on  condition  that  of  the  four  areas 
hown  within  masonry  walls  as  required  under  section 
u  ii  building  code,  not  more  than  two  such  areas 

hall  exceed  2,500  sq.  ft.  and  that  such  areas  in  excess 
hall  not  exceed  2,700  sq.  ft.  each. 


3-36-A. 

APPLICANT  Abraham  Greenberg,  for  Williamsburgh 
Refrigerating  Co.,  Inc.,  lessee. 

REJECT  Application  for  consideration — reopening  and 
amendment — re  Appeal  from  an  order  of  the  fire 
commissioner. 

’REMISES  AFFECTED— 92-106  and  108-120  North  6th 
street,  south  side,  west  of  Berry  street  (Block  No. 
2334,  Lot  Nos.  11  to  26  inclusive),  Borough  of 
Brooklyn. 

.PPEARAN  CES — 

For  Applicant:  Abraham  Greenberg. 

-CTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

HE  VOTE  Tp  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . ’ .  o 

Absent  .  0 

HE  VOTE  TO  AA1END  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . * " . .  o 

Absent  .  0 


THE  RESOLUTION— 

(53-36-A) 

fiW  HMREAn  WHliamsburgh  Refrigerating  Co.,  Inc.,  lessee, 
filed  March  9,  1936,  an  appeal  from  an  order  of  the  fire 
commissioner  affecting  premises  108-120  North  6th  street 
south  side,  U1  ft.  west  of  Berry  street  (Block  No.  233L 
Rot  Nos.  19  to  26  inclusive),  Borough  of  Brooklyn;  and 
Whereas,  this  appeal  was  granted  by  the  board  May  24 
1906,  on  certain  conditions  and  appellant  requested  a  re¬ 
opening  ot  the  case  to  include  the  running  of  refrigerator 
lines  to  premises  100-106  North  6th  street,  96  to  98"  North 
6th  street  and  92-94  North  6th  street  (Block  No.  2334,  Lot 
oiniA  t0j  inclusive),  which  request  was  granted  June 
,  lyoo  and  resolution  amended  and  applicant  requests  a 
further  amendment. 

°\Vn  \  that,  order  of  the  fire  commissioner,  No. 
o/6u3-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted  waiving  the  requirements  of 
section  219  (b)  of  Chapter  10  of  the  Code  of  Ordinances, 
only  so  tar  as  such  section  prohibits  the  direct  method  of 
refrigeration  extending  from  one  building  to  another  and 
to  permit  the  refrigerating  system  to  be  installed  in  the 
basement  of  108  North  6th  street  and  to  be  extended 
tn rough  the  buildings  known  as  Nos.  110,  112,  114  to  118 
and  to  120  on  condition  that  this  system  shall  comply  in 
all  respects  with  all  laws  and  regulations  applicable  thereto 
and  that  the  system  shall  be  under  the  supervision  for  24 
hours  of  the  day  of  competent  licensed  engineers  having 
access  to  all  parts  of  the  buildings  in  which  this  refrig¬ 
erating  system  is  installed ;  that  the  second  story  of  these 
buildings  shall  be  used  solely  for  bunkers  and  no  other 
occupancy ;  that  the  existing  automatic  refrigerating  units 
tor  these  buildings  shall  be  dismantled  and  kept  out  of 
operation,  upon  the  installation  of  the  system  herein  per¬ 
mitted  and  granted  only  so  long  as  the  buildings  are  not 
increased  in  height  and  are  occupied  as  set  forth  in  the 
statement  filed  with  this  appeal. 

Resolved,  further,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  amend  its  resolution  of  March  24  1936 
by  adding  thereto  the  following: 

That  the  order  of  the  fire  commissioner,  No. 
68114-LC  applying  to  buildings  known  as  92  to  94,  96 
to  98  and  100  to  106  North  6th  street,  be  and  it  hereby 
is  modified  and  the  appeal  be  and  it  hereby  is  granted 
so  as  to  permit  the  extension  of  the  refrigeration  sys¬ 
tem  hereinbefore  permitted,  on  condition  that  the  re¬ 
frigeration  system  shall  not  extend  beyond  the  second 
story  of  these  buildings;  that  all  buildings  shall  be 
used  above  the  second  floor  for  dry  storage  only,  as 
indicated  on  revised  plans  marked  “Received  April’ 22, 
1936”,  on  condition  that  the  extension  of  the  refrig¬ 
eration  system  in  these  building  shall  comply  with  all 
the  requirements  hereinbefore  stated;  that  nothing 
herein  contained  shall  he  interpreted  to  prevent  the 
erection  of  the  necessary  condenser  with  the  necessary 
connections  thereto  on  the  roof  above  the  second  story 
of  building  at  108  North  6th  street !’ 


VARIATIONS  OF  LABOR  LAW 

123-37-S. 

APPLICANT — Pavonia  Building  Corporation,  owner. 
SUBJECT— Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of  build¬ 
ings. 

PREMISES  AFFECTED — 141-155  East  25th  street,  north 
side,  152  ft.  2  in.  east  of  Lexington  avenue  and 
140-156  East  26th  street  (Block  No.  881,  Lot  No. 
31),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Walter  Oertly  and  William  Mil- 
tenberger. 

For  Administration:  Inspector  Maher,  Depart¬ 
ment  of  Buildings. 
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ACTION  OF  BOARD— Laid  over  to  May  4,  1937,  at  2 
p.m.,  for  report  of  committee  of  the  board. 


160-37-S. 

APPLICANT — M.  Heilman,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  orders 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED—  1719  St.  Marks  avenue,  north 
side,  249  ft.  10 in.  east  of  Eastern  parkway 
(Block  No.  14S5B,  Lot  No.  72),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Murray  Heilman. 

For  Administration:  Inspector  Carroll  and  Benj. 

Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD— Laid  over  to  May  4,  1937,  at  2 
p.m.,  upon  request  of  representative  of  the  De¬ 
partment  of  Buildings  to  inspect  same. 


59-37-S. 

APPLICANT — Lama  and  Proskauer,  for  Zoinman  Realty 
Corporation,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 1610-1620  East  19th  street, 
west  side,  17  ft.  9J/i  in.  south  of  Avenue  P  and 
22  ft.  T/\  in.  north  of  Kings  highway  (Block  No. 
6781,  Lot  Nos.  7  and  9),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

For  Administration :  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(59-37-S) 

Whereas,  Lama  &  Proskauer,  for  Zoinman  Realty  Cor¬ 
poration,  owner,  filed  February  16,  1937,  an  application 
for  a  variation  of  the  labor  law,  as  cited  in  an  order  and 
decision  of  the  commissioner  of  buildings,  affecting  prem¬ 
ises  1610-1620  East  19th  street,  west  side,  17  ft.  9}4  in. 
south  of  Avenue  P  and  22  ft.  in.  north  of  Kings  high¬ 
way  (Block  No.  6781,  Lot  Nos.  7  and  9),  Borough  of 
Brooklyn ;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
dated  July  34,  1936,  No.  11595-LD,  reads  as  follows: 

“An  inspection  of  premises  1610-20  East  19th  street, 
Borough  of  Brooklyn,  shows  that  the  following  must 
be  done  to  comply  with  Section  . .  of  the  Labor  Law : 

1.  Discontinue  the  use  of  the  above  premises 
for  factory  purposes  as  same  is  in  violation  of 
Section  270  of  the  Labor  Law  rules  in  and  certifi¬ 
cate  of  occupancy.  Among  the  defects  noted  are 
the  following : 

A— Interior  stairway  not  enclosed  in  partitions  of 
fireproof  material. 

B — Exterior  iron  stairway  at  rear  cannot  be  ac¬ 
cepted  as  the  second  required  means  of  exit.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  February  16,  1936,  reads  as  follows: 

“In  reply  to  your  letter  of  February  15,  1937,  ad¬ 
vising  that  you  have  been  retained  by  the  owners  to 
appeal  from  requirements  of  Order  No.  11595-L.D. 
and  that  you  are  unable  to  do  so  due  to  the  fact  that 
the  Board  of  Standards  and  Appeals  will  not  accept 


an  appeal  for  the  reason  that  the  time  limit,  thirty 
(30)  days  had  elapsed,  and  request  dismissal  and  re¬ 
issuance  of  the  above  order. 

You  are  advised  that  the  order  cannot  be  dismissed 
or  reissued.  Therefore,  your  request  is  denied.” 

and 

Whereas,  the  premises  in  question  consists  of  a  two- 
story  non-fireproof  building,  25  ft.  in  height,  82  ft.  by  41 
ft.  in  area;  erected  in  December,  1923,  and  occupied: 
Cellar — ordinary  use,  one  person;  1st  floor — public  market, 
10  persons;  2nd  floor — manufacturing,  15  persons.  Cer¬ 
tificate  of  occupancy  No.  23096  was  issued  December  8, 
1923,  permitting  the  occupancy  of  the  building  for  stores 
and  offices.  The  means  of  egress  consist  of  one  interior 
wooden  stairway  extending  from  2nd  floor  to  the  street, 
enclosed  in  wood  studs,  wire  lath  and  plaster  partitions 
with  wood  doors  at  openings,  a  fire  escape  at  the  rear  of 
the  building  with  balcony  at  2nd  story  and  gooseneck 
ladders  to  roof  with  stationary  iron  stairs  to  yard  with  a 
fireproof  door  at  the  balcony  opening,  the  windows  on  the 
course  of  fire  escape  are  non-fireproof ;  and 

Whereas,  applicant  contends  that  in  view  of  the  fact 
that  it  has  been  very  difficult  to  rent  the  premises  for 
offices,  the  owners  have  been  obliged  to  rent  premises  for 
light  manufacturing  and  that  permission  is  requested  to 
permit  the  present  iron  stairway  at  rear  to  be  used  as  a 
secondary  means  of  exit  and  permit  the  present  stairhall 
inclosure  to  remain,  as  same  is  now  plaster  on  wire  lath, 
that  all  of  the  requirements  of  the  labor  law  will  otherwise 
be  complied  with. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  application  be  and  it  hereby  is 
granted  on  condition  that  the  primary  means  of  exit  shall 
be  enclosed  in  fire-retarding  partitions  from  2nd  floor  to 
street ;  that  the  exterior  stairway  shall  be  provided  at  all 
times  with  a  free  passageway  from  the  foot  thereof  to  the 
street;  that  the  ceiling  of  the  1st  story  shall  be  protected 
with  not  less  than  26  gauge  metal ;  that  the  windows  over¬ 
looking  the  adjoining  building  to  the  south  shall  be  made 
fireproof  and  self-closing;  that  the  occupancy  of  the  2nd 
floor  shall  be  restricted  to  the  number  legally  permitted 
for  the  primary  means  of  exit ;  and  granted  only  so  long 
as  this  building  is  not  increased  in  height  or  area  and  no 
additional  buildings  are  built  nearer  than  as  indicated  on 
plans  filed  with  this  application,  and  that  clear  passage¬ 
ways  shall  be  maintained  at  all  times  on  the  2nd  story 
to  both  means  of  exit. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

130-37-SA. 

APPLICANT — Econ-O-Heat  Burner  &  Boiler  Co.,  owner. 

SUBJECT — Econ-O-Heat  and  Kingsco  Oil  Burners, 
Models  E,  B1  and  B2,  approval  of. 

APPEARANCES— 

For  Applicant:  L.  S.  Wagle. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 

_ 

137-37-SA. 

APPLICANT — J.  W.  Hirsch,  for  Automatic  Burner  Cor¬ 
poration,  owner. 

SUBJECT — Precision  Oil  Burner,  Model  W,  approval  of. 

APPEARANCES— 

For  Applicant:  J.  W.  Hirsch. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


148-37-SA. 

APPLICANT — The  Aetna  Oil  Burner  Co.,  owner. 
SUBJECT— Aetna  Water  Heater,  Models  6,  7,  8,  9  and 
47  W.H.T.  and  15  and  16  W.H.T.,  approval  of. 
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APPEARANCES— 

For  Applicant :  Samuel  Kleinman. 

ACTION  OF  BOARD-  Application  placed  on  reserve  cal- 
endar  and  referred  to  engineer  of  the  board. 


155-37-SA. 

APPLICANT— H.  W.  Kuhlman,  for  Crane  Company 
owner. 

i  SUBJECT— Crano  Oil  Burner,  Models  H-IC  and  H-IF 
approval  of. 

APPEARANCES— 

;  For  Applicant :  Henry  W.  Kuhlman. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


.  156-37-SA. 

APPLICANT— O.  B.  McClintock  Company,  owner. 
SUBJECT— McChntock  Automatic  Hydraulic  Sewer 
Valve,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

:ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


159-37-SA. 

APPLICANT — M.  L.  Snyder  &  Son,  owner. 

SUBJECT— Stempel  Pressure  Type  Fire  Extinguisher 
approval  of. 

[APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


263-34-SA. 

APPLICANT— Preferred  Utilities  Co.,  for  Lonergan 
f  Mfg.  Co.,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment  re  Lonergan  Oil  Burning  Space 
Heater— Models  R-l  and  R-2— approval  of. 
APPEARANCES — 

■  For  Applicant :  None. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

'HE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . !.!..!..!!  0 

Absent  .  ’  ’  q 

HE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

HE  RESOLUTION— 

(263-34-SA) 

Whereas,  Frank  Glanz,  for  Preferred  Utilities  Co.,  Inc., 
r  the  Lonergan  Manufacturing  Company,  owner,  filed 

j  jer  11?  1934,  an  aPPlicati°n  with  the  Board  of 
andards  and  Appeals,  for  approval  of  the  device  known 
the  Lonergan  Oil  Burning  Heater,  Models  F-2,  F-3  and 
4;  and 

Whereas,  these  models  were  approved  by  the  board 
nuary  15,  1935,  on  certain  conditions  and  applicant  re- 
ested  approval  of  Models  R-l  and  R-2;  and 

Whereas,  these  models  were  submitted  to  the  engineer 
the  board  and  the  division  of  combustibles  of  the  fire 
)artment  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
the  representatives  of  the  division  of  combustibles,  as 


lodels  F-2  F-3  and  C-4  was  substantially  as  follows: 
1  he  heater  consists  of  a  fire  pot,  radiating  shell 

fittenrJhelIH011  tank’  0,l]  strainers>  oil  feed  pipe  and 
fittings,  and  constant  level  device.  The  fire  pot  is 

there  K  N°'  18  U‘  S'  Sau^  Over  the  pot 

Is  ?  ?ame  ?Iate  made  of  3/16"  cast  iron.  The 

be  fed  t°n  lhG  !fnk  ,S  dlSed  s-°  that  a11  of  the  oil  may 
Das  Jd  throt,heuburner'  ,  The  04  coming  Horn  the  tank 

float  Ld  gm  3  pT°,ator  ol1  filter-  and  thence  to  a 
float  and  needle  valve  control,  manufactured  by  the 

Automatic  Products  Company.  This  float  valve  main¬ 
tains  a  constant  level  in  the  vaporizing  pot.  The  oil 

with  a*  dni  hl In  -he  Slde  °f  the  burner  and  is  provided 
ith  a  double  air  space  to  prevent  heating  of  the  oil 

parts  Co?Slr  ,tubmg  ' used  f°r  connecting  the  various 
Mod/l  %e  beater  has  a  wall  thickness  of  .049  inches. 
Modd  F-2  has  a  six-gallon  tank.  The  model  F-3 
has  a  six-gallon  tank,  and  the  model  C-4  has  a  six- 
gahon  tank  located  at  the  back  of  the  burner.  The 
,  ai?d  C-4  have  10  vaporizing  pots,  while  the  F-3 
wereg  ^  3  l3"  vaPorizinS  pot.  These  burners 

were  testetf*0  °peratlon  and  the  controls  on  each  one 

It  is  recommended  that  these  heaters  be  approved 
len  certain  recommendations  are  carried  out. 


and 


Whereas,  the  report  as  to  models  R-l  and  R-2  was 
substantially  as  follows : 

MODEL  R-l : 

nrJ  1Spa  circula.ting  heater  equipped  with  an  8-inch 
pot  type  burner  constructed  of  welded  steel,  the  upper 
cylindrical  portion  of  which  is  perforated  for  ffie 
admission  of  the  air  supply  used  in  vaporizing  and 
burning  the  oil  Across  the  top  of  the  burner  proper 
there  is  a  circular  cast-iron  flame  plate.  Between  the 
outer  shell  of  the  cabinet  and  the  oil  supply  tank 
which  is  of  3  gallons  _  capacity,  there  is  provided  a 
double-spaced  metal  shield,  providing  sufficient  circu- 
!at  ,on  air.,  t0  P/event  overheating  the  oil  in  the 
tank.  The  oil  is  admitted  to  the  burner  and  regulated 
by  means  of  a  “V”  Slot  Metering  Valve,  manufac¬ 
tured  by  the  Detroit  Lubricator  Company.  The  smoke 
pipe  is  so  designed  as  to  be  connected  to  a  flue  and  is 
equipped  with  an  automatic  draft  adjuster. 

MODEL  R-2: 

This  is  identical  with  Model  R-l  except  that  it  is 
larger  in  size,  it  being  equipped  with  a  10-inch  burner 
similar  to  the  burner  described  above.  The  supply 
tank  is  of  5  gallons  capacity.  The  oil  supply  to  the 
burner  in  this  model  is  regulated  and  controlled  by 
w6fnS  ,a?  Automatic  Products  Constant  Level 
Valve  Model  240,  which  type  has  been  already  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals  for 
such  use.  Between  the  supply  tank  and  the  constant 
level  valve  a  shut-off  valve  is  also  provided 

I  he  legs  of  both  burners  are  equipped  with  leveling 
screws.  6 

TbieSe^nSpaCe  heaters  were  operated  for  approxi¬ 
mately  40  minutes  and  it  was  found  that  the  controls 
functioned  as  designed.  The  space  heaters  are  equip¬ 
ped  with  flue  connections  and  automatic  draft  ad- 
j  usters.  In  recommending  these  space  heaters,  Models 
K-i  and  R-2,  for  approval,  it  is  suggested  that 
certain  items  be  carried  out  for  their  installation 
and  included  upon  their  instruction  cards  and  that 
this  approval  be  not  final  until  copies  of  said  instruc¬ 
tion  cards  are  filed  with  the  Board  of  Standards  and 
Appeals  and  the  New  York  Fire  Department. 

Resolved, ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device,  known  as  the  Lonergan  Oil 
Burning  Heater,  Models  F-2,  F-3,  C-4,  R-l  and  R-2 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals  and  as  modified 
and  supplemented  by  the  following  conditions : 

^.?raSe  container  shall  bear  a  label  permanently 
affixed  thereto,  reading  as  follows: 
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NOTICE 
APPROVED 
by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL  NO.  263-34-SA. 

Only  an  Approved  Safety  Can  Shall  Be  Used  In 
Filling  This  Storage  Container. 

2  Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  shield  of  in.  asbestos  or  other  equiva¬ 
lent  material  extending  at  least  12  in.  beyond  the 
outline  of  such  device. 

3.  This  burner  shall  be  connected  to  a  legal  chimney, 
complying  with  the  requirements  of  section  403  of 
chapter  V  of  the  Code  of  Ordinances ;  said  chimney 
to  have  a  readily  accessible  cleanout  door ;  the  flue 
connection  to  the  chimney  shall  be  equipped  with 
an  automatic  damper 

4.  The  fuel  oil  used  in  this  device  shall  be  range  oil 
or  No.  1  or  No.  2  fuel  oil. 

5.  The  manufacturer  or  installer  of  this  burner  shall 
within  48  hours  after  each  installation,  notify  the 
Fire  Department,  in  writing,  of  the  name  of  the 
person  to  whom  this  burner  was  sold  and  the  ad¬ 
dress  of  the  premises  where  installed. 


216-36-SA. 

APPLICANT— Milton  Osher  for  Osher  and  Reiss,  Inc., 
owner. 

SUBJECT— Application  for  reopening— consideration- 
change  of  name— Orco-Richfield  Oil  Burner,  Model 
A-l. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blam  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  ^ 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  ^ 

THE  RESOLUTION— 

("216-36-SA) 

Whereas,  Milton  Osher  for  Osher  &  Reiss,  Inc.,  owner, 
filed  July  8,  1936,  an  application  of  the  Board  of  Standards 
and  Appeals,  for  approval  of  the  device  known  as  the 
Oreo  Oil  burner  Model  A-l ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  sup- 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

This  burner  was  installed  in  a  Fitzgibbons  steam 
heating  boiler,  used  for  heating  purposes. 

The  burner  is  of  the  pressure  atomizing  gun  type 
and  consists  of  the  following  assembly:  A  Leland  V% 
H.P.  motor,  a  Tuthill  fuelstat,  consisting  of  pump, 
pressure  regulating  valve  and  strainer,  an  American 
Fan  and  Blower  Company  Sirocco  type  fan  and  a 
Nitralloy  or  any  other  standard  nozzle. 

Ignition — Dongan  transformer,  110  to  10,100  volts. 

Control — Either  Mercoid  Pyrathern,  Model  KMI 
and  Mercoid  Steam  Control  or  Minneapolis  Honeywell 
Protectorelay  R117-3  and  Minneapolis  Honeywell  Pres- 
suretrol,  L404. 


The  burner  is  designed  for  the  use  of  numbers  1, 
2  and  3  commercial  grades  of  fuel  oil,  with  a  capacity 
ranging  from  1.65  gallons  to  5  gallons  per  hour. 

The  electrodes  and  nozzle  which  had  been  installed 
on  this  burner  for  approximately  two  months  were 
examined  and  it  was  found  that  there  were  no  indica¬ 
tions  of  carbonization  either  on  the  nozzle  or  the  elec¬ 
trodes.  Both  nozzle  and  electrodes  are  set  back  suf¬ 
ficiently  in  the  combustion  tube  so  as  to  prevent  com¬ 
ing  into  contact  with  excess  heat.  With  the  oil  supply 
shut  off  and  a  cold  combustion  chamber,  the  control 
was  operated  and  it  was  found  to  shut  down  the  oper¬ 
ation  of  the  burner  in  84  and  86  seconds  respectively 
on  two  successive  tests.  The  burner  was  then  put  in 
normal  operation  for  a  period  of  approximately  40 
minutes. 

During  the  period  of  test  there  was  no  fluctuation  in 
the  flame  and  same  was  free  of  smoke  and  soot.  An 
examination  of  the  combustion  chamber  showed  no 
undue  carbon  deposits. 

As  the  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Oreo  Oil  Burner,  Model  A-l  be  ap¬ 
proved  for  domestic,  commercial  and  industrial  instal¬ 
lations,  when  installed  according  to  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  board  of  Stand¬ 
ards  and  Appeals. 

and 

Whereas,  this  device  was  approved  by  the  board  October 
6,  1936,  and  applicant  requests  permission  to  market  the 
burner  as  the  Kingsway  Silent  Automatic  Oil  Burner 
Model  A-l. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Oreo  Oil  Burner 
Model  A1  for  domestic,  commercial  and  industrial  installa¬ 
tions,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals, 
and  when  used  with  fuel  oil  not  heavier  than  No.  3,  on 
condition  that  there  shall  be  permanently  attached  to  each 
burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  216-36-SA. 

Resolved  farther,  that  this  device  may  also  be  marketed 
under  the  name  "Kingsway  Silent  Automatic  Oil  Burner, 
Model  A-T,  on  condition  that  under  whichever  name  mar¬ 
keted  the  requirements  contained  in  the  above  resolution 
shall  be  complied  with.” 


25-37-SA. 

APPLICANT — Century  Engineering  Corp.,  owner. 
SUBJECT — Century  Pressing  Machine  Oil  Burner,  Models 
U1  and  U2,  approval  of. 

APPEARANCES— 

For  Applicant :  George  K.  Kelley. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE  APPLIANCE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  " 

Absent  .  ® 

THE  RESOLUTION— 

(25-37-SA) 

Whereas,  the  Century  Engineering  Corp.,  owner,  filed 
January  21,  1937,  an  application  with  the  Board  of  Stand¬ 
ards  and  Appeals  for  approval  of  their  device  known  as 
the  Century  Pressing  Machine  Oil  Burner,  Models  U-l 
and  U-2;  and 

Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustibles  of  the  Fire 
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Department  for  test  and  report;  and 
\\  heREas,  the  report  of  the  engineer  of  the  board  sun 
plemented  by  the  report  of  the  representatives  of  the  $ 

stantiaUy  asToUows  °f  ‘he  Kre  Department  was  sub- 
assembly:  A  Marathon  Electric  Company  motor  if 

Usefnitnon-io,OM  vSrJefferS°n  Transf°™-  teing 
thr^sIffUn^acitT  <”k  m°U"ted  «*» 

A  saftrol,  manufactured  by  the  Penn 

Th,  H-ff°mPanyKtyPe  607 :  Mercoid  ^eam  switch 
The  difference  between  the  U-l  and  U-2  is  merely 

one  of  capacity.  In  the  Model  U-l  the  fan  is  S  in 

widtnf;,^154-^  in  width  and  in  the  IlVtife 

width  of  the  fan  is  increased  to  3%  in  The  U  1 
mode  is  designed  to  handle  from  one  to  gallon 
of  oil  per  hour  while  the  U-2  model  is  designed  to 
ha.nd,e  UP  to  4/2  gallons  per  hour.  ^signed  to 

shut  off  athCP°LnCOmbUSti0n  cl?amber  and  the  oil  supply 

successive  W3S  PU  m,to  °P.^ation  and  on  two 

successive  tests  the  controls  functioned  and  shut  the 

burner  down  in  106  and  108  seconds,  respectively  The 

'T  tben  PUt  into  normaI  operation  for  approx! 
imately  45  minutes.  The  Mercoid  switch  was  set  at * 
differential  of  62  lbs.  to  75  lbs.  When  the  stelm 
pressure  reached  75  lbs.  the  burner  shut  off  and  when 
the  pressure  had  dropped  to  62  lbs.  the  burner  auto 
mat.ca  ly  started  again.  During  the  period  of  Lst  all 
controls  functioned  as  designed. 

As  a  result  of  the  inspection  and  test  of  this  burner 

cial  Ind°3?td?d1  tHat  ?amebe  approved  for  commer- 

heavfer  t  i  l™  ^  m  tail?r,ln?  shops  with  oil  not 

mstXdt  n±-  a  comm^Tlal  ^rade  fuel  oil,  when 
installed  m  accordance  with  the  Oil  Burner  Rules 

thaThdfby  hC  ?°ard  °f  Standards  and  Appeals  and 
that  before  such  approval  becomes  final  a  codv  of 

certain  specifications  be  filed  with  the  said  board 
is  suggested  that  certain  recommendations  be  in¬ 
corporated  in  the  instruction  card  which  must  he 
placed  near  the  burner  in  each  installation. 

Resolved,  that  the  Board  of  Standards  and  Appeals 

Press WCM  approv^.t,heT,device  known  as  the  Century 
essing  Machine  Oil  Burner,  Models  U-l  and  U-2 

for  SmnHC1  TdustunaI  use  in  tailoring  shops’ 

tor  fuel  oil  not  heavier  than  No.  2  U  S  Dent  of 

Commerce  standards,  when  installed  in  accordance 

Board  o°fVeSirePH°r't/nd  0iI  Burner  Ru,es  of  the 
.Board  of  Standards  and  Appeals,  and  with  the  fol¬ 
lowing  additional  requirements : 

exposed  oil  piping  is  more  than  8  in.  in 
ength,  same  shall  be  enclosed  in  iron  or  steel 


piping  or  BX  cable.  Such  piping  shall  be  securely 
fastened  to  the  floor  or  walls  with  non-combustible 
fastenings  as  per  Rule  7,  1A  and  IB. 

2  That  the  stand  supporting  the  burner  in  the  fire 
box  of  the  boiler  shall  be  securely  bolted  to  the 
bottom  thereof. 

d  d  be  supply  container  to  be  firmly  anchored  to 
the  floor  and  at  a  distance  of  at  least  60  inches 
fiom  the  boiler  in  which  the  device  is  installed. 

A — Only  approved,  safety  cans  shall  be  used  for  the 
storage  and  filling  of  oil  containers. 

6  Floor  beneath  oil  burner  device  shall  be  protected 
by  a  shield  of  at  least  J4  in.  asbestos  or  other 
equivalent  material,  this  shield  to  extend  at  least  12 
m.  beyond  the  outline  of  the  boiler  in  which  the 
device  is  installed. 

6— The  device  shall  bear  a  label  permanently  affixed 
thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
UNDER  CAL.  NO.  25-37-SA 
For  Use  in  New  York  City 

Only  An  Approved  Safety  Can  Shall  Be  Used  in 
Filling  the  Storage.  Container. 

'■—Tha-t  the  tank  to  be  set  rigidly  in  a  cup-shaped 
base  receptable  of  sufficient  capacity  to  contain  1/3 
the  contents  of  the  tank  in  case  of  leakage. 

&  That  the  device  shall  be  connected  by  a  suitable 
flue  pipe  to  a  legal  chimney  or  to  the  outer  air, 
this,  flue  to  be  provided  with  a  suitable  check  to 
nullify  down  draft. 

9  That  the  boiler  from  the  top  thereof  to  the  floor 
line  shall  be  protected  with  a  jacket  1  in.  in  thick¬ 
ness  of  either  air-cell  asbestos  or  85  per  cent,  mag¬ 
nesia,  except  that  an  operating  opening  may  be 
left  open  at  the  base  not  exceeding  50  sq.  in.  in 
area,  said  jacket  to  be  secured  by  wire  to  the  boiler 
and  completely  covered  with  sheet  metal  or  with 
hard  cement  surface. 

10—  The  storage  of  oil  shall  be  limited  to  not  more  than 
2  five-gallon  safety  cans  in  reserve  unless  the  in¬ 
stallation  is  made  in  complete  conformity  with  the 
Oil  Burner  Rules. 

11—  The  board  reserves  the  right  to  add  additional  re¬ 
quirements  if  and  when  such  additional  require¬ 
ments  are  deemed  necessary. 

12 —  Notification  of  each  installation  shall  be  made  to 
the  Eire  Department  and  the  applicant  must  agree 
to  accept  the  responsibility  for  his  agents. 


Adjourned,  5:00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en 
tiled  to  one  copy  of  Form  7NO. 

f  they  desire  additional  copies,  for  their  own  conveni 
ice  in  notifying  property  owners,  they  may  obtain  sue! 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each— postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


Copifes  of  the  Official  Directory  of  the  City  of  New 
ork  for  the  year  1937  (The  Little  Green  Book),  contain- 
g  the  latest  authentic  information  in  relation  to  City 
ate  and  Federal  Departments,  Bureaus,  Offices  and 


Courts,  are  now  on  sale  at  the  Distribution  Division  of 
the  City  Record  Office,  Room  2213,  Municipal  Building, 
Manhattan.  Price  50  cents;  by  mail,  three  cents  per 
copy  must  be  added  for  postage. 
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GOVERNING  FIRE  EXTINGUISHING  APPLIANCES  —  SPRINKLER  SYSTEMS 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  NOVEMBER  9,  1927 


ADOPTED 


Note — jw  reprinting  these  Rules,  no  changes  have  been 
made,  as  to  departmental  jurisdiction,  as  changed  by  the 
McCall  Bill  known  as  Chapter  764  of  the  Laws  of  1933. 

General  Requirement*.  The  rules  contained  herein 
cover  the  general  details  of  a  sprinkler  equipment  only. 
Before  an  equipment  is  installed  or  before  a  present 
equipment  is  remodeled,  involving  10  or  more  heads  on 
any  floor,  complete  working  plans  shall  be  submitted  for 
approval  to  the  Fire  Department,  with  such  specification 
forms  as  may  be  required  by  the  Fire  Commissioner, 
except  for  the  installation  of  the  connection  to  the  water 
main  service  pipe  and  meter  setting,  which  shall  be  ap¬ 
proved  by  the  Department  of  Water  Supply,  Gas  and 
Electricity. 

Plans.  These  plans  shall  be  drawn  to  an  indicated 
scale;  give  correct  address  and  points  of  compass;  show 
longitudinal  and  cross  sections  of  the  building  with  story 
heights,  and  the  essential  features  of.  the  construction, 
viz.,  size,  location  and  direction  of  joists,  timbers  or 
other  structural  members.  They  shall  also  indicate  the 
location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers.  Plans  for  non-automatic  dry-pipe  systems 
shall  indicate  the  location  and  number  of  actuating  de¬ 
vices. 

Upon  approval  of  preliminary  plans  such  number  of 
sets  of  clean,  corrected  plans  on  cloth  as  the  Fire  Com¬ 
missioner  may  require,  not  exceeding  three  (3),  shall  be 
filed  for  final  approval  of  the  Fire  Commissioner.  A  cer¬ 
tified  copy  of  the  approved  plans  shall  be  forwarded  to 
the  Bureau  of  Buildings  by  the  Bureau  of  Fire  Preven¬ 
tion.  If  the  structure  is  equipped  with  a  standpipe  (fire 
line)  the  plans  shall  include  a  note  to  that  effect. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  application  shall  be  made  to  the  Bureau  of 
Fire  Prevention  for  test  and  acceptance  of  the  completed 
installation.  When  the  sprinkler  equipment  is  approved 
the  applicant  will  be  so  advised  in  writing  by  the  Bureau 
of  Fire  Prevention. 

Rule  1.  Definition  of  Automatic  Extinguisher  Sy*tem*. 

Automatic  extinguisher  systems  shall  consist  of  a  system 
of  piping  connected  to  one  or  more  acceptable  sources  of 
water  supply,  provided  with  distributing  devices  so  ar¬ 
ranged  and  located  as  to  discharge  and  diffuse  automati¬ 
cally  an  effective  stream  or  spray  over  the  interior  of  the 
building  area. 

Rule  2.  Classification  of  Sprinkler  Systems.  For  the 

purpose  of  these  rules,  sprinkler  systems  shall  be  classi¬ 
fied  as : 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water: 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  compressed 
or  at  atmospheric  pressure,  and  the  water  supply  is  con¬ 
trolled  by  a  Dry  Pipe  Valve  as  defined  in  Rule  39  of 
these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry,  equipped  with  a 
Siamese  fire  department  connection. 

An  automatic  thermostatic  or  pneumatic  fire  alarm 
with  direct  connection  to  Central  Office  of  one  of  the 
operating  fire  alarm  companies  or  Fire  Department  Head¬ 
quarters  shall  be  provided  in  connection  with  all  non¬ 
automatic  sprinkler  systems. 

Rule  3.  Approved  Devices.  Automatic  sprinklers  and 

accessory  appliances  shall  include  all  devices  approved 
as  such  by  any  recognized  standard  research  laboratory 
on  the  endorsement  of  approval  by  resolution  of  the  Board 
of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  or  direct  connection  to  the  Public 
Water  System. 

(b)  Auxiliary  Sources  shall  include  the  Fire  Pump 

and  the  Fire  Department  Siamese  connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty* 
five  per  cent.  (25%)  of  the  number  of  sprinkler  heads  in 
the  average  protected  fire  area  for  twenty  (20)  minutes, 
but  not  less  than  5,000  gallons;  and  the  bottom  of  the 
tank  shall  have  an  elevation  of  not  less  than  twenty  (20) 
feet  above  the  higest  line  of  sprinklers  below  the  main 
roof.  Gravity  tank  or  tanks  shall  not  be  required  to  be 
elevated  above  the  highest  sprinklers  in  pent  house  hav¬ 
ing  an  area  less  than  2,500  sq.  ft.,  unless  such  pent  house 
contains  a  hazardous  occupancy,  or  is  used  for  the  stor¬ 
age  of  combustible  material.  Where  a  split  system  is 
installed  the  bottom  of  the  tank  or  tanks  need  not  be 
elevated  more  than  3  feet  above  the  main  roof  or  20  feet  . 
above  the  highest  sprinkler  fed  from  an  intermediate  tank. 

Where  a  tank  capacity  in  excess  of  25,000  gallons  is 
required  by  this  rule,  the  amount  of  water  in  excess  of 
25,000  gallons  shall  be  provided  in  separate  tanks  not 
grouped  together  except  when  tanks  of  unlimited  capaci¬ 
ties  are  supported  on  structures  altogether  independent 
of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of 
pipe  inside  tank  must  be  of  brass  or  copper  or  other  non- 
corrosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct 
service  main  connection,  provided  that  there  are  separate 
feed  mains  from  the  basement  or  lowest  story  and  a  con¬ 
trol  valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2) 
inches  in  diameter  for  tanks  up  to  30,000  gallons  capacity 
and  not  less  than  three  (3)  inches  in  diameter  for 
tanks.  The  top  of  the  overflow  pipe  shall  be  three  (3) 
inches  below  the  top  of  the  staves  in  wooden  tanks  and 
one  (1)  inch  from  the  top  in  steel  tanks.  The  pipe  may 
extend  through  the  bottom  of  tank  provided  the  portion 
inside  tank  is  of  brass  or  copper  or  other  non-corrosive 
metal  and  without  joints  or  it  may  extend  through  side 
of  tank.  For  tanks  over  roofs  overflow  pipes  shall  termi¬ 
nate  not  more  than  twenty-four  (24)  inches  above  roof 
and  shall  be  fitted  with  a  90  degree  elbow.  At  each 
gravity  or  pressure  tank  there  shall  be  provided  a  4-inch 
emergency  drain,  and  for  gravity  tanks  in  excess  of  ten 
thousand  (10,000)  gallons  capacity  a  six-inch  (6")  emer¬ 
gency  drain  must  be  provided.  Such  drain  to  be  equipped 
with  an  O.  S.  and  Y.  gate  valve  arranged  to  discharge 
on  the  roof  of  building  not  more  than  twenty-four  inches 
(24")  above  roof  and  shall  be  fitted  with  a  90  degree 
elbow.  When  the  tank  or  tanks  are  on  a  separate  struc¬ 
ture  independent  of  buildings,  drain  connections  to  be 
arranged  to  discharge  at  ground  level. 

Rule  6.  Frost  Proofing.  The  discharge,  heating  or 
filling  pipes  where  exposed  to  the  weather  shall  be  pro¬ 
tected  from  freezing  in  the  following  manner: 
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1.  Pipes  painted  two  (2)  coats  of  red  lead  in  linseed 
oil  with  a  small  percentage  of  litharge  as  a  hardener. 

2'  j°™er  w,ra£p,ing  of  tar  Paper  equivalent  to  Asphalt  Sat¬ 
urated  Wool  belt  paper  weighing  12  lbs.  per  100  sq.  ft. 

3.(  Three  (3)  layers  of  standard  1"  high  grade  long 
cows  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builder  s  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

4  One  (1)  covering  of  8  oz.  canvas,  painted  with  two 
[2)  coats  of  waterproofed  paint. 

Application. 

a.  All  wrappings  to  be  independently  applied  and  se¬ 
curely  fastened  in  place  with  heavy  jute  twine.  Circum- 
erential  and  logitudinal  joints  to  have  at  least  a  2"  lap 
taggered  with  adjacent  layers  and  opposing  leakage  to  the 

tair  felt. 

b.  In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
eparately  with  the  tar  paper,  but  subsequent  layers  of  felt 
nd  paper  may  be  applied  collectively  if  space  does  not  per- 
pit  oi  individual  wrapping. 

•C‘  lVh^e,a  heat,i.ng  p*pe  *s  one  the  group,  the  wrap- 
mg  should  be  applied  so  that  the  hot  line  would  serve  all 
ipes  in  the  enclosure.  The  initial  wrapping  of  tar  paper 
round  each  water  pipe  should  be  applied  with  laps  down 
,nd  the  whole  group  wrapped  with  tar  paper  with  laps  up 
f  due  to  the  position  of  the  hot  line  sufficient  air  space 
rould  not  insulate  the  hair  felt,  then  protection  to  be  ef- 
;cted  by  suitable  separators,  or  a  wrapping  of  asbestos 
aper  instead  of  the  tar  paper  around  the  group. 

d.  On  vertical  pipes  particular  provision  to  be  made  to 
revent  slipping  and  tearing  of  insulation  due  to  its  weight. 

e.  To  prevent  slipping  away  of  insulation  at  point  of 
itrance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
unts,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
istened  to  bottom  of  the  tank  overlapping  inside  and  out- 
de  the  insulation  of  the  group  for  a  distance  of  18"  below 
e  tank.  This  duck  to  be  well  coated  with  paint.  Loose 
ur  felt  to  be  packed  about  connections  at  tank  bottom  to 
feguard  against  settling. 

Rule  7.  Tank  Ladder*  and  Support*.  Easy  access  to 
p  of  each  tank  shall  be  provided  by  means  of  a  steel  or 
-ought  iron  gooseneck  ladder  substantially  constructed  of 
•t  iron  side  bars  of  not  less  than  2"  x  or  angle  iron 
„mgs  not  less  than  1)4  x  1)4"  x  )4",  spaced  not  less  than 
apart,  with  rungs  round  or  square  not  less  than 
:aced  not  more  than  12"  on  centres,  the  ladder  rigidly 
aced,  and  shall  not  tip  outward  from  the  vertical  at  any 
:mt,  and  when  ladders  exceed  20  feet  in  height  an  iron 
, 'jT1  not  ]ess  than  14"  square,  rigidly  secured  to  strings 
tanlc  an<^  Pr°perly  ^race<^  shall  be  provided  near  top 

Tanks  above  roofs  shall  be  constructed  according  to  the 
[uirements  of  the  Building  Code  and  supporting  struc- 
,es  sha11  be  approved  by  the  Superintendent  of  Buildings 
nks  not  enclosed  and  exposed  to  the  weather  shall  be 
L?red  with  a  double  roof  of  acceptable  construction  con- 
-ing  of  a  tight  flat  cover  of  matched  boards  and  above 
5  a  conical  roof  which  shall  be  covered  with  an  ap- 
>ved  roofing. 

.Vhere  a  gravity  tank  is  located  on  a  structure  altogether 
ependent  of  buildings  the  bottom  shall  not  be  less  than 
feet  above  the  highest  line  of  sprinklers  below  the  main 
i  of  the  highest  building  in  a  group  of  buildings. 

-u!e  8-  Pressure  Tank.  Pressure  tanks  shall  contair 
1%?*  wrateJ  to  supply  twelve  and  one-half  per  cent 
Z'2/0}  the  number  of  sprinklers  in  the  average  pro- 

non  aiIfa  forr  twenty  (2°)  minutes,  but  not  less 
a  d,UUU  gallons  of  water  for  a  wet  pipe  system  where 
lamented  by  an  auxiliary  water  supply,  and  not  less 

i  T  ,  gall°'as  of  water  for  a  dry-pipe  system.  No 
.tank  shall  have  a  capacity  greater  than  6,000  gallons 
^ater  The  tank  shall  be  kept  two-thirds  (2/3)  full  of 
er  under  a  pressure  of  seventy-five  (75)  pounds  per 
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square  inch,  and  shall  be  so  proportioned  and  located  that 
a  Pressure  of  not  less  than  fifteen  (15)  pounds  per  sauare 

the  main  roaofa  ble  ^  the  higheSt  Hne  °f  sprinklers  below 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  under  the  main  roof  supolkd  bv 
such  tank  or  tanks  and  shall  not  be  required  to  be^ocated 
above  the  highest  line  of  sprinklers  in  a  pent  house  having 

contafns  fLzVrd  2’5°°  SQUare  fe6t  Un,ess  SUch  pent  house 
contains  a  hazardous  occupancy  or  is  used  for  the  storage 

the  bmtorn  ofet'hiat-eriialS'  ,^here  a  split  system  is  installed 
.  rf  the  rmtermediate  tank  shall  be  located  above 
the  highest  line  of  sprinklers  fed  from  such  tanks. 

veUden^nf^h  ShaH-  Vi  supplled  through  a  fixed  pipe,  inde- 
Th  f  tHf  spnnk  er  P1Plng»  not  less  than  two  inches  in 
the  water  supply  and  connections  shall  be  capable  of 
supplying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 

uVlth°Ut  r|ducing  the  pressure  in  the 

ern^he ^end ^pposke  the Vglas ^^auge^or* other^acce^ltable 
fwo-thirdVfuJr16  thC  leVd  °f  tHe  WatCr  When  the  tank  is 

The  air  compressor  shall  be  of  sufficient  capacity  to 

nnnnV?  ^  air .  pressu.re  at  the  average  rate  of  one  (1) 
pound  in  two  minutes  in  each  pressure  tank. 

Rule  9.  Public  Water  System.  Direct  connection  to  the 
city  water  supply  shall  be  capable  of  furnishing  water  at 

pressure  aTtl/vT6!?  W  ’’T’’5  .P,er  square  indfslafc 
pressure  at  the  highest  line  of  sprinklers  below  the  main 

(a)  Where  the  average  pressure  from  the  city  water 
supply  does  not  comply  with  this  rule  but  is  sufficient  to 

determi!i?d  hi  at  the  ighest  line  of  sprinklers  as 

V  V,  test>  an  automatic,  electrically  driven  pump 
nstaded  tor  the  purpose  of  boosting  or  increasing  the  city 

?ueSSrU1i?  m-  the  sPI'.inkler  system  may  be  accepted 
under  the  following  conditions : 

Pump  to  be  a  single  stage,  centrifugal,  of  approved 

ifvS?nA  ?  betL  f  n°t  CSS  th?n  500  ^aIlons  Per  minute  capac¬ 
ity  and  to  otherwise  comply  with  Rule  10.  y 

(b)  Pump  to  be  automatic,  arranged  to  maintain  25 
pounds  at  highest  line  of  sprinklers  at  rated  capacity  and 
to  be  under  the  supervision  and  directly  connected  to  the 

,°.f  the  fire  alarm  companies  which  is  con¬ 

nected  to  Fire  Department  headquarters. 

(c)  The  acceptance  of  this  form  of  an  automatic  water 
supply  shall  be  limited  to  an  individual  building  not  ex¬ 
ceeding  80  feet  in  height,  requiring  not  more  than  100 
sprinklers  in  the  largest  fire  area. 

Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  connec- 
tion  shall  be  as  large  as  that  of  the  main  riser  and  not  less 
t  an  four  (4)  inches,  and  shall  have  a  post  indicator  manu¬ 
ally  operated  control  valve,  painted  green,  sealed  open  in 
an  approved  manner,  located  on  the  first  story  or  at  the 
sidewalk  level  near  point  of  main  entrance  to  building 
and  be  provided  with  a  sign  secured  to  post  reading-’ 
sprinkler  control  to  city  main. 

(e)  House  service  water  supply  connection  may  be 
taken  from  the  sprinkler  water  supply  connection  to  the 
city  main  on  the  inlet  side  of  the  fire  meter,  not  exceed- 
ing  iy4  inches  in  diameter  for  a  4-inch  connection  and 
2  inches  in  diameter  for  a  6-inch  or  larger  connection. 

(f)  A  certificate  establishing  the  fact  that  water  sup¬ 
ply  conditions  and  pressures  are  as  may  be  required  shall 
be  submitted  to  the  Fire  Department  from  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Rule  10.  Fire  Pump.  As  auxiliary  sources  of  water 
supply,  steam  or  electric  standard  fire  pumps  shall  re¬ 
ceive  water  supply  from  a  suction  tank,  a  direct  connec¬ 
tion  to  the  city  water  main  or  other  approved  source 
capable  of  supplying  the  pump  at  its  rated  capacity  for 
sixty  (60)  minutes.  The  rated  capacity  of  the  pump  shall 
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be  not  less  than  five  hundred  (500)  gallons  per  minute 
and  shall  be  sufficient  to  supply  twenty-five  per  cent.  (25%) 
of  the  number  of  sprinklers  in  the  average  protected  fire 
area. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  en¬ 
closed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproot  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founda¬ 
tion  not  less  than  one  (1)  foot  m  height.  The  pump 
room  shall  be  readily  accessible  with  safe  egress  for  the 
attendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  iuli 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting  out 
of  any  one  boiler  without  interrupting  the  steam  supply 
to  the  pump  from  the  other  boilers.  The  boiler  room 
shall  be  cut  off  from  the  remainder  of  the  building  by 
fireproof  floor  and  wall  construction  with  approved  fire 
doors  at  all  openings. 

Electrical  energy  from  a  public  service,  plant  shall  be 
acceptable  as  a  source  of  energy  for  driving  electric  fire 
pumps.  When  local  power  plants  supply  the  energy  for 
operating  electric  pumps,  two  motor  generator  units  shall 
be  provided,  or  one  generator  unit  supplemented  by  a 
public  service  break-down  switch.  Local  electric  power 
plants  shall  be  located  in  rooms  of  fireproof  construction 
with  approved  fire  doors  at  openings. 

Rule  11.  Sprinkler  Discharge.  For  the  purpose  o 
computing  the  capacity  of  water  supplies,  standard  one- 
half  (Vz)  inch  sprinkler  heads  shall  be  assumed  to  have 
an  average  discharge  of  tw’enty  (20)  gallons  per  minute, 
and  the  discharge  of  larger  heads  shall  be  computed 
proportionately  in  the  ratio  of  the  areas  of  their  respec¬ 
tive  orifices. 

Rule  12.  Fire  Area.  A  fire  area  is  any  floor  spac 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or  a 
combination  of  both. 

In  a  non-fireproof  building  with  mill  or  non-fireproof 
floors  and  roof,  such  wall  shall  be  not  less  than  8  in.  in 
thickness  if  of  brick  or  stone,  and  not  less  than  6  in.  if  of 
reinforced  concrete,  and  extending  continuously  from  the 
lowest  story  to  be  at  least  3  ft.  above  the  roof  and  be 
coped. 

In  a  fireproof  building  such  wall  or  walls  shall  be  of 
fireproof  material  not  less  than  6  in.  in  thickness,  and 
shall  extend  from  the  fireproof  floor  to  ceiling,  or  un¬ 
derside  of  fireproof  roof. 

No  opening  shall  exceed  66  in.  in  width,  or  60  sq.  ft. 
in  area,  the  centre  of  every  opening  in  such  walls  shall 
be  at  least  40  ft.  from  the  centre  of  every  other  opening 
therein  at  the  same  level. 

All  openings  shall  be  provided  with  approved  auto¬ 
matic  fire  doors  on  each  side  of  openings. 

The  number  of  sprinklers  in  the  average  protected  fire 
area  shall  be  determined  by  the  number  of  sprinklered 
stories  in  such  section.  In  determining  the  required  capac¬ 
ity  of  water  supplies,  the  number  of  sprinklers  in  the 
average  protected  fire  area  need  not  include  those  located 
in  low  positions,  such  as  under  benches,  low  shelves, 
closets  and  platforms  and  between  cars  in  car  barns. 

Rule  13.  Fire  Department  Connection.  All  auto 

matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  flre  department  hose. 
Buildings  fronting  on  only  one  street  shall  be  provided 
with  at  least  two  Siamese  connections  when  the  street 
frontage  of  buildings  exceeds  two  hundred  (200)  feet 


Where  buildings  have  frontages  on  more  than  one 
street  there  shall  be  a  fire  department  connection  on  each 
street  front  where  frontage  is  not  continuous  but  in  all 
cases  where  more  than  one  fire  department  connection 
is  required  they  shall  be  located  as  the  Fire  Commis¬ 
sioner  may  direct  and  shall  not  be  grouped.  The  Siam¬ 
ese  headers  shall  be  of  the  same  diameter  as  the  largest 
riser  or  cross  connection,  but  in  no  case  less  than  4 
inches  or  more  than  6  inches. 

All  Siamese  hose  connections  hereinafter  installed,  ex¬ 
cept  those  on  piers  or  warehouses  intended  for  fire  boat 
use,  shall  be  three  (3)  inches,  female  connection.  Siamese 
on  piers,  warehouses,  etc.,  intended  for  fireboat  use,  ex¬ 
cept  where  the  source  of  supply  is  from  a  direct  connec¬ 
tion  to  city  main,  shall  be  not  less  than  3^4-inch  female  ; 
connections  with  standard  fire  department  threads. 

The  siamese  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  three  (3)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment.  Each  inlet  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face. 

•  # 

Eac-h  Siamese  connection  shall  be  designated  by  raised 
letters  at  least  one  (1)  inch  in  size,  cast  in  the  fitting  in  1 
a  clear  and  prominent  manner  and  reading  for  the  service  ! 
designated,  viz. :  “Base,  Spkr.,”  etc.,  as  the  case  may  be. 
If  the  entire  building  is  sprinklered,  the  fitting  shall  be 
marked  “Auto.  Spkr.”  '  : 

Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  build¬ 
ing  line  except  that  where  there  is  an  angle  formed  by 
the  street  wall  and  a  check  piece  or  the  base  of  a  column,  \ 
pilaster  or  ornamental  projection,  they  may  be  so  located 
that  no  part  extends  more  than  fifteen  (15)  inches  from 
either  side  of  such  angle  in  accordance  with  the  pro¬ 
visions  of  the  Building  Code. 

In  each  fire  department  connection  there  shall  be  an 
approved  straightway  check  valve  installed  in  a  hori- 
zontal  position,  the  piping  shall  be  arranged  to  drain  be¬ 
tween  the  check  valve  and  the  outside  siamese  coupling 
by  either  a  ball  drip  having  a  one-half  (}4)  inch  pipe 
connection  and  one-half  (}4)  inch  orifice  and  a  bronze 
ball  of  proper  size,  or  by  a  three-quarter  (^)  inch  drip 
connection  arranged  to  drain  to  a  sewer. 

All  sprinkler  siamese  street  risers,  siamese  wall  collars 
and  adjustable  siamese  caps  shall  be  painted  green. 

Rule  14.  Sprinkler  Systems  Classified. 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources  or  the  automatic  super¬ 
vised  fire  pump  specified  in  rule  nine ;  and 

(b)  Two  Source  Systems,  supplied  with  water  from  a 
combination  of  any  two  of  the  automatic  sources ;  two 
pressure  tanks  with  a  total  water  capacity  twice  that  re¬ 
quired  for  a  one  source  supply ;  direct  connection  to  the 
city  water  supply  on  two  different  streets,  so  located  that 
the  closing  of  the  controlling  valve  on  one  main  will  not 
eliminate  the  main  on  the  other  street;  or  a  direct  con¬ 
nection  to  the  city  water  supply  and  one  of  the  auxiliary 
sources  provided  the  water  supply  connection  is  at  least 
six  (6)  inches  in  size,  the  main  is  fed  both  ways  and  a 
two  (2)  inch  test  pipe  at  the  top  of  the  sprinkler  riser 
shows  a  flowing  pressure  of  fifteen  (15)  pounds  per 
square  inch  between  the  hours  of  six  a.m.  to  six  p.m. 

Rule  15.  Sprinkler  Spacing.  Sprinkler  heads  and  lines 

shall  be  spaced  as  herein  provided : 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  (}4)  inch  heads— 

Ij 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 
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10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays; 

(b)  For  Conran*  one  (1)  inch  heads— 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1J4)  inch 
heads — ■ 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  inflammable  mo¬ 
tion  picture  films  shall  have  one  standard  one-half 
(Vi)  inch  head  for  each  62j4  cubic  feet  of  available 
storage  space,  or  one  (1)  inch  Conran*  head  for  each 
250  cubic  feet  of  available  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  less 
than  three  (a)  feet  wide  shall  be  treated  as  open  joist  con¬ 
struction  and  sprinkler  heads  and  lines  spaced  accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  centers, 
but  less  than  five  (5)  feet  on  centers,  will  require  special 
ruling  by  the  administrative  official  having  jurisdiction. 

Rule  16.  Joisted  Construction.  Under  open  finish 
joisted  construction  ceilings,  floor,  decks  and  roofs,  the 
*Pri?*kler  lines  shall  be  run  at  right  angles  to  the  joists  and 
fie  heads  Staggered  spaced”  so  that  heads  on  one  line  will 
)e  opposite  a  point  halfway  between  heads  on  adjacent 
mes. 

a-  One-Half  Tl?ch  Heads.  For  Standard  one-half  (%) 
nch  heads  the  distance  between  lines  of  sprinklers  shall 
lot  exceed  ten  (10)  feet,  and  the  distance  between  heads 
in  each  line  shall  not  exceed  eight  (8)  feet,  the  end  heads 
m  alternate  lines  being  spaced  not  more  than  two  (2) 
eet  from,  wall  or  partition.  Permission  may  be  given  by 
he  administrative  official  having  jurisdiction  to  install  but 
me  line  of  sprinklers,  in  each  bay  where  girders  project 
ielow  the  underside  of  joists  and  divide  the  ceiling  into 
jays  ten  (10)  to  eleven  and  one-half  (11^)  feet  wide 
rom  center  to  center  of  girders,  and  the  heads  shall  then 
C  s|)a,ce<^  on  each  line  so  that  the  area  covered  by  a  single 
ead  does  not  exceed  eighty  (80)  square  feet.  In  all  cases 
/here  such  bays  are  over  eleven  and  one-half  (11 14)  feet 

u  utW°  °r  more  lines  of  sprinklers  shall  be  installed  in 
ach  bay  as  required  by  the  rules  for  spacing.  Where 
lrders  and  joists  are  flush  at  the  bottom,  heads  shall  be 
paced  according  to  the  general  rule. 

b.  One  Inch  Heads.  For  Conran*  one  (1)  inch  heads 
'ie  efistance  between  adjacent  lines  shall  not  exceed  twenty 
c\j)  feet  and  the  distance  between  the  heads  on  each  line 
aall  not  exceed  sixteen  (16)  feet,  the  end  heads  on 
iternate  lines  being  spaced  not  more  than  four  (4)  feet 
o,m  wall  or.  partition.  Where  girders  project  below  the 
nderside  of  joists  and  divide  the  ceiling  into  bays  not  ex¬ 
uding  twenty  (20)  feet  in  width,  measured  from  center 
)  center  of  girders,  one  line  shall  be  placed  in  the  center 
1  ,eack  bay-  In  bays  exceeding  twenty  (20)  feet  in  width 
f  *^as^  two  (2)  lines  shall  be  installed  in  each  bay  and  in 

3  c^se/o~a^,tbe  ^stance  between  adjacent  lines  exceed 
venty  (20)  feet. 

c.  One  and  One-Quarter  Inch  Heads.  For  Conran* 
ie  and  one-quarter  (1J4)  inch  heads  the  distance  be- 
/een  adjacent  lines  shall  not  exceed  twenty-five  (25) 
et  and  the  distance  between  the  head  on  each  line  shall 
>t  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
ies  being  spaced  not  more  than  five  (5)  feet  from  wall 

partition  Where  girders  project  below  the  underside 
joists  and  divide  the  ceiling  into  bays  not  exceeding 

♦Wherever  the  term  “Conran  head”  is  used  in  these 
**  1S  !aken  as  meaning  either  a  Conran  head 

f  ^es^e<^  an(i.  approved  by  the  Fire  Department,  or 
e  that  has  passed  similar  tests  by  the  Fire  Department. 


twenty-five  (25)  feet  in  width,  measured  from  center  to 
eachWf  gTlrdKerS’  one  h"?  sha11  be  Placed  in  the  center  of 

at  leas?  two^^r  eXCe£djfi  twenty-five  (25)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay,  and  in 

twenC?y-efivea(25j’efee‘t!tanCe  betW'Cn  adjaCent  Unes  'xc£ed 

Rule  17.  Smooth  Finish,  Sheathed  or  Plastered  Ceiling.. 

•nC  /A\Snr°0!h  bmsh,  sheathed  or  plastered  ceilings,  in  bays 
six  (0)  feet  wide  and  oyer  (measurements  to  be  taken 
rom  center  to  center  of  timber,  girder  or  other  projection 

°,  nUKP°rt  formin£>  jfie  bay),  sprinkler  heads  and  lines 
shall  be  spaced  as  follows : 

(a)  For  standard  one-half  (y2)  inch  heads— 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 

each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
deet  or  over  shall  have  the  lines  therein  not  over 

ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  m  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (W±)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25).  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Rule  18.  Fireproof  Construction.  The  rules  of  slow- 
burning  mill  construction  shall  apply  as  far  as  prac¬ 
ticable.  The  rule  may  be  modified,  however,  the  intent 
being  to  arrange  the  spacing  of  heads  to  protect  the 
contents  rather  than  the  ceilings;  but  in  no  case  shall  the 
distance  between  a  head  on  one  line  and  a  head  on  an 
adjacent  line  exceed  the  following: 

(a)  For  standard  one-half  (J4)  inch  heads,  12  feet. 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  for  Conran  one  and  one-quarter  (1*4)  inch  heads. 

25  feet. 

Rule  19.  Distance  From  Walls.  The  distance  from  wall 
or  partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and  wall. 
Where  beams,  girders,  columns,  walls,  partitions  or  other 
obstructions  prevent  the  effective  discharge  of  water,  addi¬ 
tional  heads  shall  be  installed  to  effectively  sprinkle  the 
area. 

Rule  20.  Vertical  Shafts.  In  vertical  shafts  having  in¬ 
flammable  sides,  heads  shall  be  provided  within  the  shaft  in 
addition  to  the  head  or  heads  at  the  tops  of  shafts,  as  fol¬ 
lows  : 

(a)  One  standard  one-half  (54)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 
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(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1  34)  inch  head 
for  each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where 
practicable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Rule  21.  Pitched  Roofs.  Under  a  pitched  roof  sloping 
more  steeply  than  one  (1)  foot  in  three  (3)  feet,  heads 
shall  be  located  in  peak  of  roof,  and  those  on  either  side 
of  the  peak  shall  be  spaced  according  to  the  foregoing  re¬ 
quirements.  The  distance  between  heads  shall  be  measured 
on  a  line  parallel  with  the  roof.  Where  the  roof  meets 
the  side  wall  or  the  floor  line,  the  heads  shall  be  placed 
not  more  than  the  following  distance  from  such  inter¬ 
section  : 

(a)  For  standard  one-half  (34)  inch  heads,  3 34  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
834  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  to  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof: 

(d)  For  standard  one-half  (34)  inch  heads,  234  feet. 

(e)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(f)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
634  feet. 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth : 

(g)  For  standard  one-half  (34)  inch  heads,  234  feet. 

(h)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(i)  For  Conran*  one  and  one-quarter  (134)  inch  heads, 
634  feet. 

Rule  22.  Special  Locations  and  Variations.  In  special 

locations,  such  as  over  electric  generating,  power  and  trans¬ 
forming  apparatus,  over  their  controlling  devices  and 
switchboards,  where  water  from  the  fire  extinguishing 
equipment  would  be  detrimental,  the  sprinkler  lines  and 
heads  may  be  omitted  at  the  discretion  of  the  administrative 
official  having  jurisdiction,  and  when  in  his  judgment  a 
slight  variation  of  this  rule  of  spacing  is  desirable  to  ef¬ 
fect  a  more  efficient  distribution  of  water  for  fire  ex¬ 
tinguishing  purposes,  the  sprinkler  lines  and  heads  shall  be 
spaced  as  he  may  direct. 

Rule  23.  Sprinkler  Position.  All  sprinkler  heads  shall 
be  located,  wherever  possible,  in  an  upright  position  on 
top  of  the  pipes,  except  that  sprinkler  heads  on  automatic 
wet  pipe  systems  may  be  pendant  on  concealed  piping  and 
when  construction  or  occupancy  of  a  room  or  enclosure 
makes  it  preferable. 

(a)  Where  standard  one-half  (34)  inch  heads  are  in¬ 
stalled  sprinkler  deflectors  shall  be  parallel  to  ceilings, 
roofs  or  the  incline  of  stairs,  but  when  installed  in  the  peak 
of  a  pitched  roof  they  shall  be  horizontal.  Distance  of  de¬ 
flectors  from  ceilings  of  mill  or  other  smooth  construction, 
or  bottom  of  joists  of  open  joist  construction,  shall  be  not 
less  than  three  (3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors 
and  panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling 
as  specified  for  deflectors  in  paragraph  (a)  of  this  rule; 
except  that  when  heads  are  located  under  pitched  roofs 
or  piers  or  similar  structures,  they  shall  in  general  be  in¬ 
stalled  in  the  upright  position  (not  normal  to  slope  of 
roof)  and  three  (3)  feet  vertically  below  the  underside  of 
roof.  When  the  administrative  official  having  jurisdiction 


deems  a  variation  of  this  rule  advisable  to  obtain  a  more 
efficient  distribution  of  water,  the  heads  shall  be  located 
with  respect  to  joists  or  ceiling,  as  he  may  direct. 

Rule  24.  Spray  Clearance.  Not  less  than  eighteen  (18) 

inches  effective  clear  space  shall  be  left  below  the  sprinkler 
heads,  so  that  they  may  discharge  an  unbroken  spray 
blanket  from  sprinkler  to  sprinkler  and  sides  of  room 
when  in  operation.  Any  stock  piles,  racks  or  other  ob¬ 
structions  interfering  with  such  action  shall  not  be  per¬ 
mitted.  Sprinkler  system  piping  shall  not  be  used  for  the 
support  of  stock,  clothing,  etc. 


Rule  25.  Pipe  Sizes.  The  number  of  heads  on  a 
given  size  pipe  in  one  fire  area  in  any  story  shall  not 
exceed  the  following: 

(a)  For  standard  one-half  (34)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

J4  inch  .  1  head 

1  “  2  heads 

134  “  3  “ 

134  “  5  " 

2  “  .  10  " 

234  “  20  “ 

3  “  36  “ 

334  “  55  “ 

4  “  80  “ 

5  “  140  “ 

6  “  .  200  “ 

7  “  300  “ 

8  “  420  “ 


(b)  For  Conran*  one  (1)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 


1 

134 

134 


inch 

it 

«< 

t( 


It 


ii 


1  head 

2  heads 

3  “ 

4  “ 

6  “ 

9  “ 

18  “ 

34  “ 

51  “ 

75  “ 

105  “ 


(c)  For  Conran*  one  and  one-quarter  (134)  inch  heads— 


Size  of  Pipe 
134  inch 

134  “ 

2 


234  “ 

3 

4 

5 

6 

7 

8 


Maximum  No.  of 
Heads  Allowed 
.  1  head 

.  2  heads 

3  “ 

4  “ 

6  “ 

.  12  “ 

.  21  “ 

.  40  “ 

.  60  “ 

.  84  “ 


When  it  is  desired  to  use  pipe  of  larger  size  than  eight 
(8)  inches  in  diameter,  special  ruling  will  be  required  by 
the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
so  that  the  number  of  heads  on  a  branch  line  will  not 
exceed  eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 
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Where  feed  mains  supply  branch  lines  of  only  two  heads 
ach,  the  conditions  approach  those  of  long  single  lines 
’uch  feed  mains  shall  usually  be  centrally  supplied  where 
here  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
mes  up  to  fourteen  (14)  in  number  may  be  fed  from  end 
rovided  a  two  and  one-half  (2)4)  inch  pipe  does  not  sup- 
ly  more  than  sixteen  (16)  standard  one-half  (V2)  inch 
eads,  in  lieu  of  twenty  (20).  1 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
penings  without  approved  stops,  shall  be  treated  as  one 
3°m  with  reference  to  the  pipe  sizes,  and  the  feed  main 
j  be  ii  j  sufficient  size  to  accommodate  the  number  of 
^ds  called  for.  Larger  pipe  sizes  than  are  allowed  in  the 
:hedule  for  a  given  number  of  heads  may  be  required 
herever  the  construction  or  conditions  introduce  un- 
sually  long  runs  of  feed  mains  or  many  angles.  Build- 
gs  with  blind  attics  with  small,  unprotected  openings  to 
>or  below  may  be  piped  from  the  system  on  the  ceiling 
floor  below,  provided  pipe  size  schedule  is  not  over- 
aded  on  sizes  three  (3)  inches  or  under. 

?kIei26‘  FeedMa>n»-  The  size  of  feed  mains  shall 
.t  be  less  than  the  size  of  riser  and  shall  be  arranged  to 
n  as  direct  as  possible  from  source  of  water  supply  to 
|>cr. 

i 

Feed  mains  from  stair  or  other  towers  without  ap- 
oved  stops  between  floors, .  when  piped  on  independent 
er,  shall  be  of  sufficient  size  to  accommodate  the  total 
mber  of  sprinklers  in  such  tower. 

Rule  27.  Risers.  There  shall  be  one  or  more  sep- 
K4?.  ns  ,eL ' cb_  building  and  in  each  section  of  the 

hding  divided  by  fire  walls.  Risers  shall  be  arranged  to 
wide  Center  Central”  or  “Side  Central”  supply  to  feed 
an.  tach  riser  shall  be  of  sufficient  size  to  supply  all  the 
ids  on  said  riser  in  one  story,  according  to  the  schedule 
pipe  sizes  in  Rule  IS. 

f  the  conditions  warrant,  special  permission  will  be 
mted  allowing  the  heads  in  a  fire  section  of  small  area 
be  ted  from  the  risers  in  another  section,  provided  the 
,  number  of  heads  in  such  area  does  not  exceed  the 
lowing  number  per  floor: 

a)  For  standard  one-half  (y2)  inch  heads,  48.  * 

b)  For  Conran*  one  (1)  inch  heads,  12. 

c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 

hsers  shall  not  be  located  close  to  windows,  properly 
tected  from  mechanical  injury  and  freezing  and  shall  be 
perly  supported  on  foundations  and  by  floor  plates 
nps,  couplings  or  approved  hangers. 

^ule  28  Connections  Prohibited.  No  connections,  such 
tor  sill  cocks,  house  service  or  hose  outlets,  shall  be 
le  with  a  sprinkler  system  riser  or  any  part  thereof 
~pt  as  provided  for  in  rule  9. 

®j®  Adjustment.  Where  gravity  and 

■sure  tanks  feed  through  a  common  discharge  pipe  or 
id  riser  to  the  foot  of  a  riser  and  an  air  lock  is  likely 

S  dj.scl?ar?e  pipe  of  the  gravity  tank  shall 

lect  with  the  discharge  pipe,  or  “dead  riser,”  forty  (40) 
below  the  bottom  of  the  pressure  tank. 


S®  .P,P,e*  and  Fittings.  All  pipe  shall  be  full- 
M  standard  wrought  iron  or  steel  threaded  pipe,  well 
led  and  screwed  up  tight  into  fittings  without  reducing 

Thl?nka5i’  Flttlngs  shaI1  be  standard  cast  iron  fittings, 
shall  be  long  turn  pattern  on  feed  mains  and  risers. 

ich  fittmgs  shall  be  designed  and  guaranteed  for  a 

3naWPreSfSUrvL  pounds  Per  square  inch  and  must 
pable  of  withstanding  a  hydrostatic  test  pressure  of 
pounds  per  square  inch  without  failure. 

!  Pjp.e,  sh.al!.J«  secured  to  the  ceiling,  walls  and  other 
>  of  the  building  with  standard  steel,  wrought  or  mal- 
e  iron  hangers. 


pressure  i n  5  gS  Sha11  be  employed  where  the  norma. 
S  nn  ]h  pipe  systen?  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  S 

capable  "of  250  p°unds  Per  square  inch  and  be 

capable  of  withstanding  a  hydrostatic  test  pressure  of  1  2S0 
pounds  per  square  inch  without  failure.  ’ 

fo^castnfrennr^nnd  shAa11  c?mply  with  the  specifications 
tion  *  P  PC  °f  thC  Amencan  Water  Works  Associa- 

exposed31fn  mn?\ecti°n  °f  r^*pe8  and  SPrinkIera.  When 

nmterterf4  o  m.ols!ure’  sprinkler  pipes  and  hangers  shall  be 
protected  against  corrosion  whenever  found  necessarv  bv 
thoroughly  cleaning  the  pipe  of  all  scale  and  grease  and 

other^centah?  ?f  fed  ^  and  linseed  oil  paint  or 
other  acceptable  moisture  resistive  paint.  When  exposed 

w.-t£hermCk-.  fumes>  ,the  P!Pe  and  fittings  shall  be  coated 
Care  °r,  other  aPProved  chemical  resistive  paint. 

C  e  shall  be  taken  not  to  paint  the  sprinkler  heads1. 

bupply  pipes  of  risers  in  low  basements  or  low  spaces 

rder/-und  floors  exP°sed  to  frost,  shall  be  property 

or°fieiWld  bqu  or  wood  enclosure,  properly  heated 

or  fiiled  with  mineral  wool,  sawdust  or  tar  mixed  with 

fhrn»  w?  Cf°rk’n  extendinS  below  bottom  of  pipe  and 
through  the  top  flooring  of  ground  floor,  or  the  pipe  shall 

feVand  h^lH^  three  a'terte  la>ers  of  °"«nch  hA 
When  odf  g  fPer,  °r  byLother  ^Proved  method, 

with  a  llvTr  nf  fUCh  enclos,ure  sha11  be  constructed  double 
wood  7  f  1  Paper  between  the  two  thicknesses  of 

cinJehrer^rr,S'  flrains’  heating  pipes,  etc.,  pass  through 
cinder  concrete  floors  or  partitions,  they  shall  be  pro- 

mortar.w'th  a  metal  sIeeve  be  grouted  with  cer Sent 

shSlhh^eVn^rntPIin?lerlifre  exposed  to  corrosion,  the  heads 

cover  bnrPwi  £Cted  Wlth  ai\  approved  hermetically  sealed 
cover,  or  with  an  approved  wax  coating. 

shldl^be^so  i^stfned^thatVhey^n^ber thoroughly  drained* 

pip,ng  sha" tdo 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
t°+h conn?.c.ted’  either  by  check  valves  or  other  means 
that  they  will  not  overflow  domestic  service  or  other  con¬ 
nections  to  the  same  sewer  or  house  drain,  or  if  carried 

finr?Hgh-SekWaiS  and  5xposed  t(>  the  weather,  they  shall  be 
fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  (IA')  inrh  in 
ten  (10)  feet,  shall  be  installed:  (/4)  m 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravity  tank; 

At  each  pressure  tank; 

At  each  fire  department  connection; 

On  each  floor,  if  independent  floor  control  valves  are 
used;  and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that 
flowing  tests  may  be  made  to  determine  if  the  water  sup- 
phes  or  connections  from  yard  mains  to  the  inside  of  the 
building  are  in  order  without  causing  water  damage  or 
overflowing  service  connections  to  the  same  house  drain. 
Any  such  drain  shall  be  not  less  than  two  (2)  inches  in 
size  except  the  drains  at  independent  floor  valves  shall  be 
not  less  than  1  inch  in  size  where  floor  valves  are  not  over 
4J4  inches  in  size  and  1)4  inches  where  floor  valves  are 
larger  and  connected  to  a  main  drain  riser  of  not  less  than 
1/2  inches  in  size.  The  drain  at  the  main  riser  shall  dis- 
charge  into  a  cone  or  sight  drain,  or  if  carried  through  the 
wall  and  exposed  to  the  weather,  it  shall  be  fitted  with  a 
hood  or  down-turned  elbow. 


507 


RULES 


At  an  alarm  valve  at  the  top  of  a  riser  in  a  down- fed 
system  a  drain  shall  not  be  required. 

On  automatic  wet  pipe  systems,  the  horizontal  branch 
pipes  shall  be  pitched  not  less  than  one-quarter  (34)  inch 
in  ten  (10)  feet  to  drain  towards  the  sources  of  supply 
with  drip  valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (34)  inch  in  ten  (10)  feet. 

Rule  33.  Test  Pipe.  In  all  wet-pipe  automatic  sprinkler 
systems  a  test  pipe  of  not  less  than  24  inch  in  diameter 
snail  dc  connected  directly  with  each  system  but  shall  be 
connected  to  a  pipe  of  not  less  than  134  inches  in  diam¬ 
eter  in  upper  story  and  arranged  to  discharge  through  a 
j4-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  should  be  increased  to  one  (1)  inch  or  larger. 
Controlling  valve  should  be  located  at  a  sufficient  distance 
from  where  the  test  pipe  passes  through  the  wall  of  the 
building  so  as  to  reduce  to  a  minimum  the  chance  of  freez¬ 
ing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  in¬ 

spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  24'inch  shut-off  valve 
stopped  with  a  brass  plug. 

Rule  34.  Pressure  Gauges.  A  four  and  one-half  (434) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both 
above  and  below  the  alarm  valve  and  the  dry-pipe  valve 
with  only  one  gauge  at  each  valve. 

A  gauge  shall  not  be  required  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pipe. 

Gauges  shall  be  installed  in  a  suitable  place  protected 
from  freezing  and  be  controlled  by  a  valve  with  arrange¬ 
ments  for  draining.  A  plugged  outlet,  not  less  than  one- 
quarter  (34)  inch  in  size,  shall  be  located  between  each 
valve  and  gauge  for  purpose  of  installing  the  inspector’s 
gauge. 

Rule  35.  Valve*.  All  valves  two  (2)  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 
non-corrodible  material.  Valves  over  two  (2)  inches  in  di¬ 
ameter  shall  be  of  brass,  or  bronze  or  iron  body,  brass 
mounted,  or  of  other  approved  non-corrodible  material. 

All  sidewalk  Siamese  inlet  valves,  caps  and  chains  shall 
be  of  galvanized  cast  iron  or  other  approved  non-cor¬ 
rodible  material. 

All  gate  valves  shall  be  solid  or  double  wedge  disc, 
stuffing  box  pattern  with  hand  wheel,  outside  screw  and 
yoke,  or  other  approved  indicator  pattern. 

All  check  valves  shall  be  approved  straightway  regrind¬ 
ing  pattern,  so  built  that  the  dappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  36.  Water  Supply  Gate  Valve*.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easily  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet 


Rule  37.  Water  Supply  Check  Valves.  The  piping 

connecting  each  source  of  water  supply  with  the  sprinkler 
system,  including  fire  department  connections,  shall  be  pro¬ 
vided  with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  38.  Control  Valves.  All  automatic  sprinkler 

systems  shall  be  provided  with  a  main  control  or  shut-off 
valve  arranged  to  be  readily  accessible  as  near  the  stair¬ 
ways  or  fire  tower  as  possible  and  sealed  in  the  open  posi¬ 
tion;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent 
and  readily  accessible  floor  control  valves,  sealed  in  the 
open  position  may  be  installed. 

When  not  more  than  ten  (10)  standard  one-half  (34) 
inch  sprinkler  heads  or  three  (3)  Conran*  heads  in  any 
automatic  wet  pipe  system  are  exposed  to  cold  and  subject 
to  freezing,  shut-off  valves  may  be  provided  to  discontinue 
the  water  supply  to  such  heads  between  November  1  and 
April  1.  A  greater  number  of  heads  than  specified  above, 
located  in  places  which  cannot  be  properly  heated,  shall  be 
controlled  by  an  automatic  dry-pipe  valve. 

Rule  39.  Dry-Pipe  Valve*.  A  dry-pipe  valve  shall  be 

taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry,  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system,  for  fire 
extinguishing  purposes. 

Dry-pipe  valves  shall,  for  the  purpose  of  these  rules,  be  ' 
classified  as  follows: 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head;  and 

Type  B,  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

Automatic  wet-pipe  sprinkler  systems  in  which  only 
twenty-five  per  cent.  (25%)  of  the  heads  arc  required  to  be 
maintained  dry  for  protection  from  freezing,  shall  have 
only  such  heads  under  dry-pipe  valve  control. 

(a)  When  “Type  A”  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  con¬ 
taining  dry  air,  or  it  shall  be  passed  through  a 
chamber  containing  calcium  chloride,  in  order  to  avoid  the 
introduction  of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be 
maintained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(b)  For  standard  one-half  (34)  inch  heads .  1 

(c)  For  Conran*  one  (1)  inch  heads .  ^ 

(d)  For  Conran*  one  and  one-quarter  (134)  >nch  ,, 

heads  .  '  ' 

Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
“Type  A”  dry-pipe  valve: 


508 


RULES 


(e)  For  standard  one-half  (I/2')  inch  heads  6nn  tl.  r  ,, 

(f)  For  C°nran»  one  (1)  inch  heads...;.'!"  150  are  given  STthl/'Sr  of  ^ employed  and 

(8>  (W  inCh  96  '■  F“b,ic  uti,ity  'i8ht  and  power  systems. 

(h)  When  "Type  B"  valve  is  installed  the  actuating  alarm  '  plated 
system  shall  be  designed  to  operate  at  a  temperature  lower  either  controlled  by  an  automatic  throw  overdeS 

than  that  required  to  open  the  sprinkler  heads,  and  all  con-  or  floating  on  the  line  and  protected  bv  a  reverse 

nections  between  the  alarm  system  and  the  dry-pipe  valve  current  circuit  breaker.  3  everse 

shall  be  adequately  protected  against  injury  of  any  kind.  3.  Storage  batteries  in  duplicate. 

When  required  by  the  administrative  official  having  juris-  4.  Primary  batteries  of  +Vi0  i  , 

4, chon,  the  dead  end  of  every  feed  main  in  such  dry  pipe  wu  T  C‘rCUIt  type' 

system  shall  be  provided  with  an  air  relief  valve  or  vent  *  • en  the.  sy?tem  is  connected  to  the  110  volt  lighting 

,;o  constructed  as  to.  be  normally  open  in  order  to  permit  JndiS/ tUj'°Ut  i§  \°  be  Provided  and  it  shall  bf 

he  free  escape  of  air  from  the  system,  but  to  close  auto-  neS?onto  tvf  0dJed  °[  s,ealed  metal  cabinet.  The  con¬ 
ically  against  the  escape  of  water.  nection  to  the  system  shall  be  the  first  connection  on  the 

Not  more  than  the  following  number  of  heads  shall  be  When  batteries  Tre  nJpd^fn  &S  p^act{fable  to  the  meter. 

““  by  one  "Type  B»  dVp.pe  vaive  :headS  be  p,  acfe  a“d  Sb^o  ‘  d'edS  atfktl 

(1)  For  standard  one-half  (y2)  inch  heads .  600  key'  d 

:  m  l°T  r°nVaK  °nC  inCh  hCadS .  150  t  RiUle  4k-  Heating  of  Tanks-  The  water  in  all  sprinkler 

I  F?r  C°nran  one  and  one-quarter  (1%)  inch  *anh?  subject  to  freezing  shall  be  protected  by  internally 

beads  .  96  Seating  the  water  0  enclosing  the  tank  in  a  frostproof 

Rule  40.  Alarm  Valve.  .  All  automatic  wet  pipe  “  *  P^perly  heated  and  lighted. 

pnnkler  systems  shall  be  equipped  with  an  alarm  valve  so  Rtu  f  4?-  Concealed  Pipe  Systems.  All  pipe  in  con 

onstructed  that  a  flow  of  water  through  a  one-half  (l/2)  cealed  pipe  systems  shall  be  of  standard  full-weight 

ich  orifice  will  operate  an  electric  or  mechanical  gong.  wrought  iron  or  steel,  painted  with  two  coats  of  protective 

D17  pipe  valves  shall  be  equipped  with  a  reliable  device  sha^’beTnstpdW  ft?  a  01}e  aft<Lr  mstallation.  Such  pipe  as 

h  g,ve  ether  on  electrical  or  mechanical  alarm.  £8  £  &££$£?£ 

When  an  electrically  operated  alarm  is  installed  in  con-  the  concealed  space  between  floor  arches  and  ceiling  such 

ection  with  an  alarm  valve  or  dry  pipe  valve,  the  installa-  plp,e  ,sha11  be  supported  by  hangers  and  all  pipe  fittings 

:°n  shaI1  be  made  in  conformity  with  the  provision  of  Rule  and  hanSers  be  protected  with  two  coats  of  paint.  S 

Rule  41.  High  and  Low  Water.  Electric  Alarm  on  mgs  and  other  structural  defects  whfch  prevenMl^bankfng 

ravity  and  Pressure  Tanks.  All  gravity  tanks  shall  be  up  .  °.£.  heated  air  and  retard  the  automatic  action  of 

quipped  . with  a  device  to  indicate  when  the  water  falls  be-  sprinkler  heads  shall  be  provided  with  the  necessarv  cur 

w  or  rises  above  the  normal  level  in  the  tank,  with  an  Jain  boards  and  draft  stops  to  permit  specific  control  of 

aicator  and  alarm  located  in  the  engineers’  room  near  ^re  l°cal  sprinklers. 

6  PUmP'  .  ,  Cu+rlJaia  boards  shall  project  at  least  three  (3)  inches  be- 

•  All  gravity  and  pressure  tanks  shall  be  equipped  with  l0W  the  lowest  sprinkler. 

high  and  low  alarm  as  hereinafter  specified.  The  high  Rule  45.  Approval  of  Sprinkler  System  BeW 

id  low  gravity  and  the  high  and  low  pressure  electric  ceptance  all  automatic  sprinkler  systems  excluding  thl 

arm  shall  be  so  constructed  and  arranged  that  when  water  supply  tanks,  shall  be  subjected  after 

e  water  falls  below  or  rises  above  the  normal  level  in  to  a  hydrostatic  pressure  test  of  at  least  one  /ini  > 

■tee,^S,SreprSLbS,  an  £ f"SWS 

om  o^engineer  s  **  *  ^  £&£*£?$?  fa 

The  audible  signalling  device  for  high  and  low  water  P°d”ds  per  square  inch  in  any  part  of  the  system, 

d  high  and  low  pressure  electric  alarm  shall  consist  .  A11  Pressure  tanks  shall  be  tested  after  erection  to  a 

a  vibrating  gong  of  at  least  3  inches  in  diameter  of  test  Pressure  of  one  and  one-half  (1  ya)  times  the  working 

;  enclosed  type  and  arranged  for  conduit  installation,  Pressure..  To  prevent  the  possibility  of  serious  water 

-.same  to  be  operated  automatically  from  an  approved  damage  m  case  of  a  break,  the  pressure  shall  be  main- 

nce  indicating  the  level  of  water  in  the  gravity  tank  tained  by  a  small  pump,  the  main  controlling  gate  being 

i  from  the  pressure  gauge  of  pressure  tank.  meanwhile  kept  shut.  Brine  or  other  corrosive  chemicals 

rhe  audible  signalling  device  for  the  alarm  and  dry  T  be(.US'd  f°r  ,esting  systems- 

?e  valves  shall  consist  of  an  enclosed  type  6-inch  vibrat-  +  ,  autoFatic  dry-pipe  systems  with  “Type  A”  valve  con- 
f  gong  arranged  for  conduit  installation.  A  closed  cir-  nun  Slr  pres?ure  °£  forty  (40)  pounds  per  square  inch 
t  annunciator  shall  be  provided  in  connection  with  the  Shj  be  pumped  up,  be  held  for  twenty-four  (24)  hours 
fm  The  hiSh  and  low  tell-tale  electric  connec-  and  a11  leak®  stoPPed  which  allow  a  loss  of  pressure  of 

ins  shall  be  so  constructed  that  it  will  not  be  affected  by  t1wo  (2)  Pounds  per  square  inch  for  the  twenty- four 

isture  and  the  parts  shall  be  heavy  and  rugged  The  (24)  hours- 

it  shall  be  of  approved  type.  "  In  the  case, of  automatic  dry-pipe  systems  with  differen- 

til I  wiring  shall  be  installed  in  iron  or  steel  conduits  during  tbS  th=  yalve  shall  be  held  off  its  seat 

1  the  installation  shall  be  in  accordance  with  the  pro-  d  g  the  test  to  prevent  injuring  the  valve. 

ons  of  Chapter  9  of  the  Code  of  Ordinances.  Only  Non-automatic  systems  shall  be  tested  after  installation 
roved  closed  circuit  systems  shall  be  installed.  Con-  at  not  less  than  fifty  (SO)  pounds  per  square  inch  in  excess 

pjineJs  to  operate  the  signalling  equipment  must  be  of  .tb^  Pressure  necessary  to  reach  the  highest  line  of 

roved  by  the  Board  of  Standards  and  Appeals.  The  sprinklers.  s  e  OI 
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No  piping,  devices  nor  any  portion  of  a  newly  con¬ 
structed  sprinkler  system  shall  be  covered  up  or  perma¬ 
nently  concealed  until  tested  by  the  Bureau  of  Fire  Pre¬ 
vention  and  approved  of  in  writing,  except  piping  passing 
through  floors,  walls,  partitions  or  beams  for  distances 
equal  to  the  thickness  of  such  floors,  walls,  partitions  or 
beams. 

Rule  46.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings 
under  the  provisions  of  Chapter  5,  Article  4,  Secton  72, 
Subdivision  L,  Code  of  Ordinances,  shall  consist  of  at  least 
a  One  Automatic  Source  System,  except  buildings  used 
as  freight  depots,  car  barns,  stables,  garages,  factories  and 
grain  elevators  which  sprinkler  systems  shall  be  supplied 
by  any  two  of  the  automatic  sources  or  one  of  the  auto¬ 
matic  sources  and  a  fire  pump  as  described  in  rules  9 
and  10. 

Rule  47.  Department  Store*.  Wet  sprinkler  systems 
shall  be  required  in  all  department  stores  and  where  the 
floor  area  on  any  story  or  cellar  exceeds  20,000  square 
feet,  the  system  shall  be  supplied  by  two  of  the  auto¬ 
matic  sources  as  provided  for  in  Rule  14. 

Rule  48.  Factories  and  Other  Building*.  Where  the 
Labor  Law  or  the  Code  of  Ordinances  require  automatic 
sprinkler  systems,  or  where  any  of  the  requirements  of 
the  Labor  Law  or  Code  of  Ordinances  are  waived  be¬ 
cause  of  the  installation  of  an  automatic  sprinkler  sys¬ 
tem,  such  sprinkler  systems,  unless  specifically  otherwise 
required  by  the  Fire  Commissioner,  Code  of  Ordinances, 
Labor  Law,  or  these  rules,  shall  have  at  least  the  fol¬ 
lowing  sources  of  supply  installed  in  accordance  with  these 
rules : 

1.  A  Gravity  tank  and  Siamese,  or 

2.  A  Pressure  tank  and  Siamese,  or 

3.  A  direct  6-inch  connection  to  the  City  water  supply 
fed  two  ways,  capable  of  furnishing  water  at  not  less 
than  15  pounds  per  square  inch  static— pressure  at  the 
highest  line  of  sprinklers  below  the  main  roof,  and  the 
required  Siamese. 

Rule  49.  Theatre  Building*.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall 
consist  of  at  least  a  One  Source  Automatic  System. 

Rule  50.  Firework  Storage.  Automatic  sprinklers  re¬ 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  either  of  the  two 
automatic  sources  as  provided  in  Rule  14. 

Rule  51.  Nitro-Cellulose  Products.  Automatic  sprinklers 
as  required  in  buildings  in  which  nitro-cellulose  products 
are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a 
system  supplied  from  both  approved  gravity  tank  supply 
and  an  approved  pressure  tank  supply,  except  that  no 
change  shall  be  required  in  supplies  to  automatic  sprinkler 
equipments  previously  approved  by  the  Fire  Commissioner 
as  two  source  systems,  in  conformity  with  the  provisions 
of  this  rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  either  of 
the  two  automatic  sources  as  provided  for  in  Rule  14. 


Rule  52.  Inflammable  Motion-Picture  Film*.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflamma¬ 
ble  motion-picture  films  are  stored  under  the  provisions  of 
Chapter  10,  Article  20,  Section  241,  Code  of  Ordinances, 
shall  consist  of  a  system  supplied  from  both  an  approved 
gravity  tank  supply  and  an  approved  pressure  tank  supply 
except  that  no  change  shall  be  required  in  supplies  to  auto¬ 
matic  sprinkler  equipments  previously  approved  by  the 
Fire  Commissioner  as  two  source  systems  in  conformity 
with  the  provisions  of  this  rule  as  in  force  up  to  December 
1,  1921.  « 

Rule  53.  Sprinkler  Protection  for  Special  Hazard*  in 
Non-Sprinklered  Building*  Not  Provided  for  by  Laws  or 
Ordinance*  or  in  These  Rule*. 

Sprinkler  heads  and  pipings  may  be  provided  on  ceilings 
of  enclosed  rooms,  closets,  shafts,  or  other  spaces  which 
are  used  as  carpenter  shops,  upholstering  rooms,  paint 
shops,  waste  paper  rooms,  old  record  storerooms,  trunk 
and  general  storage  rooms  in  hotels,  offices  or  other  build¬ 
ings,  and  in  stores  and  showrooms  or  where  nitro-cellu¬ 
lose  products  or  inflammable  photographic  or  X-ray  film  is 
stored  or  used,  or  in  ice  boxes  of  cold  storage  plants. 

The  number  and  type  of  sprinkler  heads,  spacing  and 
size  of  pipe,  location  and  number  of  valves,  method  of 
draining  lines,  water  flow  or  other  alarms,  shall  be  as  re¬ 
quired  by  the  Fire  Commissioner  to  properly  protect  the 
special  hazard. 

The  source  of  water  supply  where  required  may  be  taken 
from  the  house  supply  tank  or  other  sources  of  water 
supply,  except  that  no  connection  shall  be  taken  from 
the  standpipe  system  or  from  the  feed  line  to  boilers.  In 
all  cases  there  shall  be  sufficient  water  to  provide  20  gal¬ 
lons  of  water  per  head  for  30  minutes  and,  further,  that  ' 
the  pressure  on  any  sprinkler  line  shall,  where  practicable, 
be  not  less  than  15  pounds  static  pressure.  i 

Rule  54.  Existing  Installations  and  Approval*.  Auto¬ 
matic  sprinkler  systems  and  devices  heretofore  installed 
shall  not  be  required  to  conform  to  these  rules  where  the 
fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions 
or  extensions  in  height  or  area  is  made  to  the  building 
wrhen  these  rules  shall  apply  if  deemed  advisable  or  neces¬ 
sary  by  the  Fire  Commissioner.  (j 

Rule  55.  Communicating  Opening*.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  ap¬ 
proved  fire  doors  on  both  sides  of  the  wall,  one  of  which 
must  be  automatic. 

Rule  56.  Maintenance  Inspection.  Automatic  sprinkler 

systems  shall  be  inspected  at  least  once  a  month  by  the 
person  in  charge  of  the  building,  or  by  other  competent 
person  employed  by  the  owner,  to  see  that  all  parts  of  the 
system  are  in  perfect  working  order,  and  the  fire  depart¬ 
ment  connection  or  connections,  if  any,  ready  for  immedi¬ 
ate  use  by  the  Fire  Department.  A  detailed  record  of  each 
inspection  shall  be  kept  for  examination  by  a  representa¬ 
tive  of  the  Fire  Department.  i 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  ^  And 
there  shall  be  one  or  more  employees  instructed  in  the 
maintenance  of  sprinkler  system. 

Saving  Clause.  All  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  res¬ 
cinded. 


NOTICE 


BUILDING  CODE  ON  SALE.  ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis-  Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213,  tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35.  Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RULES 


FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


\dopted  by  the  Board  of  Standard*  and  Appeal*  Aug 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

1'r>Fir®  Ro,tardJng  Mater>al*  for  Garages,  Motor 
/eh.cle  Repair  Shop*  and  Oil  Selling  Stations.  In 
arages,  motor  vehicle  repair  shops  and  oil  selling  stations 
ny  material  or  form  of  construction  shall  be  deemed  fire- 
etardmg  within  the  meaning  of  §73,  subdivision  3,  of  the 
uilding  code,  that  resists  the  action  of  flame  and  heat 
•'hen  subjected  to  a  continuous  fire  for  one  hour  at  an 
verage  temperature  of  seventeen  hundred  (1700)  degrees 
ahrenheit  without  the  passage  of  flame,  and  with  a  max- 
num  temperature  rise  to  four  hundred  (400)  degrees 
ahrenheit  on  the  side  away  from  the  fire.  The  point  at 
hich  the  temperature  of  transmitted  heat  is  measured 
lall  be  protected  from  external  air  and  weather  conditions. 
.When  the  test  specimen  is  in  the  form  of  partition  con- 

rU?10?vimNarea  Under  test,  sha11  be  not  less  than  one 
indred  (100)  square  feet  and  least  dimension  shall  be  not 
ss  than  nine  (9)  feet.  When  in  the  form  of  floor  con- 
ruction  the  area  under  test  shall  be  not  less  than  two 
indred  (200)  square  feet  and  the  least  dimension  shall 
:  not  less  than  fourteen  (14)  feet. 

Dunng  the  fire,  the  floor  construction  shall  support  the 
re  load  for  which  it  is  designed,  and  after  the  fire  shall 
;fely  sustain  twice  the  designed  live  load  with  a  maximum 
'flection  of  not  more  than  one  two-hundredth  (1/200) 

I  rt  of  the  span.  ' 

•  R,ul*  2>  Wood  Joisted  Floor  Construction.  Wood 
I  nted  floor  construction  shall  be  accepted  as  fire-retarding 
instruction  in  non-fireproof  buildings  used  as  garages 
)tor  vehicle  repair  shops  or  oil  selling  stations  when  the 
;ims  are  protected  on  the  upper  and  under  sides  with  the 
"^retarding  materials  specified  in  rules  for  floor  and 
ding  coverings. 

:!^®  h  Floor  Covering.  Any  one  of  the  following 
ms  of  construction  shall  be  accepted  as  fire-retarding  for 
-  covering  of  the  upper  sides  of  wood  floor  beams  in 
••>ted  floor  construction  in  non-fireproof  buildings  used  as 
1  ages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(f)  Seven-eighths  (J4)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2V2) 
inches  of  1 :2]/2  :5  concrete  or  better,  reinforced  with 

steel  mesh “  °ne'f°Urth  (*A)  of  one  O)  Per  cent  of 

,jP7,W0  a?d  one-half  (2^)  inches  of  1 :2 :4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
tourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
Serpr^f  Paint  °/  Prot?cted  by  tar  paper  on  the  top 
the  top  hC  SldCS  f°r  a  dlstance  of  three  inches  from 

C!iIin5  CoTeT,Irlg-  A°y  one  of  the  following 
ns  of  construction  shall  be  accepted  as  fire-retarding  for 

covering  of  the  undersides  of  wood  floor  beams  in 
l  ^C°nStr^C,tl0n  in  non-fireproof  buildings  used  as 
■ge s>  motor  vehicle  repair  shops  or  oil  selling  stations ; 

eiVlftL inch  Plaster  boards,  or  three- 
eignuis  inch  gypsum  wall  boards  weighing  not  less 
man  10  pounds  per  square  yard  with  pointed  ioints 
covered  w,th  No.  26  U.  S.  gajge  sheet  metal  with  one 
,nai”|Ch  .Pped  S(Jams  Pailed  to  the  wood  beams  when 
m-re  tha-n  Slxteen  <16>  inches  on  centers,  or 

r£  urnfng  str/ps  the  floor  beams  are  spaced 
ore  than  sixteen  (16)  inches  on  centers; 

toihLTj?  .thicknesses  of  one-quarter  (%)  inch  asbes- 
£  h«d  laid  Wlth  tight  staggered  joints  and  nailed  to 
ne  beams,  when  spaced  not  more  than  sixteen  (16) 
dies  on  centers,  or  nailed  to  furring  strips  when  the 
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ce°nTersb;amS  than  sixtCcn  (16)  inchcs  on 

nt>!Ci,Metal  la.th  we>ghing  not  less  than  three  pounds 
with  qpai  fi  yaJid’  attached  to  furring  strips  and  plastered 
m  iXMdck.Cement  m°rtar  at  ieast^  three-quarters 

garages*  motor  vehi-' 

wood^oo/SLra^1  gfe 

beams  sha5  KlTtf 

for  a  hdght  °f 

KSS-ssSr 

jury  ^the  nfi^SSatry^°r  protectl?n  against  mechanical  in- 
•.7’/' }e.  nre  retarding  protection  on  columns  shall  be 

No  4  U.  S.agaSggehm°e,aLVe  <S>  f“‘  £r°m  ,he  ground  with 

ings'l'eqih're^to^be^re^retm-ded'shali  be'protolted'with'tiie 

fire-retardmg  materials  specified  for  ceiling  coverings  ij 
proof  ™'esVor  »"h  =“>y  of  the  materials  acc^S  kffir™ 

P^dS"^ KSrr  “  a"  SPa«  ""d 

converted  to  be  used  as  garages,  motor  vehicle  repair  simps 
or  oil  selling  stations  shall  be  enclosed  in  fire-retardine  nar 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 

^/five111^  VT/7’  tith  partition  ?hall  be  jacketed  to  a  height 
bYe  a  f  4  °r  tlie  garaSe  Slde  with  No.  4  U.  S  gauge 

be  acceded  lor  0,1  tclosme*”2  f0rmS  °£  partitions  sha" 

wdh  metaif  l‘6>  on°“Mer“^  awered' bo°h  side' 

with  metal  lath  weighing  not  less  than  three  pounds  per 

withrpnratla ’  ,attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
in)  of  an  inch  thick; 

thinbl;TrW°  b/iiwr  lnch  W00d  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 

with  seven-eighths  (ji)  inch  wood  sheathing,  one-half 
tt  c  mcb  P^as,^er  boards  with  pointed  joints  and  No.  26 
.  o.  gauge  sheet  metal  with  one-inch  lapped  seams  * 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (7/8)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (%)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  jacketed  with  No 

five  (5)  fe^6  mCtal  °n  thC  garage  side  to  a  heigbt  of 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No  26 
U.  S.  gauge  metal; 

(c)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gau am 
sheet  metal  with  one  inch  lapped  seams.  * 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System 

380-29-S A— Kennedy  2 j4-mch  Hose  Outlet  Valve,  type 
“A” 

463-31-SA — Silent-Auburn  Fuel  Oil  Burner,  Models  A1 

237-32- SA—D.  KSmith’  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida.  ,  , 

447-32-SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4.  ,  .  . 

98-33-SA— Elkhart  Siamese  Hose  Connection  tor  btana- 
pipe  and  Sprinkler  Systems  3  x^3  x  6  in. 
ilush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

156-34-SA — Allen’s  Siamese  Connections  for  hire  Depart¬ 
ment  use.  -  , 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  tor 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA _ N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 

matic  Sprinkler  Siamese  Connection.  . 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522.  for  Domestic  Oil  Burners. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CT-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200.  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner.  Model  25. 

231-35-SA — Sealtite  Fill  Pine  Terminal  for  Gasoline. 

238-35-SA— Garfire  Gun  (Fire  Extinguisher). 

265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA— Wicaco  Adjustable  Oil  Burner  Pump. 

102-36-SA — Cole  Draft  Governor. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 


BOARD  OF  STANDARDS  AND  APPEALS, 
Room  1001,  Municipal  Building, 

New  York  City. 


201-36-SA — ' 


202-36-SA — 1 


219-36-SA- 

242- 36-SA- 

243- 36-SA- 


248-36-SA- 

254-36-SA- 


264-36-  SA- 
286-36-SA- 


295-36-SA- 

317-36-SA- 

320-36-SA- 

352-36-SA- 


378-36-SA- 

23- 37-SA- 

24- 37-SA- 


29-37-SA- 

35-37-SA- 

56-37-SA- 


73-37-SA- 

116-37-SA- 

124-37-SA- 


129- 37-SA- 

130- 37-SA- 


137-37-SA- 

148-37-SA- 


155- 37-SA- 

156- 37-SA- 
159-37-SA- 


Quick  Heat  Pot  Type  Radiant  Heater,  Models 
316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

Quick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

■Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 
A-L  and  B. 

-Victor  Circulating  Fuel  Oil  Heater,  Models 
VCH  27,  VCH  19  and  VCH  17. 

-Dupont  Oil  Burner. 

-Chase  Brass  &  Copper  Co.,  Inc.,  1J4  in.  New 
York  Regulation  Lavatory  Trap. 

-Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

-Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

-Vesta  Fuel  Oil  Meter. 

-Dempsey  Industrial  Oil  Burner. 

•Preferred  Syphon  Breaker,  Type  T. 

-International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  66. 

-Ritz  Oil  Burner,  Model  A. 

-Silent  Heet  Oil  Burner,  Models  A,  B  and  E. 

-Silent  Glow  Si-Glo-La  Oil  Space  Heater, 
Models  15,  35,  60  and  80. 

-Borden  Oil  Burner,  Models  A  and  B. 

-Craig  Expansible  Fire  Hose  Reel. 

-Sachem  Oil  Space  Heater,  Models  GB-1315, 
GB-1015,  GB-1011,  GB-815  and  GB-811 
and  Speedy  Hot  Oil  Space  Heater,  Mod¬ 
els  GB-1315,  GB-1015,  GB-1011,  GB-815 
and  GB-811.  j 

-Samco  Oil  Space  Heater,  Models  1108,  1110, 
1208,  1508,  1510,  1513,  1408  and  1410. 

-Bethlehem-Doe,  Carrier  and  Gilbert-Bethle- 
hem  Oil  Burners,  Models  CE  and  FE.  j 

-Beach  Air  Brushes  (for  Paint  Spraying 
Equipment). 

-Bauer  Oil  Burner. 

-Econ-O-Heat  and  Kingsco  Oil  Burners, 
Models  E,  B1  and  B2. 

-Precision  Oil  Burner,  Model  W. 

-Aetna  Water  Heater,  Models  6,  7,  8, 

47  W.H.T.  and  15  and  16  W.H.T. 

-Crano  Oil  Burner,  Models  H-IC  and  H-IF. 

-McClintock  Automatic  Hydraulic  Sewer  Valve. 

-Stempel  Pressure  Type  Fire  Extinguisher. 


9  and 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  zvill  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 


Name . 

Street . . 

P.  O . . 


My  Subscription  is  to  begin.. 


_ ,  1937. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Speaal  meetings  as  published  in  this  Bulletin. 

CaH  °f  Clerk  s  Calendar,  Mondays,  at  2  p.  m. 

Manhattan1"85  dd  “  Room  1013'  Municipal  Building, 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

tlJz&ZZ eS^d*he  m°rning  and  in 


CALL  OF  CLERK’S  CALENDAR 

BmUUnCrle/nri  C*len?a*  consists  of  applications  under  the 
ui  ding  Zone  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections  if  anv 
and  wt  l  be  called  in  Room  1013,  Monday,  May  3  1937 

definfie  day  ‘  ‘S  each  CaSe  is  set  £°r  ^rin’g  on  a 

a?!-'  o'clock'  Ca'endar  Wil1  “ 
/ h j  Uer,k  s  Calendar  is  not  to  be  confused  with  the 

on'fixed  diys3365  *  ^  W  been  definitel*  set  f°r  bearing 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official 
Any  communication  purporting  to  be  an  appeal  or  appli- 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 

rules  of'this'board  ‘S  °"  'he  f°rm  req"ired  by  the 

peal  or  application.  g  s  ap 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 

sioner  oefdb,?Mhe  adm'mstrative  official  (either  commis¬ 
sioner  of  buddings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
-  ust  indicate  the  points  of  the  compass  so  as  to  establish 
he  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application.  D  ecT 

A  ppeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  bv  conforming  to  these  directions 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 


CODE 


New  Cases  Filed  up  to  April  28,  1937 
Cal.  No.  Department  Premises  Affected 

177-37-S . D.B.M . 1901-1915  Park  avenue,  east 

side,  from  East  129th  street 
to  East  130th  street  (Block 
1778,  Lot  1),  Borough  of 
Manhattan, 

34797-L.D.  &  34797a-L.D. 


178-37-BZ . D.B.B . 979-989  Clarkson  avenue,  north¬ 

east  corner  of  Remsen  ave¬ 
nue  (Block  4626,  part  of 
Lot  37),  Borough  of  Brook¬ 
lyn,  Applic.  3984-37. 


179-37-BZ . D.B.R . 461  Bay  street,  east  side,  275 

ft.  north  of  Wave  street 
(Block  488,  Lot  18),  Staple- 
ton,  Borough  of  Richmond, 
N.B.  117-37. 


180-37- A . D.B.M . 353  West  119th  street,  north 

side,  82  ft.  west  of  Manhat¬ 
tan  avenue  (Block  1946,  Lot 
11),  Borough  of  Manhat¬ 
tan,  Applic.  671-37. 


181-37-BZ . D.B.B . 639-641  Neptune  avenue,  north¬ 

east  corner  of  Shell  road 
(Block  7269,  Lot  17),  Bor¬ 
ough  of  Brooklyn, 

Applic.  17867-36. 


182-37-BZ . D.B.Q . 137-01  to  137-53  135th  avenue, 

northeast  corner  of  137th 
street  and  137-32  to  137-40 
133rd  avenue  (Block  2845, 
Lot  6),  South  Ozone  Park, 
Borough  of  Queens, 

Applic.  1658-37  &  Applic. 

1659-37. 


183-37-SA . F.D . Liquid  Safety  Tank  Filling 

Valve,  Appliance. 


184-37-BZ . D.B.Q . 87-37  to  87-45  Home  Lawn 

avenue  and  170-02  to  170-18 
Cedarcroft  road,  southeast 
corner  (Block  896,  Lot  5), 
Jamaica,  Borough  of 
Queens,  Applic.  1482-37. 


185-37- A . D.B.Q . 81-64  Dongan  avenue,  south 

side,  31.38  ft.  west  of  Poyer 
street  (Block  1540,  Lot  38), 
Elmhurst,  Borough  of 
Queens,  Applic.  1019-37. 


Restored  to  Calendar 

401-31-BZ . D.B.B . 1-19  Fifth  avenue,  622-628  At¬ 

lantic  avenue  and  623-627 
Pacific  street  (Block  1119, 
Lot  1),  Borough  of  Brook¬ 
lyn,  Applic.  9930-31. 


D.B . Department  of  Buildings 

H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


RULES 


Last  Publication  in  Bulletin 


Carbon  Dioxide  Liquefier  Rules - Feb. 

Certificate  of  Occupancy,  approved 

forms  . Aug. 

Concrete  Flat  Slabs,  Rules . Mar. 

Concrete  Rules  (Hydrated  Lime).  ..May 

Elevator  rules  . Mar. 

Exit  Rules  (Revolving  Doors) .....  May 

Factory  Exit  Rules . Mar. 

Fire  Alarm  Rules  (Interior) . Feb. 

Fire  Drill  Rules . Apr. 

Fire  Retarding  Rules  for  Garages, 

etc . Apr. 

Fireproof  Wood,  Testing  of . Apr. 

Frame  Garages,  Ruling  for . Jan. 

Gas  Shut-Off  Rules . Apr. 

Hatchway  Protection  . June 

Oil  Burner  Rules . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Rules  . _ . Nov. 

Platform  Trucks,  Specifications  for. Nov. 

Plumbing  Rules  .  May 

Procedure,  Rules  of . Mar. 

Refrigerating  Systems,  Extract  C.O.Apr. 
Smoking  in  Factories,  Rules  for.... Apr. 

Sprinkler  Rules  . Apr. 

Standpipe  Fireline  Rules . Mar. 

Structural  Alterations.  Reporting. ..  June 

Tank  Trucks,  Fuel  Oil,  etc . Nov. 

Tank  Trucks,  Gasoline,  etc .  Nov. 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. Apr. 


2,  1937— Vol.  22,  No.  5 

2,  1932— Vol.  17,  No.  31 

30,  1937— Vol.  22,  No.  13 

4,  1937— Vol.  22,  No.  18 

3,  1936— Vol.  21.  No.  o 

4,  1937— Vol.  22,  No.  18 

9,  1937— Vol.  22,  No.  10 

16,  1937— Vol.  22,  No.  7 

6,  1937— Vol.  22,  No.  14 

27,  1937— Vol.  22,  No.  17 

13,  1937— Vol.  22,  No.  15 

21,  1919— Vol.  4,  No.  3 

7,  1925— Vol.  10,  No.  14 

5,  1928— Vol.  13,  No.  23 

20,  1937— Vol.  22,  No.  16 

27,  1934— Vol.  19,  No.  48 

24,  1936— Vol.  21,  No.  47 

4,  1937— Vol.  22,  No.  18 

30,  1937— Vol.  22,  No.  13 

6,  1937— Vol.  22,  No.  14 

20,  1937— Vol.  22,  No.  16 

27,  1937— Vol.  22,  No.  17 

30,  1937— Vol.  22,  No.  13 

7,  1932— Vol.  17,  No.  23 

24,  1936— Vol.  21,  No.  47 

24,  1936— Vol.  21,  No.  47 

10,  1923— Vol.  8,  No.  15 


LIST  OF  APPROVED  APPLIANCES 


Anti-Siphon  Valves  . Mar. 

Fireline  Hose  Valves . Apr. 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . Apr. 

Fuel  Oil  Fill  Pipe  Terminals . May 

Fuel  Oil  Burners  for  Industrial  Use. Apr. 

Fuel  Oil  Pumps . Apr. 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov. 

Range  Oil  Burners  and  Space 

Heaters  . Apr. 


5,  1935 — Vol.  20,  No.  10 
20,  1937— Vol.  22,  No.  16 

20,  1937— Vol.  22,  No.  16 
26.  1936— Vol.  21.  No.  21 
20,  1937— Vol.  22,  No.  16 
20,  1937— Vol.  22,  No.  16 

26,  1935— Vol.  20,  No.  48 

20,  1937— Vol.  22,  No.  16 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  3,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

20-36-BZ. 

APPLICANT — Ely  Jacques  Kahn,  for  James  A.  Trow¬ 
bridge  and  Emigrant  Industrial  Savings  Bank, 
owners. 

PREMISES — 101-103  East  108th  street  and  1481-1483  Park 
avenue,  northeast  corner  (Block  No.  1636,  Lot 
Nos.  1  and  2),  Borough  of  Manhattan. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  under  new  proposal  March 
2,  1937), 

TO  PERMIT  in  a  business  use  district  the  erection  ana 
maintenance  of  a  gasoline  service  station. 


637-29-SA. 


.F.D. . 


..Merco  Oil  Burner,  Model  K-l, 

Appliance. 


46-37-BZ. 

APPLICANT — Robert  H.  Weiden,  for  Robert  H.  Weiden, 
Louise  Hueppe  and  Carl  E.  Weiden,  owners. 
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PREMISES— 90-61  Myrtle  avenue,  north  si'de,  575  ft.  east 
of  VVoodhaven  boulevard  (Block  No.  3883,  Lot 
-No.  1),  Glendale,  Borough  of  Queens 
APPLICATION,  under  section  21  of  The  building  zone 
resolution.  6 

'0  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


7-37- BZ. 

APPLICANT— Victor  Santini,  for  Amelia  Murphv  et  al 

owners  J  ’  ’ 


owners. 

'REA1ISES  530-532  Bergen  avenue,  east  side  72.93  ft 
f  north  of  East  148th  street  (Block  No.’2293>  Lot 

ppt  rr  AmTAiand  $4)’  Bo.rouSh  of  The  Bronx. 
.PPLICA1  ION  under  sections  7b  and  21  of  the  building 
|  zone  resolution.  6 

0  PERMIT  partly  in  a  business  use  district  and  partlv 
m  an  unrestricted  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 


MAY  4,  1937,  10  A.  M. 


Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stan'd- 

ids,  and  V?.peals  of  a  Publl9  hearing  under  the  provisions 
i  the  building  zone  resolution,  Tuesday  morning,  May  4, 

P't  *9  0  clock,  in  Room  1013  Municipal  Building,  on 
le  following  matters: 


l.  no.  277-36-BZ— Application,  September  17,  1936,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Carolina  Pig- 
natelli,  owner,  to  permit  in  a  business 
use  district  the  parking  of  more  than 
hye  (5)  motor  vehicles;  premises  1495- 
1497  East  New  York  avenue,  north 
139  ft  103^  in.  east  of  Park  place 
(Block  No.  1465,  Lot  No.  46),  Bor¬ 
ough  of  Brooklyn. 


-  no.  63-37-BZ— Application,  February  19,  1937,  under 
section  7c  of  the  building  zone  resolu- 
tion,  of  Elias  K.  Herzog,  applicant,  on 
behalf  of  Julius  B.  Raynes,  owner,  to 
permit  partly  in  an  unrestricted  use 
district  and  partly  in  a  business  use 
district  the  alteration  and  change  of 
occupancy  of  an  existing  building  to 
a  vehicle  repair  shop;  premises 

00-0/  Horatio  street,  north  side,  69  ft. 
east  of  Hudson  street  (Block  No.  627 
part  of  Lot  No.  25),  Borough  of  Man¬ 
hattan. 


1  no. 


67-37-BZ— Application,  February  19,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Patrick  Gallagher,  applicant 
and  owner,  to.  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  resi¬ 
dence  use  district  the  extension  in  area 
of  an  existing  gasoline  service  station1 
premises  2561-2569  Ocean  avenue,  east 

xt’  £°e,ftTsouth  of  Avenue  U  (Block 
I\o  7353,  Lot  Nos.  68  and  70),  Bor¬ 
ough  of  Brooklyn. 


NO. 


68-37-BZ— Application,  February  19,  1937,  under 
section  21  of  the  building  zone  resolu- 
tion  of  Sigmund  Enoch,  applicant,  on 
behalf  of  Sarah  Goldberg,  owner,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  motor 


vehicle  repair  shop;  premises  3066 

CaSt  side>  95  ftl  s°»fh 
of  East  204th  street  (Block  No.  3321 

Bronx°S'  ^  and  ^ ’  Borough  of  The 


cal.  no.  205-29-BZ- 


— Application  of  Michael  Levine,  appli- 
ant,  on  behalf  of  Whitestone  Service 
station,  Inc.,  owner,  reopened  under 
new  proposal  January  19,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  resi¬ 
dence  use  district  the  extension  of  an 
existing  gasoline  service  station  which 
was  granted  by  the  board  for  a  tem- 
porary  period;  premises  157-30  Wil¬ 
letts  Point  boulevard,  southeast  comer 

MO  T?  XTS  andrboulevard  (Block  No. 

N?S A15  and  18)’  Whitestone, 
Borough  of  Queens. 


cal.  no.  354-36-BZ— Application,  November  19,  1936  under 
section  21  of  the  building  zone  reso- 
lufion,  of  South  Brooklyn  Savings 
nsank,  applicant  and  owner,  to  permit 
in  a  residence  use  and  “E”  area  dis- 
tnct  the  erection  and  maintenance  of 
a  Class  A  Multiple  Dwelling  not  con- 
iorming  with  the  requirements  of  the 
building  zone  resolution  as  to  area 
S  yar,d  a?d  setback;  premises  7513- 
Ridge  boulevard  and  201-213  76th 
no£heast  corner  (Block  No. 
lyn9’  ^  N°’  Borough  of  Brook- 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  4,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

158-37-A— 507-509  West  Broadway,  east  side,  100  ft.  south 
of  Bleeeker  street,  6th  floor  (Block  No. 
524,  Lot  No.  8),  Borough  of  Manhattan. 
114-37-A— 174-176  First  avenue,  west  side,  41  ft  5  in 
south  of  East  11th  street  (Block  No.  438* 

Lot  Nos.  6  and  7),  Borough  of  Manhat- 
ran. 


169-37-A— 752-754  First  avenue  and  401-403  East  42nd 
street  northeast  corner  (Block  No.  1354 

hattan°S"  ^  and  Borough  of  Man- 


180-37- A— 353  West  119th  street,  north  side,  82  ft.  west 
ot  Manhattan  avenue  (Block  No.  1946 
Lot  No.  11),  Borough  of  Manhattan. 


V anations  of  Labor  Law 

123-37- S— 141-155  East  25th  street,  north  side,  152  ft  2 
in.  east  of  Lexington  avenue  and  140-i56 
East  26th  street  (Block  No.  881,  Lot  No 
51),  Borough  of  Manhattan. 

160-37-S— 1719  St.  Marks  avenue,  north  side,  249  ft.  10x4 
i1]-  eastT  of  Eastern  parkway  (Block  No 
1455B,  Lot  No.  72),  Borough  of  Brooklyn’ 

Appliances  Submitted  for  Approval 

168-37-SA — Flex-O-Gas  Oil  Burner,  Model  FR. 

172-37-SA— Silent  Flame  Oil  Burner,  Model  M. 

1 7S-37-SA  Airnoil  Burner  and  Perfex  Airnoil  Burner. 
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Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon.  May  4, 
1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 


cal.  no.  385-36-BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station ;  premises  545 
(525  old  number)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West 
Brighton,  Borough  of  Richmond. 


CAL.  NO.  18-37-BZ— Application,  January  16,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Joseph  S.  Klotz,  applicant,  on 
behalf  of  Scientific  Brake  Service  Cor¬ 
poration,  owner,  to  permit  partly  in  a 
business  use  district  and  partly  in  a 
residence  use  district  the  change  of 
occupancy  of  an  existing  brake  service, 
greasing  and  auto  laundry  use,  so  as 
to  include  a  gasoline  service  station ; 
premises  2166-2172  Coney  Island  ave¬ 
nue,  west  side,  100  ft.  4)4  in.  south  of 
First  court  (Block  No.  6685,  Lot  No. 
34),  Borough  of  Brooklyn. 

cal*,  no.  70-37-BZ — Application,  February  26,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  William  Richter,  applicant,  on 
behalf  of  Minnie  Gianinni,  Filomeno 
Marrio  and  Marie  D.  Bovi,  owners,  to 
permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  70-15  to  70-21 
Astoria  boulevard  and  22-02  to  22-08 
71st  street,  northwest  corner  (Block 
No.  1002,  Lot  Nos.  15  and  16),  Long 
Island  City,  Borough  of  Queens. 

HARRIS  H.  MURDOCK.  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  10,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

272-36-BZ. 

APPLICANT — Goldschlag  and  Kron,  for  Mayjay  Realty 
Corp.,  owner. 

PREMISES — 1-5  Second  avenue  and  98-112  East  Houston 
street,  northwest  corner  (Block  No.  456,  Lot  No. 
34),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 


28-37-BZ. 

APPLICANT — A.  J.  Daidone,  for  David  Cotrone,  owner. 
PREMISES — 1813.  64th  street,  north  side,  90  ft.  10)4  in. 
east  of  18th  avenue  (Block  No.  5540,  Lot  No. 
73),  Borough  of  Brooklyn. 


APPLICATION,  under  sections  7b  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  from  residence  use  to  business  use  (store). 


75-37-BZ. 

APPLICANT — Leo  Sussman,  for  East  New  York  Sav¬ 
ings  Bank,  owner. 

PREMISES — 38-48  Livonia  avenue,  southwest  corner  of 
Barrett  street  (Block  No.  3581,  Lot  Nos.  32  and 
33),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 


92-37-BZ. 

APPLICANT — Goldwater  and  Flynn,  for  Municipal  Ser¬ 
vice  Real  Estate  Co.,  Inc.,  owner. 

PREMISES— 912  East  172nd  street  and  1509-1519  South¬ 
ern  boulevard,  southwest  corner  (Block  No.  2977, 
Lot  No.  103),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 


MAY  11,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning,  May 
11,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  8-37-BZ — Application,  January  11,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  South  Brook¬ 
lyn  Savings  Bank,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  gas¬ 
oline  service  station;  premises  113-125 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of 
Brooklyn. 


cal.  no.  80-22-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Ordham  Real¬ 
ty  Corporation,  owner,  reopened  under 
new1  proposal  December  15,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  on  a  plot  of  ground 
located  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  conversion  of  occupancy  of  two 
(2)  buildings  located  thereon;  the 
easterly  building  to  include  a  garage 
tor  more  than  five  (5)  motor  vehicles 
and  the  westerly  building  to  include  a 
motor  vehicle  repair  shop.  There  is 
an  existing  gasoline  service  station  on 
this  plot;  premises  450-458  and  460-470 
East  Fordham  road,  south  side,  95  ft. 
east  of  Third  avenue  (Block  No.  3033, 
part  of  Lot  No.  60),  Borough  of  The 
Bronx. 
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cal.  NO.  968-24-BZ— Application  of  Thomas  O'Rourke 
Gallagher,  applicant,  on  behalf  of 
Thomas  Nickolopulos,  owner,  reopened 
September  15,  1936,  under  section  21 
of  the  building  zone  resolution,  to 
permit  in  a  residence  use  district  the 
alteration  and  change  of  occupancy  of 
part  of  an  existing  multiple  dwelling 
to  business  use  (store)  ;  premises  1932 
Kings  highway  and  2102-2110  Ocean 
avenue,  southwest  corner  (Block  No. 
6782,  Lot  No.  23),  Borough  of  Brook¬ 
lyn. 

;al.  no.  42-37-BZ— Application,  February  4,  1937,  under 
sections  7a  and  21  of  the  building  zone 
resolution,  of  Alfred  H.  Eccles,  appli¬ 
cant,  on  behalf  of  Camager  Corpora¬ 
tion,  owner,  to  permit  in  a  business 
use  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station;  premises 
89-06  to  89-14  Myrtle  avenue  and  82-02 
to  82-10  Woodhaven  boulevard,  south¬ 
west  corner  (Block  No.  3866,  Lot  No. 
160),  Glendale,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  11,  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
rds  and  Appeals  of  a  public  hearing  upon  the  provisions 
f  the  building  zone  resolution,  Tuesday  afternoon,  May 
1,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
■n  the  following  matter : 


VL.  NO. 


404-31-BZ  Application  of  Ferdinand  Savignano, 
applicant,  on  behalf  of  Aljon  Realty 
Company,  Inc.,  owner,  reopened  April 
6,  1937,  for  consideration  of  an  amend¬ 
ment  to  resolution — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station ;  premises  6413-6423 
Fort  Hamilton  parkway  and  951-961 
65th  street,  northeast  corner  (Block 
No.  5743,  Lot  No.  40),  Borough  of 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  17,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

37-BZ. 

!:>PLICANT— Keystone  Parking  Station,  for  John  A. 
Weser,  et  al,  owners. 

DEMISES — 146-148  West  31st  street,  south  side,  200  ft. 
6  in.  east  of  Seventh  avenue  (Block  No.  806,  Lot 
Nos.  68  and  69),  Borough  of  Manhattan. 
PLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

0  PERMIT  in  a  retail  use  district  the  parking  or  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

-37-BZ. 

'  PLICANT— John  Arthur  Rofrano,  for  William  E. 


Kussdl’  trustee  under  declaration  of  trust,  Series 

C  ,  New  York  litle  and  Mortgage  Company, 
owner.  y 

PREMISES  200  West  112th  street  and  1844-1848  Seventh 
avenue,  southwest  corner  (Block  No.  1827,  Lot 

A  rmr  rrA^iVd  Borough  of  Manhattan, 

APPLICATION^  under  section  21  of  the  building  zone 

TO  PERMIT  in  a  residence  use  district  the  extension  in 
area  ot  an  existing  store  in  the  first  story  of  an 
existing  multiple  dwelling. 

318-36-BZ. 

APPLICANT— John  C.  Wandell  Company,  for  Eugene  J. 

Muldoon,  owner.  J 

PREMISES— 112-116  Newton  street,  127  Bayard  street 
and  442-464  Manhattan  avenue,  east  side,  from 
Newton  street  to  Bayard  street  (Block  No.  2719 

APPT  TrLA°TTTVKf  l’  4aand  8)-’  Bo™ugh  of  Brooklyn. 

At  1  LiCAilON,  under  sections  7e  and  21  of  the  building 

zone  resolution, 

TO  PERMIT  in  a  business  use  district  the  extension  of  an 
existing  garage  for  more  than  five  (5)  motor  ve¬ 
hicles. 

157-37-BZ. 

APPLICANT— Lewis,  Marks  &  Kanter,  for  Brass  Goods 
Manufacturing  Company,  owner. 

PREMISES— 335A  Eldert  street,  north  side,  220  ft  west 
of  Uving  avenue  (Block  No.  3413,  Lot  Nos.  41 

a  titit  TAind  52'’  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution, 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  an  extension  to  an  existing  factory 
building  which,  is  located  partly  in  a  residence 
use  and  partly  in  a  business  use  district. 


MAY  18,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning ,  May 
18,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  207-33-BZ  Application  of  The  O’Brien  Building 
Co.,  Inc.,  applicant  and  owner,  re¬ 
opened  November  17,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles  (previously  withdrawn  under 
section  21  of  the  building  zone  resolu¬ 
tion)  ;  premises  3090-3102  Webster 
avenue  and  401-409  East  203rd  street, 
southeast  corner  (Block  No.  3330,  Lot 
Nos.  65,  66,  67  and  68),  Borough  of 
The  Bronx. 

cal.  no.  39-3.7-BZ — Application,  January  30,  1937,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Cafiero  and  Lacer- 
enza,  applicants,  on  behalf  of  Margaret 
J.  Quinn,  Marguerite  E.  Quinn  and 
Bessie  Schwartz,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and 
also  the  inclusion  of  a  brake  testing 
service;  premises  2-8  Matthews  place, 
1-5  Slocum  place  and  619-641  Coney 
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Island  avenue,  east  side,  between  Mat¬ 
thews  place  and  Slocum  place  (Block 
No.  5141,  Lot  Nos.  53  and  74),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  18,  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon.  May 
18,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter: 


cal.  no.  401-31-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Apperson 
Realty  Corporation,  owner,  reopened 
April  27,  1937  for  consideration  as  to 
extension  of  time — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  1-19  Fifth 
avenue,  622-628  Atlantic  avenue  and 
623-627  Pacific  street  (Block  No.  1119, 
Lot  No.  1),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  APRIL  27,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  April  20,  1937,  and  the  minutes  of 
the  regular  meeting  of  the  Board  held  on  Tuesday  after¬ 
noon,  April  20,  1937,  were  approved  as  printed  in  Bulletin 
No.  17,  Vol.  XXII. 


BUILDING  ZONE  CASES 

205-29-BZ. 

APPLICANT — Michael  Levine,  for  Whitestone  Service 
Station,  Inc.,  owner. 

SUBJECT — Application  reopened  January  19,  1937  under 
new  proposal — (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  residence  use  dis¬ 
trict  the  extension  of  an  existing  gasoline  service 
station  which  was  granted  by  the  board  for  a  tem¬ 
porary  period. 

PREMISES  AFFECTED— 157-30  Willetts  Point  boule¬ 
vard,  southeast  corner  of  Cross  Island  boulevard 
(Block  No.  619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 

APPEARANCES^— 

For  Applicant:  Michael  Levine  and  Louise  De 
Vito. 

For  Oppposition:  Fred  Stryswoer. 

ACTION  OF  BOARD — Laid  over  to  May  4,  1937  at  10 
A.M.  Applicant  to  submit  revised  plans. 


354-36-BZ. 

APPLICANT — South  Brooklyn  Savings  Bank,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  and  “E” 
area  district  the  erection  and  maintenance  of  a 
Class  A  Multiple  Dwelling  not  conforming  with 
the  requirements  of  the  building  zone  resolution 
as  to  area,  side  yard  and  setback. 

PREMISES  AFFECTED— 7513-7523  Ridge  boulevard  and 
201-213  76th  street,  northeast  corner  (Block  No. 
5939,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant — Philip  Zierler. 

For  Opposition :  David  C.  Bennett. 


ACTION  OF  BOARD — Laid  over  to  May  4,  1937  at  10 
A.M.  upon  request  of  applicant’s  representative. 


263-31-BZ. 

APPLICANT — Weissglass  Dairies,  Inc.,  owner. 

SUBJECT — Application  reopened  March  30,  1937  for  con¬ 
sideration  of  an  amendment  to  the  resolution  (de¬ 
cision  of  the  commissioner  of  buildings)  under 
section  7 a  of  the  building  zone  resolution,  to  per¬ 
mit  in  a  business  use  district  the  further  extension 
in  area  of  a  milk  bottling  establishment,  permis¬ 
sion  to  alter  and  extend  which  was  granted  by  the 
board. 

PREMISES  AFFECTED — 2014  Forest  avenue,  south  side, 
20.03  ft.  east  of  Maple  avenue  (Block  No.  1696, 
Lot  Nos.  9,  12,  138  and  139),  Mariners  Harbor, 
Borough  of  Richmond. 

APPEARANCES— 

For  Applicant:  None.  j 

For  Opposition:  None. 

ACTION  OF  BOARD— Action  of  board  of  March  30, 
1937  amended  to  read:  Application  reopened,  sub¬ 
ject  to  usual  procedure. 

THE  VOTE  TO  AMEND  ACTION  OF  BOARD  OF 
MARCH  30,  1937- 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


43-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Circle  Gas  Sta¬ 
tions,  Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
extension  in  area  of  an  existing  accessory  building 
located  on  an  existing  gasoline  service  station. 
PREMISES  AFFECTED — 1091-1113  Lorraine  avenue, 
north  side,  between  Linden  boulevard  and  Holly 
street  and  2492-2504  Linden  boulevard  (Block  No. 
4482,  Lot  No.  38),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition :  Ruth  Orlinsky. 

ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 
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Negative  .  0  141-37-BZ. 

THE  RESOLUTION-  .  0  APPLICBlnkTf;fIsfyi^gl  f°r  The  Seamen’S 

(43-37-BZ)  SUBJECT— Application  (re  decision  of  the  commissioner 

|  Whereas,  Lama  and  Proskauer,  for  Circle  Gas  Stations  0±  buil?mgs)  under  section  7c  of  the  building  zone 

owner,  filed  February  4,  1937,  an  application  under  the  resolution,  to  permit  the  extension  from  a  business 

DUilding  zone  resolution  to  permit  in  a  residence  use  dis-  use  ^ls1^ric.t  into  a  residence  use  district  of  a  pro- 

rict  the  extension  in  area  of  an  existing  non-conforming  ppruicrc  business  building, 

juildmg  accessory  to  an  existing  gasoline  service  station  •  1  KiiAllbES  AFFECTED — 447-453  West  S3rd  street, 

Premises:  1091-1113  Lorraine  avenue,  north  side,  between  Slde-  75  ft-  east  of  10th  avenue  (Block  No 

linden  boulevard  and  Holly  street  and  2492-2504  Linden  -LU6J  Lot  Nos.  5  and  7  and  part  of  Lot  Nos.  1  and 

irookly'if;  S’*  ^  L°‘  ^  K)’  BorOUgh  °f  APPEARANCES-  Ma"hatta"- 

Whereas,  a  public  hearing  was  held  on  this  application  Bor  applicant:  William  E.  Walsh  and  A.  Tag- 

,»y  the  Board  of  Standards  and  Appeals,  at  its  regular  v 

nee  ting,  April  27,  1937,  after  due  notice  by  publication  in  ACTTONORPOAPr!1  ■ 

he  Bulletin  of  the  Board  of  Standards  and  Appeals;  and  THF  VOTF  BOARD— Application  granted  on  condition. 

Whereas,  the  use  district  maps  accompanying  the  build-  r  r- 

ig  zone  resolution  show  that  Linden  boulevard  is  in  a  Affirmative :  Chairman  Murdock,  Commission- 

residence  use  district;  Lorraine  avenue  is  in  a  residence  w  i cfvage  and  Blum  and  Assistant  Chief 

se  district;  Holly  street  is  in  a  residence  and  business  Npo-  *-a  Sh .  4 

se  district  and  Fountain  avenue  is  in  a  residence  use  dis-  ak  *  q 

^ict;  and  Absent  .  q 

\\  hereas,  the  decision  of  the  commissioner  of  buildings  THE  RESOLUTION — 
sndered  January  6,  1937,  re  Applic.  No.  17928-1936,  reads:  (141-37-BZ') 

Proposition  to  alter  present  structure  having  a  non-  Wwepfac  •  i  a  _ 

conforming  use,,  and  to  extend  existing  non-conform-  ror  Saving  F  ‘V-  f^ser,  l°r  The  Seamen’s  Bank 

mg  use  as  shown  on  plan  is  contrary  to  Article  U,  mder  ft? tailTnr, A ' S'ed  M?'5h  31-  19A  »  application 

Sections  No.  3  and  No.  6  of  the  Zone  Resolution  ”  si  on  from  ^U!Idl"g  zone  resolution  to  permit  in  the  exten- 

id  ,SI?nf  fr°m  a  business  use  district  into  a  residence  use  dis- 

i  Whereas,  the  premises  consist  of  an  irregular  shaped  West'  53rd  ^eeT^rthS  7 44M53 

ot  of  ground  having  a  frontage  of  178.2  ft.  on  Lorraine  (Block  No  1063  Lot  Nos  S  IV  nT  °  ^ 

kenue,  130  ft.  on  Linden  boulevard  and  29  ft.  7  in.  on  1  and  2)  Borough  of  Manhaton  and  P  Lot  NoS‘ 

oily  streft;  occupied  as  a  gasoline  service  station.  It  Whereas  a  pSic  hearing  was’ hPM  nn  tw  v 

proposed  to  erect  a  one  story,  29  ft.  6  in.  by  38  ft.  6  in.  bv  the  Board  of  iLnd^rdf  1  a  T  thls’  aPPbcation 

reg.  in  area,  extension  to  the  existing  accessory  (office)  meeting,  April  27  1937  after  due  no^ir^  bv  mifr  1Tgu,?r 

aiding;  and  to  use  the  extension  as  a  lubritorium  (over  the  Bulletin  of  the  Board  of  Smndardf^d  pAubhcatlon 

Wwfs  T  m  yX1SftenCe)  an?  aUt°  laundry;  and  .  Whereas,  the  use  district  maps  accompanyinftS  iSuild 

M  hereas,  this  application  was  the  subject  of  an  inspec-  mg  zone  resolution  show  that  10th  avenue  is  in  a  business 

m  by  a  committee  of  the  board  so  as  to  be  informed  and  unrestricted  use  district;  West  53rd  street  is  in  a  resi 

ior  to  hearing;  and  dence  and  business  use  district  and  Wesf  54th  street  is  in 

Whereas,  the  board  deemed  that  applicant  was  entitled  a  residence  and  business  use  district;  and 

relief  under  section  21  on  the  grounds  of  practical  Whereas,  the  decision  of  the  commissioner  of  buildine-s 

fficulty  and  unnecessary  hardship.  rendered  March  26,  1937,  reads:  *  ’ 

Resolved,  that  the  Board  of  Standards  and  Appeals  does  ^  building  which  is  not  intended  for  one  of  the 

reby  make  a  variation  in  the  application  of  the  use  use:s  enumerated  in  Sect.  3  of  the  building  zone  reso- 

ffnet  regulations  of  the  building  zone  resolution,  and  lutions  may  be  erected  in  a  residence  district,  Sect  3 

it  the  application  be  and  it  hereby  is  granted  under  building  zone  resolutions. 

:tion  21,  to  permit  the  erection  of  proposed  one-story  2 — In  a  business  district  an  area  greater  than  25  per 

:essory  building  for  greasing  and  car  laundry,  on  con-  cent  of  the  total  floor  space  of  the  building  or  an  area 

ion  that  this  building  shall  not  exceed  one  story  in  greater  than  the  lot  area  must  not  be  used  for  any 

ight  and  shall  be  constructed  of  fireproof  materials,  kind  of  manufacturing,  Section  4-a  building  zone  reso- 

eept  the  roof  beams  and  roof  boarding  may  be  of  wood  lutions. 

>vided  the  ceiling  is  fire-retarded  in  accordance  with  the  and 

uu°F  *be  Board  of  Standards  and  Appeals;  that  there  Whereas,  the  building  is  to  be  of  fireproof  construction 

ill  be  no  excavation  under  building  except  the  pits  for  ^  stories  in  neight  at  front,  one  clere  story  at  rear  with  a 

■  greasing  racks ;  that  no  doors  shall  be  constructed  on  frontage  of  100  ft.  and  a  depth  of  100  ft.  5  in.  covering 

.  greasing  section  unless  hydraulic  lifts  are  constructed ;  tbe  entire  lot  without  rear  yard,  to  be  occupied  as  a  mo- 

t  the  balance  of  the  plot  shall  be  levelled  substantially  tiori  picture  and  sound  studio  in  conjunction  with  the 

the  grade  of  Linden  boulevard;  that  no  gasoline  pumps  building  located  at  the  southeast  corner  of  10th  avenue 

,11  be  erected  nearer  than  10  ft.  to  either  building  line ;  and  ^4th  street ;  and 

t  the  signs  shall  be  limited  to  the  illuminated  globes  of  .  Whereas,  these  premises  were  the  subject  of  an  inspec- 
nps  and  to  permanent  flat  signs  attached  to  the  facades  tio.n  by  a  committee  of  the  board  in  order  to  be  informed 
the  accessory  building,  excluding  all  roof  signs  and  prior  to  the  hearing;  and 

Is.  °^,  a  ^e??j?.orai7  nature  but  permitting  the  erection  ,  Whereas, _  the  board  deemed  that  the  provisions  of  sec- 
nm  the  building  line,  near  the  intersection  of  Linden  tion  7,  subdivision  c  of  the  building  zone  resolution  under 

uevard  and  Lorraine  avenue,  of  a  post  standard  sup-  which  this  application  was  made,  empowered  the  board  to 

ting  a  sign  which  may  extend  beyond  the  building  line  exercise  its  discretion  and  to  grant  this  application  under 

over  4  ft.  such  sign  may  be  illuminated,  adver-  such  conditions  that  would  safeguard  the  character  of  the 

ig  only  the  brand  of  gasoline  on  sale;  that  no  auto-  more  restricted  use  district. 

'otwT®  ;fa11  be  .carried  on  and  no  parking  of  Resolved,  that  the  Board  of  Standards  and  Appeals  does 

oiling  tankT^hLrbe^Sd  ^erV1Cecl:  that  no  portable  hereby  make  a  variation  in  the  application  of  the  use  and 
twin  •*  u  ,?ld  u  orfrom  the  premises;  area  district  regulations  of  the  building  zone  resolution 

ed  with  nPnnT  vMShafInm  ^  £ 1  W°rk  C°m'  lnd  ^hat  the  aPPlication  be  and  it  hereby  is  granted  under 

ye  r  from  the  date  of  this  action.  Section  7-c  thereof,  to  permit  the  erection  of  the  proposed 
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building  in  a  business  use  area  to  extend  into  a  residence 
use  area,  as  indicated  on  plans  filed  with  this  application, 
on  condition  that  the  building  shall  be  constructed  fire¬ 
proof  throughout  (not  exceeding  the  height  shown)  and 
shall  be  protected  by  a  sprinkler  system  which  may  be  an 
extension  from  the  existing  sprinkler  system  in  the  adjoin¬ 
ing  building;  that  the  building  shall  be  used  as  proposed, 
in  conjunction  with  the  use  of  the  motion  picture  studio 
building  now  existing  at  the  southeast  corner  of  54th 
street  and  Tenth  avenue  and  that  the  use  of  this  proposed 
building  shall  continue  only  so  long  as  such  use  is  con¬ 
tinued  either  by  the  present  lessees  or  their  successors  in  a 
similar  business;  that  all  permits  required  shall  be  ob¬ 
tained  and  all  work  involved  shall  be  completed  within  one 
year  from  the  date  of  this  action. 


92-36-BZ. 

APPLICANT — Hirsh,  Newman,  Reass  and  Becker,  for 
Consolidated  Biological  Products,  Inc.,  owner. 
SUBJECT — Application  reopened  April  6,  1937,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  as 
to  the  conditions  imposed  therein — re  Application 
(decision  of  the  commissioner  of  buildings) 
granted  on  condition,  under  section  7h  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  parking  or  storage  of  more  than  five 
(5)  motor  vehicles. 

PREMISES  AFFECTED— 109-131  West  50th  street,  north 
side  and  110-130  West  51st  street,  south  side,  105 
ft.  west  of  Sixth  avenue  (Block  No.  1003,  Lot  No. 
17),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  David  J.  Brown,  and  Maurice  P. 
Davidson. 

For  Opposition:  Joseph  A.  Smith,  Joseph  Yaretzki 
and  Walter  F.  Ritter. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 


(92-36-BZ) 

Whereas,  this  application  affecting  premises  109-131 
West  50th  street  and  110-130  West  51st  street,  north  side 
of  West  50th  street  and  south  side  of  West  51st  street, 
105  ft.  west  of  Sixth  avenue  (Block  No.  1003,  Lot  No. 
17),  Borough  of  Manhattan,  to  permit  in  a  business  use 
district,  the  parking  or  storage  of  more  than  five  motor 
vehicles,  was  granted  by  the  board  July  14,  1936  on  certain 
conditions  for  a  temporary  permit  of  two  years  under  sec¬ 
tion  7,  subdiv.  h  of  the  building  zone  resolution ;  and 
Whereas,  the  applicant  requested  a  reopening  of  this 
case  and  an  amendment  of  the  resolution ;  and 

Whereas,  this  case  was  reopened  by  vote  of  the  board 
April  6,  1937 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 


meeting  April  27,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  board  deemed  that  in  view  of  the  changes 
in  the  traffic  conditions  in  the  immediate  vicinity  and  the 
completion  of  the  west  side  express  highway  at  this  street 
end,  that  there  was  justification  for  an  amendment  of  this 
resolution  as  to  the  requirements  on  the  50th  street  front¬ 
age. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  14,  1936,  be  and  it  hereby  is  amended,  so  that  as 
amended  it  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  Section  7-H  thereof  for  a  period  of  two  years 
from  the  date  of  this  action,  permitting  the  premises 
under  appeal  to  be  used  for  transient  parking  of  more 
than  five  motor  vehicles,  on  condition  that  the  entire 
plot  shall  be  graded  and  covered  with  steam  cinders, 
properly  bound,  or  other  equivalent  surfacing;  that 
this  surfacing  shall  be  kept  rolled  to  eliminate  dust; 
that  the  entrances  to  this  parking  lot  shall  be  re¬ 
stricted  as  indicated  on  revised  plan  marked  ‘Received 
April  15,  1937,’  showing  an  entrance  and  curb  cut 
62  feet  in  width  on  51st  street  toward  the  easterly 
portion  of  the  plot,  and  an  entrance  27  ft.  6  in.  in 
width  on  50th  street  toward  the  center  of  the  plot 
with  curb  cut  opposite  not  exceeding  36  feet  in  width; 
that  the  entire  plot  shall  be  fenced  in  by  a  substantial 
woven  wire  fence  on  both  street  fronts  except  for  the 
permitted  entrances ;  that  there  may  be  erected  on  the 
premises  two  small  buildings  not  exceeding  one  story 
in  height,  marked  on  revised  plan  ‘existing  booth’  and 
used  at  the  entrance  for  the  attendants,  an  existing 
one-story  building  located  along  51st  street  toward  the 
center  of  the  plot  to  be  used  as  a  locker  room  and 
toilet  facilities  for  the  attendants  and  now  marked  on 
the  revised  plan  as  ‘one-story  office,’  a  one-story  build¬ 
ing  at  the  southeasterly  corner  of  the  plot  on  51st 
street,  as  indicated  on  revised  plan  marked  ‘Received 
April  15th,  1937,’  as  a  general  office  for  the  parking 
lot  and  for  toilet  facilities  for  customers ;  that  any 
other  building  other  than  as  herein  permitted  shall  be 
removed ;  that  all  curb  cuts  not  herein  permitted  shall 
be  closed  up  and  curbs  restored ;  that  no  automobiles 
shall  be  parked  on  the  premises  that  are  not  capable 
of  operation ;  that  no  other  use  than  the  parking  herein 
permitted  shall  be  permitted  on  the  premises ;  that 
signs  shall  be  limited  to  signs  erected  at  the  entrance, 
stating  that  parking  is  available  and  the  prices 
charged ;  that  lighting  shall  be  by  means  of  pipe 
standards  with  metal  reflectors  arranged  to  reflect 
toward  the  parking  lot ;  that  all  permits  shall  be  ob¬ 
tained  and  all  work  completed  within  four  months 
from  the  date  of  this  amended  resolution.” 


Adjourned,  11:35  A.M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en- 
titiled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 
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REGULAR  MEETING 
TUESDAY  AFTERNOON,  APRIL  27,  1937 

Present  :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BOARD  OF  STANDARDS  AND  APPEALS 


BUILDING  ZONE  CASES 

404-3 1-BZ. 

APPLICANT  Ferdinand  Savignano,  for  Aljon  Realty 
Company,  Inc.,  owner. 

SUBJECT— Application  reopened  April  6,  1937,  for  con¬ 
sideration  of  an  amendment  to  the  resolution  re 
decision  of  the  commissioner  of  buildings — re  Ap¬ 
plication,  granted  on  condition,  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of 
a  gasoline  service  station. 

PREMISES  At1  FECI  ED — 6413-6423  Fort  Hamilton  park¬ 
way  and  951-961  65th  street,  northeast  corner 
(Block  No.  5743,  Lot  No.  40),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Arnold  Lederer. 

For  Opposition:  None. 

ACTION  OF  BOARD — Laid  over  to  May  11,  1937  at  2 
P.M.,  for  applicant  to  file  revised  plans. 


401-31-BZ. 

APPLICANT  Lama  and  Proskauer,  for  Apperson  Realty 
Corporation,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
extension  of  time— re  Application  (decision  of  the 
superintendent  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED — 1-19  Fifth  avenue,  622-628  At¬ 
lantic  avenue  and  623-627  Pacific  street  (Block  No. 

.  1119*  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

•  For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD— Application  reopened,  calendar 

2P  and  SCt  f°r  hearing  May  18>  1987  at 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  . 0 


114-29-BZ. 

APPLICANT— Sidney  H.  Kitzler,  for  Stella  C.  Sartor 
owner. 

SUBJECT— Application  reopened  January  19,  193.7  under 
Pj?Posa^  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  district 
and  partly  in  a  residence  use  district  the  erection 
and  maintenance  of  a  garage  for  more  than  five 
(5)  motor  vehicles. 

REMISES  AFFECTED — 970-978  Nostrand  avenue  and 
291-301  Sullivan  place,  northwest  corner  (Block 
No.  1305,  Lot  Nos.  46,  47,  48,  50  and  52),  Borough 
of  Brooklyn. 

APPEARANCES — 

For  Applicant:  Sidney  H.  Kitzler. 

For  Opposition:  Moe  Rosenblum,  Alfred  P. 

^Hamel  and  Francis  J.  Murphy. 

iCTION  OF  BOARD — Resolution  amended. 


THE  VOTE  TO  AMEND  RESOLUTION- 

Affirmative:  Chairman  Murdock,  Commission¬ 
er  ^,avage  and  Flum  and  Assistant  Chief 

Negative  . ] 

Absent  . . 

THE  RESOLUTION— 

(414-29-BZ) 

WHE-e,  McCooey  &  Conroy,  for  Christine  C.  Sartor 
owner,  filed  June  17,  1929,  an  application  under  the  build- 

diftrfcTL^n0  ^  P®1?114  partly  in  a  business  Use 

district  and  partly  in  a  residence  use  district  the  erection 

1Jaintenance  °*  a  garage  for  the  storage  of  more 
than  five  motor  vehicles  affecting  premises  970-978  Nos- 

?RWl?VNnUei  t291^?1  Su,livan  Place>  northwest  corner 
of  Brooklyn  -  and  ’  4?'  ^  50  and  52)'  Boroush 

W  hereas,  this  application  was  granted  by  the  board 
December  3,  1929,  permitting  the  erection  of  a  two  story 
garage  on  certain  conditions,  but  the  garage  was  not 
elected  and  the  permit  expired  by  limitation;  and 

w  hereas,  an  application  was  granted  July  7  1936  for 
parking  more  than  five  motor  vehicles  on  the  business  use 
portion  of  the  plot  for  a  temporary  period  of  two  years; 

VVhereas,  Sidney  H.  Kitzler,  for  the  present  owner, 

to' nlrrS;  7ifrt°r’  ™ques}ed  a  reopening  of  the  application 
to  permit  the  erection  of  a  one  story  garage;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  January  19,  1937;  and  * 

\\  hereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 

the^fl  tApnIf  2Ju  1h37,  jfte/  due  notice  by  Publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

VY  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Sullivan  place  is  in  a  resi¬ 
dence  and  business  use  district;  Nostrand  avenue  is  in  a 
business  use  district  and  Montgomery  street  is  in  a  resi¬ 
dence  and  business  use  district;  and 

VVhereas,  the  decision  of  the  commissioner  of  buildines 
rendered  December  18,  1936,  Application  No.  20348,  reads ! 
Proposed  public  garage  for  more  than  five  motor 
vehicles  to  be  located  partly  in  business  district  and 
partly  in  residential  district,  is  contrary  to  Art.  II 
Sect.  3  and  Sect.  4a  of  Zone  Resolution.” 

and 

V\  hereas,  the  building  is  to  be  of  non-fireproof  con¬ 
struction  one  story  in  height,  with  a  frontage  of  101  ft 
2  in.  on  Sullivan  place  and  75  ft.  5  in.  on  Nostrand  ave¬ 
nue,  irregular  in  area,  to  be  occupied  as  a  garage  for 
the  storage  of  more  than  five  motor  vehicles;  and 
Whereas,  this  application  was  the  subject  of  an  in¬ 
spection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  the  hearing  and  which  report 
follows:  ' 

REPORT  OF  COMMITTEE 

Re:  Cal.  No.  414-29-BZ.  Apnl  21  ’ 

Premises:  970-978  Nostrand  avenue,  291-301  Sullivan 
Place,  Borough  of  Brooklyn. 

d  his  is  an  application  for  a  zoning  variance  to 
erect  a  one  story  garage  on  that  portion  of  this  plot 
within  the  area  zoned  for  business  use.  On  December 
3,  1929,  the  board  granted  a  variance  for  such  use  for 
a  two  story  building  to  be  erected  within  the  business 
use  area.  On  February  3,  1931,  upon  reopening  to 
consider  extending  the  proposed  building  into  the 
residential  area,  this  extension  was  denied.  Time  to 
complete  the  building  as  granted  in  1929  was  later 
extended  until  March  3,  1932  but  as  a  later  request 
for  extension  of  time  to  complete  was  withdrawn,  the 
variance  granted  in  1929  lapsed  by  limitation,  the  time 
within  which  the  building  was  to  be  erected  being  set 
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down  by  the  board  as  one  of  the  conditions  in  granting 

the  zoning  variance.  . 

In  July,  1936,  on  a  new  application,  hied,  however, 
under  the  previous  calendar  number  for  convenience 
of  reference,  inasmuch  as  it  affected  the  same  plot, 
the  board  granted  a  temporary  parking  use  of  the 
vacant  portion  of  the  premises  under  section  21  for 
two  years.  This  use  is  now  in  force.  This  present 
proceeding  is  for  restoration  of  the  former  variance 
limited  to  the  area  within  the  business  use  district 
and  for  a  garage  one  story  in  height  as  against  two 
stories  originally  granted.  The  board  could  in  view 
of  the  originally  granted  variance  have  extended  the 
time  but  it  was  considered  desirable  in  view  of  the 
time  that  has  intervened  to  hold  a  public  hearing  to 
ascertain  whether  new  conditions  in  the  area  existed. 
There  appear  to  be  no  new  conditions  except  two 
playgrounds  established  by  the  Park  Department,  one 
at  Clove  road  and  the  other  on  Sullivan  place,  to  the 
west  of  the  premises  under  appeal.  In  the  opinion 
of  the  committee  after  inspection,  these  play  grounds 
will  in  no  way  be  interfered  with  by  the  proposed 
garage  occupancy  particularly  if  no  vehicle  entrances 
to  the  garage  are  extended  on  Sullivan  place. 

In  view  of  the  previous  findings  under  section  21, 
the  committee  recommends  that  this  application  be 
granted  for  a  garage  one  story  in  height,  built  in  the 
business  area  only,  with  connection  permitted  within 
the  business  area  to  the  existing  garage  adjoining  to 
the  north  at  956-966  Nostrand  avenue,  which  was  per¬ 
mitted  by  the  board  under  calendar  No.  424-23-BZ. 
In  addition  to  the  prohibition  as  to  entrances  to  Sulli¬ 
van  place  the  committee  recommends  that  no  sale  of 
gasoline  or  motor  vehicle  repairing  be  permitted,  also 
that  the  portion  within  the  residential  area,  shall  be 
enclosed  with  a  substantial  wood  or  woven  wire  fence, 
with  no  doors  to  this  space  from  the  garage  except 
an  exit  door  not  over  3  ft.  in  width. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM,  . 

Committee. 

and 

Whereas,  this  report  recommended  the  granting  of  this 
application  with  proper  safeguards  and  the  board  deemed 
that  the  applicant  had  substantiated  his  basis  of  appeal 
under  section  21  of  the  building  zone  resolution  unneces¬ 
sary  hardship  and  was  entitled  to  relief. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Decem¬ 
ber  3,  1929,  so  that  as  amended  this  resolution  shall  read : 

“Granted  to  permit  that  portion  of  the  plot  within 
business  use  area  to  be  used  and  occupied  as  garage 
on  condition  that  the  building  shall  not  exceed  one 
story  in  height  and  shall  be  constructed  of  fireproof 
materials  except  that  the  roof  beams  and  roof  board¬ 
ing  may  be  of  wood  provided  the  ceiling  throughout 
is  fire  retarded  in  accordance  with  the  Rules  of  the 
Board  of  Standards  and  Appeals  and  the  roof  is 
weather  surfaced  with  non-flammable  materials ;  that 
the  exterior  walls  on  street  front  shall  be  constructed 
of  face  brick  with  stone  or  terra  cotta  trim  and 
coping;  that  the  rear  and  gable  walls  shall  be  unpierced 
throughout  their  entire  height  and  length  except  that 
an  opening  not  exceeding  10  ft.  in  width  may  be  con¬ 
structed  between  this  building  and  adjoining  building, 
erected  under  zoning  variance  granted  by  the  board 
under  Cal.  No.  424-23-BZ;  that  there  shall  be  no 
door  opening  into  rear  portion  of  the  plot  in  the  resi¬ 
dential  area  other  than  a  door  not  over  3  ft.  in  width ; 
that  any  windows  erected  in  this  wall  shall  be  fire¬ 
proof  sash,  glazed  with  wire  glass;  that  the  exterior 
of  the  building  on  Sullivan  place  shall  have  no  vehicu¬ 
lar  opening  and  not  more  than  one  door  not  exceed¬ 
ing  3  ft.  in  width ;  that  the  sills  of  any  windows  on 


the  Sullivan  place  side  shall  be  not  less  than  6  ft. 
above  the  grade;  that  any  skylights  erected  in  the 
roof  shall  have  metal  frames  and  sash  and  glazed 
with  plain  glass  protected  with  wire  guards  above  and 
below ;  that  the  rear  portion  of  the  plot  in  residential 
district  shall  be  levelled  and  kept  free  from  accumu¬ 
lations  of  rubbish  at  all  times  and  shall  remain  vacant 
and  not  used  in  any  way  for  purposes  in  connection 
with  garage;  that  there  shall  be  erected  on.  interior 
lot  lines  where  not  occupied  by  garage  building,  a 
substantial  heavy  woven-wire  fence  not  less  than  6  ft. 
in  height;  that  no  gasoline  shall  be  dispensed  within 
this  building  or  stored  other  than  in  tanks  of  cars; 
that  no  motor  vehicle  repairing  shall  be  permitted; 
that  no  signs  shall  be  erected  other  than  a  neat  flat 
sign  attached  to  front  of  building  on  the  Nostrand 
avenue  side,  excluding  all  roof  signs  and  signs  of  a 
temporary  nature ;  that  prior  to  filing  working  draw¬ 
ings  with  the  commissioner  of  buildings,  such  draw¬ 
ings  shall  be  filed  with  this  board  and  approved  by 
chairman  in  behalf  of  the  board ;  that  the  permission 
for  using  this  plot  within  the  business  use  district  for 
parking  under  resolution  adopted  by  the  board  on 
July  7,  1936,  may  continue  until  this  garage  building 
is  constructed ;  and  that  all  permits  shall  be  obtained 
and  all  work  completed  within  one  year  from  the 
date  of  this  resolution.” 


11-37-BZ. 

APPLICANT — Charles  J.  Johnson,  for  E.  M.  V.  Corpor¬ 
ation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7f,  7h  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  parking  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 6007-6023  Broadway,  north¬ 
west  corner  of  Spuyten  Duyvil  parkway,  north¬ 
east  corner  of  Post  road  (Block  No.  3415-F,  Lot 
Nos.  275,  305  and  307),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant :  Osborne  A.  McKegney. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 


(11-37-BZ) 

Whereas,  Charles  J.  Johnson,  for  E.  M.  V.  Corporation, 
owner,  filed  January  8,  1937,  an  application  under  the 
building  zone  resolution  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district  the  park¬ 
ing  of  more  than  five  (5)  motor  vehicles;  premises  6007- 
6023  Broadway,  northwest  corner  of  Spuyten  Duyvil  park¬ 
way  and  northeast  corner  of  Post  road  (Block  No.  3415-F, 
Lot  Nos.  275,  305  and  307),  Borough  of  The  Bronx;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  April  27,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Broadway  is  in  a  business 
and  residence  use  district;  Spuyten  Duyvil  parkway  is  in 
a  business  use  district  and  Post  road  is  in  a  residence  and 
business  use  district  and  West  246th  street  is  in  a  residence 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February1  24,  1937,  reads : 
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A  Certificate  of  Occupancy  for  the  use  of  above 
mentioned  premises  as  a  parking  lot  for  more  than 
five  (5)  motor  vehicles  is  hereby  denied  as  the  loca¬ 
tion  is  partly  within  a  business  district  and  partly 
within  a  residence  district  where  such  occupancv 
would  be  unlawful.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 

p  0,\0ofogrrOUndr.having  a  frontage  of  225  ft.  on  Broadway 
and  78.8  ft.  on  Spuyten  Duyvil  parkway.  There  is  a  White 

Tower  restaurant  on  the  southeast  corner  of  the  plot _ 

it  is  proposed  to  use  the  remainder  of  the  plot  as  a  park¬ 
ing  space  for  more  than  five,  motor  vehicles;  part  of  the 
west  poition  of  the  plot  is  in  the  residence  use  district 
and  the  remainder  is  in  the  business  use  district;  and 
Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE 

Cal.  No.  11-37-BZ.  Apnl  26’  1937 ' 

Premises:  6007-6023  Broadway,  northwest  corner  of 
Spuyten  Duyvil  parkway,  Borough  of  The  Bronx. 

This  appeal  under  sections  7F,  7H  and  21  is  for  a 
zoning  variance  to  permit  the  premises  to  be  used 
Pa™g  of  automobiles.  The  plot  comprises  lots 
275,  307  and  305  in  Block  3415F,  with  a  frontage  along 
Broadway  of  225  ft.  and  extending  through  to  Post 
road,  with  a  maximum  depth  along  the  northerly  in- 
terior  lot  line  of  151  ft.  Along  Broadway  the  plot  is 
zoned  for  business  uses  for  a  depth  of  100  ft.  and  the 
rear  fronting  the  Post  road  which  is  at  a  high  ele¬ 
vation  above  the  general  level  of  the  plot  for  resi¬ 
dential  uses.  This  residential  portion  more  or  less 
triangular  in  shape  varies  in  depth  from  51  ft.  to  0. 
The  entire  plot  is  unbuilt  upon  except  for  a  small 
attendant  s  booth  and  a  restaurant  building  recently 
erected  under  permit  by  the  commissioner  of  build¬ 
ings.  This  restaurant  is  at  the  southwest  corner  and 
is  one  story  in  height  and  1'8  ft.  by  32  ft.  in  area 
The  southerly  portion,  with  a  frontage  of  75  ft.  on 
Broadway  is  set  off  for  free  parking  for  customers  of 
this  restaurant,  and  is  separated  by  a  fence  from  the 
northerly  portion  where  parking  is  charged  for.  A 
retaining  wall  has  been  constructed  along  the  street 
me  of  Post  road.  In  1936  the  Court  of  Special  Ses¬ 
sions  found  the  occupant  guilty  and  gave  a  suspended 
sentence  and  cars  were  removed  but  the  entire  area 
is  again  being  used  for  parking  and  is  subject  to 
violation  and  the  matter  is  now  in  court  pending  the 
decision  of  the  board  as  to  this  zoning  variance  the 
appeal  being  taken  not  from  the  violation  but  from 
the  refusal  of  the  commissioner  of  buildings  to  grant 
a  certificate  of  occupancy.  At  considerable  expense 
the  plot  has  been  levelled  and  surfaced  with  macadam 
and  is  exceptionally  neat  and  attractive  in  appear¬ 
ance  with  marked  out  parking  spaces  and  driveways 
and  is  attractively  landscaped.  Lights  with  reflectors 
are  j°  ?  aced  as  to  be  unobjectionable  and  one  sign 
standard  is.  ejected  on  the  Broadway  frontage.  En¬ 
closing  retaining  walls  are  constructed  along  the  west¬ 
erly  and  northerly  lot  lines. 

There  appears  to  be  no  ground  for  objection  except 
from  owners  of  residential  premises  on  the  Post  road 
overlooking  the  plot  under  appeal.  These  objectors 
still  retain  their  extended  view  across  Van  Cortlandt 

„ ark  ?•  L  a/e-,1]Pt  cut  off  by  a  multiple  dwelling  or 
icr  ugh  building.  As  against  the  former  gasoline 
station  at  the  corner  which  has  been  completely  re¬ 
moved  and  the  former  rough  condition  of  the  property 
as  compared  with  the  present  neat  appearance,  the 
mmittee  believes  that  the  general:  improvement  the 
convenience  and  necessity  for  a  parking  place  in  this 
ea  over  balance  the  objections  raised, 
the  committee  (recommends  that  the  appeal  be 


and 


ofathpdnVn+der  fCtionS  7,H  and  21  to  Permit  the  use 
ct  t  le  P‘ot  under  appeal  as  proposed  on  plans  and 

i  wn  on  photographs  filed.  An  inspection  was  made 

°mmittie  °f  the  board  so  as  to  Check  up  ?he 
conditions  and  the  manner  of  operation.  The  board 

ifStL°WnWt0  ^ntTnduCr  ?ection  7H  for  the  portion 
ran  e  plot  withm  the  business  district  which  is  va- 
cant  and  unbuilt  upon  and  finds  that  it  would  be  a 

residencp  t0  m£Iu,?e  the  rear  P°rtion  within  the 
f'ience,  z°Pe>  which  as  of  itself,  considering  its 
shallow  depth  and  distance  below  the  grade  of  Post 
road,  is  not  readily  adaptable  to  zoned  use.  It  is 

«d  n?  part  of  the  plot  or  retaining  wall  is 
locuted  within  the  street  lines.  Nothing  in  the  recom¬ 
mended  action  should  be  taken  as  approving  the  use 
of  any  part  of  the  street. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM, 

Committee. 


Whereas,  this  report  recommended  the  granting  of  this 
Pp  icat.lon  Wlth  ProPer  safeguards,  and  the  board  deemed 
that  this  was  a  proper  case  for  the  board  to  exercise  its 
discretion  under  section  7,  subdivision  H  of  the  building 
zone  resolution  and.  that  hardship  existed  to  warrant 
granting,  under  section  21,  the  use  desired  within  the 
residential  area  at  the  rear  of  the  plot. 

h^h°lVed’hhat  the  -Board  .of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
d,‘f,ny  relations  of  the  building  zone  resolution  and 

f  nnV7?4apPjCoV°u  be  arn1  !t  hereby  is  granted  under  sec¬ 
tions  7H  and  21'  thereof  for  a  period  of  two  years  from 

the  date  of  this  action,  to  permit  the  unbuilt-upon  portion 
of  the  premises  under  appeal  to  be  used  for  parking  of 
more  than  five  motor  vehicles,  on  condition  that  the  en¬ 
tire  area  shall  be  leveled  substantially  to  the  grade  of 
Broadway;  that  retaining  walls  shall  be  erected  along  the 
street  line  of  Post  road  and  along  the  interior  lot  line  to 
feJ20[tb >  that  that  portion  of  the  premises  for  a  distance 
oi  75  ft.  northerly  from  the  intersection  of  Broadway  and 
opuyten  Duyvil  parkway  shall  be  used  for  transient  park¬ 
ing  for  customers  of  the  restaurant  building  located  at  the 
corner;  that  the  balance  of  the  plot  for  a  distance  of  150 
it.  may  be  used  for  transient  parking  of  passenger  cars 
only,  that  no  cars  shall  be  parked  that  are  not  capable 
of  operation;  that  the  entire  parking  area  shall  be  sur- 
f?Cndi,Wlth  macadam;  that  lights  for  general  illumination 
shall  be  on  pipe  standards  with  metallic  reflectors  so  ar¬ 
ranged  as  to  reflect  downwardly  and  below  the  height  of 
the  northerly  and  westerly  retaining  walls;  that  sufficient 
aisles  shall  be  maintained  at  all  times  for  orderly  ar- 

ravge!^e?t  °\  Parking  cars  and  for  ease  of  access  and 
exit,  that  curb  cuts  shall  not  exceed  those  shown  on  plans 
hied  with  this  appeal  to  Broadway  and  to  Spuyten  Duyvil 
parkway;  that  signs  advertising  parking  shall  be  limited 
to  a  sign  erected  on  a  post  standard  near  the  Broadway 
milding  line,  advertising  the  use  of  the  premises  and  the 
rates  charged ;  excluding  all  temporary  signs ;  that  this 
requirement,  however,  shall  not  limit  the  signs  advertising 
t  le  i  cstaurant  use  when  erected  on  the  restaurant  build- 
mg  but  no  signs  shall  be  erected  on  the  roof  thereof; 
that  the  attendant  s  building  in  connection  with  the  park- 
ing  shMl  be  located  near  the  Broadway  building  line  and 
shall  consist  of  a  building  not  over  10  ft.  square  and  one 
story  m  height;  that  during  the  time  that  this  variance  is 
in  effect,  the  premises  shall  not  be  used  for  other  pur¬ 
poses  than  herein  and  otherwise  legally  permitted-  that 
the  existing  grass  plots  along  the  curb  line  and  other  plant- 
mg  as  now  maintained  on  the  plot  shall  be  maintained 
and  that  all  permits  shall  be  obtained  within  two  months. 

310-36-BZ. 

APPLICANT— Joseph  F.  Dusenbury,  for  Meadowbrook 
harms,  Inc.,  owner. 
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SUBJECT — Application  reopened  April  13,  1937,  for  con¬ 
sideration  of  an  amendment  to  the  resolution — 
(decision  of  the  commissioner  of  buildings)  re 
Application,  granted  on  condition,  under  _  section 
21  of  the  building  zone  resolution,  permitting  in  a 
residence  use  district  the  erection  and  maintenance 
of  a  garage  for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 1656  Adee  avenue,  south  side, 
86.66  ft.  west  of  Tiemann  avenue  (Block  No. 
4785,  Lot  No.  3),  Borough  of  The  Bronx. 

APPEARANCES— 

For  Applicant:  Joseph  F.  Dusenbury. 

For  Opposition:  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 


(310-36-BZ) 

Whereas,  Dunnigan  &  Dusenbury,  for  Meadowbrook 
Farms,  Inc.,  owner,  filed  October  20,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  residence 
use  district  the  erection  and  maintenance  of  a  garage  for 
more  than  five  (5)  motor  vehicles;  premises:  1656  Adee 
avenue,  south  side,  86.66  ft.  west  of  Tiemann  avenue 
(Block  No.  4785,  Lot  No.  3),  Borough  of  The  Bronx;  and 

Whereas,  this  application  was  granted  by  the  board  De¬ 
cember  15,  1936  on  certain  conditions  and  Joseph  F.  Dus¬ 
enbury  requested  an  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
December  15,  1936,  be  and  it  hereby  is  amended,  so  that  as 
amended  it  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  thereof,  permitting  the  lot  under  ap¬ 
peal  to  be  used  for  the  construction  of  a  one-story 
garage  of  ordinary  construction  as  indicated  on  plans 
filed  with  this  application,  to  be  used  solely  in  conjunc¬ 
tion  with  the  existing  milk  bottling  and  distributing 
station  adjoining  to  the  east  on  Lot  No.  6;  that  there 
shall  be  no  openings  from  this  garage  southerly  and 
westerly  to  adjoining  properties;  that  along  the  lot 
line  from  the  rear  of  the  garage  to  Tiemann  avenue 
and  from  Tiemann  avenue  along  the  street  line  to  the 
existing  building  there  shall  be  erected  a  heavy  woven 
wire  fence  not  less  than  six  feet  in  height  and  with  no 
openings  therein,  to  preclude  the  entrance  or  exit  of 
trucks ;  that  no  signs  shall  be  erected  on  the  side  walls 
or  roofs  of  the  existing  or  proposed  buildings,  except 
that  the  name  ‘Meadowbrook  Farms,  Inc.’  may  be 
placed  where  shown  over  the  entrance  to  the  main  ga¬ 
rage  ;  that  there  may  be  provided  in  this  garage,  a 
gasoline  tank  and  pump,  the  tank  not  to  exceed  550 
gallon  capacity  and  to  be  used  solely  for  supplying 
fuel  to  the  trucks  used  in  conjunction  with  the  busi¬ 
ness  ;  that  a  metal  canopy  or  roof  may  be  erected  at¬ 
tached  to  the  garage  wall  over  the  existing  delivery 
space  on  Lot  6;  that  this  variance  shall  continue  only 
so  long  as  this  garage  is  used  in  conjunction  with  the 
existing  milk  bottling  and  distributing  business  and 
shall  expire  upon  the  discontinuance  o-f  that  use;  that 
all  permits  required  shall  be  obtained  and  all  work  in¬ 
volved  shall  be  completed  within  one  year  from  the 
date  of  this  action.” 

Resolved  further  that  in  the  event  the  owner  desires 
to  relocate  the  proposed  entrance  to  the  garage  to  the 
easterly  side,  opening  on  Adee  avenue,  and  to  con¬ 
struct  a  wall  between  the  proposed  garage  and  the  ex¬ 
isting  building,  and  arrange  the  building  otherwise,  as 
shown  on  revised  plans  marked  “Received  April  9, 


1937,”  such  arrangement  shall  be  permitted,  on  condi¬ 
tion  that  in  all  other  respects  the  resolution  adopted 
by  the  Board  on  December  15,  1936  shall  be  complied 
with. 


807-28-BZ. 

APPLICANT — Mortgage  Commission  Realty  Corpora¬ 
tion,  trustees. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  time— re  Application  (decision  of  the 
superintendent  of  buildings)  under  sections  7e,  7g 
and  21  of  the  building  zone  resolution,  permitting 
in  a  business  use  district  the  erection  and  main¬ 
tenance  of  a  garage  for  the  storage  of  more  than 
five  (5)  motor  vehicles.  J 

PREMISES  AFFECTED — 80-84  Madison  avenue,  north¬ 
east  corner  of  Union  street  (Block  No.  848,  Lot 
No.  1),  Flushing,  Borough  of  Queens. 

APPEARANCES—  m 

For  Applicant :  George  Dorson,  T.  G.  W.  Geraty 
and  Alfred  Eccles. 

ACTION  OF  BOARD — Application  reopened  and  time 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(807-28-BZ) 


Whereas,  this  application  affecting  premises  80-84  Madi¬ 
son  avenue,  northwest  corner  of  Union  street  (Block  No. 
848,  Lot  No.  1),  Flushing,  Borough  of  Queens,  was  grant¬ 
ed  by  the  board  April  2,  1929,  on  certain  conditions,  time 
extended  from  time  to  time,  and  applicant  requested  a 
further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  April 
26,  1932,  only  so  far  as  it  refers  to  filing  of  plans  and 
completon  of  work,  so  that  as  amended  this  portion  of 
the  resolution  shall  read : 

“.  .  .  that  all  permits  required  shall  be  obtained 
and  all  work  involved  shall  be  completed  within  one 
year  from  the  date  of  this  amended  resolution,  on 
condition  that  other  than  as  amended  herein  the  reso¬ 
lution  adopted  by  the  board  on  April  26,  1932,  shall  be, 
complied  with  in  all  respects.” 


106-30-BZ. 

APPLICANT — Theodore  Hall,  for  Mabel  Hall,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  permit — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  7f 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  maintenance  of  a  gasoline 
service  station  for  a  temporary  period. 

PREMISES  AFFECTED — 337  Arbutus  avenue,  northeast 
corner  of  Hylan  boulevard  (Block  No.  6499,  Lot 
No.  5),  Huguenot,  Borough  of  Richmond. 

APPEARANCES—  *  , 

For  Applicant :  Theodore  Hall. 

ACTION  OF  BOARD — Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief  . 
Walsh .  4 
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Negative  .  « 

Absent  . . .  n 

THE  VOTE  TO  EXTEND  PERMIT— . 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . a 

Absent  . q 

THE  RESOLUTION— 

(106-30-BZ) 

Whereas,  this  application  affecting  premises  337  Arbutus 
aY£?uTe>  northeast  corner  of  Hylan  boulevard  (Block  No. 
6499,  Lot  Flo.  5),  Huguenot,  Borough  of  Richmond  to  per¬ 
mit  in  a  business  use  district  the  maintenance  of  a  gasoline 
service  station,  was  granted  by  the  board  May  12  1931  for 

m!lmp0ja7  per3?d  two  years,  time  extended  July  18 
1933,  and  June  11,  1935,  for  an  additional  period  of  two 
years  and  owner  requests  a  further  extension. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  18,  1933,  only  so  far 
as  it  applies  to  the  duration  of  the  permit  granted  so  that 
as  amended  that  portion  of  the  resolution  will  read  as 
follows  : 

“Granted  under  section  7  subdiv.  F  for  a  temporary 
period  of  two  years  from  July  18,  1937,  on  condition 
tp,at  ,odl?r  tban.  as  amended  herein,  the  resolution 
adopted  by  the  board  July  18,  1933,  shall  be  complied 
with  in  all  respects. 


2S-36-BZ. 

APPLICANT — Jane  Grillo,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
amendment  re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  change  of  occupancy  of  an  exist- 
in§’  garage  for  more  than  five  (5)  motor  vehicles 
to  a  garage  for  more  than  five  (5)  motor  vehicles 
and  repair  shop. 

PREMISES  AFFECTED— 1484  Coney  Island  avenue, 
vest  side,  440  ft.  north  of  Avenue -L  (Block  No. 

APPEARANCES— f  LOt  N°'  2°^’  Borough  of  Br°oklyn. 

.  „„T^J°^^pplicant :  Jane  Grillo. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
er3  Favage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . n 

Absent  . * ' '  .  a 

THE  VOTE  TO  AMENE)  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
er3  ,Cavage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  . !!.!!! .  0 

THE  RESOLUTION— 

1  (25-36-BZ) 

Whereas,  Jane  Grillo,  owner,  filed  February  5,  1936,  an 
pp  ication  under  the  building  zone  resolution  to  permit 
,  •  usiness  use  district  the  change  of  occupancy  of  an 
ng  garage  £or  more  than  five  (5)  motor  vehicles 
■  garagc  ior  m.ore  than  five  (5)  motor  vehicles  and 
Up  prtmi3esi  1484  Coney  Island  avenue,  west 

m  7n\  neth  of,  Av/nue  L  (Block  No.  6536,  part  of 
U/  °”  20  ’  Borough  o£  Brooklyn;  and 

aPPli(?ation  was  granted  by  the  board  Oc- 
,  936  on  certain  conditions  and  applicant  requested 
■n  amendment  of  the  resolution. 

Resohed,  that  the  Board  of  Standards  and  Appeals  does 
ereby  amend  its  resolution  of  October  23,  1936,  as  to 
mgs  between  this  building  and  adjoining  buildings 


and  premises,  so  that  as  amended  the  resolution  will  read : 
Resolved,  that  the  Board  of  Standards  and  Appeals 

use  dUtrirV  ma\\a  Varm/10’1  \n  application  if  the 
and  of, the  building  zone  resolution 

and  that  the  application  be  and  it  hereby  is  c, ranted 

under  section  21  thereof,  to  permit  the  occupancy  of 

a  gam-e'fn  lncl.ude  automobile  repairing  as  well  as 
a  garage  for  the  storage  of  more  than  five  motor  ve- 

£erpiltted  “nder  Cal.  No.  198  of  1916,  on  con- 
dition  that  repairing  shall  be  done  with  hand  tools 
only  and  that  no  motor  driven  machine  shall  be  in¬ 
stalled  requiring  power  greater  than  ^  horse  power  • 
that  no  anvil  or  acetylene  torch  shall  be  used  on  the 

bui/dintSi  Sat  ther?.  shall  be  no  openings  between  this 
building  and  any  adjoining  building;  that  any  existing 

door  m  the  northerly  wall  of  this  building  may  be 
permitted  to  remain  provided  that  this  doorway  'shall 
at  no  time  be  used  for  automobiles  going  between  this 
garage  building  and  the  adjoining  vacant  lot  now  used 
for  storage  of  not  more  than  five  motor  vehicles  on 
permit  from  the  commissioner  of  buildings;  that  in  all 
other  resnects  all  Uws  and  regulations  applicable  hereto 
snail  be  complied  with. 


619-31-BZ. 

APPLICANT— James  Kearney,  for  Estate  of  Israel 
.  Miller,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
extension  of  permit— re  Application  (decision  of 
the  commissioner  of  buildings)  permitting  under 
section  7f  of  the  building  zone  resolution,  the  con¬ 
tinuation  of  the  gasoline  service  station,  located 
partly  in  a  business  use  district  and  partly  in  a 
residence  use  district,  for  a  temnorarv  nerinrl 
PREMISES  AFFECTED-148-14  to  SS  lflth  avenue 
southwest  corner  of  Sutphin  boulevard  (Block  No." 

APPEARANCES—0'  2 6)’  Jamaica’  Borough  of  Queens. 

.  For  Applicant:  James  Kearney. 

ACTION  OF  BOARD — Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  q 

Absent  .  a 

THE  VOTE  TO  EXTEND  PERMIT— . 

Affirmative .  Chairman  Mmrdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . ^ 

Negative  . '  .  q 

Absent  . ’  .  q 

THE  RESOLUTION— 

(619-31-BZ) 

Whereas,  this  application  affecting  premises  148-14  to 
148-26  1  Hth  avenue  southwest  corner  of  Sutphin  boule¬ 
vard  (Block  No.  2745,  Lot  No.  26),  Jamaica,  Borough  of 
Queens,  to  permit  in  a  business  district  the  erection  and 
maintenance  of  a  gasoline  service  station  was  granted  by 
the  board  April  29,  1932,  for  a  temporary  period  of  two 
years  time  extended  for  an  additional  period  of  two  years 
on  March  12,  1935,  and  resolution  amended  May  14,  1935, 
and  owner  requested  an  extension  of  the  temporary  period.’ 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  April  29,  1932,  as  amended 
May  14,  1935  only  so  far  as  it  has  reference  to  the  dura¬ 
tion  of  this  variance,  so  that  as  amended  this  portion  of 
the  resolution  shall  read : 

“Granted  for  a  period  of  two  years  from  the  date 
of  this  amended  resolution,  on  condition  that  in  all 
other  respects  the  resolution  adopted  by  the  board 
on  April  29,  1932,  as  amended  May  14,  1935,  shall  be 
complied  with  in  all  respects.” 
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375-36-BZ. 

APPLICANT— William  B.  Linder,  for  Jacob  Mayers, 
owner. 

SUBJECT— Application  for  consideration  —  reopening 
amendment  and  approval  of  plans — re  Application 
(decision  of  the  commissioner  of  buildings)  under 
section  21  of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 
PREMISES  AFFECTED— 179-183  Flatbush  avenue,  619- 
621  Pacific  street  and  8-18  Fifth  avenue  (Block 
No.  1118,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  William  B.  Linder. 

ACTION  OF  BOARD— Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(3.75-36-BZ) 

Whereas,  William  B.  Linder,  for  Jacob  Mayers,  owner, 
filed  December  16,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  business  use  district  _  the 
erection  and  maintenance  of  a  gasoline  service  station; 
premises :  179-183  Flatbush  avenue,  619-621  Pacific  street 
and  8-18  5th  avenue  (Block  No.  1118,  Lot  No.  1),  Borough 
of  Brooklyn;  and 

Whereas,  this  application  was  granted  by  the  board 
March  9,  1937  on  certain  conditions  and  applicant  requested 
an  amendment  of  the  resolution  and  approval  of  plans. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  March  9,  1937,  as  to  per¬ 
mitted  entrances  to  the  plot,  so  that  as  amended  the  reso¬ 
lution  shall  read : 

" Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  thereof,  to  permit  the  premises  under 
appeal  to  be  occupied  as  a  gasoline  service  station,  on 
condition  that  the  existing  buildings  shall  be  razed  and 
all  excavation  below  grade  filled  and  the  plots  levelled 
substantially  to  the  grade  of  surrounding  streets;  that 
there  may  be  erected  along  the  northerly  interior  lot 
line  an  accessory  building  for  office,  accessory  sales, 
lubrication  and  auto  washing,  provided  that  this  build¬ 
ing  shall  be  constructed  of  fireproof  materials,  except 
that  roof  beams,  roof  boarding,  door  frames  and  doors, 
window  frames  and  sash  may  be  of  wood,  provided 
the  ceilings  throughout  are  fire-retarded  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Appeals 
and  the  roof  weather-surfaced  with  nonflammable  ma¬ 
terial  ;  that  there  shall  be  no  openings  along  the  north¬ 
erly  interior  lot  line  to  adjoining  premises;  that  where 
lot  line  walls  of  accessory  buildings  do  not  occur,  lot 
line  walls  shall  be  extended  to  the  building  line  con¬ 
structed  of  similar  masonry  and  not  less  than  8  ft.  in 
height;  that  the  entire  plot  where  not  covered  by  ac¬ 
cessory  buildings  shall  be  cement  paved ;  that  entrances 
to  and,  exits  from  the  plot  shall  consist  of  one  from 
Flatbush  avenue  not  over  25  ft.  in  width,  one  from 
Pacific  street  not  over  18  ft.  in  width  and  two  from 
5th  avenue,  not  over  25  ft.  in  width  each,  except  that 
there  may  also  be  an  opening  from  5th  avenue  to  the 


portion  of  accessory  building  to  be  used  for  auto  wash¬ 
ing;  that  the  curb  cuts  opposite  the  25  ft.  entrances 
shall  not  exceed  20  ft.  in  width  each;  that  the  curb 
cuts  opposite  the  18  ft.  entrance  to  Pacific  street  shall 
not  exceed  20  ft.  in  width  and  that  the  curb  cut  oppo¬ 
site  the  entrance  to  automobile  washing  shall  not  ex¬ 
ceed  15  feet  in  width;  that  there  shall  be  erected  be¬ 
tween  entrances,  concrete  curbs  not  less  than  12  in.  in 
width,  not  less  than  6  in.  in  height  with  rounded  top; 
that  no  part  of  any  opening  shall  be  nearer  to  the  in¬ 
tersection  of  Flatbush  avenue  and  Pacific  street  or 
Pacific  street  and  5th  avenue  than  3  ft. ;  that  tanks  for 
the  storage  of  gasoline  shall  be  installed  not  nearer 
than  35  ft.  to  the  Flatbush  avenue  building  line;  that 
all  piping  and  tanks  for  gasoline  storage  shall  be  con¬ 
structed  of  new  material ;  that  advertising  shall  be 
limited  to  the  illuminated  globes  of  the  gasoline  pumps 
and  to  permanent  flat  signs  attached  to  the  facade  of 
the  accessory  building,  excluding  all  roof  signs  and 
signs  of  a  temporary  nature,  but  permitting  the  erec¬ 
tion  within  the  building  line  of  Flatbush  avenue  and 
5th  avenue  of  two  post  standards  to  carry  signs,  which 
may  be  illuminated,  advertising  only  the  brand  of  gas¬ 
oline  on  sale;  that  no  motor  vehicle  repairing  shall  be 
permitted  on  the  premises  and  no  parking  or  storage 
of  cars  other  than  those  being  serviced;  that  there 
shall  be  no  open  excavation  under  the  accessory  build¬ 
ings  except  pits  for  the  greasing  racks;  that  no  port¬ 
able  gasoline  tanks  shall  be  used  on  or  from  the  prem¬ 
ises ;  that  the  approval  of  the  Board  of  Transportation 
shall  be  obtained  for  the  crossing  of  the  ventilating 
grill  on  the  Flatbush  avenue  sidewalk;  that  the  plans 
marked  ‘Received  April  22,  1937’  are  hereby  approved 
as  complying  with  the  requirements  of  this  resolution 
herein  ametuled,  that  all  permits  shall  be  obtained  and 
all  zoork  completed  within  one  year  from  the  date  of 
this  action 


APPEALS  FROM  ADMINISTRATIVE  ORDERS  ! 
114-37- A. 

APPLICANT — De  Rose  and  Cavalieri,  for  De  Robertis  t 
Holding  Corp.,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 174-176  First  avenue,  west  side, 
41  ft.  5  in.  south  of  East  11th  street  (Block  No. 
438,  Lot  Nos.  6  and  7),  Borough  of  Manhattan,  i 
APPEARANCES—  : 

For  Applicant :  Anthony  M.  De  Rose.  i 

ACTION  OF  BOARD — Laid  over  to  May  4,  1937,  at  2  , 
P.M.  to  permit  inspection  by  committee  of  board; 
applicant  to  supply  some  additional  information. 


138-37-A. 

APPLICANT — Bohner  Varnish  Co.,  Inc.,  lessee.  ‘ 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner.  i 

PREMISES  AFFECTED— 10002-10004  Avenue  D,  east 
side,  250  ft.  south  of  East  101st  street  (Block  No. 
8133,  Lot  No.  36),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  C.  A.  Lipschutz.  , 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  J] 

Absent  .  0 


THE  RESOLUTION— 

(138-37-A) 

Whereas,  Bohner  Varnish  Co.,  Inc.,  applicant  and  les¬ 
see,  filed  March  30,  1937,  an  appeal  from  an  order  and  a 
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decision  of  the  fire  commissioner,  affecting  oremispc  mnn? 
10004  Avenue  D,  east  side,  250  ft  soSfh  of  Sst  lmS 

lynTaicf10^  ^  ^  Lot  N°'  36)’  Borough  ^  Brook-1 

\\  hereas  the  order  of  the  fire  commissioner,  dated  No¬ 
vember  24,  1936,  re.  Order  No.  69482-LC.  reads: 

You  are  hereby  notified  that  an  inspection  of  the 
above  premises  used  to  store  Varnoline,  benzol  etc 
shows  that  the  following  must  be  done  before  the  per¬ 
mit  requested  by  you  can  be  issued. 

FORTHWITH 

an  aPPro.Yed.  storage  system  for  storing 
and  handling  all  volatile  inflammable  oils  and  liquids 
(benzine  benzol  and  naphtha).  Plans  and  specifica¬ 
tions  in  duplicate  must  be  filed  with  and  approved  bv 

bDeTorrennce0i.”BU,ldingS’  bef°r'  ‘he  ^ove^o^ 

and 

Marc^rf^eadsl"0"  °£  *he  COmmissi"^  dated 

“Jn  answer  to  your  request  please  be  advised  that 
this  department  does  not  rescind  an  order  and  reissue 
it  so  that  it  may  be  taken  to  the  Board  of  Standards 
and  Appeals  when  you  have  exceeded  the  time  limit  in 
which  to  file  your  appeal. 

However,  we  have  been  advised  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  for  an  appeal.  For  that  pur- 
pose  this  communication  is  forwarded  and  will  cer- 
tify  that  order  No.  69482-LC  was  issued  against  Boh- 
ner  Yar  nSh  ^°-  Inc-  and  reads  as  follows : 

•  L  provide  an  approved  storage  system  for  stor- 
ing  and  handling  all  volatile  inflammable  oils  and 
liquids  (benzine,  benzol  and  naphtha).  Plans  and 
specifications  in  duplicate  must  be  filed  with  and 
approved  by  Department  of  Buildings  before  the 
above  work  may  be  commenced.’” 

and- 

Whereas,  the  premises  in  question  consist  of  a  one- 
story  brick  building  17  ft.  in  height,  51  ft.  by  64  ft.  in 

tr?ct’ andeCoed  “  j922,  lo*rted  in  an  unrestricted  use  dis¬ 
trict  and  occupied  since  May  1st,  1936,  as  follows:  Cellar 

Doiler  room— no  persons;  1st  floor— manufacturing  paint 

fe  32  s*!4  Per?onsi  for  which  certificate  of  occupancy 
Na  32184  was  issued  on  March  14th,  1925 ;  the  building 
?eing  situated  on  a  plot  of  ground  with  a  frontage  of  60 
Ft-  and  a  depth  of  200  ft ;  and 

Whereas,  the  applicant  contends  that  it  is  proposed  to 

!v.nbUf  +pmall,qUantltlLes  (S0  Elions  or  less)  of  six  or 
solvents,  that  to  require  buried  tanks,  would 
,n  i  .  ardship  that  in  addition  the  building  is  situated  on 

fflri ,Tt  gpOUndK  and  dunn-g  the  past  Year  a  good  deal  of 
itticulty  has  been  experienced  due  to  settling  of  walls 

hpU°u  ngn  -m  thlS  ,gI0Und  that  it  is  proposed  to  store 
™AS,-*L-in  “etal  drums,  in  a  metal  shed  on  their  own 
Wlthiri  *heir  fence  hne,  and  at  least  85  feet  from 
ny  other  existing  structure.  This  shed  will  be  vented 
nd  equipped  with  an  automatic  lock,  which  would  insure 

A.pt  lo(:ked  ™hen  not  in  use;  that  the  total 
mount  of  the  various  oils  that  would  be  normally  stored, 

X)  gaflonseXCeed  gallons  and  would  usually  be  about 

UR7°il7ri  tha  \  order  ,of  the .  hre  commissioner  No. 

j  it  u  u  a^d  hereby  is  modified,  and  the  appeal  be 

S  Y.i  yr1S  granted,  permitting  the  storage  of  a  lim- 
l  «,n  PP  j  °f  volatlle  materials,  not  exceeding  one  (1) 
ohm  °nYdfUim  ACach  °f  the  f°H°wing;  Benzine,  Benzol, 
eS  m  fy?1l  AueuOTie  and  Methanol,  on  condition  that 
.f.JL  matenal  shall  be  stored  in  the  original  50-gallon 
urns  within  a  one-story  metal  structure  to  be  erected  at 
®re?„r  ,of.  P^Perty  not  exceeding  10  ft.  by  15  ft.,  one 
17  lu  ?eirght’  as  indicated  on  plans  filed  with  this  ap- 
’  that  from  these  drums  not  more  than  one  (1)  5- 
non  can  of  each  type  of  volatile  material  shall  be  taken 
,  1  s  ored  ln  the  building  where  varnish  is  mixed  and 
pproved  safety  cans  shall  be  used  for  such  purpose; 


SmJni5  pern\it  shall  be  continued  only  so  long  as  the  area 
conditions°withinOri00nftStaretenotUch  “"V*16  surrounding 


139-37-A. 

APPLI  B7n?rdinand  SaviSnano>  for  East  River  Sav- 
m&s  Bank,  owner. 

bUBJECT-Appeal  from  a  decision  of  the  commissioner 

PREMISES  AFFECTED  1618-1620  Broadway,  west  side, 
hU  tt.  south  of  Macon  street  and  15-17  Hopkinson 

KU  N0'  1499'  L°‘  No-  4>-  Bonfugh’of 
APPEARANCES— 

For  Applicant :  Arnold  Lederer. 

F°r  :  Assistaut  Engineer  Benjamin 

AfTTOM  nv  SAA7De?artment  of  Buildings. 

THE  VOTE _  Appeal  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission- 
Walffi^  and  B1Um  and  Assistant  Chief 

Negative  . .  .  .  . .  n 

Absent  . ’  j  . .  " 
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THE  RESOLUTION— 

(139-37-A) 

ises°ni6°l  ffioTrStdwar’anl  is'l^fonk^*"8  Prem- 
(Block  No.  1499  Lo, To.  ^B^Y^^&nY'aTd 

dated1  March1 29  t?11  the  commissioner  of  buildings, 
dated  March  29,  1937,  re  Alt.  App.  No.  204414936,  reads- 

tionYhar  ahPpllcatl?n  f°r  a  Permit  on  the  above  loca- 
rlSwi  h  T  re|.ected  as  an  examination  of  your 
be  madp  a"d  aPPhcations  show  that  corrections  must 

stat?7enV  in  t6  •  rr7  °f  amendment  or  subsequent 
statements  in  triplicate,  typewritten  and  filed  with 

T,g*na  ?apers’,  a?  they  do  not  conform  with  the  laws 
aiTld  regulations  for  the  following  reason: 

(2)  Live  load  for  this  occupancy  to  be  120  lbs.  per 
and  s9-  B.  as  per  Section  53  of  the  Code.” 

VV  hereas  the  building,  which  was  erected  in  1926  is 
3  stories  (39  ft.  6  in.)  in  height,  37  ft.  by  125  ft.  1-18  in 
in  aiea,  irregular;  occupied  as  follows:  Cellar— upholstery 
and  repmrs,  storage,  10  persons;  1st  floor-store  and  up¬ 
holstery  shop,  5  persons;  2nd  floor— upholstery  manufa?- 
nng,  25  persons ;  3rd  floor— upholstery  manufacturing 

ruarv^TVo?*  Certlbcate.  °£T  Occupancy  was  issued  Feb- 
ruary  23,  1926  on  Permit  No.  9106-26  for  the  following 
occupancy:  Cellar— dead  storage;  1st  story— 120  lbs  fur- 
60  1^  'off'  r°0mi:  2"d  story-40  lbs,  offices;  3rd  st’ory- 
distrirt  the-  buddmg  IS  located  in  a  business  use 

frY,  !i  ?  j  neqUlp?-ed  Wlth  two  mterior  stairs  leading 
from  the  3rd  floor  direct  to  the  street;  the  stairway  af 
the  Broadway  front  of  the  building  is  3  ft.  8  in.  in  the 

3  Cftr’  fiSS  m  drerretarded  Partitions,  equipped  with 
6  fireproof,  self-closing  doors  at  the  openings-  the 
passageway  from  termination  at  the  1st  story  is  enclosed 
m  plain  glass  show  windows;  there  is  a  wood  door  in 
stairhall  partition  at  the  1st  story  level  opening  into  the 
show  window  at  the  southeast  corner  of  the  buildine- 
there  is  a  stationary  iron  ladder  from  the  stair  enclosure 
at  top  story  level  leading  to  a  2  ft.  by  3  ft.  scuttle;  stair¬ 
way  at  the  Hopkinson  avenue  front  is  4  ft  in  the  clear 
unenclosed  below  the  3rd  floor ;  at  the  3rd  story  level  the 
stairway  is  enclosed  in  fire-retarded  partition,  equipped 
with  3  ft.  self-closing,  fireproof  door;  and  P 

Whereas,  applicant  contends  that  the  nature  of  manu¬ 
facturing  proposed  is  light;  that  floors  will  not  be  loaded 
to  more  than  30  lbs.  per  square  foot,  and  that  unnecessary 
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hardship  will  be  caused  the  owner  if  forced  to  reinforce 
the  floors;  that  any  use  of  the  2nd  and  3rd  floors  for 
other  purposes  will  be  precluded  considering  the  location 
of  the  building  and  its  layout;  that  the  building  is  at 
present  approved  for  120  lbs.  on  1st  floor  and  60  lbs. 
above. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  acting  on  Alt.  App.  No.  2044D1936,  be  and  it  hereby 
is  modified,  and  the  appeal  be  and  it  hereby  is  granted, 
permitting  the  2nd  and  3rd  floors  of  this  building  to  be 
used  for  light  manufacturing,  on  condition  that  the  live 
load  shall  be  not  less  than  60  lbs.  pefl  superficial  foot  and 
that  the  building  shall  be  posted  for  this  carrying  ca¬ 
pacity;  that  the  requirements  of  article  2,  section  4-c  of 
the  building  zone  resolution  (permitted  occupancy  for 
manufacturing)  shall  be  complied  with  ;  that  this  modifi¬ 
cation  shall  continue  only  so  long  as  building  is  occupied 
as  proposed  for  upholstery  manufacturing;  and  on  fur¬ 
ther  condition  that  the  requirements  of  the  labor  law 
shall  be  complied  with  as  modified  under  Cal.  No.  140- 
37-  S. 


437-28- A. 

APPLICANT — Borden’s  Farm  Products  Co.,  Inc.,  owner. 

SUBJECT — Application  for  consideration  —  reopening  and 
amendment — re  Appeal  from  an  order  of  the  com¬ 
missioner  of  buildings. 

PREMISES  AFFECTED— 615-627  West  49th  street  and 
624-628  West  50th  street  (Block  No.  1097,  Lot 
Nos.  18  to  23  inclusive  and  46  to  57  inclusive), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  G.  H.  Metzler. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 


amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

•Walsh .  4 

Negative  .  9 

Absent  .  0 

THE  RESOLUTION— 

(437-28-A) 


Whereas,  Joseph  C.  Schaeffler,  for  Borden’s  Farm 
Products  Co.,  Inc.,  owner,  filed  May  10,  1928,  an  appeal 
from  an  order  of  the  fire  commissioner,  affecting  premises 
615-627  West  49th  street  and  624-628  West  50th  street 
(Block  No.  1097,  Lot  Nos.  18  to  23  inclusive  and  46  to  57 
inclusive),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
October  20,  1927  (Order  No.  27617-F),  reads: 

“Install  a  standpipe  system  with  risers  4  in.  in 
diameter,  tested  to  withstand  a  pressure  of  300  lbs. 
per  square  inch,  extending  from  cellar  to  roof,  with 
necessary  check  valves  and  2^4  in.  regulation  Fire 
Department  outlets  on  each  story  (including  base¬ 
ments,  cellars  and  roofs),  placed  within  main  stairway 
enclosure.” ; 

and 

Whereas,  the  building  is  fireproof,  one,  two  and  three 
stories  (43  ft.)  in  height,  55  ft.  8  in.  frontage  on  Twelfth 
avenue,  300  ft.  frontage  on  West  50th  street,  extending  200 
ft.  10  in.  through  the  block  with  a  frontage  of  150  ft.  on 
West  49th  street,  about  35,000  sq.  ft.  in  area  at  first  story, 
25,000  sq.  ft.  in  area  at  second  story  and  7,800  sq.  ft.  in 
area  at  third  story;  OCCUPIED:  cellar,  boiler  room;  1st 
story,  wagon  storage,  50  persons ;  2nd  story,  office  and 
stable,  105  persons;  3rd  story,  storage  of  baled  hay  and 
oats ;  and 


Whereas,  the  appellant  claims  that  a  four-inch  horizon¬ 
tal  wet  line  has  been  constructed  along  the  ceiling  of 
first  story,  fed  from  two  street  mains,  with  eleven  lj4-in. 
hose  outlets  covering  the  first  story  floor  area ;  there  are 
also  nine  Y\- in.  hose  outlets  on  second  story ;  that  an  ap¬ 
proved  automatic  sprinkler  system  has  been  installed  on 
the  third  story;  that  the  fire  hazard  in  stable  on  second 
story  has  been  reduced  to  a  minimum  by  using  peat  moss  1 
for  bedding;  furthermore,  the  appellant  contends  that  the 
present  fire  extinguishing  systems  provide  a  more  certain 
protection  than  a  vertical  standpipe  system ;  and 
Whereas,  the  premises  opens  on  three  street  fronts  and 
has  auxiliary  sub-standard  fire  extinguishing  equipment; 
and 

Whereas,  this  appeal  was  granted  by  the  board  October  1 
23,.  1928,  on  certain  conditions;  and 
Whereas,  owing  to  an  alteration  in  the  area  of  the 
building,  the  commissioner  of  buildings  has  issued  an 
order  No.  33799-F,  reading: 

“Install  an  approved  standpipe  system.” 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
27617-F  and  of  the  commissioner  of  buildings,  No.  33799-F, 
be  and  they  hereby  are  modified,  and  the  appeal  be  and 
it  hereby  is  granted  on  condition  that  the  building  be  not 
increased  in  height  or  area ;  that  the  third  story  used  as 
storage  occupancy  shall  be  equipped  with  a  sprinkler  sys¬ 
tem  and  that  the  existing  standpipe  service  shall  be  main¬ 
tained,  and  so  long  as  conditions  as  to  occupancy  and  use 
remain  unchanged  in  single  tenancy  and  operation ;  that 
in  the  event  the  building  is  reconstructed  by  the  elimina-  . 
tion  of  certain  portions  along  the  westerly  front,  because  ’ 
of  the  construction  of  the  overhead  speedway,  and  to  com¬ 
pensate  for  this  area,  additional  area  is  constructed  as 
shown  on  revised  plans  marked  “Received  April  9,  1937” 
and  resulting  in  no  increase  of  floor  area  as  against  the 
plans  previously  acted  on  by  the  board,  the  requirements 
of  this  resolution  may  be  considered  as  applicable  to  the 
building  as  altered. 


VARIATION  OF  LABOR  LAW 

140-37-S. 

APPLICANT — Ferdinand  Savignano,  for  East  River  Sav¬ 
ings  Bank,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  decision 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 1618-1620  Broadway,  west  side, 
50  ft.  south  of  Macon  street  and  15-17  Hopkinson 
avenue  (Block  No.  1499,  Lot  No.  4),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Arnold  Lederer. 

For  Administration:  Assistant  Engineer,  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 


(140-37-S) 

Whereas,  Ferdinand  Savignano,  for  East  River  Savings 
Bank,  owner,  filed  March  31,  1937,  an  application  for  a 
variation  of  the  Labor  Law  as  cited  in  decision  of  the  com¬ 
missioner  of  buildings,  affecting  Premises:  1618-1620 
Broadway,  west  side,  50  ft.  south  of  Macon  street,  and  15- 
17  Hopkinson  avenue,  (Block  No.  1499,  Lot  No.  4),  Bor¬ 
ough  of  Brooklyn :  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  March  29,  1937,  re  Alt.  App.  No.  20441-1936,  reads: 

“Your  application  for  a  permit  on  the  above  location 
has  been  rejected  as  an  examination  of  your  drawings 
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and 


and  appheahcns  show  that  corrections  must  be  made 

in  &.SS&KS  & 

ru'es  a"d  reguJ 

1 1  JQ};X1,ts  for  facto.ry  building  erected  after  April 
1,  1913,  to  comply  with  Sec.  270  of  the  Labor  Law.” 

VV  hereas,  the  building,  which  was  erected  in  1926  is  3 
stones  (39  ft.  6  in.)  in  height,  37  by  125  ft.  1%  in.  irregu¬ 
lar  in  area;  occupied  as  follows:  Cellar-upholstery  repair 
and  storage,  10  persons;  1st  floor-store  and  upholstery 
s  op,  5  persons;  2nd  floor — upholstery  manufacturing  25 
persons ;  3rd  floor— upholstery  manufacturing,  25  perfons  • 
a  Certificate  of  Occupancy  was  issued  February  23  1927’ 
on  Permit  No.  9106-26,  for  the  following  occupancy :  Cellar 
-dead  storage;  1st  story-120  lbs.-furniture  sales  rooms- 
2nd  story— 60  lbs —offices ;  3rd  story— offices— 60  lbs  •  the 
building  is  located  in  business  use  district,  and  is  equipped 
with  two  (2)  interior  stairs  leading  from  the  3rd  floor 
direct  to  the  street  ,  the  stairway  af  the  Broadway  front 

°£  tb?  jU1  dll?£. ls  3  ft-  §  in.  in  the  clear,  enclosed  in  fire- 
retarded  partitions,  equipped  with  3  ft.  fireproof  self- 
closing  doors  at  the  openings ;  the  passageway  from  the 
termination  at  the  1st  story  is  enclosed  in  ?lain  glass  show 
windows;  there  is  a  wood  door  in  stairhall  partition  at 
*bf  Jst  f°ry  CVer  °PenLing  into  the  show  window  at  the 
IsuJw3?  COr^r  of  die  building ;  there  is  a  stationary  iron 
Ioda  2  bT  fh^,stair  endosure  at  top  story  level  leading 
r  '  y  ^  ^}'  scuttle ,  stairway  at  the  Hopkinson  ave- 
nue  front  is  4  ft.  in  the  clear,  unenclosed  below  the  3rd 
floor;  at  the  3rd  story  level  the  stairway  is  enclosed  in 

j'rS  door ;  an?1*1™  *qUipped  with  3  £t-  self-closing  fire- 

-  W*HERfAj\ the  aPPlicant  contends  that  the  building  was 
;°JS  ,rUCted  £or  occupancy  as  a  furniture  store  in  the  cellar 
md  1st  story  and  offices  on  the  2nd  and  3rd  floors  that 
t SSajrS  l  Magistrate’s  Court  on  the  3rd  floor;’  that 
opulation  has  since  shifted,  causing  the  removal  of  the 

iWtUrtehat^meKSS-Ma-nd  ,re'lo?.ation  °f  the  Magistrate’s 
^ourt,  that  the  building  has  changed  hands  and  the  pres- 

>osedWand  rent  i£  H  anythinS  other  than  as  pro- 

'osed,  and  if  the  same  application  were  made  affecting  a 

iUdtnL ereCted  Pnor  £o  1913-  fire-retarded  stairwlys 
vould  be  accepted;  as  the  conditions  are  good,  and  that 

ppeSntia  JUStlCe  Wl11  be  done  in  the  granting  of  this 

J?fhvlvedb  that  the  Board  o£  Standards  and  Appeals  does 
ereby  make  a  variation  from  the  requirements  of  the  Labor 

■  w,  as  cited  in  decision  of  the  commissioner  of  buildings 

?L°nHA1'A  Na  20441-1936,  and  that  the  applicl- 
p  /  l£  her eby  is  granted,  permitting  the  building  to 
£or  /actory  purposes,  on  condition  that  the  re- 
rWnnm°i7hA  resolution  adopted  by  the  board  under 
m  t  °‘  are  complied  with  and  in  addition  that 

Cir  JZ* •  )un?ai!l  stai,rways  shall  be  enclosed  throughout 
‘  fe5  irC  height  with  fire-retarded  partitions,  with  fire- 
'9°\  doors  at  Jhe  openings;  that  if  the  elevator  opening 
included  within  the  stairhall  on  the  Hopkinson  avenue 
e  in  addition  to  the  requirement  that  all  doors  to  this 
iha  1  b?  fireProof.  the  ceiling  shall  be  fire- 
#5  -a  *  thj  main  ceilings  throughout  shall  be  cov- 
,fth stamped  metal  not  less  than  30  gauge;  that  the 
I  stai*?  and,  tbe  Wldth  of  door  opening  shall  not 
m  i,,!1..™  shown  on  plans  filed  with  this  applica- 
7,™  enclosure  of  show  windows  on  Broadway 
e  ot  1st  floor  shall  be  of  fire-retarded  material  with  any 
„5,lr,om  the  show  window  into  stairhall  enclosure 

■  .L<  y  a  fireproof  door;  that  the  accommodation 
ur  between  cellar  and  second  floor  shall  be  enclosed 
min  re'ietarded  material  with  fireproof  doors  at  all 
eningSi  and  piainiy  marked  on  all  floors  “Not  an  Exit”  ; 

nr  In  iiW£n  ,  s  ?n  both  street  fronts  above  the  street 
"if*11  be  Slazed  Wlth  plate  glass  with  frames  and  sash 
nl!la  mVjred  r ° ?d  and  not  exceeding  the  size  shown 
P  s  filed  with  this  application ;  that  the  windows  in 
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appliances  submitted  for  approval 

637-29-SA. 

APPLI CANT — The  Messer  On  Tm~ 

SUBJECT  Application  SforC°reopening^re  Merco  Oil 
APPEARANCES— r°Val  °f  M°dd  ^ 

A  rTml°n  Applicant :  None. 

ACTION  OF  BOARD  Application  reopened,  placed  on 

THE  VOTE' T^  REOPEN- fCrred  t0  engineer  o£  board. 
Affirmative:  Chairman  Murdock,  Commission- 
Walsh VagC  and  B1Um  and  Assistant  Chief 

Negative  . " .  ^ 

Absent  . jj 

378-36-SA. 

SUB  1E0TN S'1  Burner  Co.,  Inc,  owner. 

APPEARANCES—^  M°de' 

For  Applicant:  None. 

ACTI°N  OF  BOARD— Appliance  approved  in  accordance 

THF  vnmt  mr?rA  ™^meer  o£  the  board. 

THE  \  OTE  TO  APPROVE  APPLIANCE— 

Affirmative:  Chairman  Murdock,  Commission- 

uavage  and  Blum  and  Assistant  Chief 
Walsh .  . 

Negative  . .  .  .  .  .  . .  n 

Absent  .  "  . . 

the  resolution— 

(378-36-SA) 

ceiM)erT8S1Q%tZ  011  rUn?-er  C?- Jnc,  owner,  filed  De- 
cember  18,  1936,  an  application  of  the  Board  of  Standards 

and  Appeals,  for  approval  of  the  device  known  as  the 
Ritz  Oil  Burner,  Model  A ;  and 

tbe  d^.e  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division  of 
combustibles  was  substantially  as  follows: 

The  burner  is  of  the  pressure  atomizing  gun  tvpe 
and  was  installed  in  a  conventional  type  steam  heating 
?/AIltxjIT3  consists  °f  the  following  assembly:  A  Leland 
I/O  H.P.  motor;  a  Webster  pump  consisting  of  a 
pump,  strainer  and  regulating  valve;  a  Torrington 
blower  and  a  Monarch  nozzle,  with  capacities  ranging 
from  ll/2  to  6  gallons  per  hour. 

Electric— Webster  Transformer— 110  to 

1U, (J00  volts. 

Controls :  Minneapolis  Honeywell  controls  are  used 
consisting  of  a  Protecto-Relay  R117-3  and  Pressure- 
trol  L404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  in  operation  and  the 
controls  functioned  to  shut  the  burner  down  in  80  and 
82  seconds,  respectively  on  two  successive  tests.  The 
burner  was  then  put  into  normal  operation  for  ap¬ 
proximately  one  hour  and  the  controls  functioned  as 
designed. 

During  the  period  of  test  there  were  no  flare-backs 
due  to  faulty  ignition,  the  flame  was  free  and  clean 
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of  soot  and  an  examination  of  the  electrodes  showed 
no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test  it  is  recom¬ 
mended  that  the  Ritz  Oil  Burner,  Model  A,  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  be 
approved  for  domestic  use  when  used  with  fuel  oil 
not  heavier  than  No.  3,  U.  S.  Department  of  Com¬ 
merce  standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Ritz  Oil  Burner, 
Model  A,  for  domestic  installations,  when  installed  in 
accordance  with  the  above  report  and  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals,  and  when 


used  with  fuel  oil  not  heavier  than  No.  3,  on  condition 
that  there  shall  be  permanently  attached  to  each  burner 
installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  378-36-SA. 


Adjourned,  4:05  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


EXIT  RULES— REVOLVING  DOORS 


Adopted,  under  Cal.  No.  842-17-S,  Sept.  6,  1917 ; 
amended,  under  Cal.  No.  41-19-S,  Feb.  11,  1919;  under 
Cal.  No.  412-20-S,  July  8,  1920,  and  under  Cal.  No.  41-19-S, 
Jan.  8,  1924. 

Rule  1.  Classification  of  Revolving  Doors.  For  the 

purpose  of  these  rules  revolving  doors  shall  be  classified 
as  follows : 


exit  doorways  from  department  stores  provided  doorways 
aggregating  at  least  fifty  (50)  per  cent  of  the  legal  re¬ 
quired  with,  equipped  with  swinging  doors,  are  installed, 
and  one  or  more  such  outwardly  swinging  doors  are  lo¬ 
cated  immediately  adjacent  to  each  revolving  door.  Such 
swinging  doors  need  not  be  equipped  with  handles  on  the 
outside,  and  shall  have  a  minimum  clear  width  of  three 
(3)  feet. 


(a)  Type  A.  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position,  but  which  doors  are  so  designed  and  constructed 
that  in  the  event  of  excessive  pressure  being  exerted  on 
the  wings,  the  braces  or  other  devices  which  hold  the 
wings  in  their  normal  position  shall  be  disconnected, 
thereby  permitting  easy  egress  through  the  vestibule  at 
least  equivalent  to  that  provided  by  a  pair  of  swinging 
doors  having  the  same  width  as  the  vestibule  opening. 

No  revolving  doors  shall  be  included  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  any  wing  ex¬ 
ceeds  one  hundred  and  fifty  (150)  pounds  when  exerted 
at  a  point  three  (3)  inches  from  the  outer  edge  of  the 
wing,  and  three  (3)  feet  six  (6)  inches  above  the  floor, 
but  shall  be  classified  under  type  B. 

(b)  Type  B.  “Rigid  Brace”  in  which  the  individual 
wings  are  maintained  in  the  normal  revolving  position  by 
rigid  braces  or  similar  devices,  but  which  doors  are  so 
designed  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  may  be 
manually  released  by  simple  mechanical  means,  thereby 
permitting  the  individual  wings  to  be  manually  collapsed 
and  so  arranged  as  to  permit  free  egress  through  the 
vestibule. 


Rule  4.  Existing  Revolving  Doors.  Except  where 

otherwise  prohibited  existing  Type  A  revolving  doors  may 
be  retained  as  required  means  of  exit  in  doorways  from  ! 
buildings. 

Except  where  otherwise  prohibited  existing  Type  B 
revolving  doors  may  also  be  retained  as  required  means  1 
of  exit  in  buildings,  when,  in  the  opinion  of  the  admin¬ 
istrative  official  having  jurisdiction,  no  dangerous  exit  con¬ 
dition  exists.  If,  however,  such  dangerous  exit  condition 
is  deemed  by  him  to  exist,  they  shall  be  either  replaced 
by  Type  A  revolving  doors,  or  supplemented  by  at  least 
one  swinging  door  not  less  than  three  (3)  feet  wide  lo¬ 
cated  adjacent  to  the  revolving  door,  as  the  administrative 
official  may  direct. 

Rule  5.  New  Revolving  Doors.  In  buildings  other 
than  assembly  halls,  asylums,  auditoriums,  churches,  dance 
halls,  department  stores,  hospitals,  motion  picture  theatres, 
schools  and  theatres,  coming  under  the  exit  provisions  of 
the  building  code,  doorways  serving  as  required  exits  may  1 
hereafter  be  equipped  with  Type  A  revolving  doors  or  ’ 
with  Type  B  revolving  doors,  provided  such  revolving  : 
doors,  not  exceeding  three  in  a  unit,  shall  have  an  out¬ 
wardly  swinging  door  at  least  three  (3)  feet  wide  located  1 
immediately  adjacent  thereto. 


Rule  2.  Revolving  Doors.  Prohibitions.  Revolving 
doors  shall  be  prohibited  in  exit  doorways  from  assembly 
halls,  asylums,  auditoriums,  churches,  dance  halls,  hospi¬ 
tals,  motion  picture  theatres,  schools,  theatres,  or  from 
any  room  or  space  within  a  building  where  more  than 
three  hundred  (300)  persons  congregate  for  purposes  of 
amusement,  instruction  or  worship ;  except  that  the  main 
entrance  doorway  to  a  hospital  or  sanitarium  may  be 
equipped  with  either  type  A  or  B  revolving  doors  when 
supplemented  by  swinging  doors  not  less  than  three  (3) 
feet  eight  (8)  inches  wide  at  this  or  other  paths  of  egress. 

Rule  3.  Revolving  Doors — Department  Stores.  Type 
A  revolving  doors  hereafter  installed  shall  be  accepted  in 


Copies  of  the  Official  Directory  of  the  City  of  New 
York  for  the  year  1937  (The  Little  Green  Book),  contain¬ 
ing  the  latest  authentic  information  in  relation  to  City, 
State  and  Federal  Departments,  Bureaus,  Offices  and 


Rule  6.  Revolving  Doors  —  Subway  Entrances.  Re¬ 
quired  exit  doorways  from  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  may  be 
equipped  with  type  A  revolving  doors,  provided  door¬ 
ways  of  the  legal  required  width  equipped  with  swinging 
doors  are  also  installed  and  one  or  more  such  outwardly 
swinging  doors  are  located  adjacent  to  each  revolving  door. 

Rule  7.  Saving  Clause.  But  nothing  in  these  rules 
shall  prevent  the  installation  on  the  exit  doors  from  a 
bank,  trust  company,  jewelry  store,  or  any  store  devoted 
to  a  single  similar  use,  of  a  locking  device  which 
operated  by  electricity  or  other  means  from  the 
of  the  building,  to  be  used  only  in  an  emergency. 


Courts,  are  now  on  sale  at  the  Distribution  Division  of 
the  City  Record  Office,  Room  2213,  Municipal  Building, 
Manhattan.  Price  50  cents;  by  mail,  three  cents  per 
copy  must  be  added  for  postage. 
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Plumbing,  Drainage,  Water  Supply,  Gas 

AdA0nPrtMd„bylqt1h_e  Superintendents  of  Buildings,  Effective 
April  23,  1912;  Became  Rules  of  the  Board  of  Stand- 

31 Toif  AAppeia  i  ChaPter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 

oAr?.ea,S’  Ju,y  5-  1917 J  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May  ’ 

5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

•  V  1  drawings  and  triplicate  descriptions,  on  forms  fur- 

?». Plumbing 


an, I  Drainage,  shall  be  properly  filledTn,  and  filed  by  lhf 
owner  or  architect  m  the  said  Department.  The  plans  must 
to  i”  ink,  on  cloth,  or  they  must  be  doth 

prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 

Wf°rk  t<?,  b?  done’  and  must  show  Partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip- 

Soner  of  Buifc°  ^  ***  aPPr°Ved  by  the  C°m- 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw- 
ngs  and  triplicate  descriptions,  or  an  amendment  to  the 
irigmal  drawings  and  descriptions,  covering  the  proposed 
hange  or  changes  are  so  filed  and  approved  by  the  Com- 
mssioner  of  Buildings. 

4  The  drainage  and  plumbing  of  all  buildings,  both 
ubhc  and  private,  shall  be  executed  in  accordance  with  the 
ules  and  regulations  of  the  Department  of  Buildings. 

•  Repairs  or  alterations  of  plumbing  or  drainage  may 
e  made  without  filing  drawings  and  descriptions  in  the 

SfnT?  °f  Build!nSs>.  but  such  repairs  or  alterations 
tiall  not  be  construed  to  include  cases  where  new  vertical 
nes  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
ipes  are  proposed  to  be  used. 

6  Notice  of  such  repairs  or  alterations  shall  be  given 
>  the  said  bureau  before  the  same  are  commenced  in  such 
ises  as  shall  be  prescribed  by  the  rules  and  regulations 
l  the  said  bureau,  and  the  work  shall  be  done  in  accord- 
ice  with  the  said  rules  and  regulations. 

7  Where  repairs  or  alterations,  ordered  by  the  Board 
:  Health  or  Tenement  House  Department  for  sanitary 
asons,  include  cases  where  new  vertical  and  horizontal 
les  ot  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
,ed  or  old  ones  replaced,  drawings  and  descriptions  must 

r  c Wlt  l  and  approved  by  the  Commissioner  of  Build- 
gs  before  the  same  shall  be  commenced  or  proceeded  with. 

o.  BePa^r?  and  alterations  may  comply  in  all  respects 
th  the  weight,  quality,  arrangement  and  venting  of  the 
st  of  the  work  in  the  building.  Except  when  an  existing 
,il,  waste  or  vent  line  has  been  damaged  by  fire  or  other 
uses  to  the  extent  of  50  per  cent  or  more  of  its  entire 
igth  same  must  be  replaced  by  new  lines  installed  in 
pordance  with  the  rules  and  regulations  governing  new 

No  Plumbing  and  drainage  or  any  part  thereof  shall 
commenced  until  the  plumber  who  is  to  do  the  work 
dl  sign  the  specifications  and  make  affidavit  that  he  is 
ly  authorized  to  proceed  with  the  work.  Affidavit  must 
e  .e  name  and  address  of  owner  and  plumber,  etc. 

•  registered  plumber  shall  sign  the  specifications  and  act 
the  agent  for  a  plumber  who  has  not  obtained  a  cer- 
cate  of  competency  from  the  Examining  Board  of 
timbers  as  an  Employing  or  Master  Plumber.  A  viola- 
n  .  tbls  rule  W1H  be  deemed  a  sufficient  reason  by  the 
mrmssioner  of  Buildings  for  the  cancellation  of  a  Cer- 
Registration,  in  accordance  with  Chapter  803, 

WS  oi  lo^O. 

0.  One  set  of  specifications  will  be  received  for  not 


Piping  and  Ventilation  of  Buildings. 

lotsTnd  houses  ^eS  exactly  $£  °"'y  whe"  “  ««•**« 

SSSS!?- 

Definition  of  Terms. 

Spool  COnnect‘°"  w'th  Public  sewer,  private  sewel  or 

nectirfg  ^vith^he  XZ*  "  ™  “ 

15.  The  term  soil  line”  is  applied  to  any  vertical  line 

waterPcloseI1connectionsabOVe  ^  ^  °f  ^  ^  ^ 

16-  The  term  “waste  line"  is  applied  to  any  vertical  line 

oler,laSar°c&'elabOVe  ***’*"'£&£ 

trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

defectsAan1da?niaIS  be  °u  the  best  ^uality.  free  from 
workmanlike  manner  be  eXeCUted  in  a  “'°rouSh, 

19’,  A1j.  cast-iron  pipes  and  fittings  must  be  uncoated 
!°r|nd^Cy^ hndrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot : 


Diameters 

Weights  per  Linear  Foot 
Standard  Extra  Heavy 

2  inches . 

Ct  /  f 

3  inches . 

0/2  pounds 

4  inches . 

9 Yi  pounds 
13  pounds 
17  pounds 
20  pounds 
27  pounds 

5  inches . 

6  inches . 

7  inches . 

8  inches . 

10  inches . 

oj/2  pounds 
45  pounds 
54  pounds 

12  inches . 

Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  we  ght  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manufacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galvanized  wrought  iron  or  steel  pipe  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped, 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
half  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
tmcKness  and  weight  per  linear  foot : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.68  pounds 

2  inches . 15  inches  3.61  pounds 

2y2  inches . 20  inches  5.74  pounds 

3  inches . 21  inches  7.54  pounds 

3 y2  inches . 22  inches  9.00  pounds 

4  inches . 23  inches  10.66  pounds 

4 y2  inches . 24  inches  12.34  pounds 

5  inches . 25  inches  14.50  pounds 

6  inches . 28  inches  18.76  pounds 

7  inches . 30  inches  23.27  pounds 

8  inches . 32  inches  28.18  pounds 

9  inches . 34  inches  33.70  pounds 

10  inches . 36  inches  40.06  pounds 

11  inches . 37  inches  45.02  pounds 

12  inches . 37  inches  48.98  pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
of  couplings.  Threaded  connections  on  brass  pipe  must  be 
of  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Weights  per 

Diameters  Thicknesses  Linear  Foot 


1  y2  inches . 14  inches  2.84  pounds 

2  inches . 15  inches  3.82  pounds 

2 y2  inches . 20  inches  6.08  pounds 

3  inches . 21  inches  7.92  pounds 

3z/2  inches . 22  inches  9.54  pounds 

4  inches . 23  inches  11.29  pounds 

&,y2  inches . 24  inches  13.08  popnds 

5  inches . 25  inches  15.37  pounds 

6  inches . 28  inches  19.88  pounds 


32.  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
must  be  of  best  quality  cast  brass,  not  less  than  4  inches 
long  and  2  inches  and  3  inches  and  4  inches  in  inside  di¬ 
ameter  and  not  less  than  the  following  weights : 


Diameters  Weights 


2  inches .  1  pound  0  ounces 

3  inches .  1  pound  12  ounces 

4  inches .  2  pounds  8  ounces 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights: 


Diameters  Weights 


1  y2  inches .  0  pound  8  ounces 

2  inches .  0  pound  14  ounces 

2 y2  inches .  1  pound  6  ounces 

3  inches .  2  pounds  0  ounces 

4  inches .  3  pounds  8  ounces 


35.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy, 
not  less  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches.  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  of  pipe. 

36.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
engaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37.  The  use  of  lead  pipes  is  restricted  to  the  short  I 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

“Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than:  I 


8  feet  of .  1^4  inch  pipe 

5  feet  of . .  2  inch  pipe 

2  feet  of .  3  inch  pipe 

2  feet  of .  4  inch  pipe 


38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 
“wiped”  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Weights  per 

Diameters  Linear  Font 


iy  inch  (for  flush  pipes  only) .  2^4  pounds 

iy2  inches  .  3  pounds 

2  inches  .  4  pounds 

3  inches  .  6  pounds 

4  and  \y2  inches .  8  pounds 


40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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mg  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

|  4'3/  .Evfr-V  building  must  have  its  sewer  connections  di¬ 
rectly  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con- 

I  ,beaUSedf  m  CTmon  ufor  °ne  or  more  buildings. 

It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
itter  it  has  beeri  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictlv  in 
iccordance  with  the  terms  of  the  permit  issued  by  the  Com- 
inissioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
invy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
Bust  be  located  at  least  15  feet  from  any  building  and  on 
fe,fam?  lot  as  butWing  for  which  their  use  is  intended. 

•  ,  of  cessPools  and  privy  vaults  when  constructed  of 

fbe  8  mClieS  th,lck;-if  of  stone>  18  inches  thick, 
iottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
oncrete  6  inches  thick.  The  entire  interior  surface  of  cess- 
ools  and  privy  vaults  must  be  finished  with  a  coating  of 
ortland  cement  mortar  1  inch  thick.  s 

^48.  As  soon  as  it  is  possible  to  connect  with  a  public 
ewer,  the  owner  must  have  the  cesspool  and  privy  vault 
nptied,  cleaned  and  disinfected  and  filled  with  fresh  earth 

described*  S£Wer  COnnection  made  in  the  manner  herewith 

49  All  pipe  lines  must  be  supported  at  the  base  on  brick 
ers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 

a  °nglhe  lme  ry  heavy  iron  hangers  at  inter- 
rils  ot  not  more  than  ten  feet. 

50  All  pipes  issuing  from  extensions  or  elsewhere 
hich  would  otherwise  open  within  20  feet  of  the  win- 
>w  of  any  building  must  be  extended  above  the  top  of 
iy  window  ocated  within  such  distance.  When  a 
lidding  exceeds  in  height  that  of  an  adjoining  building 

te  StnTn  7  ?PTlgS  arr  CUt  in  the  wal1  on  the 

.  e  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
vent  line  now  in  place  or  subsequently  installed  in  the 
lav^  ^  the  owner  of  the  higher  building  shall  de- 
ove  tbpXPenS/  °/  futenJm,g  Said  soi1’  waste  or  v^t  lines 
°ke  such  aTtoation  8  "  buildingl  °r  sha“  hims'l£ 

dL  The  arrangement  of  all  pipes  must  be  as  straight 
avoidable5  P°SSlb  e'  0ffsets  will  be  permitted  only  when 


P^Pes  and  traps  should,  where  possible,  be  ex- 

•  insnecfio^’  Tbey  sk?uld  a^ways  be  readily  accessible 

*  inspection  and  repairing. 

it*  ^  every  building  where  there  is  a  leader  connected 
at  ImS “»nlf  are  &ny  plumbing  fixtures,  there  must 

ventilation  ^  4)  mCh  plpC  extending  above  the  roof 

Yard,  Area  and  Other  Drains. 

Ad  farJs’  are?s  and  courts  exceeding  15  square  feet 
ton  n  t 1  be  dr?lnedinto  the  sewer.  A  shaft  open  at 
noth  Urn  excetedir?g  25  sq^re  feet  in  area,  and  which 

in  tran  TeCKd  !?  ^  °f  a  leader-  yard  court  or  area 
” j:5ap*  may  be  drained  into  a  publicly-placed,  water- 
Plied,  properly-trapped  and  vented  slop'  sink. 

Tbese  drains,  when  sewer-connected,  must  have  con¬ 
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nections  not  less  than  three  inches  in  diameter  Thev 
should  be  controlled  by  one  trap-the  leader  trap,  if  possible 

:  T  dra.ms  will  only  be  permitted  when  it  can  be 
that^r  ie  sat.lsfaction  of  the  Commissioner  of  Buildings 
7777  USC  15  abs°lutely  necessary  and  arrangements 
ade  to  maintain  a  permanent  water  seal  in  the  traps. 

trolled  1p^inS  maybe  connected  in  back  of  and  con- 

need  notV  vemed!  yard'  C0Urt  °r  ar'a  drain  tra“  ^ 

58.  Subsoil  drains  should  discharge  into  a  sumo  or  re 

hvVmfv  bpkdthebCOn^n-S  °f  Which  i£  discharged  by  grav¬ 
ity  may  be  discharged  into  a  rain  leader,  yard  court  or 

area  drain  behind  the  trap  controlling  same  or  mav  be 

discharged  through  a  properly-trapped  and  vented  water- 

supplied  receptacle.  Where  mechanical  force  is  required  to 

ischarge  the  contents  into  the  plumbing  and  drainage  svs- 

ZrraUt°m7iC  uUt'°ff  °f  Check  valve  must  ^  Pro¬ 

vided  on  the  connection  between  house-drain  and  apnaratus 

used  for  raising  the  contents  of  sump-pit.  ahParatus 

f  rbe  contents  of  settling  chamber  or  dust  receptacle 
InA  ^  Hum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pitsg 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 

alfwf UttCrS  lnd  rain  leaders  f°r  conducting  water  from 
fj,,  d  ?  m  rSUch  ,manner  as  shall  protect  the  walls  and 

fnv  ?aE,0DSJr°mhinJury-  J"  n°flCaSe  sha11  the  water  from 

adfninlno-  n  der  7  adowed  to  flow  uP°u  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 

proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 

sa^lMd011  whlch,the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 

ducted  hveP°ft  Sldralk  t0  thG  Street  gutter'  or  may  be  con 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
°r  steek  Wltb  roof  connections  made  gas  and  water 

fbt,by  °/  a  heavy  lead  or  copper-drawn  tubing 

wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
ine  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
hey  must  connect  with  the  house  drain  by  means  of  a 

~  PJPe  extending  vertically  five  feet  above  the  grade 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader. 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

bouse  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leakv 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 


cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
of  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter: 


Diameter 

of 

Pipe 

Fall 

Inch  per  Foot 

Fall 

Inch  per  Foot 

3 . 

. . .  1,200  square  feet 

1,500  square  feet 

4 . 

. . .  2,500  square  feet 

3,200  square  feet 

5 . 

6,000  square  feet 

6 . 

. . .  8,000  square  feet 

10,000  square  feet 

7 . 

. . .  12,400  square  feet 

15,600  square  feet 

8 . 

. . .  18,000  square  feet 

22,500  square  feet 

9 . 

31,500  square  feet 

10 . 

...41,000  square  feet 

59,000  square  feet 

12 . 

98,000  square  feet 

75.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
in  a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
thick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
of  the  ground. 

77.  When  the  plumbing  system  of  any  building  is  altered 
by  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
be  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

79.  A  fresh-air  inlet  pipe  must  be  connected  with  the 
house-drain  just  inside  of  the  house  trap  and  extended  to 
the  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans. 
The  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron,  1 

steel  or  brass.  . 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
at  least  one  foot  above  the  roof  coping,  and  well  away  from 
all  shafts,  windows,  chimneys  or  other  ventilating  openings. 
When  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top  ; 
of  such  stack. 

84.  In  all  buildings,  wire  baskets  must  be  securely  fas¬ 
tened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

- 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 

branches  for  all  fixture  connections.  < 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 

lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  increasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited.  J 

90.  The  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  table : 


Main  soil  stacks  in  buildings  serving  not  more 

than  two  sets  of  fixtures  in  four  or  less  stories  4  inches 

Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories .  4  inches 

Main  soil  stacks  in  all  other  cases .  5  inches 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  .  3  inches 

Branch  soil  pipes  for  more  than  four  water- 

closets  .  4  inches 

Main  waste  stacks .  2  inches 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  .  3  inches 

Branch  waste  pipes  for  slop  sinks .  3  inches 

Branch  waste  pipes  for  laundry  tubs .  1/4  inches 

When  set  in  ranges  of  three .  2  inches 

Branch  waste  for  kitchen  sinks .  2  inches 

Branch  waste  for  urinals .  2  inches 

Branch  waste  for  other  fixtures .  inches 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin, 
one  sink  and  two  laundry  trays. 

Vent  Pipe*. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot,  shall  be 
protected  from  siphonage  and  back-pressure  by  special 
lines  of  vent  pipes;  provided  that  where  approved  deep-sea 
s.phon-jet  water  closet  or  slop  sink  fixtures  are  instated 
with  branch  piping  not  over  five  (5)  feet  in  length  from 
fixture  to  main  soil  or  waste  line,  the  vent  pipe  may  b™ 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92.  All  vent  pipe  lines  and  main  branches  must  be 
of  iron  steel  or  brass.  They  must  be  increased  in  diam¬ 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
looST  d  when  there  are  fixtures  on  more  than  six 


hC/'ni?SetS  eacuh  fixture  sha11  be  50  located  that  its  trap  will 
branch  ^  tSan  *wo  <2>  feet  distant  from  the  horizomal 
wast,e  llne  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 

mainah  VehtS  fr°m  the  traPs  of  fixtures  connecting  to “S 
main  branch  vent  exceeds  the  number  and  size  rrivfn  in  the 

videdTo?  ttb,aeHda'^-inf  mai"  branch  vent  mSsH  “p*o! 
v  aed  tor  the  additional  vent  connections.  V 


4  Y  Inch  ^rancbes  on  a  13/2  inch  main  branch. 

7li/  Inch  Krancbes  on  a  2  inch  main  branch. 

2 Y2  \nch  branches  on  a  2  inch  main  branch. 

4- 1  y2  \  inch  branches  on  a  2  inch  main  branch 

1-2  )  .  L  t 

5- 1  y3  J  lnch  branches  on  a  2  inch  main  branch 


t  93‘  t  AJ  ?ffse]s  must  be  made  at  an  angle  of  not  less 
ban  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
e  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 

ustnscaleUCh  &  manner  as  to  Prevent  the  accumulation  of 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of  all 
onnecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
fs  sod  Pipes  or  waste  pipes..  Branch  vent  pipes  should  be 
onnected  not  less  than  six  inches  nor  more  than  two  feet 
rom  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type"  ventilation  is  installed 
f  n  j c?nnectl5)n  ^°r  water-closets  and  slop  sinks  must  be 
eileJrr  chef  branch  soil  or  waste  pipe  just  below  the 
ap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
™e,ct,ed.  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
fected  between  it  and  the  fixture.  Earthenware  traps  must 
ive  no  vent  horns. 

;“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
jnnection,  by  means  of  a  horizontal  branch  soil  or  waste 
pe,  between  the  main  soil  or  waste  line  and  the  vent  line 
id  in  which  the  connection  between  the  branch  pipe  and 
e  vent  line  is  made  at.  least  six  (6)  inches  above  the  line 
fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
vent  pipe. 

97'  4.iThr  f.1ZCS-  of  vent  pipes  throughout  must  not  be  less 
an  the  following : 

For  main  vents,  two  inches  in  diameter;  for  water-closets 
three  or  more  floors,  three  inches  in  diameter;  for  other 
•  ures  on  less  than  seven  floors,  two  inches  in  diameter- 
-ee-inch  vent  pipe  will  be  permitted  for  less  than  nine 
Ties;  for  more  than  eight  and  less  than  sixteen  stories, 
fir  inches  in  diameter;  for  more  than  fifteen  and  less 
in  twenty-two  stories,  five  inches  in  diameter;  for  more 
in  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
ermined  by  the  Commissioner  of  Buildings. 

for  fixtures  other  than  water-closets  and  slop  sinks  and 
more  than  eight  stories,  vent  pipes  may  be  one  inch 
alter  in  diameter  than  above  stated. 

■or  long  branch  vent  pipes  over  10  feet  in  length  but 
exceeding  2a  feet,  two  inches  in  diameter;  when  over 
feet  in  length  but  not  exceeding  50  feet,  three  inches 
diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
,  ’  nor  can  any  main  vent  be  of  less  diameter  than 
largest  branch  vent  connecting  to  same. 

When  the  plumbing  fixtures  installed  in  any  build- 
are  arranged  in  groups  of  batteries,  “yoke  type”  ven- 
I  ion  may  be  installed,  provided  that  for  batteries  of  wa- 
losets  each  fixture  shall  be  set  not  more  than  two  (2) 
distant  from  the  horizontal  branch  soil  pipe  into  which 
ischarges,  and  for  batteries  of  fixtures  other  than  wa- 


Traps. 

•  ,  9i?'  vf°  ^orm  traP  wiH  be  permitted  to  be  used  unless 
orfe  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals 

™as°ns’  cessPool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted  nor  any  form  of  trap  that  is  not  self- 

anv'tran’i101"  ^  n|S  intenor  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 

nerP«°ammiSS|i0nfr  °f  Bmldmgs  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlef  as 
possible  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 

t°he  HnVawP$lde  °f  thC  Wajtebne’  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 

trays  must  be  branched  in  below  the  water-seal. 

discharge  from  any  fixture  must  not  pass 
dra?n^  m°re  *ban  one  trap  before  reaching  the  house- 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105  All  fixtures,  other  than  water-closets  and  urinals 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
tiaps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side^  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
hve  (5)  inches..  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  size 
as  trap  and  water  connection. 

112.  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets 
Traps  for  slop  sinks.... 
Traps  for  kitchen  sinks 
Traps  for  wash  trays... 

Traps  for  urinals . 

Traps  for  shower-baths 
Traps  for  other  fixtures 


4  inches  in  diameter 

3  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

2  inches  in  diameter 

\y2  inches  in  diameter 


Traps  for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

113.  Every  dental  cuspidor  must  be  separately  trapped 
by  a  trap  of  at  least  one  and  one-half  (1  }4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphoa  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
(54)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys¬ 
tem.  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (154)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

115.  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1*4  inches  in  diameter 
nor  larger  than  134  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

116.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup¬ 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
feet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

117.  The  branches  on  vertical  lines  must  be  made  by 
Y  or  TY  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
bevel  strips  at  their  edges. 

119.  Where  there  is  an  offset  on  a  refrigerator  waste 
pipe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
horizontal  part  of  the  pipe. 

120.  In  all  lodgings  and  tenement  houses  the  safe  and 
refrigerator  waste  pipes  must  extend  above  the  roof. 


Water  Closets,  Sinks  and  Washtubs. 

( Good  except  as  relating  to  tenement  houses  and  factories.) 

121.  In  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 

ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly, 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings.  , 

122.  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per¬ 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124.  In  tenement  houses,  lodging  houses,  factories,  ' 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor,  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open-  | 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart-  | 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

127.  The  general  water-closet  accommodation  of  any 
building  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or  1 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat, 
the  seat  must  be  supported  on  galvanized  iron  legs. 

130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an  approved  floor  slab  of  porcelain,  slate 
or  other  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

131.  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 
water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge, 
will  not  be  permitted. 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 

135.  Water-closets  and  urinals  must  never  be  connected 
directly  with  or  flushed  from  the  water-supply  pipes,  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves- 
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137.  Where  “Flushometers”  are  used,  they  must  be  sun-  c  ======= — ====; 

plied  from  tank  pressure,  unless  otherwise  permitted  hv  r~  ^Pfra^e  stop-cocks  or  valves  so  lonted  *  i 

the  Commissioner  of  Buildings;  the  rising  lines  shall  he  CPSSlbj?  at  all  times,  shall  be  placed  at' the  fS  !°  a<L 

at  least  one  and  one-half  L  llne,s . ,shaI1  be  riser  line  and,  in  all  building  the  ??ot  of  cach 

jngs  occupied  exclusively  by^one^or  wo"  buJld' 

mg  not  more  than  fifteen  ei  °n-6  °r  two  families  or  hav- 
line  from  the  riser  fo^Sch  on  each  branch 

of  fixtures  such  Ys  L,t  lsola'ed  or  each  group 

etc  •  exrent  tW  i  bathroom  fixtures,  kitchen  fixtures 

<,m;redeX|oerPttheatfixTu?es0nceo„tP  T*  °r  aba'>  b=  £ 

suite,  store  or  loft  occun.wf  h"^  m  any  °ne  aPartment, 
fixtures  contained  in  each  sdurhya°net  ant  ^hen  a11  the 
lof.  are  supphed  from'ot  branchTne"’6”'’  SU‘te'  St°re  " 

be  less  PCTneYaff  ’S*?  to  a"y  fibres  muse  not 
water-closets  cisterns  nr  l’  e^cePt  wben  used  to  supply 
used  is  lead  or  bras”  D?ne  Wben  the  Serial 

three-eighths  inch  Branrhec  fmin.Lmiym  diameter  may  be 

closets  must  not  be  less  than  nn^  >  *  foL^ater- 

diameter  and  for  urinals  not  io°  e+ifnd  °ne‘Quarter  inch  in 
inch  in  diameter"  0t  leSS  than  three-quarters  of  an 

distarice^between  the  System  .is  installed,  the 

be  less  than  six  inches  wt" 3ld-fw.ate.r  risers  should  not 
them  six  inched  S,  Zart  tVl  TP°fble.  *>  place 
be  covered  with  an  annro Li  ’•tbe1b?t  water  riser  must 

method  of  circulation  provided  toSil?  ■ma,enal  and  a 
Anerh  ,°f  h?‘  Water  at  the  fa“«‘  when  required  Pr°mP' 
stores  i°„  height  fhaTbe  of  S'*"25  d>an  four 

In  buildings  of  four  Storihs  or  iePr°Vnd  CIrcalatinK  type. 

tofhe  M 

stalled.  ’  PP  d  clrculating  system  shall  be  in- 

12a93lia?iepresem'instalIattonsndlhent  adopEed  November 
current  rules  mav  be  J  whPre  complying  with  the 

proviso  that  should  the  r "  ined  U-ntl  APril  k  1933,  with  the 

Of  VVater  Supply  Gas  andOI?wf!0iera0f  the  Department 

exists  the  rule  shall  become^ffeSSntotW™''8'"^ 

156  A,Te-genCy  ,0  <he  Donimissioner  of  Build^gsT'" 

157  "  er'S"S  and  benches  must  be  properly  fastened. 

Ply  free^hrnd‘heeo„r iro„P;rSair fi^n^s  f ZT  *°  *T 

tank  must  be  provided  of  sufficient  size  tA  ^  ^  SUpp  y 

as 

mus^byebperovSary;  ^ 


rr  > - •  unicss  oinerwise  permitted  bv 

the  Commissioner  of  Buildings;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diamete?,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter  with  individual  branches  not  less  than  one  inch 
m  diameter,  for  water-closets  and  not  less  than  one-half 
mch  in  diameter  for  urinals.  Individual  branches  shall  no 
exceed  twelve  inches  in  length. 

h  13i8‘  rTie  °yerfl°T  of.  cisterns  may  discharge  into  the 

“  n°  “Se  “““«  wifh  -a« 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 

water-close  and  urinal  cisterns  are  prohibited,  unleswp- 
pr?yned  by  the  Commissioner  of  Buildings.  P 

140.  I  he  copper  lining  of  water-closet  and  urinal  cis- 
te  n  must  not  be  lighter  than  ten  (10)  ounce  copper 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
ind  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
n  diameter  and  if  of  lead  must  not  weigh  less  than  two 
;ind  one-half  pounds  and  two  pounds  per  linear  foot  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

'm  flush  pipes"  C°nneCtions  and  eIbows  are  not  permitted 

143.  Latrines,  trough  water-closets  and  similar  aonli 

!SSoJTearyobfeBnflr|-0nly  on,written  Permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 

4Lbe  Ar?,qu,rfd  >  <he  t«ms  of  the  permit.  g 
44.  All  urinals  must  be  constructed  of  materials  im- 

t7onUoSft0urrStUTrfie’  T*  ^  7'"  not  COrrode  the 

etion  of  urine  The  floor  and  wall  of  the  urinal  aoart- 

brrosive“materiabed  Similar  n°"-abtot>en<  a"d  non- 

-1ronneImdP-laif0rmA  of,treads  of  urinal  stalls  must  never 
JTeCted  lnd^Pendently  to  the  plumbing  system  nor  can 
iey  be  connected  to  any  safe  waste  pipe 

U  orr°U|i4nte4 ,<>SetS  and  ,r°“gh  Urina,S  m“St 

147.  In  all  houses,  sinks  must  be  entirely  open  on  iron 
mo  £jacbets  Wlth°ut  a°y  inclosing  woodwork! 
ed  inXW0<?en  WfSh  tubs  are  P^hibited,  except  when 
’  s’  resyaurants  or  bottling  establishments  for 

n ZbftU?-  Cement  or  artificial  stone  tubs 
Buildings  """”  C<3  un  ess  aPProved  by  the  Commissioner 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
provided  with  a  sufficient  supply  of  water  for  flushing 
keep  them  in  a  proper  and  cleanly  condition. 


A ,  r  111  °  duu  eieamy  condition.  pvrlTfrlr*  J  ,  UUSL  ue  metai-cov( 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for  tion  bv  s  °Jted  as, to  prevent  wate 

■ter-closets  and  five  gallons  for  urinals.  , aDy  gas  and  odors  from  plumbing  fixtures. 

I  Si  I  1— T  miPQ  _ _ _ j.  i  <  ISO  T-T  _ _ _ _  i  .  i 


-  - aavv.  (X  LdjJdLi  iy  UI  t 

;ter-cl°sets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
•ms  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
ler  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
4  under  the  supervision  of  the  Department  of  Water 
PPly,  Gas  and  Electricity, 

51.  A  separate  stop  or  valve  must  be  placed  upon  the’ 
vice  pipe  inside  the  front  wall. 

S2;,  Th<y  diameters  of  street  service  pipes  must  not  be 
>  than  three-quiirter  inch  for  dwellings  and  tenements 

UDieCl  hv  QTY  nmi  1PC  nr  Inno  .  _ _ .* _ P_ 


wf1,39'  /b?us?  sVPPJy  tanks  must  be  of  wood  or  iron  nr 
of  wood  lined  with  tinned  and  planished  copper.  ’ 

ifii‘  7u°USe  ta?S  mUSt  be  supP°rted  on  iron  beams. 

where  pipe  ,!hou,d  disobarge  upon  the  roof 

SfihodId  be  brought  down’ 

and  discharge^6)„ 

L  flC  r  r°0m'  n°r  over  thr«  a"d  one-half  fee  ab?v- 
floov.  In  no  case  shall  the  overflow  be  connected  with 


j  nmee-quarter  men  tor  dwellings  and  tenements  the  floor.  In  no  case  shall  the  m 

1  one  andTne-han;f,fnch0rArSLt0eU  faSories  Soto  “fxf S*  'he  P,Umbing  system-  . 

TOtearne0fUibbU,ldi"gS’  ?rovided  that  in  no  case  can  L  and  be  dUtoggedP?„eStbf°r  S“Ch  ‘anks  -m“st  be  provided 
In  •  l  ie,seryice  Pipes  be  less  than  the  diameter  of  pipes  and  mal  he  firl tbe  ,manner  reqmred  for  overflow 
^P  installed  under  the  supervision  of  the  Department  pipes’  for  tanks  rnSta?^h  d  °Y.erflow  PJPes.  Emptying 

MSHSSr-Sr® 

163  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe- 
V/  '  tion  and  continued  down  to  the  lower  story  of  building  and 


Riser  Lines. 

d’ame^er  all  riser  lines  in  plumbing  systems 
to? HT.  .inches :  except 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
sink  properly  trapped  and  vented  and  connected  inside  of 
house  trap.  If  the  lime  box  and  diluting  sink  are  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 
or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building. 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used, 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sup¬ 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 


Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap.  A 
separate  trap  and  fresh  air  inlet  must  be  provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 
drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build¬ 
ings. 


Oil  Separator*. 

165.  Oil  separators  installed  in  any  building  where  vola¬ 
tile  fluids  are  used  must  be  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
closet,  rain,  leader,  yard,  court  or  area  drain. 

166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
trap  in  such  a  manner  that  they  will  not  interfere  with  the 
house  drain  and  the  rest  of  the  plumbing  and  drainage  sys¬ 
tem.  When  mechanical  force  is  used  to  discharge  the  con¬ 
tents,  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

167.  No  separate  running  trap  need  be  provided  on  the 
drain  entering  oil  separators,  but  a  separate  fresh  air  inlet 
and  vent  line  must  be  provided  to  keep  the  system  of  drain¬ 
age  controlled  by  the  oil  separator  entirely  separate  from 
the  rest  of  plumbing  and  drainage  system. 

168.  The  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
be  considered  the  same  as  the  term  house-drain  for  de¬ 
termining  the  size  of  all  fresh  air  inlets,  which  shall  con¬ 
form  to  the  same  requirements  as  regards  size  and  arrange¬ 
ment  of  terminals  for  fresh  air  inlets  as  called  for  in  regu¬ 
lations. 

169.  Vent  lines  shall  conform  in  all  respects  to  vent  lines 
for  plumbing  fixtures  as  regards  size  and  arrangement. 

170.  Relief  pipes  must  be  provided  at  least  1J4  inches  in 
diameter.  They  may  be  connected  to  a  vent  line  when  in¬ 
stalled  as  a  separate  system  or  must  be  carried  independent¬ 
ly  above  the  roof. 

Testing  the  Plumbing  System. 

171.  The  entire  plumbing  and  drainage  system  within 
the  building  must  be  tested  by  the  plumber,  in  the  presence 
of  a  Plumbing  Inspector,  under  a  water  test.  All  pipes 
must  remain  uncovered  in  every  part  until  they  have  suc¬ 
cessfully  passed  the  test.  The  plumber  must  securely  close 
all  openings,  as  directed  by  the  Inspector  of  Plumbing.  The 
use  of  wooden  plugs  for  this  purpose  is  prohibited. 


172.  The  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pipes  to  the 
highest  opening  above  the  roof  with  water.  The  water  test 
shall  include  at  one  time  the  house  drain  and  branches,  all 
vertical  and  horizontal  soil,  waste  and  vent  and  leader  lines 
and  all  branches  therefrom  to  a  point  above  the  surface  of 
the  finished  floor  and  beyond  the  finished  face  of  walls  and 
partitions.  If  the  drain  or  any  part  of  the  system  is  to  1 
be  tested  separately,  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested, 
and  special  provision  must  be  made  for  including  all  joints 
and  connections  in  at  least  one  test. 

173.  After  the  completion  of  the  plumbing  work  in  any 
new  or  altered  building  and  before  the  building  is  occu¬ 
pied,  a  final  smoke  test  must  be  applied  in  the  presence 
of  a  Plumbing  Inspector.  Except  that  for  a  building  not 
over  six  stories  in  height,  a  peppermint  test  may  be  applied. 

174.  The  material  and  labor  for  the  test  must  be  fur¬ 
nished  by  the  plumber.  When  the  peppermint  test  is  used,  ' 
two  ounces  of  oil  of  peppermint  must  be  provided  for  each  1 
line  up  to  five  stories  and  cellar  in  height  and  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  line 
when  lines  are  more  than  five  stories  in  height. 

Plumbing  in  Tenement  Houses. 

175.  All  sections  or  parts  of  sections  of  the  tenement 
house  law  relating  to  plumbing  and  drainage  of  tenement  1 
houses  are  to  be  observed,  and  are  hereby  made  a  part  of  1 
these  rules  and  regulations. 


Gas  Piping  and  Fixtures. 

176.  Hereafter  the  gas  piping  and  fixtures  in  all  new 

buildings  and  all  alterations  and  extensions  made  to  the 
gas  piping  or  fixtures  in  old  buildings  must  be  done  in  ac¬ 
cordance  with  the  following  rules,  which  are  made  in  ac¬ 
cordance  with  the  provisions  of  section  89  of  the  Building 
Code.  , 

For  additional  requirements  of  public  buildings,  theatres 
and  places  of  assemblage,  see  Part  XXI  of  the  Building 
Code. 

177.  Before  the  construction  or  alteration  of  any  gas 
piping  in  any  building  or  part  of  any  building,  a  permit 
must  be  obtained  from  the  Commissioner  of  Buildings. 
This  permit  will  be  issued  only  to  a  registered  plumber. 
Small  alterations  may  be  made  by  notifying  the  Depart¬ 
ment  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing. 

178.  All  gas  pipe  shall  be  of  the  best  quality  wrought 
iron  or  steel  and  of  the  kind  classed  as  standard  pipe,  and 
shall  weigh  according  to  the  following  scale : 


Diameters 


Weights  per 
Linear  Foot 


24  inch .  0.56 

54  inch .  0.85 

24  inch .  1.12 

1  inch .  1.67 

154  inch .  2.24 

154  inch .  2.68 

2  inch .  3.61 

254  inch .  5.75 

’  3  inch .  7.54 

354  inch .  9.00 

4  inch .  10.66 


pound 

pound 

pound 

pound 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


No  pipe  allowed  of  less  than  24  inch  in  diameter. 

179.  All  fittings  (except  stop-cocks  or  valves)  shall  be 
of  malleable  iron. 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  front  foun¬ 
dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

,  18L,  yj?ere  k  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
imbers  or  beams  instead  of  beneath  them.  Where  running 
ines  or  branches  cross  beams,  they  must  do  so  withm 

T'?eS-  °f  ?e  ,end  °f  the  beams>  and  in  no  case 
hall  the  said  pipes  be  let  into  the  beams  more  than  two 

riches  m  depth  Any  pipe  laid  in  a  cold  or  damp  place 
hall  be  properly  dripped,  protected  and  painted  with  two 
oats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un- 
dtV  tarPlpe  °r  channel  in  which  it  is  placed  is  well  covered 

184.  All  drops  must  be  set  plumb  and  securely  fastened 

Sfthan  VV1Ifg  at  .lea®t.one  solid  trap.  Drops  and  outlets 
.ss  than  %  of  an  inch  in  diameter  shall  not  be  left  more 
lan  one  inch  below  plastering,  centerpieces  or  woodwork 

^•edby  ^fixtures tS  and  riSCrS  Sha11  be  left  Capped  until  cov’ 

186.  No  unions  or  running  threads  shall  be  permitted 
/here  necessary  to  cut  out  to  repair  leaks  or  make  exten- 

jupfings*6  Sha  bC  agam  pUt  together  with  right  and  left 

tfatur°=f,SlCement  Sha"  bC  “Sed’ 

d88W  gas  buckets  and  fixtures  shall  be  placed  so 

■  V  cdli^nf fS  °f,Sam?  are  ,n0t  leSS  than  three  feet  belOW 

ung  or  woodwork,  unless  the  same  is  properly  pro- 

edby  a  sblf,d>  m.  which  case  the  distance  shall  not 
I  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
tainst  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
wdwork  stall  be  less  than  five  inches  in  length,  measured 
»m  the  burner  to  the  plaster  surface  or  woodwork. 

jas  !lgbts  Piaced  near  window  curtains  or  any  other 
nbustible  material  shall  be  protected  by  a  proper  shield! 

ks  W?  n°fU!5etS  f°r  bu.r"?rs  shall  not  be  placed  under 
ks,  back  of  doors  or  within  four  feet  of  any  meter. 

^scale^-11  bmldings  sba11  be  piPed  according  to  the  follow- 


^rd1„;on,,0hefi;Libig„Sg.and  dis,ributors- 

ce«?es  f,U?  as  “'t3-  swinS  joints,  double 

of  nil  u  lGS’  5^’’  b  be  extra  heavy  brass.  The  plugs 
for  L-  ks  .^nus,t  be  ground  to  a  smooth  and  true  surfafe 

sign) ^  a^r^n^n bV'fk^  ^except Tn  Tases^^spofial  de- 

Keys  or  cocks  shall  be  screwed  into  place. 

lets^canned^m  *!h  Plpmg  is, fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber  in  th * 

£tSw“h  :  :ror  °f  'h'  Depar«Ln',  of  Sidings  a 

ncheT  in  L  pr^ss^re  equal  to  a  column  of  mercury  6 
ches  in  height,  and  the  same  to  stand  for  five  minutes- 

ered  im^o^shalfa  ^ USed'  uN°  piping  shaI1  be  cov- 
nPoidPL  *  h  ?,ny  fixture-  gas  heater  or  range  be  con- 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  tas  been  issued  by  the  Commisfioner  o^Bundings 

certifiraf^  set  by  any  gas  comPany  until  a 

ings^ertffvin^tta^1 th  them  f-°m  the  DePartoent  of  Build- 

thf  foregoing  rSes.  he  ^  PiPeS  ^  fixtUrCS  C°mply  with 

Modifications. 

compiy  11  -may  be  imPracticable  to 

sioner  of  R  dldinr  ^  l  ioreSomg  rules,  the  Commis- 
dnSfc  f? *  If  g  -S- a  1  have  Power  to  modify  their  provi- 

Dhed  wit  haVhe,SPln|,andsubstance  hereof  shall  b/com- 
P  r th‘  ?uch  modifications  shall  be  indorsed  upon  the 

mgs  °Ver  thC  Slgnature  °f  the  Commissioner  of  Build- 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

the  -blowing  be  and  it  hereby  is  adopted 

scribta hforVJ  Stfandard?  and  aPPeals  as  the  method  pre¬ 
bed  for  tests  for  anti-siphon  traps  or  fixtures  which 
must  be  successfully  passed  before  such  traps  or  fixtures 

DrainageaPPr°V  ^  Ru'e  91>  Rules  for  Plumbing  and 


— - 

,  Diameter 
— 

Length 

Burners 

H  inch . 

.  V2  inch . 

0 

Y\  inch . 

0 

Of\ 

1  inch . 

zu 
'l  c 

1^4  inch . 

OJ 

AH 

V/2  inch . 

ou 

2  inch . 

1UU 

or\r\ 

2j4  inch . 

ZUU 

'inn 

3  inch . 

OUU 
a  cn 

3J4  inch . 

4j(J 

Ann 

4  inch . . 

OUU 

750 

'1;  0utlet?  for  gas  ranges  shall  have  a  diameter  not 
L„ l"t,^?Vired  for -six  burners,  and  all  gas  ranges  and 
'  all  have  a  straightway  cock  on  service  pipe. 

•2.  When  brass  piping  is  used  on  the  outside  of  plas- 
ig  or  woodwork,  it  shall  be  classed  as  fixtures. 

!3‘c^nKbraS*Situbin^  Used  for  arms  and  stems  of  fix- 
i’drhi  abce*at  efSt  rN?,‘  l8  standard  gauge  and  full  size 
1  de  so  as  to  cut  a  full  thread. 

1  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
a  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


Instructions. 

-f1;*,  The  entire  cost.  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance.  y 

h  Suchperson  or  firm  shall  also  furnish  the  board  to- 

fnd  mation?P,1Ca,10n  £°r  *“'■  the  lowing  material 

ual  \  n°uk  tr,ap,  of  the  size  and  design  to  be  tested 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 

or  mechanism.1”  ^  a"d  without  interior  partitions 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 

SdHy  observed"  ^  af'er  each  "3t  b' 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps.  s 

^  bsf  ?f  ad  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 

V  vil  till  CL  , 

XT  d  he  testing  apparatus  shall  be  located  within  the  City  of 
New  York,  and  in  a  place,  building  or  structure  to  meet 

li!eiiaKPrOVa,  °f  tbeLtestln?  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 
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Apparatus. 

The  apparatus  shall  consist  of  the  following : 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under¬ 
side  of  the  tank. 

A  TY  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows: 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
the  tank  shall  be  completely  filled,  a  water  seal  established 
in  the  trap  ;  and  : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
then  closed  for  five  seconds,  and  this  alternating  process 
repeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
contents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
water,  and  both  wash  basin  and  tank  discharged  simul¬ 
taneously.  The  quick-opening  valve  shall  be  kept  open  until 
the  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
formed  across  the  lower  half  of  the  discharge  end  of  the 
trap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
by  the  testing  authorities. 

For  Self-Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
ties,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
filled  with  water  and  allowed  to  discharge.  A  similar  oper¬ 
ation  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
sawdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol¬ 
lows  : 


A  trap  which  has  been  in  actual  constant  use  for 
period  of  not  less  than  one  year  shall  be  removed  und< 
the  supervision  of  a  representative  of  the  testing  authoi: 
ities,  split  into  two  halves,  and  submitted  for  inspection,  fc 
the  purpose  of  determining  whether  sediment  or  coatin 
of  grease  or  other  foreign  matter  has  accumulated  in  tl 
trap  during  service  conditions. 

Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  tra 
which  has  been  subjected  to  the  foregoing  tests  unless  tl 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substanc 

placed  in  the  trap,  when  water  has  been  discharged  throug 
same.  j 

3.  Upon  inspection,  after  service,  shown  no  excessh 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixture 

Instructions:  Applicants  for  approval  of  deep  se. 
siphon-jet  or  anti-siphon  fixtures  shall  submit  the  follov 
ing  with  their  application : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  teste 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provide 
with  glass  observation  ports  of  sufficient  size  to  perm 
clear  observation  of  the  action  occurring  within  the  fixtui 
during  test,  and  such  observation  ports  shall  be  so  locate 
that  the  amount  of  water  seal  remaining  after  each  te 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  ai 
regular  stock  fixtures. 

Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  ant 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shs 
have  an  internal  diameter  of  three  inches  for  testing  sk 
sinks  and  four  inches  for  testing  water-closets ;  tank  shs 
have  a  capacity  of  not  less  than  one  hundred  gallons  ar 
the  fixture  shall  be  provided  with  its  usual  water  supp 
so  that  same  may  be  flushed  when  required.  i 

Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fi: 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manm 
similar  to  that  prescribed  for  anti-siphon  traps,  except  tb 
no  soap  bridge  need  be  provided  at  the  outlet. 

. .  : 
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USE  OF  HYDRATED 

Adopted  by  the  Board  of  Standards  and  Appeals,  April 
19,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con¬ 
struction  shall  not  be  prohibited  when  used  in  accordance 
with  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci¬ 
fications  for  this  material  which  have  been  adopted  by  the 
American  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
used  shall  conform  w'th  the  following  table,  all  weights 
given  being  the  amount  of  lime  which  may  be  incorporated 
for  each  ninety-five  pound  bag  of  Portland  cement : 


LIME  IN  CONCRETE. 

1-1J4-3  Mix,  4  pounds  of  hydrated  lime  per  bag  1 

cement.  | 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  ' 

cement. 

1 -2^2-5  Mix,  6  pounds  of  hydrated  lime  per  bag  1 

cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Pot 
land  cement  shall  be  well  mixed  while  dry. 

Hydrated  lime  shall  not  be  used  in  concrete  which 
to  be  deposited  under  water. 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 
a  n  u  C  erk  s  Calendar,  Mondays,  at  2  p.  m. 

Manhattan"*8  ^  ^  in  R°°m  10‘3’  MuniciPal  Building. 


HOURS  FOR  CONSULTATION 
10  A  M.  to  1  P.  M. 

-Any  person  desiring  to  consult  the  chairman  or  the  en- 

SSeek%pertaini!nRi.to  the  work  of  the  boarcb  will  be  seen 
ya  .e  rween  th|  lou,rs  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

RJ,hr  Cle.rk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  any 
and  wdl  be  called  in  Room  1013,  Monday,  May  10  1937’ 

definite  day]  At  ^  ^  ^  CaSC  *S  Set  f°r  hearin&  on  a 

nef,t  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  May  1/,  1937,  at  2  o'clock. 

1  he  Clerks  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days.  6 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or .  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman  nor 
accepted  which  is  not  filed  within  thirty  days  from  the’date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap- 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  May  5,  193Z 
Cal.  No.  Department  Premises  Affected 

186-37-BZ . D.B.Bx . 711-729  Westchester  avenue, 

708-724  Jackson  avenue  and 
721-723  Forest  avenue,  north¬ 
west  corner  (Block  2645,  Lot 
5),  Borough  of  The  Bronx, 
Applic.  142-37. 


187-37-A . F.D . 27-35  Sheriff  street,  southwest 

corner  of  Delancey  street 
(Block  337,  Lots  55  and  56), 
Borough  of  Manhattan, 

4006-L.C. 


197-37-A . F.D . East  side  of  Flatland  avenue,  20 

ft.  north  of  East  56th  street 
(Block  7782,  Lot  15),  Bor¬ 
ough  of  Brooklyn,  Decision. 


198-37-A . F.D . West  side  of  Hendricks  street, 

265  ft.  south  of  Fairfield 
avenue  (Block  4376,  Lot  4), 
Borough  of  Brooklyn, 

Decision. 


199-37- A . F.D . West  side  of  134th  street,  195 

ft.  south  of  150th  avenue 
(Block  2720,  Lot  24),  Ja¬ 
maica,  Borough  of  Queens, 
Decision. 


188-37- A . F.D 


162-60  14th  avenue,  south  side, 
190  ft.  west  of  166th  street 
(Block  4595,  Lot  29),  White- 
stone,  Borough  of  Queens, 
70670-L.C. 


200-37-BZ . D.B.Q . 103-39  Springfield  boulevard, 

northeast  corner  of  104th  ave¬ 
nue  (Block  2046,  Lot  7), 
Queens  Village,  Borough  of 
Queens,  Applic.  958-37 


1R9-37  A  ..F.D . 162-70  14th  avenue,  south  side, 

100  ft.  west  of  166th  street 
(Block  4595,  Lot  25),  White- 
stone,  Borough  of  Queens, 

70671-L.C. 


201-37-A . D.B.Bx . 1032-1054  Union  avenue,  east. 

side,  127.32  ft.  north  of  East 
165th  street  and  1037-1043 
Prospect  avenue  (Block  2679,, 
Lots  2,  40  and  41),  Borough' 
of  The  Bronx,  | 

Order  No.  45-34 


190-37-BZ  ....D.B.Bx . 200  East  Tremont  avenue  and 

1876-1884  Monroe  avenue, 
southeast  corner  (Block  2804, 
Lot  5),  Borough  of  The 
Bronx,  Applic.  254-37. 


191-37-A . F.D . 152  West  34th  street,  south  side, 

136  ft.  7  in.  east  of  7th  ave¬ 
nue  (Block  809,  Lot  73),  Bor¬ 
ough  of  Manhattan, 

Decision. 


192-37- A . F.D . 678  Water  street,  north  side,  50 

ft.  west  of  Jackson  street 
(Block  260,  Lot  30),  Borough 
of  Manhattan,  34880-F. 


193-37-BZ . D.B.B . 1016-1022  Broadway  and  874- 

878  Willoughby  avenue, 
southwest  corner  (Block 
1593,  Lot  23),  Borough  of 
Brooklyn,  Applic.  5687-37. 


194-37-BZ . D.B.M . 116-124  East  24th  street,  south 

side,  150  ft.  east  of  4th  ave¬ 
nue  (Block  879,  Lots  70-74 
inch),  Borough  of  Manhat¬ 
tan,  Applic.  46-37. 


195-37- A . D.B.B . 1059-1061  Manhattan  avenue, 

west  side,  25  ft.  south  of 
Eagle  street  (Block  2504,  Lot 
39),  Borough  of  Brooklyn, 

Applic.  4669-37. 


196-37-A . D.B.M . 78-80  East  56th  street,  south 

side,  65  ft.  8  in.  west  of  Park 
avenue  (Block  1291,  Lots 
39lA  and  40),  Borough  of 
Manhattan,  Viol.  2502-37. 


202-37-S . H.D . 305  East  115th  street,  80  ft. 

east  of  2nd  avenue  (Block 
1687,  Lot  4^2 ) ,  Borough  of 
Manhattan,  Applic.  3888-37 


203-37-A . F.D . 2270-2320  12th  avenue,  west 

side,  between  St.  Clair  place 
and  West  133rd  street 
(Block  2004,  Lots  8,  12,  18, 
37,  40,  42,  46,  65,  68,  71,  72, 
74  and  102),  Borough  of 
Manhattan,  Decision. 


204-37-BZ . D.B.Q . Cross  Island  boulevard,  south¬ 

east  corner  of  29th  avenue 
and  northwest  corner  of 
Utopia  parkway  and  Utopia 
parkway,  southwest  corner  of 
29th  avenue  (Block  5966,  Lot 
70),  Bayside,  Borough  of 
Queens,  Applic.  1539-37. 


205-37-S . D.B.B . 1202-1203  Metz  street,  north 

side,  25  ft.  west  of  Fleeman 
avenue  (Block  2024,  part  of 
Lot  25),  Borough  of  Brook¬ 
lyn,  2695-L.D. 


Restored  to  Calendar 


185-27-BZ . D.B.B . 3602-3612  Snyder  avenue,  south 

side,  from  Brooklyn  to 
Canarsie  avenues  (Block 
4922.  Lots  1  and  7),  Borough 


of  Brooklyn, 

Applic. 


5445-37. 


120-33-BZ . D.B.R . 2030  Hylan  boulevard,  south¬ 

west  corner  of  Hamden  ave¬ 
nue  (Block  3688,  Lot  9), 
Grant  City,  Borough  of  Ri™- 
mond,  Alt.  264-37. 
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351-32-S. 


.D.B.B. 


286-35-A. 


.  F.D.. 


.  1725-1729  _  St.  Marks  avenue, 
north  side,  81  ft.  7^4  in.  west 
^ew  York  avenue 
(Bl°ck  1455,  Lots  67,  68  and 
69),  Borough  of  Brooklyn 

15940-L.D. 

•  51-61  Union  street,  northwest 
Van  Brunt  street 
(Block  334,  Lot  34),  Borough 
of  Brooklyn,  70313-L.C. 


CODE 

D,B . Department  of  Buildings 

. Health  Department 

DBB . Department  of  Buildings,  Brooklyn 

D-RM . Department  of  Buildings,  Manhattan 

D  B'Q . Department  of  Buildings,  Queens 

D-B'R . Department  of  Buildings,  Richmond 

D  B  Bx . Department  of  Buildings,  Bronx 

r-H'D . Tenement  House  Department 

^'B . Board  of  Buildings 


Oil  Burner  Rules..  »  . 

Painh  Va-sh  and  Lacquer’ Spray- Al>r'  2°’  1937~Vo1-  22,  No.  16 

«:  K:  t? 

Procedure,  Rules  of . ay  ,4>  1937 — Vol.  22,  No.  18 

II:  St  8 

flandpipe  F,“dt„i' Kulra . ° Ml  ImLyS  III  nS  1’ 

Structural  Alterations  Re’o'oVtiriU  ‘  '^ar'  39>  ,1937 — Vol.  22,  No.  13 
Tank  Trucks,  Fuel  Oil  etc  1  g,’-Lme  7>  1932 — Vol.  17,  No.  23 

Tank  Trucks!  Gasoline  etc . m°V'  l4'  1936~ Vol.  21,  No.  47 

WireRu(fIa«  Rules  (Amendment  "ti  ’  24’  1936~Vo1-  21-  N°-  47 
e  05  of  Industrial  Code).. Apr.  10,  1923— Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

FSSi0Hn»,YaVsU . A  WJS-V*  20,  No.  „ 

Fuel  Oil  Burners  for  DomeVtic*  VndAP  2°’  1937~ Vo!-  22,  No.  16 

FUe!  OnrFilT'pipeUTern;ina'ls: ! ! ! .’ .”  APy  fz  B  JJo.  16 

Full  Oil  PumpsS.!0.r  InduStrial  Use-APr.  20,  Ssfc&fc  g  {&  £ 
Paint,  Varnish  and  Lacquer'  Sp'raV.Apr'  2°’  1937~ Vo1-  22,  No.  16 

Ran<£K  0?rPBu?ners”knd  "Space N°V’  26’  l93S~ Vol.  20,  No.  48 
. APf-  20,  1937— Vol.  22,  No.  16 


COURT  DECISION 

latter  of  Kaltenbach  (Board  of  Standards  and  Appeals)— July  9, 

n33,  Boar<?  de,m®d  aPPeal  to  revoke  Certificate  of 
Occupancy  issued  by  Commissioner  of  Buildings  under 
:c*‘°2  \,of  the  Building  Zone  Resolution;  Cal.  No 
18-3a-A,  Premises  900-910  Jamaica  avenue  and  5-9 
Autumn  avenue  Borough  of  Brooklyn.  Mr.  Justice 
Humphrey  sustained  Board  (N.Y.L.J.  Dec.  li  19351 
AppeUate  Division  unanimously  affirmed  order  ’of  Sne- 
sustaining  Board  (N.Y.L.J.  June  30,  1936). 
°f  Appeals  reversed  Board,  Special  Term  and 
Appellate  Division  and  held  that  a  non-conforming  use 
cannot  be  substituted  under  section  6  of  the  Zoning 
pcttnri10^  •  another  existing  non-conforming  use 
estabhshed  prior  to  July  25,  1916,  while  such  non- 

conformmg  use  is  also  continued  in  part  on  the  plot. 
note:  1  he  decision  of  the  Court  of  Appeals  while 

find?™ntf,  !°f,reverse..the  Board,  confirms  the  Board’s 
finding  that  the  gasoline  selling  area  together  with  the 
accessory  garage,  and  office  building  constituted  a  “single 
structural  unit.  Ihe  Court  overrules  the  Board  in 
finding  that  the  Board  should  have  revoked  the  Certifi¬ 
cate  of  Occupancy.  The  Board  relied  on  procedure  by 
violation  to  be  issued  by  the  Commissioner  of  Buildings 
upon  finding  the  uses  permitted  by  the  Certificate  of 
ccupancy  were  being  violated.  This  ruling  confirms  the 
s  lnterPretation  of  Section  6  often  expressed  that 
substitution  of  one  non-conforming  use  for  another  can 
be  made  only  within  existing  building  or  premises 
where  no  structural  alterations  are  involved 


RULES 

Last  Publication  in 
1;prc^dFeb'  *•  1937-VoL 

acrete’Vlat  *  Slabs.  Rul«:  i  '(S  & 

vltor  rid'/5  (Hydrated  Lime)...  May  4,  1937— Vol. 

•4Sdlxi<tRR^,Vi”g* : : : 1 L  3937-va0i: 

-t0U  Lxit  Rules . Mav  11  1037 _ Vai 

■* jn“rior) . a-  f  gg-*f 

e  Retarding  Ruies  for  Garages,  '  6’  1937  X  ' 

eproof  Wood!  Testing  of! ! ."  .' !  ."Ann  U  lo^Zy"!' 

1  mShm^OffeSRu^e'sling  f°r . JAa‘‘'  21’  ,919— Vo1- 

1  chway  Protection 1: 


Bulletin 
22,  No.  5 

17,  No.  31 

22,  No.  13 
22,  No.  18 

21,  No.  o 

22,  No.  19 
22,  No.  19 
22,  No.  7 
22,  No.  14 

22,  No.  17 
22,  No.  15 

4,  No.  3 
10,  No.  14 
13,  No.  23 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  10,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

272-36-BZ. 

AppLICANT— GoMschhg  and  Kron,  for  Mayjay  Realty 

PREMISES— 1-5  Second  avenue  and  98-112  East  Houston 
street  northwest  corner  (Block  No.  456,  Lot  No 

a  PPT  t c  a  TTmr°^^  Manhattan. 

“ne  SeCti0"S  7h  21  °f  the  buildi"® 

T0  PZor7tlLafi5enSiO)SdSo/,vSSe!he  Partine  °f 

28-37-BZ. 

PREMTSFSTTsn  LrfiaId°ne’  f°r  David  Cotrone,  owner 

PREMISES— 1813  64th  street,  north  side,  90  ft.  \tiV2  in 

east  of  18th  avenue  (Block  No.  5540,  Lot  No' 

’  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7b  and  21  of  the  building 
zone  resolution,  B 

T0  PE1^nMIT  par3l>’  in  a  business  use  district  and  partly 
m  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  from  residence  use  to  business  use  (store). 

75-37-BZ. 

APPLICANT— Leo  Sussman,  for  East  New  York  Sav¬ 
ings  Bank,  owner. 

PREMISES— 38-48  Livonia  avenue,  southwest  corner  of 
Barrett  street  (Block  No.  3581,  Lot  Nos.  32  and 

ATim  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution,  8 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles 

92-37-BZ. 

APPLICANT— Goldwater  and  Flynn,  for  Municipal  Ser- 
vice  Real  Estate  Co.,  Inc.,  owner. 

PREMISES— 912  East  172nd  street  and  i509-15l9  South¬ 
er11  boulevard,  southwest  corner  (Block  No  2977 

APPT  Tr^TinM  Borough  of  The  Bronx. 

APPLICATION  under  sections  7h  and  21  of  the  building 
zone  resolution,  8 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 
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MAY  11,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Tuesday  morning ,  May 
11,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  NO.  8-37-BZ— Application,  January  11,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  South  Brook¬ 
lyn  Savings  Bank,  owner,  to  .  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  gas-- 
oline  service  station;  premises  113-12.3 
Hamilton  avenue  and  306-314  Colum¬ 
bia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of 
Brooklyn. 

CAL.  no.  80-22-BZ— Application  of  Scacchetti  and  Siegel. 

applicants,  on  behalf  of  Ordham  Real¬ 
ty  Corporation,  owner,  reopened  under 
new  proposal  December  15,  1936.  under 
section  21  of  the  building  zone  resolu¬ 
tion,  to  permit  on  a  plot  of  ground 
located  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  conversion  of  occupancy  of  two 
(2)  buildings  located  thereon;  the 
easterly  building  to  include  a  garage 
for  more  than  five  (5)  motor  vehicles 
and  the  westerly  building  to  include  a 
motor  vehicle  repair  shop.  There  is 
an  existing  gasoline  service  station  on 
this  plot:  premises  450-458  and  460-470 
East  Fordham  road,  south  side.  95  ft. 
east  of  Third  avenue  (Block  No.  3033. 
part  of  Lot  No.  60),  Borough  of  The 
Bronx. 

cal.  no.  968-24-BZ — Application  of  Thomas  O’Rourke 
Gallagher,  applicant,  on  behalf  of 
Thomas  Nickolopulos,  owner,  reopened 
September  15.  1936.  under  section  21 
of  the  building  zone  resolution,  to 
permit  in  a  residence  use  district  the 
alteration  and  change  of  occupancy  of 
part  of  an  existing  multiple  dwelline 
to  business  use  (store)  :  premises  1932 
Kings  highway  and  2102-2110  Ocean 
avenue,  southwest  corner  (Block  No. 
6782,  Lot  No.  23),  Borough  of  Brook¬ 
lyn. 

cal.  no.  42-37-BZ— Application,  February  4.  1937.  under 
sections  7 a  and  21  of  the  building  zone 
resolution,  of  Alfred  H.  Eccles,  appli¬ 
cant,  on  behalf  of  Camager  Corpora¬ 
tion,  owner,  to  permit  in  a  business 
use  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station;  premises 
89-06  to  89-14  Myrtle  avenue  and  82-02 
to  82-10  Woodhaven  boulevard,  south¬ 
west  corner  (Block  No.  3866.  Lot  No. 
160),  Glendale,  Borough  of  Queens. 

cal.  no.  205-29-BZ— Application  of  Michael  Levine,  appli¬ 
cant.  on  behalf  of  Whitestone  Service 
Station,  Inc.,  owner,  reopened  under 


new  proposal  January  19,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  resi¬ 
dence  use  district  the  extension  of  an 
existing  gasoline  service  station  which 
was  granted  by  the  board  for  a  tem¬ 
porary  period;  premises  157-30  Wil¬ 
letts  Point  boulevard,  southeast  comer 
of  Cross  Island  boulevard  (Block  No. 
619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  11,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

154-37-A — 85-87  North  6th  street,  north  side,  100  ft.  east 
of  Wythe  avenue  (Block  No.  2326,  Lot 
No.  39),  Borough  of  Brooklyn. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  upon  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May  ; 
11,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  404-31-BZ — Application  of  Ferdinand  Savignano, 
applicant,  on  behalf  of  Aljon  Realty 
Comnanv,  Inc.,  owner,  reopened  April 
6.  1937,  for  consideration  of  an  amend¬ 
ment  to  resolution — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  6413-6423 
Fort  Hamilton  parkway  and  951-961 
65th  street,  northeast  corner  (Block 
No.  5743,  Lot  No.  40),  Borough  of  , 
Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  17,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

86-37-BZ. 

APPLICANT — Keystone  Parking  Station,  for  John  A. 
Weser,  et  al,  owners. 

PREMISES— 146-148  West  31st  street,  south  side,  200  ft. 
6  in.  east  of  Seventh  avenue  (Block  No.  806,  Lot 
Nos.  68  and  69),  Borough  of  Manhattan. 

APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

TO  PERMIT  in  a  retail  use  district  the  parking  or  stor¬ 
age  of  more  than  five  (5)  motor  vehicles. 

143-37-BZ.  i 

APPLICANT— John  Arthur  Rofrano,  for  William  E. 

Russell,  trustee  under  declaration  of  trust,  Series 
C-2,  New  York  Title  and  Mortgage  Company, 
owner.  , 

PREMISES— 200  West  112th  street  and  1844-1848  Seventh 
avenue,  southwest  corner  (Block  No.  1827,  Lo 
No.  36),  Borough  of  Manhattan, 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 
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T0  PE^?lITJn  a  re^?ence  use  ^strict  the  extension  in 
area  of  an  existing  store  in  the  first  story  of  an 
existing  multiple  dwelling.  y 

318-36-BZ. 

AppLICANT— -John^^C.^  WandeH  Company,  for  Eugene  J. 

PREMISES— 112-116  Newton  street,  127  Bayard  street 
and  44^-464  Manhattan  avenue,  east  ^ide,  from 
Newton  street  to  Bayard  street  (Block  No  2719 

APPLICATION  h  4jand  8)-’  Bo!;ough  of  Brooklyn.'  “  ’ 

APPLICA1  ION,  under  sections  7e  and  21  of  the  building 
zone  resolution,  s 

TO  PERMIT  in  a  business  use  district  the  extension  of  an 
hides118  SaragC  f°r  more  than  five  (5)  motor  ve- 

157-37-BZ. 

APPLICMa^nO  1;e^is’  rarks  &  Kanter’  £or  Brass  Go°ds 

PRFMTSFq W  Company,  owner. 

rKLMiSLS  33SA  Eldert  street,  north  side,  220  ft  west 

pLIS\ngnavenU£  (rBI°ck  No-  3413>  Lot  Nos.  41 

,  pm  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 

TO  PFRMTTng  2°ne  r?jolution- 

1U  FERMI  I  m  a  residence  use  district  the  erection  and 
maintenance  of  an  extension  to  an  existing  factory 

use  arnf  ™  Jck-  IS  [°ca.ted  partly  in  a  residence 
use  and  partly  in  a  business  use  district. 


bridge,  Jr.  and  Emigrant  Industrial 
pavings  Bank,  owners,  reopened  under 
new  proposal  March  2,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gaso¬ 
il  stat'on;  premises  101-103 

Fast  108th  street  and  1481-1483  Park 
avenue,  northeast  corner  (Block  No. 

Manha^a'n  •  ‘  ^  2)’  Borou^  of 

cal.  no.  46-37-BZ— Application  February  5,  1937,  under 
.ection  21  ot  the  building  zone  resolu- 

nr?nLLf  i^°brerp  T  Weiden,  applicant, 
n  behalf  of  Robert  Weiden,  Louise 

ueppe  and  Carl  E.  Weiden,  owners 
to  permit,  in  a  residence  use  district 
re  erection  and  maintenance  of  a 
gasoline  sjervjce  station;  premises  90- 
ol  Myrtle  avenue,  north  side,  575  ft 

xfSt  ,°ofo,WT0odhaven  boulevard  (Block 
No.  3883  Lot  No.  1),  Glendale,  Bor¬ 
ough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  18,  1937,  10  A.  M. 

Building  Zone  Applications 

ard's°aIdC|n!,if1E?EBYK('CEN. by  the  Board  °f  Stand- 
of  the  h.fild^na  of  a  pub  lc. hearing  under  the  provisions 
18  1917  1  ,Zi  ^  ^solution,  Tuesday  morning,  May 

R00m  1013' 

I  - 

cal.  no.  207-33-BZ— Application  of  The  O’Brien  Building 

Co.,  Inc.,  applicant  and  owner  re¬ 
opened  November  17,  1936,  under  sec¬ 
tion  /h  of  . the  building  zone  resolution, 
to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles  (previously  withdrawn  under 
section  21  of  the  building  zone  resolu¬ 
tion)  ;  premises  3090-3102  Webster 
avenue  and  401-409  East  203rd  street 
southeast  corner  (Block  No.  3330,  Lot 
Nos.  6o,  66,  67  and  68),  Borough  of 
1  he  Bronx. 

al.  no.  39-3.7-BZ— Application,  January  30,  1937,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Cafiero  and  Lacer- 
enza,  applicants,  on  behalf  of  Margaret 
J.  Quinn,  Marguerite  E.  Quinn  and 
Bessie  Schwartz,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and 
also,  the  inclusion  of  a  brake  testing 
service ;  premises  2-8  Matthews  place, 
1-5  Slocum  place  and  619-641  Coney 
Island  avenue,  east  side,  between  Mat¬ 
thews  place  and  Slocum  place  (Block 
No.  5141,  Lot  Nos.  53  and  74),  Bor¬ 
ough  of  Brooklyn. 

N0-  2°-36-BZ— Application  of  Ely  Jacques  Kahn,  ap¬ 
plicant,  on  behalf  of  James  A.  Trow- 


MAY  18,  1937,  2  P.  M. 

Appeal  from  Administrative  Order 

169-37-A— 752-754  First  avenue  and  401-403  East  42nd 
street  northeast  corner  (Block  No.  1354 

hattan°S'  2  &nd  Borough  of  Man- 
Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ards  and  Appeals  of  a  public  hearing  under  the  provision- 

18  1937  at  2g„v,°"l  r?so'mio".  Tuesday  afternoon,  May 
on  th^olfo^nVSe”  R°°”  101i'  Building5; 

cal.  no.  401-31-BZ— Application  of  Lama  and  Proskauer 
applicants,  on  behalf  of  Apperson 
^ea“y  Go/PoraBon,  owner,  reopened 
April  27,  1937  for  consideration  as  to 
extension  of  time— re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  1-19  Fifth 
622-628  Atlantic  avenue  and 
623-627  Pacific  street  (Block  No.  1119 
Lot  No.  1),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  24,  1937,  AT  2  P.  M. 

Building  Zone  Cases 


and  Proskauer,  for  Annie  Gros- 


3 15-36-BZ. 

APPLICANT— Lama 

sarth,  owner. 

PREMISES— 42-54  Remsen  avenue,  southwest  corner  of 
East  51st  street  (Block  No.  4591,  Lot  No.  10  and 

APPT  TrPA?TA£xTLot  ?°-  12)’.  Borough  of  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


545 


CALENDAR 


37 4-36-BZ. 

APPLICANT— Peter  Wernsdorf  (lessee),  for  Elizabeth 
Bleser,  owner. 

PREMISES— 80-05  Cypress  avenue,  southeast  corner  of 
Cooper  avenue  (Block  No.  3731,  Lot  No.  133), 
Ridgewood,  Borough  of  Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

40-37-BZ. 

APPLICANT— Robert  A.  Schnepper,  for  Annie  M.  Clark, 
owner. 

PREMISES— 158-26  to  158-32  Liberty  avenue  and  105-02 
to  105-06  159th  street,  southwest  corner  (Block 
No.  1118,  Lot  No.  26),  Jamaica,  Borough  of 
Queens 

APPLICATION,  under  section  21  of  the  building  zone 
resolution. 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

712-26-BZ. 

APPLICANT — Philip  H.  Reid,  owner. 

PREMISES— 2205-2211  Emmons  avenue,  north  side,  297 
ft.  in.  east  of  East  21st  street  (Kenmore  place)  ; 
(Block  No.  7496,  Lot  No.  193),  Borough  of  Brook¬ 
lyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  November  4,  1936), 

TO  PERMIT  partly  in  a  residence  use  district  and  partly 
in  a  business  use  district  the  maintenance  of  a 
gasoline  service  station,  previously  granted  by  the 
board  for  a  temporary  period  (time  limitation  has 
lapsed)  and,  also  the  further  use  of  the  plot  for 
battery  and  brake  service  shop  and  parking  of 
more  than  five  (5)  motor  vehicles. 


MAY  25,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 


ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolltion,  Tuesday  morning,  May  25, 
1937,  at  10  o’clock,  in  Room  1013  Municipal  Building,  on 
the  following  matter: 

cal.  no.  47-37-BZ — Application,  February  5,  1937,  under 
sections  7b  and  21  of  the  building  zone 
resolution,  of  Victor  Santini,  appli¬ 
cant,  on  behalf  of  Amelia  Murphy,  et 
al.,  owners,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  an  un-  ■ 
restricted  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  530-532  Bergen  avenue,  east  I 
side,  72.93  ft.  north  of  East  148th 
street  (Block  No.  2293,  Lot  Nos.  33 
and  34),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  25,  1937,  2  P.  M. 

( 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May  , 
25,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter,  except  cases  which  have_  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  385-36-BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station;  premises  545 
(525  old  number)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West 
Brighton,  Borough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman.  } 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MAY  4,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  Board  held 
on  Tuesday  morning,  April  27,  1937  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  1  uesday  after¬ 
noon,  April  27,  1937,  were  approved  as  printed  in  Bul¬ 
letin  No.  18,  Vol.  XXII. 


BUILDING  ZONE  CASES 

205-29-BZ. 

APPLICANT— Michael  Levine,  for  Whitestone  Service 
Station,  Inc.,  owner. 

SUB  TECT— Application  reopened  January  19,  1937  under 
new  proposal — (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 


business  use  district  and  partly  in  a.  residence  use 
district  the  extension  of  an  existing  gasoline  serv¬ 
ice  station  which  was  granted  by  the  board  for  a 
temporary  period. 

PREMISES  AFFECTED— 157-30  Willetts  Point  boule¬ 
vard,  southeast  corner  of  Cross  Island  boulevard  ■ 
(Block  No.  619,  Lot  Nos.  15  and  18),  Whitestone,  - 
Borough  of  Queens. 

APPEARANCES—  .  . 

For  Applicant:  Michael  Levine  and  William  r. 
Leppin. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  May  11,  1937,  at  Id 
A.M.  Applicant  to  submit  revised  plans. 


354-36-BZ. 

APPLICANT — South  Brooklyn  Savings  Bank,  owner. 
SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  and  L 
Area  district  the  erection  and  maintenance  of  a 
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Class  A  Multiple  Dwelling  not  conforming  with 
the  requirements  of  the  building  zone  resolution 
r>oiTAfTc.'o0,ai^slde  yard  and  setback. 

PR  MI |^S2^FFECTED— 75 i3-7523  Ridge  boulevard  and 
rnlfr  s1t[ee^-  northeast  corner  (Block  No. 

APPEARANCES—0  B°r°Ugh  °f  Brook»"- 
For  Applicant:  Philip  Zierber 
For  Opposition :  David  C.  Bennett,  David  L.  Weis- 
man  Edwin  Bailey,  Patrick  A.  Conway,  and 
.Nathan  Epstein. 

TH^wnTL'1'  FOARD— Application  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission- 

,  ,vage  and  Blum  and  Assistant  Chief 
Walsh  .  4 

Negative  . .!!...!!!..!! .  n 

Absent  . .  q 


277-36-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Carolina  Pig- 
'  natelli,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  parking  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 1495-1497  East  New  York 
avenue  north  side,  139  ft.  10%  in.  east  of  Park 
place  (Block  No.  1465,  Lot  No.  46),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition:  Max  Wolborskv. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  g 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . q 

THE  RESOLUTION— 

(277-36-BZ) 

Whereas,  Lama  &  Proskauer,  for  Carolina  Pignatelli, 
owner,  filed  September  17,  1936  an  application  under  the 
undmg  zone  resolution  to  permit  in  a  business  use  district 
the  parking  of  more  than  five  (5)  motor  vehicles;  prem- 
],ses:  1495-1497  East  New  York  avenue,  north  side,  139 
ft  !0%  in.  east  of  Park  place  (Block  No.  1465,  Lot  No. 
46),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
hy  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  4,  1937  after  due  notice  by  publication  in  the 
oulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  New  York  avenue 
rospect  place,  Park  place  and  Eastern  parkway  are  busi¬ 
ness^  use  districts  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  September  17,  1936,  re  App.  No.  14226-1936,  reads: 

.  Proposed  parking  of  more  than  five  motor  vehicles 
in  a  business  use  district  is  contrary  to>  Art.  II 

Sect.  4  a  and  Sect.  7e,  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  47  ft.  2  in  and  a 
™x,mun?  depth  of  90  ft.  2  in.  Part  of  the  plot 'is  built 
upon  and  occupied  by  a  two-story  frame  dwelling  and, 

9’  a  small  office  structure  (these  buildings  are  to  re¬ 
main)  ;  it  is  propposed  to  occupy  the  remainder  of  the  plot 
lnja  Peking  space  for  more  than  five  (5)  motor  vehicles; 

•  Whereas,  these  premises  were  the  subject  of  an  inspec- 
ion  by  a  committee  of  the  board  in  order  to  be  informed 


prior  to  the  hearing;  and 

no^T^A*  b°!ird  eeemed  tfeat  the  application  should 
not  be  granted  under  Section  7-h  of  the  building  zone 

viewUof°ti  mysm.u^h  as  the  Premises  are  built  upon,  in 
view  of  the  limited  vacant  area  on  which  parking  is  now 
permitted  for  not  more  than  five  cars;  and 
■a  H^REAS>  the  applicant  withdrew  his  request  for  con- 

asfbTls  of  appeal  ”  2‘  °£  ‘he  buildi"g  20ne  resoin,ion 
tha^  the u decision  of  the  commissioner  of  build- 

be8Lbd  irhereb^S  denief  ^  “d  tha‘  the  application 


63-37-BZ. 

APPLICANT— Elias  K.  Herzog,  for  Julius  B.  Raynes 
owner.  J  ’ 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building 
zone  resolution  to  permit  partly  in  an  unrestricted 
use  district  and  partly  in  a  business  use  district 
t  ie  alteration  and  change  of  occupancy  of  an  exist- 

DEMISES  EFFECTED— 35-37  Horatio  street,  north 
side,  69  ft.  east  of  Hudson  street  (Block  No.  627 

APPE  ARRANGES—  N°‘  2S^’  Borough  o£  Manhattan. 

For  Applicant :  Emanuel  E.  Weisberg,  Elias  K 
Herzog  and  Isaac  Hutters. 

For  Opposition :  Isaac  Goldberg,  James  Jemail 
.  T  — . .  _  „  Fouis  A.  Jackson  and  M.  Parodnea. 

THE1  VOTE7  BOARD~Application  granted  on  condition. 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . . \ .  q 

Absent  . q 

THE  RESOLUTION— 

(63-37-BZ) 

-  Elias  K.  Herzog,  for  Julius  B.  Raynes,  owner, 

filed  February  19,  1937,  an  application  under  the  building 
zone  resolution  to  permit  partly  in  an  unrestricted  use  dis- 
trict  and  partly  in  a  business  use  district  the  alteration 
and  change  of  occupancy  of  an  existing  building  to  a 
motor  vehicle  repair  shop ;  premises :  35-37  Horatio  street 
north  side,  69  ft.  east  of  Hudson  street  (Block  No.  627’ 
part  of  Lot  No.  25),  Borough  of  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  May  4,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Horatio  street  is  in  a  busi¬ 
ness  and  unrestricted  use  district;  Hudson  street  is  in  an 
unrestricted  use  district;  Gansevoort  street  is  in  an  unre¬ 
stricted  use  district  and  West  4th  street  is  in  a  business 
and  unrestricted  use  district;  and 

.  Whereas,  the  decision  of  the  commissioner  of  build- 
rendered  January  20,  1937,  re  Alt.  Applic.  No.  3843- 
1936  reads : 

.  “3-  A  repair  shop  for  motor  vehicles  is  unlawful 
in  a  business  district.  Sec.  4  of  Zone  Resolution 
Reconsideration  denied.” 

and 

.  Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  55  ft.  on  Hudson  street  and  111  ft  7  in 
on  Horatio  street— the  easterly  11  ft.  7  in.  of  the  plot  is 
located  in  the  business  use  district  and  the  remainder  of 
the  plot  is  in  the  unrestricted  use  district.  Upon  the  plot 
there  are  located  three  tenement  houses  (on  the  Hudson 
street  front)  and,  also,  the  building  in  question.  The 
building  in  question  is  frame,  one-story  in  height  42  ft 
{,  .in-  by  44  ft.  5  in.  in  area.  Tt  is  proposed  to  reconstruct 
this  building  and  occupy  it  as  a  motor  vehicle  repair  shoo  • 
and  ’ 
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Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  in  order  to  be  informed 
prior  to  the  hearing;  and  .  . 

Whereas,  the  board  deemed  that  the  provisions  of  sec¬ 
tion  7,  subdivisoin  b  of  the  building  zone  resolution,  which 
was  included  by  the  applicant  at  this  hearing  as  a  basis 
of  appeal,  empowered  the  board  to  exercise  its  discretion 
and  to  grant  this  application  under  such  conditions  that 
would  safeguard  the  character  of  the  more  restricted  use 

district.  >  1  H 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
7-b  thereof,  permitting  the  proposed  building  in  that  por¬ 
tion  of  the  premises  within  the  business  use  district  to  be 
used  as  a  motor  vehicle  repair  shop  in  conjunction  with 
the  portion  -in  the  unrestricted  use  district,  on  condition 
that  the  building  be  reconstructed  as  proposed  with  new 
walls  on  the  westerly,  northerly  and  southerly  sides  and 
with  a  roof  construction  consisting  of  wood  girder  sup¬ 
ported  on  lally  columns  with  wood  roof  beams  and  wood 
roof  boarding,  provided  the  roof  surfacing  is  of  non¬ 
flammable  material  and  the  ceiling  throughout  is  fire- 
retarded  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals;  that  any  skylights  erected  shall 
be  not  nearer  than  10  feet  to  any  lot  line  and  shall  be 
constructed  of  metal  frames  glazed  with  plain  glass  with 
wire  screens  over  and  under ;  that  the  front  of  the  build¬ 
ing  shall  be  constructed  of  face  brick,  permitting  two  en¬ 
trances,  as  shown ;  that  there  shall  be  no  excavation  under 
the  building;  that  the  floor  shall  be  cement  paved;  that 
there  shall  be  no  openings  in  the  interior  lot  line  walls  to 
adjoining  premises;  that  automobile  repairing  shall  be 
carried  on  only  during  the  hours  of  8  A.  M.  to  5  :30  P.  M. 
and  no  night  work  or  work  on  Sundays  or  holidays  shall 
be  permitted;  that  no  cars  shall  be  parked  or  stored  on 
the  premises,  except  those  being  repaired ;  that  other,  than 
as  varied  herein  the  building  and  use  shall  comply  in  all 
respects  to  all  laws,  rules  and  regulations  applicable 
thereto ;  that  such  portable  fire-fighting  appliances  shall  be 
installed  as  the  Commissioner  shall  direct  and  all  permits 
shall  be  obtained  and  work  completed  within  six  months 
from  the  date  of  this  action. 


67-37-BZ. 

APPLICANT — Patrick  Gallagher,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  ex¬ 
tension  in  area  of  an  existing  gasoline  service  sta¬ 
tion. 

PREMISES  AFFECTED — 2561-2569  Ocean  avenue,  east 
side,  90  ft.  south  of  Avenue  U  (Block  No.  7353, 
Lot  Nos.  68  and  70),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  C.  Gallagher  and  Joseph  B.  Lynch. 
For  Opposition :  Beniamin  Rockmore. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  A 

Absent  .  0 

THE  RESOLUTION— 

(67-37-BZ) 

Whereas,  Patrick  Gallagher,  owner,  filed  February  19, 
1937  an  application  under  the  building  zone  resolution  to 
permit  partly  in  a  business  use  and  partly  in  a  residence 
use  district  the  extension  in  area  of  an  existing  gasoline 
service  station;  premises:  2561-2569  Ocean  avenue,  east 
side,  90  ft.  south  of  Avenue  It  (Block  No.  7353,  Lot  Nos. 
68  and  70),  Borough  of  Brooklyn;  and 


Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  ; 
meeting,  May  4,  1937  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ocean  avenue  is  in  a  busi¬ 
ness  use  district;  Avenue  U  is  in  a  business  use  district; 
East  21st  street  is  in  a  residence  and  business  use  district 
and  East  19th  street  is  in  a  business  and  residence  use 

district;  and  . 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  8,  1937,  Application  No.  18335-1937, 

reacls  * 

“The  use  of  plot  which  is  partly  in  a  business  dis¬ 
trict  and  partly  in  a  residential  district  for  lubrication 
and  car  washing  in  conjunction  with  gas  station  on 
adjoining  lot  in  a  residential  district  is  contrary  to  See. 

3  and  4  of  Building  Zone  Resolution  and  therefore 
denied.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  90  feet  and  a  depth  of  105  feet,  upon  the 
southerly  portion  of  the  plot  (Block  No.  7353,  Lot  No.  68) 
with  a  frontage  of  40  ft.  and  a  depth  of  105  ft.  (according 
to  filed  plans),  there  is  located  a  gasoline  service  station 
consisting  of  a  sales  office  18  ft.  by  20  ft.  in  area,  two 
greasing  pits  and  three  pumps.  It  is  proposed  to  erect 
upon  the  central  portion  of  the  (entire)  plot  a  one  story 
auto  laundry  and  lubritorium  structure,  approximately  49 
ft.  6  in.  by  26  ft.  irregular  in  area.  The  north  portion  of 
the  lot  extends  into  the  business  use  district  for  a  distance 
of  10  ft.  and  the  remainder  is  in  the  residence  use  district. 
On  the  rear  of  lot  70  there  is  a  2  car  garage  which  is  to 
remain ;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  Committee  of  the  Board  in  order  to  be 
informed  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  inasmuch  as  existing 
gasoline  station  was  established  prior  to  prohibition  of 
gasoline  stations  in  business  districts,  the  applicant  was 
entitled  to  relief  under  Section  21  in  order  to  improve  the 
condition  and  to  provide  enclosed  greasing  and  washing 
facilities.  £  j 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  Section 
21,  to  permit  the  plot  under  appeal  to  be  used  as  an 
extension  to  the  existing  gasoline  station,  legally  estab¬ 
lished  on  Lot  68,  on  condition  that  the  proposed  accessory 
buildings  to  be  erected  shall  not  exceed  one  story  in  height 
and  shall  be  constructed  of  fireproof  materials  except  that 
the  roof  beams  and  roof  boarding,  door  frames  and  the 
doors,  window  frames  and  sash  may  be  of  wood  provided 
the  roof  is  surfaced  with  non-flammable  materials  and 
that  the  ceiling  throughout  shall  be  fire  retarded  in  accord¬ 
ance  with  the  rules  of  the  Board  of  Standards  and 
Appeals ;  that  the  proposed  accessory  building  shall  be 
rearranged  so  that  the  entrance  to  greasing  section  shall 
be  from  the  north  and  the  entrance  to  car  washing  section 
from  the  south ;  that  the  existing  planting  in  the  rear  shall 
be  maintained  and  there  shall  be  additional  planting 
toward  the  west  of  the  proposed  accessory  building  in 
the  area  immediately  north  of  existing  office ;  that  no  addi¬ 
tional  pumps  shall  be  erected  nearer  than  15  ft.  to  the 
street  line  of  Ocean  avenue ;  that  the  existing  curb  cuts 
shown,  namely,  two  (2)  13  ft.  6  in.  in  width  and  one  (1) 
20  ft.  in  width,  shall  not  be  increased;  that  in  the  event 
the  adjoining  lot  to  the  south,  now  occupied  by  the  owner, 
changes  ownership,  there  shall  be  erected  along  the  south¬ 
erly  lot  line  of  Lot  No.  68  a  substantial  fence  or  wall; 
that  no  unenclosed  greasing  equipment  shall  be  installed 
or  maintained ;  that  no  automobile  repairing  shall  be  car¬ 
ried  on  and  no  parking  of  cars  other  than  those  being  ser¬ 
viced,  except  that  the  present  two-car  garage  shown  at  the 
rear,  legal  permit  for  which  has  been  issued  by  the  com- 
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or  trom  the  premises ;  that  signs  shall  be  restricted  tn  wET  district ;  and 

illuminated  globes  of  the  pumps  and  to  flat  signs  attached  rei^deredjanuarv  |sT9I?7°f  ‘w  T9°1^mif.sioner  of  buildings, 
to  accessory  building,  excluding  all  temporary  signs  and  reads  J  y  25>  1937  re  N.B.  Application  No.  16-19A7 
root  signs,  except  that  there  may  be  erected  within  the  “ITT  r 

building  line  a  post  standard  for  supporting  a  sign  adver-  hides  contrarv15^3^  f  shop  for  motor  ve- 

tising  only  the  brand  of  gasoline  sold;  that  such  sign  shall  zone  reso^udon ’’  C  11  °f  the  amended  building 

not  extend  beyond  the  building  line;  that  prior  to  the  filing  and  resolutlon- 
oi  plans  with  the  commissioner  of  buildings  olans  shall  \A/win?rAc  . 

hehdfd  Tth  h1  is  b,°ar,d  and  approved  hy  the’chairman  in  construction  one^tmTm  he?1' hfS  >1?°  bf  °f  non'firepr°of 
behalf  of  the  board  ;  that  such  plans  shall  be  filed  and  all  10  in  and  a  deoth  nf  oS  If1!*1.4’  Wltb  a  frontage  of  66  ft. 

the  date°o£a;hfS  attir  COmpleted  Wlthin  one  7'ar  Uom  “a  motor  veh.cle  repafr  shopfanT^  *°  be  °CCUpied 

'  _  insMetif„Ah’  thC  Site  U"der  appeal  was  the  subject  of  an 

68-37'BZ-  formed  toTeTearing  ‘IV50"11  “  °rder  to  be  in' 

I  APPLICowneT.  S,gm“nd  E”°Ch'  f°r  Sarah  Goldb“S.  jus'tificXn'  tor  sZtinTtUsTorit^  “V  ‘S 

SUBJECT— Application  (re  decision  of  the  commiss.oner  pr°vided  condi, if*”*”?  topJved  ‘  to  protect 'STototaa 

of  buildings)  under  section  21  of  the  building  zone  owners-  protect  adjoining 

resolution,  to  permit  in  a  business  use  district  the  ,  Re^olved,  that  the  Board  of  Standards  and  Annooi  a 
'  pa“  stopand  mamtenance  o£  a  motor  vehicle  re-  tdcfr^lonsTf^e’bSldm  applicatio", a£  ‘he  us'e  d°“ 

PREMISES  AFFECTED — 3066  Jerome  avenue  east  side  the  application  be  and  it  hereby  ITcrant^^  Hnd  that 

95  ft  south  of  East  204*  street  (Block  No  3  2  ,’  2l-  fitting  the  premises  S  oS  buS"  "unT 

APPEARANCES-!!  “d  ^  ^  °f  T‘“  &*°b ^ M 

For  Applicant:  Edward  J.  Curtin,  Michael  P.  shaI1  be  constructed  of  fireproof  materiSs^xcenffhat 
Giordomo,  and  Sigmund  Enoch.  [°of  beams  and  roof  boarding  may  be  of  wonTnrn  ']^ 

F°r  tnS"4taffi  VinC“‘  *  Fred-  and  Tj  if  fife  " 

THE  VOTEF-B0ARD-ApP,kation  gran,ed  ronditipa'  tWh,au£ershan  be  ZeiZl  io°!  uZZZ 5b“| ““ 
Affirmative:  Chairman  Murdock,  Commission-  for  '""Icr  room,  which  shall  be  separated bfrom”?h?Bt 
i  -  Savage  and  Bium  and  Assistant  Chief 

:  fc.;:::::;:::;;;;:;;:;;:;;;;;;;;;;;;;;;  0° 

THE  RESOLUTION-  *f'or  lo  ''ne  and  shall  be  constructed  of  metal  frame and' 

(68-37-BZ)  Sutflaf aheed£r,h  0fe$aSS  tj,  Sd 

fil^HT7RKAS’  Si^'?und  Enoch,  for  Sarah  Goldberg,  owner,  face  brick  with  stone  or  terr^ott^trimmWs^'S6?  °f 

filed  February  19,  1937  an  application  under  the  building  FaJs  sbab  be  stored  or  parked  in  the  building  e^re-  t-  +1  n° 

zone  resolution  to  permit  in  a  business  use  district  the  erec-  beinff  paired;  that  such  portable  fire  fiehtmJ  3  th°S! 

Pr"  ^feTnanCe  °£  a  m0tor  vehicle  repair  shop;  shall  be  installed  as  commissioner^  my 

Premises:  3066  Jerome  avenue,  east  side,  95  ft.  south  of  gasoline  shall  be  stored  in  the  buildin°-  other  thon  ? 

lmn,f0h4thfStTnetp(B1Ock  N°,  3321>  Lots  Nos‘  30  and  32),  of  cars  being  repaired;  that  sigT Thai  be  limit  d  ?o  n 

Borough  of  The  Bronx;  and  neat  sign  attached  to  front  of  h?iiMin«r  1  i  r  S  to  a 

bv^heERRAS’  A  PUfbQC  h?rh,lg  was  held  on  this  application  porary  signs  and  roof  signs;  and  that  all  permit?  shaflbe' 

by  the  Board  of  Standards  and  Appeals,  at  its  regular  obtained  and  all  work  comnleted  within  S  r  be 

meeting,  May  4,  1937  after  due  noticeby  publication  ffiffie  ‘he  date  of  this  action  COmpleted  w“hln  °ne  from 

Bulletm  of  the  Board  of  Standards  and  Appeals;  and 

•  WheREas,  the. use  district  maps  accompanying  the  build-  AJ.  ,  „  „  ’ 

ing  zone  resolution  show  that  Jerome  avenue  is  in  a  busi-  Adjourned,  1^:15  P.M. 

ness  and  unrestricted  use  district;  Villa  avenue  is  in  a  resi-  Edward  V.  Barton,  Chief  Clerk. 


WARNING 


Eotice  is  hereby  given  to  all  appellants  and  applicants, 
lnd  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board— 

First, ' That  if  they  do  not  appear  in  person  or  by  rep- 
•esentative  at  the  hearing  of  their  case,  dismissal  for  lack 
u  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
■earing  is  provided  in  the  publication  in  this  Bulletin  of 
e  calendars  of  the  board,  each  case  being  set  down  by 

calendar  Number  and  premises  under  the  date  of  the 

tearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
eanng  can  be  entertained  in  view  of  this  publication  and 
the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  m  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
aPF?1,  ?r  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay.  ^  y 

Sixth ,  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 
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BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING  Negative  .  0 

Absent  .  0 

TUESDAY  AFTERNOON,  MAY  4,  1937 


Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

385-36-BZ. 

APPLICANT— Frank  A.  Sweeney,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
extension  of  an  existing  gasoline  service  station. 

PREMISES  AFFECTED— 547  (525  old  number)  Forest 
avenue,  north  side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West  Brighton, 
Borough  of  Richmond. 

APPEARANCES— 

For  Applicant:  Frank  A.  Sweeney. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  May  25,  1937  at  2 
P.M.  on  request  of  applicant.  Applicant  to  revise 
plans. 

120-33-BZ. 

APPLICANT— Eadie,  Nunley  and  Eadie,  for  Harry  Hug¬ 
ger,  owner. 

SUBJECT— Application  for  consideration— reopening  and 
restoration  to  calendar,  having  been  previously  dis¬ 
missed  for  lack  of  prosecution — (re  decision  of 
the  commissioner  of  buildings)  under  section  21 
of  the  building  zone  resolution,  to  permit  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED— 2030  Hylan  boulevard,  south¬ 
west  corner  of  Hamden  avenue  (Block  No.  3688, 
Lot  No.  9),  Grant  City,  Borough  of  Richmond. 

APPEARANCES— 

For  Applicant:  M.  Rosenhof. 

ACTION  OF  BOARD— Application  restored  to  calendar 
subject  to  usual  procedure. 

THE  VOTE  TO  RESTORE  TO  CALENDAR—  _ 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


185-27-BZ. 

APPLICANT— Samuel  Rosenblum,  for  Crestwood  Ga¬ 
rages,  Inc.,  lessee. 

SUBJECT— Application  for  consideration— reopening  and 
amendment  re  decision  of  the  commissioner  of 
buildings — re  Applicaton,  granted  on  condition, 
under  section  21  of  the  building  zone  resolution, 
permitting  in  a  business  use  district  the  erection 
and  maintenance  of  a  gasoline  service  station  and 
also  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED  —  3602-3612  Snyder  avenue, 
south  side,  from  Brooklyn  to  Canarsie  avenues, 
(Block  No.  4922,  Lot  Nos.  1  and  7),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  L.  B.  Santangelo. 

ACTION  OF  BOARD— Application  reopened  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 


18-37-BZ. 

APPLICANT — Joseph  S.  Klotz,  for  Scientific  Brake  Ser¬ 
vice  Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the 
change  of  occupancy  of  an  existing  brake  service, 
greasing  and  auto  laundry  use,  so  as  to  include  a 
gasoline  service  station. 

PREMISES  AFFECTED— 2166-2172  Coney  Island  ave¬ 
nue,  west  side,  100  ft.  4j4  in.  south  of  First  court 
(Block  No.  6685,  Lot  No.  34),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Bernard  Rosenberg. 

For  Opposition :  None. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  . ® 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(18-37-BZ) 


Whereas,  Joseph  S.  Klotz,  for  Scientific  Brake  Service 
Corporation,  owner,  filed  January  16,  1937,  an  application 
under  the  building  zone  resolution  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use  district 
the  change  of  occupancy  of  an  existing  brake  service, 
greasing  and  auto  laundry  use,  so  as  to  include  a  gasoline 
service  station;  Premises:  2166-2172  Coney  Island  avenue, 
west  side,  100  ft.  4 H  in.  south  of  First  court  (Block  No. 
6685,  Lot  No.  34),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  4,  1937,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Coney  Island  avenue  is  in  a 
business  use  district ;  East  9th  street  is  in  a  residence  and 
business  use  district;  1st  court  is  in  a  residence  and  busi¬ 
ness  use  district  and  Avenue  “S”  is  in  a  business  and  resi¬ 
dence  use  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  December  21,  1936  re  Application  No.  20436-1936, 
reads : 

“The  change  of  occupancy  of  premises  located  partly 
in  a  business  and  partly  in  a  residential  district  from 
the  occupancy  stated — brake  testing,  greasing,  auto¬ 
laundry,  to  a  gasoline  selling  station  with  accessory 
uses  is  contrary  to  the  building  zone  resolution,  Art. 
II,  Sect.  3  and  4.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  65  ft.  1  in.  on  Coney 
Island  avenue  and  223  ft.  5  in.  along  the  north  lot  line.  An 
irregular  area  at  the  northwest  portion  of  the  plot  is  m 
the  residence  use  district — the  remainder  is  in  the  business 
use  district.  The  present  occupancy  of  the  plot  is  brake 
service,  lubritorium  and  auto  laundry.  The  buildings  hous¬ 
ing  these  various  uses  are  shown  on  filed  plans.  On  the 
north  part  of  the  plot  there  are  located  two  550  gallon 
tanks  and  two  pumps — under  annual  permit  for  private 
use,  one  for  kerosene  and  one  for  gasoline.  It  is  proP0^1 
to  sell  gasoline  from  this  installation  to  the  public.  JNo 
additional  tanks  or  pumps  to  be  installed ;  and 
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Whereas  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
mspectKm  was  read  at  this  hearing  and  which  report  fol- 

REPORT  OF  COMMITTEE 

Re :  Cal.  No.  18-37-BZ.  ApnI  3°’  1937, 

Premises:  2166-21 72  Coney  Island  Avenue,  Brooklyn. 

The  premises  on  which  a  zoning  variance  is  re¬ 
quested  so  as  to  permit  the  installation  of  gasoline 
tanks  and  pumps  for  sale  of  gasoline  to  the  public,  are 
'  °5ed  e,  WCSt  slde  •,of  Cbney  Island  avenue,  100 

TdJnH°Uth  °f  1?t  Whlle  the  frontage  on  Coney 

Island  avenue  is  65  feet,  there  is  a  considerable  area 
in  the  rear  extending  within  the  centre  of  the  block 
tor  a  distance  in  length  of  approximately  240  feet  and 
in  width  varying  from  75  to  125  feet. 

10?0n  th<“  frontage  is  a  two-story  building  erected  in 
1928  under  permit  7818.  A  certificate  of  occupancy 
Ro.  52490  permits  sale  of  automobile  accessories’ 
greasing  of  cars,  inspection  and  adjustment  of  brakes’ 
provided  these  uses  do  not  conflict  with  uses  prohibited 
in  a  business  use  district,  and  on  condition  that  no 
gasoline  is  sold  or  stored  on  the  premises.  Alongside 
this  building  is  a  driveway  leading  to  the  rear  area, 
which  is  generally  unbuilt  upon  except  for  a  building 

£iS7?  -f0io^r  vfh/ng’T°nstructed  under  permit  No 
4474  in  1929  with  Certificate  of  Occupancy  57604  per- 

lts  use>  provided  no  cars  are  stored  in  the 
building  or  on  the  lot  at  night.  The  zoning  line  be¬ 
tween  the  business  use  district  and  the  residence  use 
district  crosses  this  rear  area,  so  that  a  substantial  part 
ls.™  *be  residence  use  area.  When  a  shelter  was  per- 
mitted  to  be  erected  in  1929  under  plan  4473  within  the 
residential  area,  the  plans  approved  called  for  a  fence 
or  hedge  to  be  maintained  to  set  the  residence  area 

wro  •  f^m  th-ei  busmess-  No  fence  or  hedge  exists. 
Within  the  residence  use  area  is  also  located  a  machine 
tor  brake  alignment. 

A  gasoline  pump  and  a  kerosene  pump  now  exist  at 
a  point  approximately  120  feet  in  along  the  driveway 
Irom  Coney  Island  avenue  and  two  550  gallon  tanks 
are  buried,  one  for  gasoline,  the  other  for  kerosene 
it  is  proposed  to  have  two  gasoline  pumps  where  now 
located  and  under  plans  approved  by  the  fire  depart¬ 
ment  on  November  26,  1928,  within  three  months  after 
issuance  by  the  building  department  of  a  certificate  of 
occupancy  calling  for  no  gasoline  to  be  stored  or  sold 
on  the  premises.  The  permits  issued  by  the  fire  de¬ 
partment  thereafter  attempt  to  restrict  the  sale  by 
stating  on  the  permit  “For  personal  use  only — no  sale” 
or  similar  restriction.  The  last  such  permit  recorded 
expires  March  8,  1938.  That  there  has  been  a  question 
ol  whether  this  restriction  on  the  sale  of  gasoline  has 

10m  1V!din£t0  ls  .^dicated  by  violations  issued  in 
and  1933,  requiring  a  certificate  of  fitness  for 
supervision  of  an  oil  selling  station. 

!  At  the  present  time  this  establishment  is  being  used 
contrary  to  the  zoning  restrictions  (1)  in  maintaining 
a  brake  repair  shop  which  the  courts  in  Kesbec  against 
Keville  have  declared  is  automobile  repairing,  which  is 
a  prohibited  use  in  a  business  district  (2)  by  using 
the  area  in  the  residence  district  without  separating  it 
}  a  fence  or  hedge  and  (3)  by  permitting  automobiles 
°r  Parke<E  Those  in  objection  have  testi¬ 
fied  that  cars  are  being  parked  at  night,  although 
apparently  without  charge  therefor. 

In  view  of  these  facts  and  in  the  absence  of  any 
proot  that  there  is  hardship  the  committee  recommends 
demal  of  the  application.  The  prohibited  use  of  oper- 
a  ln^  a  Jpaso  ine  station  is  desired  to  increase  the  rev- 
enue.  No  other  reason  is  given,  except  that  custom¬ 
ers  are  alleged  to  desire  this  additional  service.  Owing 
to  the  arrangement  of  the  premises  abutting  so  many 
residential  properties  which  are  entitled  to  reasonable 
pro  ec  ion  of  the  residential  zoning,  further  extensions 
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0fThe0hDbr1atct1rpSeSfWi11  re-!U.h  in  continued  nuisances, 
upon  representation  ^th™ '  they  fre^for  pHvatf'use 
a  tine- d  a  Stl  ^  ,y  Iimite,d  to  concerns  owning  and  oper- 

bLmess  °M?n‘ CS  K,S-ed  ln  ,the  course  of  their  own 
u  Many  public  gasoline  stations  now  in  exist¬ 
ence  have  developed  from  this  type  of  perm  where 
strict  compliance  has  not  been  insisted  upoT  ' 
(Sgd.)  HARRIS  H.  MURDOCK, 

4  nrnu .  Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM 
PATRICK  WALSH,  ’ 

and  Concurring. 

Wijereas,  this  report  recommended  the  denial  of  this 
application  and  the  board  deemed  that  the  applicant  did 

buildinb£rSt^ntiate  hli  basis  °f  appeal  under  section  21  of  the 

sa^grdship.reS  ’  PraCtiCa'  diffiCU“ieS  a"d 

hmsbtlnl  '';aLtLdedSiT  °f  l]1C  comm'Ssioner  of  build- 

b  And  it  hereby t denief^  ^  the  applicatio" 
70-37-BZ. 

APPUCANT— William  Richter  for  Minnie  Gianinni 

SUBTFCT  °TnrM5rn°,and  Marie  D-  B°vi,  owners.  ' 
UBJECT— Application  (re  decision  of  the  commissioner 

of  buildings)  under  section  21  of  the  building  zone 
resolltion,  to  permit  in  a  business  use  district  the 

station0  and  maintenance  of  a  gasoline  service 

PREMISES  AFFECTED-70-15  to  70-21  Astoria  boule- 
vard  and  22-02  to  22-08  71st  street,  northwest  cor- 
ner  (Block  No.  1002,  Lot  Nos.  15  and  16),  Long 

APPEARANCES-  UB  °£  Qu“nS' 

For  Applicant :  William  Richter. 

For  Opposition:  None 

Affirmative  .  q 

Negative.  Chairman  Murdock,  Commission¬ 
er,?  Ravage  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Absent  . q 

THE  RESOLUTION— 

(70-37-BZ) 

rr,^?E™AS’  Wiliia^  Richter,  for  Minnie  Gianinni,  Filo- 
78  i  o^arn°  a  rd  ¥ane  D-  Bovi,  owners,  filed  February 
7b’  1937’.  an  apphcation  under  the  building  zone  resolution 
to  permit  in  a  business  use  district  the  erection  and  main- 
tenance  of  a  gaso line  service  station ;  premises :  70-15  to 
70-21  Astoria  boulevard  and  22-02  to  22-08  71st  street 

? Tr-7  (T?l0Ck  ,N°V  ld02’  Lot  Nos-  IS  and  16),’ 
ong  Island  City,  Borough  of  Queens ;  and 

JY™S’  a  pl’b1^  hSari"g  wa,s  held  on  this  application 
b>  the  Board  of  Standards  and  Appeals,  at  its  regular 

Bufletin’  ofYh4’  P>937’/ftrercdUe  ,n°tice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

.  WheREAS,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Astoria  boulevard  is  in  a 
busmess  and  residence  use;  71st  street  is  in  a  residence 
and  business  use;  70th  street  is  in  a  residence  and  business 
use  and  Ditmars  boulevard  is  in  a  residence  use;  and 
.  Whereas,  the  decision  of  the  commissioner  of  buildines 
reads  Bebruary  15,  1937,  re  Application  No.  511-1937’ 

“The  erection  of  a  gasoline  service  station  in  a  busi¬ 
ness  district  is  contrary  to  art.  2,  section  4  of  the 
zone  law. 

and 

Whereas,  the  premises  consist  of  an  irregular  shaned 
plot  of  ground  having  a  frontage  of  103.6  feet  on  Astoria 
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boulevard  and  57.1  feet  on  71st  street-upon  which  it  is 
proposed  to  erect  (on  the  easterly  rear)  a  one-story  build¬ 
ing,  approximately  28  ft.  by  17  ft.,  irregular  m  area  to  be 
used  as  office,  storeroom  and  rest  room;  9P,.tlae  wester!Y 
rear  it  is  proposed  to  erect  a  one-story  building  approxi¬ 
mately  21  ft.  by  23  ft.  in  area  to  be  used  as  lubritorium 
and  brake  service,  also  to  install  the  necessary  tanks  and 
pumps  for  a  gasoline  service  stations;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and ‘which  report 

follows.  REPORT  OF  COMMITTEE 

April  30,  1937. 

Cal.  No.  70-37-BZ 
70-15  to  70-21  Astoria  boulevard 
N.  W.  cor.  71st  street,  L.  I.  City  , 

The  plot  under  appeal  is  the  balance  of  lots  15  and 
16  in  block  1002  remaining  after  a  taking  for  the 
widening  of  Astoria  boulevard  and  for  which  an 
award  of  $4000  and  interest  has  been  made.  Formerly 
inside  lots  mainly  located  in  a  residence  use  district, 
the  result  of  the  widening  has  placed  the  balance  re¬ 
maining  entirely  in  a  business  district  fronting  on 
Astoria  boulevard  and  at  the  corner  of  71st  street. 
The  area  of  the  plot  is  now  approximately  4000  square 
feet,  which  is  assessed  for  $2700. 

It  is  desired  to  establish  a  gasoline  station  to  in¬ 
clude  brake  testing— declared  by  the  Appellate  Divi¬ 
sion  First  Department,  in  ICesbec  vs.  Reville  (N.Y. 
L.J.  Aug.  22,  1935)  to  be  automobile  repairing,  which 
is  also  a  non-conforming  use  in  a  district  zoned  for 
business  uses.  A  zoning  variance  is  requested  under 
section  21.  Practical  difficulties  and  unnecessary  hard¬ 
ship  are  claimed  precluding  a  possible  conforming  use 

0fAstona°boulevard  has  recently  been  completed  and 
this  plot  is  at  the  entrance  to  the  roadway  leading  to 
Triborough  Bridge.  This  development  is  so  recent 
that  the  area  has  not  yet  found  itself.  Through  re¬ 
zoning  it  can  be  expected  that  the  area  to  the  North 
will  develop  with  residential  uses  as  now  rezoned, 
bringing  the  limited  business  area  into  demand.  It  can 
be  expected  also  that  uses  will  be  readily  found  for 
the  business  frontage  because  of  the  bridge  and  the 
traffic  along  the  boulevard.  A  far  different  situation 
now  presents  itself  than  formerly  when  this  area  was 
isolated  and  far  removed  from  important  arteries  of 
communication.  As  compared  with  the  former  condi¬ 
tion,  this  owner  has  greatly  benefited  from  the  im¬ 
provement,  and  nothing  can  distinguish  this  plot  from 
others  along  the  frontage  to  indicate  a  uniqueness  not 
common  to  all.  From  other  applications  in  this  area 
for  similar  prohibited  uses,  it  is  indicated  that  owner 
hopes  to  be  permitted  to  established  a  gasoline  sta¬ 
tion  at  this  point  to  serve  traffic  before  crossing  the 
bridge  to  Manhattan  and  The  Bronx.  Granting  this 
application  will  encourage  others,  with  the  impossi¬ 
bility  of  distinguishing  the  claims  of  each.  In  this 
application,  the  Committee  cannot  find  that  hardship 
exists  and  recommends  that  the  application  be  denied. 

(Signed)  HARRIS  FI.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 

Committee. 

Whereas,  this  report  recommended  the  denial  of  the 
application  and  the  board  deemed  that  the  applicant  did 
not  substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution,  practical  difficulties  and  unneces¬ 
sary  hardship  and  that  the  property  can  be  developed  for 
conforming  use. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


54-36-BZ. 

APPLICANT — Kadel,  Van  Kirk  &  Trencher,  for  B.  &  S. 
Gasoline  Stations,  Inc. 

SUBJECT — Application  for  consideration — reopening,  ap¬ 
proval  of  plans  and  imposing  of  conditions— re  Ap¬ 
plication  (decision  of  commissioner  of  buildings,) 
under  sections  7a  and  21,  of  the  building  zone  res¬ 
olution,  to  permit  partly  in  a  business  district  and 
partly  in  a  residence  district  the  maintenance  of  a 
gasoline  service  station.  (Gtd.  by  Bd.  on  12/1/36, 
pending  this  consideration). 

PREMISES  AFFECTED — 2240-2250  Ocean  parkway  and 
515-531  Gravesend  Neck  road,  northwest  corner 
(Block  No.  7157,  Lot  No.  16),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Max  Siegel. 

ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(54-36-BZ) 

Whereas,  this  application  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence  use  district  the  main¬ 
tenance  of  a  gasoline  service  station,  premises  2240-2250 
Ocean  parkway  and  515-531  Gravesend  Neck  road,  north¬ 
east  corner  (Block  No.  7157,  Lot  No.  16),  Borough  of 
Brooklyn,  was  granted  by  the  board  December  1,  1936, 
subject  to  the  submission  of  plans  and  the  imposing  of 
conditions ;  and 

Whereas,  the  owner  has  submitted  plans  for  considera¬ 
tion  of  the  board. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Decem¬ 
ber  1,  1936,  so  that  as  amended  the  resolution  shall  read: 

" Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  under  section  7-a  in  the 
application  of  the  use  district  regulations  of  the  build¬ 
ing  zone  resolution,  and  that  the  application  be  and 
it  hereby  is  granted  on  condition  that  the  plot  shall 
be  levelled  substantially  to  the  grade  of  Gravesend 
Neck  road;  that  the  accessory  building  shall  be  recon¬ 
structed  and  the  gasoline  station  arranged,  generally 
as  indicated  on  working  plans  marked  ‘Received  April 
29,  1937’ ;  that  accessory  building  shall  not  exceed  one 
story  in  height  and  shall  be  constructed  of  fireproof 
materials  except  the  roof  beams  and  roof  boarding 
may  be  of  wood  provided  the  weather  surfacing  is  of 
non-flammable  material  and  that  the  ceiling  is  fire- 
retarded  in  accordance  with  the  Rules  of  the  Board  of 
Standards  and  Appeals;  that  if  doors  are  constructed 
to  the  greasing  pit  section,  ventilation  shall  be  pro¬ 
vided  to  exhaust  to  outer  air,  as  indicated  on  plans  ; 
if,  however,  pneumatic  greasing  lifts  are  installed,  such 
ventilation  may  be  omitted ;  that  the  portion  of  the 
plot  facing  for  a  distance  of  30  ft.  in  depth  along 
Ocean  parkway  shall  be  landscaped  and  maintained  at 
all  times  to  the  satisfaction  of  the  park  commissioner 
and  not  used  in  any  way  as  a  portion  of  the  gasoline 
selling  area ;  that  this  area  and  planting  area  along  the 

•  side  line  fence  to  the  north  shall  be  protected  by  ap- 
in.  concrete  curb ;  that  there  shall  be  erected  on  in 


552 


MINUTES 


terior  lot  lines,  where  walls  of  accessory  buildings 
aru-  nu0t  iernCtied’,  a  substantial  metal  or  wooden  fence 
sha11  be  kept  at  ah  times  in  good  repair;  that 
additional  planting  shall  be  maintained  as  indicated 
toward  the  westerly  portion  of  the  lot ;  and  where  not 
covered  by  accessory  buildings  and  planting,  the  entire 
plot  shall  be  cement-paved  or  covered  with  bound  im¬ 
pregnated  bluestone  or  Colprovia;  that  no  pumps  shall 
be  erected  nearer  than  18  ft.  to  the  building  line  of 
Gravesend  Neck  road  ;  that  entrances  shall  not  exceed 

u  11  i!n  wldtb  a t^iat  the  space  between  entrances 
shall  be  protected  and  surrounded  by  6-in.  concrete 
curbing;  that  this  space,  shall  be  kept  planted;  that 
curb  cuts  may  be  omitted  until  such  time  as  curbs  are 
installed  and  at  that  time  curbs  opposite  entrances  not 
exceeding  35  ft.  in  width  each  may  be  installed;  that 
advertising  shall  be  limited  to  the  illuminated  globes 
ot  the  pumps  and  to  flat  signs  permanently  attached  to 
accessory  buildings,  excluding  all  temporary  signs  and 
roof  signs  but  permitting  the  erection  within  the  build- 
mg  line  of  two  (2)  post  standards  for  supporting  signs 
which  may  extend  beyond  building  line  for  a  distance 
of  not  more  than  4  ft.  and  advertising  only  the  brand 
of  gasoline  on  sale;  that  no  such  standard  shall  be 
erected  nearer  than  30  ft.  to  the  Ocean  parkway  build¬ 
ing  line  and  no  other  sign  shall  be  so  placed  as  to  face 
upon  Ocean  parkway;  that  no  automobile  repairing 
shall  be  permitted  on  the  premises  and  no  parking  of 
cars  other  than  those  being  serviced;  that  all  new 
piping  and  new  tank  equipment  for  gasoline  supply 
shall  be  of  new  materials;  that  the  gasoline  pumps  and 
the  bases  of  lighting  and  sign  uprights  shall  be  con¬ 
structed  of  masonry,  as  indicated  on  plans,  which  are 
hereby  approved  as  conforming  to  general  arrange¬ 
ment  and  design  required  under  this  resolution ;  that 
all  permits  shall  be  obtained  and  all  work  shall  be 
completed  within  six  months  from  the  date  of  this 
action. 

110-35-BZ.  ~~ 

^nPiprT^'A  9abia  Holding  Corporation,  owner. 
oUJjJ  LL  1  Application  for  consideration — reopening  and 
extension  of  time— re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of  the 
budding  zone  resolution,  permitting  in  a  residence 
use  district  the  erection  and  maintenance  of  a  busi¬ 
ness  building  (stores). 

PREMISES  AFFECTED  -  2206-2210  Grand  Concourse 
a?d  Ak)  East  182nd  street,  southeast  corner  (Block 
No.  3157,  Lot  No.  32),  Borough  of  The  Bronx 
APPEARANCES— 

For  Applicant:  David  Lind. 

ACTION  OF  BOARD— Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

N egati ve  . 0 

Absent  .  n 

THE  VOTE  TO  EXTEND  ‘  TIME— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . 0 

THE  RESOLUTION— 

(110-35-BZ) 

r5™AS’  this  aPPhcation  affecting  premises  2206-2210 

corner  T'xt  182nd  street,  southeast 

g  *ock  No.  3157  Lot  No.  32),  Borough  of  The 

conditi  Was  ?ranted  by  the  board  July  2,  1935,  on  certain 

SquestH’n  eT  e.xtended  June  23.  1936,  and  applicant 

requests  an  extension  of  time  to  complete  the  work. 


tha^^Tffi^s^av^beTn  ^fed^wifl^th^'5  representative 

£B*uafct333SSs 

saSi-  »  Jvsss 

678-30-BZ.  ' 

AppLI CANT— Joseph  A.  Webber,  lessee;  Board  of  Trans- 

SUBlFfT Tnr  °ty  °l  New  York-  owner. 

SUBJECT— Application  for  consideration— reopenine  and 

permitting  partly  in  a  business use  district  and 
ma?nUanVo£df^,USe  difri.ct  the  section  and 

vidual  garage”  °"y  °£  s,xty-five  <65>  indi- 

PREMISES  AFFECTED — 401-423  West  ?07 th  +  .  , 

3876- 18S?  Minfin  1  ,est  20/ th  street  and 

No  2204  p”? 1JVTenf  \Tnor^st  corner  (Block 
hattan  ’  *  f  Lot  N° *  ^  Borough  of  Man- 

APPEARANCES- 

ArTrn^nP^cant:  S-  Smith. 

ACTION  OF  BOARD  Application  reopened  and  time 

THE  VOTETO  REOPEN- 

Affirmative:  Chairman  Murdock,  Commission- 
WalshVagC  and  B  Um  and  Assistant  Chief 

Negative  . d 

Absent  .  x 

THE  VOTE  TO  EXTEND  TIME-1. .  ° 

Affirmative:  Chairman  Murdock,  Commission- 

Walsh VagC  and  B1Um  and  Assistant  Chief 

Negative  . 111... .  n 

Absent  . *  . .  * 

THE  RESOLUTION— 

(678-30-BZ) 

tb*s  aPPbcation  affecting  premises  401-421 
West  207th  street  and  3876-3882  Ninth  avenue  norThwest 

5  °Ck  Na  2204’  part  of  Lot  No.  1),  Borough  of 

26  'igil^t-’  WaS  F3?*?1  >fr°r  a  temP°rary  period  ongMav 
2d’,1931’rtime  extended,  May  31,  1933,  and  May  21  1935 

ratS  Sed!  *  “*“*“>  o£  ^ 

M^Vff  tha  ler1Ulion-  adopted  by  the  board  on 
ttnef-rT6’  1931,  be  a"d  lp  hereby  15  tended,  so  as  to  extend 

Horn  MPa°vra26y  TqiT^  UndjF  Section  7(f)  for  two  years 
from  May  26,  1937,  on  condition  that  all  requirements  of 

S  affresperts  °Pt  May  26'  1931  sha"  be  complied  witt 
608-29-BZ. 

APPLICANT— Reilly  and  Hershey,  lessees;  City  of  New 
Y  ork,  owner. 

SUBJECT— Application  for  consideration— reopening  and 
extension  of  time— re  Application  (decisions  of 
the  Are  commissioner  and  the  superintendent  of 
buildings)  granted  on  condition,  under  section  7f 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and  maintenance 
TiTdFarTpt^  gasoline  service  station. 

PREMISES  AFFECTED-401-407  West  207th  street  and 
‘■nt  Ninth  avenue,  northwest  corner  (Block 

hattan204’  °f  Lot  N°‘  1}>  Borough  of  Man- 
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appearances— 

For  Applicant:  S.  Smith. 

ACTION  OF  BOARD— Application  reopened  and  time 
extended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  ^ 

THE  VOTE  TO  EXTEND  TIME—  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ^ 

THE  RESOLUTION— 

(608-29-BZ) 

Whereas,  this  application  affecting  premises  401-407 
West  207th  street  and  3876-3882  Ninth  avenue,  northwest 
corner  (Block  No.  2204,  part  of  Lot  No.  1),  Borough  of 
Manhattan,  was  granted  by  the  board  for  a  temporary 
period  of  two  years  under  section  7,  subdivision  r,  Janu¬ 
ary  7,  1930,  and  the  variation  extended  for  a  further  period 
from  January  7,  1932,  March  27,  1934,  and  March  10,  1936, 
and  applicant  now  requests  a  further  extension. 

Resolved,  that  the  resolution  adopted  January  7,  1932, 
be  amended  extending  the  time  for  a  further  temporary 
period  under  section  7-F  of  the  building  zone  resolution, 
terminating  May  26,  1939,  for  the  plot  of  the  revised  di¬ 
mensions  as  indicated  on  plans'  marked  Received  March 
26,  1934,”  on  condition  that  no  additional  buildings  shall 
be’  erected  other  than  the  one-story  office  now  existing 
and  that  no  pumps  shall  be  erected  nearer  than  10  ft.  to 
either  street  building  line,  and  that  this  gasoline  station 
shall  be  operated  in  conjunction  with  the  private  garages 
on  the  adjacent  plot,  variance  for  which  for  a  temporary 
period  was  granted  by  the  board  under  Cal.  No.  678-30  BZ., 
the  term  for  which  expires  on  May  26,  1939. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

169-37- A. 

APPLICANT— Scacchetti  and  Siegel,  for  LaBouchere 
Realty  Corporation,  lessee.  .  . 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 752-754  First  avenue  and  401- 
403  East  42nd  street,  northeast  corner  (Block  No. 
1354,  Lot  Nos.  1,  2  and  4 J4),  Borough  of  Man¬ 
hattan. 

APPEARANCES—  „ 

For  Applicant:  Archie  H.  Samuels,  Joseph 
Schwerm  and  Max  Siegel. 

ACTION  OF  BOARD— Laid  over  to  May  18,  1937  at  2 
P.M.  for  report  of  committee. 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(158-37- A) 

Whereas,  Specialty  Textile  Printing  Works,  applicant 
and  lessee,  filed  April  6,  1937,  an  appeal  from  an  order  of 
the  fire  commissioner  affecting  premises  507  West  Broad¬ 
way,  east  side,  100  ft.  south  of  Bleecker  street  (6th  floor), 
(Block  No.  524,  Lot  No.  8),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  No.  4153- 
LC,  dated  November  24,  1936,  reads  as  follows : 

“2— Either  discontinue  the  use  of  flame  or  spark  pro¬ 
ducing  equipment  within  the  area  where  _  spray 
coating  is  carried  on — Or — enclose  such  equipment 
in  the  partitions  constructed  of  fire  resisting  mate¬ 
rial.  Rule  4-L,  Board  of  Standards  and  Appeals. 

“3— Discontiue  the  use  of  chain  up  drop  light. 

NOTE:  Rule  4K  requires  electrical  ‘fixtures  to  be 
of  the  rigid  stem  type,  enclosing  all  wiring  and 
equipped  with  vaporproof  globes  and  keyless  sock¬ 
ets.’ 

“4 — Remove  electrical  equipment,  motors,  rheostats, 
lamps  and  switches  from  spray  room.  Rule  4-L, 
Board  of  Standards  and  Appeals. 

NOTE:  Electrical  equipment  is  not  approved  for 
use  in  explosive  atmospheres. 

<7 — Provide  one  regulation  fire  bucket  filled  with  sand 
for  each  100  square  feet  of  booth  area  or  area  of 
spray  room,  or  provide  extinguishers  of  the  soda- 
acid  type  or  (CO  2)  one  for  every  300  square  feet. 
Rule  5-H,  Board  of  Standards  and  Appeals.” 

and  _  .  .  . 

Whereas,  the  building  in  question  is  6  stories,  72  ft.  in 
height,  of  ordinary  brick  construction,  50  ft.  by  100  ft.  in 
area  on  the  first  floor  and  50  by  90  ft.  in  area  above,  erected 
in  1898  and  now  located  in  an  unrestricted  use  district; 
Occupied  for  4  years  as  follows:  First  floor,  barber  supplies 
and  store,  5  persons;  2nd  floor,  manufacture  of  hats,  20 
persons;  3rd  floor,  manufacture  of  artificial  flowers,  20 
persons ;  4th  floor,  manufacture  of  knit  goods,  4  persons ; 
5th  floor,  manufacture  of  cords  and  chenille,  4  persons ;  6th 
floor,  textile  decorating,  15  persons ;  and  > 

Whereas,  the  applicant  was  convicted  in  Municipal 
Term,  Part  1,  of  the  City  Magistrates  Court  on  February 
26,  1937,  for  violating  chapter  10,  section  200  of  the  Code 
of  Ordinances  (keeping  paints  in  quantities  greater  than 
20  gallons  without  a  permit  from  the  fire  commissioner). 
Sentence  suspended;  and 

Whereas,  these  premises  were  inspected  by  a  committee 
of  the  board  whose  verbal  report,  made  by  the  chairman, 
recommended  that  the  paint  spraying  rule  should  be  com¬ 
plied  with ;  and  .  .  . 

Whereas,  the  appellant  requested  permission  to  with¬ 
draw  the  appeal  in  order  to  comply. 

Resolved,  that  the  appeal  be  and  it  hereby  is  withdrawn. 


158-37- A. 

APPLICANT— Specialty  Textile  Print  Works,  Benjamin 
Lynn,  lessee. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 507-509  West  Broadway,  east 
side,  100  ft.  south  of  Bleecker  street,  6th  floor 
(Block  No.  524,  Lot  No.  8),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  Benjamin  Lynn. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD— Appeal  withdrawn  to  comply. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  . .  4 


114-37- A. 

APPLICANT— De  Rose  and  Cavalieri  for  De  Robertis 
Holding  Corp.,  owner.  .  . 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 174-176  First  avenue,  west 

side,  41  feet  5  in.  south  of  East  11th  street  (B lock 
No.  438,  Lot  Nos.  6  and  7),  Borough  of  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant :  Anthony  M.  De  Rose. 

ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT—  „ 

Affirmative  . . . 

Negative:  Chairman  Murdock,  Commissioners 

Savage  and  Blum  .  “ 

Absent :  Assistant  Chief  Walsh .  1 
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THE  RESOLUTION— 

(114-37-A) 

Whereas,  De  Rose  &  Cavalieri,  for  De  Robertis  Hold¬ 
ing  Corp.,  owner,  filed  on  March  16,  1937,  an  appeal  from 
a  decision  of  the  commissioner  of  buildings,  affecting 
Premises  174-176  First  avenue,  west  side,  41  ft.  5  in.,  south 
of  East  11th  street  (Block  No.  438,  Lot  Nos.  6  and  7) 
Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  March  5,  1937,  reads  as  follows: 

“Replying  to  your  letter  of  March  2,  1937,  I  wish  to 
advise  that  the  requirements  of  the  rules  adopted  by 
the  board  of  buildings  are  that  wherever  the  partitions 
enclosing  public  halls  are  required  by  the  multiple 
dwelling  law  to  be  fire  retarded,  the  doors  leading 
from  public  halls  to  apartments  are  to  be  the  one-hour 
test  type  of  fireproof  doors.” 

and 

Whereas,  the  building,  consisting  of  two  separate  units 
connected  at  the  1st  story,  one  is  3  stories  and  cellar  in 
height  and  one  4  stories  and  cellar  (50  ft.)  in  height,  35  ft. 

6  in  by  78  ft.  8  in.  in  area  on  the  1st  floor  and  35  ft.  6  in. 
by  53  ft.  in  area  above;  of  ordinary  brick  construction, 
occupied  as  follows:  Cellar — storage  and  boiler  room;  1st 
floor — store;  2nd  floor — two  families;  3rd  floor — 2  fami¬ 
lies  ,  4th  floor  one  family — located  in  a  business  use  dis¬ 
trict;  and 

Whereas,  the  building  was  erected  prior  to  1901  as  a 
tenement  house,  but  was  converted  to  factory  occupancy 
and  is  now  being  reconverted  to  a  tenement ;  and 

Whereas,  the  applicant  contends  that  the  wood  doors 
to  the  apartments  are  to  be  made  self-closing  and  then 
will  be  in  compliance  with  the  general  resolution  of  the 
Board  of  Standards  and  Appeals,  interpreting  section  238, 
subdiv.  4  of  the  mutiple  dwelling  law;  and 
Whereas,  the  premises  were  inspected  by  the  commit¬ 
tee  of  the  board,  whose  verbal  report  recommended  denial 
inasmuch  as  the  doors  in  question  are  not  the  original 
doors  installed  when  the  buildings  were  occupied  as  a 
tenement  house  and  inasmuch  as  the  stairs  had  also  been 
remodelled  for  commercial  occupancy  after  use  as  a  tene¬ 
ment  house  had  been  discontinued  in  view  of  which  facts 
the  general  interpretation  as  to  the  intent  of  section  238 
subdivision  4  of  the  multiple  dwelling  law  does  not  apply. 

,  Resolved,  that .  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  affirmed  and  that  the  appeal 
be  and  it  hereby  is  denied. 


:  180-37-A. 

APPLICANT  Jno.B.  Snook  Sons-Victor  C.  Farrar,  for 
Harlem  Savings  Bank,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 353  West  119th  street,  north 
side,  82  ft.  west  of  Manhattan  avenue  (Block  No 

APPEARANCES—0  11}’  B°r0Ugh  o£  Manhattan- 

F°r  Applicant :  Otto  L.  Kelm. 

Tul  voTif  BOARD— Appeal  granted. 
tHE  VOTE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . ’  ]  ’ '  q 

Absent  . .  0 

THE  RESOLUTION— 

(180-37-A) 

Whereas,  Jno.  B.  Snook  Sons,  Victor  C.  Farrar  for 
Harlem  Savings  Bank,  owner,  filed  April  21,  1937  an  ap¬ 
peal  with  the  Board  of  Standards  and  Appeals  from  a 
the  commissioner  of  buildings  affecting  prem¬ 
ises  353  West  119th  street,  north  side.  82  ft.  west  of  Man- 
hat  an  avenue  (Block  No.  1946,  Lot  No.  11),  Borough  of 


Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  April  5,  1937  in  acting  on  amendment  to  altera¬ 
tions,  Application  671-1937  reads : 

“1.  Door  in  fire-retarded  partitions  should  be  f.p.s.c. 

Reconsideration  denied.” 
and 

Whereas,  the  building  is  non  fireproof,  4  stories  base¬ 
ment  and  cellar  in  height,  18  ft.  by  53  ft.  in  area,  occupied 
as  a  furnished  room  house  (Class  B  multiple  dwelling) 
the  building  having  been  erected  prior  to  1901  as  a  private 
dwelling  and  now  being  converted  to  a  Class  B  multiple 
dwelling ;  and 

Whereas,  in  the  opinion  of  the  board  it  is  the  intent 
of  Section  189  of  the  Multiple  Dwelling  Law  as  applied  to 
a  dwelling  hereafter  converted  to  a  Class  A  or  Class  B 
occupancy,  to  permit  existing  doors  in  existing  positions 
to  remain,  provided  such  doors  are  made  self-closing  and 
the  transoms  for  such  doors  are  made  stationary  and  that 
glass  in  transoms  and  in  doors,  if  any,  is  replaced  with 
wire  glass. 

.  Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  reversed  and  that  the  appeal  be 
and  it  hereby  is  granted. 


196-37-A. 

APPLICANT— R  H.  Shreve  for  Shreve,  Lamb  &  Har¬ 
man,  for  78  East  56th  Street  Realty  Corporation 
owner.  ’ 

SUBJECT— Appeal  from  an  order  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 78-80  East  56th  street,  south 
fom  t  feef  8  inches  west  of  Park  avenue  (Block 
APPEARANCES  anc£  Borough  of  Manhattan. 

For  Applicant :  H.  R.  Dowswell  and  D.  V  Rasa- 
nen. 

votr  BOARD— Appeal  granted  on  condition. 

1  HE  VOTE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N egati ve  . 0 

Absent  . q 

THE  RESOLUTION— 

(196-37-A) 

Whereas,  R.  H.  Shreve  for  Shreve,  Lamb  &  Harman 
applicant  on  behalf  of  78  East  56th  Street  Realty  Corpor- 
aEon,  owner,  filed  on  May  1,  1937,  an  appeal  from  an  order 
ot  the  commissioner  of  buildings  affecting  premises  78-80 
East  56th  street,  south  side,  65  feet.  8  inches  west  of  Park 
avenue  (Block  No.  1291,  Lot  Nos.  39*/2  and  40),  Borough 
of  Manhattan;  and  s 

Whereas,  the  order  of  the  commissioner  of  buildings 

r  Yi'°  .  order  No.  2502-1937)  dated  April  30,  1937,  reads  as 
follows : 

“The  building  does  not  conform  to  section  256  of  the 
building  code  in  the  respects  noted  below: 

In  that  of  laying  up  the  exterior  walls  of  brick  terra 
cotta  and  ashlar  with  an  unlawful  mix  of  mortar  con¬ 
trary  to  law,  said  mix  being  composed  of  1  part  lime 
1  part  cement  and  6  parts  sand. 

\  ou  are  hereby  directed  to  stop  all  work  on  the 
exterior  masonry  walls,  take  down  all  walls  laid  up 
with  an  unlawful  mix  of  mortar  and  provide  a  lawful 
mix  of  mortar  for  all  walls  to  be  erected  ” 

and 

Whereas,  the  building,  in  question,  now  in  the  course  of 
erection  will  be  8  stories  and  pent  house,  99  feet  10  inches 
in  height,  33  feet  4  inches  by  100  feet  5  inches  in  area  at 
first  floor  and  33  feet  4  inches  by  90  feet  in  area  above, 
of  fireproof  construction,  to  be  occupied  as  follows:  Cellar 
boiler  room,  storage  and  shipping,  3  persons;  first  floor’ 
reception  and  office,  6  persons ;  2nd  fl. — showroom,  stock 
room  and  fitters,  30  persons;  3rd  fl. — showroom,  stock 
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room  and  designers,  50  persons;  4th  floor,  stock  room, 
work  room,  40  persons;  5th  floor, — workroom,  55  persons; 
6th  floor,  retail  use,  10  persons;  7th  fl.,  retail  use,  10  per¬ 
sons  ;  8th  fl.  owners  apartment,  6  persons ;  pent  house,  bed 
room  and  machinery,  2  persons ;  and 

Whereas,  it  is  proposed  to  use  mortar  composed  of  one 
part  of  Portland  cement,  one  part  of  lime  putty  and  six 
parts  of  sand  as  setting  mortar  for  all  masonry,  brick, 
hollow  tile  and  cut  stone  above  grade,  in  place  of  mortar 
composed  of  one  part  of  cement  and  three  parts  of  sand, 
with  not  more  than  15  per  cent  of  lime  as  required  by  the 
code  under  section  27  and  256;  and 
Whereas,  Research  into  the  cause  of  leaking  masonry 
walls  conducted  by  Mr.  L.  A.  Palmer,  formerly  of  the  Bu¬ 
reau  of  Standards  at  Washington,  and  by  Dr.  F.  O.  Ander- 
egg,  of  the  Mellon  Institute,  and  others,  demonstrated  that 
leaks  in  masonry  walls  invariably  resulted  from  failure  of 
the  mortar  to  bond  with  the  masonry  units  and  from  lack 
of  flexibility  of  the  mortar  mix ;  and 

Whereas,  it  is  contended  that  this  mortar  has  been  used 
with  excellent  results  in  the  construction  of  buildings  for 
the  Connecticut  College  for  Women  at  New  London,  for 
the  Acacia  Mutual  Life  Insurance  Company’s  Home  Office 
Building,  Washington,  D.  C.,  and  many  other  important 
structures ;  and 

Whereas,  the  use  of  cement  lime  mortar  as  proposed  is 
in  accordance  with  the  provisions  of  the  new  building  code 
now  being  considered  by  the  Board  of  Aldermen;  and 
Whereas,  the  walls  in  question  are  not  bearing  walls  but 
are  curtain  walls  supported  at  each  story. 

Resolved ,  that  the  Violation  Order  2502-1937  of  the 
commissioner  of  buildings  be  and  it  hereby  is  modified  and 
that  the  appeal  be  and  it  hereby  is  granted  to  permit  the 
use  of  the  proposed  mortar-mix ;  one  part  lime,  one  part 
cement  and  six  parts  of  sand,  on  condition  that  the  build¬ 
ing  shall  be  a  skeleton  frame  building  and  shall  comply  in 
all  other  respects  to  the  requirements  of  the  building  code 
as  to  masonry  and  other  requirements;  that  the  stress  per 
square  inch  shall  not  exceed  160  lbs.,  based  on  the  gross 
horizontal  sectional  area  of  the  wall. 


220-36- A. 

APPLICANT — Louis  Barnett,  for  Rapid  Cutting  Co.,  Inc., 
owner. 

SUBJECT — Application  for  consideration— reopening  and 
amendment — re  Appeal  from  decisions  of  the  com¬ 
missioner  of  buildings  and  the  board  of  buildings. 

PREMISES  AFFECTED— 161-165  Franklin  avenue,  east 
side,  111  ft.  10  in.  south  of  Myrtle  avenue  (Block 
No.  1913,  Lot  No.  16),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Louis  Barnett. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 


amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N egative  .  9 

Absent  .  0 

THE  RESOLUTION— 

(220-36-A) 


Whereas,  William  S.  Webb,  for  Central  Presbyterian 
Church,  owner,  filed  July  9,  1936,  an  appeal  from  decisions 
of  the  commissioner  of  buildings  and  the  Board  of  Build¬ 
ings,  affecting  premises  161-165  Franklin  avenue,  east  side, 
111  ft.  10  in.  south  of  Myrtle  avenue  (Block  No.  1913, 
Lot  No.  6),  Borough  of  Brooklyn;  and 


Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  June  23,  1936,  reads: 

“If  you  wish  to  obtain  a  permit  for  change  of  oc¬ 
cupancy  of  the  above  building  from  that  of  a  church 
to  a  warehouse  without  installing  sprinkler,  you  may 
appeal  to  the  Board  of  Buildings. 

Forms  for  such  appeals  may  be  had  in  this  depart¬ 
ment.” 

and 


Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings  dated  July  6,  1936,  reads: 

“The  objection  to  the  proposed  change  made  by  this 
department  to  the  above  application  is  the  change 
from  a  frame  public  building  to  a  business  building, 
same  being  contrary  to  Section  5,  sub-section  4  of  the 
Building  Code.” 

and 


Whereas,  the  decision  of  the  Board  of  Buildings  dated 
July  2,  1936,  reads: 

“APPELLANT— William  S.  Webb, 

305  Washington  street,  Brooklyn,  N.  Y. 

SUBJECT — Appeal  from  order  and  decision  of  the 
commissioner  of  buildings. 

Department  of  Buildings,  Brooklyn. 

Premises  Affected — 161-3  and  5  Franklin  avenue,  111 
ft.  10  in.  south  of  Myrtle  avenue,  Application 
No.  4744. 

Appearances — Mr.  William  S.  Webb. 

Motion  of  the  Board — Appeal  denied. 

The  Vote  to  Deny— Affirmative : 

Chairman  Fassler,  Commissioners  Thatcher, 
Reville,  Langworthy,  Mr.  Rippberger  \ 

representing  Commissioner  Keller . 5 

Negative:  None. 

RESOLUTION — Whereas,  on  June  29,  1936,  William  • 
S.  Webb,  acting  for  the  owner,  filed  an  appeal 
from  the  order  and  decision  of  the  commissioner 
of  buildings,  Department  of  Buildings,  Borough 
of  Brooklyn ;  said  order  reads  as  follows : 

“A  sprinkler  system  is  to  be  installed.” 

and 

Whereas,  statement  made  by  the  appellant  in 
this  application  reads  as  follows : 

My  request  for  a  modification  of  this  order  is 
based  on  the  following  reasons :  That  the  prem¬ 
ises  aie  in  an  unrestricted  area.  That  the  building 
is  to  be  used  for  storage  purposes  only,  is  re¬ 
moved  from  a  brick  sprinklered  factory  on  the  | 
south  by  a  ten-foot  passage  on  the  north  from  a 
brick  building  by  an  eleven-foot  passage,  and  on 
the  east  by  approximately  thirty  feet  of  yard 
space  of  brick  buildings  in  the  rear.  That  the 
building  in  the  future  is  to  be  under  the  same 
ownership  and  occupancy  as  the  sprinklered  fac¬ 
tory  on  the  south.  That  on  information  and  belief 
we  understand  that  the  Bureau  of  Fire  Preven¬ 
tion  does  not  consider  a  sprinkler  system  or  stand 
pipe  equipment  necessary  in  a  building  of  this  area 
that  is  used  for  storage  purposes  only.” 

and 

Whereas,  after  general  discussion  of  the  case, 
it  was  the  consensus  of  opinion  of  the  Board  that 
if  the  use  of  this  building  is  to  be  changed  as 
contemplated,  it  will  be  necessary  to  install  a 
sprinkler  system  as  directed  by  the  commissioner 
of  buildings,  Borough  of  Brooklyn. 

Resolved,  that  the  order  and  decision  of  the 
commissioner  of  buildings,  Department  of  Build¬ 
ings,  Borough  of  Brooklyn,  be  and  hereby  is  af¬ 
firmed  and  the  appeal  be  and  it  hereby  is  denied.” 

and 

Whereas,  the  building,  located  in  an  unrestricted  dis¬ 
trict  and  erected  about  1896,  is  two  stories  in  height,  brick 
on  the  1st  story  and  frame  on  the  2nd  story,  48  ft.  by 
99  ft.  in  area;  has  been  occupied  as  a  church,  is  now 
vacant  and  proposed  use  is  warehouse ;  and 
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Whereas,  applicant  contends  that  the  building  is  onlv 
two  stones  in  height;  the  the  building  is  detached  from 
surrounding  structures;  that  the  proposed  use  of  the  build- 
ing  will  be  for  the  storage  of  new  paper  board  and  finished 
paper  boxes  and  the  few  employees  will  have  ample  exits 
in  case  of  fire;  and 

Whereas,  the  appeal  was  granted  by  the  board  July  14 
1936,  on  certain  conditions  and  applicant  requested  an 
amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Tulv  14 
1936  so  that  as  amended  it  will  read : 

,  solved,  that  the  decision  of  the  commissioner  of 
buildings  be  and  it  hereby  is  modified,  and  that  the 
appeal  be  and  it  hereby  is  granted,  permitting  the 
building  to  be  used  as  a  storage  building,  on  condition 
that  the  building  shall  not  be  increased  in  height  or 
area;  that  there  shall  be  a  distance  of  at  least  10  ft 
between  this  building  and  buildings  on  the  adjacent 
lots,  that  the  exits  shall  be  made  to  conform  to  the 
legal  requirements  ;  that  such  portable  fire-fighting  ap- 
pliances  shall  be  installed  as  the  commissioner  shall 
direct;  and  that  this  use  and  occupancy  shall  be  sub- 
ject  to  review  by  this  board  if  the  board  should  de- 
termine  that  the  conditions  have  become  hazardous 
•  •  •  Nothing  herein  contained,  however,  shall  be 
deemed  to  preclude  voluntary  installation  of  a  sprink¬ 
ler  system. 

1095 -27- A. 

APPLICANT — Kohler  Company,  Inc.,  lessee. 

SUBJECT  Application  for  consideration — reopening  and 
extension  of  time — Appeal  from  a  decision  of  the 
fire  commissioner. 

PREMISES  AFbECTED — 705-713  Fifth  avenue  and  3-5 
East  55th  street  (Block  No,  1291,  Lot  Nos.  1  2  3 
.  ^  and  5),  Borough  of  Manhattan. 

'APPEARANCES — 

For  Applicant:  A.  E.  Quinn. 

\CTION  OF  BOARD— Appeal  reopened  and  time  ex¬ 
tended. 

rHE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N egati ve  . ‘ '  '  [  '  ] '  q 

Absent  .  . 

rHE  VOTE  TO  EXTEND  TIME— . 

Affiimative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . "  "  .  g 

Absent  .  g 

'HE  RESOLUTION— 

(1095-27- A) 

Whereas,  this  appeal  affecting  premises  705-713  Fifth 
venue  and  3-5  East  55th  street  (Block  No.  1291,  Lot  Nos. 

l 4  aI}d  5),  Borough  of  Manhattan,  was  granted  by 
ie  board  February  28,  1928,  time  extended  June  23,  1931 
inuary  30,  1934  and  September  17,  1935,  and  applicant 
iquests  a  further  extension  of  time. 

Resolved,  that  the  resolution  of  the  board,  adopted  on 
m.&  P’  1931>  be  amended  only  so  far  as  it  refers  to  the 
'n0j  j  wb*cb  tbe  modification  is  granted,  so  that  as 
nended  the  last  clause  of  the  resolution  will  read  : 

•  .  .  and  that  this  modification  shall  be  granted  for 
a  temporary  period  of  two  years  from  July  2,  1937.” 


S-35-A. 

PPLICANT — William  F.  Carey,  Commissioner,  for  De- 
tr  Ti7r')’T'r*rnen*:  -°^  Sanitation,  City  of  New  York,  owner. 
J  EJECT  Application  for  consideration — reopening  and 
amendment— -re  Appeal  from  a  decision  of  the 
fire  commissioner. 


PREMISES  AFFECTED — 2605-2609  Knapp  street  (Block 

APPEARANCES—01  N°‘  Borough  of  Brooklyn. 

hor  Applirant :  Wallington  Donaldson  and  Nathan 
C.  Kass. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . ’ .  g 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  g 

Absent  . ’  g 

THE  RESOLUTION— 

(348-35-A) 

Whereas,  Thomas  W.  Hammond,  commissioner,  De- 
Sanitation,  for  the  City  of  New  York,  owner 

filed  December  10,  1935,  an  appeal  from  a  decision  of  the 

fire  commissioner  affecting  premises  2605-2609  Knapp 

street  (Block  No.  7544,  Lot  No.  1),  Borough  of  Brook¬ 
lyn;  and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
November  2,  1935,  reads : 

“I  have  your  letter  of  October  19th,  requesting  ap¬ 
proval  for  the  use  of  one  ton  cylinder  containers  at 
the  Coney  Island  Sewage  Treatment  plant;  your  letter 
also  cites  various  improvements  which  have  been  made 
for  the  safe  use  of  this  commodity,  all  of  which  I 
appreciate  as  being  a  very  sincere  effort  to  render 
the  use  of  Chlorine  non-hazardous.  There  is  one 
point,  however,  which  has  not  been  taken  care  of  and 
which  has  not  been  mentioned  and  that  is,  the  re¬ 
moval  of  the  one  ton  cylinders  from  the  conveyance 
which  brings  them  to  your  plant  and  the  placing  of 
them  in  position  for  use. 

Inasmuch  as  I  have  consistently  objected  to  the  use 
of  one  ton  cylinder  containers,  I  must  deny  this  ap¬ 
plication,  for  the  reason,  among  others,  that  it  would 
be  inconsistent  to  grant  permission  for  the  Depart¬ 
ment  of  Sanitation  to  use  them  and  not  permit  their 
use  by  private  business  organizations. 

I  would  suggest  that  you  obtain  relief  by  application 
to  the  Board  of  Standards  and  Appeals  for  a  varia¬ 
tion  of  the  law  for  this  use.” 

and 

Whereas,  the  premises  consist  of  a  large  plot,  760  ft. 
by  200  ft.,  bounded  on  the  east  by  Shell  Bank  Creek, 
upon  which  a  building  of  fireproof  construction  is  in  the 
course  of  construction,  one  story  (19  ft.  10  in.)  in  height, 

58  ft.  by  58  ft.  in,  area ;  to  be  occupied  for  the  operation 
and  storage  of  liquefied  chlorine;  located  within  an  un¬ 
restricted  district;  and 

Whereas,  the  applicant  proposes  to  use  the  premises  as 
the  Coney  Island  sewage  treatment  works  of  the  City  of 
New  York;  a  dock  has  recently  been  constructed  on  the 
property  along  the  shore  of  Shell  Bank  Creek  by  the  City 
for  the  exclusive  use  in  connection  with  the  operation  of 
the  plant;  one-ton  chlorine  drums  will  be  brought  to  the 
dock  by  barges  from  a  railroad  siding  on  the  Jersey  shore, 
the  drums  will  then  be  unloaded  by  a  specially  designed 
trolley-hoist  from  the  barges  to  the  chlorine  storage  build¬ 
ing  located  about  45  ft.  from  the  dock;  the  storage  build¬ 
ing  will  be  equipped  to  house  six  (6)  one-ton  operating 
chlorine  drums  located  in  one  concrete  pit  and  connected 
by  piping  to  the  chlorinating  machines  in  the  chemical 
building  more  than  150  ft.  distant,  the  connecting  chlorine 
pipes  will  be  extended  through  a  concrete  tunnel,  forty- 
one  (41)  one-ton  chlorine  drums  will  be  kept  in  storage 
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in  another  concrete  pit ;  both  of  these  pits  will  be  pro¬ 
vided  with  8-in.  overflows  and  8-in.  drains,  discharging 
into  Shell  Bank  Creek  below  mean  high  water,  and  ar¬ 
ranged  to  be  flooded  with  caustic  soda  in  case  of  emer¬ 
gency  from  three  (3)  caustic  soda  tanks,  each  9  ft.  in 
diameter  by  12  ft.  6  in.  in  height,  the  control  valves  for 
flooding  the  pits  with  both  caustic  soda  and  water  will 
be  located  outside  of  the  building;  hose  outlets  will  be  pro¬ 
vided  at  three  points  within  the  chlorine  storage  building 
fed  from  the  City  water  main,  the  pressure  at  the  nozzles 
will  be  in  excess  of  25  pounds ;  furthermore,  a  ventilating 
system  is  being  provided  capable  of  withdrawing  chlorine 
gas  up  to  quantities  in  excess  of  any  conceivable  leakage 
and  diluting  it  with  air  to  a  degree  of  safety  from  any 
dangerous  effects ;  all  necessary  precautions  will  be  taken 
and  only  men  with  certificate  of  fitness  for  handling 
chlorine  will  have  access  to  the  chlorine  storage  building; 
and 

Whereas,  this  appeal  was  granted  by  the  board  January 
7,  1936,  resolution  amended  April  21,  1936,  and  applicant 
requests  a  further  amendment. 

Resolved,  that  the  decision  of  the  fire  commissioner, 
dated  November  2,  1935,  be  and  it  hereby  is  modified,  and 
that  the  appeal  be  and  it  hereby  is  granted,  permitting  the 
storage  of  one-ton  chlorine  containers  not  to  exceed  the 
quantity  indicated  on  plans  filed  with  this  appeal,  on  con¬ 
dition  that  the  arrangement  of  the  building  and  the  han¬ 
dling  of  cylinders  shall  be  carried  out  as  indicated  on 
these  plans  and  statements  filed  herewith ;  that  sufficient 
gas  masks  of  the  type  approved  for  chlorine  by  the  United 
States  Bureau  of  Mines  shall  be  accessible  on  the  premises 
and  first  aid  cabinets  shall  be  installed  as  required  by  the 
fire  commissioner ;  that  this  chlorine  shall  be  permitted  in 
the  building  only  during  such  months  as  the  plant  is  in 
operation;  that  the  tank  and  cradle  shown  nearest  to  the 
southeast  entrance  shall  be  dispensed  with,  making  a  total 
of  46  cylinders  to  be  stored ;  that  the  overflow  outlet  in  the 
dispensing  tank  shall  be  kept  plugged  so  as  to  avoid  loss 
in  the  event  of  flooding;  that  the  amount  of  solid  caustic 
soda  contained  in  the  caustic  soda  tanks  in  solution  shall 
not  be  less  than  50  tons ;  that  the  trolley  for  handling 
chlorine  tanks  shall  be  of  geared  type;  that  the  three  (3) 
caustic  soda  tanks  shall  be  inter-connected  and  arranged  by 
quick-opening  valves  so  as  to  discharge  simultaneously ; 
that  the  control  of  these  valves  shall  be  from  the  exterior 
of  the  building  and  may  be  locked  by  means  of  an  inexpen¬ 
sive,  easily  breakable  padlock  to  prevent  tampering,  pro¬ 
vided  that  the  key  to  open  the  locks  on  each  control  valve 
shall  be  kept  in  the  power  house  of  premises,  within  a  dis¬ 
tance  of  not  over  125  ft.,  and  plainly  marked  for  identifica¬ 
tion;  that  during  working  hours  at  least  two  persons  shall 
hold  certificates  of  fitness  issued  by  the  fire  commissioner 
after  examination  at  the  premises  as  to  their  qualifications, 
knowledge  of  the  equipment  and  familiarity  with  the  use 
of  gas  masks;  that  at  night,  the  plant  shall  be  subject  to 
hourly  inspection  by  a  watchman  who  shall  also  hold  a 
similar  certificate  of  fitness;  that  the  captain  charge  of  the 
local  police  station  shall  be  notified  of  this  chlorine  storage 
and  be  permitted  to  detail  such  men  as  he  deems  necessary 
to  familiarize  themselves  with  the  installation ;  that  the  re¬ 
quirements  of  all  laws,  ordinances  and  rules  shall  be  com¬ 
plied  with. 


286-35-A. 

APPLICANT — Sam  S.  Seitz,  for  Triangle  Farm  Products 
Corp.,  owner. 

SUBJECT — Application  for  consideration — reopening  un¬ 
der  new  proposal — -'re  Appeal  from  an  order  of 
the  fire  commissioner. 

PREMISES  AFFECTED — 51-61  Union  street,  northwest 
corner  of  Van  Brunt  street  (Block  No.  334,  Lot 
No.  34),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant :  Sam  S.  Seitz.. 

ACTION  OF  BOARD — Appeal  reopened,  restored  to  cal¬ 
endar  and  granted  on  condition. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  GRANT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(286-35-A) 


Whereas,  Harry  L.  Marcus  for  Triangle  Farms,  Inc., 
owner,  filed  October  16,  1935,  an  appeal  from  an  order  and 
a  decision,  of  the  fire  commissioner  affecting  premises  51- 
61  Union  street,  northwest  corner  Van  Brunt  street  (Block 
No.  334,  Lot  No.  34),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner  dated 
April  25,  1935,  Order  No.  66169-LC,  reads : 

“With  reference  to  your  application  dated  March 
27,  1935,  for  a  permit  to  maintain  a  storage  garage 
(1100  gallons  of  gasoline,  60  automobiles  and  100  gal¬ 
lons  of  lubricating  oil)  at  51-61  Union  street,  Brook¬ 
lyn,  we  would  state  that  the  following  order  of  the 
fire  department  must  be  complied  with  before  a  per¬ 
mit  may  be  issued : 

Order  No.  65881-C 

1.  Separate  the  boiler  on  the  1st  story  from  the  re¬ 
mainder  of  the  building  by  an  enclosure  of  solid  ma¬ 
sonry  at  least  8  inches  in  thickness.  Entrance  to  boiler 
room  to  be  from  exterior  of  building  only.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
October  3rd,  1935,  reads : 

“In  reply  to  your  letter  of  September  26th,  advising 
that  you  have  been  retained  by  the  owners  to  appeal 
from  the  requirements  of  order  No.  66169  LC  and  that 
you  are  unable  to  do  so  due  to  the  fact  that  the  Board 
of  Standards  and  Appeals  will  not  accept  an  appeal  for 
the  reason  that  the  time  limit,  twenty  days,  had 
elapsed,  and  the  request  dismissal  and  reissuance  of 
the  above  order. 

You  are  advised  that  the  order  cannot  be  dismissed 
or  reissued.  Therefore,  your  request  is  denied.” 

and 

Whereas,  the  building  is  non-fireproof,  one-story  (25 
ft.)  in  height,  146  ft.  by  100  ft.  in  area;  OCCUPIED  as  a 
milk  bottling  and  distributing  station  and  storage  garage, 
located  within  an  unrestricted  district ;  and 

Whereas,  the  applicant  claims  the  building  was  erected 
in  1924,  certificate  of  occupancy  issued  December  28,  1932, 
permitting  the  use  of  a  “milk  depot  and  pasteurization 
plant  for  handling  of  milk  and  milk  products  and  public 
garage” ;  the  boiler  room  is  located  against  the  unpierced 
rear  wall  and  separated  from  the  interior  of  the  building 
by  5-inch  concrete  partitions  with  one  communicating  door¬ 
way  protected  by  a  F.P.S.C.  sliding  door;  it  is  proposed  to 
construct  a  concrete  sill  in  the  doorway,  12  inches  in  height, 
also  to  provide  an  additional  F.P.S.C.  sliding  door  on  the 
opposite  side  of  the  opening;  the  applicant  contends  that 
a  doorway  cut  through  the  rear  wall  would  lead  to  the 
adjoining  property,  for  this  reason  it  is  impossible  to 
strictly  comply  with  the  order;  furthermore,  there  are  no 
motor  vehicles  stored  on  the  premises  for  'rent,  or  hire, 
only  the  trucks  used  in  the  conduct  of  the  business  are 
kept  on  the  premises,  and  _  , 

Whereas,  it  appeared  that  the  high  pressure  boiler  and 
surrounding  partitions  had  been  installed  without  plans 
having  been  approved ;  and 
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Whereas  k  was  recommended  to  the  applicant  that 
plans  be  filed  with  the  commissioner  of  building  relocat¬ 
es  ihe,  boi]eJL  r°om  to  comply  with  the  requirements  of 
the  Code  of  Ordinances;  and 

Whereas  this  application  was  denied  by  the  board  De¬ 
cember  3,  1935,  and  the  owner  installed  a  new  boiler  room 
complying  with  the  requirement,  but  has  received  an  order 
reading  Order  File  No.  48932.11,  reading: 

"Item  4.  Permanently  brick  up  with  solid  masonry 
the  opening  on  each  side  of  boiler  room  enclosure  lead¬ 
ing  to  garage  Boiler  must  be  separated  from  garage 
by  unpierced  fireproof  walls.”  6  s 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Decem¬ 
ber  3,  193a  so  that  as  amended  it  will  read : 

“Resolved,  that  the  order  number  66169— L  C  of  the 
fire  commissioner  be  and  it  hereby  is  affirmed  and  that 
the  appeal  as  to  that  order  be  and  it  hereby  is  denied.” 

e,^Q°lier-  fuft,ler>tha-t  in  the  event  order  number 
ooioy— L.U  of  the  fire  commssioner  is  complied  with 
by  constructing  a  new  boiler  room  as  indicated  on  re¬ 
vised  plans  marked  ‘Received  April  19,  1937  ’  in  the 
westerly  portion  of  the  building  adjoining  Union 
street,  with  entrance  only  from  the  exterior,  and  the 
wall  surrounding  the  boiler  room  is  of  fireproof  ma- 
tenal,  so  that  boiler  room  is  entirely  separated  from 
the  balance  of  the  garage,  such  construction  and  loca- 
1  tl0j1  may  j  e  approved  as  being  in  compliance  with  the 
order  and  there  may  also  be  permitted  a  fireproof 
door  not  over  4  ft.  in  width  and  6  ft.  in  height  in¬ 
stalled  in  the  easterly  wall  of  the  boiler  room  for  the 
purpose  only  of  drawing  tubes  from  the  boiler  on 
condition  that  this  door  shall  be  padlocked  and  opened 
only  when  it  is  necessary  to  draw  tubes  with  no  fire 
in  the  boiler. 


VARIATIONS  OF  LABOR  LAW 

35-37-S. 

APPLICANT— John  Jos..  Carroll,  for  Estate  of  A.  M. 

T ID  TrrVVrXnWI1Ae^^usie  Levy’  administratrix. 

tU  JECT  FOR  ACCEPTANCE — Appeal  from  an  order 

^T-w^iJhe  commissioner  of  buildings. 

.REMISES  AFFECTED — 1202-1203  Metz  street,  north 
side  2a  ft.  west  of  Fleeman  avenue  (Block  No 
2024,  part  of  Lot  No.  25),  Wallabout  Market 
Borough  of  Brooklyn. 

PPEARANCES — 

For  Applicant:  John  Jos.  Carroll. 

CTION  OF  BOARD — Rules  of  procedure  waived  and 

'  case  accepted. 

HE  VOTE  TO  WAIVE  RULES  OF  PROCEDURE— 
Affirmative :  Chairman  Murdock.  Commis['’''~’ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . . '. ’  o 

Absent  . [ . .  0 


E3-37-S. 

•  building  Corporation,  owner. 

J-BJ-fiCi— Variation  of  the  labor  law  as  cited  in  an  order 

»rmcccaAr^l^T?lthe  commissioner  of  buildings. 
vEMISES  AFFECTED— 141-155  East  25th  street,  north 
i 2  in.  east  of  Lexington  avenue  and 
140-156  East  26th  street  (Block  No.  881,  Lot  No. 
Borough  of  Manhattan. 

PEARANCES — 

Bor  Applicant :  William  Miltenberger 
For  Administration:  Inspector  Maher,  for  De- 
partment  of  Buildings. 

lE  VOTE  BOARD— Application  granted  on  condition. 

Affirmative :  Chairman  Murdock.  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 
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Negative  .  n 

Absent  . "  [  ’  . .  ^ 

THE  RESOLUTION— 

(123-37-S) 

MarchE15A1917aVOnia  ,Buddingr  Corporation,  owner,  filed 
Law  a  ’rl  /’  application  for  a  variation  of  the  Labor 

sinner  f  !  v"  an  «de-  and  decision  of  the  commis¬ 
sioner  of  buildings,  affecting  premises  141-155  Fast  ?5rh 

$tTLn ?rdVlde’  152  ft‘  2  ™ east  of  Lexffigton  avenue 
and  140-156  East  26th  street  (Block  No.  881,  Lot  No.  31) 
Borough  of  Manhattan;  and  ' 

a  )^aHA!rEA3i’  V16  order  the  commissioner  of  buildings 
dated  March  11.  1937.  No.  32088-LD,  reads  as  follows: 

‘  Arran&e  the  doors  leading  to  stairway  at  north- 
east  corner  of  building,  and  the  stairway  at  centre  west 
side  of  building  all  stories,  so  as  to  open  outwardly. 
Section  271  of  the  Labor  Law  ” 
and 

i  ^  the  decision  of  the  commissioner  of  buildings 

dated  Bebruary  17,  1937,  reads  as  follows:  g  ' 

•  ,  •  r  communication  of  January  21st  relative  to 
v.olahon  27940-LD  affecting  the  above  premises  is 
hereby  acknowledged. 

In  reply,  please  be  advised  that  this  order  has  been 
superseded  by  Order  32088-LD  which  reads  the  same 
as  the  original.  Consideration  has  been  given  to  your 
application  for  modification  and  the  records  of  the 
department  have  been  carefully  scrutinized  in  an  effort 
to  determine  whether  or  not  a  legal  modification  was 
granted  in  connection  with  these  doors  when  they 
were  installed.  y 

However,  we  have  been  unable  to  find  any  such 
record  and  as  the  law  is  mandatory  and  the  commis¬ 
sioner  is  without  authority  to  make  any  modification 
it  will  be  necessary  for  you  to  arrange  the  doors  to 
open  outwardly  without  obstructing  the  passageway  or 

^reaj  VP Jhe  opening  which  is  now  provided 
with  the  fixed  half  of  the  doors  on  each  story  and 
provide  a  door  opening  at  least  thirty-six  inches  in 
width,  leaving  a  full  clearance  for  this  door  without 
obstructing  the  stairway.  Further,  you  may  present 
a  PeBtion  to  the  Board  of  Standards  and  Appeals  for 
a  modification. 

and 

Whereas,  the  premises  in  question  consist  of  an  eight- 
story  fireproof  building,  115  ft.  in  height,  186  ft  by  197 
ft.  in  area;  erected  in  1894  and  occupied  as  follows:  Cellar 
boiler  room;  1st  floor— garage— 2  persons;  2nd  floor- 
printing  and  manufacturing— 76  persons ;  3rd  floor— manu¬ 
facturing  and  printing— 96  persons;  4th  floor— manufac¬ 
turing  and  printing— 58  persons;  5th  floor— engraving  and 
manufacturing— 93  persons;  6th  floor— engraving  and 
manufacturing— 248  persons;  7th  floor— engraving  and 
manufacturing  319  persons;  8th  floor-engraving  and 
manufacturing— 107  persons;  a  portion  of  building  on  26th 
street  being  occupied  by  Consolidated  Edison  Co.;  and 
Whereas, _  the  building  is  equipped  with  a  sprinkler  sys¬ 
tem  and  an  interior  fire  alarm  system ;  the  means  of  egress 
consist  of  four  interior  fireproof  stairways  extending  from 
the  roof  direct  to  the  street,  a  fire  escape  on  the  25th  street 
side  extending  from  2nd  story  to  roof  with  counterbal¬ 
anced  stair  to  street,  with  fireproof  doors  and  windows 
on  the  course;  the  building  to  the  east  is  30  ft.  lower  and 
the  building  to  the  west  is  15  ft.  lower;  and 

Whereas,  applicant  contends  that  the  order  refers  to 
the  doors  leading  to  stairways  No.  2  and  No.  3,  as  shown 
on  drawings  submitted  with  this  application;  that  modi¬ 
fication  is  requested  so  as  to  permit  the  owner  to  make  the 
left  wnng  of  the  double  doors  to  stair  in  question  station¬ 
ary;  that  there  are  5  separate  and  independent  means  of 
egress  on  each  floor;  that  the  319  peak  occupancy  is  lo¬ 
cated  on  the  7th  floor. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  application  be  and  it  hereby  is 


MINUTES 


granted  modifying  Order  No.  32088-LD  on  condition  that 
there  shall  be  constructed  fireproof  vestibules  with  legal 
doors  at  stairway  No.  3  on  all  floors  where  the  occupancy 
is  more  than  one  tenant;  that  the  sprinkler  system  shall  be 
completed  on  the  first  floor  in  the  area  on  25th  street  now 
used  for  paper  storage  warehouse  and  put  in  proper  work¬ 
ing  condition  in  the  area  now  used  as  a  garage,  so  that 
the  entire  building  other  than  the  area  on  26th  street  occu¬ 
pied  by  the  Consolidated  Edison  Co.  and  which  is  separ¬ 
ated  by  fireproof  construction  from  the  balance  of  the 
building  shall  be  completely  sprinklered ;  that  the  Are 
alarm  system  and  drill  shall  be  maintained  and  that  the 
occupancy  per  floor  above  the  2nd  floor  shall  not  exceed 
an  average  of  200  persons  per  floor  with  not  more  than 
325  persons  on  any  one  floor ;  that  in  all  other  respects 
other  than  as  varied  herein  the  requirements  of  the  labor 
law  and  all  other  laws  applicable  thereto  shall  be  complied 
with. 


160-37-S. 

APPLICANT— (M.  Heilman,  owner.  . 

SUBJECT — Variation  of  the  labor  law  as  cited  m  orders 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED— 1719  St.  Marks  avenue,  north 
side  249  ft.  10 Jd  in.  east  of  Eastern  parkway 
(Block  No.  1455B,  Lot  No.  72),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Murray  Heilman.  _ 

For  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  and  Inspector  Carroll  for  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  ,,  .  ,  _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  n 

Absent  . 


THE  RESOLUTION— 


(160-37-S) 

Whereas,  M.  Heilman,  applicant  and  owner  filed  on 
April  6  1937,  an  application  with  the  Board  of  Standards 
and  Appeals  for  a  variation  from  the  provisions  of  the 
Labor  Law  as  cited  in  orders  of  the  commissioner  of 
buildings  affecting  premises  1719  St.  Marks  avenue,  north 
side  249  ft.  10 in.  east  of  Eastern  parkway  (Block  JNo. 
1455B,  in  Lot  No.  72),  Borough  of  Brooklyn;  and 
Whereas,  Order  No.  15254-LD,  dated  March  22,  1937, 


reads  as  follows:  .  ,  _  . ,  r 

‘T.  Extend  the  interior  stairway  at  the  South  side  ol 
the  building  to  the  roof,  as  per  Section  271  of  the 
Labor  Law.  Note:  All  structural  changes  must 
be  approved  by  this  Dept.” 

Wherea.,  Order  No.  15256-LD,  dated  March  22,  1937, 

reads  as  follows:  .  . 

“1.  Provide  an  additional  required  means  of  exit  on 
each  floor  of  the  building,  remote  from  the  exist¬ 
ing  stairway,  preferably  located  at  the  North  side 
of  the  building,  in  accordance  with  the  require¬ 
ments  of  Section  271  of  the  Labor  Law.” 


and 

Whereas,  the  premises  in  question  consists  of  a  two 
story  non-fireproof  building  25  bv  127  feet  in  area,  erected 
in  May,  1913  and  occupied  as  follows:  Cellar,  vacant;  first 
floor,  laundry,  6  persons ;  2nd  floor,  laundry,  40  persons 
for  which  certificate  of  occupancy  75119  was  issued  Janu¬ 
ary  19,  1935 ;  and 

Whereas,  the  building  is  equipped  with  an  interior  stair¬ 
way  extending  from  the  2nd  story  to  the  street,  located 
at  the  front  of  the  building.  3  ft.  2  in.  in  width,  enclosed 
in  fire  retarded  partitions,  the  building  to  the  west  is  the 
same  height  and  the  building  to  the  east  is  one  story  lower 
than  the  building  in  question;  and 

Whereas,  the  applicant  contends  as  to  Item  1  of  Order 


No.  15254-LD,  the  extension  of  the  interior  stairs  is  un¬ 
necessary  in  view  of  the  fact  that  there  is  at  present  access 
by  means  of  a  single-rung  ladder  to  a  scuttle  in  the  roof 
and  egress  can  be  had  from  the  rear  of  the  second  story 
by  means  of  a  reinforced  concrete  bridge  enclosed  in  cor¬ 
rugated  iron,  which  leads  across  the  roof  of  No.  1721  to 
the  second  story  of  No.  1725,  and  thence  by  stairs  to  rear 
yard  of  No.  1725  and  by  means  of  a  5-ft.  alley  direct  to 
street,  that  all  of  these  buildings  are  under  single  owner¬ 
ship,  that  egress  can  be  had  from  the  front  of  the  second 
story  by  means  of  plain  glass  windows  to  the  roof  of 
No.  1721;  and  that  as  to  Order  No.  15256-LD,  the  bridge 
at  the  rear  of  the  second  story  should  be  considered  ade¬ 
quate  means  of  egress  from  the  rear  of  the  second  story 
and  sufficiently  remote  from  the  primary  means  of  egress, 
especially  in  view  of  the  approval  given  by  the  building 
department  on  Alt.  App.  No.  16815/34,  under  which  this 
bridge  was  constructed  and  the  subsequent  issuance  of  Cer¬ 
tificate  of  Occupancy  No.  75119  upon  the  completion  of  the 
work;  that  the  only  portion  of  the  building  not  equipped 
witffia  second  means  of  egress  is  the  rear  of  the  first  story, 
where  only  one  person  is  employed ;  that  he  is  willing  to 
comply  with  any  practical  solution  the  board  can  recom¬ 
mend  as  to  the  rear  of  the  first  story,  but  considers  present 
exit  facilities  adequate  in  view  of  the  fact  that  this  portion  > 
is  occupied  by  only  one  person. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  application  be  and  it  hereby  is 
granted  modifying  Order  No.  15254-LD,  Item  1,  on  con¬ 
dition  that  there  shall  be  constructed  a  scuttle  not  less 
than  3  ft.  by  2  ft.  in  area,  with  a  double-rung  ladder 
leading  to  the  roof  from  the  second  story,  approximately 
midway  the  length  of  the  building,  as  shown  on  revised 
plans  marked  “Received  April  26,  1937” ;  and  modifying 
Order  No.  15256-LD,  Item  1,  on  condition  that  there  shall 
be  constructed  a  second  means  of  exit  from  the  first  story, 
as  indicated  on  revised  plans  marked  “Received  April  26, 
1937”,  this  exit  to  consist  of  an  opening  to  be  protected 
with  a  fireproof,  self-closing  door  leading  to  a  stairway 
to  the  first  story  of  the  adjoining  building  at  No.  1721; 
that  this  door  in  the  wall  shall  not  be  less  than  2  ft.  8  in. 
in  width  by  6  ft.  8  in.  in  height ;  that  the  bridge  con¬ 
structed  to  connect  No.  1719  with  1725  may  be  accepted  as 
a  second  means  of  exit  from  the  second  floor  of  this  build¬ 
ing  on  condition  that  a  consent  be  filed  from  the  owner  of 
the  building  No.  1725  and  the  tenant  occupying  the  second 
floor  thereof,  agreeing  to  maintain  the  doors  to  No.  1725 
openable  at  all  times  to  permit  exit  during  working  hours; 
that  the  exit  stairway  in  the  front  of  the  building  leading 
to  St.  Marks  avenue  may  be  accepted  as  complying  with 
the  requirements  of  the  Labor  Law  provided  the  stairway 
is  not  less  than  3  ft.  2  in.  in  width  and  is  enclosed  from 
2nd  floor  to  street  with  fire-retarded  partitions  with  ap¬ 
proved  self-closing  doors  opening  in  the  direction  of  exit; 
that  this  variation  shall  continue  only  so  long  as  the  build¬ 
ing  is  not  increased  in  height  or  area  and  only  so  long  as 
conditions  remain  substantially  the  same  as  to  use  and 
occupancy  stated  in  this  application. 


351-32-S. 

APPLICANT— Murray  Heilman,  for  Federal  Plumbing 
Co.,  Inc.,  owner. 

SUBJECT — Application  for  consideration — reopening  re 
Variation  of  the  labor  law  as  cited  in  an  order  of 
the  commissioner  of  buildings. 

PREMISES  AFFECTED— 1725-1729  St.  Marks  avenue, 
north  side,  81  ft.  7J4  5°-  west  of  East  New  York 
avenue  (Block  No.  1455,  Lot  Nos.  67,  68  and  69), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Murray  Heilman. 

For  Administration :  Assistant  Engineer  Benjamin 
Saltzman  and  Inspector  Carroll  for  Depart¬ 
ment  of  Buildings. 
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o 


ACTION  OF  BOARD — Application  reopened,  restored  to 
calendar  and  granted  on  condition 
THE  VOTE  TO  REOPEN— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

\\  alsh  . .  A 

Negative  . ’’’’’’ .  0 

Absent  . 

THE  VOTE  TO  GRANT— . 

Affii  mative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  ^ 

Negative  . .  .  .  .  .  .  .  . .  0 

Absent  . ”  .  q 

THE  RESOLUTION— 

(351-32-S) 

Whereas,  the  D.  L.  Heilman  Holding  Co.,  Inc,  owner, 
hied  June  15,  1932,  an  application  with  the  Board  of  Stand¬ 
's  and  Appeals,  for  variation  from  the  requirements  of 
the  labor  board  as  cited  in  an  order  of  the  fire  commis- 
smner  affectmg  premises  1725-1729  St.  Marks  avenue, 
northsffie  81  ft  7^4  m.  west  of  East  New  York  avenue 
(Block  No.  1455,  Lot  Nos.  67,  68  and  69),  Borough  of 
Brooklyn ;  and 


ACTION  OF  BOARD— Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


Whereas,  the  order  of  the  fire  commissioner  No  91206- 
LD,  reads : 

1.  Discontinue  the  use  of  the  above  premises  for 
factory  purposes  as  violation  of  sect.  270  of  the  La¬ 
bor  Law.” 


ind 


Whereas,  this  application  was  withdrawn  October  21 
932;  and  ’ 

Whereas,  the  owner  requested  a  reopening  of  this  ap¬ 
plication  due  to  receipt  of  an  order  from  the  building 
ommissioner  (Order  No.  15940-LD);  reading: 

T  Enclose  the  interior  stairway  at  southeast  cor- 
ner  of  building  serving  as  a  required  means  of  exit 
and  the  landings,  platforms  and  passageways  con¬ 
nected  therewith  on  all  sides  with  partitions  of  ap¬ 
proved  fire  resisting  materials.  *  *  *” 
nd 

Whereas,  the  building,  erected  in  1930,  is  non-fireproof 
stories  in  height,  46  ft.  by  117  ft.  in  area,  occupied,  1st 
x>ry  laundry,  30  persons ;  2nd  story,  factory,  8  persons ; 
d  story,  factory,  20  persons;  means  of  egress  on  interior 
airway  extending  from  1st  story  to  roof  enclosed  in 
lck  walls  at  1st  story  and  in  wood  studs,  wire  lath  and 
:ment  plaster  partitions  and  a  brick  wall  above,  an  en- 
osed  exterior  fireproof  stairway  at  rear  of  building  with 
rect  egress  through  open  court  to  street. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
:reby  make  a  variation  from  the  requirements  of  the 
bor  law  and  that  the  application  be  and  it  hereby  is 
anted  modifying  Order  No.  15940-LD,  on  condition  that 
e  interior  stairway  at  the  southeast  corner  of  the  build- 
f  the  subject,  of  this  order,  shall  be  enclosed  on  all 
les  with  partitions  of  fireproof  or  fire-retarded  material 

Z  lr-eeI  fl°  the,  thi[d  fl0?r  level ;  that  stairway 

om  the  third  floor  level  to  the  roof  shall  be  similarly 
c  osed,  on  condition  that  in  all  other  respects  the  building 
all  comply  with  the  requirements  of  the  Labor  Law  and 
other  laws  relating  thereto  and  also  that  the  terms  of 
i  vanancc  granted  by  the  board  under  Cal.  No.  160-37-S 
all  be  complied  with. 


172-37-SA. 

SUBTECTN8TSfepf  FIan;f-,0D  Burner  Co-  owner- 

SUBJECT— Silent  Flame  Oil  Burner,  Model  M,  approval 

APPEARANCES— 

ArTTol0rnPPpnnant:  Murray  Wolishin. 

CTION  OF  BOARD— Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
-37-SA. 

,Ru}^N?ru^v^rsaU9il  Burner  Co-  Inc->  °wner- 

of~F lex-O-Gas  Oil  Burner,  Model  FR,  approval 

'PEARANCES— 

For  Applicant:  Abraham  Kanter. 


175-37-SA. 

APPL™iT FinlToZrUmerS  &  Hea,ing  U,U1,ieS' 

JECa^r0f  BUrnCr  and  Perfex  Aimoil  Earner, 
APPEARANCES— 

a  rTmiv'(nr^^?}'canp '  Daniel  L-  Finke. 

ACHON  OF  BOARD— Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


223-35-SA. 

APPLICANT— The  Newbury  Mfg.  C’o.  for  F.  A.  and  H 
A.  JNJewbury,  owners. 

UBJECT— Application  for  consideration— reopening  and 
^  Newbury  fiI1  terminal  for 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 

i'JT’  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  i 

Negative  . n 

Absent  .  J; 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission- 

w  ,avage  and  Blum  and  Assistant  Chief 
Walsh  .  . 

N egati  ve  . o 

Absent  . ’  j  . .  q 

THE  RESOLUTION— 

(223-35-SA) 

M^HfERE+AS’-  F'  n'  and  A-  FTewbury,  for  the  Newbury- 
Manufacturing  Company,  owner,  filed,  August  20  1935  an 
application  with  the  Board  of  Standards  and  Appeals  ’for 
approval  of  their  device  known  as  the  “Newbury”  fill  pipe 
terminal  for  fuel  oil;  and 

Whereas,  this  device  was  inspected  and  tested  by  the 
engmeer  of  the  board  and  the  report  of  the  engineer  recom¬ 
mended  the  approval  of  the  device  when  certain  specified 
requirements  were  complied  with;  and 

venSr^^’o^8^6^06  Ta-  aPProved  by  ^e  board  No- 
melts  and  93  ’  tiie  reso,utlon  setting  forth  the  require- 

Whereas,  the  applicant  requests  an  amendment  of  the 
resolution  to  permit  a  malleable  iron  seal  cap  galvanized 
or  cadmium  plated  in  lieu  of  brass.  8 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  November  6,  1935  so  that 
as  amended  it  will  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does^hereby  approve  the  device  known  as  the  “New- 
bury  fill  pipe  terminal  for  fuel  oil,  on  condition,  that 
this  device  shall  be  installed  in  accordance  with  the  oil 
burner  rules  of  the  Board  of  Standards  and  Appeals 
and  ^  comply  with  the  following  requirements : 

1  he  fill  pipe  terminal  body  shall  be  of  cast  grey  iron 
or  malleable  iron  and  heavily  plated  with  cadmium  or 
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hot  galvanized ;  that  the  seal  cap  shall  be  of  cast  brass 
or  cast  bronze  or  of  malleable  iron  plated  as  required 
for  body.  All  threading  shall  be  done  after  plating. 

The  fill  pipe  terminal  shall  be  provided  with  at  least 
three  (3)  lugs  on  the  outside,  so  that  the  fill  pipe  ter¬ 
minal  can  be  imbedded  in  concrete  or  masonry  to  pre¬ 
vent  the  terminal  from  being  loosened  from  the  fill 
line  or  in  lieu  thereof  the  fill  pipe  terminal  shall  be 
fastened  to  the  fill  line  by  means  of  an  Allen  or  similar 
set  screw. 

The  outer  flange  of  fill  pipe  terminal  shall  be  pro¬ 
vided  with  letters  no  less  than  14  inch  in  height  and 
raised  1/16  inch  reading  ‘Fuel  Oil’  and  with  the  cal¬ 
endar  number  under  which  the  fill  pipe  terminal  was 
submitted  for  approval  in  smaller  letters. 


The  fill  pipe  terminal  shall  have  not  less  than  ten 
machine-cut  threads  on  the  nipple  end  and  not  less 
than  seven  on  the  seal-cap. 

An  oil-proof  gasket  shall  be  provided,  inserted  in  a 
groove  in  the  nipple  end  of  the  fill  pipe  terminal,  so 
that  it  cannot  readily  be  removed,  in  order  to  render 
the  fill  pipe  terminal  vapor  proof  at  all  times  when 
not  in  use. 

A  screen  of  mesh  with  %  in.  openings  may  be  pro¬ 
vided  to  safeguard  against  entry  of  foreign  matter 
into  the  fill  pipe.” 

Adjourned,  4:45  P.M. 

Edward  V,  Barton,  Chief  Clerk. 
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EXIT  RULES— REVOLVING  DOORS 


Adopted,  under  Cal.  No.  S42-17-S,  Sept.  6,  1917; 
amended,  under  Cal.  No.  41-19-S,  Feb.  11,  1919;  under 
Cal.  No.  412-20-S,  July  8,  1920,  and  under  Cal.  No.  41-19-S, 
Jan.  8,  1924. 

Rule  1.  Classification  of  Revolving  Doors.  For  the 

purpose  of  these  rules  revolving  doors  shall  be  classified 
as  follows : 

(a)  Type  A.  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position,  but  which  doors  are  so  designed  and  constructed 
that  in  the  event  of  excessive  pressure  being  exerted  on 
the  wings,  the  braces  or  other  devices  which  hold  the 
wings  in  their  normal  position  shall  be  disconnected, 
thereby  permitting  easy  egress  through  the  vestibule,  at 
least  equivalent  to  that  provided  by  a  pair  of  swinging 
doors  having  the  same  width  as  the  vestibule  opening. 

No  revolving  doors  shall  be  included  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  any  wing  ex¬ 
ceeds  one  hundred  and  fifty  (150)  pounds  when  exerted 
at  a  point  three  (3)  inches  from  the  outer  edge  of  the 
wing,  and  three  (3)  feet  six  (6)  inches  above  the  floor, 
but  shall  be  classified  under  type  B. 

(b)  Type  B.  “Rigid  Brace”  in  which  the  individual 
wings  are  maintained  in  the  normal  revolving  position  by 
rigid  braces  or  similar  devices,  but  which  doors  are.  so 
designed  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  may  be 
manually  released  by  simple  mechanical  means,  thereby 
permitting  the  individual  wings  to  be  manually  collapsed 
and  so  arranged  as  to  permit  free  egress  through  the 
vestibule. 

Rule  2.  Revolving  Doors.  Prohibitions.  Revolving 
doors  shall  be  prohibited  in  exit  doorways  from  assembly 
halls,  asylums,  auditoriums,  churches,  dance  halls,  hospi¬ 
tals,  motion  picture  theatres,  schools,  theatres,  or  from 
any  room  or  space  within  a  building  where  more  than 
three  hundred  (300)  persons  congregate  for  purposes  of 
amusement,  instruction  or  worship ;  except  that  the  main 
entrance  doorway  to  a  hospital  or  sanitarium  may  be 
equipped  with  either  type  A  or  B  revolving  doors  when 
supplemented  by  swinging  doors  not  less  than  three  (3) 
feet  eight  (8)  inches  wide  at  this  or  other  paths  of  egress. 

Rule  3.  Revolving  Doors — Department  Stores.  Type 
A  revolving  doors  hereafter  installed  shall  be  accepted  in 


exit  doorways  from  department  stores  provided  doorways 
aggregating  at  least  fifty  (50)  per  cent  of  the  legal  re¬ 
quired  with,  equipped  with  swinging  doors,  are  installed, 
and  one  or  more  such  outwardly  swinging  doors  are  lo¬ 
cated  immediately  adjacent  to  each  revolving  door.  Such 
swinging  doors  need  not  be  equipped  with  handles  on  the 
outside,  and  shall  have  a  minimum  clear  width  of  three 
(3)  feet. 

Rule  4.  Existing  Revolving  Doors.  Except  where 
otherwise  prohibited  existing  Type  A  revolving  doors  may  i 
be  retained  as  required  means  of  exit  in  doorways  from 
buildings. 

• 

Except  where  otherwise  prohibited  existing  Type  B 
revolving  doors  may  also  be  retained  as  required  means 
of  exit  in  buildings,  when,  in  the  opinion  of  the  admin¬ 
istrative  official  having  jurisdiction,  no  dangerous  exit  con¬ 
dition  exists.  If,  however,  such  dangerous  exit  condition 
is  deemed  by  him  to  exist,  they  shall  be  either  replaced 
by  Type  A  revolving  doors,  or  supplemented  by  at  least 
one  swinging  door  not  less  than  three  (3)  feet  wide  lo¬ 
cated  adjacent  to  the  revolving  door,  as  the  administrative 
official  may  direct. 

Rule  5.  New  Revolving  Doors.  In  buildings  other  , 
than  assembly  halls,  asylums,  auditoriums,  churches,  dance  , 
halls,  department  stores,  hospitals,  motion  picture  theatres, 
schools  and  theatres,  coming  under  the  exit  provisions  of 
the  building  code,  doorways  serving  as  required  exits  may  , 
hereafter  be  equipped  with  Type  A  revolving  doors,  or 
with  Type  B  revolving  doors,  provided  such  revolving 
doors,  not  exceeding  three  in  a  unit,  shall  have  an  out¬ 
wardly  swinging  door  at  least  three  (3)  feet  wide  located 
immediately  adjacent  thereto. 

Rule  6.  Revolving  Doors  —  Subway  Entrances.  Re¬ 
quired  exit  doorways  from  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  may  be 
equipped  with  type  A  revolving  doors,  provided  door¬ 
ways  of  the  legal  required  width  equipped  with  swinging 
doors  are  also  installed  and  one  or  more  such  outwardly 
swinging  doors  are  located  adjacent  to  each  revolving  door. 

Rule  7.  Saving  Clause.  But  nothing  in  these  rules 

shall  prevent  the  installation  on  the  exit  doors  from  a 
bank,  trust  company,  jewelry  store,  or  any  store  devoted 
to  a  single  similar  use,  of  a  locking  device  which  may  . be 
operated  by  electricity  or  other  means  from  the  interior 
of  the  building,  to  be  used  only  in  an  emergency. 


562 


RULES 


EXTRACTS  FROM  CHAPTER  10,  CODE  OF  ORDINANCES  nr  Tutr 

RELATING  TO  REFRIGERATING  SYSTEMS  AS  AMENDeL  jaNUAR?  29  m5Y°RK’ 


ARTICLE  1. 

General  Provisions. 

§1.  Definitions. 

Unless  otherwise  expressly  stated,  whenever  used  in  this 
chapter  the  following  terms  shall  respectively  be  deemed 
to  mean : 

33.  Refrigerating  system,  a  combination  of  apparatus  in 
which  a  refrigerant  is  circulated;  for  the  purpose  of  ex¬ 
tracting  heat. 

(a)  The  parts  of  the  system  are  the  compressor,  gen- 

;rator,  condensor,  absorber,  receiver,  shell  type  or  tube  type 
apparatus,  pipes,  vessels,  or  other  parts,  containing  refri°-- 
;rant.  ° 

(b)  _  Direct  refrigeration,  a  system  in  which  the  refrig- 
.rant  is  circulated  to  the  substance  or  space  refrigerated 

[  ,  Indirect  refrigeration,  a  system  in  which  brine 

ooled  by  the  refrigerant  is  circulated  tot  the  substance  or 
pace  refrigerated. 

i  (d)  Refrigerant  is  the  chemical  agent  other  than  brine 
sed  to  produce  refrigeration. 

[  (e)  Irritant  refrigerant,  any  refrigerant  which  when 
reathed  attacks  the  throat  or  lungs. 

(f)  Hydrocarbon  refrigerants,  any  refrigerant  of  the 
ydrocarbon  class. 

(g)  Flammable  refrigerant,  any  refrigerant  which  will 
urn  or  explode  when  mixed  with  certain  proportions  of 

(h)  Refrigerating  machinery  room,  a  room  in  which 
located  a  refrigerating  system  containing  refrigerant,  but 

Dt  including  expansion  coils  when  located  in  cold  storage 
ooms  or  expansion  coils  when  located  in  refrigerator  boxes. 
?t/\  I',actor  °I  safety,  the  multiple  three  and.  one-third 
tL6  Pr0(Iu^I  °I  which  and  the  test  pressure,  con- 
ltutes  the  probable  rupture  pressure. 

(’)  Pressure  imposing  element,  that  apparatus  which 
•aws  the  refrigerant  from  the  low  pressure  or  low  tem- 
rature  side  of  the  system  and  discharges  it  into  the  high 
essure  or  high  temperature  side  of  the  system. 

.(k)  Pressure  limiting  device,  a  pressure  or  temperature 
sponsive  mechanism  for  automatically  stopping  the  oper- 
v°n  °t>  •  e  Pressu.re  imposing  element. 

(I)  Brine,  any  liquid  which  having  been  cooled  by  the 
rigerating  system  is  used  for  the  transmission  of  heat 
L,  Pn^sure  relief  device,  a  pressure  relief  valve,  a 
pture  member,  fusible  plug  or  other  approved  .device  for 
leving  the  pressure. 

(n)  Pressure  relief  valve,  a  valve  held  shut  by  a  spring 
its  setting"8  t0  automatlcally  relieve  pressure  in  excess 

^L^PtUre  n]e”lber;  a  device  that  will  automatically 
^re  Predetermined  pressure. 

•v,tA^Uid  ,refceivSr’  a  ,vess?!  Permanently  connected  to 
rigerant7  et  Snd  °Ut  et  pipes  for  storaSe  of  a  liquid 
q)  Container,  a  cylinder  for  the  shipment  of  refrig- 
|ersteteSCommerce  &£&£  ‘he  regUla,i0"S  °£  the 

i  aramonia  'or  other'sciubleT^pS  tiT'vSe^  miXmg 

ration  °P  Va  V6’  &  CUt'off  vaIve  for  use  during  normal 

t)  Service  vaK-e,  a  key-operated  shut-off  valve  used 
^  during  shipment,  installation  or  repairs. 

DeraPire  fn.lM11^  &  ,devi,ce  having  a  predetermined- 

Pnhl/  nb-m-membLer  -f0r  the  relief  of  Pressure. 

V.  1  ubbc  buildings,  business  buildings,  and  residence 

aSrS?  defined  by  section  70,  Article 
f  the  Building  Code  of  the  City  of  New  York. 


na^fnf  K  -?,u,,d,n.gs-  Public  buildings  are  build- 
„  ^a5ts  ,of  buildings  in  which  persons  congregate  for 
political,  educational,  religious  or  recreational  pur- 


563 


char?/ahLin  WhfUh  persons  are  harbored  to  receive  medical, 

aVf  S  fTn°  hCr  f\re  0r  treatmc"''  “a  in  which  persons 
e  held  or  detained  by  reason  of  public  or  civic  duty  or 

houses^ srh nnf  pU1i?oses'  including  among  others,  court 

buildings  Wt  ’  C?nf,ges’  ,llbranes>  museums,  exhibition 
Luildmgs,  lecture  halls,  churches,  assembly  halls  lodge 

1  ais’  anc?  halls,  theatares,  bath  houses,  hospitals,  asy- 

sengerTpTT'  re  h0USeS'  POliCe  S,ati0"s-  ^  pS- 

hi1mnTE :~Res.itlen-c?  Buildings.  Residence  buildings  are 
dat-inn  °r  part.s,  °f  buildings  in  which  sleeping  accommo- 
be  classed6  such  .as  W  fo?  other  reasons 

dwellings, ^te^ment'houses^hotels, lodging  housef  dormi' 

ingTcommodations. Stud*os  ^  club  ifoufes  ha^gX- 

huSd?nTg?  o7BpalinS£Sb^Sw 

hilqPn1  residence  buildings,  including  among  others  office 
filings,  stores,  markets,  restaurants,  warehouses  freight 

?mol  a’  bamS’  -Stab,les’  garages-  factories,  laboratories 
smoke  houses,  gram  elevators  and  coal  pockets. 

ARTICLE  3. 

Bonds  and  Fees. 

§43.  Fees  for  Permits. 

Applicants  for  permits  under  the  provisions  of  this  chan¬ 
ter  shall  pay  annual  fees  as  follows  -  P 

J5-  Refrigerating  systems : 

Class  A  systems .  <C?onn 

Class  B  systems .  . .  10  00 

Class  C  systems  containing  over  six  pounds 

of  refrigerant  .  5  qq 

Class  C  systems  containing  six  pounds  or 

Jess  of  refrigerant .  j  qq 

ARTICLE  18. 

Refrigerating  Systems. 

Section  216.  Permits. 

217.  Supervision. 

“  218.  Classification. 

„  219.  Permissible  locations. 

“  ???'  5fachmery  rooms  and  ventilation. 

„  *dpen  names  and  electrical  equipment. 

222.  Testing. 

“  223.  Piping. 

H  224.  Safety  devices. 

“  ooa  Size  of  safety  devices. 

«  Rocatmu  and  discharge  of  safety  devices. 

„  %%'■  Operating  precautions. 

228.  Equipment  diagrams. 

§216.  Permits. 

ctin'V  ExC,ept  raf  hereinafter  provided  in  this  article  it 
shall  be  unlawful  to  maintain  or  operate  a  refrigerating 
system  without  a  permit.  ^“gcidung 

(b)  A  permit  will  not  be  required  for  a  Class  C  svstem 
w  len  maintained  or  operated  in  the  residence  portion  of  a 
dwelling  containing  not  more  than  two  families  or  in  the 

buildLT  POrt,°nS  °f  Cither  a  tenement  house  or’a  business 

(fc),  No  refrigerating  system  shall  be  maintained  or  op¬ 
erated  employing  a  refrigerant  other  than  those  specified 
in  this  article  without  a  permit  issued  upon  such  condi¬ 
tions,  consistent  with  the  provisions  of  this  article  as  are 

orpublic^afety C  COmmissioner  necessary  in  the ’interest 
undeTdaC oi' lowing0"" 
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1  That  the  refrigerants  dichlorodifluoromethane,  known 
as  “Freon”  (“Kinetic  No.  12”  also  “F-12”)  CC1*F,  also 
dichlorotetrafluoroethane  (“F-114”)  C2C1;F4  and  mono- 

fluorotrichloromethane  (“F-ll”  CFC1*  are  non-flammable 
and  non-irritant,  unless  otherwise  hereinafter  provided,  and 
shall  be  regulated  in  accordance  with  the  provisions  of 
Article  18  of  Chapter  10  of  the  Code  of  Ordinances,  as 
such,  except,  when  used  in  a  room  or  rooms  in  which  there 
is  an  open  flame  or  apparatus  to  produce  an  open  flame, 
when  the  provisions  of  said  article  covering  irritant  re¬ 
frigerants  shall  apply. 

2.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  are  restricted  to  parts  of  a  building  so  specified  in 
Section  219  (b)  for  refrigerants  other  than  non-irritant 
and  non-flammable. 

3.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  used  for  air  conditioning  are  restricted  to  the  indi¬ 
rect  method  except  that  the  direct  method  may  be  used  in 
parts  of  a  building  so  specified  in  Section  219  (b)  for  re¬ 
frigerants  other  than  non-irritant  and  non-flammable. 

4.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  or  on  the 
stairways,  halls,  lobbies,  entrances,  exits  or  auditoriums  of 
any  building. 

5.  That  refrigerating  systems  employing  F-ll;  F-12  or 
F-114,  shall  not  be  installed  or  maintained  in  a  hospital,  un¬ 
less  the  entire  system  is  confined  in  a  fireproof  machinery 
room,  used  for  no  other  purpose,  and  in  which  no  open 
flame  shall  be  employed,  except  that  the  Class  “C”  system 
containing  not  more  than  10  pounds  of  refrigerant  may  be 
used  in  a  diet  kitchen  which  shall  be  cut  off  from  the  rest 
of  the  building  by  a  tight  fitting  self-closing  door  or  doors 
and  provided  with  a  window  or  windows  to  the  outside 
air.  All  open  flames,  and/or  apparatus  for  producing  an 
open  flame,  in  diet  kitchens  where  these  refrigerants  are 
used  shall  be  vented  to  the  outside  air  as  herinafter  re¬ 
quired  in  Paragraph  8. 

6.  That  refrigerating  systems  employing  F-ll ;  F-12  or 
F-114  may  be  installed  or  maintained  in  a  hospital  private 
room,  having  tight  partitions  and  tight  fitting  self-closing 
door  or  doors  and  where  not  more  than  two  persons  are 
helpless  and/or  given  medical  treatment,  provided  there  is 
no  open  flame  and/or  apparatus  for  producing  an  open 
flame  in  such  room  and  when  the  system  contains  not  more 
than  10  pounds  of  refrigerant. 

7.  That  a  refrigerating  system  employing  F-ll;  F-12  or 
F-114  shall  not  be  installed  or  maintained  in  a  theatre 
and/or  motion  picture  theatre  unless  the  entire  system  is 
confined  in  a  fireproof  machinery  room,  used  for  no  other 
purpose,  and  in  which  no  open  flame  and/or  apparatus  to 
produce  such  open  flame  shall  be  employed. 

8.  That  a  refrigerating  system  employing  _ F-l  1 ;  F-12  or 
F-114  when  used  in  a  room  or  rooms  in  which  there  is  an 
open  flame  or  apparatus  to  produce  such  open  flame,  such 
open  flame  and/or  apparatus  shall  be  provided  with  a  hood 
and  independent  mechanical  ventilation  so  arranged  as  to 
convey  all  the  products  of  combustion  to  the  outside  of  the 
building.  This  provision  shall  apply  only  to  diet  kitchens 
of  hospitals  and  to  Class  “C”  systems  m  schools,  churches, 
dance  halls,  court  rooms,  police  stations,  jails,  asylums, 
subways,  passenger  depots,  rooms  opening  into  passenger 
depots  and/or  subways  and  such  other  places  as  are  deemed 
by  the  Fire  Commissioner  necessary  in  the  interest  of  pub¬ 
lic  safety. 

9.  That  each  refrigerating  machinery  room  in  any 
building  in  which  F-ll;  F-12  or  F-114  are  used,  shall  be 
maintained  vapor-tight  and  provided  with  tight  fitting,  self¬ 
closing  doors,  in  accordance  with  Section  220-1- (a). 

10.  That  each  refrigerating  machinery  room  in  which 
F-ll;  F-12  or  F-114  is  used,  shall  be  adequately  ventilated 
directly  to  the  outside  air  in  accordance  with  Section  220- 
(2)  a-b-c  and  d. 

11.  Tests  pressures  and  setting  of  safety  valves  for  sys¬ 
tems  employing  F-ll,  F-12  or  F-114,  shall  be  included  in 
Section  222  (a)  as  follows: 


Refrigerant  Column  No.  1  Column  No.  2  Column  No.  3 


F-ll 

25 

15 

15 

F-12 

180 

120 

135 

F-114 

60 

30 

30 

12.  That  the  size  of  pressure  relief  valves  for  systems 
in  which  F-ll,  F-12  or  F-114  is  employed,  shall  be  as 
follows : 

Capacity  of  System  Number  Required 

Up  to  30  tons  One  Yi  inch 


30  to  60 
60  to  100 
100  to  175 
175  to  250 
250  to  450 
450  to  900 


One  Ya 
One  1 

One  lyi  inches 
One  \y2  “ 

One  2 
Two  2 

13.  That  the  storage  of  F-ll,  F-12  or  F-114  shall  con¬ 
form  with  Section  227-3  (e)  for  other  refrigerants. 

14.  That  all  other  sections  or  parts  of  Article  18  of  the 
Refrigerating  Code  not  so  mentioned,  shall  be  complied 
with. 

15.  That  refrigerating  systems  employing  F-ll,  F-12  or 
F-114,  installed  prior  to  May  19,  1932,  shall _  be  inspected, 
and  if  found  to  comply  with  the  rules,  or  if  in  the  opinion 
of  the  Fire  Commissioner,  the  installations  are  of  a  non- 
hazardous  character,  a  permit  may  be  issued.  Installations 
which  have  been  made  in  hospitals,  theatres,  asylums  and 
places  of  public  assembly  shall  be  made  to  comply  strictly 
with  these  rules. 

(d)  A  permit,  where  required,  shall  be  applied  for 
forty-eight  hours  after  installation  is  completed,  contain¬ 
ing  the  name  of  the  person  for  whom  the  system  is  in¬ 
stalled  and  the  place  of  location  of  the  system. 

(e)  Only  the  refrigerant  specified  in  the  permit  shall 
be  used  in  the  system. 

(f)  Refrigerating  systems  to  which  these  provisions 
cannot  be  applied,  may  be  maintained  and  operated  subject 
to  such  conditions  as  are  deemed  necessary  by  the  fire 


commissioner. 


§  2 1 7.  Supervision. 

(a)  No  refrigerating  system  containing  more  than  fifty 

(50)  pounds  of  refrigerant  shall  be  maintained  or  operated 
in  any  building  except  under  the  personal  supervision,  di¬ 
rection  or  control  of  either  a  duly  licensed  engineer  or  a 
person  who  has  obtained  a  certificate  of  qualification  to 
operate  such  a  system  from  the  department  of  buildings. 
Where  the  system  contains  not  more  than  two  hundred 
(200)  pounds  of  refrigerant  and  is  fully  automatic  only 
one  qualified  operator  will  be  required.  _  1 

(b)  No  Class  C  system  as  hereinafter  permitted  for 
exhibition  or  demonstration  purposes  shall  be  maintained 
or  operated  in  a  public  building  or  exhibition  hall  except 
under  the  personal  supervision,  direction  or  control  of 
either  a  duly  licensed  engineer  or  a  person  who  has  ob¬ 
tained  a  certificate  of  qualification  to  operate  such  a  sys¬ 
tem  from  the  department  of  buildings. 

(c)  Upon  receipt  of  such  certificate  the  applicant  there¬ 
for  shall  pay  an  annual  license  fee  as  follows :  For  the  in¬ 
itial  fee  $5,  and  for  a  renewal  thereof  the  sum  of  $1  if 
such  renewal  be  applied  for  within  thirty  days  prior  to 
the  expiration  of  such  certificate.  Any  such  certificate  may 
be  revoked  or  suspended  for  cause  at  any  time  by  the 
commissioner  of  buildings. 

§218.  Classifications. 

(a)  The  total  amount  of  refrigerant  common  to  a  system 
operating  through  one  or  more  evaporators,  shall  be  con¬ 
sidered  the  capacity  of  the  system  and  determine  its  class. 

(b)  A  Class  A  system  is  a  system  containing  one  thou¬ 
sand  (1,000)  pounds  or  over  of  refrigerant,  or  capable  of 
thirty  (30)  tons  capacity  or  over. 

(c)  A  Class  B  system  is  a  system  capable  of  less  than 
thirty  (30)  tons  capacity,  or  containing  less  than  one  thou¬ 
sand  (1,000)  pounds  of  refrigerant  and  over  the  amounts 
provided  for  in  a  Class  C  system. 

(d)  A  Class  C  system  is  a  system  containing  not  more 
than  twenty  (20)  pounds  of  refrigerant. 
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§219.  Permissible  Locations. 

(a)  No  Class  A  or  Class  B  systems  shall  be  installed 
in  any  public  building  as  defined  by  section  70,  article  4,  of 
the  Building  Code,  until  plans  have  been  filed  with  and 
approved  by  the  fire  commissioner,  and  no  refrigerant 
shall  be  placed  in  the  system  until  a  permit  has  been  ob¬ 
tained  from  the  fire  commissioner. 

(b)  The  direct  method  of  refrigeration  shall  not  be 
used  in  any  building,  whether  or  not  a  permit  is  required 
for  installation  therein,  outside  of  the  refrigerating  ma- 
:hinery  room  except  in  buildings  used  exclusively  for  ice 
-naking  or  for  refrigerating  purposes  or  both;  when  not 
;arried  above  the  first  floor  in  business  buildings;  in  the 
jusiness  sections  of  business  buildings  provided  the  entire 
system  is  confined  to  one  floor  in  the  space  occupied  by  a 
single  tenant ;  in  the  business  section  of  a  residence  build¬ 
ing  when  not  carried  above  the  first  floor ;  in  a  residence 
wilding  occupied  by  not  more  than  two  families  or  in  any 
wilding  provided  a  non-irritant  and  non-flammable  refrig¬ 
erant  is  used. 

1(c)  No  brine  shall  be  used  in  any  brine  circulating  sys- 
em  that  will  generate  flammable  vapor  at  a  temperature 
ielow  100  degrees  Fahrenheit  when  tested  in  a  Tagliabue 
)pen  cup  tester,  and  no  refrigerant  shall  be  used  as  a  brine. 

|  (d)  No  Class  A  system  using  ammonia  shall  be  in- 
talled  or  maintained  in  any  building  above  the  first  floor 
evel  unless  such  building  is  used  exclusively  for  icemaking 
;>r  refrigerating  purposes. 

i  (e)  Systems  on  demonstration  in  exhibition  halls  shall 
>e  limited  to  the  unit  type  containing  not  more  than  ten 
10)  pounds  of  refrigerant. 

(f)  No  refrigerating  system  employing  an  irritant 
nd/or  flammable  refrigerant  shall  be  installed  or  main- 
ained  in  or  on  : 

1.  The  stairways,  halls,  lobbies,  entrances,  exits,  audi- 
oriums  of  any  building. 

2.  Dance  hall,  court  room,  police  station,  jail,  subway, 
heatre,  motion  picture  theatre. 

3.  Waiting  or  public  rooms  in  a  railroad  passenger 
epot  and/or  rooms  opening  directly  therein. 

4.  Rooms  opening  directly  into  a  subway,  and/or  the- 
tre,  and/or  motion  picture  theatre  and/or  where  persons 
re  detained  and/or  confined. 

5.  A  school  unless  the  refrigerating  system  is  used  ex- 
iusively  for  instructions  or  research  purposes. 

6.  A  hospital  and/or  asylum  in  which  persons  are  con¬ 
ned  or  given  medical  treatment  and/or  helpless. 

7.  Unless  as  otherwise  required  by  this  section  the  re- 
rigerating  system  is  cut  off  from  the  building  by  un- 
ierced  fireproof  construction. 

The  aforementioned  provisions  do  not  apply  to  hermeti- 
illy  sealed  unit  systems  containing  not  more  than  six 
6)  pounds  of  refrigerant  when  located  in  dance  halls, 
olice  stations,  diet  kitchens  of  hospitals  and/or  laborato- 
es  and  when  located  in  rooms  shut  off  from  the  rest  of 
ie  building  by  tight  partitions  and  tight-fitting,  solid, 
4f-closing  door  or  doors  and  located  in  a  room  having  a 
indow  to  the  outside  air. 

(g)  An  intermittent  absorption  type  of  refrigerating 
achine  shall  not  be  permitted  in  a  Class  A  system.  Such 
type  of  machine  shall  be  permitted  in  a  Class  B  system 
fly  when  a  heating  medium  of  low  pressure  steam  is  used 
its  operation. 

(h)  I  he  use  of  methyl  and  ethyl  chloride,  sulphur  diox- 
e,  or  a  hydro-carbon  refrigerant  will  not  be  permitted 
Class  A  systems. 

(i)  A  Class  B  system  using  ethyl  chloride  or  a  hydro- 
irbon  refrigerant  shall  not  be  installed  or  maintained  in 
ie  Borough  of  Manhattan  or  in  other  built-up  sections  of 
ie  city.  Elsewhere,  it  shall  be  installed  or  maintained  only 
a  fireproof  building  of  not  more  than  one  story  in  height, 
id  shall  be  located  on  the  ground  floor,  which  shall  be  of 
.ipierced  fireproof  construction.  The  refrigerating  ma- 
nnery  room  shall  be  cut  off  from  the  rest  of  the  building 
1  un.pierced  fi  eproof  walls  of  not  less  than  eight  inches 


(8  )  of  brick  or  six  inches  (6")  of  reinforced  concrete. 
Direct  exit  therefrom  leading  to  the  open  air  and  not  to 
any  other  part  of  the  building  shall  be  maintained  and 
shall  be  provided  with  vapor- tight,  self-closing,  fireproof 
door  or  doors. 

§220.  Refrigerating  Machinery  Rooms  and  Ven¬ 
tilation. 

1.  Refrigerating  machinery  rooms. 

(a)  All  refrigerating  machinery  rooms  in  which  an 
irritant  refrigerant  is  used  shall  be  maintained  vapor-tight 
except  that  all  doors  which  open  to  other  parts  of  the 
building  shall  only  be  required  to  be  self-closing  and  close 
fitting,  and  be  kept  closed  at  all  times,  except  during  en¬ 
trance  or  exit.  All  other  openings  that  may  permit  the 
passage  of  vapor  to  other  parts  of  the  building  shall  be 
vapor-tight  and  kept  closed.  No  opening  from  elevator 
shafts  shall  be  permitted  in  the  refrigerating  machinery 
room,  this  provision,  however,  shall  not  apply  to  dumb¬ 
waiter  shafts  the  door  openings  of  which  are  protected 
with  self-closing,  fire  doors  or  to  a  system  containing  less 
than  six.  (6)  pounds  of  refrigerant.  Closets  solely  con¬ 
tained  within  and  opening  only  into  the  refrigerating  ma¬ 
chinery  room  shall  be  considered  as  part  of  the  room  in 
which  it  opens. 

(b)  In  Class  A  and  Class  B  systems  in  which  an  irri¬ 
tant  refrigerant  is  used,  the  doors  of  the  refrigerating 
machinery  rooms  shall  open  outwardly. 

2.  Ventilation. 

(a)  Each  Class  A,  B  and  C  refrigerating  machinery 
room  of  any  system  shall  be  independently  provided  with 
means  for  adequate  ventilation  to  the  outer  air.  The  ven¬ 
tilation  shall  consist  of  a  window  or  windows  opening 
directly  to  the  open  air,  or  mechanical  means  capable  of 
exhausting  the  four  air  from  the  room. 

(b)  When  a  window  or  windows  are  used,  if  placed  in 
opposite  walls  so  as  to  provide  a  through  air  circulation  to 
the  outer  air,  a  total  area  of  inlet  and  outlet,  respectively, 
of  not  less  than  that  specified  in  Column  D  of  the  table  in 
paragraph  (d)  shall  be  provided.  When  a  window  or 
windows  are  placed  in  one  wall  a  total  area  shall  be  pro¬ 
vided  not  less  than  that  specified  in  column  E  of  the  above- 
mentioned  table. 

.(c)  When  mechanical  means  are  used  they  shall  consist 
of  a  power-driven  exhaust  fan  of  the  enclosed  case  blower 
type  which  shall  be  capable  of  removing  from  the  refrig¬ 
erating  machinery  room  the  amount  of  air  specified  in  col¬ 
umn  B  of  the  table  in  paragraph  (d).  The  inlet  to  the  fan 
shall  be  located  near  the  refrigerating  equipment.  The  out¬ 
let  from  the  fan  shall  terminate  not  less  than  six  (6)  feet 
above  the  sidewalk  and  in  no  case  under  a  stairway  or  fire 
escape.  Where  air  ducts  are  used  on  either  the  inlet  or 
discharge  side  of  the  fan  they  shall  each  have  an  area  not 
less  than  that  specified  in  Column  C  of  the  above-men¬ 
tioned  table.  Sharp  bends  in  the  run  of  the  ducts  shall  be 
avoided.  The  control  for  such  mechanical  means  of  ven¬ 
tilation  shall  be  easily  accessible  and  located  outside  of 
the  refrigerating  machinery  room. 

(d) 


Pounds  of 
i  Refriger¬ 
ant  in 
System. 

Mechan¬ 
ical  Cu. 
Ft.  per 
Minute 
Discharge. 

Window  Area 
Meehan-  in  Sq.  Ft. 
ical  Sq.  for  elich 

Ft.  Duct  Opposite 

Area.  Side. 

Window  Area 
in  Sq.  Ft.  for 
One  Side 
Only. 

A 

B 

c 

D 

E 

Up  to  ...  20 

150 

1/4 

1 

6 

50 

250 

1/3 

1  1/2 

12 

100 

400 

1/2 

2 

16 

150 

550 

2/3 

2  1/2 

19 

200 

680 

2/3 

3 

25 

250 

800 

1 

3  1/2 

29 

300 

900 

1 

4 

32 

400 

1,100 

1  1/4 

4  1/2 

38 

500 

1,275 

1  1/4 

5 

42 

600 

1,450 

1  1/2 

6 

45 

700 

1,630 

1  1/2 

6  1/2 

48 
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800 

1,800 

2 

7 

51 

900 

1,950 

2 

7  1/2 

55 

1,000 

2,050 

2 

8 

59 

1,250 

2,350 

2  1/4 

9 

68 

1,500 

2,800 

2  1/2 

11 

78 

1,750 

3,150 

3 

12  1/2 

87 

2,000 

3,500 

3  1/2 

14 

95 

2,500 

4,150 

4 

16 

113 

3,000 

4,500 

4  1/2 

18 

130 

4,000 

6,000 

6 

24 

167 

5,000 

7,500 

7  1/2 

30 

204 

6,000 

9,000 

9 

36 

241 

7,000 

10,500 

10.5 

42 

278 

8,000 

12,000 

12 

48 

315 

9,000 

13,000 

13 

52 

342 

10,000 

14,000 

14 

56 

360 

12,000 

17,000 

17 

68 

425 

14,000 

19,000 

19 

75 

470 

16,000 

22,000 

22 

86 

540 

18,000 

24,000 

24 

92 

580 

20,000 

26,000 

26 

100 

630 

25,000 

33,000 

33 

121 

760 

30,000 

39,000 

39 

142 

870 

35,000 

44,000 

44 

155 

940 

40,000 

51,000 

51 

176 

1,060 

45,000 

56,000 

56 

190 

1,120 

Note — Door  openings,  leading  directly  to  the  open  air 
shall  be  considered  equivalent  to  windows  for  the  require¬ 
ments  specified  in  columns  “D”  and  “E”  of  this  table. 

(e)  Where  a  non-irritant  or  nonflammable  refrigerant 
is  employed,  the  requirements  as  given  in  table  (d)  may 
be  reduced  by  one-half.  When  air  or  water  is  employed  as 
the  refrigerant  no  ventilation  shall  be  required.  _ 

(f)  In  lieu  of  mechanical  means  of  ventilation  in  re¬ 
frigerating  machinery  room  or  rooms  where  a  Class  A 
system  or  a  Class  B  system  using  ammonia  is  installed,  a 
water  deluge  may  be  provided  which  shall  consist  of  a 
sprinkler  system  having  open  heads  of  not  less  than 
one-quarter  inch  (}/\")  orifice  spaced  not  more  than  eight 
feet  apart  in  any  direction,  and  such  system  shall  be 
located  above  all  the  refrigerating  apparatus  and  piping 
in  the  refrigerating  machinery  room.  Not  more  than  one 
head  shall  be  installed  on  a  ^-inch  pipe;  five  heads  on  a 
1-inch  pipe  six  heads  on  a  1  Bi-inch  pipe.  The  deluge  sys¬ 
tem  shall  be  permanently  connected  with  the  main  house 
supply  or  other  assured  source  from  which  a  constant 
water  pressure  of  not  less  than  twenty  pounds  per  square 
inch  can  be  maintained  on  the  inlet  side  of  the  main  con¬ 
trol  valve  or  valves  at  all  times.  The  control  valve  or 
valves  for  such  water  deluge  system  shall  be  manually 
operated,  easily  accessible  and  shall  be  labeled  and  located 
outside  of  the  refrigerating  machinery  room. 

§221.  Open  Flames  and  Electrical  Equipment. 

1.  Open  flames. 

No  fire-flame  or  arc  light  will  be  permitted  in  a  Class  A 
or  B  refrigerating  machinery  room  in  which  a  flammable 
refrigerant  is  used. 

2.  Electrical  equipment. 

(a)  All  Class  A  and  B  systems  refrigerating  systems 
containing  more  than  fifty  (50)  pounds  of  refrigerant  shall 
have  an  emergency  switch  controlling  all  of  the  electrically- 
operated  refrigerating  machinery  or  the  remote  control  of 
such  a  switch  located  outside  of  the  refrigerating  machin¬ 
ery  room  where  it  can  be  quickly  reached  and  operated  in 
case  of  necessity. 

(b)  Where  the  operating  mechanism  in  any  system  is 
dependent  upon  electrical  control,  such  control  in  a  pressure 
limiting  device  shall  be  on  a  closed  circuit.  Nothing  herein 
contained  shall  require  a  hand  reset  on  an  automatic  type 
of  refrigerating  machine. 

§222.  Testing. 

(a)  Every  part  of  any  refrigerating  system,  except  pres¬ 
sure  gauges  and  control  mechanism,  shall  be  tested  to  at 


least  the  following  pressures.  Class  A  and  B  systems  con¬ 
taining  over  fifty  (50)  pounds  of  refrigerant  shall  be  tested 
after  installation  and  proved  tight  before  being  operated. 
A  dated  declaration  of  such  test,  signed  by  the  tester,  shall 
be  posted  in  the  machinery  room. 


Refrigerant. 

Col.  1. 

High 

Pressure 

Side. 

Col.  2.  Col.  3. 

Low  Pressure  Side. 

A 

With 

Safety 

Valves. 

Without 

Safety 

Valves. 

Carbon  dioxide  . 

1,500 

750 

1,000 

Ethane  . 

1,050 

520 

760 

Ammonia  . 

300 

150 

225  1 

Propane  . 

250 

115 

175 

Methyl  chloride  . 

80 

120 

Sulphur  dioxide  . 

135 

100 

100 

Iso-butane  . 

90 

45 

70 

Butane  . 

75 

35 

50 

Ethvl  chloride  . 

30 

15 

25 

Dichloromethane . 

12 

12 

12 

Dichloroethylene  .... 

12 

12 

12 

Trichloroethylene  .... 

12 

12 

12 

!i 

§223.  Piping. 

1.  Piping. 

(a)  All  piping,  liquid  receivers  or  vessels  containing  the 
refrigerant,  shall  be  supported  on  or  by  strong  and  durable 
materials.  This  provision  shall  not  apply  to  Class  C  in¬ 
stallations. 

(b)  The  arrangement  of  stop  valves,  relief  devices,  etc., 
w'hen  used  shall  be  as  shown  on  the  diagram  for  Class  A, 
and  B  systems  in  section  228. 

(c)  Every  system  which  may  be  charged  after  installa¬ 
tion  shall  have  the  charging  connection  located  on  its  low 
pressure  side. 

2.  Gauge  glasses. 

(a)  Liquid  level  gauge  glasses,  except  those  of  the  bull’s 
eye  type,  shall  have  automatic  closing  shut-off  valves  and 
such  glasses  shall  be  adequately  protected  against  injury 
by  slotted  metal  casings. 

§224.  Safety  Devices. 

1.  Construction  and  setting. 

(a)  Pressure  relief  valves,  pressure  limiting  devices  and 
rupture  members  shall  be  set  to  prevent  the  pressure  ex¬ 
ceeding  the  test  pressure.  The  pressure  at  which  the  device 
is  set  to  function  shall  be  indicated  thereon.  (See  section; 
222  (a),  columns  1  and  2  of  table. 

(b)  Fusible  plugs  shall  relieve  the  pressure  at  a  tem¬ 
perature  not  exceeding  280  degrees  Fahrenheit. 

2.  Use  of  stop  valves. 

(a)  No  stop  valve  shall  be  located  between  a  pressure 

relief  device  or  pressure  limiting  device  and  the  part  of  the 
system  protected  thereby,  unless  two  pressure  relief  devices 
of  required  size  are  used,  and  so  arranged  that  only  one 
pressure  relief  device  can  be  cut  off  for  repair  purposes  at 
any  one  time.  I 

(b)  A  Class  B  system  in  which  no  stop  valves  are  used 
and  in  which  the  pressure  will  equalize  throughout  the] 
system  when  the  pressure  imposing  element  is  not  in  opera¬ 
tion  may  be  protected  by  only  one  pressure  relief  device 
located  on  the  high  pressure  side. 

3.  Ammonia  mixer. 

(a)  The  low  pressure  side  of  a  Class  A  ammonia  sys¬ 

tem  shall  be  provided  with  a  hand-operated  valve  for  dis-; 
charging  the  ammonia  into  water  through  a  mixer  to  the 
sewer  in  case  of  emergency.  j 

(b)  The  ammonia  mixer  shall  be  constructed  of  steel 
and  shall  be  capable  of  withstanding  a  pressure  of  at  least 
fifty  (50)  pounds  per  square  inch. 

(c)  No  valve  shall  be  located  in  the  ammonia  emergency 
discharge  line  except  the  manually-operated  valve  discharg¬ 
ing  into  the  water  and  ammonia  mixer,  but  there  may  be 
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>ne  stop  valve  located  inside  the  building  for  repair  pur¬ 
poses  only.  This  valve  shall  be  sealed  open  and  labeled 
Keep  Open.” 

(d)  The  manually  operated  pressure  relief  valve  shall  be 

pcated  in  a  locked  box  which  can  be  opened  by  members  of 
he  Fire  Department  by  means  of  a  Fire  Department  key. 
he  door  of  the  box  shall  be  on  the  public  thoroughfare 
hie  of  the  building  in  an  easily  accessible  location  and  not 
-ss  than  eighteen  (18)  inches  or  more  than  five  (5)  feet 
bove  the  sidewalk  level.  The  box  shall  be  permanently 
ibelcd  having  letters  of  not  less  than  one  (1)  inch  reading 
Department  Use  Only.”  The  relief  valve  shall  be 

,•  Amn2?ma”  A  SI2n  sha11  be  Posted  within  the  box 
sading  Do  Not  Open  Valve  Until  Water  Is  Flowing.” 

(e)  A  single  standard  three  (3)  inch  fire  department 
annection  shall  be  provided  through  which  the  necessary 
ater  may  be  supplied  to  the  mixer.  The  fire  department 
annection  shall  be  located  near  the  box  and  not  less  than 
ghteen  (18)  inches  or  more  than  twenty-four  (24)  inches 
P°ye  the  sidewalk  level  and  shall  be  permanently  labeled 
aving  letters  not  less  than  one  (1)  inch  reading  “To  Arn- 
onia  Mixer.  A  check  valve  so  set  as  to  prevent  gases 
-orn  reaching  the  fire  department  connection  shall  be  in- 
alled  in  the  water  line  between  the  fire  department  con- 
action  and  the  water  and  ammonia  mixer. 

.  (f)  The  fire  department  shall  have  sole  use  of  the 
lxer  and  supply  the  necessary  water. 

>7onmIn  syjtem^  usinS  over  twenty-seven  thousand 
7,000)  pounds  of  ammonia  there  shall  be  provided  one 
Iditional  water  and  ammonia  mixer  for  each  twenty-seven 

ousand  (27,000)  pounds  of  ammonia  or  fraction  thereof 
•  used  in  excess. 

(h)  The  ammonia  mixer  and  its  connection  for  a  Class 
system  shall  conform  to  the  diagram  in  section  228. 

225.  Size  of  Safety  Devices. 

(a)  The  size  of  pressure  relief  valves  shall  be  as  follows  : 

Other 

Refrigerants, 

No.  Req.,  Size. 


*©  <*ST  fclOt  AT/N  03  . 


‘/T 


sz~ 


Capacity 
of  System. 

CO2  and 

Ethane,  No. 
Req.,  Size. 

o  to  30  tons . 

3  to  60  tons . 

3  to  100  tons . 

3  to  175  tons .... 

5  to  250  tons . 

.  ...  1  3/" 

3  to  450  tons . 

)  to  900  tons . 

i — y2" 
1-94* 

l— r 

1-154* 

1— 1 K" 
1—2" 

2— 2" 


rupture  members  are  permitted  and  used,  the 
lied  ^Cnt  area  the  re  ief  valye  specified  must  be  pro- 

»  PLUgS  may  be  “sed  on  a11  Class  C  systems 
t  C  ?  systems  of  the  hermetically  sealed  com- 

X^tC°Sinitng  r?ore  than  fifty  F50)  pounds 

Sha“  be  °"e- 

26.  Location  and  Discharge  of  Safety  Devices. 

.  1.  Location. 

a)  A  pressure  limiting  device  shall  be  provided  on  the 
|  Pressui e  side  of  each  water-cooled  refrigerating  sys- 

I  contaming  more  than  six  (6)  pounds  of  refrigerant, 
pressure  relief  valve  shall  be  provided  on  the  high  pres- 

®  of.  each  water-cooled  refrigerating  system  con- 
g  twenty  (20)  pounds,  or  more  of  refrigerant,  but  it 
.  ,no  .  e  necessary  to  discharge  the  refrigerant  to  the 
i  e  air  or  water  tank  from  any  such  refrigerating  sys- 
'  containing  fifty  (SO)  pounds  or  less  of  refrigerant,  any 
Oding°V1S10n  °f  thlS  chapter  to  the  contrary  notwith- 

b)  Each  compressor  or  generator  of  a  Class  A  or  B 
containing  more  than  100  pounds  of  refrigerant 

II  be  protected  by  a  pressure  relief  valve  connected  into 
nigh  pressure  side  between  the  main  stop  valve  and  the 
ipressor  or  generator  to  relieve  excessive  pressure  as 
einafter  provided. 
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(c)  A  rupture  member  may  be  substituted  for  the  relief 
valve  in  C02  systems  or  systems  operating  below  atmos¬ 
pheric  pressure. 

(d)  Shell  type  apparatus  such  as  liquid  receivers,  con¬ 
densers,  evaporators,  liquid  separators  and  absorbers  of 
Class  A  and  Class  B  systems  containing  more  than  fifty 
(50)  pounds  of  refrigerant,  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  which  can  be  shut 
off  by  stop  valves,  shall  each  be  equipped  with  a  pressure 
relief  valve,  discharging  as  hereinafter  provided. 

(e)  Class  C  systems  and  Class  B  systems  containing 
fifty  (50)  pounds  or  less  of  refrigerant  so  constructed  that, 
when  subjected  to  an  abnormal  outside  temperature  such 
as  that  generated  in  a  fire,  they  may  burst  due  to  the  ex¬ 
pansion  of  the  refrigerant,  shall  be  protected  by  a  pressure 
relief  device. 

(f)  A  pressure  relief  valve  will  be  required  on  the  low 
pressure  side  of  a  Class  B  system  into  which  the  relief 
valve  or  valves  on  the  high  pressure  side  discharge,  as  so 
shown  on  equipment  diagram  of  section  228-2. 

2.  Discharge  of  pressure  relief  valve. 

(a)  Where  ammonia  is  used  in  Class  A  systems,  the 
discharge  from  relief  valves  must  be  conducted  to  the  out¬ 
side  atmosphere  or  into  that  part  of  the  low  pressure 
side  protected  by  the  mixer  as  specified  in  section  224,  3. 
If  it  is  discharged  to  the  outside  atmosphere  it  must  be 
piped  above  the  roof  or  not  less  than  12  feet  above  the 
grade.  The  discharge  from  more  than  one  relief  valve 
may  be  run  into  a  common  header,  the  area  of  which  shall 
be  equal  to  the  area  of  the  pipes  connected  thereto.  The 
outlet  orifice  shall  be  turned  downward. 

(b)  Where  more  than  fifty  (50)  pounds  of  ammonia 
is  used  in  a  Class  B  system  the  discharge  from  relief  valves 
shall  be  piped  to  the  outside  atmosphere  as  specified  for 
Class  A  systems  or  to  the  low  pressure  side  as  shown  in 
diagrams  in  section  228,  or  into  a  tank  of  water  which  shall 
be  used  for  no  purpose  except  ammonia  discharge.  At 
least  one  gallon  of  fresh  water  shall  be  provided  for  every 
pound  of  ammonia  contained  in  the  system.  The  water 
used  shall  be  prevented  from  freezing  without  the  use  of 
salt  or  chemicals.  The  tank  shall  be  substantially  con¬ 
structed  of  not  less  than  one-eighth  (*/&)  of  No.  11  U.  S. 
gauge  iron.  No  horizontal  dimensions  of  the  tank  shall  be 
greater  than  one-half  (Yi)  the  height.  The  tank  shall  have 
a  hinged  cover  or,  if  of  the  enclosed  type,  shall  have  a 
vent  hole  at  the  top.  All  pipe  connections  shall  be  through 
the  top  of  the  tank  only.  The  discharge  pipe  from  the 
pressure  relief  valves  shall  discharge  the  ammonia  in  the 
center  of  the  tank  near  the  bottom.  The  tank  shall  be  as 
securely  supported  as  any  other  portion  of  the  system. 
There  shall  be  no  opening  in  the  tank  below  the  water  level. 

.(c)  Where  more  than  fifty  (50)  pounds  of  any  re¬ 
frigerant  other  than  ammonia  is  used  the  discharge  from 
relief  valves  shall  be  to  the  atmosphere  as  specified  for 
Class  A  ammonia  systems.  Carbondioxide  may  be  dis¬ 
charged  into  the  room  if  the  same  contains  at  least  10 
cubic  feet  of  capacity  per  pound  of  refrigerant  used. 

(d)  Arrangements  of  pressure  relief  devices  for  Class  A 
and  B  systems  shall  conform  to  the  diagrams  in  section  228. 

§227.  Operating  Precautions. 

1.  Masks  and  helmets. 

(a)  In  a  Class  A  system  which  operates  above  atmos¬ 
pheric  pressure  shall  be  provided  with  at  least  two  helmets 
or  masks. 

(b)  In  a  Class  B  system  in  which  more  than  fifty  (50) 
pounds  of  ammonia,  sulphur  dioxide  or  other  irritant  re¬ 
frigerant  is  used,  there  shall  be  provided  at  least  one  hel¬ 
met  or  mask. 

(c)  Only  helmets  or  masks  that  have  been  approved  by 
the  United  States  Bureau  of  Mines  as  suitable  for  the 
refrigerant  employed  shall  be  used,  and  they  shall  be  kept 
in  operative  condition  in  an  easily  accessible  case  or  cab¬ 
inet  located  immediately  outside  the  refrigerating  machin¬ 
ery  room. 


2.  Signs. 

(a)  On  Class  A  and  Class  B  systems  containing  mo 
than  fifty  (50)  pounds  of  refrigerant  there  shall  be  paint* 
on  and  affixed  in  a  permanent  manner  to  the  main  stea 
control,  main  electrical  and  remote  control  switches,  r 
ceivers,  condensers,  shell  type  coolers,  signs  having  lette 
not  less  than  one  and  one-half  inches  (1^2")  high,  desi 
nating  the  part  and  refrigerant  contained  therein. 

(b)  The  seller  of  every  Class  A  or  B  system  shall  fu 
nish  the  purchaser  with  a  sign  bearing  his  name  at  lea' 
8^2"  by  11"  in  size,  which  gives  the  rated  refrigeratic 
capacity  and  the  quantity  and  kind  of  refrigerant  requin 
for  the  satisfactory  operation  of  the  system  and  the  pu 
chaser  shall  conspicuously  and  permanently  display  th 
sign  in  the  machinery  room.  The  quantity  and  name  c 
the  proper  refrigerant  content  and  the  rated  refrigeratic 
capacity  shall  be  stamped  on  all  Class  C  systems  near  r 
or  on  the  name  plate. 

(c)  The  following  information  shall  be  posted  in  Cla: 
A  and  B  machinery  rooms  where  over  fifty  (50)  pounds  c 
refrigerant  is  used:  (a)  The  names  and  addresses  of  tl 
engineers  or  operators  in  charge ;  (b)  Location  of  neare 
fire  alarm  box ;  (c)  The  name,  address  and  telephone  numb< 
of  physician  to  be  called  in  case  of  emergency;  (d)  Instru* 
tions  for  safely  shutting  down  the  plant  in  case  of  emei 
gency. 

3.  Storage  of  refrigerant. 

(a)  Refrigerant  not  contained  in  the  refrigerating  systei 
shall  be  stored  only  in  flammable  or  irritant  containers  cor 
forming  to  the  regulations  prescribed  by  the  Interstate  Corr 
merce  Commission  for  the  transportation  of  such  refrigeran 

(b)  Only  two  containers  holding  not  more  than  a  tote 

of  three  hundred  (300)  pounds  of  flammable  or  irritant  re 
frigerant  shall  be  stored  in  the  refrigerating  machiner 
rooms  of  a  Class  A  system.  ; 

(c)  Only  one  container  holding  not  more  than  one  hun 
dred  and  fifty  (150)  pounds  of  flammable  or  irritant  re> 
frigerant  shall  be  stored  in  the  refrigerating  machiner. 
room  of  a  Class  B  system. 

(d)  In  a  Class  C  system  no  refrigerant  other  than  tha 
used  in  the  system  shall  be  stored  in  the  refrigeratinj 
machinery  room. 

(e)  If  a  greater  amount  of  flammable  or  irritant  re 
frigerant  is  desired  other  than  that  permitted  in  a  refrig 
erating  machinery  room,  it  shall  be  stored  in  a  fireproo 
building  or  enclosure  used  for  no  other  purpose. 

(f)  When  the  refrigerant  is  withdrawn  from  a  systen 
it  shall  be  discharged  into  a  suitable  absorbent  or  con 
tainers  conforming  to  the  regulations  of  the  Interstate 
Commerce  Commission  for  the  transportation  of  sue! 
refrigerant.  No  refrigerant  shall  be  permitted  to  escap< 
into  the  refrigerating  machinery  room. 

(g)  Containers  shall  not  be  connected  to  the  system 
except  during  period  of  charging  or  withdrawing  the  re¬ 
frigerant. 

§228.  Equipment  Diagrams. 

Section  5.  This  ordinance  shall  take  effect  immediately. 

Adopted  by  the  Board  of  Aldermen  December  13,  1927. 

Received  from  his  Honor  the  Mayor  December  30,  1927, 
without  his  approval  or  disapproval  thereof ;  therefore,  asi 
provided  in  section  40  of  the  Greater  New  York  Charter, 
the  same  took  effect  as  if  he  had  approved  it. 

ARTICLE  26. 

Miscellaneous. 

§300.  Violations. 

Any  person  who  shall  wilfully  violate  or  neglect  or  refuse: 
to  comply  with  any  provisions  of  this  chapter,  in  addition 
to  any  other  penalties  prescribed  by  law  or  ordinance,  shall, 
upon  conviction,  be  punished  by  a  fine  of  not  more  than 
$500  or  by  imprisonment  not  exceeding  six  months,  or  by 
both  such  fine  and  imprisonment. 
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FACTORY  EXIT  RULES  ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS 
FEBRUARY  23,  1927,  AND  AMENDED  JANUARY  15,  1932. 

(64-27-SR) 

STANDARD  FACTORY  EXITS 


Section  1 — Fire  Escapes. 

Rule  1.  In  any  building  erected  prior  to  October  1, 
1913,  now  occupied  or  to  be  occupied  as  a  factory,  more 
.than  five  stories  in  height  and  not  exceeding  nine  stories 
in  height,  nor  in  any  case  more  than  90  ft.  from  curb  level 
to  top  floor  level,  one  of  the  required  means  of  exit  or 
escape  under  Section  271-1  of  the  Labor  Law  may  con¬ 
sist  of  an  outside  fire  escape,  provided  that : 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
jivitn  all  the  provisions  of  Section  273,  labor  law  and  in 
iddition  thereto : 

(1)  The  balconies  and  stairs  shall  be  protected  on 
the  outside  by  substantial  railings  to  a  height  of  at 
least  4  ft.  6  in.,  measured  from  floor  of  balcony  or 
center  of  stair  tread,  constructed  of  bars  at  least  one- 
half  (l/2 )  inch  in  diameter,  spaced  not  more  than  six 
l  (6)  inches  on  centers,  or  of  substantial  grille  work,  or 
of  screening  not  less  than  No.  10  U.  S.  gauge  wire 
with  not  more  than  one  and  one-half  (1/^)  inch  mesh, 
l  all  rigidly  braced ; 

i  (2)  When  there  is  safe  egress  from  the  roof  of  the 
building  to  any  adjoining  structure,  the  fire  escape 
stairway  shall  continue  to  the  roof,  and  if  there  be  no 

'  safe  means  of  egress,  a  gooseneck  ladder  shall  be  pro¬ 
vided  from  the  top  story  balcony  to  the  roof. 

(b)  Any  such  fire  escape  erected  prior  to  October  1, 
913,  shall  conform  in  every  respect  with  the  requirements 
f  paragraph  (a)  of  this  rule,  except  that  balconies  may 
!e  not  less  than  3  feet  in  width ;  the  connecting  stairs  not 
■ss  20  inches  in  width,  and  placed  at  an  angle  not 
xceeding  60  degrees  if  the  building  is  not  over  six  stories 

ii  height,  otherwise  at  an  Engle  of  45  degrees. 

Rule  2.  In  any  building  erected  prior  to  October  1, 
413,  now  occupied  or  to  be  occupied  as  a  factory,  five 
ories  or  less  in  height,  one  of  the  required  means  of  exit 
nder  Section  271  of  the  Labor  Law  may  consist  of  an 
itside  iron  fire  escape,  provided  that: 

(a)  Any  such  fire  escape  hereafter  erected  shall  comply 
qth  all  the  provisions  of  Section  273,  Labor  Law. 

(b)  Existing  fire  escapes  shall  comply  with  all  the  pro- 
.sions  of  Section  274,  Labor  Law  and  in  addition  thereto 

(1)  The  balconies  shall  be  not  less  than  3  feet  in 
width. 

(2)  The  rails  around  balconies  and  well  holes  and 
on  stairways  shall  be  not  less  than  3  feet  in  height. 

(3)  Passageways  on  the  balconies  shall  be  not  less 
than  14  inches  in  the  clear. 

(4)  At  least  one  opening  to  each  balcony  shall  be 
a  single  fireproof  casement  door  at  least  2  feet  wide 
and  at  least  6  feet  in  height,  except  that  where  the 
distance  between  the  sill  and  lintel  will  not  permit 
of  an  opening  6  feet  in  height,  a  casement  door  not 

,  less  than  4  ft.  6  in.  in  height  will  be  permitted. 

Rule  3.  The  single  fireproof  casement  doors  leading  to 
;  fire  escape  balconies  shall  open  out  and  shall  be  self- 
f'sing.  An  easily  operated  door  lock  with  knobs  on  both 
;  es  of  the  door  shall  be  provided. 

5uch  fire  doors  may  be  at  window  sill  level  if  fixed  iron 
p  at  least  two  feet  wide,  with  risers  not  exceeding 
ht  (8)  inches,  and  treads  not  less  than  eight  (8)  inches 
i:  provided  on  the  inside  from  floor  level  to  sills  properly 

ured. 

^ule  4  (a).  Any  such  fire  escape  erected  subsequent 
1  October  1,  1913,  and  prior  to  these  rules  taking  effect, 


unless  previously  accepted  as  one  of  the  required  means 
ot  exit  or  escape  by  the  administrative  official  having  jur- 

of  these ' rules  C°n£°rm  in  every  resPect  to  the  provisions 

^  die  e?cape  not  hereafter  be  accepted  as  con- 
W?'ng9°7]ei°f  Jhe,  re?m,rcd  means  of  exit  or  escape  under 
Section  2/1-1  of  the  Labor  Law,  in  any  building  erected 
prior  to  October  1,  1913,  now  occupied  or  to  be  occupied  as 

90  W  7.’  exceedmg  nine  stories  in  height,  or  more  than 
w  feet  fiom  curb  level  to  top  floor  level. 

Rule  5.  All  fire  escapes  shall  be  maintained  struc¬ 
turally  saie,  properly  painted,  and  kept  clear  of  all  obstruc¬ 
tions. 

Section  2 — Enclosure  of  Factory  Stairways. 

.  Ru*e  6-  Except  as  herein  provided,  in  all  factory  build- 
'Mfln1  stones  or  less  in  height,  erected  prior  to  October 
i,  iviq,  in  which  there  are  more  than  twenty-five  persons 
employed  above  the  second  story,  all  interior  stairways 
serving  as  required  means  of  exit,  and  the  landings,  plat- 
lorms  and  passageways  connected  therewith,  shall  be  en- 
closed  on  all  sides  by  partitions  of  fire-resisting  material 
extending  continuously  from  the  lowest  point  of  the  stair- 
way  in  accordance  with  the  following  schedule: 


Number 

of 

stories 

Contents 
combustible, 
no  sprinkler 

Contents  non¬ 
combustible 
no  sprinkler 

Contents 
combustible, 
and  sprinkler 

Contents  non¬ 
combustible 
and  sprinkler 

Three 

Stairways 

Enclosed 

Four 

Stairways 

Enclosed 

Stairways 

Enclosed 

Five 

Stairways 

Enclosed 

Stairways 

Enclosed 

Stairways 

Enclosed 

The  term  contents  ’  as  used  above  means  articles,  goods 
wares  and  merchandise,  packed,  stored,  manufactured  or  in 
the  process  of  manufacture. 

The  term  combustible”  as  used  above  means  articles 
goods,  wares  or  merchandise  which  will  burn  or  support 
combustion. 

The  term  sprinkler”  as  used  above  means  an  adequate 
automatic  sprinkler  equipment  installed  and  maintained  in 
good  working  order  on  each  floor. 

The  term  “story”  as  used  above  means  that  part  of  a 
building  between  any  floor  and  the  floor  or  roof  next 
above ,  the  first  story  is  that  part  of  a  building  which  is 
more  than  50  per  cent  above  the  floor  below  and  the  floor 
next  above  the  curb  or  average  grade  level. 

Where  the  stairways  extends  to  the  top  floor  of  the 
building,  such  partitions  shall  extend  to  the  under  side  of 
the  roof  boarding.  That  portion  of  the  under  side  of  the 
roof  beams  within  the  stair  enclosure  shall  be  covered  with 
fire-resisting  material,  except  in  buildings  with  roofs  of 
non-combustible  material,  in  which  case  the  partitions  may 
stop  at  the  under  side  of  he  roof. 

Where  the  stairway  is  required  to  extend  to  the  roof, 
the  enclosure  shall  be  so  built  as  to  form  a  bulkhead.  The 
enclosure  shall  be  ventilated  by  a  skylight  in  the  roof  with 
louvres  or  ventilators,  or  exterior  windows  with  ventilating 
sections  at  the  top  floor. 

All  openings  in  such  partitions  shall  be  provided  with 
approved  self-closing  fire  doors,  except  where  such  open¬ 
ings  are  in  the  exterior  wall  of  the  building. 
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The  bottom  of  the  enclosure  shall  be  of  fireproof  mate¬ 
rial  at  least  four  inches  thick  unless  the  partition  extends 
to  the  cellar  bottom. 

A  horizontal  exit,  as  defined  in  section  267  of  the  Labor 
Law,  will  be  accepted  as  a  compliance  with  this  rule  when 
both  sides  of  the  fire  wall  or  walls  are  occupied  on  any 
factory  floor  by  the  same  occupant. 

Rule  7.  Where  there  are  occupancies  on  any  story 
or  part  of  a  story  involving  the  storage  or  use  below  the 
too  story  of  the  following  materials  and  exceeding  the 
amoum  specified,  and  there  are  more  than  5  persons  em¬ 
ployed  at  manufacturing  above  such  occupancy,  the  interior 
stairway  serving  as  required  means  of  egress  shall  be  en¬ 
closed  on  that  story  with  fire-resisting  material  from  floor 
to  under  side  of  floor  above,  including  any  exposed  stair 
soffits,  landings  and  passageways;  openings  shall  be  pro¬ 
vided  with  approved  self-closing  fire  doors. 

Nitrocellulose  in  any  shape  or  form,  10  pounds. 

Volatile  inflammable  oils,  1  gallon. 

Volatile  inflammable  mixtures,  5  gallons. 

Combustible  mixtures,  10  gallons. 

Paints,  varnishes  and  lacquers,  10  gallons. 

Upholstering  or  mattresses,  manufacturing  or  repairing. 

Cotton,  rag  and  paper  sorting,  1  ton. 

Paper  box  manufacturing. 

Restaurants  and  lunch  rooms  with  cooking  (not  includ¬ 
ing  tea,  coffee  or  similar  beverages). 

The  Board  shall  rule  upon  new  occupanies  as  they  arise 
and  pass  upon  points  under  dispute. 

When  more  than  two  stories  are  to  be  segregated,  as 
above,  the  entire  stairway  shall  be  enclosed  in  fire-resisting 
material  where  there  are  more  than  5  persons  employed  at 
manufacturing  above  the  first  story. 

Rule  8.  Required  Exits  and  Enclosures  of  Stairways  in 
Two-Story  Factory  Buildings. 

1.  Required  Exits. — In  every  two-story  factory  build¬ 
ing  erected  prior  to  October  1,  1913,  in  which  more  than 
five  persons  are  employed  at  manufacturing,  there  shall  be 
provided  from  each  story  at  least  two  means  of  exit  or 
escape  from  fire  remote  from  each  other,  one  of  which 
from  every  floor  above  or  below  grade  shall  lead  to  or 
open  on  an  interior  stairway  which  shall  be  enclosed,  as 
hereinafter  provided,  or  on  an  exterior  enclosed  stairway. 
The  other  may  lead  to  such  a  stairway,  or  to  a  horizontal 
or  grade  exit,  or  to  an  exterior  screened  stairway,  or  to  a 
fire  escape  conforming  to  section  273,  Labor  Law,  or  rule  2 
of  these  rules.  Except  that  exit  door  shall  be  a  fire  door, 
with  substantial  steps  to  the  sills  properly  secured  when  sill 
is  more  than  8  inches  above  the  floor  level ;  and  where 
there  is  no  safe  egress  from  the  roof,  a  gooseneck  ladder 
shall  be  provided  from  top  balcony  to  the  roof,  except  on 
the  front  of  buildings. 

Unobstructed  egress  from  the  foot  of  the  fire  escape. or 
exterior  screened  stairway  shall  be  as  required  by  section 
273,  Labor  Law,  or  to  open  adjoining  yard  with  egress  to 
the  street.  No  point  on  any  floor  of  such  building  shall  be 
more  than  one  hundred  and  fifty  (150)  feet  distant  from 
such  an  exit. 

Rule  9.  Enclosure  of  Stairways. — In  two-story  build¬ 
ings  where  there  are  occupancies  on  any  story  or  part 
of  a  story  involving  the  storage  or  use  below  the  top  story 
of  any  of  the  materials  exceeding  the  amounts  specified  in 
Rule  7  and  there  are  more  than  5  persons  employed  at 
manufacturing  above  such  occupancy,  all  interior  stairways 
serving  as  required  means  of  exit  shall  be  enclosed  from 
the  lowest  point  of  such  stairway  to  the  ceiling  of  the  first 
floor  by  partitions  of  fire-resisting  material,  unless  the 
building  is  provided  with  a  wet  sprinkler  system,  in  which 
case  such  enclosure  of  stairways  shall  not  be  required. 
Such  enclosures  shall  lead  directly  to  a  door  opening  out¬ 


wardly  to  a  street  or  road,  or  an  open  area  affording  unob¬ 
structed  passage  to  a  street  or  road.  All  openings  in  such 
enclosure  shall  be  provided  with  fire  doors  equipped  with 
self-closing*  devices. 

All  reference  herein  to  “Enclosure  of  Stairways”  shall  be 
considered  as  applying  only  to  required  stairways. 

Rule  10.  Storage  of  Combustible  Material  Within 
Factory  Stairway  Enclosures. 

In  all  factory  buildings  no  articles  or  wares  of  any  nature 
shall  be  kept  or  stored  inside  the  limits  of  any  stairway 
enclosure  or  unenclosed  stairway,  or  on  the  landings,  plat¬ 
forms  or  passageways  connected  therewith. 

But  this  shall  not  prohibit  the  erection  and  maintenance 
of  a  stand  to  be  built  of  incombustible  material  and  wire 
glass  or  }4-inch-thick  plate  glass  for  the  retail  sale  of  cigars, 
cigarettes  and  tobacco  and  candies  in  original  packages  or 
daily  newspapers  in  the  public  hall  or  corridor  on  the  first 
story  of  any  building  provided  there  is  no  open  flame.  All 
portions  of  the  stand  and  any  portion  of  any  permitted  ac¬ 
cessory  use  to  same  shall  be  set  back  at  least  18  inches 
from  the  outside  line  of  travel  of  the  required  legal  width 
of  exit.  Each  such  stand  shall  be  provided  with  at  least 
one  approved  2j^-gallon  chemical  fire  extinguisher. 

Section  3 — Safe  Egress  from  Roofs  of  Factory 
Buildings. 

Rule  11.  Interior  stairways  serving  as  required  means 
o(  exit  in  factory  buildings  erected  after  October  1,  1913, 
and  not  exceeding  five  stories  in  height,  and  in  buildings 
erected  before  October  1,  1913,  now  occupied  or  to  be 
occupied  as  a  factory,  shall  not  be  required  to  extend  to  the 
roof  where  there  is  no  safe  egress  from  the  roof,  under 
Sections  270,  271  and  272,  Labor  Law. 

(a)  When  the  roofs,  or  the  top  of  the  parapet  wall  of 
an  adjoining  building  are  more  than  eight  feet  below  or 
more  than  five  feet  above  the  top  of  the  parapet  wall  of 
the  building  in  question,  and  there  is  no  outside  party  wall 
fire  escape,  party  wall  exterior  screened  stairway,  party 
wall  balconies  or  bridges,  or  where  any  outside  exits  do 
not  connect  to  adjoining  buildings  at  roof  level,  or  where 
there  are  no  unbarred  window  openings  five  feet  above  the 
roof  or  parapet  wall  of  the  building  in  question. 

(b)  When  the  roof  of  the  building  in  question  has  a  pitch 
exceeding  one  foot  in  six  feet  of  horizontal  run. 

Rule  12  (a).  When  there  is  no  safe  egress  from  the 
roof,  as  above  described,  there  shall  be  in  all  cases  at  least 
a  double-rung  ladder  at  the  top  of  the  interior  stairway, 
and  within  the  interior  stairway  enclosure  when  stairway  is 
enclosed.  Such  ladder  shall  be  at  least  18  inches  in  width 
and  shall  be  properly  secured  at  top  and  bottom.  The  lad¬ 
der  shall  lead  to  a  scuttle  opening  not  less  than  2  feet  by  3 
feet  or  be  of  such  additional  area  as  may  be  required  to 
provide  ample  head  room.  The  scuttle  cover  shall  be  hinged 
and  of  light  weight  construction,  or  be  counter-balanced. 
An  easily  operated  hook  may  be  provided  on  scuttle  cover. 

(b)  Where  the  stair  bulkhead  door  opens  within  10  feet 
from  the  open  edge  of  the  roof,  an  iron  railing  properly 
braced  at  least  3  feet  high  and  at  least  10  feet  long  shall  be 
provided  at  the  edge  of  roof. 

SUBSTANDARD  FACTORY  EXITS 

Section  4 — Fire  Escapes. 

Rule  13.  When  in  addition  to  the  required  exits  from 
any  factory  or  factory  building,  there  exist  other  means  of 
egress  which  are  not  entirely  in  accordance  with  the  re¬ 
quirements  of  the  Labor  Law  and  the  Rules  of  the  Board 
of  Standards  and  Appeals,  such  means  of  egress  may  be 
retained  under  the  following  conditions : 

(a)  Fire  Escapes. — All  substandard  fire  escapes  on  fac¬ 
tory  buildings  shall  be  maintained,  structurally  safe,  prop¬ 
erly  painted,  and  with  the  openings  leading  thereto,  kept  in 
good  repair. 
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In  lieu  of  a  counter-balanced  stairway,  a  drop  ladder  in 
guides  with  a  back-drop  gravity  hook  may  be  provided. 

I.  The  drop  ladder  shall  be  of  sufficient  length  to  reach 
rom  the  lowest  balcony  to  the  ground  or  safe  landing 
ilace  with  a  passageway  opening  cut  in  the  balcony  rad 
vhich  rail  shall  be  properly  braced.  ’ 

1  When  such  substandard  fire  escapes  are  located  in  a 
ourt  side  or  rear  of  a  building,  proper  egress  to  a  point 
jf  ?afe.ty  sha,[  be  Provided,  either  to  open  adjoining  yards 
-r  the  lowest  balcony  may  be  connected  to  an  adjoining  fire 
scape,  exterior  stairway,  to  the  roof  of  adjoining  exten- 
10ns  or  other  means  of  egress  satisfactory  to  the  authori- 
es  having  jurisdiction. 

r 

Substandard  fire  escapes  shall  be  kept  clear  of  all  ob¬ 
structions,  shall  not.be  used  for  fire  drills,  and  shall  not  be 
onsidered  as  a  basis  for  increase  in  occupancy. 

ection  5 — Stairways  and  Bridges. 

Rule  14.  Interior  Stairways.— All  interior  stairwavs 
Rt  conforming  to  the  requirements  of  the  Labor  Law  or 


rules  of  the  Board  of  Standards  and  Appeals  may  be  re- 

obsntri„TV,'dnd  ,hat  egress  to  same  is  maintained  Jn- 

Dassa^ewnUha  S  arC  proi?erly  ^ghted,  and  all  landings, 
passageways,  etc.  are  maintained  free  and  unobstructed 

be  instanedT^treerexi;  door.°r  °'her  deViCe  may 

Rule  15.  Exterior  Screened  Stairways. _ Exterior 

egress eshanabTamS-  nf°-  SSrving  aS  a  refpiircd  means  of 
egress  shall  be  maintained  structurally  safe  and  prooerlv 

thereof  shall  Sbe  maintained  Unobstructed,  ^md  egress  efrom 

nTSctTs  in^subdUri^  "  for  Substand-d 

nail  tin  k  IdorJzon*al  Bridges.  Horizontal  bridges  and 

structura  vbtCf°nieSeibetWeen,  buil(?ings  sha11  be  maintained 
and  n?  fe  and  pr°Per,y  Panted,  and  access  thereto 

structed.  gCWayS  ShaU  be  maintained  unob- 

Rule  17.  No  sign  of  any  character  shall  be  placed  at 
openings  leading  to  these  substandard  exits.  ? 
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SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

JLE  1.  PERMIT. 

(a)  a  Prohibition.  No  person  shall  smoke,  or  carry  a 
hted  cigar  or  cigarette  in  any  factory  as  defined  in 
tide  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
rtion  of  a  factory,  within  the  City  of  New  York,  except 
[such  protected. portions  or  special  classes  of  occupancies 
are  specified  in  Rule  2  of  these  rules,  and  then  only 
er  the  issuance  of  a  permit  by  the  administrative  official, 
t  shall  be  the  joint  and  several  duty  of  the  owner  and 
the  lessee  or  lessees  of  the  building  containing  such  fac- 
!y  or  factories,  to  cause  to  be  posted  in  each  and  every 
ranee  hall,  stair  hall  or  room  throughout  the  building,  as 
11  as  in  every  elevator-car,  in  English,  and  also  in  such 
er  language  or  languages  as  the  administrative  official 
11  direct,  a  notice  of  such  prohibition,  and  the  penalty 
its  violation. 

b)  Application.  Application  for  such  permit  shall  be 
ie  only  by  the  owner  of  the  building  on  suitable  blank 
ms  to  be  furnished  by  the  administrative  official. 

e)  Time  Limit.  Such  permit  shall  be  for  a  definite 
iod,  not  exceeding  one  year,  and  shall  not  be  renewed 
n  expiration  until  a  reinspection  of  the  premises  for 
ch  it  is  issued  has  been  made  for  the  purpose  of  de- 
mning  whether  existing  conditions  warrant  a  renewal. 

1)  Conditions.  The  permit  shall  state  the  conditions 
er  which,  the  hours  between  which,  and  the  place  or 
.es  in  such,  factory  where  smoking  may  be  permitted, 

[  tbls  permit,  shall  be  framed  and  kept  posted  in  a  con- 
uous  place  in  the  factory. 

0  Revocation.  Violation  of  any  of  the  conditions 
lhed  in  the  permit,  in  addition  to  incurring  such  pen¬ 
is  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
e  l?r.  the  revocation  of  such  permit  by  the  administra- 
official,  and  he  shall  not  again  issue  a  permit  for  the 
e  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 


Smoking  may  be  permitted  in  : — 

ciifrlttP^^0"63  e,ngaged  in  the  manufacture  of  cigars 
fffi  •  Smobmg  tobacco,  when  necessary  for  the 

efficient  conduct  of  the  business,  provided  that? 

No  smoking  other  than  that  for  sampling, 
/?^gQan  l  exPenmental  purposes  is  carried  on. 
jUch  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
rom  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 

SnRsfth  b  h  S-Mf"clo?mg  fire  doors-  and>  further, 
less  . the  building  is  of  fireproof  construction 

or  equipped  with  an  approved  automatic  sprink- 

hanyh?m’  the,flo?r  and  ceiling  of  such^oom 
shab  b|  covered  with  fire-retarding  material. 

<^cb  cbe21.lc.al1  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

waste  Wafe  Pap 7  and  other  inflammable 
ceptaclS  tem  S  arC  deposited  in  fireproof  re- 

oc™pandS‘°rieS  deV°ted  en,irdy  ,0  one  o£  the  following 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works  * 

Porge  shops; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops; 

Smelting; 

Stone  or  monumental  works; 

provided  that  in  any  case: 

.  (1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  ,Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System 

380-29-SA — Kennedy  2^4-inch  Hose  Outlet  Valve,  Type 
“A” 

637-29-SA— Merco  Oil  Burner,  Model  K-l. 

463-31-SA— Silent-Auburn  Fuel  Oil  Burner,  Models  A1 
and  A  A. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4.  _  „  . 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  tn. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher.  . 

156-34-SA — Allen’s  Siamese  Connections  tor  hire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radhtir”  Flameproofing  Compound 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System) 

11-35-SA— N.  Y  B.  F.  4".  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection.. 

3Q-35-SA— De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1.  for  Fire  Alarm  Service. 

88-35-SA— Krai ssl -Trumbull  Fuel  Oil  Wall  Pump,  No 
522.  for  Domestic  Oil  Burners. 

156-35-S A— Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O- Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

22 6-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 

231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

205-35-SA — French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 

93-36-SA— Wicaco  Adjustable  Oil  Burner  Pump. 

102-36-SA — Cole  Draft  Governor. 

144-36-SA — Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 


201- 36-SA— Quick  Heat  Pot  Type  Radiant  Heater,  Model 

316-0,  319-0,  316-1,  319-1,  326-0,  329-C 
326-1  and  329-1. 

202- 36-SA— Quick  Heat  Pot  Type  Circulating  Heatei 

Models  218-1,  218-2,  228-1,  228-2,  238-1  an. 
238-2.  Ij! 

219-36-SA— Bronx  Faultless  Oil  Burner  for  Pressing  Ma 
chine. 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M 

A-L  and  B. 

243- 36-SA— Victor  Circulating  Fuel  Oil  Heater,  Model 

VCH  27,  VCH  19  and  VCH  17. 
248-36-SA — Dupont  Oil  Burner. 

254-36-SA — Chase  Brass  &  Copper  Co.,  Inc.,  \lA  in.  Net 
York  Regulation  Lavatory  Trap.  J 

264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041 
042  and  052.  I 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oi 
Check  Valve,  Model  No.  426.  : 

295-36-SA — Vesta  Fuel  Oil  Meter.  \ 

317-36-SA — Dempsey  Industrial  Oil  Burner. 

320-36-SA — Preferred  Syphon  Breaker,  Type  T. 
352-36-SA — International  Oil  Burning  Heater,  Models  9! 
90,  99,  55  and  66. 

23- 37-SA— -Silent  Heet  Oil  Burner,  Models  A,  B  and  I 

24- 37-SA — Silent  Glow  Si-Glo-La  Oil  Space  Heatei 

Models  15,  35,  60  and  80. 

29-37-SA — Borden  Oil  Burner,  Models  A  and  B. 
35-37-SA — Craig  Expansible  Fire  Hose  Reel. 

56-37-SA — Sachem  Oil  Space  Heater,  Models  GB-131! 

GB-1015,  GB-1011,  GB-815  and  GB-81 
and  Speedy  Hot  Oil  Space  Heater,  Moc 
els  GB-1315,  GB-1015,  GB-1011,  GB-81 
and  GB-811. 

73-37-SA — Samco  Oil  Space  Heater,  Models  1108,  1111, 
1208,  1508,  1510,  1513,  1408  and  1410. 
116-37-SA — Bethlehem-Doe,  Carrier  and  Gilbert-Bethle 
hem  Oil  Burners,  Models  CE  and  FE.  , 
124-37-SA— Beach  Air  Brushes  (for  Paint  Sprayin 
Equipment). 

129- 37-SA — Bauer  Oil  Burner. 

130- 37-SA — Econ-O-Heat  and  Kingsco  Oil  Burner 

Models  E,  B1  and  B2. 

137-37-SA — Precision  Oil  Burner,  Model  W. 

148-37-SA — -Aetna  Water  Heater,  Models  6,  7,  8,  9  an 
47  W.H.T.  and  15  and  16  W.H.T. 

155- 37-SA — Crano  Oil  Burner,  Models  H-IC  and  H-Il 

1 56- 37-SA — McClintock  Automatic  Hydraulic  Sewer  Valv 
159-37-SA— Stempel  Pressure  Type  Fire  Extinguisher. 
168-37-SA — Flex-O-Gas  Oil  Burner,  Model  FR. 
172-37-SA — Silent  Flame  Oil  Burner,  Model  M. 
175-37-SA— Airnoil  Burner  and  Perfex  Airnoil  Burner. 

Cases  listed  in  the  Reserve  Calendar  are  cases  «/>o, 
which  action  by  the  board  has  been  deferred  pending  con 
mittee  reports  of  this  board,  court  or  department  action 
and  will  remain  thereon  until  the  aforesaid  reports ,  cou 
or  de partmental  actions  are  consummated  IV hereupon  tb 
case  or  cases  will  be  restored  to  the  regular  calendar  art , 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  tb 
appellant  or  applicant  of  record  ( 
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lis  issue  of  the  Bulletin  contains,  in  the  order  given — 
[►cket. 

•  urt  Decision, 
les  Directory. 

■11  of  Clerk’s  Calendar. 

Ie  Hearing  Calendar. 

mutes  of  Regular  Meeting,  May  11,  1937,  at  10  A.  M„ 
Effecting  Calendar  Numbers  80-22- BZ,  42-37-BZ,  205- 

9- BZ,  8-37-BZ  and  968-24-BZ. 

-nutes  of  Regular  Meeting,  May  11,  1937,  at  2  Pj  M„ 
effecting  Calendar  Numbers  206-37-BZ,  404-31-BZ,  51- 
0-BZ,  935-19-BZ,  352-29-BZ,  281-36-BZ,  80-22-BZ,  197- 
7-A,  198-37-A,  199-37-A,  154-37-A,  222-24-A,  297-35-A, 
31-34-A,  140-37-S,  29-35-SA,  341-33-SA,  136-34-SA, 

10- 36-SA,  209-32-SA,  23-37-SA,  155-37-SA  and  305-36- 
M. 

•rection  Affecting  Calendar  Number  313-36- A. 

1  Burner  Rules, 
oking  in  Factory,  Rules. 

■  Jroved  Burners  for  Domestic  and  Commercial  Use. 

'  t  Rules — Revolving  Doors. 

J  roved  Range  Oil  Burners  and  Space  Heaters. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

AH  hearings  are  held  in  Room  1013,  Municipal  Building. 
Manhattan.  * 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en- 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any 
and  will  be  called  in  Room  1013,  Monday,  May  17,  1937, 
at  2  o  clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  May  24,  1937,  at  2  o’clock. 

The  Clerk’s  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  May  12,  1937 
Cal.  No.  Department  Premises  affected 

206-37-BZ . D.B.M . 125-135  East  87th  street  and 

1294  Lexington  avenue, 

northwest  corner  (Block 
1516,  Lots  13,  13 y2,  14,  15, 

15/2,  16),  Borough  of  Man¬ 
hattan,  App.  108-37. 


207-37-BZ . D.B.R . 1490  Clove  road,  southeast  cor¬ 

ner  of  Troga  street  (Block 
661,  Lot  7),  West  New 
Brighton,  Borough  of  Rich¬ 
mond,  Applic.  343-37. 


208-37-BZ . D.B.Q . 22-65  31st  street,  east  side, 

182  ft.  6  in.  north  of  23rd 
avenue  (Block  833,  Lot  12), 
Astoria,  Borough  of  Queens, 
Decision. 


209-37-A . D.B.B . 21-29  Washington  street  and 

104-1 16  P  1  ym  outh  street 
southeast  corner  (Block  28, 
Lots  1,  5,  23  and  26),  Bor¬ 
ough  of  Brooklyn, 

12268-L.F. 


210-37-BZ . D.B.M . 123  West  56th  street,  north 

side,  325  ft.  west  of  6th  ave¬ 
nue  (Block  1009,  Lot  19), 
Borough  of  Manhattan, 

App.  242-37. 


211-37-BZ . D.B.R . 1214  Castleton  avenue,  south¬ 

east  corner  of  Taylor  street 
(Block  211,  Lot  32),  West 
New  Brighton,  Borough  of 
Richmond,  Applic.  428-37. 


212-37-A . D.B.B . 897  Manhattan  avenue  and  154 

Greenpoint  avenue,  south¬ 
west  corner  (Block  2563,  Lot 
41),  Borough  of  Brooklyn, 
Applic.  5831-37. 


213-37-S . D.B.Bx . 365-371  Canal  place  and  223-229 

E.  141st  street,  northwest 
corner  (Block  2340,  Lot  145), 
Borough  of  The  Bronx, 

Order  76-37. 


214-37-SA . F.D . Lattner  Gravity  Oil  Burner, 

Models  A,  B,  C  and  D, 

Appliance. 


Restored  to  Calendar 

29-35-SA . F.D . Korth  Oil  Burner,  Model  E, 

Appliance. 


341-33-SA . F.D . Volcano  Automatic  Oil  Burner, 

Model  E,  Appliance. 


136-34-SA . F.D . Aetna  Range  Oil  Burner, 

Model  27-SGD,  Appliance. 


CODE 

D.B . Department  of  Buildings 


H.D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

( 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


COURT  DECISION 

Matter  of  14th  St.  Warehouse  Corpn.  (Murdock) — On  February 
24,  1937,  the  board  denied  application  for  change  of 
occupancy  to  a  public  garage,  in  business  district,  un- 
der  section  21,  Cal.  No.  370-36-BZ,  premises  533  East 
14th  street  and  240  Avenue  B,  N.W.  corner,  Manhat¬ 
tan,  on  the  ground  that  section  21  of  the  building  zone 
resolution  prohibiting  change  of  use  of  any  building  to 
a  public  garage  on  any  portion  of  a  street  between  two 
intersecting  streets,  in  which  portion  there  exists  an 
exit  from  or  an  entrance  to  a  public  school,  is  manda¬ 
tory  and  the  board  has  no  power  to  vary  its  applica¬ 
tion.  Mr.  Justice  Shientag  sustained  the  Board’s  deci¬ 
sion  (N.Y.L.J.  May  11,  1937)  holding  in  part: 

“The  statute  is  concerned  with  two  distinct  situa¬ 
tions.  The  first  deals  with  that  portion  of  a  street 
that  lies  between  two  parallel  streets  that  intersect 
it.  If  an  entrance  to  a  school  is  situated  on  eitherl 
side  of  such  portion  of  the  street,  no  garage  may 
be  located  on  either  side  of  that  street  no  matter 
what  its  distance  from  the  entrance  to  the  school 
may  be.  This  is  true  whether  the  garage  has  its 
entrance  on  that  portion  of  the  street  or  not  (Boyd 
v.  Walsh,  217  App.  Div.,  461,  aff’d  244  N.Y.,  512). 
This  is  the  situation  with  which  we  are  here  con¬ 
cerned.  Avenues  A  and  B  are  parallel  streets,  both 
of  which  intersect  14th  street.  No  garage  can  be 
established  on  either  side  of  Fourteenth  street  be¬ 
tween  Avenues  A  and  B  however  distant  from  the: 
school.  This  is  so  even  though  the  entrance  to 
the  garage  is  on  Avenue  B.  Though  the  risk  of 
cars  passing  into  and  out  of  the  garage  is  thus 
eliminated,  the  other  hazards  still  remain.  The 
other  situation  covered  by  the  building  zone  resolu¬ 
tion,  which  is  not  presented  here,  arises  when  the 
garage  is  not  located  on  the  same  portion  of  a 
street  cut  off  by  parallel  intersecting  streets  as  the 
school  is.  Thus,  for  example  suppose  that  this 
garage  were  situated  on  Fourteenth  street  between 
Avenues  B  and  C,  the  school  remaining  on  Four¬ 
teenth  street  between  Avenues  A  and  B.  The 
garage  would  then  be  permitted  provided  its  nearest 
portion  was  at  least  200  feet  from  the  entrance  to 
the  school.  Other  hypothetical  situations  may  be 
suggested  but  are  of  no  concern  at  present.  The 
Board  of  Standards  and  Appeals  could  not  exer¬ 
cise  any  discretion  in  the  matter  and  was  compelled1 
to  deny  the  application.  In  Boyd  v.  Walsh  (supra), 
Merrill,  J.,  said  ‘It  seems  to  me  .  .  .  that  the  fair 
import  of  the  amendment  .  .  .  was  to  take  away 
from  the  Board  of  Standards  and  Appeals  any. 
power  to  vary  the  provisions  of  the  resolution  in' 
such  a  case  as  that  at  bar.  .  .  .  The  Board  of  Esti¬ 
mate  and  Apportionment  clearly  manifested  an  in¬ 
tent  to  positively  prevent  the  erection  of  a  garage 
for  more  than  five  cars  on  a  street  between  inter¬ 
secting  streets  where  a  school  or  hospital  is  located.’ 
From  the  very  nature  of  the  resolution  it  is  clear 
that  the  Board  of  Estimate  and  Apportionment  took 
into  account  the  positive  danger  attendant  upon 
school  children  going  to  and  from  school  when 
within  close  proximity  to  garages,  and  therefore 
removed  entirely  from  the  discretion  of  the  Board 
of  Standards  and  Appeals  all  power  to  vary  the 
resolution  under  any  circumstances.  While  legiti¬ 
mate  business  should  not  be  stifled  or  restricted  by 
unnecessary  hardships,  such  considerations  _  must 
yield  to  the  greater  public  interest  involved  in  the 
maintenance  of  safeguards  for  school  children.  .  .  •’ 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ...  Feb.  2,  1937 — Vol.  22,  No.  5 
Certificate  of  Occupancy,  approved 

forms  . Aug.  2,  1932 — Vol.  17.  No.  31 

Concrete  Flat  Slabs,  Rules . Mar.  30,  1937 — Vol.  22,  No.  13 
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^onerete  Rules  (Hydrated  Lime)... May  4,  1937 — Vol.  22,  No  18  1  C7  27  -n t  " 

elevator  rules  . 3’  ig3fi_Vn,  Vt°'  157-37-BZ. 

£xit  Rules  (Revolving  Doors) . May  18,’  1937— Vol'  22’  No'  20  APPLICANT  T  «  •  w  ,  p  „ 

““arm  RuK 'anteViAA- . *Ia7  “•  1937-Val .'  !!,’  No.’  19  Man.T^  ^  &  Kanter<  for  BrasS  Goods 

•'ire  Drill  Rules  . 166'  ^^-Vol.  22,  No.  7  PRFMTEa<?uf“C^rl”f ,  Company,  owner. 

•ire  Retarding  Rules  for  Garages',  6’  1937~ Vo1-  22*  No.  14  REMISES— 335A  Eidert  street,  north  side,  220  ft.  west 

»;*•  S  i;  Sj  ll  of'^A3413,  Lot  Nos- 41 

jarihutaoIe Rules  ?f. . “i .*  I ;  .* .* '.Jj$  21/  JSJtvd  io'  No'  14  APPLIGATION,  under  sections  7a,  7c  and  21  of  the 
[iltCBurnyerPrR0,lC,ti0n  . I?™  5’  ^8-Voi  13,’  No.'  23  TO  ^  r??°luti°n> 

aint,  Varnifh  SnJ  Lacquer*  SpYa'y'  7  18,  1937-VoL  22>  No.  20  T0  PEP^-IT  m  a  re*ldence  use.  district  the  erection  and 

tatR«ta  ...  .. . ..Nov.  27,  1934-Vol  19  No  48  ,°f  a,n  ^tension  to  an  existing  factory 

umbinv  Rule,8’  Spfclfic;ltTons  for.Nov.  24,  1936— Vol.  2i',  No'.  47  building  which  is  located  partly  in  a  residence 

so4’  SfcSj-  %  S°-  !f  use  and  par,ly  “ a  business  us=  <«*«<*. 

efrj?erai'n8  Systems,  Extract  C.O.May  1  ]  j  1937 _ Val  22'  No  19  _ 

™5i!,' RiSST:*'.  f"-'&  Jr8’  j Vol’.  22,  No:  20 

SSS3 I  S:  1 1»: 

“k  Trucks!  cSilS'J:  if  1!:  «  Sk,W*”»  ^  Applications 

hr%  ?las^.RufIeTS  iAmendment  to  '  ’  ‘  h  No’  47  NOTICE  IS  HEREBY  GIVEN  bv  the  Board  of  Stand 

Rule  of  Industrial  Code). .Apr.  10,  1923-Vol.  8,  No.  IS  arfds  andK  APPeals  of  a  public  hearing  under  the  provisions 

LIST  OF  APPROVED  APPLIANCES  ?q  1Q37  at  in g  ’ Zi°nf  r.escdution>  Tuesday  morning,  May 

A  f2-  g-  •»  on' the  °°m  '  Municipal  BuMing' 

tel  Oil  Burners  for  Domestic  and  P  ’  1937~Vo1-  22>  No.  16 

b  §1  S  nS:  I?  CAI“  N0-  207-33-BZ-Application  of  The  O’Brien  Building 

.el  Oil  PumJx  W  .  Vr  !»•  J^=™.  |2.  No.  i|  Co.,  Inc  applicant  and  owner,  re- 

:nnt,  Varnish  and  Lacquer  Spray-  P  ’  °’  1937  V  ‘  22,  No-  16  opened  November  17,  1936,  under  sec- 

mgeg  OnU,PBu?ners*'knd  "w;Nov-  26,  193s-Vol.  20,  No.  48  *10n  7h  ?f.the  building  zone  resolution, 

Heaters  „"™erf..  “d. .. fffffiiay  18  1937  Vol  22  n  2n  to  permit  in  a  business  use  district  the 

y  18,  1937~Vo1-  22.  No.  20  parking  of  more  than  five  (5)  motor 

-  vehicles  (previously  withdrawn  under 

section  21  of  the  building  zone  resolu- 
CALL  OF  CLERK’S  CALENDAR  tion)  •  Premises  3090-3102  Webster 

MONDAY  MAY  17  1027  at  •»  d  avenue  and  401-409  East  203rd  street, 

iviuinuay,  MAY  17,  1937,  AT  2  P.  M.  southeast  corner  (Block  No.  3330,  Lot 

Building  Zone  Cases  ^i?S'  ’  b7  and  d8),  Borough  of 

37  BZ  The  Bronx. 

'  m<w2Jr,  et'ai',SownerParklnB  Statlon’  for  John  A-  CAI"  N0-  39-37-BZ— Application,  January  30,  1937,  under 
DEMISES— 146-148  West  31st  street  south  side  200  ft  sections  7a  7c  and  21  of  the  building 

6  in.  east  of  Seventh  avenue  (Block  No  806  Lot  ZOne  reso.!utlon’  of  Cafiero  and  Lacer- 

Nos.  68  and  69),  Borough  of  Manhattan"  ’  T^n  appllca”ts’  0n  behalf  of  Margaret 

PLICATION,  under  sections  7h  and  21  of  the  building  MafrgUente  E-  Quinn  .and 

zone  resolution,  g  Bessie  Schwartz,  owners,  to  permit  in 

[)  PERMIT  in  a  retail  use  district  the  parking  or  stor-  anb^;nf;SS  USC  d!?tnct  th.e  extension  of 

age  of  more  than  five  (5)  motor  vehicles  i  existing  gasoline  service  station  and 

K  J  °r  venicles-  also  the  inclusion  of  a  brake  testing 

27  R7  s,elvl£e'>  Premises  2-8  Matthews  place, 

t  ,  {"?  Slocum  place  and  619-641  Coney 

frLICANT — John  Arthur  Rofrano,  for  William  E  Island  avenue,  east  side,  between  Mat- 

Russell  trustee  under  declaration  of  trust,  Series  and  Slocum  place  (Block 

C-2,  New  York  Title  and  Mortgage  Company  Po!  ,^os-  and  74),  Bor- 

owner.  u  r,  ough  0£  Brooklyn. 

EMISES— 200  West  112th  street  and  1844-1848  Seventh 

No"^) , borough  oTMa’nhattan^  N°'  ‘827’  L°‘  N°'  20-36-BZ-Applica,io„  of  Ely  Jacques  Kahn,  ap- 

PLICATION,  under  section  21  of  the  building  zone  phcant,  on  behalf  of  James  A.  Trow- 

resolution,  Building  zone  bridge,  Jr.  and  Emigrant  Industrial 

PERMIT  in  a  residence  use  district  the  extension  in  0^000^7^2  [oiT^d  U”der 

area  of  an  existing  store  in  the  first  storv  of  an  Sv?  S,  pf  2’  1937>  under  sec- 

existing  multiple  dwelling  y  flon  building  zone  resolution, 

to  permit  in  a  business  use  district  the 

'  jjy  erection  and  maintenance  of  a  gaso- 

^ne  service  station;  premises  101-103 

PLIC^T~J°hn  C-  Wandell  Company,  for  Eugene  T  East  108th  street  and  1481-1483  Park 

,  Muldoon,  owner.  avenue,  northeast  corner  (Block  No. 

EMISES— -112-116  Newton  street,  127  Bayard  street  Nos‘  1  and  Borough  of 

and  442-464  Manhattan  avenue,  east  side  from  Manhattan. 

Newton  street  to  Bayard  street  (Block  No.  2719, 

’Ll  CATION,  under*  secti'ons°7eUand021  ^Tth^biiilding  ^  N°'  46-37-BZ-APP1Icatjon.  Eeb™a^.  5,  1937,  under 
zone  resolution,  g  section  21  of  the  building  zone  resolu- 

PERMIT  in  a  business  use  district  the  extension  of  an  tl0nfi  °u  i?obcer^)  *1'  Wfden.  applicant, 

Si„g  garage  f0r  more  than  five  (S)  mo(or  ye.  Hue^'Ll^rit'  S' 

to  permit  in  a  residence  use  district 
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the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  90- 
61  Myrtle  avenue,  north  side,  575  ft. 
east  of  Woodhaven  boulevard  (Block 
No.  3883,  Lot  No.  1),  Glendale,  Bor¬ 
ough  of  Queens. 


ting  in  a  business  use  district  the  erec 
tion  and  maintenance  of  a  gasolini 
service  station;  premises  1-19  Fiftl 
avenue,  622-628  Atlantic  avenue  am 
623-627  Pacific  street  (Block  No.  1119 
Lot  No.  1),  Borough  of  Brooklyn. 


cal.  no.  205-29-BZ — Application  of  Michael  Levine,  appli¬ 
cant,  on  behalf  of  Whitestone  Service 
Station,  Inc.,  owner,  reopened  under 
new  proposal  January  19,  1937,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  a  resi¬ 
dence  use  district  the  extension  of  an 
existing  gasoline  service  station  which 
was  granted  by  the  board  for  a  tem¬ 
porary  period;  premises  157-30  Wil¬ 
letts  Point  boulevard,  southeast  corner 
of  Cross  Island  boulevard  (Block  No. 
619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


cal.  no.  42-37-BZ — Application,  February  4,  1937,  unde 
sections  7a  and  21  of  the  building  zom 
resolution,  of  Alfred  H.  Eccles,  appli 
cant,  on  behalf  of  Camager  Corpora 
tion,  owner,  to  permit  in  a  busines. 
use  district  the  extension  of  an  exist 
ing  gasoline  service  station ;  premise 
89-06  to  89-14  Myrtle  avenue  and  82-0; 
to  82-10  Woodhaven  boulevard,  south 
west  corner  (Block  No.  3866,  Lot  No 
160),  Glendale,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  24,  1937,  AT  2  P.  M. 


MAY  18,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

169-37-A — 752-754  First  avenue  and  401-403  East  42nd 
street,  northeast  corner  (Block  No.  1354, 
Lot  Nos.  1,  2  and  4l/2),  Borough  of  Man¬ 
hattan. 

197-37-A — South  side  of  Flatlands  avenue,  approximately 
200  ft.  east  of  Ralph  avenue  (Block  No. 
8012,  Lot  Nos.  1  and  300),  Borough  of 
Brooklyn. 


Building  Zone  Cases 

315-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Annie  Gros 
sarth,  owner. 

PREMISES— 42-54  Remsen  avenue,  southwest  corner  oi 
East  51st  street  (Block  No.  4591,  Lot  No.  10  am 
part  of  Lot  No.  12),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zom 
resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  ant 
maintenance  of  a  gasoline  service  station. 


198- 37-A — West  side  of  Hendrix  street,  265  ft.  south  of 

the  center  line  of  Fairfield  avenue  (Block 
No.  4441,  Lot  No.  9),  Borough  of 
Brooklyn. 

199- 37-A — West  side  of  134th  street,  195  ft.  south  of 

150th  avenue  (Block  No.  2720,  Lot  No. 
24),  Jamaica,  Borough  of  Queens. 

174-37- A — 29-44  Northern  boulevard,  southeast  corner  of 
Skillman  place  (Block  No.  239,  Lot  No. 
23),  Long  Island  City,  Borough  of 
Queens. 

212-37- A — 897  Manhattan  avenue  and  154  Greenpoint  ave¬ 
nue,  southwest  corner  (Block  No.  2563, 
Lot  No.  41),  Borough  of  Brooklyn. 

Appliance  Submitted  for  Approval 

183-37-SA — Liquid  Safety  Tank  Filling  Valve. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May 
18,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  401-31-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Apperson 
Realty  Corporation,  owner,  reopened 
April  27,  1937  for  consideration  as  to 
extension  of  time — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permit- 


37 4-36-BZ. 

APPLICANT — Peter  Wernsdorf  (lessee),  for  Elizabetl 
Bleser,  owner. 

PREMISES — 80-05  Cypress  avenue,  southeast  corner  o 
Cooper  avenue  (Block  No.  3731,  Lot  No.  133) 
Ridgewood,  Borough  of  Queens. 

APPLICATION,  under  sections  7c  and  21  of  the  buildinj 
zone  resolution. 

TO  PERMIT  in  a  business  use  district  the  erection  ant 
maintenance  of  a  gasoline  service  station. 

40-37-BZ. 

APPLICANT — Robert  A.  Schnepper,  for  Annie  M.  Clark 
owner. 

PREMISES — 158-26  to  158-32  Liberty  avenue  and  105-0. 
to  105-06  159th  street,  southwest  corner  (Blocl 
No.  1118,  Lot  No.  26),  Jamaica,  Borough  oi 
Queens 

\PPLICATION,  under  section  21  of  the  building  zom 
resolution. 

TO  PERMIT  in  a  residence  use  district  the  erection  ant 
maintenance  of  a  gasoline  service  station. 


712-26-BZ. 


APPLICANT — Philip  H.  Reid,  owner.  _ 

PREMISES — 2205-2211  Emmons  avenue,  north  side,  29, 
ft.  in-  east  of  East  21st  street  (Kenmore  place) 
(Block  No.  7496,  Lot  No.  193),  Borough  of  Brook¬ 


lyn. 

APPLICATION,  under  section  21  of  the  building  zont 
resolution  (reopened  November  4,  1936), 

TO  PERMIT  partly  in  a  residence  use  district  and  parti; 

in  a  business  use  district  the  maintenance  of  < 
gasoline  service  station,  previously  granted  by  th< 
board  for  a  temporary  period  (time  limitation  ha; 
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lapsed)  and,  also  the  further  use  of  the  plot  for 
battery  and  brake  service  shop  and  parking  of 
more  than  five  (5)  motor  vehicles. 


MAY  25,  1937.  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
3r  Si  u  Ppea^s  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  May  25 
1937,  at  10  o  clock,  m  Room  1013  Municipal  Building  on 
the  following  matters : 

cal.  no.  47-37-BZ— Application,  February  5,  1937,  under 
sections  7b  and  21  of  the  building  zone 
resolution,  of  Victor  Santini,  appli¬ 
cant,  on  behalf  of  Amelia  Murphy,  et 
ah,  owners,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  an  un¬ 
restricted  use  district  the  parking  of 
more,  than  five  (5)  motor  vehicles; 
premises  530-532  Bergen  avenue,  east 
side,  72.93  ft.  north  of  East  148th 
street  (Block  No.  2293,  Lot  Nos.  33 
and  34),  Borough  of  The  Bronx. 

cal.  no.  272-36-BZ— Application,  September  14,  1936,  un¬ 
der  sections  7h  and  21  of  the  building 
zone  resolution,  of  Goldschlag  and 
Kron,  applicants,  on  bahalf  of  Mayjay 
Realty  Corpoiation,  owner,  to  permit 
in  a  business  use  district  the  parking 
of  more  than  five  (5)  motor  vehicles; 
premises  1-5  Second  avenue  and  98-112 
East  Houston  street,  northwest  corner 
(Block  No.  456,  Lot  No.  34),  Borough 
of  Manhattan. 

cal.  no.  28-37-BZ— Application,  January  25,  1937,  under 
sections  7b  and  21  of  the  building  zone 
resolution,  of  A.  J.  Daidone,  applicant, 
on  behalf  of  David  Cotrone,  owner,  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  alteration  and  change  of  occupancy 
of  part  of  an  existing  building  from 
residence  use  to  business  use  (store)  ; 
premises  1813  64th  street,  north  side, 
90  ft.  10J4  in.  east  of  18th  avenue 
(Block  No.  5540,  Lot  No.  73),  Bor¬ 
ough  of  Brooklyn. 

AL.  no.  75-37-BZ— Application.  February  25,  1937,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Leo  Sussman,  applicant 
and  lessee,  on  behalf  of  East  New 
York  Savings  Bank,  owner,  to  permit 
in  a  business  use  district  the  parking 
or  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  38-48  Livonia 
avenue,  southwest  corner  of  Barrett 
street  (Block  No.  3581,  Lot  Nos.  32 
and  33),  Borough  of  Brooklyn. 

.  HARRIS  H.  MURDOCK,  Chairman. 


95  1Qt7b  d9ng.Z,°nf  reso'mion-  Tuesday  afternoon,  May 
nn  th\an  2  .oclock’  ,n  Room  1013,  Municipal  Building, 
£"5®  Rowing  matter,  except  cases  which  have  been 
fufthpr  °"  WfhlCh  decision  has  been  reserved  without 
*her  arfument  Peking  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

CAL.  NO.  385-36-BZ— Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station;  premises  545 
(525  old  number)  Forest  avenue,  north 
side,  /0 .37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West 
Brighton,  Borough  of  Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  JUNE  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

293-36- BZ 

APPLICANT— Lama  and  Proskauer.  for  Christina  Hin- 
Ferdmand  Nestlen,  owners. 

PREMISES— 344-346  Eldert  street,  southeast  corner  of 
Irving  avenue  (Block  No.  3419,  Lot  Nos.  31  and 
37),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution. 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
m  a  residence  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 

74-37-BZ 

APPLICANT— A.  J.  Simberg,  for  Benjamin  Lazaroff 
owner. 

PREMISES— 255  West  18th  street,  north  side,  100  ft  east 
of  8th  avenue  (Block  No.  768,  Lot  No.  7)  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution. 

TO  PERMIT. in  a  residence  use  district  the  extension  of 
an  existing  business  use  and,  also,  the  omission 
ot  the  required  rear  yard. 


MAY  25,  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ds  and  Appeals  of  a  public  hearing  under  the  provisions 


JUNE  2,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
a,and  Appeals  of  a  public  hearing  under  the  provisions 
?n  inr7  in g  ?°,ne,  re;s°bition,  Wednesday  morning,  June 
’  u  r  a»  °  dock,  in  Room  1013,  Municipal  Building 
on  the  following  matters :  6 

cal.  no.  92-37-BZ— Application,  March  8,  1937,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Goldwater  and  Flynn 
applicants,  on  behalf  of  Municipal  Ser¬ 
vice  Real  Estate  Co.,  Inc.,  owner,  to 
permit  in  a  business  use  district  the 
parking  or  storage  of  more  than  five 
(5)  motor  vehicles;  premises  912  East 
172nd  street  and  1509-1519  Southern 
boulevard,  southwest  corner  (Block 

Rot  ^°'  103),  Borough  of 
1  he  Bronx. 


577 


CALENDAR 


cal.  no.  206-37-BZ— Application,  May  5,  1937,  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion  of  Harry  P.  Jaenike,  applicant,  on 
behalf  of  Emanuel  Ornstein,  owner, 
to  permit  the  extension,  from  a  busi¬ 
ness  use  district  into  a  residence  use 
district,  of  a  proposed  business  build¬ 
ing;  premises  125-135  East  87th  street 
and  1294  Lexington  avenue,  north¬ 
west  corner  (Block  No.  1516,  Lot 
Nos.  13,  ny2,  14,  15,  15 y2  and  16), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  8,  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
8,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 


on  the  following  matter: 

cal.  no.  80-22-BZ— Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Ordham  Real¬ 
ty  Corporation,  owner,  reopened  under 
new  proposal  December  15,  1936.  under 
sections  7G  and  21  of  the  building 
zone  resolution,  to  permit  on  a  plot  of 
ground  located  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  conversion  of  occu¬ 
pancy  of  two  (2)  buildings  located 
thereon;  the  easterly  building  to  in¬ 
clude  a  garage  for  more  than  five  (5) 
motor  vehicles  and  the  westerly  build¬ 
ing  to  include  a  motor  vehicle  repair 
shop.  (There  is  an  existing  gasoline 
service  station  on  this  plot) ;  premises 
450-458  and  460-470  East  Fordham 
road,  south  side,  95  ft.  east  of  Third 
avenue  (Block  No.  3033,  part  of  Lot 
No.  60),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MAY  11,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  May  4,  1937  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
May  4,  193.7,  were  approved  as  printed  in  Bulletin  No.  19, 
Vol.  XXII. 


BUILDING  ZONE  CASES 

80-22-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  Ordham  Realty 
Corporation,  owner. 

SUBJECT — Application  reopened  under  new  proposal  De¬ 
cember  15,  1936 — (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  on  a  plot  of  ground  lo¬ 
cated  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  conversion  of  occu¬ 
pancy  of  two  (2)  buildings  located  thereon;  the 
easterly  building  to  include  a  garage  for  more 
than  five  (5)  motor  vehicles  and  the  westerly 
building  to  include  a  motor  vehicle  repair  shop. 
There  is  an  existing  gasoline  service  station  on 
this  plot. 

PREMISES  AFFECTED— 450-458  and  460-470  East  Ford- 
ham  road,  south  side,  95  ft.  east  of  Third  avenue 
(Block  No.  3033,  part  of  Lot  No.  60),  Borough 
of  The  Bronx. 

APPEARANCES— 

For  Applicant :  J.  Sidney  Bernstein,  Max  Siegel 
and  Sol  Bloom. 

For  Opposition :  Earl  I.  Gallant. 

ACTION  OF  BOARD — Laid  over  to  Tune  8,  1937  at  2 
P.  M.  Applicant  to  amend  application  to  include 
Section  7-g. 


42-37-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Camager  Corpora¬ 
tion,  owner. 


SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  an  existing  gasoline 
service  station. 

PREMISES  AFFECTED— 89-06  to  89-14  Myrtle  avenue, 
and  82-02  to  82-10  Woodhaven  boulevard,  south¬ 
west  corner  (Block  No.  3866,  Lot  No.  160),  Glen¬ 
dale,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  H.  Eccles  and  John  Rear¬ 
don. 

For  Opposition :  Harry  J.  Beckwitt,  Henry.  W. 
Schober,  Frank  X.  Lutz,  and  Charles  Klein. 
ACTION  OF  BOARD— Laid  over  to  May  18,  1937  at  2 
P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


205-29-BZ. 

APPLICANT— Michael  Levine,  for  Whitestone  Service 
Station,  Inc.,  owner. 

SUBJECT — Application  reopened  January  19,  1937  under 
new  proposal — (re  decision  of  the  commissioner 
of  buildings)  under  sections  7c  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  extension  of  an  existing  gasoline  serv¬ 
ice  station  which  was  granted  by  the  board  for  a 
temporary  period. 

PREMISES  AFFECTED— 157-30  Willetts  Point  boule¬ 
vard,  southeast  corner  of  Cross  Island  boulevard 
(Block  No.  619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Michael  Levine. 

For  Opposition:  None. 

ACTION  OF  BOARD— Laid  over  to  May  18,  1937  at  10 
A.M.  Applicant  to  submit  revised  blueprints. 


8-37-BZ. 

APPLICANT — Lama  and  Proskauer  for  South  Brooklyn 
Savings  Bank,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
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of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  an  unrestricted  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED — 113-125  Hamilton  avenue  and 
306-314  Columbia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

For  Opposition :  Louis  Iervolino. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  . 0 

Absent  .  0 


THE  RESOLUTION— 

(8-37-BZ) 

Whereas,  Lama  and  Proskauer,  for  South  Brooklyn 
Savings  Bank,  owner,  filed  January  11,  1937,  an  application 
under  the  building  zone  resolution  to  permit  partly  in  a 
business  use  district  and  partly  in  an  unrestricted  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station;  premises:  113-125  Hamilton  avenue  and  306-314 
Columbia  street,  northwest  corner  (Block  No.  362,  Lot  No. 
1),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  11,  1937,  after  due  notice  by  publication  in 
.the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Hamilton  avenue  is  in  an 
unrestricted  and  business  use  district ;  Columbia  street  is 
in  a  business  and  unrestricted  use  district;  Woodhull  street 
is  in  a  business  and  unrestricted  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  5,  1937,  re  Application  No.  15077-1936, 
reads : 

“Proposed  gasoline  service  station  to  be  located 
partly  in  a  business  district  and  partly  in  an  unre¬ 
stricted  district  is  contrary  to  Art.  II,  Sect.  4a  of  Zone 
Resolution.” 
and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  102  ft.  3  in.  on  Wood- 
hull  street,  143  ft.  2  in.  on  Hamilton  avenue  and  100  ft.  3  in. 
on  Columbia  st.  A  small  irregular  shaped  area  at  the  west 
end  of  the  plot  is  in  the  unrestricted  use  district  and  the 
remainder  of  the  plot  is  in  the  business  use  district.  It  is 
proposed  to  demolish  the  buildings  on  the  site  and  to  erect 
thereon  a  one  story  building  of  50  ft.  by  24  ft.  in  area  to 
be  used  as  office,  lubritorium  and  auto  laundry  and  also, 
the  necessary  tanks  and  pumps  for  a  gasoline  service  sta¬ 
tion  ;  and 

Whereas,  this  plot  according  to  plans  approved  bv  the 
Board  of  Estimate  and  Apportionment  is  to  be  used  if 
and  when  the  proposed  tunnel  is  built  as  part  of  tunnel 
entrance ;  and 

Whereas,  the  plo+  was  inspected  prior  to  the  hearing 
by  a  committee  of  the  board  so  as  to  be  informed  as  to 
the  surroundings ;  and 

Whereas,  the  board  deemed  because  of  the  shape  and 
island  location  of  the  plot  and  particularly  because  of  the 
uncertainty  of  the  plot  being  required  for  the  new  Ham¬ 
ilton  avenue  tunnel  project  precluding  its  development  ex¬ 
cept  temporarily  until  it  is  determined  whether  the  plot 
will  be  so  required,  that  the  applicant  was  entitled  to  tem¬ 
porary  relief  under  section  21. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  annlication  be  and  it  hereby  is  granted  for  a  period  of 
five  (5)  years,  from  the  date  of  this  action,  under  section 


21,  permitting  the  plot  under  appeal  to  be  used  for  gaso¬ 
line  service  station  on  condition  that  the  present  buildings 
on  the  site  shall  be  completely  demolished  and  the  plot 
levelled  generally  to  the  grade  of  Hamilton  avenue;  that 
accessory  building  shall  not  exceed  one  story  in  height 
and  shall  be  arranged  for  office,  lubritorium  and  laundry ; 
that  the  accessory  building  shall  be  constructed  of  fireproof 
materials  except  that  the  roof  beams  and  roof  boarding, 
window  frames  and  windows,  door  frames  and  doors  may 
be  of  wood  provided  the  ceilings  throughout  are  fire-re¬ 
tarded  in  accordance  with  the  Rules  of  the  Board  of 
Standards  and  Appeals  and  the  roof  is  surfaced  with  non¬ 
flammable  material ;  that  there  shall  be  no  excavation  under 
this  building  except  pits  for  the  greasing  racks;  that  the 
front  of  the  greasing  section  shall  have  no  doors;  that  the 
balance  of  the  plot  where  not  occupied  by  the  accessory 
building  shall  be  cement-paved;  that  no  pumps  shall  be 
erected  nearer  than  15  ft.  to  the  building  line;  that  curb 
cuts  shall  not  exceed  two  (2)  from  Hamilton  avenue,  not 
exceeding  30  ft.  in  width  each,  one  from  Columbia  street 
not  exceeding  25  ft.  and  one  from  Woodhull  street  not 
exceeding  25  ft. ;  that  there  shall  be  erected  on  the  corner 
formed  by  the  intersection  of  Columbia  street  and  Hamil¬ 
ton  avenue  and  on  the  corner  formed  by  the  intersection 
of  Woodhull  street  and  Hamilton  avenue,  cement  plat¬ 
forms  not  less  than  12  in.  in  height  and  extending  along 
either  street  from  intersections  a  distance  of  not  less  than 
5  ft. ;  that  advertising  shall  be  limited  to  illuminated  globes 
of  the  pumps  and  to  a  permanent  sign  attached  to  facade 
of  accessory  building,  excluding  all  temporary  signs  and 
roof  signs  but  permitting  the  erection  within  the  building 
line  of  two  (2)  post  standards  to  support  signs  which  may 
be  illuminated  and  advertising  only  the  brand  of  gasoline 
sold  on  the  premises,  provided  these  signs  do  not  extend 
more  than  4  ft.  beyond  the  building  line;  that  no  portable 
gasoline  pumps  shall  be  used  on  or  from  the  premises ; 
that  there  shall  be  no  automobile  repairing  and  no  parking 
of  cars  other  than  those  being  serviced  ;  that  revised  plans, 
showing  the  rearrangement  of  accessory  buildings  and 
pump  installation,  as  herein  required,  shall  be  filed  with 
the  board  and  approved  by  the  chairman  in  behalf  of  the 
board  before  same  are  filed  with  the  commissioner  of 
buildings ;  and  that  all  permits  shall  be  obtained  and  all 
work  shall  be  completed  within  one  year  after  such  ap¬ 
proval  by  the  chairman. 


968-24-BZ. 

APPLICANT — Thomas  O’Rourke  Gallagher,  for  Thomas 
Nickolopulos,  owner. 

SUBJECT — Application  reopened  September  15,  1936 — 
(re  decision  of  the  commissioner  of  buildings) 
under  section  21  of  the  building  zone  resolution,  to 
permit  in  a  residence  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  mul¬ 
tiple  dwelling  to  business  use  (store). 
PREMISES  AFFECTED— 1932  Kings  highway  and  2102- 
2110  Ocean  avenue,  southwest  corner  (Block  No. 
6782,  Lot  No.  23),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Thomas  O’Rourke  Gallagher. 

For  Opposition:  Harry  W.  Berg,  Harold  S.  Kohn, 
A.  M.  Silverman,  Charles  T.  Dodd,  Jr.,  Gerard 
J.  Friedberg,  Tames  S.  Kleinman,  A.  Cirter- 
nino,  Joseph  Fennelly,  Jr.  and  Michael  E.  Pel¬ 
legrino. 

AFTTON  OF  BOARD — Application  denied. 

THE  VOTE— 

Affirmative  .  0 

Negative:  Chairman  Murdock.  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Absent  .  0 

THE  RESOLUTION— 

(968  24-BZ) 

Whereas,  Otto  Henschel,  for  Michael  Pellegrino,  and 
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other  owners,  filed  July  24,  1924,  an  application  under  the 
building  zone  resolution  to  permit  in  a  residence  use  dis¬ 
trict  the  erection  and  maintenance  of  buildings  to  be  used 
for  store  purposes  on  the  first  story  and  dwelling  use 
above,  premises :  1922-1926,  1930  and  1932  Kings  highway 
and  2110  Ocean  avenue,  southwest  corner  (Block  No.  6782, 
Lot  No.  19),  Borough  of  Brooklyn;  and 

Whereas,  this  application  was  granted  by  the  board 
February  17,  1925,  on  certain  conditions,  resolution  amended 
May  5,  1925,  February  2,  1932,  interpreted  July  26,  1932, 
amended  September  12,  1933,  May  5,  1935  and  October  1, 
1935 ;  and 

Whereas,  Thomas  O’Rourke  Gallagher,  for  Thomas 
Nickolopulos,  present  owner,  requested  an  amendment  of 
the  resolution  to  permit  in  a  residence  use  district  the 
alteration  and  change  of  occupancy  of  the  rear  part  of  the 
building  at  the  corner  of  Ocean  avenue  and  Kings  high¬ 
way;  premises:  1932  Kings  highway  and  2102-2110  Ocean 
avenue,  southwest  corner  (Block  No.  6782,  Lot  No.  23), 
into  a  store,  such  use  having  been  prohibited  by  the 
resolution;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  11,  1937,  after  due  notice  by  publication  in 
the  Buliletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Ocean  avenue  is  in  a  resi¬ 
dence  and  business  use  district ;  Kings  highway  is  in  a 
residence  and  business  use  district ;  Avenue  P  is  in  a  resi¬ 
dence  and  business  use  district;  East  19th  street  is  in  a 
residence  and  business  use  district  and  Quentin  road  is  in 
a  residence  district;  and  _ 

Whereas,  the  decision  of  the  commissioner  of  buildings, 


rendered  September  30,  1936,  re  App.  No.  14904-36,  reads: 

“1.  Proposed  change  of  occupancy  of  existing  apart¬ 
ment  to  store  not  permitted  in  residential  district. 
Art.  2,  Zone  Resol.” 

and 

Whereas,  the  building  is  of  non-fireproof  construction, 
4  stories  in  height,  with  a  frontage  of  28  ft.  8  in.  on  Kings 
highway  and  115  ft.  3  in.  on  Ocean  avenue;  permission 
was  granted  by  the  board  to  occupy  the  front  of  the  first 
story  of  this  building  facing  on  Kings  highway  for  a 
store  use,  but  prohibiting  any  business  use  or  display  on 
the  Ocean  avenue  front,  the  applicant  seeks  an  amend¬ 
ment  of  this  prohibition  and  permission  to  maintain  a 
business  use  in  the  entire  first  story  including  the  frontage 
on  Ocean  avenue,  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  Board  in  order  to  be 
informed  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  the  applicant  did  not 
substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution,  practical  difficulties  and  unneces¬ 
sary  hardship ;  and  that  the  requested  modification  of 
conditions  imposed  precluding  business  use  along  Ocean 
avenue  was  not  justified  being  based  solely  on  desire  to 
increase  income  from  the  premises  now  fully  rented. 

Resolved,  that  the  decision  of  the  Commissioner  of 
Buildings  be  and  it  is  hereby  is  affirmed  and  that  the  ap¬ 
plication  be  and  it  hereby  is  denied. 


Adjourned,  1:10  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MAY  11,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

206-37-BZ. 

APPLICANT— Harry  P.  Jaenike  for  Emanuel  Ornstein, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building 
zone  resolution  to  permit  the  extension,  from  a 
business  use  district  into  a  residence  use  district, 
of  a  proposed  business  building. 

PREMISES  AFFECTED— 125-135  East  87th  street  and 
1294  Lexington  avenue,  northwest  corner  (Block 
No.  1516,  Lot  Nos.  13,  1 3J4,  14,  15,  15#  &  16), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Harry  P.  Jaenike. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  June  2,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  May  18,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


404-31-BZ. 

APPLICANT — Ferdinand  Savignano  for  Aljon  Realty 
Company,  Inc.,  owner. 

SUBJECT — Application  reopened  April  6,  1937  for  consid¬ 
eration  of  an  amendment  to  the  resolution  re  de¬ 
cision  of  the  commissioner  of  buildings — re  appli¬ 
cation  granted  on  condition,  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of 
a  gasoline  service  station. 

PREMISES  AFFECTED— 6413-6423  Fort  Hamilton  park¬ 
way  and  951-961  65th  street,  northeast  corner 
( Block  No.  5743,  Lot  No.  40),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Arnold  W.  Lederer. 

For  Onnosition  :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  .  0 

Absent  .  •  •  0 

THE  RESOLUTION— 

(404-31-BZ) 

Whereas,  the  application  affecting  premises  6413-6423 
Fort  Hamilton  parkway  and  947-957  65th  street,  northeast 
corner  (Block  No.  5743,  Lot  No.  40),  Borough  of  Brook¬ 
lyn,  was  granted  bv  the  Board  on  January  29,  1932  on 
certain  condition,  amended  April  15,  1932,  May  10,  1932, 
July  19,  1932,  March  19,  1935,  May  21,  1935  and  June  18, 
1935  and  the  owner,  through  his  architect,  now  requests  a 
further  amendment;  and 
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Whereas,  this  application  was  reopened  by  vote  of  the 
Board  at  its  meeting,  April  6,  1937 ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular 
meeting,  May  11,  1937  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  Board  deemed  that  the  amendment  of  the 
resolution  as  requested  would  require  consideration. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  January  29,  1932,  as 
amended  by  resolutions  of  April  15,  1932,  May  10,  1932, 
July  19,  1932,  March  19,  1935,  May  21,  1935  and  June  18, 
1935,  so  that  as  amended  it  will  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  for  a  gasoline  service  station 
be  and  it  hereby  is  granted  on  condition  that  the  outside 
walls  of  the  present  buildings  located  on  the  easterly 
side  of  property  and  which  buildings  extend  from  65th 
street  to  the  northerly  lot  line  shall  be  faced  with 
light-colored  tile  or  enamel  brick  in  pane!  design  to 
the  top  of  parapet;  that  the  southerly  half  of  premises 
on  Fort  Hamilton  parkway  for  a  distance  of  about 
50  ft.  shall  be  developed  as  an  open  arcade,  one  story 
in  height,  the  office  to  be  located  at  center  rear  of  this 
arcade;  office  building  to  be  faced  with  light-colored 
tile  or  enameled  brick  in  the  same  manner  as  for  build¬ 
ings  previously  mentioned ;  parapet  walls  of  proposed 
arcade  under  this  modification  to  be  faced  with  attrac¬ 
tive  tile  or  masonry  finish,  all  columns  of  arcade  to  be 
faced  with  light-colored  enamel  brick  or  tile  of  the 
same  design  and  material  as  the  face  of  office  in  the 
arcade;  the  arcade  portion  of  the  gasoline  station  to 
terminate  not  more  than  20  ft.  easterly  from  the  build¬ 
ing  line  of  Fort  Hamilton  parkway;  any  pumps  erect¬ 
ed  on  the  premises  shall  be  set  back  not  less  than  10 
ft.  from  the  building  line;  there  shall  be  erected  along 
the  building  line  of  Fort  Hamilton  parkway  and  65th 
street,  where  not  occupied  by  structures,  a  concrete 
curbing  not  less  than  12  in.  in  height  and  12  in.  in 
thickness,  with  three  openings  on  Fort  Hamilton  park¬ 
way  and  two  openings  on  65th  street,  each  opening 
not  more  than  12  ft.  wide,  with  curb  cuts  directly 
in  front  of  said  openings  not  more  than  14  ft.  wide 
each  ;  advertising  signs  as  to  the  non-conforming  use 
shall  be  confined  to  the  illuminated  globes  of  the  gas¬ 
oline  pumps ;  that  there  may  be  also  erected  within  the 
building  line  two  illuminated  signs,  the  supports  for 
which  shall  be  within  the  building  line,  located  where 
indicated  on  plans  filed  February  18,  1935,  one  toward 
the  northerly  property  line  along  Fort  Hamilton  park¬ 
way  and  one  on  65th  street,  on  condition  that  these 
signs  shall  advertise  only  the  brand  of  gasoline  sold; 
that  the  curbs  required  to  be  erected  on  the  building 
line,  as  heretofore  described,  may  be  omitted  pending 
the  widening  of  the  roadway  of  Fort  Hamilton  park¬ 
way,  this  period,  however,  not  to  exceed  two  years 
on  further  condition  that  all  roof  signs  shall  be  elim¬ 
inated  and  all  signs  eliminated  other  than  those 
herein  permitted ;  that  three  grease  racks  or  pits 
may  be  installed ;.  that  in  the  event  that  the  owner 
desires  to  change  the  use  of  the  five  (5)  car  garage, 
which  was  a  permitted  use  in  a  business  district,  prior 
to  the  adoption  of  this  resolution,  to  a  battery  service, 
that  such  change  may  be  made  without  being  in  con¬ 
flict  with  the  terms  of  this  resolution  provided  that 
no  repairing  of  motor  vehicles  shall  be  carried  on ; 
that  the  sign  advertising:  such  battery  service  shall 
be  a  neat  sign  not  exceeding  2  ft.  by  3  ft.,  attached  to 
the  front  of  the  existing  garage  building;  that  nothing 
herein  contained  shall  otherwise  modifv  the  resolution 
adopted  by  the  Board  on  January  29,  1932,  as  amended 
by  resolution  adopted  March  19,  1935,  except  as  follows 
— That  in  the  event  the  ozmer  desires  to  reconstruct  the 
accessory  buildings  and  five-car  garage  by  removing  the 


overhead  canopy  and  office  bay  and  reconstructing  the 
new  front  zvall  as  indicated  on  revised  plans  marked 
Received  April  12,  1937,”  so  as  to  also  enclose  the 
greasing  racks  within  the  accessory  building,  such  con¬ 
struction  may  be  permitted,  ON  CONDITION  that  the 
plans r  and  design  as  shown  thereon  is  substantially 
carried  out;  that  no  open  greasing  pits  or  lifts  shall 
be  installed ;  that  a  wall  on  the  northerly  interior  lot 
line  shall  be  extended  to  the  building  line  of  Fort 
Hamilton  avenue  for  a  height  of  not  less  than  four 
(4)  feet;  that  any  additional  gasoline  pumps  installed 
shall  be  not  nearer  than  15  feet  to  any  building  lime 
and  that  in  all  other  respects  the  resolutions  adopted 
by  the  Board  as  amended  shall  be  complied  zvith, 
except  that  in  addition  to  other  requirements  no  roof 
signs  or  signs  extending  above  the  parapet  of  the 
building  shall  be  permitted ;  that  working  drazvings 
shall  be  submitted  to  the  Board  and  approved  by  the 
Chairman  in  behalf  thereof  before  same  are  filed  zvith 
the  Commissioner  of  Buildings;  that  all  permits  re¬ 
quired  shall  be  obtained  and  all  work  completed  within 
on  year  from  the  date  of  this  action. 


51-30-BZ. 

APPLICANT — William  J.  Olvany,  for  Seminole  Garage, 
Inc.,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
amendment — re  Application  (decisions  of  the  fire 
commissioner  and  commissioner  of  buildings)  un¬ 
der  sections  7g  and  21  of  the  building  zone  resolu¬ 
tion,  permitting  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district  the  erection 
and  maintenance  of  a  garage  for  the  storage  of 
more  than  five  (5)  motor  vehicles  and,  also,  the 
installation  of  a  gasoline  service  station. 

PREMISES  AFFECTED— 112-01  to  112-09  Queens  boule¬ 
vard,  75-01  to  75-09  112th  street  (Seminole 
avenue),  northeast  corner,  and  112-16  to  112-40 
75th  avenue  (Atom  street)  (Block  No.  1366,  Lot 
No.  79),  Forest  Hills,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  William  J.  Olvany,  and  Theo.  En- 
gelhardt. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  o 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  o 

Absent  .  . .  o 

THE  RESOLUTION— 

(51-30-BZ) 


Whereas,  this  application  affecting  premises  112-01  to 
112-09  Queens  boulevard,  75-01  to  75-09  112th  street 
(Seminole  avenue)  and  112-16  to  112-40  75th  avenue  (Atom 
street)  (Block  No.  1363,  Lot  No.  79),  Forest  Hills,  Bor¬ 
ough,  of  Queens,  was  granted  by  the  board  April  8,  1930,  on 
certain  conditions,  resolution  amended  April  6,  1937  and 
owner  requested  a  further  amendment  of  the  resolution. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
April  8,  1930  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  openings  to  the  street  and  as  to  signs, 
so  that  as  amended  the  resolution  will  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of 
the  use  district  regulations  of  the  building  zone  reso¬ 
lution  and  that  tbe  application  be  and  it  hereby  is 
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granted,  on  condition  that  the  building  shall  not  exceed 
in  height  four  stories  above  grade  and  shall  be  con¬ 
structed  fireproof,  substantially  in  accordance  with  the 
plans,  as  to  design,  plan  and  layout,  filed  in  this 
appeal ;  that  the  exterior  of  the  building  on  all  sides 
shall  be  finished  with  light-colored  face  brick  with 
dark-colored  face  brick  trim,  architectural  terra  cotta 
or  natural  stone  trim;  that  there  shall  be  no  vehicular 
opening  on  the  75th  street  frontage;  that  any  door 
openings  on  the  75th  street  front  shall  not  exceed  a 
width  of  3  ft.  8  in.;  that  no  gasoline  pumps  shall 
be  installed  within  10  ft.  of  any  street  building  line ; 
that  there  shall  be  incorporated  on  the  building  line 
at  street  frontage  a  concrete  curb  not  less  than  12 
in.  in  width  and  not  less  than  5  in.  in  height  with 
rounded  top  for  a  distance  of  not  less  than  5  ft. 
from  the  southerly  interior  line  and  for  a  length 
of  not  less  than  8  ft.  opposite  each  of  the  pump 
islands,  permitting  the  three  entrances  to  the  premises 
not  more  than  25  ft.  in  width  from  Queens  boulevard 
and  one  entrance  not  more  than  30  ft.  in  width  from 
Seminole  avenue,  with  curb  cuts  opposite  each  such 
opening  not  exceeding  35  ft.  in  width  each ;  that 
advertising  display  shall  be  restricted  to  the  glass 
globes  of  the  gasoline  pumps  and  to  a  flat  wall  sign 
attached  to  the  facade  of  the  building,  permitting  also 
one  electric  sign  on  the  roof  over  the  garage  entrance 
adver titsing  the  garage  and  a  roof  sign  over  the  auto¬ 
mobile  sales  agency  and  two  signs  over  the  portion 
occupied  by  the  automobile  sales  agency,  reading : 
‘ Chevrolet  Cars’ ;  and  also  permitting  one  post  stand¬ 
ard  erected  within  the  building  line  toward  the  east¬ 
erly  side,  near  the  easterly  interior  lot  line,  _  for 
supporting  a  sign  that  may  be  illuminated,  advertising 
solely  the  brand  of  gasoline  for  sale,  all  as  indicated 
on  revised  plans  filed  marked  ‘received  March  22, 
1937’  and  photographe  filed  May  11,  1937.” 


935-19-BZ. 

APPLICANT— Sidney  L.  Strauss,  for  Firestone  Tire  and 
Rubber  Co.,  owner. 

SUBJECT— Application  for  consideration— reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  extension  of  existing  gasoline  serv¬ 
ice  station  and  the  addition  of  an  automobile  re¬ 
pair  shop  in  a  building  occunied  as  a  garage  and 
gasoline  service  station  previously  granted  by  the 
board. 

PREMISES  AFFECTED— 1730-1750  Bedford  avenue, 
133-147  Empire  boulevard,  northwest  corner  and 
94-110  Sullivan  place  (Block  No.  1306,  Lot  No. 
49),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Sidney  L.  Strauss. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(935-19-BZ) 

Whereas,  this  application  affecting  premises  1730-1750 
Bedford  avenue  and  133-147  Empire  boulevard,  northwest 


corner,  and  94-110  Sullivan  place  (Block  No.  1306,  Lot 
No.  49),  Borough  of  Brooklyn,  was  granted  by  the  board 
Jan.  13,  1920,  for  a  garage  for  more  than  5  motor  vehicles, 
resolution  amended  December  7,  1926,  May  10,  1927  and 
December  1,  1936  and  owner  requested  a  further  amend¬ 
ment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does  [ 
hereby  amend  resolution  adopted  by  the  board  on  Janu¬ 
ary  13,  1920,  as  amended  by  resolutions  adopted  on  De¬ 
cember  7,  1926  and  May  10,  1927  by  adding  thereto: 

“that  in  the  event  the  present  owner,  the  Firestone 
Tire  &  Rubber  Co.,  desire  to  reconstruct  the  building 
and  substitute  for  the  former  use  a  new  use  as  a 
service  station  with  gasoline  selling  area,  at  the  corner 
of  Empire  boulevard  and  Bedford  avenue,  such  altera¬ 
tion  and  change  of  use  may  be  permitted  as  indicated 
generally  on  plans  marked  ‘Received  November  12, 
1936,’  on  further  condition  that  the  gasoline  pumps 
and  area  adjacent  thereto,  along  Bedford  avenue,  shall 
be  elevated  on  an  average  of  not  less  than  6  inches 
above  the  sidewalk  grade  at  the  point  opposite,  along 
the  Bedford  avenue  building  line;  that  there  shall  be 
erected  for  a  distance  of  at  least  34  ft.  opposite  said 
pumps,  and  in  addition  to  the  elevated  platform  herein 
required  a  reinforced  concrete  curb  not  less  than  one 
foot  in  height  above  the  Bedford  avenue  building  line; 
that  curb  cuts  shall  not  exceed  those  now  existing 
except  that  there  may  be  two  additional  curb  cuts 
from  Bedford  avenue  to  the  northerly  portion  of  the 
building  marked  ‘Service/  provided  such  curb  cuts , 
do  not  exceed  40  ft.  in  width  each  and  provided  a 
reinforced  concrete  curb  on  building  line  is  erected 
between  these  two  openings  not  less  than  5  ft.  in 
length ;  that  the  automobile  repairing  shall  not  exceed 
the  incidental  repairing  heretofore  permitted  except 
that  brake  testing,  re-lining  and  drum  truing  may  be 
permitted;  that  six  (6)  2,000  gallon  tanks  for  the 
storage  of  gasoline  may  be  installed  on  the  premises, 
where  indicated  on  plans  approved,  provided  that  the 
thickness  of  steel  shall  be  as  required  under  the  Oil 
Burner  Rules  for  tanks  of  this  size  and  capacity; 
that  complete  working  drawings  shall  be  submitted 
to  the  chairman  and  approved  by  him  in  behalf  of 
the  board  before  same  are  filed  with  the  commissioner 
of  buildings ;  that  such  plans  shall  be  submitted  within 
thirty  days  from  the  date  of  this  action ;  and  that 
all  work  shall  be  completed  within  one  year  from  the 
date  of  the  approval  of  such  plans.” 


3 52-29-BZ. 

APPLICANT — Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  consideration — reopening  and  . 
extension  of  time — re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 212-220  East  98th  street,  south¬ 
west  corner  of  Kings  highway  (Block  No.  4633,, 
Lot  No.  34),  Borough  of  Brooklyn. 
APPEARANCES—  f 

For  Applicant:  Leo  Pincus. 

ACTION  OF  BOARD — Application  reopened  and  time 

p'vtprmpn  i 

THE  VOTE  TO'  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  J 

Negative  .  ” 

Absent  .  •  •  ® 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 
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Negative  .  n 

Absent  . ’ '  . . .  q 

rHE  RESOLUTION— 

!  .  (352-29-BZ) 

Whereas,  this  application  affecting  premises  212-220  East 

??JSrfeT  f°xrth^?  £0rner  of  Kings  highway  (Block 
\ o.  4633,  Lot  No.  34),  Borough  of  Brooklyn,  was  granted 
)y  tlie  board  June  30,  1936  on  certain  conditions  and 
>wner  requests  an  amendment  of  the  resolution  as  to  the 
ime  to  complete  the  work. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
lereby  amend  its  resolution  of  June  30,  1936,  in  view  of 
tatement  by  attorney  for  the  owner  that  all  plans  have 
een  filed  with  and  approved  by  the  commissioner  of 
uudings,  to  extend  the  time  within  which  to  complete  the 
vork  to  one  year  from  the  date  of  this  amended  resolu- 
!on. 

81-36-BZ.  ~ 

APPLICANT— Thomas  W.  Lamb,  Inc.,  for  Enfants  Real 
Bstate  Corp.,  owner. 

UBJECT  Application  for  consideration — reopening  and 
amendment— re  Application  (decision  of  the  com- 
missioner  of  buildings)  under  section  7c  of  the 
building  zone  resolution,  permitting  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  alteration  of  an  existing  business  build¬ 
ing  so  as  to  include  a  theatre. 

REMISES  AFFECTED — 1146-1148  Madison  avenue  and 
It,  Fast  85th  street>  southwest  corner  (Block 
PPEARANCES— 0t  N°‘  6°^’  Borough  of  Manhattan. 

F°r  PP^cant :  Harry  J.  Williams  and  John  J 
McNamara. 

[CTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

HE  VOTE  TO  REOPEN— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  n 

HE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  q 

Absent  .  0 

iE  RESOLUTION— 

(281-36-BZ) 

Whereas,  this  application  affecting  premises  1146-1148 
idison  avenue,  and  26-28  East  85th  street,  southwest  cor- 
r  (Block  No.  1496,  Lot  No.  60),  Borough  of  Manhattan, 
s  granted  by  the  board  November  24,  1936,  on  certain 
iditions  and  applicant  requested  an  amendment  of  the 
•olution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
-eby  amend  its  resolution  of  November  24,  1936  bv  add- 
'  thereto: 

‘That  in  the  event  the  plans  are  altered  so  as  to  re- 
duce  the  height  of  the  building  and  rearrange  the  fa- 
ci  ities,  such  plans  may  be  approved  as  complving  with 
this  resolution  when  endorsed  by  the  Chairman  of 
his  board  in  behalf  of  the  board,  on  condition  that 
they  are  substantially  in  accord  with  the  requirements 
of  this  resolution.” 


AREA  FIXED 
(80-22-BZ) 

'he  board  was  requested  to  fix  an  area  deemed  affected 
within  which  the  applicant  is  to  obtain  duly  acknowl- 
ed  consents  from  the  property  owners  to  permit  on  a 


frirt  .f,gr°ond-l0Cated  partly  in  a  business  use  dis- 
nf  L  d  partly  m  a  residence  use  district  the  conversion 
5Su\an^.of  two  (2)  buildings  located  thereon  the 

mytbui  d\ngito  lnc.lude  a  SaraFe  for  more  than  five 
(5)  motor  vehicles  and  the  westerly  building  to  include 

L^O^O^Fa FPam  Sh°P  a,ffecting  Premises  450-458 
!f  tv  i  E ast  Fordham  road,  south  side,  95  feet  east 

Borough^ o^The6  Bronx.^  N°'  3°33’  Part  °£  L°l  No'  «»• 
The  following  area  was  approved: 

Both  sides  of  East  Fordham  road  from  a  point  230 
it.  east  of  Washington  avenue  to  a  point  202  ft 

ZZ  f  w  mSterly  line  of  Third  avenue!  the  west 
side  of  Washington  avenue  between  East  Fordham 

road  and  East  189th  street;  both  sides  of  Third  ave¬ 
nue  between  East  Fordham  road  and  East  189th 
street;  north  side  of  East  189th  street  between  Wash¬ 
ington  avenue  and  Third  avenue. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
197-37-A. 

APPLICANT— William  F.  Carey,  Commissioner,  Depart- 

<^TTPTT7r^rntA°f  Sa.nita.tion ;  City  of  New  York,  owner, 
o  u  If  J  elLI  —Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED-South  side  of  Flatlands  ave- 
nue  approximately  200  ft.  east  of  Ralph  avenue 

ofBBrookl°n  8012’  ^  N°S‘  1  Snd  3°0)’  Borough 

APPEARANCES—’ 

For  Applicant :  Commissioner  Walter  D.  Binger 

P.  H.  Gould,  Nathan  C.  ICass,  and  W.’  Donald¬ 
son. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Laid  over  to  May  18,  1937,  at  2 
P.M. ;  in  the  meantime  to  supply  board  with  de¬ 
scription  of  handling  facilities,  unloading  facilities, 
routes  to  be  transversed  by  trucks,  location  and 
size  of  water  main,  etc.,  etc. 


198-37- A. 

APPLICANT  William  F.  Carey,  Commissioner,  Depart- 
QTTPTnr^-r ntA°^  Sanitation;  City  of  New  York,  owner. 
SUiSJffC I— Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— West  side  of  Hendrix  street, 
south  of  Fairfield  avenue  (Block  4441,  Lot 
No.  9),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Commissioner  Walter  D.  Binger 
P.  H.  Gould,  Nathan  C.  Kass,  and  W.  E)on- 
aldson. 

For  Administration:  Inspector  Mever  Fire  Dent 
ACTION  OF  BOARD-Laid  over  to  May  18,  1937  at  2 
P.M. ;  in  the  meantime  to  supply  board  with  de¬ 
scription  of  handling  facilities,  unloading  facilities, 
routes  to  be  transversed  by  trucks,  location  and 
size  of  water  main,  etc.,  etc. 


199-37-A. 

APPLICANT — William  F.  Carey,  Commissioner,  Depart- 
cTmTur^entA°f  Sanitation;  City  of  New  York,  owner. 

' WfjJFEl  Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— West  side  of  134th  street  195 
ft.  south  of  150th  avenue,  (Block  No.  2720,’  Lot 
No.  24),  Jamaica,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Commissioner  Walter  D.  Binger 
P.  H.  Gould,  Nathan  C.  Kass,  and  W.  Don¬ 
aldson. 

For  Administration:  Inspector  Meyer,  Fire  Dept 
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ACTION  OF  BOARD— Laid  over  to  May  18,  1937,  at  2 
P.M. ;  in  the  meantime  to  supply  board  with  de¬ 
scription  of  handling  facilities,  unloading  facilities, 
routes  to  be  transversed  by  trucks,  location  and 
size  of  water  main,  etc.,  etc. 


154-37-  A. 

APPLICANT— Williamsburg  Refrigerating  Co.,  Inc., 
owner. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 85-87  North  6th  street,  north 
side,  100  ft.  east  of  Wythe  avenue  (Block  No. 
2326,  Lot  No.  39),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Abraham  Greenberg. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  „  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . ~ 

Absent  .  0 

THE  RESOLUTION— 

(154-37-A) 

Whereas,  Williamsburg  Refrigerating  Co.,  Inc.,  appli¬ 
cant  and  owner,  filed  April  2,  1937,  an  appeal  from  an  order 
of  the  Fire  Commissioner,  affecting  premises  85-87  North 
6th  street,  north  side,  100  feet  east  of  Wythe  avenue 
(Block  No.  2326,  Lot  No.  39),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  Fire  Commissioner,  No. 

70301-LC  dated  March  17,  1937,  reads: 

“1.  The  proposed  extension  of  direct  method  of 
refrigeration  from  108  North  6th  street  to  85  North  6th 
street,  Brooklyn,  is  prohibited  under  Section  219, 
Chapter  10,  Code  of  Ordinances.” 

and 

Whereas,  it  is  proposed  to  install  in  North  6th  street, 
so  as  to  connect  the  refrigerating  system  in  premises 

96-98  North  6th  street  to  the  coolers  located  in  premises 
85  and  87  North  6th  street,  a  12-inch  cast  iron  flange  pipe 
conduit  to  carry  a  2 J4"  direct  ammonia  line  at  140  lbs. 
normal  working  pressure  and  a  1-inch  return  line  with  the 
high  pressure  safety  valve  on  the  return  line  set  for  150 
lbs.  The  direct  ammonia  line  will  be  equipped  with  a 
Mercury  gauge  set  to  stop  automatically  at  2\0  lbs.  anci 
with  a  high  pressure  safety  valve  set  at  250  lbs.  The 
buildings  located  at  No.  85-87  North  6th  street  are  at  the 
present  time  equipped  with  4800  feet  of  2-inch  coil  pipe 
equipped  with  a  small  8-ton  Hartford  compressor  located 
in  the  cellar,  which  is  automatically  operated  and  prac¬ 
tically  unsupervised ;  and 

Whereas,  the  Board  of  Standards  and  Appeals  in  acting 
on  Cal.  No.  53-36-A  granted  permission  to  carry  direct 
refrigerating  lines  from  premises  108  North  6th  street  to 
premises  92-106  North  6th  street  and  thence  to  premises 
110  to  and  including  120  North  6th  street,  and  it  is  pro¬ 
posed  to  connect  this  system  to  the  buildings  on  the  oppo¬ 
site  side  of  the  street  by  means  of  the  proposed  conduit; 
and 

Whereas,  it  is  proposed  to  obtain  a  franchise  from  the 
Board  of  Estimate  and  Apportionment  for  the  installation 
of  the  proposed  conduit  and  not  to  interfere  in  any  way 
with  existing  public  service  or  other  structures  below  the 
street  level. 

Resolved ,  that  the  order  of  the  Fire  Commissioner  No. 
70301-LC  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted,  permitting  the  refrigerating  svs- 
tem  now  installed  in  buildings  No.  92-106  and  108- 
120  North  6th  street,  as  permitted  by  board  under 
resolution  adopted  under  Cal.  No.  53-36-A  on  April  20, 
1937,  to  be  extended  to  the  buildings  at  No.  85-7  North 
6th  ’street,  on  condition  that  a  franchise  right  to  cross 


North  6th  street  shall  be  obtained  from  the  Board  o 
Estimate  and  Apportionment,  and  that  the  plant  will  b< 
operated  under  a  general  franchise  to  operate  refrig 
erating  plants  in  the  district;  that  the  direct  line  am 
return  line  shall  be  enclosed  in  double,  extra-heavy  cast 
iron  flange  pipe  conduit,  as  proposed,  this  conduit  to  b< 
left  open  at  the  cellar  line  of  buildings  on  each  side  o 
street;  that  this  pipe  conduit  shall  be  located  at  suci 
distance  below  grade  as  will  be  approved  by  the  Publi< 
Service  Utilities  Companies,  whose  mains  already  exis 
on  the  street  and  by  the  Franchise  Division  of  the  Boarc 
of  Estimate  and  Apportionment;  that  the  return  line  shai 
be  insulated  within  this  pipe  conduit  with  two  inches  o 
cork ;  that  in  all  other  respects,  other  than  as  varied  herein 
the  installation  shall  comply  with  the  conditions  set  forth  n 
Cal.  53-36-A  and  all  the  requirements  of  the  Code  o 
Ordinances  and  other  regulations  applicable  thereto. 


222-24- A. 

APPLICANT— United  Shoe  Machinery  Corporation 
owner. 

SUBJECT— Application  for  consideration— reopening  am 
amendment  re  Appeal  from  an  order  of  the  com 
missioner  of  buildings. 

PREMISES  AFFECTED— 360-372  Classon  avenue  am 
108-116  Clifton  place,  southwest  corner  (Bloc! 
No.  1952,  Lot  No.  33),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Louis  Meringolo. 

For  Administration:  Inspector  Carroll,  Depart 
ment  of  Buildings. 

ACTION  OF  BOARD— Application  reopened  and  resolu 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . . 

Absent  . . 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(222-24- A) 

Whereas,  William  Higginson,  for  LInited  Last  Co.,  Inc 
owner,  filed,  February  13,  1924,  an  appeal  with  the  Boar 
of  Appeals  from  an  order  of  the  Fire  Commissione 
affecting  premises  108-16  Clifton  place  and  360-372  Classo 
avenue,  southwest  corner  (Block  No.  1952,  Lot  No.  33, 
Borough  of  Brooklyn ;  and  .  .  . 

Whereas,  the  order  of  the  fire  commissioner,  JN< 
53309-F  dated  January  21,  1924,  reads:  _  .  j 

‘‘1.  Install  a  standpipe  system  with  risers  4  mcnf 
in  diameter,  tested  to  withstand  a  pressure  of  31 
lbs.  per  square  inch,  extending  from  cellar  t 
roof,  *  *  * 

and 

Whereas,  the  building  is  fireproof  (reinforced  cor 
Crete),  three  stories  and  basement  (46  ft.)  in  height,  h 
ft.  by  96  ft.  (10,000  sq.  ft.)  in  area  at  2nd  story  ;  OUA 
PIED  for  the  manufacture  of  shoes,  175  persons  in  buiK 
ing;  and  ... 

Whereas,  appellant  contends  that  the  building  is  equjl 
ped  with  a  fire  alarm  signal  system,  a  two-source  sprinkK 
system  supplied  from  a  30,000  gallon  tank,  32  ft.  a  °\ 
roof,  and  portable  fire  extinguishers ;  and 

Whereas,  this  appeal  was  granted  by  the  board  Apr 
15,  1924  on  certain  conditions  and  owner  requested  < 
amendment  of  the  resolution  in  view  of  the  fact  ! 
standpipe  order  had  been  reissued  Order  No.  15o 
by  the  Commissioner  of  Buildings. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  April  IS,  1924,  so  that  as 
amended  it  shall  read : 

“Resolved,  that  the  order  of  the  Fire  Commissioner 
No.  53309-F  and  the  order  of  the  Commissioner  of 
Buildings  No.  15614-LF  be  and  they  hereby  are  modi¬ 
fied,  and  the  appeal  be  and  it  hereby  is  granted  on  con¬ 
dition  that  a  two-source  sprinkler  system  shall  be  in¬ 
stalled  and  maintained;  that  the  occupancy  of  the 
building  shall  not  exceed  the  legally  permitted  occu¬ 
pancy  per  floor  based  on  the  legal  means  of  exit  with 
due  allowance  for  the  sprinkler  system,  fire  alarm 
system  and  fire  drill.” 


297-3S-A. 

APPLICANT — Abraham  Greenberg,  for  Brook  Refriger¬ 
ating  Co.,  Inc.,  for  Cudahy  Packing  Co.,  Inc.,  and 
Paul  Provision  Co.,  owners. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Appeal  from  a  decision  of  the  fire 
commissioner. 

PREMISES  AFFECTED — 681  Brook  avenue,  northwest 
corner  of  East  153rd  street  and  501  East  153rd 
street,  northeast  corner  of  Bergen  avenue  (Block 
No.  2363,  Lot  Nos.  1  and  3),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  Abraham  Greenberg. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . 0 


THE  RESOLUTION— 

(297-35-A) 

Whereas,  Brook  Refrigerating  Co.,  Inc.,  for  Cudahy 
Packing  Co.,.  Inc.,  owner,  filed,  October  26,  1935,  an  appeal 
from  a  decision  of  the  fire  commissioner,  affecting  premises 
681  Brook  avenue,  northwest  corner  of  East  153rd  street 
(Block  No.  2363,  Lot  No.  1),  Borough  of  The  Bronx; 
and 

W  hereas,  the  decision  of  the  fire  commissioner,  rendered 
October  21,  1935,  re-proposed  installation  of  ammonia 
piping^  under  153rd  street,  Borough  of  The  Bronx ;  and 
‘Your  letter  of  October  2,  1935,  requesting  permis¬ 
sion  in  behalf  of  the  Brook  Refrigerating  Company, 
Inc.,  to  construct  a  pipe  line  north  in  the  bed  of  153rd 
street,  and  under  the  street  to  the  building  operated 
by  the  Cudahy  Packing  Company,  Inc.,  is  acknowl¬ 
edged. 

“We  regret  that  your  request  must  be  denied  for  the 
reason  that  the  bureau  deems  the  webbing  of  ammonia 
refrigerant  piping  from  one  building  to  another  to  be 
hazardous” ; 

and 

.  Whereas,  the  building  is  non-fireproof,  2  stories  (30  ft.) 
,n  height,  191  ft.  by  44  ft.  in  area;  OCCUPIED  for  the 
storage  and  refrigerating  of  poultry  and  meats,  total  of  18 
persons ;  located  within  an  unrestricted  district ;  and 
.  Whereas,  the  applicant  claims  the  building  was  erected 
in  1910,  no  certificate  of  occupancy  has  been  issued:  at 
present  there  in  an  approved  independent  refrieerating 
plant  in  the  cellar  connected  with  6,500  ft.  of  2-in.  coil 


piping  throughout  the  building  using  ammonia  for  the  re¬ 
frigerant  and  operated  by  the  direct  method ;  it  is  proposed 
to  remove  the  refrigerating  plant  from  the  cellar  and  con¬ 
nect  the  existing  coil  piping  with  the  4-in.  (ammonia) 
supply  hne  with  the  1%-m.  return  line,  which  are  located 
in  the  cellar  of  premises  at  southwest  corner  of  153rd 
street  and  Brook  avenue;  such  an  arrangement  necessitates 
the  extension  of  the  flow  and  return  (ammonia)  lines 
"<  er  4  je  b<\d  of  ,153rd  street,  permission  for  which  is 
equested  under  this  _  appeal ;  the  pipes  will  be  laid  in  a 
cast  iron  conduit,  so  if  a  leak  or  break  in  the  lines  should 

°CfUUr’  i  'IJ!)ipe  m^y  be  ,9ulckly  removed,  working  from 
either  building  and  repaired;  the  pipe  lines  are  to  carry 
ammonia  and  be  part  of  the  Class  A  system,  the  central 
machine  room  of  which  is  located  in  the  cellar  of  No.  643 
d rook  avenue,  containing  three  compressors  and  a  receiver 
lbs.  of  ammonia  for  the  refrigerant  and  oper¬ 
ated  by  the  direct  method ;  there  is  140  lbs.  normal  working 
pressure  in  the  4-in.  flow  line,  provided  with  an  automatic 
stop  at  210  lbs.  with  a  250-lb.  safety  valve,  the  uk-in. 
return  line  is  provided  with  150  lb.  safety  valve;  further¬ 
more,  the  applicant  contends  the  project  creates  no  hazard, 
the  neighborhood  is  purely  a  market  area  where  no  large 
number  of  persons  reside  or  are  employed ;  and 

Whereas,  this  appeal  was  denied  November  13  1935  and 
reopened  and  reconsidered  by  vote  of  the  Board  on ’new 
facts  and  granted  November  4,  1936  on  certain  conditions ; 
and  ’ 


Whereas,  the  applicant  requests  an  amendment  of  the 
resolution. 

Resolved,  that  the  decision  of  the  Fire  Commissioner  be 
and  it  hereby  is  modified,  and  that  the  appeal  be  and  it 
hereby  is  granted,  permitting  the  extension  of  the  refriger- 
atmg  system  using  ammonia,  permitted  under  Cal.  No 
131-34-A  so  as  to  cross  East  153rd  street  for  the  purpose 
of  furnishing  refrigerating  service  for  the  building  occupied 
by  the  Cudahy  Packing  Co.,  Inc.,  known  as  No.  681  Brook 
avenue  and  located  on  the  northwest  corner  of  East  153rd 
street  and  Brook  avenue,  and  the  adjoining  building,  known 
as  No.  501  East  153rd  street,  occupied  by  the  Paul  Provi¬ 
sion  Co.,  located  at  the  northeast  corner  of  Bergen  avenue 
and  East  153rd  street,  on  condition  that  the  refrigerating 
lines  shall  be  at  a  depth  of  not  less  than  6  ft.  6  in.  below 
the  street  surface  of  East  153rd  street  and  the  suction 
or  return  line  shall  be  insulated  with  2  inches  of  cork 
and  that  both  this  line  and  the  supply  line  shall  be  enclosed 
in  cast  iron  pipe  with  bolted  flanges. 


131-34-A. 

APPLICANT — Ridgefield  Refrigeration  Service,  Inc.,  les¬ 
see. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Appeal  from  an  order  of  the  fire 
commissioner. 

PREMISES  AFFECTED — 643  Brook  avenue,  west  side, 
274.2  ft.  south  of  East  153d  street  (Block  No. 
2361,  Lot  No.  34),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant :  Abraham  Greenberg. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  q 

Absent  .  q 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 4 

Negative  .  o 

Absent  .  q 
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THE  RESOLUTION— 

(13 1-34- A) 

Whereas,  Ridgefield  Refrigeration  Service,  Inc.,  lessee, 
filed  May  15,  1934,  an  appeal  from  an  order  of  the  fire 
commissioner,  affecting  premises  643  Brook  avenue,  west 
side,  274.2  ft.  south  of  East  153rd  street  (Block  No.  2361, 
Lot  No.  34),  Borough  of  The  Bronx;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  April 
24,  1934,  re :  Order  No.  3222-C,  reads : 

“Surrender  to  bearer  your  fire  department  permit 
numbered  350457  and  dated  to  expire  October  23,  1934, 
which  is  hereby  revoked. 

“Reason :  A  recent  inspection  of  the  above  men¬ 
tioned  premises  shows  that  you  are  conducting  a  re¬ 
frigerating  plant  on  these  premises  and  supplying  five 
other  buildings  with  refrigerant  from  this  plant.  This 
is  a  violation  of  section  219-B  and  section  210,  Code  of 
Ordinances. 

YOU  ARE  THEREFORE  DIRECTED  TO 

“1.  Discontinue  the  use  of  refrigeration  system 
which  transports  a  compressed  gas  from  one  building 
to  another  as  per  section  210,  Code  of  Ordinances,  and 
section  219-B,  chapter  10.” 

and 

Whereas,  the  premises  consist  of  a  group  of  adjoining 
non-fireproof  buildings,  2  and  3  stories  (40  feet)  in  height, 
312  feet  by  175  feet  and  38  feet  irregular  in  area;  OCCU¬ 
PIED  as  market  buildings  for  the  storage  and  refrigerat¬ 
ing  of  poultry  and  meats ;  located  within  an  unrestricted 
district;  and 

Whereas,  the  appellant  claims  the  buildings  were 
erected  about  1911;  the  refrigerating  machinery  room  of 
the  central  plant  is  located  in  the  cellar  of  building  No. 
643  Brook  avenue,  containing  three  compressors  and  a  re¬ 
ceiver,  using  2,000  pounds  of  ammonia  for  the  refrigerant 
by  the  direct  method  (Class  “A”  system)  ;  there  is  a  4 
inch  flow  at  140  pounds  normal  working  pressure,  an  auto¬ 
matic  stop  at  210  pounds  with  a  250  pound  safety  valve, 
and  a  IRt  inch  return  line  with  a  150  pound  safety  valve, 
leading  from  the  machine  room  into  a  tunnel  extending 
62  feet  under  and  across  Brook  avenue ;  thence  northerly, 
90  feet,  under  the  R.  R.  loading  platform ;  thence  west¬ 
erly  62  feet,  under  Brook  avenue  into  building  No.  651 
Brook  avenue,  where  the  horizontal  lines  extend  through 
the  party  w'alls  to  the  other  five  buildings,  rising  lines 
extend  to  upper  stories:  each  building  contains  1,300  feet 
to  11,200  feet  of  2  inch  refrigerating  pipe;  prior  to  1934 
these  buildings  were  equipped  with  independent  refrigerat¬ 
ing  systems  operated  by  the  direct  method  during  the  past 
20  years ;  the  appellant  contends  the  present  refrigerating 
system  is  non-hazardous ;  extra  heavy  black  ammonia  pipe 
is  used,  all  piping  is  exposed,  accessible  and  under  constant 
supervision  day  and  night  by  competent  engineers ;  further¬ 
more,  the  present  unit  refrigerating  system  differs  from 
the  several  prior  approved  systems,  only  from  the  fact 
that  the  individual  refrigerating  machinery  in  each  build¬ 
ing  has  been  disconnected  and  there  is  now  one  central 
refrigerating  machinery  room,  the  interior  piping  in  each 
building  remains  the  same;  and 

Whereas,  this  application  was  granted  by  the  Board 
July  10,  1934,  on  certain  conditions,  and  appellant  requested 
an  amendment  of  the  resolution. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
3222-C,  be  and  it  hereby  is  modified,  and  the  appeal  be 
and  it  hereby  is  granted  on  condition  that  the  refrigerating 
piping  shall  be  carried  through  the  adjoining  buildings  as 
far  as  and  including  No.  665  Brook  avenue,  all  of  which 
buildings  are  under  the  control  of  the  appellant  under  lease 
from  Conran  Bros.,  the  owners,  except  building  at  No. 
647-649  Brook  avenue,  which  is  owned  by  Wilson  Co., 
who  have  consented  to  the  running  of  these  refrigerating 
lines  through  their  basement  provided  that  all  refrigerat¬ 
ing  pipes  are  carried  underneath  the  floors,  but  not  buried 
therein,  and  that  all  refrigerating  lines,  if  now  running 
through  tunnels  under  the  street,  shall  be  discontinued  and 


removed;  that  the  total  amount  of  ammonia  in  the  system 
shall  not  exceed  at  any  time  3,000  lbs.;  that  other  than  as 
modified  herein  the  refrigerating  plant  throughout  shall 
comply  in  all  respects  to  the  rules  governing  refrigerating 
systems. 


VARIATION  OF  LABOR  LAW 

140-37-S. 

APPLICANT — Ferdinand  Savignano,  for  East  River  Sav¬ 
ings  Bank,  owner. 

SUBJECT— Application  for  consideration — reopening  and 
amendment — re  variation  of  the  labor  law  as  cited 
in  a  decision  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 1618-1620  Broadway,  west  side, 

50  ft.  south  of  Macon  street  (Block  No.  1499,  Lot  | 
No.  4),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Arnold  Lederer. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION— 

(140-37-S) 


Whereas,  Ferdinand  Savignano,  for  East  River  Savings 
Bank,  owner,  filed  March  31,  1937,  an  application  for  a 
variation  of  the  Labor  Law  as  cited  in  decision  of  the  com¬ 
missioner  of  buildings,  affecting  Premises:  1618-1620 
Broadway,  west  side,  50  ft.  south  of  Macon  street,  and 
15-17  Hopkinson  avenue  (Block  No.  1499,  Lot  No.  4), 
Borough  of  Brooklyn  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  March  29,  1937,  re  Alt.  App.  No.  20441-1936,  reads: 

“Your  application  for  a  permit  on  the  above  location 
has  been  rejected  as  an  examination  of  your  drawings 
and  applications  show  that  corrections  must  be  made 
in  the  form  of  amendment  or  subsequent  statements 
in  triplicate,  typewritten  and  filed  with  original  papers, 
as  they  do  not  conform  with  the  laws,  rules  and  regu¬ 
lations  for  the  following  reasons : 

(1)  Exits  for  factory  building  erected  after  October 
1,  1913,  to  comply  with  Sec.  270  of  the  Labor  Law.”  , 

and 

Whereas,  the  building,  which  was  erected  in  1926  is  3 
stories  (39  ft.  6  in.)  in  height,  37  by  125  ft.  1  in.,  irregu¬ 
lar  in  area ;  occupied  as  follows :  Cellar — upholstery  repair 
and  storage,  10  persons;  1st  floor — store  and  upholsterv 
shop,  5  persons ;  2nd  floor — upholstery  manufacturing,  25 
persons;  3rd  floor — upholstery  manufacturing,  25  persons; 
a  Certificate  of  Occupancy  was  issued  February  23,  1927, 
on  Permit  No.  9106-26,  for  the  following  occupancy:  Cellar 
— dead  storage;  1st  story — 120  lbs. — furniture  sales  rooms; 
2nd  story — 60  lbs. — offices  ;  3rd  story — offices— 60  lbs. ;  the 
building  is  located  in  business  use  district,  and  is  equipped 
with  two  (2)  interior  stairs  leading  from  the  3rd  floor 
direct  to  the  street;  the  stairway  at  the  Broadway  front 
of  the  building  is  3  ft.  8  in.  in  the  clear,  enclosed  in  fire- 
retarded  partitions,  equipped  with  3  ft.  fireproof,  self¬ 
closing  doors  at  the  openings,  the  passageway  from  the 
termination  at  the  1st  story  is  enclosed  in  plain  glass  show 
windows ;  there  is  a  wood  door  in  stairhall  partition  at 
the  1st  story  level  opening  into  the  show  window  at  the 
southeast  corner  of  the  building;  there  is  a  stationary  iron 
’adder  from  the  stair  enclosure  at  top  story  level  leading 
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to  a  2  ft.  by  3  ft.  scuttle  ;  stairway  at  the  Hopkinson  avew 
nue  front  is  4  ft.  in  the  clear,  unenclosed  below  the  3rd 
floor ;  at  the  3rd  story  level  the  stairway  is  enclosed  in 
fire-retarded  partition  equipped  with  3  ft.  self-closing  fire¬ 
proof  door;  and 

Whereas,  the  applicant  contends  that  the  building  was 
constr  ucted  for  occupancy  as  a  furniture  store  in  the  cellar 
and  1st  story  and  offices  on  the  2nd  and  3rd  floors,  that 
there  was  a  Magistrate’s  Court  on  the  3rd  floor;’  that 
population  has  since  shifted,'  causing  the  removal  of  the 
furniture  business  and  re-location  of  the  Magistrate's 
Court;  that  the  building  has  changed  hands  and  the  pres¬ 
ent  owner  cannot  rent  it  for  anything  other  than  as  pro¬ 
posed,  and  if  the  same  application  were  made  affecting  a 
building  erected  prior  to  1913,  fire-retarded  stairways 
would  be  accepted;  as  the  conditions  are  good,  and  that 
substantial  justice  will  be  done  in  the  granting  of  this 
appeal ;  and 

Whereas,  this  application  was  granted  by  the  Board 
April  27,  1937  on  certain  conditions  and  applicant  re- 
quested  an  amendment  of  the  resolution  to  omit  the  re¬ 
quirement  as  to  the  fireproof  windows  on  street  front. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
u  *i  j*r  .as  cited  in  decision  of  the  commissioner  of 

buildings  acting  on  Alt.  App.  No.  20441-1936,  and  that  the 
^pP“?atlon  ke  ar*d  it  hereby  is  granted,  permitting  the 
building  to  be  used  for  factory  purposes,  on  condition  that 
the  requirements  of  the  resolution  adopted  by  the  board 
under  Cal.  No  139-37-A  are  complied  with  and  in  addition 
that  the  two  (2)  mam  stairways  shall  be  enclosed  through¬ 
out  their  entire  height  with  fire-retarded  partitions,  with 
fireproof  doors  at  the  openings ;  that  if  the  elevator  open¬ 
ing  is  included  within  the  stairhall  on  the  Hopkinson 
avenue  side,  in  addition  to  the  requirement  that  all  doors 
to  this  stair  enclosure  shall  be  fireproof,  the  ceiling  shall 
be  fire-retarded ;  that  the  main  ceilings  throughout  shall 
be  covered  with  stamped  metal  not  less  than  30  gauge- 
"ldth  steirs  and  the  width  of  door  opening 
shall  not  be  less  than  that  shown  on  plans  filed  with  this 
application,  that  the  enclosure  of  show  windows  on  Broad¬ 
way  side  of  1st  floor  shall  be  of  fire-retarded  material 
with  any  opening  from  the  show  window  into  stairhall 
enclosure  protected  by  a  fireproof  door;  that  the  accom- 
nodation  stair  between  cellar  and  second  floor  shall  be 
mclosed  with  fire-retarded  material  with  fireproof  doors 
it  all  openings,  and  plainly  marked  on  all  floors  “Not  an 
-xit  ;  that  the  windows  in  the  side  line  court  on  3rd  floor 

looking  the  roof  of  the  adjoining  building  to  the  north’ 
shall  be  made  fireproof  and  self-closing;  that  skylights 
n  the  roof  of  this  side  line  court  shall  be  constructed 
>t  metal-covered  frame  and  glazed  with  wire  glass ;  that 
he  enclosure  and  doors  of  elevator  shall  comply  with  all 
equirements  relative  thereto ;  that  in  lieu  of  carrying  stair 
0  [°°J  there  shall  be  a  scuttle  not  less  than  2  ft.  by  3  ft. 
'■ith  double-rung  ladder  located  within  the  stairway  en- 
losure  of  each  main  stair. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

9-35-SA. 

\F-T LJ C A N T — T h e  Aetna  Oil  Burner  Co.,  owner. 

Application  for  reopening— amendment— Aetna 
Range  Oil  Burner. 

vPPEARANCES— 

APPlicant:  S.  Kleinman. 

iCTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

'HE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . 0 


341-33-SA. 

A  F F BJ CANT  Volcano  Burner  Corp.,  owner. 

SUBJECT— Application  for  reopening— amendment— Vol¬ 
cano  Automatic  Oil  Burner. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  .  q 


136-34-SA. 

APPLICANT  Carter-Korth  Oil  Burner  Corp.,  Owner. 

oUfiSJUUi  Application  for  consideration  of  reopening — 
amendment  to  include  Model  E — Korth  Oil  Burner 
— approval  of. 

APPEARANCES— 

^  For  Applicant:  Herbert  Lewis. 

ACTION  OF  BOARD — Application  reopened,  placed  on 
leserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative  . . .  0 

Absent  .  '  ’  . .  q 


110-36-SA. 

APPLICANT— Mohawk  Oil  Burner  Mfg.  Co. 
SUBJECT— Application  for  reopening— amendment— Mo- 
*  hawk  0l1  Burner,  Models  A  and  H 

APPEARANCES— 

A  _  For  Applicant :  Harry  Bass. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . o 

Absent  .  . 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission- 
?rs  Savage  a°d  Blum  and  Assistant  Chief 

'Valsh .  ^ 

Negative  . ...!.! .  n 

Absent  .  q 

THE  RESOLUTION— 

(110-36-SA) 

A^HlH?f^QtAM°haWkr0il-  Bur?f  MfS-  Co-  owner,  filed 
u  a  ’  1  ,  6’  ran  aPPIlcation  with  the  Board  of  Standards 

Mi,  ie^u’t5£or  apPr°vaI  of  the  device  known  as  the 
Mohawk  Oil  Burner,  Models  A  and  H;  and 

^e+,dev*c.e  was  submitted  to  the  engineer  of 
the  Board  and  the  Division  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  Board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division  of 
Combustibles  was  substantially  as  follows  • 

The  one  tested  was  Model  A.  This 'burner  is  of  the 
mechanical  draft  pressure  atomizing  gun  type-  and 
consists  of  the  following  assembly :  Century  1/6  H  P 
Motor;  Torrington  fan,  3  in.  by  5  in.;  Webster  Fuel 
Unit,  consisting  of  strainer,  pump  and  regulating 
valve, _  and  a  Ballofett  nozzle. 

Ignition— electric,  Webster  transformer. 

Controls  Minneapolis-Honeywell  Protectorelay  R- 
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117-3  and  Minneapolis-Honeywell  Pressuretrol  Model 

L-404.  . 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  put  into  operation  and  the 
controls  operated  and  shut  the  burner  down  in  103 
seconds.  The  burner  was  then  put  into  normal  opera¬ 
tion  for  approximately  45  minutes.  During  the  period 
of  test  there  were  no  flare  backs  and  the  flame  was 
free  and  clear  of  smoke.  Examination  of  the  com¬ 
bustion  chamber  showed  no  undue  carbon  deposits. 

Model  H  is  the  same  as  Model  A,  with  the  excep¬ 
tion  that  the  fan  is  6  in.  x  4  in.  and  the  pump  de¬ 
livers  36  gallons  of  oil  per  hour,  but  this  model  was 
not  inspected  and  tested. 

As  a  result  of  this  inspection  and  test  it  is  recom¬ 
mended  that  the  Mohawk  Oil  Burner  Model  A  be 
approved  for  domestic,  industrial  and  commercial  use 
when  installed  in  accordance  with  the  provisions  of 
the  Oil  Burner  Rules  adopted  by  the  Board  of  Stand¬ 
ards  and  Appeals  with  fuel  oil  not  heavier  than  No. 
3,  U.  S.  Dept,  of  Commerce  Standards. 

Whereas,  applicant  requested  approval  of  Model  H  and 
an  inspection  and  test  of  this  model  has  been  made;  and 

Whereas,  this  device  was  approved  June  30,  1936,  and 
applicant  requested  an  amendment  of  the  resolution  to 
permit  the  marketing  of  the  burner  under  the  name 
“Alpine”,  and  also  under  the  names  “Morgan”  and 
“Superior”. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  Mohawk  Oil  Burner, 
Models  A  and  H,  for  domestic,  commercial  and  industrial 
installation,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  of  the  Board  of  Standards  and  Appeals, 
for  use  with  fuel  not  heavier  than  No.  3  U.  S.  Department 
of  Commerce  Standards,  and  that  there  shall  be  perman¬ 
ently  attached  to  each  burner  installed  a  label  reading. 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  110-36-SA. 

Resolved  further,  that  this  device  may  also  be  marketed 
under  the  name  of  Alpine  Oil  Burner,  Models  “A”  and 
“H”,  and  also  as  the  Morgan  Oil  Burner,  Models  “A” 
and  “H”  and  as  the  Superior  Oil  Burner,  Models  “A”  and 
“H”,  provided  the  requirements  herein  are  complied  with. 


209-32-SA. 


APPLICANT — Croker  Fire  Prev.  Corporation,  owner. 

SUBJECT — Application  for  consideration— reopening  and 
amendment  to  include  4  in.  and  5  in.  Siamese — re 
Croker  4  in.,  5  in.  and  6  in.  Siamese — (6  in.  ap¬ 
proved  March  9,  1937). 

APPEARANCES— 

For  Applicant :  Sidney  L.  Strauss. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  •  •  0 


THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 


4 

0 

0 


THE  RESOLUTION— 

(209-32-SA) 

Whereas,  Croker  Fire  Prevention  Corporation,  owner, 


hied  April  14,  1932,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  device  known 
as  the  Croker  4  in.,  5  in.  and  6  in.  Siamese  connection  for 
standpipe  and  sprinkler  systems ;  and 

Whereas,  this  device  was  tested  by  a  committee  of  the 
board,  report  of  which  test  was  substantially  as  follows : 

The  requirements  of  Rule  93  of  the  standpipe  lire 
line  rules  were  complied  with  as  follows : 

1.  The  body  of  the  device  is  of  brass. 

2.  Clapper  valve  seats  are  of  non-corrodable  mate¬ 
rial — brass. 

3.  Each  outlet  is  provided  with  a  clapper  valve  ma- 
chaned  to  a  true  face. 

4.  The  inside  diameter  of  valve  seats  and  the  area 
of  waterways  conforms  to  this  requirement. 

5.  Clappers  are  properly  hung. 

6.  Swivel  tests  of  225  lbs.  for  5  minutes  without  ef¬ 
fect  on  connections. 

7.  8  &  9.  The  device  was  subjected  to  a  test  built  up 

from  0  to  300  lbs.  in  one  minute  and  held  at  300 
pounds  for  1  minute,  then  raised  to  500  lbs.  and 
so  maintained  for  30  minutes.  These  clappers 
were  so  designed  that  a  pressure  of  100  lbs.  per 
square  inch  on  the  standpipe  side  when  the  pres¬ 
sure  on  the  steamer  side  was  150  lbs.  and  were 
properly  hung  to  close  at  a  discontinuance  of  the 
flow.  The  device  stood  the  required  pressure  of 
500  lbs.  for  30  minutes  under  normal  working 
conditions  and  without  failure  of  any  kind.  And 
the  clapper  valves  were  tight  on  the  standpipe  side 
from  1  to  300  lbs. 

10  &  11.  The  inlet  swivels  to  Siamese  connection  are 
provided  with  threads  to  fit  fire  department  hose. 
12.  The  word  “standpipe”  and  letters  A  B  C  or 
Croker  are  cast  into  the  top  of  the  body,  together 
with  the  Cal.  Number. 

This  device  has  been  approved  by  the  Underwriters 
Laboratory  extinguisher  No.  1158,  June  9,  1932,  speci¬ 
fication  certified  to  this  board  July  18,  1932. 

It  is  recommended  that  the  the  Croker  6  in.  Siamese 
connection  for  standpipe  and  sprinkler  system  be  ap¬ 
proved. 

and 

Whereas,  the  devices  known  as  the  Croker  4  in.  and 
5  in.  were  subjected  to  similar  tests  and  were  found  satis¬ 
factory;  and 

Whereas,  the  composition  of  the  brass  used  in  these 
siamese  connections  is  as  follows  :  72%  copper,  1.5%  tin, 
2.5%  lead  and  24%  zinc. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
December  8,  1936  be  and  it  hereby  is  amended  so  that  as 
amended  the  resolution  shall  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Croker 
4",  5"  and  6  in.  Siamese  connection  for  standpipe  and 
sprinkler  installations  when  constructed  in  accordance 
with  the  drawings  on  file  in  this  application  and  when 
constructed,  tested  and  installed  in  accordance  with 
the  standpipe  and  sprinkler  rules  of  the  Board  of 
Standards  and  Appeals;  that  this  device  may  also  be 
marketed  under  the  name  A.  B.  C.  Siamese  connection 
on  condition  that  under  whichever  name  marketed,  the 
calendar  number  under  which  this  device  has  been 
approved  shall  be  cast  into  the  body  as  hereinabove 
required.” 


23-37-SA. 

APPLICANT — Michael  Kliegman,  for  Silent  Heet  Oil 
Burner  Co.,  for  Quiet  Heet  Manufacturing  Corp., 
owner. 

SUBJECT — Silent  Heet  Oil  Burner,  Models  A,  B  and  E, 
approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 
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THE  VOTE  TO  APPROVE  APPLIANCE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  q 

Absent  .  y 

THE  RESOLUTION— 

(23-37-SA) 

Whereas,  Michael  Kliegman  of  Silent  Heet  Oil  Burner 
Co.,  for  Quiet  Heet  Mfg.  Corp.,  owner  filed  January  21, 
1937,  an  application  of  the  Board  of  Standards  and  Ap¬ 
peals,  for  approval  of  the  device  known  as  the  Silent  Heet 
Oil  Burner,  Models  A,  B  and  E;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Division  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 
Whereas  the  report  of  the  engineer  of  the  Board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division 
ot  Combustibles  was  substantially  as  follows: 

n  T^u-bulner  under  test  and  inspection  was  a  Model 
-B.  This  burner  was  installed  in  a  conventional  type 
steam  heating  plant,  used  for  domestic  purposes.  It 
Pressure  atomizing  gun  type,  consisting  of  a 
Robbins  &  Meyer  for  General  Electric  1/6  H.  P. 
motor,  a  Sirocco  type  fan,  a  Webster  fuel  unit,  con¬ 
sisting  of  pump,  strainer  and  regulating  valve  and  a 
Harsch  nozzle. 

Ignition — Electric— Webster  transformer,  110  to  1  000 
volts. 

Controls— Minneapolis-Honeywell  Protecto-Relay  R- 
117-3  and  Pressuretrol  L-404. 

The  Models  A  and  E  are  identical  with  the  above 
model  with  the  exception  that  the  Model  A  has  a 
square  base  and  the  transformer  is  mounted  directlv 
upon  the  top  of  the  blower.  The  Model  B  has  a  round 
base  with  the  transformer  at  the  side.  The  capacity  of 
,bu™ers.  is  from  to  3J^  gallons  per  hour. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  the  burner  down  in  90  and 
94  seconds  respectively.  The  burner  was  then  put  in 
normal  operation  for  a  period  of  approximately  1 
hour.  The  controls  functioned  as  designed.  During 
the  period  of  test  there  were  no  flare  backs  due  to 
faulty  ignition,  the  flame  was  clean  and  free  of  soot 
and  smoke  and  examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  is  is  recom- 
mended  that  the  Silent  Heet  Oil  Burner,  Models  A, 

B  and  E  be  approved  for  domestic  and  commercial  use 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  with 
fuel  oil  not  heavier  than  No.  3,  U.  S.  Dept  of  Com¬ 
merce  standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
lereby  approve  the  device  known  as  the  Silent  Heet  Oil 
urner.  Models  A,  B  and  E  for  domestic  and  commercial 
retaliations,  when  installed  in  accordance  with  the  Oil 
urner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals,  and  when  used  with  fuel  oil  not  heavier  than  No. 

\  U.  S.  Dept,  of  Commerce  standards,  on  condition  that 
here  shall  be*  permanently  attached  to  each  burner  installed 
label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  23-37-SA. 


55-37-SA. 

PPLICANT— H.  W.  Kuhlman,  for  Crane  Company, 
owner. 

UBJECT— Crano  Oil  Burner,  Models  H-IC  and  H-IF 
approval  of. 


APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 

'run-  ^^r£p°rt  of  en&ineer  of  the  board. 

1HE  VOTE  TO  APPROVE  APPLIANCE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
er3  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  .  « 

Absent  . 

THE  RESOLUTION— 

(155-37-SA) 

filed  Ruhlman,  for  Crane  Company,  owner, 

hied  April  5,  1937,  an  application  of  the  Board  of  Stand- 

?h?Vand  nP-?e£S’  for^PProval  of  the  device  known  as 
the  Crano  Oil  Burner,  Models  H-IC  and  H-IF;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 

W hereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division  of 
combustibles  was  substantially  as  follows: 

The  burner  under  test  was  a  model  H-IF.  This 
burner  Weis  installed  in  a  burner  boiler  unit  used  for 
furnishing  steam  heat  for  domestic  purposes.  Burner 
is  ot  the  pressure  atomizing  gun  type  consisting  of  the 
following  assembly:  A  Marathon  1/6  H.P.  motor 
a  Sundstrand  fuel  unit,  consisting  of  pump,  strainer 
and  regulating  valve,  a  Sirocco  type  fan  and  a  Cen- 
tury  nozzle. 

lOHJO^volts  Electnc'Jefferson  Transformer,  110  to 

.  C°ntrols :  Minneapolis-Honeywell  controls,  consist- 
L404°f  a  Protect°-Relay  R H6-4  and  Pressuretrol 

The  Model  H-IC  is  identical  with  this  model  with 
the  exception  that  it  is  designed  with  a  different  base 
for  use  in  existing  heat  systems.  There  is  no  other 
difference  in.  construction  or  assembly. 

The  capacity  of  these  burners  is  from  gallons 

,°  4/ic?x}  OI\S  xrCr  bour  and  they  are  designed  for 
use  with  No.  1,  No.  2  or  No.  3  commercial  grades  fuel 

With  a  cold  combustion  chamber  and  the  oil  supply 
shut  off  the  burner  was  put  into  operation  and  the 
controls  functioned  and  shut  the  burner  down  in  83 
and  85  seconds.  The  burner  was  then  put  into  normal 
operation  for  a  period  of  approximately  1  hour  and 
the  controls  functioned  as  designed.  During  the  period 
of.te its  tbere  were  n,°  Aarebacks  due  to  faulty  ignition 
and  the  flame  was  clean  and  free  of  soot  and  smoke 
Examination  of  the  electrodes  and  combustion  chamber 
snowed  no  hazardous  carbon  formations. 

As  a  result  o  fthis  inspection  and  test,  it  is  rec¬ 
ommended  that  these  burners,  Models  H-IC  and  H-IF 
be  approved  for  domestic  and  commercial  installations 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  on 
ecember  4,  1936,  with  fuel  oil  not  heavier  than  No.  3 
U.  S.  Dept,  of  Commerce  Standards. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Crano  Oil  Burner 
Models  H-IC  and  H-IF,  for  domestic  and  commercial  in¬ 
stallations,  when  installed  in  accordance  with  the  above 
report  and  the  Oil  Burner  Rules  adopted  by  the  Board 
ot  Standards  and  Appeals,  and  when  used  with  fuel  oil 
not  heavier  than  No.  3  U.  S.  Dept,  of  Commerce  Stand¬ 
ards,  on  condition  that  there  shall  be  permanently  attached 
to  each  burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  155-37-SA. 
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MATERIAL  SUBMITTED  FOR  APPROVAL 
305-36-SM. 

APPLICANT— Revere  Copper  &  Brass,  Inc.,  owner. 
SUBJECT — Application  for  reopening — amendment — Re¬ 
vere  Copper  Oil  Burner  Tubing. 
APPEARANCES— 

For  Applicant :  George  Greer. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  •  •  0 

THE  RESOLUTION— 

(305-36-SM) 


Whereas,  the  Revere  Copper  and  Brass,  Inc.,  owner, 
filed  October  13,  1936,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  material 
known  as  the  “Revere  Copper  Oil  Burner  Tubing”;  and 
Whereas,  this  device  was  submitted  to  a  committee  of 
the  board  for  test  and  report;  and 

Whereas,  the  report  of  the  committee  was  substantially 
as  follows : 

“A  committee  of  the  board  consisting  of  Commis¬ 


sioner  Savage  and  Engineer  Huber,  inspected  and 
tested  sample  of  Revere  Copper  Oil  Burner  Tubing 
(drawn  tubing),  submitted  for  approval  under  Cal. 
No.  305-36-SM,  for  use  in  fuel  oil  installations.  The  , 
material  is  electrolytic  copper  deoxidized  with  phos¬ 
phorus,  99.8%  cold  drawn  or  soft  annealed.  This  pipe 
has  a  thickness  of  .049  in.  for  diameter  (outside)  of 
.500,  .625  and  .750  in.,  corresponding  to  nominal  sizes 
of  H,  Vi  and  5A  in.  This  is  standard.  It  is  recom¬ 
mended  that  the  Revere  Copper  Oil  Burner  tubing  of 
thickness  .049  be  approved  when  marked  Revere  U.” 

and 

Whereas,  this  material  was  approved  February  2,  1937 
and  the  applicant  requested  an  amendment  of  the  resolution 
to  include  sizes  YY\  1",  1  YY ,  1}4"  and  2"  ;  and 

Whereas,  these  sizes  were  subjected  to  similar  tests  and 
recommended  for  approval  by  the  engineer. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  material  known  as  the  “Revere  Cop¬ 
per  Oil  Burner  Tubing”  marked  Revere  “U”  in  nominal 
sizes  A",  Y"  and  Ys"  of  a  wall  thickness  .049  inches  and 
Revere  Copper  Oil  Burner  Tubing  marked  Revere  “K”  in 
nominal  sizes  YY ,  1”  and  1/4"  of  a  wall  thickness  of 
.065  inches  and  P/2  inch  of  a  wall  thickness  .072  inches  and 
2"  of  a  wall  thickness  .083  inches ;  all  tubing  to  be  stamped 
with  name  and  type  every  12-14  inches  for  use  in  New  I 
York  City  where  copper  tubing  of  this  diameter  and  weight 
is  required  to  be  used. 


Adjourned,  4:35  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 

- =  t 

FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience’ in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each — postage  to  be  added  if  the  forms  are 
forwarded  by  mail 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
appeal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 


Copies  of  the  Official  Directory  of  the  City  of  New 
York  for  the  year  1937  (The  Little  Green  Book),  contain¬ 
ing  the  latest  authentic  information  in  relation  to  City, 
State  and  Federal  Departments,  Bureaus,  Offices  and 


Courts,  are  now  on  sale  at  the  Distribution  Division  of 
the  City  Record  Office,  Room  2213,  Municipal  Building, 
Manhattan.  Price  50  cents;  by  mail,  three  cents  per 
copy  must  be  added  for  postage. 
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MINUTES 


♦CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  October  27,  1936,  as  they  ap- 

rSdmMBfc?,a  H  Vo1'  XXI’  «  ed 

THE  RESOLUTION— 

(313-36-A) 

\\  hereas,  Matthew  W.  DelGaudio,  applicant,  for  Pata- 
ken  Realty  Corp  owner  and  George  F.  Stuhmer  &  Co 
lessees,  filed  on  October  21,  1936,  an  appeal  from  a  deci- 
sion  of  the  Board  of  Health  affecting  premises  413-431 
J7a(^  ^enffe’  816_822  Kent  avenue,  northwest  corner  and 

21m  p  6  P[ace  (Block  No.  1883,  Lot  Nos.  1-4,  and 
38-40),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  Board  of  Health,  dated 
.(October  13  1936,  as  contained  in  a  communication  of  the 
secretary,  Department  of  Health,  dated  October  14  1936 
;reads  as  follows  :  ’ 

Resolved,  that  the  plans  and  specification  for  a  cel¬ 
lar  bakery  to  be  located  on  the  southwest  corner  of 
Park  and  Kent  avenues,  Borough  of  Brooklyn,  sub¬ 
mitted  by  George  F.  Stuhmer  &  Co.  be  and  the'  same 
are  hereby  disapproved.” 
and 

Whereas,  an  examination  of  the  records  of  this  board 
(Cal.  No.  210-31-S),  indicates  that  there  existed  since  1875 
md  continuously  since,  a  cellar  bakery  on  a  portion  of  the 
premises  on  Taaffe  place  for  a  distance  of  approximately 
v  feet  north  of  Park  avenue ;  and 
Whereas,  under  Cal.  No.  210-31-S,  the  board  granted 
i  certificate  of  exemption  for  an  extension  to  the  existing 
lakery  for  a  distance  of  25  feet  4  inches  northerly ;  and 
Whereas,  it  is  now  proposed  to  construct  a  fireproof 
xtension  to  the  existing  bakery.  The  extension  will  be 
;  stories  and  cellar,  approximately  35  feet  in  height,  84  feet 
>  in.  by  110  feet  in  area  at  cellar  and  84  feet  5  in.  by  100 
eet  in  area  above.  The  cellar  of  the  proposed  extension 
vill  be  14  ft.  10  in.  from  floor  to  slab  and  will  face  on 
wo  streets.  The  bakery  will  occupy  the  entire  cellar  and 
herefore  is  considered  as  being  at  the  front  of  the  build- 
ng.  Windows  will  be  provided  on  the  Park  avenue  and 
;^ent  avenue  frontage  for  ventilation  of  the  cellar.  The 
roposed  addition  to  the  cellar  will  have  a  minimum 
eight  of  4  ft.  6  in.  above  grade ;  and 
Whereas,  the  applicant  contends  that  “Drawings  and 
pplication  for  the  extension  were  filed  with  the  depart¬ 
ment  of  buildings  on  October  9,  1935,  and  on  October  21, 
535,  the  department  of  buildings  filed  objection  No.  1  as 
allows : 

“Ceiling  of  cellar  should  be  not  less  than  4  ft.  6  in. 
above  the  curb  level.  Note  same  on  plans.  (Sec.  338-2 
of  Labor  Law).” 

That  a  conference  was  held  with  the  commissioner  of 
Hidings  and  his  advisers,  and  a  ruling  was  then  made 
iat  as  the  bakery  was  located  entirely  in  the  front  part 
the  building,  its  ceiling  was  required  to  be  4  ft.  6  in. 
>ove  curb,  and  no  yard  or  court  was  required ;  that  cor¬ 
seted  plans  were  then  filed  which  were  approved  by  the 
apartment  of  buildings  on  December  18,  1935,  and  con- 
ruction  of  the  fireproof  extension  proceeded.  That,  on 
ovember  14,  1935,  the  applicant  inquired  of  the  Depart- 
ent  of  Health  as  to  whether  said  department  would  re- 
ire  plans  to  be  filed  for  the  erection  of  the  addition  and 
December  4,  1935,  received  a  reply  to  the  effect  that 

*Correction — Numbers  changed  from  401-421  to  413-431 
d  from  816-820  to  816-822  and  from  77-81  to  77-83  in  lines 
a,  and  6  of  the  resolution. 


SrLr«!lbnefre?U#ed,',  Jl’a,I.tl,OSe  plans  filed  with 

the  Department  of  Health  on  December  5,  1935-  that  cor¬ 
respondence  and  conferences  have  been  held  with  the  De¬ 
partment  of  Health,  and  on  October  14,  1936  the  lessee 
received  letter  of  disapproval;  that  the  applicant  called 

1936h  °f  -thf  DePartment  of  Health  on  October  19, 

1936  and  was  informed  that  the  Department  of  Health 

fie?  of"  th?PJ°Ve  ?he  PlaniS  aS  pr0p°sed’  as  was  the  be 

he  fmnt  to  the,  bakery  tended  from 

the  front  to  the  rear,  and  that  therefore  a  yard  or  court 

was  required  That  the  applicant  explained  that  the  bak- 

toytheYnnhe  f7nt  °f  th^  building  as  there  was  no  rear 
to  the  building  (it  extended  from  street  to  street  and 

.aced  three  streets),  that  the  ceiling  was  therefore  4  ft 
heen"  above  Kent  avenue  curb,  and  that  the  building  had 
een  so  erected  after  a  ruling  so  made  by  the  department 

theb  Hpldh5’ n nd  rfequested  a  change  in  the  viewpoint  of 
the  Health  Department,  to  wit,  that  they  rule  that  the 

akery  was  in  the  front  of  the  building ;  that  the  applicant 

^nSlrfdh1Sed  ihat  ”?  °ther  ruling  than  that  alrea<fy  decided 
could  be  made  and  an  appeal  to  the  Board  of  Standards 
and  Appeals  was  suggested ;  and 

cellTfS^5’  the  applicant  further  contends,  first  that 
cellar  of  the  proposed  extension  is  fireproof,  at  least  14  ft 

V,  hlgh’  and  facing  two  streets,  with  windows  facing 
Hark  and  Kent  avenues,  and  that  the  bakery  will  occupy 
the  entire  cellar  and  is  therefore  at  the  front  of  the  build- 

?urt  t  t f  thH  Ceillngu ,is  4  ft  6  in‘  above  Kent  avenue 
curb,  usable  and  openable  windows  have  been  provided  • 

second,  that  openings  between  old  and  new  portions  of 
building  wil  be  protected  by  underwriter  doors ;  that  these 
openings  give  the  cellar  of  entire  building  exposure  on 
three  streets,  with  resulting  benefits  in  ventilation;  third 
that  as  the  curb  on  Taaffe  place  is  even  lower  than  that 
on  Park  avenue  the  cellar  ceiling  of  extension  is  even 
higher  than  4  ft.  6  in.  above  curb  on  Taaffe  place ;  and 
Whereas,  it  is  intended  to  move  the  activities  of  the 
plant  to  the  new  extension,  and  then  replace  existing  non- 
fireproof  building  with  a  new  fireproof  structure,  similar 
to  that  on  easterly  portion  of  lot;  and 

Wf™AS,  a  ,teclu°-Vj-S  requested  by  the  applicant  to  the 
effect  that  as  the  building  faces  three  streets,  and  as  the 
new  addition  has  a  ceiling  4  ft.  6  in.  above  curb,  that  the 
bukery  be  considered  as  being  entirely  in  the  front  of  the 
building  and  that  no  yard  or  court  be  required;  and 

Whereas  it  was  stated  by  the  applicant  that  it  is  the 
intention  of  the  owner  to  remove  the  bakery,  for  which 
certificate  of  exemption  was  granted  under  Cal.  No.  210-31- 
and  construct  a  new  building,  so  that  upon  completion 
the  entire  building  from  Park  avenue  through  to  Kent 
avenue  will  have  a  ceiling  height  continuously  for  not  les< 
than  4  ft.  6  in.  above  curb ;  that  such  building  shall  be  con¬ 
structed,  replacing  the  existing  building  within  a  period 
of  three  years. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  section 
43b  of  the  labor  law  and  that  the  decision  of  the  Deoart- 
ment  of  Health  be  modified  and  that  a  certificate  of  ex¬ 
emption  may  be  issued,  to  permit  the  construction  of  the 
cellar  bakery  as  indicated  on  plans  filed  with  this  appeal 
on  condition,  that  the  cellar  ceiling  of  the  new  section  of 
the  building  shall  be  not  less  than  4  ft.  6  in.  above  curb  and 
that  windows  shall  be  installed  facing  on  Park  avenue  and 
laaite  place;  that  the  cellar  shall  be  equipped  with  a  sys¬ 
tem  of  mechanical  ventilation,  and  permitting  this  pro- 
>osed  cellar  bakery  in  new  building  to  be  used  as  an  ex¬ 
tension  to  the  existing  cellar  bakery,  certificate  of  exemp- 

°or  whlTch,  was  granted  by  the  board  under  Cal.  No 
210-31-S  on  July  14,  1931. 


There  is  now  on  display  in  one  of  the  rooms  in  this  the  Mavor’s  Committee  on  r;tv  Planning  rr  •  i  .  . 

*t  of  seven  maps  of  ,he  City  of  New  York,  these  m^s  may  be  s"e„  m"y  S£k  diyTtf  up1.' 'oTjTdo'ck 

vering  the  real  property  inventory  report,  prepared  by  on  Saturdays.  y  ci  up  to  l-  o  clock 
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RULES 


OIL  BURNER  RULES 

[217-21-SR] 

NOTICE _ In  this  publication  of  these  Rules,  a  new  decimal 

numbering  system  has  been  employed,  but  for  con¬ 
venience,  the*  former  designations  are  also  shown  in 
brackets. 

RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 

Adopted  by  the  Board  of  Standards  and  Appeals  June 

15,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
December  4,  1936. 

(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919; 
amended  January  6,  1922;  January  18,  1924,  Oc¬ 
tober  19,  1926;  September  11,  1928;  January  11, 

1929;  March  20,  1931 ;  May  12,  1931 ;  November  24, 

1931;  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 

Authority:  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 

Rule  1 .  Scope. 

[a]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 

equipment  for  use  within  the  City  of  New  \ork 
except  as  provided  in  these  rules. 

[b]  1.2  These  rules  shall  not  apply  to  gas  companies  stor¬ 

ing  or  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 

Rule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  Appeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit,  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com¬ 
pliance  with  these  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn¬ 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CONTROLS— Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

2.7  DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS— Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS :  Buildings  used  exclusively  for 


dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 

2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 
storage  tanks  shall  be  grounded  at  two  (2)  points, 
180°  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162")  A.W.G.  wire,  or  pipe  not 
less  than  one-half  inch  (J4")  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  The  other 
end  shall  be  bonded  to  a  ground  connec¬ 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2')  below  the  surface  of  the 
earth. 

2.11  FILL  PIPE:  That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 

2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  (l/2)  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  (J4)  inch 
gypsum  wall  boards  weighing  not  less  than 
16  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  04)  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
floor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  (J4)  inch 
thick. 

2.12.4  Note — All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current. 

2.14  INDUSTRIAL  INSTALLATIONS :  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 
purposes  designed  for  and/or  using  oil  as  defined 
in  these  rules. 

2.17  OIL  LEVEL  INDICATING  DEVICE:  A  means 
by  which  the  level  of  the  oil  in  a  storage  tank  may 
be  indicated. 


RULES 


2.18  O  v'ERFLOW  PIPE:  A  pipe  which  conveys  bv 
gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2.19  PERMANENT  DEFORMATION:  Wherever 
phrase,  “without  permanent  deformation,”  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT:  Shall  mean  permit  for  storage  of  oil 

2.21  PORTLAND  CEMENT  CONCRETE-  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  not 
more  than  two  and  one-half  (2^)  parts  sand  and 
•  VC  ii  .Parts  of  coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28. 

2.22  PREHEATER:  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

2.23  RELIEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2-24  RELIEF  LINE:  That  portion  of  the  line  between 
the  bypass  connection  of  the  relief  valve  and  the 
supply  line  or  storage  tank. 

2.25  REMOTE  CONTROL:  A  hand,  electric,  or  me¬ 
chanically-operated  device  to  shut  off  the  oil  sup¬ 
ply.  A  thermostat  is  not  acceptable  as  a  remote 
control. 

2.26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2.27  SHOP  FABRICATED:  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2.28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 
tuated  to  prevent  the  flow  of  liquid  in  a  line  of 
pipe. 

2.29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2.30  STORAGE  TANK:  Any  container  for  oil  hav- 

caPacity  of  two  hundred  and  seventy-five 
(275)  gallons  or  more,  having  a  fill  line  and'  vent 
line  connected  thereto. 

2.31  STORAGE  TANK,  AUXILIARY:  Any  con¬ 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  with  an  automatic  or 
manually  operated  pump. 

2.32  SUPPLY  LINE:  That  portion  of  the  line  be¬ 
tween  the  storage  tank  and  the  pump  oil  inlet 
connection.  Where  a  pump  is  not  used,  it  shall 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2.33  TEST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2.34  TRANSFER  PUMP:  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burner. 

2.35  VENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 

Rule  3.  Oil  Permitted. 

[a]  3.1  Oil  permitted  under  these  rules  shall  be  any  liq¬ 
uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar,  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


in  a  Pensky-Martens  closed  cup  tester  (Ameri- 
can  Society  for  Testing  Materials  Method  D93- 
gradT^  marketed  under  the  following  commercial 

Range  Oil  SP.  Gr.  (A.  P  I ) 

No.  1  Fuel  Oil 


No.  2 
No.  3 
No.  4 
No.  5 
No.  6 


40-44° 
36-40° 
32-36° 
28-32° 
24°  + 
18°  + 
10°  + 


[b]  3.2  The  use  of  crankcase  refuse  oil  as  fuel  oil  is 
strictly  prohibited. 

Rule  4.  Burners. 

[a]  4.1  Burners,  including  oil-burning  heaters,  shall  be 

as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

[b]  4.2  Approval  of  burners  or  oil-burning  heaters  de¬ 

signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
tor  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons’  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

[c]  4.3  The  requirements  of  these  rules  shall  not  apply 

to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  of  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches 
soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

[a]  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 

be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  he 
as  stated  in  the  table  given  below. 

[b]  5.1.2  All  tanks  must  be  welded  or  riveted  and 

caulked,  or  riveted  and  welded.  Flanges 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  between  plates  is  pro¬ 
hibited. 

[c]  5.1.3  Thickness  of  cylindrical  tanks,  except 

tanks  of  275  gallons  capacity  or  less : 

Tanks  36  in.  in  diameter  and  less — in. 
shell,  yA  in.  heads. 

Tanks  37  to  72  in.  in  diameter — V*  in 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in. 
shell,  ^  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  of 
H  in.  steel  and  to  be  stiffened  by  angle 
rings  or  equivalent  members  so  as  to  re¬ 
tain  their  cylindrical  form. 
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[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 
tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

f e]  5.1.5  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows : 

In  shell  Ya  in.  thick,  54  in.  in  diameter 
rivets  2^4  in.  pitch. 

In  shell  5/16  in.  thick,  54  in.  in  diameter 
rivets  254  in.  pitch. 

In  shell  54  in.  thick,  54  in.  in  diameter  riv¬ 
ets  2y  in.  pitch. 

5.2  Rectangular  Tanks. 

[a]  5.2.1  All  rectangular  tanks  shall  be  built  of 

steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5/16  of  an  inch. 

[b]  5.2.2  Comers  may  be  made  up  by  bending  the 

plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  54  of  an  inch  in 

diameter  and  spaced  not  more  than  2^4 
inches  center  to  center. 

[d]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 

to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

[e]  5.2.5  When  structural  steel  members  are  used 

such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

[f]  5.2.6  When  structural  steel  reinforcing  members 

are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  pounds  per  square  inch 
taken  in  the  minimum  net  section. 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty-four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[hj  5.2.8  The  connection  between  these  members  and 
the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

[a]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 


and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
and  head  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U. 
S.  Standard  No.  14. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

storage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  04")  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes;  where  used  for  oils  having  a  vis¬ 

cosity  less  than  500  sec.  Saybolt  Universal  at 
100°  F.  shall  have  manhole  covers  bolted 
and  air  tight;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallon* 
Capacity  Located  Outside  of  Building  Above 
Ground. 

[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates-  shall  be  14  inch  and  the  minimum 
thickness  of  roof  plates  J/$  inch. 

The  thickness  of  shell  plates  shall  be  figured 
in  accordance  with  the  following  formula: 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch). 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No. 
14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

fa]  5.5.1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  wall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 


Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun- 
dred  ^  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shali 
be  not  less^  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons  stor- 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 
than  two  hundred  and  seventy-five  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4")  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  in  an  en¬ 
closure  having  masonry  walls  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  not  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6.1.3  The  capacity  of  individual  storage  tanks  lo¬ 
cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
^,hrners  or  oil-burning  heaters  shall  be 
J  -  a  e  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 

injury°r  ^  protected  against  mechanical 

6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
oi  the  tank  not  less  than  two  feet  (2')  be- 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
r  a,  tree  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be 

placed  within  twenty  (20')  feet  of  any  wall 
separating  a  building  from  the  subway,  and’ 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub- 
way ,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and 
Appeals. 

[c]  6.2.3  No  tank  shall  be  buried  so  as  to  be  nearer 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two 

hundred  and  seventy-five  gallons,  prior  to 
°r  u4!  i time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 

6.3  Outside  of  Buildings,  Above  Ground. 

[a]  6.3.1  Storage  tanks  located  outside  of  buildings 
above  ground  shall  be  not  less  than  one  and 
one-quarter  (1*4)  tank  diameters  and  in  no 
case  less  than  ten  feet  ( 10')  from  the  line 
ot  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec- 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 

If  distant  25  feet  from  line 
of  _  adjoining  property 
which  may  be  built  upon  16,000  gallons 

If  distant  30  feet .  24,000 

If  distant  40  feet .  36,000 

If  distant  50  feet .  48,000 

If  distant  60  feet .  60000 

If  distant  75  feet .  96,000 

If  distant  85  feet,  or  more  100,000 
[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 

^m^)an^cmenl:  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one 
and  one-half  (1*4)  times  the  capacity  of  the 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  (*4)  the  height  of  the  tank 
when  the  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core  of 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  be 
firmly  and  compactly  built  of  good  earth, 
free  from  stones,  vegetable  matter,  etc.,  and 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  at 
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least  one  and  one-half  (1/4)  to  two  (2)  on 
all  sides.  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded. 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 

Code  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[c]  6.3.3  All  above  ground  storage  tanks  larger  than 
two  hundred  and  seventy-five  (275)  gallons, 
prior  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 

Rule  7.  Piping. 

7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 

workmanlike  manner.  Exposed  piping  shall 
be  protected  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  at  tank. 

[b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 

brass  pipe,  or  new  extra-heavy  copper  brass 
or  aluminum  alloy  tubing,  properly  marked 
and  duly  approved,  may  be  used.  .Drawn 
metal  tubing  when  used  for  conveying  oil, 
shall  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub¬ 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  (Vs") 
inside  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

[c]  7.1.3  Overflow  pipes  where  installed  shall  not  be 

smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

[a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 

discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

[b]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 

lief  valve  to  prevent  excessive  oil  pressure. 

[c]  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 

more  than  one  and  one-half  (1/4)  times  the 
maximum  working  pressure  of  the  system. 
The  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
line.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7.3.1  An  open  vent  of  iron  or  steel,  without  trap, 

and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
top  of  the  storage  tank  more  than  one  inch 
(1").  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

[b]  7.3.2  Where  a  battery  of  storage  tanks,  designed 

to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

[c]  7.3.3  Vents  shall  be  not  less  than  one  and  one- 

quarter  inches  (1  Y\")  in  diameter  for  stor- 
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age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  in  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  *4  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[d |  7.3.4  Vent  pipes  shall  be  provided  with  weather¬ 
proof  hoods  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  building  opening  and  not  less  than  five 
feet  (5')  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 

7.4  Fill  Pipes. 

[a]  7.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 

ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (5')  from 
any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal. 
No  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe  may 
be  installed  provided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  Alii  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  fill  pipe  terminal  shall  be  provided  with 
letters  reading  “Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 
has  been  approved.  The  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  fill  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  Ys  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  on 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit' 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 

7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  o 
hot  water  or  low  pressure  (ten  (10)  pounds 
per  square  inch  maximum)  steam  coils- 
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7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

[a]  8.1  Each  supply  line  from  storage  tanks  of  two 

hundred  and  seventy-five  (275)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

[b]  8.2  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons’  ca¬ 
pacity,  shall  be  provided  with  a  shut-off  valve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approve^  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavy  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

[c]  8.3  Except  as  may  be  modified  in  specific  instances 

by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(275)  gallons  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
business  building  only  under  the  following  pro¬ 
visions  : 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  haying  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50’)  above  the  street 
level.  Only  one  oil  deliveVy  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be 
larger  than  two  inches  (2”)  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 
above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable,  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 
each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 
Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  “ 

Gravity  “ 

]  8.4  A  remote  control  shall  be  provided  whereby  the 
flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when  outside  location  is  impractical  such 
control  may  be  located  immediately  inside  the 


room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con- 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.3  Except  as  provided  by  Rule  4.2  of  these  rules 

tor  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  or 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used 

for  atomizing  the  oil,  the  oil  and  the  atomizing 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply  the 
supply  of  oil  will  immediately  be  cut  off.  Except 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 


Rule  9.  Oil  Level  Indicating  Devices  and  Test 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Test 
wells  shall  not  be  permitted  in  tanks  located 
inside  ot  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  of 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructed 

ot  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 


Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10) 

gallons  capacity  shall  be  operated  until 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

[b]  10.1.2  Applications  for  permit  shall  be  made  by 

the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shall 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made, 
name  and  address  of  owner  and/or  oc¬ 
cupant,  name  and  address  of  installer, 
make  and  approval  number  of  burners, 
pumps  and  other  devices,  capacity  num¬ 
ber  and  location  of  storage  tanks,  to¬ 
gether  with  approval  of  such  proposed 
installation  by  the  Commissioner  of 
Buildings  when  required  under  Rule  10.2. 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fire 

Chief  and  Commissioner  until  the  installa¬ 
tion  has  been  inspected  by  his  represen¬ 
tative. 

10  2  Plans  to  be  Filed  Where  Structural  Considera¬ 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  as 
defined  in  these  rules,  the  installer  shall 
file  with  the  Commissioner  of  Buildings 
plans  showing  the  size  and  location  of 
all  storage  tanks  having  a  capacity  greater 
than  275  gallons  where  such  tanks  are 
to  be  installed  either  inside  of  buildings 
in  or  below  the  lowest  floor  level  or  out- 
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side  of  buildings  below  ground^  Plans, 
however,  shall  be  filed  where  275  gallop 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

10.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 
inch  for  a  period  of  ten  (10)  minutes. 

[bl  10.3.2  Storage  tanks  of  more  than  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as  follows : 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  which  shall  be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

[d]  10.3.4  The  anti-syphon  devices,  where  used  as 

provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

10.4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

11.1  All  installations  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in¬ 
stallation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner. 
Such  reported  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 

range  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

[b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 

the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 

completely  cut  off  the  passage  of  flue  gases  at  any 
time. 

Rule  13.  Automatic  Pumps. 

13.1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis¬ 
charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall  I 
not  be  less  than  eighteen  (18)  inches,  except  that 
this  clearance  may  be  reduced  to  nine  (9)  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twice  the  width  thereof  and  such  baf¬ 
fle  is  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 
not  less  than  twelve  (12")  inches,  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined,  in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (5')  of  heating  apparatus, 
except  where  same  is  protected  by  fire  retarding 
material. 

[d]  14.4  Burners  and  all  accessories,  including  tanks  and 

piping,  shall  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  ^4"  asbestos  or  equiva- 
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ent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re- 
1  juired  within  the  specific  approval  of  each  burner 

[g]  14.7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

I 

Rule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

[a]  15.1  Cards,  giving  complete  instructions  for  the  care 
and  operation  of  the  system  shall  be  permanently 

w£d  nlar  the  apparatus  in  readable  condition. 
Where  burners  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

b]  15.2  All  heating  systems  in  which  the  oil  is  preheated 
or  systems  not  fully  automatic  shall,  when  operat- 


hoM'be  Under  -?e  direct  supervision  of  a  person 

ChkfnganrtCrtlfiCate  -0f  fitneSS  issued  by  the  Fire 
^met  and  Commissioner,  except,  that  a  person 

holding  a  certificate  of  fitness  as  a  licensed  enginee? 

SectioiT  ioC9no1dr,fire^an  Under  the  P™isio?s of 
S0netT  of  Charter  of  the  City  of  New 

cate^  ^  n0t  bC  required  to  obtain  such  certifi- 

Rule  16.  Modification. 

16.1  When,  for  any  reason,  it  may  be  impracticable  to 
omply  strictly  with  the  foregoing  rules  the  ad- 

DowertrtoVe  °ffitiaI  u  aying  jurisdiction  shall  have 
power  to  accept  substitute  methods  provided  the 

phed  with  Substance  of  these  rules  shall  be  com- 


Rule  17.  Existing  Installatio 


ns. 


17-1  bUTr  syste™s.  heretofore  installed  and  duly 
approved  as  complying  with  all  laws  and  rules  then 
?«le  hereto  shall  be  deemed  acceptable,  pro- 

the  ?nnhei  t  haV6  been  n°  subsequent  alterations  to 
the  apparatus,  except  as  to  Rule  15  2 


RULES 


SMOKING  IN 

Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

ULE  1.  PERMIT. 

laL  Pr°hibition.  No  person  shall  smoke,  or  carry  a 

rtirlp  lClg<?r  r r  Cogarrettf  any  fact°ry  as  defined  in 
,rticle  1  Section  2,  of  the  State  Labor  Law,  nor  in  any 

artion  of  a  factory,  within  the  City  of  New  York,  except 

■  SaUrp\Prir0t-fiCt^d-POD1^nS  °r  speciaI  classes  of  occupancies 
t  sP.ecified  m  Rule  2  of  these  rules,  and  then  only 
ter  the  issuance  of  a  permit  by  the  administrative  official. 

It  shnH  be  the  joint  and  several  duty  of  the  owner  and 
!  the  lessee  or  lessees  of  the  building  containing  such  fae¬ 
ry  or  actories  to  cause  to  be  posted  in  each  and  every 
trance  hall,  stair  hall  or  room  throughout  the  building  as 
511  as  in  every  elevator-car,  in  English,  and  also  in  such 
urJangUage  0r  lan&uages  as  the  administrative  official 
all  direct,  a  notice  of  such  prohibition,  and  the  penalty 
r  its  violation.  J 

(b)  Application.  Application  for  such  permit  shall  be 
ide  only  by  the  owner  of  the  building  on  suitable  blank 

-  ms  to  be  furnished  by  the  administrative  official. 

.c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
;iod,  not  exceeding  one  year,  and  shall  not  be  renewed 
on  expiration  until  a  reinspection  of  the  premises  for 
.  .]t  1S  issued  has  been  made  for  the  purpose  of  de¬ 
mining  whether  existing  conditions  warrant  a  renewal. 

d)  Conditions.  The  permit  shall  state  the  conditions 
ier  which,  the  hours  between  which,  and  the  place  or 
-es  m  such  factory  where  smoking  may  be  permitted, 
this  permit  shall  be  framed  and  kept  posted  in  a  con- 
uous  place  in  the  factory. 

?fi<5eV°C^tion-  Yio!ation  of  any  of  the  conditions 

-  ni  the  permit,  in  addition  to  incurring  such  pen- 
-s  as  are  prescribed  by  law,  shall  be  full  and  sufficient 

offfJ-  r7?CatJ,°n  °f  such  Permit  by  the  administra- 
tticial,  and  he  shall  not  again  issue  a  permit  for  the 
e  premises  until  at  least  one  year  has  elapsed. 


factories 

RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in  : _ 

(a)  Fiictorics  engaged  in  the  manufacture  of  cie-arc 
cigarettes,  or  smoking  tobacco,  when  necessary  for&  the 
efficient  conduct  of  the  business,  provided  tha?: 

(J)  No  smoking  other  than  that  for  sampling 
,^and  exPenmental  purposes  is  carried  on.’ 
•a  J  60  smoking  is  conducted  in  a  room 

C  ieSPeiCIalflyrf°Vhat  purpose,  separated 
fi =b?-  r6St  °-  -the  bu.lldlng  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and  further 
unless  the  building  is  of  fireproof  construction 

°er  system d  ^  apiYoved  automatic  sprink- 
shall  £  ’  the,fl°01;  and  ceiling  of  such  room 

all  be  covered  with  fire-retarding  material. 

(  )  ^uch  chemical  fire  extinguishers  as  the 
administrahve  official  may  direct  are  installed. 

waste  1  J'a?e  PaP7  and  other  inflammable 
ceptaqleT  S  ai"e  deposited  in  fireproof  re- 

ocSpan des'°rieS  dCV°'ed  ent!rely  l0  one  of  following 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works- 
rorge  shops;  ’ 

Foundries  ; 

Iron,  steel,  brass  or  copper  works- 
Machine  shops ; 

Smelting ; 

Stone  or  monumental  works; 
provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed  • 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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APPROVED  APPLIANCES 


Burners  for  Domestic  and  Commercial  Use 


Name  of  Burner  Calendar  No. 

A.  B.  C.  Oil  Burner . . . 

A.  B.  C.  Oil  Burner,  Type  H .  6&1-29-SA 

Ace  Rotary  Oil  Burner . •  47-3b-bA 

Acme  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  .  I1Z-oo-dA 

Acme  Oil  Burner,  Models  BO-1  and  BO-2..  132-34-SA 

Aetna  Automatic  Oil  Burner .  cs 

Air-Blast  Oil  Burner .  ........ -  ^ 79-34- b A 

Airtemp  Oil  Burner,  Models  B-6  and  C-6 -  oo  Tic  a 

Airtemp  Oil  Burner,  Models  D,  F  and  G - 

Alladin  Oil  Burner .  2ac’oq’ca 

Alexander  Oil  Burner .  ,^"oa"ca 

Alida  Oil  Burner . .  iTn'ucA 

Alpine  Oil  Burner,  Models  A  and  H . 110-36-bA 

American*  Blue  Flame  and  Sun  lHlame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88, 

92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 

4562,  4563,  4573,  4578,  4588,  4688,  4678, 

4668,  4666,  4683,  4663,  4653,  4673,  4674, 

4664,  4612,  4618,  4628  and  4638 .  298-33- S A 

Aristocrat  Oil  Burner .  PtqP’ca 

Associated  Oil  Burner  . 

Auto  Heat  Oil  Burner .  ^84-33-bA 

Autocrat  Oil  Burner,  Model  B-l . ■•••••• 

Automatic  Airless  Oil  Burner,  Model  No.  1..  53-34-bA 

Baker  Automatic  House  Heating  Burner -  1323-22-SA 

Baker  Oil  Burner,  Model  L,  Gun  Type .  404-29-SA 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD .  329-35-bA 

Ballard  Baby  Grand  Oil  Burner .  447-32-SA 

Ballard  Super  Domestic  Oil  Burner .  939-24-bA 

Bayard  Domestic  Fuel  Oil  Burner .  ca 

Berggren  Oil  Burner .  764-1 26- SA 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner  48a-32-bA 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  . 

Bettendorf  High  Pressure  Oil  Burner .  479-31-bA 

Bettendorf  Oil  Burner . 

Bettendorf  Oil  Burner,  Model  H.B .  498-32-SA 

Bock  Oil  Burner,  Models  A,  B,  C  and  D....  123-31-SA 

Bock  Oil  Burner,  Models  WH-3,  WH-5,  WH- 

6  and  WH-8 . . .  J02-34-SA 

Braden  Automatic  Fuel  Oil  Burner .  322-30-SA 

Branford  Oil  Burner .  36-31-SA 

Branford  Oil  Burner,  Model  “A” .  461-32-SA 

Brighton  Oil  Burner .  372-33-SA 

Bullet  Automatic  Oil  Burners,  Models  A  and 

B  .  195-33-SA 

Caloroil  Burner,  Type  AA .  1361-24-SA 

Camel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S .  229-32-SA 

Carboradiant  Oil  Burner,  Models  V  &  VS...  16-31-SA 

Carboradiant  Oil  Burner,  Model  VSS .  49-32-SA 

Carborundum  Burner  .  571-29-SA 

Cardinal  Oil  Burner,  Model  C .  50-37-SA 

Carter-Korth  Oil  Burner,  Model  “P” .  389-32-SA 

Carter-Korth  Oil  Burner  .  54-30-SA 

Carter  Oil  Burner,  Models,  4X,  5X,  6X  and 

10X .  117-34-SA 

Ceco  Oil  Burner  .  354-35-SA 

Central  Oil  Burner,  Models  4X,  5X,  6X  and 

10X  .  117-34-SA 

Century  Oil  Burner  . 157-28-SA 

Century  Pressing  Machine  Oil  Burner,  Models 

U1  and  U2 .  25-37-SA 

Challenger  Kleen  Heat  Burner,  Series  No.  100  813-28-SA 

Challenger  Oil  Burner,  Model  “A” .  86-34-SA 

Chalmers- Ace  (Rotary  I  Oil  Burner .  47-35-SA 

Chalmers  Automatic  Oil  Burner,  Models  D1 

and  D2  .  608-32-SA 

Citro  Oil  Burner,  Models  A  and  B .  86-36-SA 

Commonwealth  Automatic  Oil  Burner .  348-28-SA 

Concord  Burner  .  108-35-SA 


Name  of  Burner 


Calendar  No. 


Continential  Oil  Burner,  Models  A,  B  and  C. . 

Cook’s  Automatic  Oil  Burner . 

Cope-Swift  Safety  Automatic  Oil  Burner - 

Craftsman  Oil  Burner  . 

Crano  Oil  Burner,  Models  H-IC  and  H-IF.. 

Crater  Automatic  Oil  Burner . 

Crescent  Oil  Burner.. . . . . 

Crescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 . 

Crown  Oil  Burner,  Type  XA . 

Crystal  Blue  Flame  Oil  Burner . 


146-31-SA 

955-27-SA 

354-31-SA 

222-35-SA 

155-37-SA 

34-34-SA 

222-29-SA 

592-31-SA 

426-29-SA 

423-29-SA 


Dahl  Vaporizing  Oil  Burner . 

D’Elia  Oil  Burner . 

Delco  Heat  Oil  Burner . 

DeWalt  Oil  Burner . 

Diesel-American  Oil  Burner,  Model  D-A-l.. 

Diesel  Oil  Burner . 

Dist-o-matic  Oil  Burner . 

Doe  Oil  Burner . 

Doherty  Oil  Burner . 

Draft-Rite  Oil  Burner  . 

Dupont  Oil  Burner  . 

Easternoil  Automatic  Oil  Burner,  Models  A, 

B  and  C  . 

Economy  Oil  Burner,  Type  A-l . 

Eisler  Automatic  Oil  Burner . 

Elec-tro-matic  Oil  Burner,  Type  151 . 

Electrol  Automatic  Oil  Burner  and  Models 

BB,  C,  EA  and  TCV . 

Ember-Glo  Oil  Burner . 

Empire  Oil  Burner . . . 

Enterprise  Rotary  Fuel  Oil  Burner . 

Enterprise  Steam  Atomizing  Burner . 

Enterprise  Type  Junior  “W”  Oil  Burner, 

Models  1,  2  and  3 . 

Espo  Oil  Gas  Burner . 

Esso  Oil  Burner,  Models  E.B.  1  and  2 . 

Esso  Oil  Burner,  Models  E.B.  3,  4  and  5.... 

Evenheet  Oil  Burner . 

Everedy  Oil  Burner . 

Fairfield  Oil  Burner . 

Faultless  Oil  Burner . 

Fine-Glo  Oil  Burner . . 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine, 

Model  T-2  . 

Fluid  Heat  Domestic  Oil  Burner,  Type  O... 
Fluid  Heat  (Gun  Type)  Oil  Burner,  Model  P 

Fluid  Heat  Oil  Burner . 

Forsdraft  Oil  Burner . 

Foster  Oil  Burner . 

Franklin  Domestic  Oil  Burner . 

Freeport-Silent  Service  Oil  Burner,  Models  5, 

10  and  30 . 

Fuelo  Oil  Burner . 

Gar  Wood  Oil  Burner . 

Gar  Wood  Oil  Burner,  Models  K  and  K-3500 
General  Automatic  Oil  Burner,  Model  A.... 

General  Electric  Fuel  Oil  Burner . 

General  Electric  Oil  Burner,  Type  DA-2 - 

Ghapco  Steam  Generator  . 

Gilbarco-Ballard  Heavy  Oil  Burner,  Models 
BM,  DM,  FM,  HM,  BS,  DS,  FS,  HS, 
BA,  DA,  FA,  HA,  BPM,  DPM,  FPM, 
HPM,  BPS,  DPS,  FPS,  HPS,  BPA, 
DPA,  FPA,  HPA,  BPW,  DPW,  FPW, 
HPW,  BPH,  DPH,  FPH  and  HPH. . . . 

Gilbarco  G.B.O.  Oil  Burner . 

Gilbarco  Industrial  Burner . 

Gilbarco  Oil  Burner,  Models  G.B.  I1  and  2... 
Gilbarco  Oil  Burner,  Models  G.B.  3,  4  and  5 
Gilbert  &  Barker  Flexible  Flame  Burner.... 


915-26-SA 
155-31-SA 
420-31-SA 
541-31-SA 
6-37-SA 
354-35-SA  i 
663-28-SA 
317-31-SA 
943 -26- S A 
178-35-SA 
248-36- S  A 


600-3 1-S  A 
45-31-SA. 
481-27-SA  | 
125-33-S A  | 

259-25-SA ' 
462-32-SA 
222-35-SA  | 
1149-27-SA, 
15-33-SA 

225-32-SA 

1431-23-SA 

520-31-SA 

109-31-SA 

554-32-SA 

102-33-SA 

584-31-SA 

493-24-SA 

178-35-SA 

125-36-SA 

1094-27-SA' 

134-35-SA 

361-32-SA 

41-34-SA 

715-26-SA 

560-26-SA 

97-33-SA 

47-30-SA 

373-30-SA 

481-32-SA 

60-36-SA 

434-32-SA 

228-33-SA 

348-31-SA 


1493-22-SA 

282-33-SA 

350-32-SA 

520-31-SA 

109-31-SA 

109-31-SA 
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APPROVED  APPLIANCES 


Kameof  Burner  Calendar  No. 

Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-31-SA. 

?j!f,eAt-,SBBarker  ^  Burner>  Modei  S-i _  282-33-SA 

Gill  Oil  Burner .  1231-2?  9  a 

Gold  Star  Oil  Burner,  Models  F  and  6 .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3 . . .  441-31-SA 

Goodspeed  Automatic  Oil  Burner .  9^7-27-S.A 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-9  A 

Gould  Automatic  Oil  Burner .  178-35-9  A 

Grant  Oil  Burner .  *  382-26.9  A 

Grant  Oil  Burner,  Model  “C” . *  232-32-SA 

Hardinge  Oil  Burner .  813  2?  9  A 

Hardinge  Oil  Burner,  Model  23. .!!!!!!!!"  ’  33_??.9  A 

Harris  Fuel  Oil  Burner .  690-30-94 

Hart  Automatic  Oil  Burner .  1162  24  SA 

Har“ri0”t0matiC  011  Burner>  Model  Series 

Hart  Oil  Burner!  Modei  ‘  “H” !.'!!! .  221-33-9  A 

Hayward  Oil  Burner .  *'  696-30- SA 

Hayward  Oil  Burner,  Model  2000..!.’ .  11031:  cA 

Heat  King  Oil  Burner,  Model  2/ . ’  98-33-9  A 

Heat-O-Matic  Oil  Burner .  178_35_c;al 

Heat-Pak  Oil  Burner.  Models  35  and  Compact  237-36-SA 

Heatiator  Oil  Burner .  1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 

Heil  Combustion  Fuel  Oil  Burner,  Type  B.  295-29-S  \ 
Herco  Oil  Burner,  Models  R1S  and  R35..!!!  21-36-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  Hf!!!! 

Hercules  Oil  Burner,  Models  M  1200  and  M 
1 800  . 

Herman  Nelson  Conversion  Oil  Burner . 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2 
^°^4iann  Fuel  Oil  Burner,  Model 

Holby  Type  A  Fuel  Oil  Burner  . 

Holland  Type  “F”  Oil  Burner .  237-34-SA. 

Homer  Domestic  Oil  Burner .  1211-25-SA. 

Homestead  Oil  Burner,  Model  E .  176-36-SA. 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP!!  10-34-SA 

Imperial  Oil  Burner .  187-33-9A 

Kres-Kno  Oil  Burner  and  Model 

Inferno  Oil  ’  Burner ! .’ ! .' .'  *  * .' .  SR2~??"9  a 

International  Mechanical  Draft  Oil  Burner!! 

International  Oil  Burner . 


309-33-SA 

486-32- S A 
1 44-36- S  A 

11-36-SA 

274-35-SA 
688-29- S  A 


82-33-SA 
372-30-S  A 
1305-24-SA 
333-33- S  A 
938-22- S  A 


Jacobsen  Balanced  Oil  Burner.  (Model  V-l) 

Johnson  Improved  Rotary  Fuel  Oil  Burner  voo- 

Joyce  0,1  Burner .  852-26-SA 

£•  K  C.  Od  Burner .  846-25-SA. 

Raytown  Quiet  Automatic  Oil  Burner,  Models 

kPii’maRd  C .  1 46-31 -S A 

incico  Oil  Burner.... .  c  a 

Kelvinator  Oil  Burner .  339-31. 9A 

!vevwn^0r  Burner,  Model  K .  105-34-SA 

KeWaNee  Od  Burner,  Model  “C” .  518-32-SA 

Rmgsway  Century  Oil  Burner,  Models  F  and 

Rmgsway  Sdent  Automatic  Oil  Burner,  Model 

Meen  Heet  Oil  Burner .  62-24-SA^ 

K  een  Heet  Oil  Burner,  Type  902....!!...!! 

7  ee[!  ?.Pet  Burner,  Type  R . 

vorth  Oil  Burner,  Models  G  and  S . .'  136-34-SA 

<IesKK„„°n-,BRUrner . ...:  267-30-SA 

yes-Kno  Oil  Burner .  443-28-9 A 

<reV#IS1°  ,Pressin£  Machine  Burner,  Model 

MD.  sizes  KRF  and  KRF-1 .  354.34.SA 

-aco  Oil  Burner,  Model  NL .  670-30-9A 

t”  °p  Burne-r’  ,M°dels  F’  JF>  BF  and  D.'!  226-33-SA 

-ange  Economical  Od  Burner .  333.33.9  a 

e-uw^n-^T?  on  Burner . !!.!!!!!  1034-27-SA 

-ea<ler  Od  Burner .  425-31-SA 


Name  of  Burner  Calendar  No. 

Reiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-9  A 

Liberty  Pressure  Oil  Burner .  73.34.9  a 

Lochinvar  Oil  Burning  Unit .  142-36-SA 

Lonergan  Automatic  Oil  Burner .  208-33-9  A 

Luxor  Heat  Oil  Burner .  322-30-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3..  166-34-SA 

“M  F  Domestic  0il  Burners,  Models  Nos. 

,  ,  25,  26,  65,  66,  307,  308,  309,  400  and  800. , 

M-  W.  Emancipator  Oil  Burner .  lKJC 

a!'  )),’  QP  Burning  Water  Heater .  737-29-SA 

M.  W.  Water  Heater,  Model  20-D .  365-34-SA 

Magna  Fuel  Oil  Burner .  197-33-9A 

Majestic  Oil  Burner .  *  *  693-30-9A 

Major  Od  Burner,  Models  H,  U,  P  and’pp!!  10-34-SA 

Mastei^Fu^oif  Bunier^1. H:  ,V;E  R; ; ; ; ; ; ; ; 


341-32-SA 

102-33-SA 


83-33- SA 
68-24-SA 


99-35-SA 

49-33-SA 


Master-Kraft  Oil  Burner 

May  Oil  Burner . 

Burner,  Type  BB .  46-34-9^ 

Mayfield  Oil  Burner .  "*  568-31-9  a 

Mayflower  Oil  Burner .  124-2Q.9A 

Me T1  vane  Oil  Burner .  5J1  29  SA 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-SA 

Merco  Od  Burner .  637-2Q  9  a 

Mercurol  Oil  Burner,  Models  4X  5X  6X 

and  10X  . ’  ’  ii7.34.ca 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 

Metro-Pressure  Oil  Burner,  Models  A,  B  and 

Micron  Oil  Burner .  -lie  7]  o  ^ 

Midget  Oil  Burner . ! ! ! ! ! ! ! ! !  . .  T33-1t 9  A 

Mu'set  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208, 

-11,  311  and  114 .  327-31-9A 

Minneapolis  Automatic  Oil  Burner .  34.34.9A 

Mohawk  Oil  Burner,  Models  A  and  H. ! . ! . ! !  110-36-9  A 

Monitor  Oil  Burner .  ’  202.34  cA 

Morgan  Oil  Burner,  Models  A  and  H .  110-36-SA 

Morrissey  Oil  Burner .  673-27.9 A 

Morrissey  Oil  Burner,  Models  MA-2  '  MA-3 

m  ^  ^'4,  .SP-1,  SP-2,  SP-3,  and  MP-l _ ’  359-33-SA 

Morse  Conical.  Type  Steam  Atomizing  Burner  938-25-SA 

M01  se  Pan  ^  ad  Type  Steam  Atomizing  Burner  939-25-SA 
Morse  Fuel  Oil  Burner .  oon  2?  ca 

Moto-Heat  Oil  Burner . !!!!!!! .  193.32  9 a 

Motorless  Oilheat  Burner,  Models  7  9  11  13 

and  B5  .  hOR  ox  c  a 

Mousette  Oil  Burner .  *  887-25  SA 

Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-9  A 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31-SA 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

Rational  Clark  Rotary  Oil  Burner .  197-33-9 A 

Rational  Devices  Oil  Burner .  184-36-9 A 

National  Oil  Burner,  Model  E-J .  360-34-9 A 

Rational  Rotary  Oil  Burner .  836-23  9 A 

NesUtt  Oil  Burner  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA 

New  Process  Oil  Burner .  1071-27-SA 

Richols-McCann-Harrison  Burners  .  255-31-9 A 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA. 

Roiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 

Rokol  Automatic  Burner .  1078  24  9A 

Norge  Oil  Burner  Models  N8,  N18  and  N28.’  226-34-SA 

Norge  Water  Heater,  Models  23  and  45...  365-34-SA 

Ru-Way  Oil  Burner . .....V  773-269SA 

Oilbuilt  Burner  .  o-  33_ca 

Oliver  Oil  Gas  .Burner,  No.  30- A _ !!!!!!!  1359-24-9 A 

Oreo  Oil  Burner,  Model  A-l . . !  ]  ’  216-36-SA 

Oronoque  Oil  Burner .  394.39.9  A 

Orr  Fuel  Oil  Burner . ’  113-26-SA 
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APPROVED  APPLIANCES 


Name  of  Burner  Calendar  No. 

Pacific  Oil  Burner .  343-35-SA 

Packard  Fuel  Oil  Burner .  77-34-SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner .  236-35-SA 

Peoples  Silent  Oil  Burner,  Models  O  and  G..  313-35-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect  Automatic  Oil  Burner  (Gun  Type), 

Model  A-l  .  112-36-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Burner,  Model  0  .  78-28-SA 

Petro  Burner,  Model  P-2 .  735-30-SA 

Petro  Oil  Burner,  Model  W-2 .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-1^4...  245-33-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 . ..  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-S  A 

Philco  Oil  Burner,  Models  AM  and  B .  27-37-SA 

Pioneer  Automatic  Oil  Burner . .  1259-27-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  C  . . .....  600-3 1-S A 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  .  411-32-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  .  21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Rasol  Oil  Burner .  108-34-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 .  368-34- S  A 

Rayfield  Oil  Burner .  504-26-SA 

Real  Host  Oil  Burner .  38-34-SA 

Re-Ly-On  Oil  Burner .  745-26-SA 

Remington  Domestic  Oil  Burner,  Type  B....  532-31-SA 

Remington  Oil  Burner . 891-26-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Richfield  Oil  Burner,  Pressure  Gun  Type -  73-36-SA 

Richmond  Gravity  Fuel  Oil  Burner .  1193-22-SA 

Rickard  Oil  Burner .  lfill-27-SA 

Ritz  Oil  Burner,  Model  A .  378-36-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21-SA 

Rotoflame  Gem  Oil  Burner .  187-33-SA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S  &  K  Wide  Range  Fuel  Oil  Burner .  10-33-S  A 

S-K  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

S.  T.  Johnson  Oil  Heat  Servant .  157-34-SA 

Sachem  G.B.O.  Oil  Burner . 282-33-SA 

Schulse  Home  Oil  Burner .  1487-23-SA 

Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ.  CV  and  SN  Junior .  436-32-SA 

Sealdheet  Oil  Burner,  Model  SH .  160-36-SA 


Name  of  Burner  Calendar  No. 

Security  Oil  Burner .  56-28-SA 

Shepard  Oil  Burner .  563-30-SA 

Shill  Oil  Burner .  315-30-SA 

Shur-Heat  Oil  Burner,  Models  R-15  and  R-35  21-36-SA 

Silent-Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  O .  463-3 1-S  A 

Silent  Automatic  Oil  Burner .  458-26-SA 

Silent  Automatic  Burner,  Model  “B” .  709-30-SA 

Silent  Automatic  Burner,  Model  “E” .  710-30-SA 

Silent  Flash  Oil  Burner,  Model  Cl .  38-33-SA 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 

Silent  Glow  Oil  Burner,  Models  600,  800, 

1000,  1200,  1800,  2800,  3800,  6800  and  8800.  345-31-SA 

Silent  Glow  Oil  Burner,  Model  1300 .  12-37-SA 

Silent  Heet  Oil  Burner,  Models  A,  B  and  E. .  23-37-SA 

Silent  Heet  Oil  Burner,  Model  C .  96-36-SA 


Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 
Simplex  Domestic  Oil  Burner,  Type  P.A. ...  446-30-SA 
Simplex  Domestic  Type  “S.P.”  Oil  Burner..  145-31-SA 
Simplex  Horizontal  Rotary  Oil  Burner, 

Types  H,  H.E.G.  and  H.E.G.-H .  367-36-SA 

Simplex  Turbine  Fuel  Oil  Burner,  Models 


C.O.G.  and  M.O.G .  1203-22-SA 

Socony  Arrow  Oil  Burner .  1191-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G.  536-31-SA 
Standard  Automatic  Oil  Burner,  Type  11-G.  537-31-SA 

Standardyne  Oil  Burner .  34-34-SA  ; 

Stephens  Oil  Burner,  Models  Nos.  1  and  2. . . .  146-33-SA 

Stuhler  Oil  Burner .  618-27-SA 

Stuhler  Oil  Burner,  Model  R .  84-36-SA  : 

Summerheet  Oil  Burner .  581-26-SA 

Sundstrand  Automatic  Oil  Burner .  755-26-SA 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Superior  Oil  Burner,  Models  A  and  H .  110-36-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

Tabor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 

Thermoil  Oil  Burner,  Model  G1 .  324-36-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Thoroburn  Oil  Burner,  Model  A-1-16-G .  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary  Oil  Burner... .  297-29-SA 

Timken  Silent  Automatic  Heater  (Water 

Heater  Unit)  Models  40-A  and  50-B....  121-35-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C...  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31 -SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Tri-Aire  Oil  Burner,  Model  C-3 . 188-36-SA 

Trojan  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 

U  and  S  Oil  Burner  for  Pressing  Machine, 

Models  A,  B  and  C .  331-36-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 
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Universal  Fuel  Oil  Burner 

Universal  Oil  Burner 

6-24- S  A 

CCM  11  c  a 

Wheco  Oil  Burner 

i  no  i/i  c  a 

Vapomatic  Oil  Burner 

OcH-ol-oA 

^,bjte  .blame  Oil  Burner _ 

J  A 

Q  A 

■?7C  1/1  C  A 

White  Heat  Oil  Burner. 

OJ/  Oj*oi\ 
9*^9  7£s.  C  A 

\  aporoil  Burner  .. 

A  A  70  C*  A 

W ilhams  (Jil-O-Matic  Oil  Burner,  Models  T 
JJ.  Junior,  K,  KA,  KB,  and  R  J’ 

^0^*JO“jA 

Vesta  Oil  Burner..  . 

451-26-SA 

AT}  in  c  a 

918-22-SA 

Victor  Oil  Burner. . . 

Windsor  Oil  Burner,  Models  A-3U  B-SU 

Victory  Oil  Burner.... 

oiz-JU-bA 

and  C-6U  1  13  au 

ACO  7r\  C7  A 

Viking  Oil  Burner _ 

A 

70  C  A 

Wmsbw  Kleen  Heet  Burner,  Models  805  and 

OJIJ-JU-jjA 

Vitro-Heet  Oil  Burner,  Model  MD 

A 

i  n  oc  c*  a 

Vltr°,"I?^t  P.ressin£  Machine  Burner,  Mod- 
__  el  MD,  sizes  KRF  and  KRF-1 

ovl-^y-bA 

WlSandSR  b'Ud  °n  BurnCr’  Models’  0”  A 

ly-zb-bA 

70  77  C  A 

Volcano  Automatic  Oil  Burner 

uj4-o4-oA 

90  C  A 

Wizard  Automatic  Oil  Burner 

A 

181-33-SA 

44  7Q  CA 

Voic™  Automatic  Oil  Burner,  Models  EW, 
EVV-1  and  EW-2 

ooo  67~o A 

7/11  ii  c*  a 

York  Automatic  Oil  Burner 

Warner  Oil  Burner,  Model  A 

Wayne  Oil  Burner  . 

*541-jo-oA 

16-34-SA 

York  Bake  Oven  Oil  Burner  . 

°r\ pIdonzontal  Rotary  Oil  Burner  (Type 

384-36-SA 

Wayne  Domestic  Oil  Burner,  Afodel  K 

1155-25-SA 

11C  70  C  A 

Yorktown  Oil  Burner 

56-36-SA 

TAA  11  CA 

Wayne  S-2  Domestic  Oil  Burner 

Veco  Multi  Oil  Burner,  Low  Pressure  Type. 

llO  dZ~uA 

1 15-32-S A 
24-36-SA 

Yorktown  Oil  Burner,  Model  A 

Zenith  Oil  Burner 

A  Uu  L ,  i 

3-35-SA 

270-34-SA 

EXIT  RULES-REVOLVING  DOORS 

^ffi:d»3erdeCaI&LN4^1,8f-1^  ,9,7; 

%L  8“20-S'  My  *  I®,  and  under  cli. 


Rule  1  Classification  of  Revolving  Doors  For  the 

is  follows^:  thCSe  rUlCS  revoIvin^  doors  shall  be  classified 

Ja). 7yfe  A •  “Automatic  Collapsible”  in  which  the 

£s  tion  ah,,Tn?  W  maintained  in  the  n°™al  revolving 
hat  F.  ’the  ^  r  °°rS  ar-e  S°  desi^ned  and  constructed 
he  win ps 6  the  h  °f  excessiv^  Pressure  being  exerted  on 

dnps  ’t/h-  braCCS  1°r  0t-h-er  devices  which  hold  the 
:'ings  in  their  normal  position  shall  be  disconnected 

ereby  permitting  easy  egress  through  the  vestibule  at 
?ast  equivalent  to  that  provided  by  !  pair  of  swinging 
oors  having  the  same  width  as  the  vestibule  opening.  &  g 

on°ifreth0AIVing  d°°rS  Sha11  be  included  >n  this  classifica- 
on  it  the  pressure  necessary  to  collapse  any  wing  ex- 

:(b)s  TyPC  E'  “R¥d  Brace”  in  which  the  individual 
ngs  are  maintained  in  the  normal  revolving  position  by 

°r  similar  devices,  but  which  doors  are  so 
hth  £  and  instructed  that  the  braces  or  other  devices 
d  ,  He  VugS  ?n  their  normaI  Position  may  be 
rmh  Lrteiea-edr^  S!mp,.e  mechanical  means,  thereby 
mitting  the  individual  wings  to  be  manually  collapsed 

Sibulearranged  aS  t0  permit  free  egress  through  the 

orUslesh2;i1  >ReV°IT.m?  ?oors-  Prohibitions.  Revolving 
Us  Prohibited  m  exit  doorways  from  assemblj 

s  mofion  '  .Ud  °^UmS’  churches-  dance  haHs,  hospi- 
’  room  nrP1  UrC  th+latreS>  tscboo,s’  thcatres>  or  bom 
ee  hundrL  Wlthm  a  building  where  more  than 

Ssem  PerS°nS  congregate  for  purposes  of 

ranee  d’nnrul  Ctf°n  or.  worship;  except  that  the  main 
limiprt  %  to  a  hospital  or  sanitarium  may  be 

•pRmenTed  bv  Hei:  type  A  or  B  revolving  doors  when 
t  eight  swinging  doors  not  less  than  three  (3) 

S  (  )  inches  wide  at  this  or  other  paths  of  egress. 

Revo,ving  Doors— Department  Stores.  Type 
revolving  doors  hereafter  installed  shall  be  accepted  in 
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exit  doorways  from  department  stores  provided  doorwavs 
aggreg'tmg  at  least  fifty  (SO)  per  cent  of  the  legate? 
q  ired  with,  equipped  with  swinging  doors  are  installed 

Zt°-e  °r,m°?  Sllch  outwardly  slinging’  doors  are  lo- 
cateci  .immediately  adjacent  to  each  revolving  door  Such 

outsnidengand0shaneeh  "0t  be  ?q.uipped  with  Indies  on  the 
(3)  feet  d  h  have  a  minimum  clear  width  of  three 

Rule  4.  Existing  Revolving  Doors.  Except  where 
otherwise  prohibited  existing  Type  A  revolving  dlors  may 

buildings.^  aS  reqmred  means  of  exit  m  doorways  from 

reSC?Pt  There  otherwise  prohibited  existing  Type  B 
revolving  doors  may  also  be  retained  as  required  means 

i?sftrative  offRia^h1^’  W— ’  j.n  -the  opini°n  of  the  admin- 
dition  exis^  If  hnng  JUnsdlCt'0n;  no  dangerous  exit  con- 
is  deemef  L  w’  h°weve.r-  su,ch  dangerous  exit  condition 
bvTv^l  dAby  b'f1-  jXlst’  they  sha11  be  either  replaced 
[  yp.e  A  revolving  doors,  or  supplemented  by  at  least 
one  swinging  door  not  less  than  three  (3)  feet  wide  lo 

off‘lrdTaCyend,irte°c,,he  reV°,Vin8  d°M'  -  *h= 

Iha^ssembly  l“llsR  aTy'S,  a^oriums,  ctarjhg 
halls  depar, mem  stores,  hospitals,  motion  picture  theatres 

the  h,  La-Hd  thcJ“reJ’  comin*  “nder  ^it  provisions  of 
hereaftedrnbpCOde’  d°5rway?  serving  as  required  exits  may 
hereafter  be  equipped  with  Type  A  revolving  doors  or 

with  Type  B  revolving  doors,  provided  such  revolving 
doors,  not.  exceeding  three  in  a  unit,  shall  have  an  out? 
wardly  swinging  door  at  least  three  (3)  feet  wide  located 
immediately  adjacent  thereto.  located 

Rule  6.  Revolving  Doors  —  Subway  Entrances  Re 

rrlr  doorwaZs  bom  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  mav  be 
equipped  with  type  A  revolving  doors,  provided  door¬ 
ways  of  the  legal  required  width  equipped  with  swinging 
doors. are  also  installed  and  one  or  mo?e  such  ouSdl? 
swinging  doors  are  located  adjacent  to  each  revolving  doon 

Rule  7.  Saving  Clause.  But  nothing  in  these  rules 
shall  prevent  the  installation  on  the  exit  doors  from  a 
ba  k’  .trust  company,  jewelry  store,  or  any  store  devoted 
to  a  single  similar  use,  of  a  locking  device  which  may  be 

°?efr,ated  by  eIectricity  or  other  means  from  the  interior 
of  the  building,  to  be  used  only  in  an  emergency. 


APPROVED  APPLIANCES 


approved  range  oil  burners  and  space  heaters 

Calendar  No. 


190-35-SA 

206-35-SA 


Name  of  Burner 
A.B.C.  Range  Burner  Assemblies  Models 
AS-4,  AS-6,  AD-6,  AS-9  and  A-3798 

Water  Heater  Assembly  .  2  J'f 

Aetna  Range  Oil  Burner 
Air-O-Flame  Space  Heater,  Models  10b  and 

810  (pot  type)  . . .  ••  y ; •  •  *: * 

Air-O-Flame  Space  Heater,  Models  71,  yi, 

1572  and  1582  (sleeve  type)  . 

Air-O-Flame  Range  Burner  . - - - 

American  Beauty  Heater  (Pot  Types), 

Models  1P61,  1P62,  1P91  and  1P92 .  224-36-SA 

Ameroil  Oil  Burner  for  Stoves  and  Ranges..  592-^-bA 

Biltwell  Range  Oil  Burner,  Models  B-l  and 

g  2  . . 

Bland  Range  Oil  Burner . ••••••••••••  234-34-SA 

Blue  Glow  Range  Oil  Burners,  Models  Su- 

preme  and  DeLuxe  .  ca 

Brigham  Range  Oil  Burner .  21/-oa-oA 

Champion  Range  Oil  Burner,  Models  A  and  B  291-34-SA 
Cole  Hot  Blast  Oil  Burning  Stove,  Model  No. 

. lU/'OJ-oA 

Coleman  Oil  Burning  Circulating  and  Space 

Heater,  Model  825  .  308-36-SA 


Diamond  Range  Oil  Burner .  325-34-SA 


Easyway  Range  Oil  Burner,  Models  D27, 

DC27,  G27  and  NG27 . •••••••  157-35-SA 

Easyway  Space  Heater,  Models  CRL19, 

CRN  17,  CSP27  and  CSP19 .  158-35-SA 

Easyway  Water  Heater,  Models  H.W.l  and 

jj.W.2  .  15y-35-bA 

Ellington  Range  Oil  Burner,  Square  Circulat- 

ing  Heater  and  Round  Circulating  Heater  351-34-oA 

Ellington  Range  Oil  Water  Heater,  Models 

M  and  J  . ••••  40-35-SA 

Evur-Ready  Range  Oil  Burner,  Models 

Leader,  Standard  and  DeLuxe .  311-34-SA 


Fairfax  Range  Burner  .  302-34-SA 

Florence  Oil  Heater,  Models  KC-9,  GC-6, 

GC-7,  GS-27,  CH-9,  CH-27,  CH-28, 

CH-29.  RH-7  and  RH-9 .  62-33-SA 

Florence  Oil  Space  Heater,  Models  PH-28, 

PH-8.  PC-8,  PC-28,  PR-10,  PR-81  and 

PR_g2  .  . . .  172-35-SA 

Florence  Range  Burners .  219-34-SA 

Fox  Range  Oil  Burner .  200-34-SA 


Name  of  Burner  Calendar  N o. 

Lonergan  Oil  Burning  Heater,  Models  F-2, 

F-3,  C-4,  R-l  and  R-2 .  263-34-SA 

Loyalty  Range  Burner  . . .  302-34-S A 

Lynn-Range  Burner,  Models  Junior,  Lypre 

and  DeLuxe  .  238-33-SA 


Hi-Heat  Range  Burner,  Models  A  and  De- 

Lux  .  323-34-SA 

Hupp  Range  Oil  Burner,  Models  S.D.  and  C.D.  309-34-SA 

Ker-Oil  Automatic  Water  Heater .  263-35-SA 

Kerogas  Bowl  Type  Space  Heater,  Models 
300-300-A,  303-303-A,  310-310-A,  315-315-A 

and  320-320A  .  266-35-A 

Kerogas  Hot  Blast  Oil  Heater,  Models  210, 

135,  110,  207  and  115 .  3?oit~c  a 

Kolrid  Range  Burner  . •  •  •  •  •  48-34-bA 

Kres-Kno  Range  Oil  Burner,  Model  MD. 

Sizes  KR,  KRF,  KRF-1  and  1R .  355-34-SA 


M.W.  Bake  Oven  Range  Burner,  Model  448 
and  M.W.  Core  Oven  Range  Burner, 

Model  450  . 367-34-SA 

M.W.  Circulating  and  Radiant  Heaters, 

Models  501,  601,  701  and  801.. # .  366-34-SA 

M.W.  Oil  Burning  Range,  Commercial  Models 
152  and  251  and  Domestic  Models  101-G 

and  126-B .  364-34-SA 

Majestic  Range  Oil  Burner,  Models  27B  and 

27T  .  180-35-SA 

Majestic  Space  Heater,  Models  247T  and  248.  181-35-SA 

Majestic  Water  Heater,  Models  255A  and  255B  182-35-SA 

Moderne  Range  Oil  Burner,  Models  Regular, 

Junior  and  Firenew  .  357-34-SA 


National  Range  Oil  Burner  . . .  361-34-SA 

No-Wyck-Koaless  Range  and  Stove  Oil  Burner  251-34-SA 
Norge  Space  Heater,  Models  75,  50,  37  and 

37_r  .  366-34-SA 


Odin  Beauty  (Space  Heater),  Models  61,  62, 

91  and  92  .  233-35-SA 

Odin  Beauty  Heater  (Pot  Types),  Models 

1P61,  1P62,  1P91  and  1P92 . . .  224-36-SA 


Putnam  Range  Oil  Burner  .  54-35-SA 


Quaker  Burnoil  Stove  .  11-31-SA 

Quick  Meal  Range  Burner  .  304-34-SA 

Quick  Meal  Space  Heater,  Models  5672-0, 

5671-13,  5671-33  and  5671-35 .  306-34-SA 

Quick  Meal  Water  Heater,  No.  5681-0  .  305-34-SA 


Ray-Dio  Sunshine  Range  Oil  Burner,  Models 

A,  Daisy  and  Water  Heater .  32-31-5A 


Lochinvar  Automatic  Oil  Burning  Water 

Heater  .  143-36-SA 

Lonergan  Automatic  Hot  Water  Heater .  179-35-SA 


Sears  Roebuck  Oil  Burning  Water  Heater, 

Hercules  Model  No.  2544 .  303-36-SA 

Serv-Well  Range  Oil  Burner,  Models  27B 

and  27T  .  165-35-SA 

Serv-Well  Space  Heater,  Models  247T  and  248  166-35-SA 

Serv-Well  Water  Heater,  Models  255A  and 

255B .  167-35-SA 

Silent  Glow  Range  Oil  Burner . . . . . 

Silent  Heet  Oil  Burner  for  Ranges  and  Stoves  592-32-oA 
Smith-Whaley  Range  Oil  Burner,  Models 

SW-1  and  SW-2  .  196-34-SA 

Superfex  Oil  Burning  Heater  and  Heat  Pro- 

jector,  Model  No.  1051  .  491-31-SA 

Tower  Range  Oil  Burner  .  126-33-SA 

Vap-R-Oil  Oil  Burner  for  Ranges  and  Stoves  592-32-SA 
Victor  Range  Oil  Burner,  Models  VJ-275, 

VJ-195  and  VO-275  .  329-34-SA 

Viking  Pot  Tvpe  Space  Heater,  Models  120,  c» 

165  and  170  .  310-35-SA 

Viking  Range  Oil  Burner  and  Range  Oil  Burn- 

ing  Heater,  Models  20,  30,  60,  65,  70  and  80  333-34-S 

Viking  Range  Water  Heater,  Models  222,  232 

and  242  . 

Vitro-Heet  Ranere  Oil  Burner,  Model  MD,  CA 

sizes  KR,  KRF,  KRF-1  and  1-R .  355-34-SA 


65-35-SA 


BUTLDTNG  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office.  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25 ;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office.  Room 
Municipal  Building,  Manhattan.  Price  30c;  by  mail 
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CONTENTS 


his  issue  of  the  Bulletin  contains,  in  the  order  given _ 

)ocket. 

-ertiorari  Orders  Served  on  Board. 

•ourt  Decision. 

'ules  Directory. 

all  of  Clerk’s  Calendar. 

he  Hearing  Calendar. 

Imutes  of  Regular  Meeting,  May  18,  1937,  at  10  A.  M., 
Attectmg  Calendar  Numbers  39-37-BZ,  207-33-BZ,  20- 
36-BZ,  4&-37-BZ  and  205-29-BZ. 

hnutes  of  Regular  Meeting,  May  18,  1937,  at  2  P.  M., 
Calendar  Numbers  401-31-BZ,  189-36-BZ, 

•  -5M2;37\BZ’  657'28-BZ>  92-31-BZ,  395-29-BZ, 
R77A37i^’or19A'37"A’  199‘37-A-  174-37- A,  169-37-A,  212- 
4Q1Ar’i  1|-35'A’  857-27'A>  62-28- A,  183-37-SA,  237-33-SA, 
491-31-SA,  254-36-SA  and  172-37-SA. 

otice  of  Public  Hearing  on  Proposed  Revision  of  Paint, 
varnish  and  Lacquer  Spraying  Rules. 

xit  Rules — Revolving  Doors. 

ales  for  Interior  Fire  Alarm  Signal  Systems. 

sserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Cali  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

Manhattan1188  ^  hdd  R°°m  1013,  Municipal  Building, 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

„  T.  j?  Clerk  s  Calendar  consists  of  applications  under  the 
liuilcling  Zone  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  anv 
and  will  be  called  m  Room  1013,  Monday,  May  24,  1937’ 

j* *  y"  9  At  this  call  each  case  is  set  for  hearing  on  a 

definite  day. 

lhe  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  June  1,  1937,  at  2  o’clock. 

lhe  Clerks  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

l\o  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  May  19,  1937 
Cal.  No.  Department  Premises 

215-37-BZ . D.B.Bx . 2191-2199  Grand  Concourse 

and  156  East  182nd  street, 
southwest  corner  (Block 
3162,  Lot  29),  Borough  of 
The  Bronx,  Applic.  230-37. 


216-37-BZ . D.B.Bx . 461-471  Grand  Concourse, 

west  side,  189  ft.  south  of 
East  149th  street  (Block 
2346,  Lot  29),  Borough  of 
The  Bronx,  Applic.  73-37. 


217-37-BZ . D.B.B . 8202-8212  Seventh  avenue  and 

682-690  82nd  street,  south¬ 
west  corner  (Block  6010, 
Lot  47),  Borough  of  Brook¬ 
lyn,  Applic.  6185-37. 


218-37-A . D.B.B . 1354  Jefferson  avenue,  east 

side,  100  ft.  south  of  Knick¬ 
erbocker  avenue  (Block 
3391,  Lot  26),  Borough  of 
Brooklyn,  Applic.  20777-36. 


219-37-S . D.B.B . 13-19  New  York  avenue, 

northeast  corner  of  Herki¬ 
mer  street  (Block  1862,  Lot 
1),  Borough  of  Brooklyn, 
15923-L.D. 


220-37- A . D.B.M . 255  West  18th  street,  north 

side,  100  ft.  east  of  Eighth 
avenue  (Block  768,  Dot  7), 
Borough  of  Manhattan, 

Applic.  3710-36. 


221-37-BZ . D.B.Q . 80-20  Caldwell  avenue,  south 

side,  150  ft.  east  of  Eliot 
avenue  (Blocks  2939,  2940, 
2967  and  2968,  Lots  1,  11, 
15  and  40),  Elmhurst,  Bor¬ 
ough  of  Queens, 

Applic.  5638-37. 


222-37- BZ . D.B.B . 98-120  Avenue  W,  south  side, 

2302-2322  West  Ninth  street 
and  23 01-2321  West  Tenth 
street  (Block  7164,  part  of 
Lot  1),  Borough  of  Brook¬ 
lyn,  Applic.  5909-37. 


223  37 -HZ . D.B.M . 1231-1235  Broadway  and  45- 

53  West  30th  street,  north¬ 
west  corner  (Block  832,  part 
of  Lot  1),  Borough  of  Man¬ 
hattan,  Applic.  980-37. 


224-37-BZ . D.B.B . 77-89  Myrtle  avenue  and  78- 

80  Lawrence  street,  north¬ 
west  corner  (Block  142, 
Lots  1-9  inch  and  31-39 
inch),  Borough  of  Brook¬ 
lyn,  Applic.  6546-37. 


226-37-BZ . D.B.Bx . 3050-3068  Layton  avenue, 

south  side,  3051-3067  Otis 
avenue  and  1050-1066  Holly¬ 
wood  avenue  (Block  5422, 
Lot  65),  Borough  of  The 
Bronx,  Applic.  479-37. 


227-37- A . F.D . 5118  Grand  avenue,  rear,  469 

ft.  west  of  Garrison  street 
(Block  2626  (old  2319),  Lot 
6),  Maspeth,  Borough  of 
Queens,  70198-L.C. 


Restored  to  Calendar 

491-31-SA . F.D . Superfex  Oil  Burning  Heat¬ 

ers  and  Heat  Projectors,  I 
various  Models,  Appliance. 


237-33-SA . F.D . Kelco  Oil  Burner, 

Appliance. 

189-36-BZ . D.B.B . 3366-3374  Guider  avenue  and 

2994  Coney  Island  avenue, 
southwest  corner  (Block 
7264,  part  of  Lot  49),  Bor-  ■ 
ough  of  Brooklyn, 

Applic.  7822-37. 


18-35-A ........  D.B.B . 900-910  Jamaica  avenue  and  i 

5-9  Autumn  avenue,  south¬ 
east  corner  (Block  4108,  Lot 
4),  Borough  of  Brooklyn, 
C.O.  73805  &  73977. 


CODE 


D.B . 

H.D . 

D.B.B . 

II 

D.B.M . 

D.B.Q . 

D.B.R . 

D.B.Bx . 

T.H.D . 

B.B . 

CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  May  14,  1937,  Haaren  &  Barrett,  attorneys,  served  on  Board, 
petition  and  order  of  certiorari,  for  Kesbec  Inc.,  owner,  in  re  deci¬ 
sion  of  Board  of  April  20,  1937,  regarding  parking  space  on  same 
street  with  public  school  being  prohibited  by  mandatory  clause  of 
21 ;  Cal.  No.  389-36-BZ;  Premises  2389  Jerome  avenue,  Borough 
of  The  Bronx. 

*  *  * 

On  May  13,  1937,  Falk  &  Orleans,  attorneys,  served  on  Board 
petition  and  order  of  certiorari,  for  Home  Life  Insurance  Co., 
owner,  m  re  decision  of  Board  of  April  20,  1937,  denying  erection 
and  maintenance  of  stores  in  residence  use  district,  Cal.  No.  260-3 6- 
BZ,  premises  1620-1624  Avenue  H  and  842-846  East  17th  street, 
Borough  of  Brooklyn. 


225-37-SA . F.D, 


Holland  Gun  Type  Oil  Burn- 
er>  Appliance. 


COURT  DECISION 

Gelkom  Realty  Corp.  v.  Murdock— March  31,  1936,  Board  denied 
reopening  of  this  application  for  the  purpose  of  rehear- 
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M  tgp7  fefiArS 

S“doc^C,lhN„CO2“S.330Bz1PSisi?  Ji2Wu“'4A'FiS 

fXen“e>  Bor°ugh  of  Manhauan  Justice  Wash  2 

tamed  Board  stating  what  are  alleged  as  new 
are  cumulative  and  “the  slight  change  in  degree  will 
”ot  change  the  result.”  (N.Y.L.T  Timp  f  iom 
Appellate  Division  unanimously  affirmed  order ’of  Spe 

t$YiTMT“r&1?rd'a  d'cis“,n'  N» 


RULES 

..  .  n-  j  t  •  Publication  in  Bulletin 

Carbon  Dioxide  Ltquefier  Rules.... Feb  2  1<W  Vni  09  xt  c 

Certificate  of  Occupancy,  approved  ’  VoL  22’  No-  5 

Concre™  Flkt  Slabs, ' Rules ! ! ! ! .' .‘ .* Maf  3?’  1937ZV0!'  22  N°‘ 
Elevamr  £?“  (Hydrated  4,  1937-Vol!  H  No!  II 

#  «  i  I-  ?j 

-Fire  Retarding  Rules  for  Garages, '  6’  1937  V°  ‘  22’  No>  14 

“I  &37-V&  II;  No.'  II 
G«mshu "oTsRu?esh?f . JJf; 2J*  «■  3 

^B^er PrR0nleC:i0n  . 1928-Voh  {3°,’  No.'  23 

Paint,' ^Varnifh  and  Lacquer'  SpVay  ^  18’  1937~Vol.  22,  No.  20 

plum{™RtT^V  Specifications  for!  No£  24,  iSfcvS:  2l’  No  47 

Refrigerating  Systems,  Extract  CO. May  1 1>  1937— Val'  II’  No'  19 
Sprinkler  'Rules'0""’.  .R?k.S.  f°r  ‘  ^  2f  ^7-Vo f  22,  No!  20 

standpipe  Fireline  Rules . i.i.’.WIar  30  ’  lwZvZl'  n°’  1 

rank ‘Trucks1 ‘  Fuel°Oii  R^portinK- •  ■  June  7,’  1932— Vol.'  17,’  No.'  23 

■rank  Trn.rf’  £Uel  Pll>  etc . Nov.  24,  1936— Vol.  21  No  47 

^irc  Glass  ^’Rufe^'^Ameiidment  *  to^°V*  24’  1936-V°L  21'  No-'  47 

Rule  SOS  of  Industrial  Code).. Apr.  10,  1923 — Vol.  8,  No.  IS 

LIST  OF  APPROVED  APPLIANCES 

r£»i"£iphSi  ^al7re^  . Mar.  s-  1^35 — Vol.  20,  No.  10 

ireline  Hose  Valves.  ••••••••• .  #  .Adi*  20  1Q^7 _ \7ni  99  at  1  ^ 

'uel  Oil  Burners  for  Domestic  and  P  ’  1937~ Vo1-  22>  No-  16 

g  ggr™.  *,  n». » 

”  f0r  Irl'luS,rlal  Use.  Apr.  20,  1937 — Vol.  22 1  No!  16 

'aint,  V arnUh^and  Lacquer"  s"prVjAPr’  *  1M7~V°'-  22,  No.  16 

:„„r  OU^Burners  *  *  and  "  Space '*°V  *  20.  No.  4, 

Heaters  . May  18,  1937— Vol.  22,  No.  20 


40-37-BZ. 

A1'pL1CANT— R°bert  A.  Schnepper,  for  Annie  M.  Clark, 

1  REMltoES1051-06  2l659th  ^t8"32!  Liber,ty  avenue  and  105-02 
No  1118  In  M  eeitSOU?west  corner  (Elock 
Queens  ’  °'  X)'  Jamaica>  trough  of 

A PPLI ^resoJution  SeCti°n  21  °f  the  buildi"*  -ne 

T0 

712-26-BZ. 

PREMISES  T2205h22nHF  Rcid’  °wner- 

ft  3/  22i5;2f  r  Ammons  avenue,  north  side,  297 
t  Pi  l  m  7,?,f  East  21st  street  (Kenmore  place)  • 
(Block  No.  7496,  Lot  No.  193),  Borough  of 

ALLOCATION,  under  section  21  of  the  building  zone 

TO  PELMTTtl0I\i' (rfropened.  November  4,  1936), 

jnMiTv,Part  y  in  a  re,sidence  use  district  and  partly 
?asoWSmeS?  USC  -1Strict  the  maintenance  of  a 
board  for  Statl°n’  prev!ously  panted  by  the 

lanscd f  ind  te^p°rary  Per!°d  (time  limitation  has 

batterv  and’  ft  he  fMrther  use  of  the  plot  for 
t>atter\  and  brake  service  shop  and  parkins?  of 

more  than  five  (5)  motor  vehicles.  paiking  of 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  MAY  24,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

15-36-BZ. 

PPLICANT— Lama  and  Proskauer,  for  Annie  Gros- 
sarth,  owner. 

REMISES— 42-54  Remsen  avenue,  southwest  corner  of 
East  51st  street  (Block  No.  4591,  Lot  No.  10  and 

PPT  TrPAmTrsMLot  ?°'  12)’.  Borough  of  Brooklyn. 

FFUCATKDN,  under  section  21  of  the  building  zone 
resolution. 

0  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

4-36-BZ. 

PPLICmNT—Peter  Wernsdorf  (lessee),  for  Elizabeth 
Dleser,  owner. 

<EMISES— 80-05  Cypress  avenue,  southeast  corner  of 
Cooper  avenue  (Block  No.  3731,  Lot  No  133) 

Dpi  TrRAmgTeox°T0d’  ?orough  of  Queens. 

FlMCAIION  under  sections  7c  and  21  of  the  building 
zone  resolution. 

!  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


MAY  25,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stan'd- 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 

1937  afX  on’glTe-reSD0lUti0n’  Tue*day  ^rning,  May  25 

fhf  follolgSei":  R°°m  10U  Munidpal  B“W 

cal.  no.  47-37-BZ— Application,  February  5,  1937  under 

sections  7b  and  21  of  the  building  zone 

resolution,  of  Victor  Santini,  appli¬ 
cant,  on  behalf  of  Amelia  Murphy  et 
al.,  owners,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  an  un- 
lestricted  use  district  the  parking  of 
more,  than  five  (5)  motor  vehicles; 
premises  530-532  Bergen  avenue,  east 

cfe'wi?i3  iftATnorth  of  East  148th 
street  (Block  No.  2293,  Lot  Nos  33 

and  34),  Borough  of  The  Bronx.  ' 

cal.  no.  272-36-BZ— Application,  September  14,  1936  un¬ 
der  sections  7h  and  21  of  the  bui’lding 
zone  resolution,  of  Goldschlag  and 
Kron,  applicants,,  on  bahalf  of  Mayjay 
Realty  Corporation,  owner,  to  permit 
m  a  business  use  district  the  parking 
of  more  than  five  (5)  motor  vehicles; 
premises  1-5  Second  avenue  and  98-112 
Ep!lston  street,  northwest  corner 
(Block  No.  456,  Lot  No.  34),  Borough 
of  Manhattan.  6 


cal.  no.  28-37- BZ- 
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-Application,  January  25,  1937,  under 
sections  7b  and  21  of  the  building  zone 
resolution,  of  A,  J.  Daidone,  applicant, 
on  behalf  of  David  Cotrone,  owner  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  alteration  and  change  of  occupancy 
of  part  of  an  existing  building  from 
residence  use  to  business  use  (store)  • 
premises  1813  64th  street,  north  side! 


CALENDAR 


(525  old  number)  Forest  avenue,  north 
side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West 
Brighton,  Borough  of  Richmond. 


90  ft  10}4  in.  east  of  18th  avenue 
(Block  No.  5540,  Lot  No.  73),  Bor¬ 
ough  of  Brooklyn. 


cal.  no.  75-37-BZ— Application.  February  25,  1937,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Leo  Sussman,  applicant 
and  lessee,  on  behalf  of  East  New 
York  Savings  Bank,  owner,  to  permit 
in  a  business  use  district  the  parking 
or  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  38-48  Livonia 
avenue,  southwest  corner  of  Barrett 
street  (Block  No.  3581,  Lot  Nos.  32 
and  33),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


MAY  25,  1937,  2  P.  M. 


Appeals  from  Administrative  Orders 

197- 37-A— South  side  of  Flatlands  avenue,  approximately 

200  ft.  east  of  Ralph  avenue  (Block  No. 
8012,  Lot  Nos.  1  and  300),  Borough  of 
Brooklyn. 

198- 37-A — West  side  of  Hendrix  street,  265  ft.  south  of 

the  center  line  of  Fairfield  avenue  (Block 
No.  4441,  Lot  No.  9),  Borough  of 
Brooklyn. 


199-37-A— West  side  of  134th  street,  195  ft.  south  of 
150th  avenue  (Block  No.  2720,  Lot  No. 
24),  Jamaica,  Borough  of  Queens. 


161-37-A— 34-38  Beaver  street,  north  side,  320  ft.  10*4 
in.  east  of  Flushing  avenue  (Block  No. 
3137,  Lot  No.  38),  Borough  of  Brooklyn. 

53-37- A — 49-53  West  45th  street,  north  side,  247.6  ft.  east 
of  6th  avenue,  10th  floor  (Block  No.  1261, 
Lot  No.  15),  Borough  of  Manhattan. 


69-37-A— 31-25  to  31-27  Thomson  avenue,  north  side,  150 
ft.  west  of  Vandam  street  (Block  No.  275, 
Lot  No.  8),  Long  Island  City,  Borough  of 
Queens. 


Variation  of  Labor  Law 

177-37-S — 1901-1915  Park  avenue,  east  side,  from  East 
129th  street  to  East  130th  street  (Block 
No.  1778,  Lot  No.  1),  Borough  of  Man¬ 
hattan. 


Appliances  Submitted  for  Approval 

214-37-SA — Lattner  Gravity  Oil  Burner,  Models  A,  B,  C 
and  D. 


225-37-SA— Holland  Gun  Type  Oil  Burner. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  May 
25,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have,  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 


cal.  no.  385-36-BZ — Application,  December  28,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Frank  A.  Sweeney,  applicant 
and  owner,  to  permit  in  a  business  use 
district  the  extension  of  an  existing 
gasoline  service  station;  premises  545 


cal  no.  401-31-BZ— Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Apperson 
Realty  Corporation,  owner,  reopened 
April  27,  1937  for  consideration  as  to 
extension  of  time — re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  permit¬ 
ting  in  a  business  use  district  the  erec¬ 
tion  and  maintenance  of  a  gasoline 
service  station;  premises  1-19  Fifth 
avenue,  622-628  Atlantic  avenue  and 
623-627  Pacific  street  (Block  No.  1119, 
Lot  No.  1),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK.  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  JUNE  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases  1 

293-36-BZ 

APPLICANT— Lama  and  Proskauer,  for  Christina  Hin 
den  and  Ferdinand  Nestlen,  owners. 

PREMISES— 344-346  Eldert  street,  southeast  corner  o! 
Irving  avenue  (Block  No.  3419,  Lot  Nos.  31  anc 
37),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7h  and  21  of  the  build 
ing  zone  resolution. 

TO  PERMIT  partly  in  a  business  use  district  and  parti; 
in  a  residence  use  district  the  parking  of  mor 
than  five  (5)  motor  vehicles. 


74-37-BZ 

APPLICANT— A.  J.  Simberg,  for  Benjamin  Lazarof 
owner. 

PREMISES— 255  West  18th  street,  north  side,  100  ft.  ea; 
of  8th  avenue  (Block  No.  768,  Lot  No.  7),  Boi 
ough  of  Manhattan. 

APPLICATION,  under  sections  7a,  7c  and  21  of  tb 
building  zone  resolution. 

TO  PERMIT  in  a  residence  use  district  the  extension  c 
an  existing  business  use  and,  also,  the  omissio 
of  the  required  rear  yard. 


JUNE  2,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Starn 
ards  and  Appeals  of  a  public  hearing  under  the  provisior 
on  the  building  zone  resolution,  Wednesday  morning,  Jui 
2,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Buildin 
on  the  following  matters  : 

cal.  no.  92-37-BZ — Application,  March  8,  1937,  under  se 
tions  7h  and  21  of  the  building  zo: 
resolution,  of  Goldwater  and  Flyr 
applicants,  on  behalf  of  Municipal  Se 
vice  Real  Estate  Co.,  Inc.,  owner,  1 
permit  in  a  business  use  district  P 
parking  or  storage  of  more  than  fi; 
(5)  motor  vehicles;  premises  912  EP 
172nd  street  and  1509-1519  Southei 
boulevard,  southwest  corner  (Bio 
No.  2977,  Lot  No.  103),  Borough 
The  Bronx. 
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CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  7,  1937,  AT  2  P.  M. 

Building  Zone  Cases 


cal.  no.  206-37-BZ — Application,  May  5,  1937,  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion  of  Harry  P.  Jaenike,  applicant,  on 
behalf  of  Emanuel  Ornstein,  owner, 
to  permit  the  extension,  from  a  busi¬ 
ness  use  district  into  a  residence  use 
district,  of  a  proposed  business  build¬ 
ing;  premises  125-135  East  87th  street 
and  1294  Lexington  avenue,  north¬ 
west  corner  (Block  No.  1516,  Lot 
Nos.  13,  13j/2,  14,  15,  15l/2  and  16), 
Borough  of  Manhattan. 

cal.  no.  86-37-BZ — Application,  March  3,  1937,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Keystone  Parking  Sta¬ 
tion,  applicant,  on  behalf  of  John  A. 
Weser,  et  al,  owners,  to  permit  in  a 
retail  use  district  the  parking  or  stor¬ 
age  of  more  than  five  (5)  motor  vehi¬ 
cles ;  premises  146-148  West  31st  street, 
south  side,  200  ft.  6  in.  east  of  7th 
avenue  (Block  No.  806,  Lot  Nos.  68 
and  69),  Borough  of  Manhattan. 

cal.  no.  143-37-BZ — Application,  March  24,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  Arthur  Rofrano,  appli¬ 
cant,  on  behalf  of  William  E.  Russell, 
trustee  under  declaration  of  trust, 
Series  C-2,  New  York  Title  and  Mort¬ 
gage  Company,  owner,  to  permit  in  a 
residence  use  district  the  extension  in 
area  of  an  existing  store  in  the  first 
story  of  an  existing  multiple  dwelling; 
premises  1844-1848  Seventh  avenue  and 
200  West  112th  street,  southwest  corner 
(Block  No.  1827,  Lot  No.  36),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 

JUNE  2,  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  afternoon,  June 
2,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  39-37-BZ — Application,  January  30,  1937,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Cafiero  and  Lacer- 
enza,  applicants,  on  behalf  of  Margaret 
J.  Quinn,  Marguerite  E.  Quinn  and 
Bessie  Schwartz,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and 
also  the  inclusion  of  a  brake  testing 
service;  premises  2-8  Matthews  place, 
1-5  Slocum  place  and  619-641  Coney 
Island  avenue,  east  side,  between  Mat¬ 
thews  place  and  Slocum  place  (Block 
No.  5141,  Lot  Nos.  53  and  74),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  4,  1937,  10  A.  M. 

SPECIAL  MEETING 
Rules 

353-30-SR — Paint,  Varnish  and  Lacquer  Spraying  Rules, 
Proposed  Revision  of. 


212-36-BZ. 

APPLICANT — Joseph  Rossi,  for  Estate  of  John  E.  Miller, 
owner. 

PREMISES — 315-325  East  103rd  street,  north  side,  250  ft. 
west  of  1st  avenue  and  324-334  East  104th  street 
(Block  No.  1675,  part  of  Lot  No.  11),  Borough  of 
Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

85-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Flatbush  Sav¬ 
ings  Bank,  owner. 

PREMISES — 2235-224 7  Flatbush  avenue  and  1832-1850 
East  48th  street,  northeast  corner  (Block  No.  8487, 
Lot  Nos.  1,  3  and  5),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar  Feb¬ 
ruary  24,  1937), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  withdrawn). 


JUNE  8,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June 
8,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  318-36-BZ — Application,  October  28,  1936,  under 
sections  7e  and  21  of  the  building  zone 
resolution,  of  John  C.  Wandell  Co., 
applicant,  on  behalf  of  Eugene  J.  Mul- 
doon,  owner,  to  permit  in  a  business 
use  district  the  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  112-116  Newton 
street,  127  Bayard  street  and  442-464 
Manhattan  avenue,  east  side,  from 
Newton  street  to  Bayard  street  (Block 
No.  2719,  Lot  Nos.  1,  4  and  8),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  157-37-BZ — Application,  April  5,  1937,  under  sec¬ 
tions  7a,  7c  and  21  of  the  building  zone 
resolution,  of  Lewis,  Marks  and  Kan- 
ter,  applicants,  on  behalf  of  Brass 
Goods  Manufacturing  Co.,  owner,  to 
permit  in  a  residence  use  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  an  existing  factory  building 
which  is  located  partly  in  a  residence 
use  district  and  partly  in  a  business 
use  district;  premises  335A  Eldert 
street,  north  side,  220  ft.  west  of  Irving 
avenue  (Block  No.  3413,  Lot  Nos.  41 
and  52),  Borough  of  Brooklyn. 

cal.  no.  211-37-BZ — Application,  May  10,  1937,  under  sec¬ 
tion  7b  of  the  building  zone  resolution, 
of  James  Whitford,  applicant,  on  be¬ 
half  of  Richmond  County  Savings 
Bank,  owner,  to  permit  the  extension, 
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from  a  business  use  district  into  a 
residence  use  district,  of  an  existing 
business  building;  premises  1214  Cas- 
tleton  avenue,  southeast  corner  of  Tay¬ 
lor  street  (Block  No.  211,  Lot  No.  32), 
West  New  Brighton,  Borough  of 
Richmond. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  8,  1937,  2  P.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
8,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 


cal.  no.  80-22-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Ordham  Real¬ 
ty  Corporation,  owner,  reopened  under 
new  proposal  December  15,  1936.  under 
sections  7G  and  21  of  the  building 
zone  resolution,  to  permit  on  a  plot  of 
ground  located  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  conversion  of  occu¬ 
pancy  of  two  (2)  buildings  located 
thereon;  the  easterly  buildin^  to  in¬ 
clude  a  garage  for  more  than  five  (5) 
motor  vehicles  and  the  westerly  build¬ 
ing  to  include  a  motor  vehicle  repair 
shop.  (There  is  an  existing  gasoline 
service  station  on  this  plot)  ;  premises 
450-458  and  460-470  East  Fordham 
road,  south  side,  95  ft.  east  of  Third 
avenue  (Block  No.  3033,  part  of  Lot1 
No.  60),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK.  Chairman. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

. 


REGULAR  MEETING 
TUESDAY  MORNING,  MAY  18,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  May  11,  1937  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
May  11,  1937,  were  approved  as  printed  in  Bulletin  No. 
20,  Vol.  XXII. 


BUILDING  ZONE  CASES 

39-37-BZ. 

APPLICANT — Cafiero  and  Lacerenza,  for  Margaret  J. 
Quinn,  Marguerite  E.  Quinn  and  Bessie  Schwartz, 
owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  extension  of  an  existing  gasoline 
service  station  and  also  the  inclusion  of  a  brake 
testing  service. 

PREMISES  AFFECTED— 2-8  Matthews  place,  1-5  Slo¬ 
cum  place  and  619-641  Coney  Island  avenue,  east 
side,  between  Matthews  place  and  Slocum  place 
(Block  No.  5141,  Lot  Nos.  53  and  74),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant:  I.  John  Parcella,  William  Lacer¬ 
enza  and  Harold  Lewis. 

For  Opposition :  Thomas  H.  Low,  Ella  Anderson, 
Charles  R.  Rankin,  Harry  Goldberg,  Andrew 
Carpeneto  and  John  G.  Ross. 

For  Administration:  Assistant  Engineer,  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  June  2,  1937,  at  2 
P.M.  for  further  consideration. 


207-33i-BZ. 

APPLICANT — O’Brien  Building  Co.,  Inc.,  owner. 
SUBJECT — Application  reopened  November  17,  1936 — (re 
decision  of  the  commissioner  of  buildings)  under 
section  7h  of  the  building  zone  resolution,  to  per¬ 


mit  in  a  business  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles  (previously  with¬ 
drawn  under  section  21  of  the  building  zone  reso¬ 
lution).  , 

PREMISES  AFFECTED — 3090-3102  Webster  avenue  and; 
401-409  East  203rd  street,  southeast  corner  (Block 
No.  3330,  Lot  Nos.  65,  66,  67  and  68),  Borough  of 
The  Bronx. 

APPEARANCES—  * 

For  Applicant:  Michael  Glick  and  William  T 
O’Brien.  ; 

For  Opposition :  Earl  I.  Gallant  and  Frank  Maz-; 
zetti. 

ACTION  OF  BOARD — Application  granted  on  condition,, 
THE  VOTE— 

Affirmative :  Commissioners  Savage  and  Blum 
and  Assistant  Chief  Walsh .  3 


Negative :  Chairman  Murdock  .  1 

Absent  .  C. 

THE  RESOLUTION— 

(207-33-BZ) 


Whereas,  The  O’Brien  Building  Co.,  Inc.,  owner,  filec 
May  29,  1933,  an  application  under  the  building  zone  reso 
lution  to  permit  in  a  business  use  district  the  parking  o, 
more  than  five  (5)  motor  vehicles.  Premises:  3090-3101, 
Webster  avenue  and  401-409  East  203rd  street,  southeas 
corner  (Block  No.  3330,  Lot  Nos.  65,  66,  67  and  68),  Bor 
ough  of  The  Bronx;  and 

Whereas,  this  application  was  withdrawn  November  21 
1933  and  reopened  by  vote  of  the  board  November  17,  1936 
and 

Whereas,  a  public  hearing  was  held  on  this  applicatioi 
by  the  Board  of  Standards  and  Appeals,  at  its  regula 
meeting,  May  18,  1937  after  due  notice  by  publication  u 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  am 

Whereas,  the  use  district  maps  accompanying  the  build 
ing  zone  resolution  show  that  Webster  avenue  is  in  a  busi 
ness  use  district;  E.  203rd  street  is  in  a  business  use  dis 
trict  ;  East  204th  street  is  in  a  business  and  residence  us 
district;  and 

Whereas,  the  decision  of  the  commissioner  of  building: 
rendered  October  26,  1936  reads : 

“Your  request  of  October  22,  1936,  for  a  permit  fo 
occupancy  of  the  vacant  plot  of  ground  for  the  O’Brie 
Building  Co.  for  parking  or  storage  of  more  than  fiv 
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(5)  motor  vehicles  at  the  southeast  corner  of  Webster 
avenue  and  East  203rd  street— Block  3330,  Lots  65,  66, 
67  and  68  in  the  Borough  of  The  Bronx,  located  in  a 
business  district  as  established  by  the  budding  zone 
t  resolution  is  hereby  denied  as  the  proposed  occupancy 

i  is  prohibited  by  said  resolution  in  a  business  district.’’ 

nd 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
lg  a  frontage  of  175  ft.  on  Webster  avenue  and  100  ft.  on 
t  203rd  street,  it  is  proposed  to  use  the  plot  as  a  parking 
pace  for  more  than  five  (5)  motor  vehicles;  and 

;  Whereas,  these  premises  and  the  surrounding  area  were 
ispected  by  a  committee  of  the  board  prior  to  reopening 
nd  again  prior  to  hearing  so  as  to  be  informed ;  and 

Whereas,  the  premises  are  now  subject  to  violation 
ecause  of  the  parking  use  which  is  and  has  been  carried 
n  for  several  years  without  legal  permit,  the  matter  now 
fending  in  the  Magistrates  Court;  and 

Whereas,  in  a  previous  appeal  under  Calendar  No.  739- 
'-BZ,  the  board  granted  a  zoning  variation  to  permit  the 
-ection  of  a  one  story  and  basement  public  garage,  but 
hich  grant  the  Appellate  Division  “annulled  upon  the 
round  that  none  of  the  requisites  for  granting  the  permit 
.  .  has  been  shown” ;  and 

Whereas,  the  board  deemed  that  this  was  a  proper  case 
•  exercise  its  discretion  under  section  7,  subdivision  H,  of 
ae  building  zone  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
:reby  make  a  variation  in  the  application  of  the  use  dis- 
ict  regulations  of  the  building  zone  resolution,  and  that 
:e  application  be  and  it  hereby  is  granted,  under  section 
H,  for  a  period  of  two  years  from  the  date  of  this  action, 
permit  the  plot  under  appeal  to  be  used  for  parking  of 
itomobiles  on  condition  that  the  plot  shall  be  kept  clean 
all  rubbish  and  shall  be  made  generally  level  at  the 
esent  average  grade  below  Webster  avenue  and  shall  be 
vered  with  steam  cinders,  rolled  and  properly  bound  to 
event  dusting ;  that  there  shall  be  erected  on  the  interior 
t  lines,  where  walls  of  existing  buildings  are  not  present 
;d  along  the  street  line  of  East  203rd  street  and  Webster 
;enue,  a  substantial  woven-wire  fence  supported  on  pipe 
andards  not  less  than  6  ft.  in  height,  except  where  the 
i trance  occurs  as  proposed  along  East  203rd  street;  that 
1  rb  cut  for  this  entrance  and  exit  shall  not  exceed  15  ft. 
i  length ;  that  aisles  shall  be  maintained  at  all  times  so  as 
l  permit  ready  entrance  and  exit;  that  no  building  shall  be 
ilt  on  property  while  used  for  parking  permitted  herein, 
:ier  than  a  one-story  shelter  for  the  attendant ;  this  shelter 
t  to  exceed  one  story  in  height,  10  ft.  by  10  ft.  in  area; 
it  there  shall  be  no  other  use  except  parking  of  cars 
rein  permitted ;  that  no  automobiles  shall  be  parked  on 
::  property  other  than  pleasure  cars  and  only  cars  which 
capable  and  in  fit  condition  for  operation;  that  no  sign 
(ill  be  exhibited  on  the  property,  other  than  a  sign  at  the 
::rance  and  a  sign  on  Webster  avenue,  advertising  the 
•king  use  and  prices  charged;  and  that  such  portable 
’.-extinguishing  equipment  shall  be  installed  as  the  Com- 
ssioner  shall  direct. 


36-BZ. 

"PLICANT — Ely  Jacques  Kahn,  for  James  A.  Trow¬ 
bridge  Jr.  and  Emigrant  Industrial  Savings  Bank, 
owners. 

BJECT — Application  reopened  under  new  proposal 
March  2,  1937  (re  decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  gasoline  service  sta¬ 
tion. 

EMISES  AFFECTED — 101-103  East  108th  street  and 
1481-1483  Park  avenue,  northeast  corner  (Block 
No.  1636,  Lot  Nos.  1  and  2),  Borough  of  Man¬ 
hattan. 


APPEARANCES— 

Por  Applicant:  James  Newman,  Monroe  Fass. 
For  Opposition:  None. 

^ttLI-ION  OF  BOARD — Application  denied. 

1HE  VOTE  TO  GRANT— 

Affirmative  .  g 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . g 

THE  RESOLUTION— 

(20-36-BZ) 

Whereas,  Samuels  and  Samuels,  for  James  A.  Trow¬ 
bridge,  Jr.,  owner,  filed  January  31,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a  gasoline 
service  station  affecting  premises  101  E.  108th  street  and 
1481-1483  Park  avenue,  northeast  corner  (Block  No.  1636, 
Lot  No.  1),  Borough  of  Manhattan;  and 
.  Whereas,  this  application  was  granted  by  the  board  May 
5,  1936,  on  certain  conditions,  resolution  amended  October 
14,  1936;  and 

W^hereas,  Ely  Jacques  Kahn,  for  James  A.  Trowbridge, 
Jr.,  and  the  Emigrant  Industrial  Savings  Bank,  owners, 
requested  a  reopening  of  the  case  so  as  to  include  in  the 
gasoline  service  station  Lot  No.  2,  of  Block  No  1636 
premises  103  E.  108th  street;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board  March  2,  1937 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  18,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Park  avenue  is  in  a  business 
use  district;  East  108th  street  is  in  a  business  and  residence 
use  district;  East  109th  street  is  in  a  business  and  residence 
use  district  and  Lexington  avenue  is  in  a  business  use  dis¬ 
trict;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  January  27,  1937,  re  N.B.  Applic.  No.  2-1937’ 
reads : 

“2.  Proposed  gasoline  service  station  in  a  business 
district  contrary  to  sec.  4  Zone  Reso.” 
and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  74  ft.  on  Park  avenue  and  53  ft.  on  East 
108th  street.  Lot  No.  1  has  a  frontage  of  26  ft.  on  East 
108th  street  and  is  vacant  and  lot  No.  2  has  a  frontage  of 
26  ft.  on  East  108th  street  and  is  occupied  by  a  vacant 
multiple  dwelling  which  is  to  be  demolished.  It  is  pro¬ 
posed  to  erect  upon  the  plot  a  one-story  structure  47  ft. 
by  30  ft.  in  area,  to  be  used  as  office  and  lubritorium  and, 
also,  to  install  the  necessary  tanks  and  pumps  for  a  gaso¬ 
line  service  station;  and 

Whereas,  the  board  has  granted  a  variance  as  to  Lot 
No.  1,  but  deems  that  no  further  invasion  of  this  business 
use  district  should  be  permitted;  and 
Whereas,  the  board  deemed  that  applicant  had  failed  to 
establish  any  basis  of  unnecessary  hardship  as  to  Lot  No.  2 
and  was  not  entitled  to  the  relief  sought  under  Section  21. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  as  to  premises  103  E.  108th  street,  be  and  it 
hereby  is  affirmed,  and  that  the  application  be  and  it  hereby 
is  denied. 

Resolved  further  that  the  resolution  of  the  board  adopted 
May  5,  1936  affecting  premises  101  E.  108th  street  as 
amended  October  14,  1936  be  and  it  hereby  is  affirmed. 


46-37-BZ. 

APPLICANT — Robert  H.  Weiden,  for  Robert  H.  Weiden, 
Louise  Hueppe  and  Carl  E.  Weiden,  owners. 
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SUBJECT- — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 90-61  Myrtle  avenue,  north 
side,  575  ft.  east  of  Woodhaven  boulevard  (Block 
No.  3883,  Lot  No.  1),  Glendale,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Robert  H.  Weiden. 

For  Opposition:  Abram  Shlefstein,  and  Benjamin 
Mintz. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . . . . 0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(46-37-BZ) 

Whereas,  Robert  H.  Weiden,  for  Robert  H.  Weiden, 
Carl  E.  Weiden  and  Louise  Hueppe,  owners,  filed  February 
5,  1937  an  application  under  the  building  zone  resolution  to 
permit  in  a  residence  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station;  premises:  90-61 
Myrtle  avenue,  north  side,  575  ft.  east  of  Woodhaven 
boulevard  (Block  No.  3883,  Lot  No.  1),  Glendale,  Borough 
of  Queens ;  and  ... 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  18,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Myrtle  avenue  is  in  a  resi¬ 
dence  and  business  use ;  E  and  D  area ;  Paulina  road  is  in 
a  business  use  district  and  Woodhaven  boulevard  is  in  a 
residence  and  business  use  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  8,  1937,  application  No.  3-1937,  reads: 

“The  erection  of  a  gasoline  selling  station  in  a  resi¬ 
dence  district  is  contrary  to  section  3,  Art.  2  of  the 
Zoning  Law.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  73.27  feet,  a  distance 
of  88  ft.  6  in.  along  the  west  lot  line  and  115  ft.  2  in.  along 
the  east  lot  line.  It  is  proposed  to  erect  upon  the  plot  a 
one  story  office  and  lubritorium  structure  52  ft.  6  in.  b> 
20  ft.  in  area  and  also,  the  necessary  tanks  and  pumps  for 
a  gasoline  service  station ;  and 

Whereas,  the  use  and  area  districts  have  been  recently 
changed  from  business  use,  D  area  to  residence  use,  E  area; 
and 

Whereas,  it  appeared  at  the  hearing  that  the  owner  of 
the  premises  in  question  also  owned  the  property  adjoining; 
and 

Whereas,  in  order  to  be  informed  prior  to  the  hearing  a 
committee  of  the  board  inspected  the  site  under  appeal ;  and 
Whereas,  the  board  deemed  that  the  applicant  did  not 
substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


205-29-BZ. 

APPLICANT — Michael  Levine,  for  Whitestone  Service 
Station,  Inc.,  owner. 

SUBJECT— Application  reopened  January  19,  1937,  under 
new  proposal  (re  decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 


resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  ex¬ 
tension  of  an  existing  gasoline  service  station  which 
was  granted  by  the  board  for  a  temporary  period. 
PREMISES  AFFECTED— 157-30  Willetts  Point  boule¬ 
vard,  southeast  corner  of  Cross  Island  boulevard 
(Block  No.  619,  Lot  Nos.  15  and  18),  Whitestone, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Michael  Levine  and  Louise  V. 
DeVito. 

For  Oppposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . 0 


THE  RESOLUTION— 

(205-29-BZ) 

Whereas,  Edward  L.  Kelly,  for  Flushing  Manor  Cor¬ 
poration,  owner,  filed  March  27,  1929,  and  application  under 
the  building  zone  resolution  to  permit  in  a  business  use 
district,  the  erection  and  maintenance  of  a  gasoline  service 
station  affecting  premises  157-30  Willets  Point  boulevard, 
southeast  corner  of  Cross  Island  boulevard  (Block  No. 
619,  part  of  Lot  No.  15),  Whitestone,  Borough  of  Queens; 
and 

Whereas,  this  application  was  granted  by  the  board 
July  26,  1929,  for  a  temporary  period  of  two  years  on  cer¬ 
tain  conditions,  resolution  amended  July  14,  1933  and  Febru¬ 
ary  14,  1934;  and 

Whereas,  Michael  Levine  for  Whitestone  Service  Sta¬ 
tion,  Inc.,  present  owner,  requested  a  reopening  of  this,' 
application  to  permit  partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station  which  was  granted^  by  the  board 
for  a  temporary  period,  affecting  premises :  157-30  Willetts, 
Point  boulevard,  southeast  corner  of  Cross  Island  boulevard^ 
(Block  No.  619,  Lot  Nos.  15  and  18),  Whitestone,  Borough, 
of  Queens ;  and 

Whereas,  the  application  was  reopened  by  vote  of  the 
board  January  19,  1937 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular  meet¬ 
ing,  May  18,  1937,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Willets  Point  boulevard  is  in 
a  business  use  district;  Cross  Island  boulevard  is  in  a 
business  use  district;  22nd  avenue  is  in  a  residence  anc 
business  use  district;  1 57 th  street  is  in  a  business  anc 
residence  use  district  and  160th  street  is  in  a  business  anc 
residence  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  February  16,  1937,  Application  No.  11072-1936 
reads : 

The  extension  of  a  gas  station  into  a  business  zonf 
is  contrary  to  the  provisions  of  the  business  zone  reso¬ 
lution. 

Note:  An  appeal  may  be  made  to  the  Board  o 
Standards  and  Appeals  for  any  modification  of  Cal 
205-29-BZ. 
and 

Whereas,  the  premises  consist  of  an  irregular  shape( 
plot  of  ground  having  a  frontage  of  41.5  feet  on  Willet 
Point  boulevard,  70.4  feet  on  Cross  Island  boulevard,  136./ 
feet  along  the  west  lot  line  and  a  distance  of  100  fee 
along  the  south  lot  line.  An  irregular  shaped  area  at  th< I 
rear  of  the  plot  is  located  in  the  residence  use  district  am 
the  remainder  is  located  in  the  business  use  district.  Upo_i 
the  west  portion  of  the  plot  there  is  a  gas  station  previ 
ously  granted  by  the  board.  It  is  proposed  to  enclose  th 
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existing  grease  pits,  incorporating  the  existing  office  and 
the  grease  pit  enclosures  in  one  structure,  and  to  occupy 
the  entire  plot  as  a  gasoline  service  station ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board  prior  to  the  hearing  in 
order  to  be  informed;  and 

Whereas,  Willets  Point  boulevard  is  in  process  of  devel¬ 
opment  as  an  approach  to  the  proposed  Whitestone  Bridge  • 
and 

Whereas,  the  board  deemed  that  the  applicant  has  sub¬ 
stantiated  section  21  of  the  building  zone  resolution  as  to 
a  temporary  hardship  existing  and  should  be  granted  a 
variance  for  the  additional  portion  of  the  plot  and  also  for 
the  existing  gasoline  station  portion  for  a  temporary  period 
of  ten  years  under  certain  conditions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that  the 
application  be  and  it  hereby  is  granted  under  section  21  to 
permit  the  additional  area  to  be  added  to  the  existing 
gasoline  station  area,  on  condition  that  the  entire  area  shall 
be  leveled  substantially  to  the  grade  of  Willetts  Point 
boulevard,  as  proposed,  and  Cross  Island  boulevard;  that 
the  additional  section  of  the  accessory  building  for  greas¬ 
ing,  shall  be  constructed  as  indicated,  not  exceeding  one 
story  in  height,  with  fronts  open;  that  these  additional 
sections  of  the  accessory  building  shall  be  constructed  of 
fireproof  material  except  that  the  roof  beams,  roof  boarding, 
window  frames  and  sash  may  be  of  wood,  providing  the  roof 
is  weather  surfaced  with  nonflammable  material ;  that  there 
shall  be  erected  on  the  interior  lot  lines  from  Cross  Island 
boulevard  and  Willetts  Point  boulevard  to  a  point  even  with 
the  front  of  the  greasing  pit  sections,  a  face  brick  wall  not 
less  than  five  (5)  feet  in  height  except  that  such  wall  may 
be  four  feet  in  height  at  the  street  lines  for  a  distance  of 
20  feet  and  that  these  walls  shall  be  returned  to  the  front 
of  the  greasing  pit  sections  with  gateway  openings;  that 
on  the  balance  of  the  lot  lines  there  shall  be  erected  a  sub¬ 
stantial  woven  wire  fence  of  the  anchor  post  type,  not  less 
than  six  feet  in  height ;  that  the  rear  portion  of  the  plot 
shall  be  landscaped  and  sodded  to  grass;  that  the  planting 
shall  be  maintained  substantially  as  indicated  on  revised 
plans  marked  “Received  May  13,  1937” ;  that  there  shall 
be  an  additional  planted  area  at  the  intersection  of  Cross 


Island  boulevard  and  Willetts  Point  boulevard,  extending 
_or  a  distance  along  Cross  Island  boulevard  of  not  less  than 
J”  feet  and  along  Willetts  Point  boulevard  for  not  less  than 
1U  feet  and  for  a  depth  of  ten  feet;  that  this  area  and 
other  areas  shown  to  be  planted  shall  be  protected  by  a  con¬ 
crete  curbing  not  less  than  5  inches  in  height;  that  where 
not  covered  by  planting  or  accessory  buildings,  the  front 
portion  of  the  area  shall  be  cement  paved  or  paved  with 
Colprovia  or  cracked  Milestone  with  proper  binder;  that 
pumps  erected  shall  be  located  substantially  where'  indi¬ 
cated  but  not  nearer  than  25  feet  to  either  street  building 
me ,  that  there  may  be  erected  near  the  intersection  of 
Cross  Island  and  Willetts  Point  boulevards  within  the 
an  ding  line,  a  post  standard  supporting  a  sign  advertising 
the  brand  of  gasoline  on  sale;  that  this  sign  shall  not  extend 
beyond  the  building  line ;  that  no  automobile  repairing  shall 
be  carried  on  and  no  parking  of  cars  other  than  those 
being  serviced ;  that  no  portable  gasoline  tank  shall  be  used 
on  or  from  the  premises ;  that  signs  shall  be  limited  to  the 
globes  of  the  pumps  and  to  the  herein  permitted  post 
upright  and  to  a  permanent  sign  attached  to  the  front  of 
the  building,  excluding  all  temporary  signs  and  roof  signs  • 
that  when  curbs  are  constructed  on  Cross  Island  boulevard 
and  Willetts  Point  boulevard,  curb  cuts  may  be  permitted 
not  exceeding  30  feet  in  width,  one  from  Cross  Island 
boulevard  and  one  from  Willetts  Point  boulevard ;  that  no 
grease  pits  in  the  open  shall  be  installed  on  the  premises ; 
that  in  the  event  the  owner  desires  to  use  one  portion  of 
the  accessory  building  for  washing  cars  instead  of  greas¬ 
ing,  such  use  may  be  permitted;  that  this  permit  for  the 
existing  gasoline  station  and  the  extension  herein  permitted 
may  continue  for  a  period  of  ten  years  from  the  date  of 
this  action;  that  final  working  drawings  showing  the  acces¬ 
sory  LU'^'ngs  an<*  tlie  Panting  areas  as  herein  required 
shall  be  submitted  to  the  board  and  approved  by  the  chair¬ 
man  in  its  behalf  before  same  are  filed  with  the  commis¬ 
sioner  of  buildings;  that  such  plans  shall  be  filed  within 
two  months  and  all  permits  required  obtained  and  all  work 
completed  within  one  year  thereafter. 


Adjourned,  1:00  P.M. 


Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MAY  18,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

401-31-BZ. 

APPLICANT  Lama  and  Proskauer,  for  Apperson  Realty 
Corporation,  owner. 

SUBJECT— Application  reopened  April  27,  1937-  for  con¬ 
sideration  as  to  extension  of  time  (re  decision  of 
the  commissioner  of  buildings)  re  Application, 
granted  on  condition,  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance  of  a  gaso¬ 
line  service  station. 

PREMISES  AFFECTED — 1-19  Fifth  avenue,  622-628  At¬ 
lantic  avenue  and  623-627  Pacific  street  (Block 
No.  1119,  Lot  No.  1),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant:  Frank  A.  Shea. 

For  Opposition:  None. 

For  Administration:  Assistant  Engineer,  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  May  25,  1937  at  2 
P.M.  so  that  board  can  take  up  matter  with  the 
Borough  President. 


189-36-BZ. 

APPLICANT  William  Richter,  for  Solo  Linder,  owner. 

SUBJECT  Application  for  consideration — reopening  un¬ 
der  new  proposal-less  area— re  Application  (deci¬ 
sion  of  the  commissioner  of  buildings)  under  sec¬ 
tion  21  of  the  building  zone  resolution,  to  permit 
in  a  business  use  district  the  erection  and  main¬ 
tenance  of  a  gasoline  service  station. 

PREMISES  AFFECTED — 3366-3374  Guider  avenue  and 
2994  Coney  Island  avenue,  southwest  corner 
(Block  No.  7264,  part  of  Lot  No.  49),  Borough  of 
Brooklyn. 
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APPEARANCES— 

For  Applicant :  William  Richter. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


211-37-BZ. 

APPLICANT — James  Whitford,  for  Richmond  County- 
Savings  Bank,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building  zone 
resolution,  to  permit  the  extension,  from  a  busi¬ 
ness  use  district  into  a  residence  use  district,  of 
an  existing  business  building. 

PREMISES  AFFECTED — 1214  Castleton  avenue,  south¬ 
east  corner  of  Taylor  street  (Block  No.  211,  Lot 
No.  32),  West  New  Brighton,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant:  James  Whitford  and  James  Whit¬ 
ford,  Jr. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  June  8,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  May  25,  1937. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


42-37-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Camager  Corpora¬ 
tion,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
extension  of  an  existing  gasoline  service  station. 

PREMISES  AFFECTED — 89-06  to  89-14  Myrtle  avenue 
and  82-02  to  82-10  Woodhaven  boulevard,  south¬ 
west  corner  (Block  No.  3866,  Lot  No.  160),  Glen¬ 
dale,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Alfred  H.  Eccles. 

For  Opposition:  Harry  J.  Beckwitt  and  Frank 
Lutz. 

ACTION  OF  BOARD — Application  granted  on  condition. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(42-37-BZ) 

Whereas,  Alfred  H.  Eccles,  for  Camager  Corporation, 
owner,  filed  February  4,  1937,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  district 
the  extension  of  an  existing  gasoline  service  station;  prem¬ 
ises:  89-06  to  89-14  Myrtle  avenue  and  82-02  to  82-10  Wood- 
haven  boulevard,  southwest  corner  (Block  No.  3866,  Lot 
No.  160),  Glendale,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  18,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 


ing  zone  resolution  show  that  Myrtle  avenue  is  in  business 
and  residence  use  districts;  Woodhaven  boulevard  is  in 
business  and  residence  use;  89th  street  is  in  residence  and 
business  use  districts ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  2,  1937,  re  App.  No.  563,  Alt.  1937,  reads: 

“The  extension  of  an  existing  gasoline  service  station 
in  a  business  district  is  contrary  to  Art.  2,  Sect.  4  of 
Zone  Law.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Myrtle  avenue  and  100  ft.  on 
Woodhaven  boulevard.  On  the  north  portion  of  the  plot 
there  is  located  an  existing  gasoline  service  station  and 
also  a  lunch  wagon  (which  is  to  be  removed).  It  is  pro¬ 
posed  to  erect  upon  the  plot  a  one  story  office,  lubritorium 
and  auto  laundry  structure  26  ft.  by  72  ft.  in  area  and  to 
use  a  portion  of  the  plot  as  a  gasoline  service  station;  and 

Whereas,  the  premises  and  surrounding  area  were  in¬ 
spected  by  a  committee  of  the  board  prior  to  and  also  after 
the  hearing;  and 

Whereas,  in  the  opinion  of  the  board,  the  removal  of 
the  present  unsightly  gasoline  station  that  exists  by  right 
and  the  substitution  of  an  attractively  designed  station  oc¬ 
cupying  the  same  area  now  in  use  together  with  such 
additional  area  as  is  required  to  permit  proper  operation 
and  public  safeguards  now  absent,  would  enhance  the  pub¬ 
lic  welfare ;  and 

Whereas,  the  board  deems  that  there  is  ample  justifica¬ 
tion  for  exercise  of  discretion  under  section  7c  for  exten¬ 
sion  of  the  proposed  building  and  the  gasoline  selling  area 
into  the  restricted  area  in  view  of  the  decision  of  the  Court 
of  Appeals  in  Monument  Garage  vs.  Levy  and  that  such 
discretion  should  be  exercised  to  bring  about  the  improved 
conditions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section  7-C 
to  permit  the  existing  gasoline  station  area  to  be  increased 
to  a  total  frontage  along  Woodhaven  boulevard  of  68  ft. 
10  in.  and  a  total  frontage  along  Myrtle  avenue  of  100  ft., 
as  indicated  on  revised  plans  marked  “Received  May  18, 
1937”,  and  to  use  this  entire  area  as  a  gasoline  selling  sta¬ 
tion,  on  condition  that  the  plot  shall  be  graded  substan¬ 
tially  to  the  grade  of  Myrtle  avenue  and  Woodhaven  boule¬ 
vard  ;  that  all  existing  buildings,  structures  and  gasoline 
pumps  shall  be  removed ;  that  the  accessory  building  shall 
be  not  over  one  story  in  height  and  shall  be  located  as 
indicated  toward  the  westerly  portion  of  the  plot  and 
shall  be  arranged  for  office,  lubritorium  and  auto  laundry; 
that  this  building  shall  be  constructed  of  fireproof  materials 
except  that  the  roof  beams,  roof  boarding,  door  frames  and 
doors,  window  frames  and  sash,  except  those  facing  west¬ 
erly,  may  be  of  wood,  provided  the  ceiling  throughout  is 
fire  retarded  in  accordance  with  the  Rules  of  the  Board  of 
Standards  and  Appeals  and  the  roof  is  weather  surfaced 
with  non-flammable  material ;  that  the  boiler  room  shall  be 
entered  from  the  exterior  and  shall  be  separated  from  the 
balance  of  the  building  by  fireproof  construction ;  that  there 
shall  be  a  brick  wall  constructed  on  the  southerly  interior 
lot  line  continuously  from  Woodhaven  boulevard  to  the 
westerly  lot  line;  that  this  brick  wall  shall  not  be  less  than 
7  ft.  in  height  except  that  it  may  be  constructed  4  ft.  in 
height  where  it  meets  Woodhaven  boulevard,  including  a  5 
ft.  return  along  Woodhaven  boulevard  street  line  and  be 
graduated  at  the  rate  of  1  ft.  in  4  ft.  to  the  7th  ft.  height; 
that  along  the  westerly  lot  line  there  shall  be  constructed  a 
substantial  iron  picket  fence  not  less  than  7  ft.  in  height; 
that  the  areas  indicated  along  the  southerly  wall  and  at  the 
corner  of  Woodhaven  boulevard  and  Myrtle  avenue  and  to 
the  north  of  the  accessory  building  along  Myrtle  avenue 
shall  be  landscaped  and  the  areas  shall  be  protected  by  con¬ 
crete  curbing  not  less  than  8  in.  in  width  and  8  in.  in  height 
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and  that  boxwood  hedge  shall  be  maintained  along  the 
street  fronts  in  these  planted  areas  and  other  suitable  plant¬ 
ing  shall  be  maintained  at  all  times  as  approved  by  the 
Department  of  Parks;  that  the  balance  of  the  plot,  where 
not  covered  by  the  accessory  building  walls  and  ’planted 
areas,  shall  be  cement-paved;  that  gasoline  pumps  shall  be 
installed  not  nearer  than  21  ft.  to  the  Woodhaven  boule¬ 
vard  building  line  and  not  nearer  than  18  ft.  to  the  Myrtle 
avenue  building  line;  that  the  gasoline  pumps  shall  be  of 
the  parkway  type  with  masonry  pedestals ;  that  entrances  to 
property  shall  not  exceed  two  (2),  one  to  Woodhaven 
boulevard  not  over  43  ft.  in  width,  with  curb  cut  opposite 
of  equal  width,  and  opening  and  curb  cut  40  ft.  in  width 
to  Myrtle  avenue;  that  no  opening  shall  be  nearer  to  the 
corner  formed  by  the  intersection  of  Woodhaven  boulevard 
and  Myrtle  avenue  than  20  ft. ;  that  the  accessory  building 
and  wall  shall  be  constructed  of  red  Colonial  face  brick 
with  natuial  mortar  joints  and  of  the  design  as  indicated 
on  revised  plans  marked  “Received  May  18,  1937”  with 
building  trim  painted  ivory  color  and  so  maintained;  that 
no  automobile  repairing  shall  be  permitted  on  the  premises ; 
that  there  shall  be  no  parking  of  cars  other  than  those 
being  serviced;  that  no  portable  tanks  shall  be  used  on  or 
from  the  premises;  that  all  advertising  shall  be  restricted 
to  the  illuminated  globes  of  the  gasoline  pumps  and  to  non- 
illuminated  signs  attached  to  the  front  of  accessory  build¬ 
ing,  excluding  all  temporary  signs  and  all  roof  signs,  but 
permitting  the  erection  of  post  standard  within  the  building 
line,  near  the  intersection  of  Woodhaven  boulevard  and 
Myrtle  avenue,  for  supporting  a  non-illuminated  sign  adver¬ 
tising  only  the  brand  of  gasoline  sold,  such  sign  shall  not 
extend  beyond  the  building  line  for  a  distance  of  more 
than  4  ft.;  that  complete  working  drawings  shall  be  sub¬ 
mitted  to  the  board  and  approved  by  the  chairman  in  behalf 
of  the  board  before  same  are  filed  with  the  commissioner 
of  buildings ,  and  that  all  plans  shall  be  filed  within  two 
months  and  all  permits  shall  be  obtained  and  work  com¬ 
pleted  w:ithin  one  year  thereafter. 


657-28-BZ. 

APPLICANT— S.  Oberwager,  for  Dubrow’s  Pure  Food, 
Inc.,  owner. 

SUBJECT. — Application  for  consideration — reopening  and 
amendment  re  decision  of  the  commissioner  of 
buildings — -re  Application,  granted  on  condition, 
under  sections  7c  and  21  of  the  building  zone  reso¬ 
lution,  permitting  the  extension,  from  a  business 
use  district  into  a  residence  use  district,  of  a  pro¬ 
posed  business  building. 

PREMISES  AFFECTED — 1106-1118  Eastern  parkway, 
south  side,  45  ft.  west  of  Utica  avenue  (Block  No. 
a  T.T-.T-  J396,  Lot  Nos.  34  and  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  S.  Oberwager. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  . 0 

"HE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

’HE  RESOLUTION— 

(657-28-BZ) 

Whereas,  Albert  Conway,  for  Second  Mortgage  Secu- 
lb?s  C°rP->  ,°Vner>  filed,  August  7,  1928,  an  application, 
nder  the  building  zone  resolution,  to  permit  the  extension, 


^C^ahb"sinesld?].rict  into  a  residence  district,  of  a  pro¬ 
posed  business  building;  premises  1106-1118  Eastern  park- 

uqa  ST°“thXTSld(W45  ft  west  of  Utica  avenue  (Block  No. 
3  6  Lot  Nos.  34  and  37),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  he  Board  of  Standards  and  Appeals,  at  its  regular 
meetmg,  December  11,  1928,  after  due  notice  by  publicftion 
m  the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 

diftricD  FaSs°(LUrtl0n  Sll  °W  tHat  Utica  avenue  is  in  a  business 
district ,  Eastern  parkway,  west  of  a  point  100  ft  west  of 

Utica  avenue  is  in  a  residence  district,  and  Union  street 

SeliiSTJ0  ft  W6St  °f  Uti“  -S 

Proposition  is  contrary  to  Art.  II,  Sec.  3  of  the 

building  Z°tne  ,Resolutlon-  The  erection  of  a  business 
and  bU  ^  ng  extend,ng  into  a  residential  use  district”; 

Whereas,  the  proposed  building  is  to  be  of  non-fireproof 
construction,  three  stories  and  basement  in  height  with  a 
frontage  of  110  ft  and  a  depth  of  90  ft.  7  in.;  to  be  occu- 
pted  as  a  business  building  (stores  and  offices)  ;  and 

ate^hbfw  tHf  b°ard,  deemsLthat  applicant  has  substanti- 
fn  i  -mb  °f  appeal  brought  under  sections  7c  and  21  of 
the  building  zone  resolution  in  that  the  premises  are  now 
occupied  for  business  use,  and  that  denial  of  this  variation 
would  develop  a  hardship  upon  the  applicant;  and 

rpnH^rRiEiASi09hQe  appllcati.on  was  granted  by  the  board  De¬ 
cember  11,  1928,  on  certain  conditions  and  owner  requested 
an  amendment  of  the  resolution  as  to  signs.  d 

hJ?£°lVedh  that  thC  Boar.d  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 

Iht  hn?MCatl°n  b<;  andlt1  ,hereby  is  granted  on  condition  that 
the  building  erected  shall  not  exceed  in  height  three  stories 

above  grade,  the  first  story  of  the  street  grade  for  the 
?h°?SA°l  st0/es’  the  remaining  two  upper  stories 

tha!  t1b  l  n  ud  t0  busin?ss  office  use  and  occupancy; 

that  there  shall  be  no  manufacturing  of  any  nature  or  de¬ 
scription  above  the  first  story  level;  that  any  signs  erected 
in  connection  with  the  store  occupancy  shall  be  restricted 
to  the  plate  glass  show  windows  or  friese  of  the  show 
window  store  front  and  shall  not  extend  in  height  beyond 
the  sill  course  of  the  second  story  windows;  that  there  shall 
be  no  advertising  displayed  above  the  sill  course  of  the 
second  story  windows,  except  signs  painted  on  the  plate 
glass  windows,  advertising  the  name  of  the  tenant  and  the 
profession  or  business  thereof;  that  no  part  of  such  signs 
shall  extend  beyond  the  building  line  for  a  distance  of 
more  than  four  (4)  inches;  that  the  building  shall 
set  back  from  the  building  line  on  Eastern  parkway  not 
ess  than  30  ft.;  that  all  other  requirements  of  the  zoning 
law  shall  be  complied  with  in  all  respects;  that  all  permits 
required  shall  be  obtained  within  six  months  and  all  work 
involved  thereby  completed  within  one  year  from  the  date 
of  this  action. 


92-31-BZ. 

APPLICANT  Abraham  N.  Horwitz,  for  Sarah  Raskin 
and  Yetta  Raskin,  owners. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  permit— re  Application  (decision  of 
the  superintendent  of  buildings)  under  section  7f 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED — 8401-8411  Flatlands  avenue 
and  769  East  84th  street,  northeast  corner  (Block 
No.  8005,  Lot  Nos.  6,  7  and  8),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Abraham  N.  Horowitz. 
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ACTION  OF  BOARD — Application  reopened  and  permit 


extended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . * .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(92-31-BZ) 


Whereas,  this  application  affecting  premises  8401-8411 
Flatlands  avenue  and  769  East  84th  street,  northeast  corner 
(Block  No.  8005,  Lot  Nos.  6,  7  and  8),  Borough  of  Brook¬ 
lyn,  was  granted  by  the  board  on  June  23,  1931,  for  a 
temporary  period  of  two  years  on  certain  conditions 
amended  May  28,  1935,  and  applicant  requests  an  extension 
of  the  temporary  period. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  June  23,  1931  as  amended 
May  28,  1935,  so  that  as  amended  it  shall  read: 

"Granted  under  section  7,  subdivision  F,  for  a  tem¬ 
porary  period  of  two  years  from  the  date  of  this 
amended  resolution  on  condition  that  any  gasoline 
pumps  shall  be  set  back  10  ft.  from  the  building  line; 
that  the  entrances  to  the  gasoline  station  shall  be  con¬ 
fined  to  the  Flatlands  avenue  portion  of  the  premises, 
which  shall  consist  of  two  entrances,  the  curb  cuts  of 
which  shall  be  not  more  than  14  ft.  each  in  width ;  that 
any  accessory  use  shall  be  confined  along  the  northerly 
lot  line  of  the  premises;  that  these  conditions  shall  be 
maintained  only  so  long  as  the  premises  are  operating 
under  the  temporary  permit,  and  in  the  event  that  a 
permanent  permit  shall  be  granted  at  some  future  time, 
the  usual  conditions  and  restrictions  which  are  imposed 
on  gasoline  stations  shall  be  imposed  by  this  board ;  and 
that  other  than  as  amended  herein  as  to  term  the  reso¬ 
lution  adopted  by  the  board  on  June  23,  1931,  shall  be 
complied  with  in  all  respects.” 


395-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  C.  H.  O.  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  extension  of  a  gasoline  service  sta¬ 
tion  (which  station  was  granted  by  the  Court). 

PREMISES  AFFECTED — 987-1001  Liberty  avenue,  north¬ 
west  corner  of  Conduit  boulevard  (Block  No.  4157, 
Lot  No.  28  and  part  of  Lot  Nq.  32),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(395-29-BZ) 

Whereas,  this  application,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline  service 
station,  affecting  premises  987-1001  Liberty  avenue  north¬ 
west  corner  of  Conduit  boulevard  (Block  No.  4157,  Lot 
No.  28  and  part  of  Lot  No.  32),  Borough  of  Brooklyn,  was 
granted  by  the  board  March  16,  1937,  on  certain  conditions 
and  applicant  requested  an  amendment  of  the  resolution  as 
to  windows. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  March  16,  1937,  so  that  as 
amended  it  shall  read : 

"Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  thereof,  permitting  the  extension  of 
the  gasoline  station  area  by  the  addition  of  the  area 
to  the  west,  as  indicated  on  plans  filed  with  this  appeal, 
except  that  windows  may  be  installed  in  the  wall  of 
accessory  building  on  the  Conduit  boulevard  street  line, 
provided  not  more  than  two  such  windows  are  installed, 1 
each  approximately  25  square  feet  in  area;  on  condition 
that  there  shall  be  erected  on  the  westerly  interior  lot 
line  continuously  from  Liberty  avenue  to  Conduit 
boulevard,  as  widened,  a  substantial  woven  wire  fence 
not  less  than  six  feet  in  height;  and  that  the  entire 
area,  where  not  occupied  by  the  accessory  building, 
shall  be  cement  paved ;  that  the  gasoline  pumps  erected 
shall  be  not  nearer  than  10  feet  to  any  street  building 
line ;  that  there  shall  be  erected  at  the  intersection  of 1 
Conduit  boulevard  and  Liberty  avenue,  a  concrete  plat-' 
form  not  less  than  12  inches  in  height  and  extending 
from  the  intersection  of  these  two  avenues  for  a  dis¬ 
tance  of  not  less  than  five  feet;  that  advertising  signs 
shall  be  limited  to  the  illuminated  globes  of  the  gaso¬ 
line  pumps  and  to  flat  signs  attached  to  the  facade  of 
the  accessory  building,  excluding  all  temporary  signs 
and  roof  signs,  but  permitting  the  erection  within  the 
building  line  near  the  intersection  of  Liberty  avenue 
and  Conduit  boulevard  of  a  post  upright  for  supporting 
a  sign  advertising  only  the  brand  of  gasoline  on  sale 
and  permitting  such  sign  to  extend  beyond  the  building 
line  for  a  distance  of  not  more  than  four  feet;  that  curb 
cuts  shall  not  exceed  two  to  Conduit  boulevard,  three, 
to  Liberty  avenue,  no  curb  cut  exceeding  thirty  feet  in 
width,  generally  as  indicated  on  plans  filed  with  this 
application  marked  “Received  February  5,  1937.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
197-37-A. 

APPLICANT — William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— South  side  of  Flatlands  ave¬ 
nue,  approximately  200  ft.  east  of  Ralph  avenue 
(Block  No.  8012,  Lot  Nos.  1  and  300),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Deputy  Commissioner  Walter  D. 

Binger,  W.  Doneldson  and  Nathan  Kass. 
For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  01  BOARD— Laid  over  to  May  25,  1937  at  2 
P.M.  for  final  disposition. 


198-3 7- A. 

APPLICANT — William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 
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SUBJECT— Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — West  side  of  Hendrix  street, 
265  ft  south  of  the  center  line  of  Fairfield  avenue 
lyn  °ck  h°‘  4441,  Lot  No'  9)’  Borouffh  of  Brook- 

APPEARANCES— 

For  Applicant:  Deputy  Commssioner  Walter  D. 

Binger,  _W.  Doneldson  and  Nathan  Kass. 
lHor  Administration :  Inspector  Mever  Fire  F)enf 
ACTI°N  OF  BOARD-Uaid  over  to  May  25,  1937  at? 2 
ir.M.  for  final  disposition. 


199-37-A. 

APPLICANT— William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT  Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — West  side  of  134th  street,  195 
S'  S<^Sh  Tof  150th  avenue  (Block  No.  2720,  Lot 

APPEARANCESUmalCa’  B°r0Ugh  of 

For  Applicant:  Deputy  Commssioner  Walter  D. 
Binger,  W.  Doneldson  and  Nathan  Kass. 

ArTTnM0niSS^I^tj;atl?n:.JInspector  Meyer-  Fire  Dept. 
ACTION  OF  BOARD — Laid  over  to  May  25,  1937  at  2 

P.M.  for  final  disposition. 


174-3,7-A. 

APPLICANT — James  A.  Whitcomb,  lessee. 

SUBJECT— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 29-44  Northern  boulevard 
southeast  corner  of  Skillman  place  (Block  No. 
239,  Lot  No.  23),  Long  Island  City,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant :  James  A.  Whitcomb  and  Miss 
Sormani. 

For  Administration :  Inspector  Mever  Fire  Dent 
ACTION  OF  BOARD— Referred  to  the  engineer  of  the 
board  for  inspection. 


169-37-A. 

APPLICANT— Scacchetti  and  Siegel,  for  LaBouchere 
Realty  Corporation,  lessee. 

SUBJECT.—  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 752-754  First  avenue  and  401- 
403  East  42nd  street,  northeast  corner  (Block  No. 
1354,  Lot  Nos.  1,  2  and  4J4),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant :  Archie  H.  Samuels. 

For  Opposition:  Frank  Lutz  and  Stanley  M.  Ra- 
badan. 

^U{UON  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  . .'!!!!!!!.!  0 

rHE  RESOLUTION— 

(169-37-A) 

^Whereas,  Scacchetti  and  Siegel,  for  LaBouchere  Realty 
corporation,  lessee,  filed  April  15,  1937,  an  appeal  from  a 
easion  of  the  Commissioner  of  Buildings,  affecting  prem- 
ses  752-754  First  avenue,  and  401-403  East  42nd  street, 
lortheast  corner  (Block  No.  1354,  Lot  Nos.  1,  2  and  4V2), 
jorough  of  Manhattan ;  and 
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i  y^fE?EA.s’  die  decision  of  the  comissioner  of  buildings 
dated  April  9,  1937,  reads  as  follows:  S  ’ 

t,™,'1  apPhc^tlon  for  cutting  the  curb  at  the  above 
premises  has  been  denied.” 

and 

Whereas,  the  premises  consist  of  a  lot  100  ft.  x  50  ft 

tpn p‘tn«  area’  ?n  vhl9h  there  is  erected  at  present  old-law 
tenements  winch  it  ls  proposed  to  demolish.  In  connec- 

a  Jasol  ne  '  p  a?pllcatl0n  herem,  F  is  proposed  to  construct 

CUE  on  4?nH  T6  !  °f  °n  the  plot’  two  P^posed  curb 
" ld  stieet  and  one  on  First  avenue,  curb  cuts 

p”  42nd  street  n°t  to  exceed  30  feet  each  in  width  and  on 
'U't  avenue  35  feet  in  width;  and 

locator fT5’  the  aPplican]  contends  that  the  premises  are 
located  in  an  unrestricted  use  district;  that  the  proposed 

use  of  the  lot  conforms  with  the  Building  Zone  Resolution 
|-a ,  construction  plans  were  filed  with  the  commissioner 
of  buildings  on  April  1,  1937  and  have  not  as  yet  been 

Ist^l^  Pr°t?  CUrb  Cut  App'  44-37  was  fllcd  April 
Ft  and  denied  by  the  commissioner  of  buildings  without 

any  reason  given,  that  the  appeal  taken  here  is  from  that 

-f  reno'rt  t0  the  CUrb  CUt  aPPdcation Tere  is 

a  report  of  the  engineer-inspector  of  the  department  of 

buildings,  a  copy  of  which  report  is  filed  herein  that  this 

^?ers  thpS1101  ind,lcat,e  any  basis  for  the  denial,  but  merely 
-  the  approval  of  the  proposed  curb  cut  to  the  com¬ 
missioner  oi  buildings,  as  they  exceed  20  feet  that  it  is 
submitted  that  the  denial  by  the  commissioner  of  buildings 
ib  arbitrary,  unreasonable  and  illegal  and  deprives  the 

stone r  0°/  bniM?1^  US6  °f  itS  property>  that  the  commis- 
charter  tnbS?  ^  15  empowered  under  section  407  of  the 

1  84  chanter  ^  S’ VUrb  jCUt  pernY.ts  and  under  section 
’  v  dptfr  23  of  the  code  of  ordinances  to  issue  such 

fo 'pedestrians6  ZZ  Same  are  not  hazardous 

is  almost  nil  PP  i  16  pedestnan  traffic  on  these  streets 
is  almost  ml  as  there  are  no  office  or  residential  tvoe 

buildings  in  the  immediate  vicinity  whose  occupants  woffid 
u  e  FJrst  aye„ue  or  42nd  street>  that  the  deJart“ 

of  buildings  beUIvtled;  an/”3'00  °f  the  commissi°"er 

d.  appears  that  an  application  has  been  filed 
th  the  commisisoner  of  buildings  for  use  of  these  prem- 

has  beTLned:\nTStnCted  district’  but  that  P«™it  ■ 

Whereas,  it  appears  the  city  of  New  York  has  recentlv 
acquired  at  great  expense,  for  park  and  playground  pur¬ 
poses  as  well  as  for  the  East  river  drive,  which  is  planned 

tLret^  ffieeb1n7ka1Wa^aCrOS\E?St  42nd  street  with  ramps 
hereto,  the  block  to  the  south  from  First  avenue  to  the 

river  and  also  a  large  portion  of  the  block  in  which  the 

premises  under  appeal  is  located;  and 

Whereas,  plans  for  park  and  playground  development 
are  completed  and  work  is  expected  to  be  soon  commenced 

Whereas,  the  grade  along  East  42nd  street  is  approxi¬ 
mately  8%,  which  would  make  entrance  to  the  proposed 
gasoline  station  difficult  and  dangerous  to  the  pedestrian 
public  particularly  children  going  to  and  fron/the  pro¬ 
posed  parks;  and  p 

Whereas  First  avenue  is  a  very  heavily  travelled  traffic 
artery  mainly  with  industrial  vehicles  and  upon  comple- 

!°"°£ffthe  East  nver  dnye  ramps  it  can  be  expected  that 
the  Baltic  congestion  will  be  extreme  at  this  intersection 

which  will  cause  a  great  hazard  at  this  corner  to  pedes? 
tnans;  and  pcucs 

Whereas,  along  First  avenue  there  are  now  many  gaso¬ 
line  stations  so  that  further  gasoline  stations  are  unneces¬ 
sary,  particularly  where  a  hazardous  condition  will  be 
created  as  at  this  location ;  and 

Whereas,  in  the  opinion  of  the  board,  the  commissioner 
ot  buildings  is  not  as  limited  in  exercising  discretion  to 
grant  curb  cut  permits  under  powers  granted  to  him  in 
section  407  of  the  Greater  New  York  Charter  as  wa“  the 
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borough  president  under  the  provisions  of  section  184  of 
chapter  23  of  the  code  of  ordinances ;  and 
Whereas,  in  the  opinion  of  the  board,  the  commissioner 
of  buildings  was  correct  in  refusing  to  permit  curb  cuts 
for  the  reasons  hereinabove  set  forth. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


212-37-A. 

APPLICANT — Lewis  Braverman,  for  Nedick’s  Stores, 
Inc.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 897  Manhattan  avenue  and  154 
Greenpoint  avenue,  southwest  corner  (Block  No. 
2563,  Lot  No.  41),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Lewis  Braverman. 

For  Administration:  Assistant  Engineer,  Benjamin 
Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(212-37-A) 

Whereas,  Lewis  Braverman,  applicant  for  Nedick’s 
Stores,  Inc.,  lessee,  filed  on  May  10,  1937,  an  appeal  from 
a  decision  of  the  commissioner  of  buildings  affecting  prem¬ 
ises  897  Manhattan  avenue  and  154  Greenpoint  avenue, 
southwest  corner  (Block  2563,  Lot  No.  41),  Borough  of 
Brooklyn ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
on  App.  No.  5831-37  dated  May  7,  1937,  reads  as  follows: 
“7.  Enclose  interior  cellar  stairways  in  fireproof 
partitions  and  F.P.  s.c.  doors,  as  required  by  General 
Order  No.  1-56  of  this  department  which  reads  as  fol¬ 
lows  : 

‘cellar  stairs,  fireproof  enclosures,  except  one  and 
two  family  buildings.’ 

8.  Provide  regulation  fire  escapes  on  building  as 
required  by  General  Order  No.  1-50  of  this  depart¬ 
ment  which  reads  as  follows : 

‘Buildings  hereafter  erected  or  altered  more  than 
two  stories  high  with  store  on  first  floor  and  one  or 
two  families  above  must  be  provided  with  fire  es¬ 
capes  regardless  of  the  nature  of  the  alteration.’  ” 

and 

Whereas,  the  premises  in  question  consist  of  a  4-story 
brick  building  45  ft.  in  height,  24  ft.  2)4  in.  by  54  ft.  4  in. 
in  area;  OCCUPIED  cellar — storage,  1st  floor,  store  and 
restaurant,  30  persons ;  2nd,  3rd  and  4th  floors,  vacant, 
for  which  no  certificate  of  occupancy  has  been  issued. 
The  building  was  erected  in  1887 ;  and 

Whereas,  it  is  proposed  to  make  alterations  to  the 
store  fronts  of  the  L-shaped  store,  extending  from  Man¬ 
hattan  avenue  to  Greenpoint  avenue  and  applicant  has 
received  the  objections  appealed  from  on  the  application 
for  said  alteration;  and 

Whereas,  it  is  proposed  in  partial  compliance  with  Item 
7  of  the  order  to  enclose  the  westerly  stairs  from  cellar 
floor  to  ceiling  with  3  in.  terra  cotta  blocks  with  fireproof 
self-closing  doors  at  the  openings,  but  applicant  requests 
to  be  relieved  of  enclosing  the  cellar  stairs  in.  the  adjoining 
store  used  by  another  tenant ;  and 

Whereas,  the  applicant  contends  that  the  interior  stairs 
to  cellar  in  the  adjoining  store  comes  through  a  trap  door 
in  the  floor  of  said  store  and  Nedick’s  Stores,  Inc.  has  no 
right  to  enter  or  perform  any  construction  work  therein; 
that  the  work  applied  for  under  Alt.  App.  5831-37  calls 


for  the  alteration  to  the  store  front  of  that  portion  of  the 
premises  leased  by  Nedick’s  Stores,  Inc.  and  in  no  way 
affects  or  interferes  with  the  space  occupied  by  the  adjoin¬ 
ing  tenant,  that  the  cellar  of  the  adjoining  store  is  sepa¬ 
rated  from  the  cellar  under  the  applicant’s  premises  by 
fireproof  partitions,  that  the  upper  stories  of  the  building 
in  no1  way  connect  with  the  store,  which  it  is  proposed  to 
alter,  that  in  1932  the  upper  portion  of  the  building  was 
specified  as  vacant  when  Alt.  App.  5253-32  was  approved, 
that  there  is  an  existing  stairs  leading  direct  from  the 
street  to  the  upper  floors  of  the  building,  providing  direct 
accessibility  for  firemen  in  case  of  an  emergency,  com¬ 
pliance  with  Item  8  of  the  order  would  require  the  placing 
of  fire  escapes  upon  a  building  which  cannot  be  legally 
occupied  above  the  1st  floor. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  App.  No.  5831-1937,  be  and  it  hereby  is  modified,  and 
that  the  appeal  be  and  it  hereby  is  granted  as  to  Item  7, 
on  condition  that  the  cellar  portion  proposed  to  be  occu¬ 
pied  by  Nedick  store  is  separated  from  the  balance  of  the 
cellar  occupied  by  the  corner  store  tenant,  by  a  wall  of 
fireproof  material;  that  the  cellar  stairs  leading  to  Green¬ 
point  avenue  used  by  the  Nedick  store  shall  be  enclosed 
from  cellar  to  street  with  fireproof  material;  as  to  Item  8, 
that  the  fire-escapes  may  be  omitted  so  long  as  the  upper 
three  stories  of  the  building  are  left  entirely  unoccupied 
and  the  door  to  the  stairway  leading  thereto  is  padlocked; 
that  the  certificate  of  occupancy  to  be  issued  shall  state 
that  these  upper  floors  shall  remain  unoccupied. 


18-35-A. 

APPLICANT — Jenks  and  Rogers,  for  Clarence  F.  Kalten- 
bach,  neighboring  property  owner;  Benisch  Bros., 
Inc.,  owner  of  premises  affected. 

SUBJECT — Application  for  consideration — reopening  as 
per  court  order — re  Appeal  from  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 900-910  Jamaica  avenue  and 
5-9  Autumn  avenue,  southeast  corner  (Block  No. 
4108,  part  of  Lot  No.  4),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  G.  A.  Rogers  and  C.  F.  Kalten- 
bach. 

For  Oppposition :  John  P.  McGrath,  for  owner, 
and  Henry  J.  Benisch. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 


amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

N  egative  . 0 

Absent  .  0 

THE  RESOLUTION— 

(18-35-A) 


Whereas,  Clarence  F.  Kaltenbach,  neighboring  property 
owner,  against  Benisch  Bros.,  Inc.,  owner,  filed,  January  19, 
1935,  an  appeal  from  a  decision  of  the  commissioner  of 
buildings,  refusing  to  revoke  permits  and  certificates  of 
occupancy  affecting  premises  900  to  910  Jamaica  avenue  and 
5  to  9  Autumn  avenue,  southeast  corner  (Block  No.  4108, 
part  of  Lot  No.  4),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  June  16,  1934,  reads: 

“In  answer  to  your  letter  of  June  11th,  1934,  re¬ 
questing  the  revocation  of  permit  11,680/33,  for  the 
erection  of  a  gasoline  station  at  900-920  Jamaica  avenue, 
Brooklyn,  and  permit  2845/34  for  an  office  and  four-car 
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garage  at  5-9  Autumn  avenue,  Brooklyn,  I  wish  to  state 
that  your  request  cannot  be  granted. 

“Your  contention  that  Mr.  McGrath,  who  made  the 
application  for  a  permit  to  erect  the  gasoline  station  at 
900-920  Jamaica  avenue  was  neither  the  owner  nor 
lessee  of  the  property  in  question,  is  not  material,  as 
an  owner  or  lessee  can  be  represented  by  any  duly  au¬ 
thorized  individual. 

“The  accuracy  or  truthfulness  of  the  statement  as 
to  whether  the  ground  is  vacant  or  occupied  by  build¬ 
ings  does  not  affect  the  question  as  to  whether  the 
applicant  is  entitled  to  a  permit  for  a  gasoline  station. 
The  only  fact  involved  that  is  pertinent  is  the  non- 
conforming  use  of  premises  prior  to  July  25,  1916. 

“There  is  nothing  in  Section  6  of  the  Zone  Resolu¬ 
tion  that  prohibits  the  change  of  part  of  the  premises 
from  one  prohibited  use  to  another.  It  is  not  necessary 
to  change  the  use  of  the  entire  plot. 

“Permit  2845/34  issued  for  four-car  garage  and  office 
use  and  proposed  installation  of  hydraulic  lift  is  in 
conformity  with  Article  II,  Section  4(a)  of  the  Zone 
Resolution.  The  fact  that  different  house  numbers  and 
locations  were  used  in  obtaining  each  permit  does  not 
affect  the  legal  questions  involved.” ; 
md 

Whereas,  the  decision  of  the  commissioner  of  buildings 
lated  December  27,  1934,  reads: 

“This  will  serve  to  acknowledge  receipt  of  your 
letter  dated  December  24th,  1934. 

“In  reply  thereto,  I  refer  you  to  letter  of  June  16, 
1934,  addressed  to  you  which  contained  my  reasons  for 
not  revoking  the  certificate  of  occupancy  referred  to, 
even  if  I  could.”; 

Lnd 

Whereas,  the  premises  consist  of  an  L  shaped  lot,  100 
eet,  3Vs  inch  frontage  on  Jamaica  avenue,  194  feet,  3  inch 
rontage  on  Autumn  avenue  and  160  feet,  inch  frontage 
n  Lincoln  avenue,  located  within  a  business  use  district 
long  the  Jamaica  avenue  frontage  for  a  depth  of  100  feet, 
he  rest  of  the  lot  is  within  a  residence  district  where  several 
rame  buildings  are  erected  and  used  for  monumental  works 
an  existing  use)  ;  three  gasoline  pumps  are  located  on  the 
ront  of  the  lot  facing  Jamaica  avenue,  an  accessory  build- 
ig  45  feet  by  30  feet  divided  into  three  compartments  used 
ar  a  lift,  repair  and  office,  located  about  37  feet  back  of 
le  pumps  and  within  the  business  use  district;  and 

Whereas,  the  appellant  claims  the  commissioner  of 
uildings  issued  building  permit  No-.  11680  December  26, 
/33,_  for  the  erection  of  a  gasoline  station  upon  the  prem- 
_es  in  question,  and  also  building  permit  No.  2845,  April 
5,  1934,  for  the  erection  of  a  one-story  office  and  auto 
orage  for  not  more  than  four  cars  upon  the  same  prem- 
es,  then  issued  certificate  of  occupancy  No.  73805,  July  6, 
*34,  for  the  use  as  a  gasoline  station  and  also  issued  cer¬ 
ate  of  occupancy  No.  73977  August  2,  1934,  for  the  use 
an  office  and  auto  storage  for  not  more  than  four  cars; 
'idently  the  address  on  each  certificate  of  occupancy  read- 
g  part  of  Lot  4  was  intended  to  indicate  a  different 
irt  of  Lot  4  affected  by  each  certificate;  the  installation  of 
gasoline  station  upon  the  premises  in  question  within  the 
isiness  district  constituted  an  additional  prohibited  use  to 
jiother  existing  prohibited  use,  and  not  a  change  of  an 
fasting  prohibited  use  to  another  prohibited  use  as  claimed 
1  tlle  commissioner  of  buildings,  that  such  installation  was 
:egal  and  the  commissioner  of  buildings  acted  in  error 
i  issuing  the  building  permits  and  certificates  of  occupancy ; 

'at  the  original  application  for  the  erection  of  the  gasoline 
sition  was  filed  by  one  John  P.  McGrath  and  not  by  the 
,?ner;  certain  statements  in  the  application  were  untrue  by 
'ting  the  premises  were  “vacant  ground,  no  buildings 
l^reon”  and  “change  of  use  is  sought  from  monument  and 
:>ne  cutting  works  to  a  gas  station”  and  “It  is  contem¬ 
ned  that  the  premises  will  be  used  in  conjunction  with  a 
-rage  situated  on  the  southwest  corner  of  Jamaica  avenue 


and  Autumn  avenue,  so  that  the  facilities  afforded  by  the 
garage  and  office  on  the  southwest  corner  may  be  avail¬ 
able  to  patrons  purchasing  gasoline  on  the  southeast  cor¬ 
ner  whereas,  the  appellant  making  this  appeal  is  the  owner 
ot  garage  at  southwest  corner  of  Jamaica  avenue  and  Au¬ 
tumn  avenue  and  no  such  arrangements  have  been  made; 
furthermore,  the  appellant  contends  that  the  building  per¬ 
mits  were  obtained  by  fraud;  that  the  installation  of  a 
gasoline  station  in  a  business  district  is  contrary  to  the 
zone  resolution  and  the  building  permits  and  certificate  of 
occupancy  should  be  revoked ;  and 

Whereas,  this  appeal  was  the  subject  of  an  inspection  by 
a  committee  of  the  board,  which  inspection  was  made  and 

follows-  Same  at  th*S  hearing>  and  which  report 

REPORT  OF  COMMITTEE 
Cal.  No.  18-35-A. 

Premises— -900-910  Jamaica  avenue,  5-9  Autumn  avenue 
Brooklyn. 

.  This  is  an  appeal  from  the  decision  of  the  commis¬ 
sioner  of  buildings  refusing  to  revoke  certificates  of 
occupancy  No.  73805  and  73977. 

The  premises  involved  are  in  a  district  zoned  for 
business  .uses  at  the  southeast  corner  of  Jamaica  and 
Autumn  avenues  with  a  frontage  on  Jamaica  avenue 
of  approximately  100  feet  and  on  Autumn  avenue  95 
eet  This  plot  is  designated  as  Lot  No.  4,  Block  No. 
4108,  and  is  part  of  a  much  larger  area  used  and  oc¬ 
cupied  as  a  monumental  works  since  prior  to  the 
adoption  of  the  zoning  resolution.  Monumental  works 
are  a  non-conforming  use  in  a  business  district  but 
can  legally  be  continued  under  the  regulations  and  limi¬ 
tations  of  Section  6  of  the  Zoning  Resolution. 

The  owners  desired  to  change  the  use  of  this  plot 
from  the  use  as  monumental  works  to  a  gasoline  service 
station.  Unsuccessful  before  the  Board  of  Estimate 
and  Apportionment  to  bring  about  a  change  in  the 
zoned  use  from  business  to  unrestricted,  an  application 
was  made  to  the  commissioner  of  buildings  to  change 
the  use  to  a  gasoline  station  of  the  Jamaica  avenue 
frontage  for  a  depth  of  75  feet,  which  was  later  amended 
to  55  feet.  While  this  change  was  objected  to  by  the 
examining  engineer  as  being  a  use  prohibited  in  a 
business  use  district,  the  objection  was  overruled  and 
the  permit  was  issued  under  Application  No.  11680  ap¬ 
proved  December  28,  1933.  No  building  was  erected 
or  altered  on  this  portion  of  the  plot.  All  that  was 
involved  was  the  substitution  of  one  use  which  is  non- 
conforming  for  premises  in  a  business  district  for  an¬ 
other  such  non-conforming  use  which  had  existed  con¬ 
tinuously  since  prior  to  1916.  On  the  balance  of  the 
plot  with  40  feet  frontage  on  Autumn  avenue,  a  sep¬ 
arate  application  was  filed  for  an  office  building  and  a 
four-car  garage.  This,  of  itself,  was  a  relinquishment 
of  the  non-conforming  use  on  this  40  by  100  foot  plot 
and  the  substitution  of  a  permitted  business  use.  This 
application  No.  4025  was  approved  April  25,  1934.  Cer¬ 
tificate  of  Occupancy  No.  73805  was  issued  July  6, 
1934,  for  the  Jamaica  avenue  portion  as  a  gasoline  sta¬ 
tion  and  No.  73977  on  August  2,  1934,  for  the  Autumn 
avenue  portion  as  auto  storage  for  not  over  four  cars 
and  office. 

A  committee  of  the  board  has  inspected  this  site  and 
finds  that  the  entire  plot  is  being  used  and  operated  as 
a  gasoline  station.  The  building  is  typical  of  the  usual 
accessory  building  and  office  of  a  gasoline  service  sta¬ 
tion.  The  garage  portion  is  used  for  greasing  with  a 
hydraulic  lift  installed,  violation  for  which  was  issued 
in  June,  1934.  A  supply  of  lubricating  oils  and  grease 
is  present.  The  arrangment  of  the  building  with  the 
entrance  to  the  garage  portion  facing  Jamaica  avenue 
indicates  that  the  intent  was  to  use  it  in  conjunction 
with  the  Jamaica  avenue  portion,  where  the  gasoline 
pumps  and  driveways  are  installed.  The  presence  of  a 
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gasoline  vent  pipe  carried  up  on  the  easterly  wall  of 
the  office  and  garage  building  and  signs  advertising  the 
sale  of  gasoline  as  shown  on  photograph  all  indicate 
clearly  that  the  entire  area  95  feet  by  100  feet  is  a 
gasoline  service  station.  As  an  indication  that  the  de¬ 
partment  of  buildings  so  regard  it,  the  inspector’s  re¬ 
port  to  the  bureau  of  comustibles,  on  which  the  latter 
issued  a  permit  to  store  gasoline,  describes  the  oil-sell¬ 
ing  station  at  900-910  Jamaica  avenue  as  having  a  one- 
story  building,  three  (3)  1650-gallon  tanks,  sand  pails, 
waste  cans,  extinguishers  and  signs  and  “storage,”  tins 
last  evidently  referring  to  the  garage  which,  including 
the  space  occupied  by  the  greasing  lift,  can  accommo¬ 
date  but  two  cars. 

It  appears  from  the  record  that  the  approval  of  these 
plans  was  the  subject  of  correspondence  between  the 
commissioner  of  buildings  and  the  appellant  for  some 
months  prior  to  the  filing  of  this  appeal,  and  attention 
was  called  to  their  claim  that  the  condition  being 
permitted  was  illegal.  In  the  opinion  of  the  committee 
it  is  legal  where  a  large  plot  enjoys  a  non-conforming 
use,  existing  prior  to  July  25,  1916,  to  relinquish  that 
use  on  a  part  of  the  plot  and  substitute  therefor  a  use 
that  is  conforming.  The  commissioner  of  buildings  was 
technically  within  the  law  in  permitting  an  office  build¬ 
ing  and  four-car  garage  on  the  Autumn  avenue  plot  40 
by  100  feet.  He  might  have  been  justified  in  refusing 
the  permit  had  he  doubted  the  intent  to  use  them 
legally.  (See  Monument  Garage  vs.  Levy).  This 
building  and  the  premises  40  by  100  feet  are  being  used 
illegally  as  they  are  part  of  a  gasoline  service  station 
which  is  a  prohibited  use  in  a  business  district  and  sub¬ 
ject  to  the  issuance  of  a  violation. 

The  Jamaica  avenue  portion  100  feet  by  55  feet  is 
now  used  for  a  use  prohibited  in  a  business  district  in 
substitution  for  a  former  existing  non-conforming  use, 
also  prohibited  in  a  business  district,  existing  prior  to 
July  25,  1916,  for  another  such  use  is  legal  under  Sec¬ 
tion  6.  While  appearing  to  be  prohibited  under  Para¬ 
graph  A,  it  is  clearly  permitted  under  limitation  4  of 
Paragraph  B,  but  only  where  no  structural  alterations 
are  made.  Here  this  part  of  the  plot  100  feet  by  55 
feet  was  and  is  unbuilt  upon.  It  is  recommended  that 
Certificate  of  Occupancy  No.  73805  be  corrected  by 
describing  the  dimensions  of  the  plot  covered  by  the 
certificate,  i.e.,  approximately  100  feet  frontage  by  55 
feet  deep  and  that  the  reference  to  “height  1  stories” 
be  eliminated  therefrom  as  the  certificate  describes  the 
premises  as  “vacant  ground.” 

The  committee  recommends  that  the  appeal  be  denied. 

(Signed)  HARRIS  H.  MURDOCK,  Chairman. 
BERNARD  A.  SAVAGE, 

CHARLES  M.  BLUM, 

Committee  of  Inspection. 

and 

Whereas,  this  report  recoriimended  that  the  appeal  be 
denied;  and 

Whereas,  the  board  denied  this  appeal  on  July  7,  1935 
with  the  statement  in  the  report  of  the  committee  of  the 
board  that  the  commissioner  of  buildings  should  place  vio¬ 
lations  for  the  illegal  uses  contrary  to  the  certificate  of 
occupancy;  and 

Whereas,  upon  court  review  the  board  was  sustained  in 
the  lower  courts  but  reversed  by  the  Court  of  Appeals  to 
the  effect  that  the  board  upon  finding  the  illegal  condition 
contrary  to  the  zoning  resolution  should  have  revoked  the 
certificates  of  occupancy;  and 

Whereas,  upon  court  order  duly  presented  the  board  is 
instructed  to  revoke  the  certificates  of  occupancy. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  July  7, 
1935,  so  that  as  amended  the  resolution  shall  read: 

“Resolved,  in  accordance  with  the  Order  of  the 
Court,  that  the  appeal  be  and  it  hereby  is  granted  and 


the  permits  and  certificates  of  occupancy  issued  by  the 
commissioner  of  buildings  affecting  these  premises  be 
and  they  hereby  are  revoked ." 


857-27-A. 

APPLICANT — Joseph  Atz,  for  Williamsburg  Power  Co., 
owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Appeal  from  an  order  of  the  fire 
commissioner. 

PREMISES  AFFECTED — 482-504  Driggs  avenue,  177-195 
North  9th  street  and  182-198  North  10th  street 
(Block  No.  2305,  Lot  No.  18),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Joseph  Atz. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 


amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(857-27-A) 


Whereas,  Fred  R.  Ashfield,  for  Williamsburgh  Power 
Co.,  Inc.,  owner,  filed  July  27,  1927,  an  appeal  from  an 
order  of  the  fire  commisisoner,  affecting  premises  482-504 
Driggs  avenue,  177-195  North  9th  street  and  182-198  North 
10th  street  (Block  No.  2305,  Lot  No.  18),  Borough  of 
Brooklyn ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
April  7,  1927  (Order  No.  13081-F),  reads: 

“1.  Install  a  standpipe  system  with  risers  4  in.  in 
diameter  tested  to  withstand  a  pressure  of  300  lbs.  per 
square  inch,  extending  from  cellar  to  roof,  with  neces¬ 
sary  check  valves  and  2^2  inch  regulation  Fire  De¬ 
partment  outlets  on  each  story  (including  basements, 
cellars  and  roofs,  placed  within  main  stairway  en¬ 
closure.  Each  outlet  to  be  provided  with  sufficient 
feet  of  2j/2  in.  standard  hose  attached  thereto”; 

and 

Whereas,  the  building  is  non-fireproof,  6  stories  and 
basement  (79  ft.  4  in.)  in  height,  86  ft.  by  200  ft.,  irregular 
(approximately  15,000  sq.  ft.)  in  area;  OCCUPIED: 
Basement,  manufacture  of  card  filing  systems,  8  persons; 
1st  story,  manufacture  of  candy  boxes,  49  persons;  2nd 
story,  priming  on  silks,  11  persons;  3rd  story,  manufacture 
of  card  filing  systems,  33  persons;  4th  story,  printing  on 
silks,  4  persons ;  5th  story,  manufacture  of  shoes,  50  per¬ 
sons  ;  6th  story,  manufacture  and  storage  of  ice  skates,  12 
persons ;  and 

Whereas,  appellant  contends  that  the  building  faces  on 
three  street  fronts ;  that  the  heating  plant  is  located  in  a 
separate  building;  that  the  building  is  equipped  with  a  100 
per  cent  sprinkler  system  including  a  30,000  gallon  tank 
and  that  there  are  city  fire  hydrants  in  the  vicinity;  and 

Whereas,  the  order  is  issued  on  the  area  of  the  building 
in  excess  of  10,000  square  feet ;  and 

Whereas,  the  building  is  equipped  with  an  approved 
sprinkler  system  and  the  heating  plant  is  located  in  a 
separate  structure  outside  the  factory  building;  and 

Whereas,  all  required  legal  means  of  exit  are  provided 
and  maintained ;  and 

Whereas,  this  appeal  was  granted  by  the  board  January 
10,  1928  on  certain  conditions  and  owner  requested  an 
amendment  of  the  resolution. 
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Resolved  that  the  order  of  the  fire  commissioner  be 
and  it  hereby  is  modified  and  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  building  shall  not  be  in¬ 
creased  in  height  or  area;  that  it  shall  "be  equipped  with 
an  approved  2-source  wet  sprinkler  system  and  that  the 
occupancy  of  the  building  shall  not  exceed  that  which  is 
legally  permitted  by  the  legal  exits  with  due  allowance* 
jor  the  sprinkler  system. 


62-28-A. 

APPLICANT— William  C.  McTarnahan,  for  Petroleum 

CTTPTnr-rea  a  Low?r  Company,  Inc.,  owner. 

SUBJECI  Application  for  consideration — reopening  and 
extension  of  permit— re  Appeal  from  a  decision  of 
the  nre  commissioner. 

PREMISES  AFFECTED— East  side  of  Eastchester  Creek 
and  Northern  Boundary  Line  (Block  No.  5655,  Lot 

APPEA^NCEsf2  and  4°0>'  B°r0Ugh  of  The 

N°r  Applicant :  August  Morgenier  and  H.  M* 
.b  lcken  *  * 

ACTIONd^F  BOARD — Appeal  reopened  and  permit  ex- 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 

?TS  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . n 

Absent  .  n 

THE  VOTE  TO  EXTEND  PERMIT— . 

Affirmative :  Chairman  Murdock,  Commission- 
ffrs  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  . j  ”  "  ’  * . .  q 

THE  RESOLUTION— 

(62-28-A) 

Whereas,  the  appeal  affecting  premises  east  side  of 

Eastchester  Creek  and  Northern  Boundary  Line  (Block 

No.  5655,  Lot  Nos.  375,  382  and  400),  Borough  of  The 

ino°onX’  Was  ^r.anted  by.the  board  at  its  meeting,  June  12, 
1928,  on  certain  conditions,  time  extended  from  time  to 
time,  and  appellant  now  requests  a  further  extension  of 
the  time  limit  imposed. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  June  12,  1928,  extending  the 
time  within  which  to  obtain  permits,  and  the  time  within 
which  to  complete  the  work,  two  years  from  the  date  of 
this  amended  resolution  and  that  other  than  as  herein 
^nded,  the  resolution  adopted  by  the  board  June  12, 
Iy28,  shall  be  complied  with  in  all  respects. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
183-37-SA. 

L^d  Safety  Valve,  Inc.,  owner. 
SUBJECT— Liquid  Safety  Tank  Filling  Valve,  approval 

APPEARANCES— 

For  Applicant:  R.  Carmel  Coco. 

ACTION  OF  BOARD — Application  placed  on  reserve 
calendar  and  referred  to  engineer  of  the  board. 


237-33-SA. 

APPLICANT — Kelly  Oil  Sales  Corporation,  owner. 
oUtsJLCI  Application  for  consideration — reopening  and 
4TATAT,  amendment— re  Kelco  Oil  Burner. 
APPEARANCES— 

ArTmI°^pp'icant:  Herbert  Vander  Ven. 

.  CTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 


THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 

FT?  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . .  n 

Absent  .  ’  ] .  q 

491-31-SA. 

^FFLICANT— Perfection  Stove  Co.,  owner. 

SU.KJDC1  Application  for  Amendment— re  Approval  of 

Superiex  Oil  Burning  Heaters  and  Heat  Projec¬ 
tors.  J 

APPEARANCES— 

.rTTA Jor  Applicant;  W.  C|  Beadle. 

AC  I  ION  OF  BOARD— Application  reopened,  placed  on 
bo^rcT6  ca  endar  ar*d  referred  to  engineer  of  the 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 
frs  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . .  .  .  . .  o 

Absent  . *  ’  ’ "  . .  q 

254-36-SA. 

SUBIECTNcrChaRe  BraoSSr'&  Copper  Co->  Inc,  owner. 
SUBJECI  —  Chase  Brass  &  Copper  Co,  Inc,  \y2  in.  New 

APPEARANCES— atl°n  Lavatory  TraP— approval  of. 

For  Applicant:  A.  Elton. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 

mun  r®P?rt  of  engmeer  of  the  board. 

THE  VOTE  TO- APPROVE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . . .  o 

Absent  . . !  "  .  n 

THE  RESOLUTION— 

(254-36-SA) 

W™,  the  Chase  Brass  &  Copper  Co,  Inc,  owner 

^led,tAU?USt  2 }’  J936’  an  appbcation  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  device 
known  as  the  Chase  Brass  &  Copper  Co,  Inc,  1  y2  inch 
New  York  Regulation  Lavatory  trap;  and 
Whereas  this  device  was  submitted  to  the  engineer  of 
the  bojird  for  investigation  and  report;  and 

the  report  of  the  engineer  of  the  board  was 
substantially  as  follows : 

Under  date  of  August  21,  1936,  the  Chase  Brass  & 
Copper  Co.  Inc.  filed  an  application  for  approval  of 
the  above  mentioned  trap. 

This  device  was  subjected  to  investigation  and  after 
changes  were  made  to  comply  with  the  suggestions 
ottered,  the  trap  is  ready  for  approval. 

It  is  iy2  in.  outside  diameter  17  B.  &  S.  gauge 
seamless  brass  tubing  with  cast  red  brass  \y2  in.  stand¬ 
ard  pipe  size  outlet  connection,  sewer  side  of  trap, 
the  inlet  nut  and  collar  are  IJ2  in.  standard  pipe  size' 
brass  rod  cleanout  with  solid  bottom.  The  bore  is 
such  as  to  pass  freely  a  1  y8  in.  diameter  ball.  The 
wMer  seal  is  2y2  in.  The  trap  will  be  marked  for 
identification  with  the  name  “CHASE”  and  the  gauge. 

It  is  recommended  that  this  trap  be  approved  under 
the  provisions  of  Section  99  of  the  Plumbing  Rules 
of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Chase  Brass  & 
Copper  Co,  Inc.  1  y2  in.  New  York  Regulation  Lavatory 
trap,  when  constructed  as  specified  in  the  above  report 
and  when  installed  in  accordance  with  the  Plumbing  Rules 
of  the  Board  of  Standards  and  Appeals  on  condition  that 
each  trap  shall  be  marked  for  identification  with  the  name 
Chase,  the  gauge  and  Calendar  Number  254-36-SA. 
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172-37-SA. 

APPLICANT — Silent  Flame  Oil  Burner  Co.,  for  Murray 
Woloshin,  owner. 

SUBJECT — Silent  Flame  Oil  Burner,  Model  M,  Approval 
of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  T<p  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(172-37-SA) 

Whereas,  Silent  Flame  Oil  Burner  Co.  for  Murray 
Woloshin,  owner  filed  April  15,  1937,  an  application  of  the 
Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Silent  Flame  Oil  Burner,  Model  M ; 
and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  Board  and  the  Division  of  Combustibles  of  the  Fire 
Department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

This  burner  is  of  the  pressure  atomizing  gun  type 
and  consists  of  the  following  assembly:  A  General 
Electric  1/6  H.P.  motor,  a  Tuthill  fuel  stat,  consisting 
of  pump,  strainer  and  regulating  valve,  a  Sirocco  type 
fan  and  a  Monarch  nozzle.  The  capacity  of  the 
burner  is  from  lj£  to  2^4  gallons  and  is  designed  to 
burn  numbers  1,  2  and  3  commercial  grades  fuel  oil. 
Ignition:  Electric — General  Electric  Transformer,  110 
to  10,000  volts. 


FORMS  FOR  NOTICES 

Applicants,  under  the  building  zone  resolution,  are  en- 
titiled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni¬ 
ence  in  notifying  property  owners,  they  may  obtain  such 


Controls :  Minneapolis  Honeywell  Protecto  -  Relay 
R117-3  and  pressuretrol  L404. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber  the  burner  was  operated  and  on  two  succes¬ 
sive  tests  the  controls  functioned  and  shut  the  burner 
down  in  70  and  72  seconds,  respectively.  The  burner 
was  then  put  into  normal  operation  for  approximately 
1  hour. 

During  the  period  of  test  there  was  no  flare-backs 
due  to  faulty  ignition,  the  flame  was  clean  and  free 
of  smoke  and  soot  and  an  examination  of  the  elec¬ 
trodes  and  combustion  chamber  showed  no  undue 
carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Silent  Flame  Oil  Burner,  Model  M, 
be  approved  for  domestic  commercial  and  industrial 
uses,  when  installed  in  accordance  with  the  Oil  Burner 
Rules  adopted  by  the  Board  of  Standards  and  Appeals, 
with  fuel  oil  not  heavier  than  No.  3  U.S.  Dept,  of 
Commerce  Standards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Silent  Flame  Oil 
Burner,  Models  M  for  domestic  commercial  and  industrial 
installations,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals,^  and  when  used  with  fuel  oil  not  heavier  than 
No.  3,  U.  S.  Dept,  of  Commerce  standards,  on  condition 
that  there  shall  be  permanently  attached  to  each  burner 
installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  172-37-SA. 


Adjourned,  4:40  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


TO  PROPERTY  OWNERS 

copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  by 
mail. 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
appeal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 


Copies  of  the  Official  Directory  of  the  City  of  New 
York  for  the  year  1937  (The  Little  Green  Book),  contain¬ 
ing  the  latest  authentic  information  in  relation  to  City, 
State  and  Federal  Departments,  Bureaus,  Offices  and 


Courts,  are  now  on  sale  at  the  Distribution  Division  of 
the  City  Record.  Office,  Room  2213,  Municipal  Building, 
Manhattan.  Price  50  cents;  by  mail,  three  cents  per 
copy  must  be  added  for  postage. 
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RULES  ^AN OTflE^^FI^VMM AB1.E ^^SURF ACF  OP  PAINTS’  VAR‘ 

ADOPTED  BY  THE  BOARD  OE  sASTo^fg  g^g 


[353-30-SR] 

•J?(?TIf  m  GIVEN  that  a  public  hearing- 

will  be  held  by  the  Board  of  Standards  and  Appeafs  on 
Friday,  June  4,  1937  at  10  A.M.,  Room  1013,  Mun  cipa” 
Building,  on  Proposed  Revision  of  the  Rules  governing  The 
use  of  equipment  for  spraying  of  paints,  varnishes  lac¬ 
quers  and  other  flammable  surface  coatings. 

Matter  J51  Balics  is  new ;  matter  in  brackets  [  ]  old 

matter  to  be  omitted.  1  J 

Authority: 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand- 

ni’^ndvd/PIa,i  b,y  Pfclio"  718'A.  subdivision  3  of 
f  pl,  7  ll'~A  °f  lhe  Charter  of  the  City  of  New  York 

rirtick  xPo'fmTcofe'of  OrdLTc IW  °f  ChaP“r  10 > 

Rule  1.  Application. 

.  f These  rules  shall  apply  to  every  establishment  engaged 
in  applying  by  the  spray  method,  paints,  varnishes,  enamels 
acquers,  stains  or  similar  flammable  materials  in  excess  of 
two  quarts  a  day  on  manufactured  or  fabricated  articles.] 

Lr1,r,A'°J?frrson’  firm.  or  corporation  shall  SPRAY,  DIP 
or  IMMERSE  any  article  or  thing  within  the  City  of  New 
York  with  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  e.x  cept  tn  a  spraying,  dipping  or  immersing  space 
equipped  with  mechanical  means  of  ventilation  conforming 
to  these  rules,  without  a  permit  from  the  fire  chief  and 
commissioner  excepting  in  cases  in  a  multiple  dwelling 


(b)  Canopy  booth”  shall  mean  an  installation  consist- 
°f  a"ove/h^d  exhaust  system,  of  the  canopy 
type,  without  side  or  end  panels  enclosing  the 
object  sprayed  and  under  which  canopy  spray 
coating  operations  are  carried  on.  * 

^  cTf;nnel  h0th"  mean  a  comPartment  con¬ 

sisting  of  two  sides  and  top,  equipped  with  air 

carrle?  on  a“d  in  which  Vay  coating  £ 

Thf,  tern?  “sPray  room”  shall  mean  a  fully  enclosed 

wa°E  WTh!^  e?tenot  ™alls-  ?r  the  area  between  fire 
walls.  I  his  definition  shall  not  include  a  room  equioDed 

with  spray  booths  wherein  all  the  spray  coating  operations 
are  carried  on  within  the  booths.  operations 

strT,rt5repr0°f  .or  .^-resisting  partitions  shall  be  con- 

the  BoardSnfeqiIIrltd  ^  the,  ^ab°r  Law  and  the  Rules  of 
AH  T°  d  f  Standards  and  Appeals  for  factory  buildings 

doorsj  gS  t0  bC  equipped  with  self-closing,  fireproof 

PTNC  1?pJrT“SPr?^Yr-or  spraying  SPACES  “DIP- 
f/jTP  SfACfi,?r  IM VERSING  SPACE ”  when  used  in 
for  th  £St  Sia  "I™*  that  Portwn  °f  the  Premises  used 
nrttr  l  a  T  WOrk,°f  graying,  dipping  or  immersing  any 
article  or  thing  with  any  flammable  paints,  varnishes  lac¬ 
quers  or  any  other  flammable  substances,  mixtures  or  ’ com- 
pounds  commonly  used  for  painting,  varnishing,  stamina 
or  similar  purposes  m  any  booth  or  room  approved. 

JiY  Jhn  t€rm  “CABINET  BOOTH”  when  used  in  these 
rules  shall  mean  a  compartment  with  a  back,  top  and  two 
sides  equipped  with  air  exhaust  facilities,  located  within  a 

Zl  Ztzdrs^=l the  -  « a  dip-  ZF&JSZrz. S-X 


ping  or  immersing  apparatus. 

1.2  APPLICATIONS.  Application  for  the  required 
permit  to  store  and  use  the  above-mentioned  articles  shall 
be  made  to  the  Fire  Chief  and  Commissioner  on  forms  pre¬ 
scribed  by  him  and  shall  contain  such  information  as  he 
may  require.  When  a  spray,  dipping,  immersing ,  storage 
or  mixing  room  is  to  be  installed,  plans  shall  be  filed  with 
he  Department  of  Buildings  before  a  permit  is  issued. 

1.3  RESTRICTIONS.  No  spraying,  dipping  or  im¬ 
mersing  of  any  article  or  thing  within  the  City  of  New 
>  or k  with  any  flammable  paints,  varnishes,  lacquers  or  any 
nher  flammable  substances,  mixtures  or  compounds  com- 
nonly  used  for  painting,  varnishing,  staining  or  similar 
\her  SfS  S  l0^  °e  carr*ed  on/ or  in  any  premises  or  portion 

1.3.1— Which  is  occupied  as  a  Class  A  or  B  Multiple 
Dwelling  or  a  dwelling  for  one  or  two  families. 

1-3.2  Which  is  artificially  lighted  by  any  means  other 
than  electricity. 

1.3.3  Which,  if  heated,  shall  be  limited  to  the  use  of 
steam  or  hot  water  circulating  systems;  except¬ 
ing  that  heating  units  approved  by  the  Board  of 
Standards  and  Appeals  or  previously  approved 
by  the  Fire  Commissioner  may  also  be  permitted 
to  be  used. 

lule  2.  Definitions. 

[1.  The  term  spray  booth”  shall  include  the  following: 

Cabinet  booth”  shall  mean  a  compartment,  pro¬ 
vided  with  a  back,  top  and  two  sides,  equipped 
with  air  exhaust  facilities,  located  within  a  room 
or  section  of  an  establishment,  and  in  which 
spray  coating  is  carried  on. 


(a) 


,  ,  .  .  ■  ..........  it,  commonly 

used  for  painting,  varnishing,  staining  or  similar  purposes 
is  carried  on.  ^ 

2.3  The  term  “CANOPY  BOOTH  or  HOOD”  when 
used  tn  these  rules  shall  mean  an  installation  consisting  of 
a  metal  canopy  or  hood,  without  any  side  or  end  panels 
enclosing  the  object  sprayed  and  an  air  exhaust  system 
under  which  spraying  with  any  flammable  paints,  varnishes 
lacquers  or  any  other  flammable  substances,  mixtures  or 
compounds  commonly  used  for  painting,  varnishing,  stain¬ 
ing  or  similar  purposes  is  carried  on. 

2.4  The  term  “TUNNEL  BOOTH”  when  used  in  these 
rules  shall  mean  a  compartment  consisting  of  tzvo  sides  and 
top,  equipped  with  an  air  exhaust  system  in  which  spray¬ 
ing  with  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  is  carried  on. 

2.5  The  term  SPRAY  ROOM”  when  used  in  these 
rules ^  shall  mean  a  fully  enclosed  room  approved  for  such 
use  m  which  any  article  or  thing  is  sprayed  by  any  flam- 
able  paints,  varnishes,  lacquers  or  any  other  flammable 
substances,  mixtures  or  compounds  commonly  used  for 
painting,  varnishing,  staining  or  similar  purposes  is  car¬ 
ried  on. 

2.6  The  term  ‘DIPPING  ROOM”  when  used  in  these 
rules  shall,  mean  a  fully-enclosed  room  approved  for  such 
use  in  which  any  article  or  thing  is  dipped,  spread  or  im 
mersed  in  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  is  carried  on. 

2.7  The  term  “FIREPROOF  or  FIRE-RESISTING 

PARTITIONS”  used  in  these  rules  shall  mean  the  stand- 
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ards  set  in  the  Labor  Law  and  the  Rules  of  the  Board  of 
Standards  and  Appeals  for  factory  buildings.  All  openings 
in  this  type  of  partition  shall  only  be  equipped  with  self¬ 
closing,  fireproof  doors. 

2.8  The  term  “STORAGE  ROOM’’  when  used  in  these 
miles  shall  mean  a  fully-enclosed  room  used  for  the  stor¬ 
age  and  mixing  of  any  flammable  paints,  varnishes,  lac¬ 
quers  or  any  flammable  substances,  mixtures  or  compounds 
commonly  used  for  painting,  varnishing ,  staining  or  sim¬ 
ilar  purposes. 

2.9  The  term  “CERTIFICATE  OF  FITNESS”  when 
used  in  these  rules  shall  mean  the  written  permission  grant¬ 
ed  a  particular  person  by  the  fire  chief  and  commissioner  to 
discharge  certain  duties  in  the  supervision  and  handling  of 
certain  substances  peculiar  to  his  business  under  such  con¬ 
ditions  as  he  may  prescribe. 

2.10  The  term  “PERMIT”  when  used  in  these  rules  shall 
mean  the  written  permission  of  the  fire  chief  and  com¬ 
missioner  issued  to  a  certain  person,  firm  or  corpora¬ 
tion  to  store  and  use  certain  combustible,  inflammable 
or  explosive  articles  incident  to  their  business  under  condi¬ 
tions  prescribed  by  him  according  to  law. 

Rule  3.  Ventilation. 

[(a)  No  spray  coating  of  manufactured  or  fabricated 
articles  shall  be  carried  on  in  any  part  of  an 
establishment  except  in  spray  booths  or  in  spray 
rooms,  as  defined  above. 

(b)  Cabinet  booths  shall  be  equipped  with  an  air 
exhaust  system  which  will  provide  an  air  velocity 
of  not  less  than  one  hundred  (100)  lineal  feet 
per  minute  averaged  over  the  frontal  area  of  the 
spray  booth. 

(c)  Spray  rooms  shall  be  equipped  with  an  air  exhaust 
which  will  provide  not  less  than  sixty  (60) 
changes  of  air  per  hour  in  the  spray  room. 

(d)  All  types  of  spray  rooms  and  booths  shall  be 
equipped  with  an  air  exhaust  system  of  sufficient 
capacity  to  prevent  the  accumulation  of  mist  or 
vapors  within  such  enclosures. 

(e)  Air  shall  be  admitted  to  the  spray  booth  or  spray 
room  in  an  amount  substantially  equal  to  the 
capacity  of  the  fan  or  fans  used  for  exhausting 
air  from  said  booth  or  room;  windows  or  other 
openings  not  used  for  ventilation  shall  be  kept 
closed  during  the  process  of  spray  coating.  Ex¬ 
haust  fans  shall  be  kept  running  constantly  while 
spraying  or  mixing  and  for  a  sufficient  length  of 
time  thereafter  to  exhaust  all  vapors,  fumes  or 
residues  of  spraying  materials  from  the  spray 
booth  or  spray  room.] 

3.1  Spraying  or  dipping  spaces  shall  be  ventilated  when 
in  operation  so  that  the  movement  of  air  shall  be  at  least  one 
hundred  (100’)  linear  feet  per  minute  in  the  breathing  zone 
of  the  operator  and  be  of  sufficient  capacity  to  prevent  the 
accumulation  of  mist  or  vapors. 

3.2  Air  shall  be  admitted  to  the  spraying,  dipping  or  im¬ 
mersing  spaces  in  an  amount  equal  to  the  capacity  of  the 
fan  or  fans  and  in  such  a  manner  as  to  avoid  short-circuit¬ 
ing  the  path  of  air  in  the  working  zone  of  such  spaces. 

3.3  EQUIPMENT.  Motors  shall  be  located  outside  of 
spraying,  dipping  or  immersing  spaces  except  as  provided 
in  Rule  4. 

Rule  4.  Specifications  for  Spray  Booths  [and] 
Spray  Rooms  and  Dip  Rooms. 

[(a)  Spray  booths  shall  be  constructed  of  metal  or 
other  incombustible  material  satisfactory  to  the 
administrative  official. 

(b)  Air  distributing  or  baffle  plates,  if  used,  shall  be 
of  incombustible  material  and  removable  for 
cleaning. 


(c)  The  inner  side  of  walls,  ceiling  and  floor  shall  be 
as  smooth  as  practicable,  in  order  to  facilitate 
cleaning;  when  constructed  of  ferrous  metal  such 
surfaces,  inside  the  booth  or  room,  shall  be  thor¬ 
oughly  painted  or  galvanized. 

(d)  Exhaust  ducts  for  spray  booths  or  spray  rooms 
shall  be  constructed  of  material  not  less  than  the 
following  U.  S.  Standard  gauges,  viz. : 

When  of  diameter  of  24  inches  or  less,  22  gauge. 
When  of  diameter  of  over  24  inches  and  not  over 
36  inches,  20  gauge. 

When  of  diameter  of  over  36  inches,  18  gauge. 

(e)  Ducts  shall  be  strongly  erected  and  rigidly  sup¬ 
ported. 

(f)  Motors  shall  be  located  outside  of  ducts,  booths  or 
spray  rooms  so  that  no  inflammable  vapors  or 
residues  can  reach  them. 

(g)  If  induced  draft  is  used  to  create  an  air  move¬ 
ment  within  cabinet  or  tunnel  types  of  spray 
booths  or  spray  rooms,  the  air  shall  be  supplied 
from  a  point  outside  of  the  spray  booth  or  spray 
room  with  fans  and  motors  entirely  outside  of  the 
spray  booth  or  spray  room. 

(h)  The  exhaust  system  for  the  removal  of  vapors  or 
residues  of  spraying  materials  from  the  spraying  1 
equipment  shall  not  be  connected  with  any  other  1 
ventilating  system  or  discharged  into  a  chimney 
or  flue  used  for  the  purpose  of  conveying  gases 
from  heating  elements. 

Ventilating  duct  shall  run  as  directly  as  prac¬ 
tical  to  the  outer  air  and  be  protected  with  a 
hood.  When  not  terminating  above  the  roof  the  ■ 
exhaust  terminal  in  addition  shall  be  protected 
with  a  fire  screen  of  copper  or  bronze  with  a 
mesh  not  larger  than  inch.  When  passing 
through  a  non-fireproof  roof  the  duct  shall  be 
constructed  double  with  a  1-inch  air  space.  The 
outer  pipe  shall  be  not  less  than  2  inches  from  any 
woodwork  which  shall  be  covered  with  metal. 
Ventilating  ducts  terminals  shall  be  not  less  than 
15  feet  from  any  window  opening,  exterior  exit, 
chimney  termination  or  unprotected  air  intake, 
unless  exhausting  on  the  front  of  a  building  or 
where  there  are  openings  in  a  direct  line  less  than 
30  feet  from  any  opening  in  any  other  building. 

(i)  Exhaust  fan  blades  shall  be  constructed  of  non- 
ferrous  metal.  All  exhaust  and  ventilating  fans 
to  be  permanently  connected  to  their  source  of 
current  supply,  using  metallic  conduit.  Rheostats 
in  fan  bases  not  permitted. 

(j)  All  electrical  wiring  shall  be  enclosed  in  metal 
conduits. 

(k)  Artificial  lighting  shall  be  by  electricity  only. 
Fixtures  to  be  of  the  rigid  stem  type,  enclosing 
all  wiring  and  equipped  with  vaporproof  globes 
and  keyless  sockets. 

(l)  No  motors,  switches,  rheostats,  lamps  or  other 
electrical  equipment  shall  be  located  in  spray 
rooms  or  within  10  feet  from  any  spray  compart¬ 
ment  or  spray  booth  unless  such  electrical  equip¬ 
ment  is  of  a  type  approved  for  use  in  explosive 
atmospheres.  Motors  located  within  10  feet  of  a 
spray  booth  may  be  of  the  standard  totally  en¬ 
closed  type,  or  of  the  open  induction  type,  having 
no  brushes,  make  and  break  contact,  collectors 
or  other  arcing  or  sparking  parts. 

All  flame  or  spark*  producing  machinery  within 
a  floor  area,  wherein  spray  coating  is  carried  on 
shall  be  discontinued  or  enclosed  by  partitions 
constructed  fireDroof  or  fire-resisting.  This  rule 
shall  not  exclude  the  use  of  the  indirect  type  of 
bake  ovens,  provided  the  flame  compartment  is 
separately  enclosed,  taking  air  from  outside  of 
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(m) 


thu  r°°™>  wherein  sPray  coating  is  carried  on  and 
where  adequate  ventilation  can  be  provided. 

All  electrical  equipment  shall  be  installed  and 
as  Provided  by  th«  National  Electrical 
Lode  (Art.  32)  and  permanently  connected  to 
their  source  of  current  supply,  using  metallic 
conduit.  No  receptacle  pin  plugs  permitted. 

(n)  Artificial  heating  shall  be  limited  to  the  use  of 
steam  or  hot  water  circulating  system  or  hot  air 
systems  satisfactory  to  the  administrative  offi- 

Clcll.  J 

hu<iihi^Playt  b90ths  shal1  bc  constructed  of  metal  orincom- 

bushble  material  satisfactory  to  the  administrative  official 
having  jurisdiction,  be  adequately  ventilated  with  mechani- 

ruleT’  The° nLlt  ll9htid  to  bc  in  conformity  with  these 

at  oll  tiles.  fire  Prot“*'<>n  shall  be  maintained 

4.1.1  Spray,  dip  and  immersing  rooms  shall  be  con- 

°f  Vi  fire~resistin9  Partitions  with  water- 
P/°°;L  a<feQuately  ventilated  by  mechanical  means 

equipped  with  the  necessary  fire  protection;  if  lighted  and 

t  arf 9ot  permti,ednf0rm’ly  ”**  Fl°°r  dra™ 

4.1.2  Panels  of  polished  wired  glass  or  plate  q lass  at  lea ct 

one-quarter  of  an  inch  (*)  thick,  not  exceeding  Jevn 

morsel h  {Wen.ty.  (720l  square  inches  in  area  and  not 

7navblT,Jf  yitight^nche/  (48"}  in  any  Iinear  dimension 

may  be  used  in  the  sides  of  a  spray  booth  or  room. 

41.3  The  inner  sides  of  walls,  ceilings  and  the  floors  of 
\  al1  graying  or  dipping  spaces  shall  have  a  smooth  surface. 

shall] L  Uli t2PfnJn£S  spray>dip  or  immersing  rooms 
iZ  fn  aPl?t  ed  byfirePro°f  doors.  Only  windows  open- 
;  mg  to  a  street  may  be  permitted.  1 

j-t'I'5  ferrous  metal  used  in  the  construction  of  spraying 

ffff  PP  ?P«ces  shall  be  thoroughly  t Si 

on  the  inside  or  be  galvanized. 

4'1{>  A}lj  spraying,  dipping  or  immersing  spaces  shall  be  so 
constructed  that  a  reasonable  length  longer  is  maintained 
than  required  for  the  article  or  thing  to  be  sprayed,  dipped 

floor' surface  FeVr°US  metal  sha!l  not  be  used  for  such 

ahotivc  l fj  lea9l  t]}ree  (3)  feet  of  clear  working  space  shall 
aUays  be  maintained  for  each  operator  spraying,  dipping 
or  immersing  any  article  or  thing.  ¥V  J 

fansSPECIFI CATI ons  for  ducts>  pipes 

L™*'  ducts  used  for  ventilating  spray,  dip  or  immers- 

tl9e  5p?,ces.shal1  bc  constructed  of  metal  of  not  less  than 
the  following  gauges  of  metal. 

Ducts  twenty-four  (24")  inches  or  less  in  diameter  No 
22  gauge. 

Du%s°ver  t™enty-four  (24")  and  not  over  thirty-six 
(do  )  inches  in  diameter  No.  20  gauge 

'  Duc*s  exceeding  thirty-six  (36")  inches  in  diameter  No 

18  gauge. 

Jn'LPbCtS  SruU  be  Wrongly  constructed  and  be  installed 
n  a  workmanlike  manner.  They  shall  be  rigidly  supported. 

.  3  Ventilating  ducts  shall  run  as  directly  as  practicable 

Va  Lr  ti  a%r  Td  he  Protected  with  a  hood  against  the 
veat tier.  The  exhaust  terminal  or  hood  shall  also  be  pro- 

*CJ*d  ™lth  a  screen  of  copper  or  bronze  with  a  mesh  not 
T-rger  than  one-quarter  (%")  inch. 

,  4 A. 4  Where  a  duct  passes  through  a  non- fireproof  roof  the 
shal. lbe  Protected  at  such  point  by  an  outer  pipe  or 

7  'ir*  aH  ?r  Spa¥,  of  at  least  one  inch  d")  between 
Pnt  dUI  The  0Uter  pipe  shaU  be  not  'ess  than 
l nn  r  '  xnch's  any  woodwork  and  such  woodwork 
Ha‘l  be  covered  with  metal. 

4.2.5  Ventilating  ducts  shall  not  terminate  within  ten  (10) 

'  .  9ie9su.red  horizontally  of  any  chimney  outlet,  unpro- 
igb  Id'  VltaPeS  0r  any  door  or  window  in  an  adjoin- 


thc7ur  I!/,!!n!i:fd  USCd  t0  create  an  om  movement, 

dil  nr  f  b  supphed  fro™  a  Point  outside  the  spray  or 

i'Lue'?kTsT4  spTA and  mo,or 

Sbace  JinU JnilhUSt  system  from  any  spray,  dip  orimmering 
or  be  ti  I  connected  to  any  other  ventilating  system 
or  be  discharged  into  a  chimney  or  flue  used  for  the  Pur¬ 
pose  of  conveying  gases  of  combustion.  P 

fet'roL  s¥11  be  constructed  of  non- 

ferrous  metal.  All  exhaust  and  ventilating  fans  to  be  Per- 

TonZ T RhZtatt  S0UVCe  of  Powei,  using  me/aUic 

conauit.  Kheostats  in  fan  bases  not  permitted. 

3tnrn  SPECIPICA  pION S  FOR  STORAGE  ROOMS 
Storage  rooms  shall  be  constructed  of  fireproof  or  fire - 

nuate/19  paif.\xtx0^5,  with  waterproof  floors  and  be  ade- 
quateiy  ventdated  by  either  natural  or  mechanical  means. 

tJfni  N o  motors,  switches,  rheostats,  lamps  or  other  elec- 
t  ical  equipment  shall  be  located  in  spray,  dipping  or  im¬ 
mersing  rooms  or  within  ten  (10)  feet  ofanvTbrntmZ 
partment,  spray  booth,  immersing  or  dipping'  space  unless 
such  electrical  equipment  be  of  a  type  approved  for  use 
m  explosive  atmospheres.  ppruuea  jor  use 

tricity.  Artificial  lighting  shall  be  only  by  means  ol  elec- 

thp4fntnt'llCe?t  }hat,aljernating  current  induction  motors  of 

break  ^ta^ranJ^  ^T9  no-  brushe*’  make 
oi  can  contacts,  co  lectors  or  other  arcing  or  sparking  barti 

™ay  be  ocatfd  within  ten  (10)  feet  of  a  spray  booth  stray 
compartment  or  dipping  space  when  approved  by  the  au¬ 
thorities  having  jurisdiction.  y 

4.5  LIGHTING  FIXTURES. 

,hi'F1JWbfn  Njhting  fixtures  are  located  within  10  feet  of  a 
sp™y  b°°th,  spraying  compartment  or  dipping  spite  they 
tallbeff  thf  r)9'd  stem  type,  enclosing  all  wiring  and  be 
quipped  with  keyless  sockets  having  vaporproof  globes 
protected  by  wire  guards.  p  7  gl0Des> 

I'5'2!  electr.lfal  equipment  shall  be  installed  and 
grounded  as  provided  by  Chapter  9  of  the  Code  of  OrT 
nances  (Electrical  Code)  and  pernZlnhy  cimJcM  to 
tbetr  source  of  current  supply,  „si„g  metllUc  cZiuil  ' 
flfA  No  pin  plug  receptacles  shall  be  used. 

4  A  r  Metric  wiring  shall  be  enclosed  in  metal  conduits 
hibited.  ^  ^  °f  P°rtahle  cords  or  trailer  lights  are  pro- 

[Rule  5.  Maintenance  and  Fire  Protection.] 

[  (a)  The  plant  superintendent,  foreman  or  other  per¬ 
son  in  charge  of  spray  booth  or  booths,  storage 
or  spraying  materials,  exhaust  system,  etc.,  shall 

trative  off?™.  '  °f  fi,"eSS  fr°m  ,he  admi"is- 

««JhlS+pe.ru°n,  shal,t  pr°Perly  instruct  all  employ- 

tn  th^t0  thC  S  °/  their  work  and  advise  as 

in?  withretlP°nSlb,ilty  f<^  co°Peration  in  comply- 
ng  with  these  rules.  Every  employee  shall  be 

responsible  for  all  rules  or  parts  of  rules  which 
immediately  concern  or  affect  his  conduct  or  the 
safety  of  himself  or  others. 

(b)  No  motor  vehicles  shall  be  taken  in  or  out  of  a 

/  n  A^ay  ,  °th  or  spray  room  under  hs  own  power 

(c)  All  exhaust  fans  shall  be  inspected  at  least  once 
each  week;  defects  shall  be  repaired  at  once  or 

paimj100  °f  *an  dlscont*nued  untd  properly  re- 

(d>  SVuu5'  booths,  fans,  ducts,  and  other  equip- 

S  clea^1^ d6  ff-Canefd  fre.d?ently  and  maintained 
m  clean  and  efficient  working  condition;  lacquer 

spraying  booths  shall  be  wet  down  before  clean- 

mg. 

(e)  Brooms  brushes  or  other  cleaning  implements 
made  of  ferrous  metals  shall  not  be  used  in  order 
to  avoid  sparks. 
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(f)  Accumulation  of  waste,  sweepings  or  deposits 
from  cleaning  spray  rooms,  booths,  etc.,  waste 
paper,  taping  or  other  inflammable  refuse  is  pro¬ 
hibited.  All  such  refuse  shall  be  placed  in  metal 
receptacles  with  proper  self-closing  covers.  The 
contents  of  such  cans  shall  be  removed  from  the 
building  at  the  close  of  work  each  day. 

(g)  No  person  shall  smoke  or  carry  a  lighted  cigar, 
cigarette,  pipe  or  match  within  any  room,  en¬ 
closed  space,  cellar,  basement  or  any  part  of  any 
premises  in  which  highly  combustible  or  inflam¬ 
mable  material  is  maintained,  stored  or  kept  for 
use  or  sale  (Extract  from  Section  27,  Chapter  12 
of  the  Code  of  Ordinances). 

(h)  Every  spray  room  or  spray  booth  shall  be 
equipped  with  approved  fire  extinguishing  appli¬ 
ances  suitable  for  paint  and  lacquer  fires.  At  least 
one  standard  sand  pail  shall  be  provided  for  each 
100  square  feet  of  booth  area  or  area  of  spray 
room  or  extinguishers  of  the  soda-acid,  foam, 
CO-2,  or  other  approved  type  may  be  provided, 
one  for  each  300  square  feet  of  booth  or  spray 
room  area.  Where  the  spraying  hazard  is  exten¬ 
sive,  mounted  type  of  extinguishers  shall  be  pro¬ 
vided  as  may  be  required  by  the  administrative 
official. 

(i)  The  interior  of  all  booths  installed  in  sprinklered 
buildings  shall  be  provided  with  sprinkler  heads 
supplied  from  an  approved  source  of  supply.] 

Rule  5.  Maintenance  and  Operation. 

5.1  Every  premises  wherein  a  spraying,  dipping,  or  im¬ 
mersing  space  is  maintained  and  operated  shall  be  con¬ 
tinuously  under  the  charge  and  supervision  of  one  or  more 
persons  holding  a  certificate  of  fitness,  zvhose  duty  shall 
be  to  see  that  the  spray,  dipping  and  immersing  space  rules 
and  the  terms  of  the  permit  are  not  violated.  No  other 
duties  shall  interfere  with  the  enforcement  of  these  rules. 

5.2  Smoking  or  the  carrying  of  lighted  cigars,  cigarettes 
or  pipes  in  spray,  dipping  or  immersing  space  is  prohibited. 

5.3  No  person  shall  be  permitted  within  a  spray  space 
between  the  spray  gun  and  the  exhaust  outlet  while  the 
spray  gun  is  in  use. 

5.4  Spraying ,  dipping  or  immersing  spaces  and  its  sur¬ 
roundings  shall  be  kept  clean  at  all  times  and  shall  be  kept 
clear  of  all  materials,  equipment  and  utensils  not  required 
in  the  operation  of  the  spray.  Side  walls,  ceilings,  baffle 
plates,  etc.,  shall  be  sprayed  with  soap  and  water  solution, 
before  cleaning,  or  cardboard  or  masking _  paper  can  be 
fastened  before  any  operation  and  after  said  operation  be 
removed  from  the  premises  in  approved  waste  cans. 

5.5  Floors  within  and  surrounding  spray,  dip  or  immers¬ 
ing  spaces  shall  be  kept  clean  and  free  from  waste  mate¬ 
rial  at  all  times. 

5.6  Implements  used  for  cleaning  shall  be  made  of  non- 
ferrous  material  to  avoid  sparks. 

5.7  Metal  waste  cans  with  self-closing  covers  shall  be 
provided  for  all  spraying,  dipping  or  immersing  spaces 
and  storage  rooms.  The  number  to  be  installed  shall  be 
determined  by  the  administrative  official  having  juris¬ 
diction. 

5.8  Approved  fire  appliances  shall  be  installed  in  all 
spraying,  dipping  or  Immersing  spaces  _  and  in  storage 
rooms  as  may  be  determined  by  the  administrative  official 
having  jurisdiction. 

5.9  Accumulation  of  flammable  waste,  szeee  pings  or  de¬ 
posits  from  spray,  dip  or  immersing  space  is  prohibited. 
All  such  waste  shall  be  placed  in  approved  waste  cans  and 
be  removed  from  the  premises  at  the  close  of  work  each 

day. 

5.10  All  sand  papering  of  lead  painted  surfaces  shall  be 
done  with  wet  sand,  paper. 


5.11  No  motor  vehicle  shall  be  taken  into  or  out  of  a 
spray  space  under  its  own  power.  Batteries  shall  be  re¬ 
moved  before  the  process  of  spraying  is  begun. 

Rule  6.  Storage  and  Mixing. 

[(a)  Main  supplies  of  spray  coating  materials  and 
thinners  shall  be  kept  in  an  outside  storage  build¬ 
ing,  storage  rooms  or  in  vented  metal  cabinets 
in  accordance  with  the  following  amounts: 

(b)  Spraying  materials  not  in  excess  of  20  gallons 
shalfbe  stored  in  metal  cabinets  or  wood  cabinets, 
metal  covered  on  both  sides  including  the  door. 
All  cabinets  to  be  ventilated  at  top  and  bottom. 

(c)  Spraying  materials  in  excess  of  20  gallons  and 
not  exceeding  40  gallons  shall  be  stored  in  double- 
walled  metal  cabinets  vented  directly  to  the  outer 
air. 

(d)  Spraying  materials  in  excess  of  40  gallons  shall 
be  stored  in  a  separate  exterior  storage  building 
of  fireproof  or  fire-resisting  material  with  venti¬ 
lated  plain  glass  skylight  or  in  a  storage  room 
constructed  fireproof  in  a  fireproof  building  or 
fire-resisting  in  a  non-fireproof  building.  Storage 
rooms  shall  be  located  at  exterior  wall  window 
opening,  window  openings  to  be  fireproofed  and 
lower  half  provided  with  open  louvres  or  ven¬ 
tilated  by  metal  duct  or  fan  at  least  8  inches  in 
diameter.  The  floors  of  all  storage  rooms  shall 
be  waterproof  up  to  a  height  of  at  least  6  inches 
from  the  floor  and  be  properly  pitched  for 
drainage  purposes  to  a  low  point  within  the  en¬ 
closure.  The  sill  of  the  door  shall  be  at  least  6 
inches  above  the  finished  floor.  All  doors  to  be 
tin-clad,  approved,  fireproof  and  self-closing. 

(e)  In  sprinklered  buildings  all  storage  rooms  shall 
be  provided  with  an  automatic  sprinkler  head 
for  each  80  square  feet  of  floor  area. 

(f)  Storage  rooms  shall  be  sprinklered  in  non-sprink- 
lered  buildings  and  supplied  from  house  supply 
tanks  or  house  lines,  as  described  in  Rule  53  of 
the  Sprinkler  Rules. 

(g)  The  maximum  amount  of  spraving  materials  to 
be  stored  in  a  storage  room  of  a  non-fireproof 
building  shall  be  determined  by  the  administrative 
official. 

(h)  Mixing  or  thinning  of  coating  materials  shall  be 
conducted  in  a  storage  building  or  storage  room, 
except  that  containers  of  total  capacity  not  ex¬ 
ceeding  ten  gallons  may  be  opened  and  their  con¬ 
tents  mixed  in  the  spray  room  or  room  in  which 
booths  are  located  while  the  air  exhaust  system 
is  operating. 

(i)  Supplies  sufficient  for  not  more  than  one  day’s 
work  but  not  exceeding  twenty  gallons  in  total 
to  each  booth,  may  be  kept  in  the  spray  room  or 
room  in  which  spray  booths  are  located ;  covers 
of  containers  must  be  kept  thereon  when  such 
containers  are  not  actually  in  use.  This  amount 
is  in  addition  to  the  amount  allowed  in  Subdivi¬ 
sion  k  of  Rule  6. 

(j)  Gravity  feed  material  containers  for  supplying 
spray  guns  shall  not  exceed  ten  gallons  in  capacity 
and  shall  be  supported  by  wire  cables  or  metal 
brackets  having  a  factor  of  safety  of  two  when 
filled  with  the  heaviest  spraying  materials  used. 

(k)  Pressure  feed  tanks  and  other  equipment  for  use 
in  connection  with  direct  spraying  under  air 
pressure  shall  be  restricted  to  tanks  of  not  more 
than  sixty  gallons,  individual  capacity,  designed, 
constructed  and  approved  for  this  specific  purpose 
by  the  Board  of  Standards  and  Appeals.  Each 
tank  shall  be  provided  with  a  safety  valve  set  at 
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a  pressure  not  exceeding  eighty  pounds.  All 
gravity  feed  containers  and  other  spraying  equip¬ 
ment  shall  be  approved  as  above. 

(1)  The  installation  of  all  electrical  wiring,  switches, 
lighting  and  all  other  electrical  equipment,  and 
the  provisions  of  these  rules  against  carrying 
matches  or  smoking  and  prohibiting  flame  or 
spark-producing  devices,  shall  also  apply  to  stor¬ 
age  or  mixing  rooms.] 

^  STORAGE  of  spraying,  dipping  and  immersing  ma¬ 
terials  shall  not  be  m  excess  of  tzvo  hundred  (200)  gallons 
excepting  in  a  building  in  which  nitro  cellulose  products 
are  manufactured,  stored  or  kept  limiting  amount  to  twenty- 
five  (25)  gallons  as  per  Sect.  235,  Subdiv.  8,  Chap.  10, 
'Lode  of  Ordinances. 

6.2  Spraying,  dipping  and  immersing  material  exceeding 
two  hundred  (200)  gallons  shall  be  stored  in  a  storage 
room  constructed  and  maintained  as  determined  by  the 
administrative  official  having  jurisdiction.  The  maximum 
amount  of  spraying  materials  to  be  stored  or  used  in  any 
Premises  or  portion  thereof,  regardless  of  the  construction 
if  building  shall  be  specified  in  the  permit. 

6.3  MIXING.  Mixing  or  thinning  of  spraying,  dipping 
or  immersing  materials  shall  only  be  done  in  a  storage 
yom.  Where  no  storage  room  has  been  provided  all  mix- 
ng  or  thinning  shall  be  done  within  the  spraying  dipping 
or  immersing  space  or  spaces. 

6.4  Gravity  feed  material  containers  for  supplying  spray 
thall  not  exceed  ten  (10)  gallons  in  capacity  and  shall  be 
supported  by  zvire  cables  or  metal  brackets  having  a  factor 
if  safety  of  two  when  filled  with  the  heaviest  spraying 
naterials  used. 

Pressure  feed  tanks  and  other  equipment  for  use  in 

onnection  with  direct  spraying  under  air  pressure  shall  be 
estricted  to  tanks  of  not  more  than  sixty  (60)  gallons  in- 
hvidual  capacity,  designed,  constructed  and  approved  for 
his  specific  purpose  by  the  Board  of  Standards  and  Ap- 
'eals.  Each  tank  shall  be  provided  with  a  safety  valve  set 
t  a  pressure  not  exceeding  eighty  (80)  pounds.  All  gravity 
eea  container  and  other  spraying  equipment  shall  be 
P Proved  as  above. 

6.6  Sprinkler  heads  shall  be  provided  in  all  spray,  dip 
r  immersing  spaces  and  storage  rooms  and  shall  be  in- 
taUed  in  accordance  with  the  Sprinkler  Rules  of  the 
'oard  of  Standards  and  Appeals,  except  in  non-sprinkler ed 
mldtngs  where  sprinkler  connection  may  be  made  to  the 
ouse  water  supply. 

6.7  Sprinkler  in  spray,  dip  and  immersing  spaces  shall 
e  cleaned  at  least  once  a  week  under  the  supervision  of 
ie  person  holding  the  certificate  of  fitness  and  a  coating 
1  light  grease  or  vaseline  shall  be  applied  after  each 
leaning  to  prevent  the  formation  of  a  hard  deposit  and 
ender  the  sprinkler  useless  in  case  of  fire.  The  use  of 
aper  bags  or  other  materials  about  sprinkler  heads  is 
rohibited. 


lule  7.  General  Requirements. 

Notice— Attention  is  called  to  the  provisions  of  the  Code 
t  Ordinances  as  to  violations  reading  as  follows: 

Section  300,  Article  26,  of  Chapter  10,  of  the  Code  of 
rdtnances,  " Any  person  who  shall  wilfully  violate  or  neg- 
•ct  or  refuse  to  comply  with  any  of  the  provisions  of  this 
zap  ter  t«  addition  to  any  other  penalties  prescribed  by  law 
\  ord'nance  shall,  upon  conviction,  be  punished  by  a  fine 
t  not  more  than  $500  or  by  imprisonment  not  exceeding  6 
ontns,  or  by  both  such  fine  and  imprisonment  ’* 

MOTE:— The  principal  cause  of  fires  in  spray-booth  in¬ 
stallations  are:  broken  electric  lamps  and  other 
electrical  defects ;  cleaning  the  interior  of  booths, 
fans  and  motors  with  highly  flammable  solvents ; 
accumulation  of  deposits  in  the  tubes  and  vent 
pipes  from  neglect  in  cleaning  them  frequently; 


unnecessary  accumulation  of  waste  and  refuse, 
^smoking  and  a  general  lack  of  cleanliness. 

(a)  No  Smoking”  signs,  with  letters  at  least  2  inches 
in  height,  shall  be  posted  in  all  spray  rooms  and 
paint  storage  rooms  or  building. 

(b)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  15  feet  of  any  spray  booth. 

(c)  All  stock  shall  be  arranged  so  as  not  to  interfere 
with  the  operation  of  automatic  sprinkler  heads.] 

Rule  8.  Existing  Spray  Booths  and  Installations. 

These  rules  shall  be  retroactive  in  the  following  respects: 

Rule  1.3.  Heating  of  Rooms 

Rule  3. 

[Subdivision  D] — Air  Exhaust  System. 

I  E] — Air  Supply  and  Mixing. 

Rule  4. 

Subdivision  A  — Constructions  of  Spray  Booths. 

[  “  B  —Construction  of  Baffle  Plates.] 

E  "  C] — Cleaning  of  Booths. 

[E]  B— Maintenance  of  Duct  Supports. 

[F]  D — Location  of  Motors. 

“  [Gj  B — Method  of  Induced  Draft 

[H]  B — Termination  of  Ventilating  System. 

“  [K]  D-Electric  Lighting.  S  * 

Subdivision  [L]  D— Separation  of  Booths,  etc.,  from  flame 

and  sparks. 

[M]  D — Electrical  Equipment. 

[  "  N — Heating  of  Rooms.] 

Rule  5. 

Subdivision  A— Certificate  of  Fitness, 
r  «  ^  //—Motor  vehicles,  in  booths  or  rooms. 

a  ^ — Maintenance  of  Exhaust  fans.] 

“  D— Maintenance  of  Equipment. 

<4  [E]  F — Cleaning  Implements. 

[F]  /—Accumulation  and  Disposal  of  Waste 
Materials. 

“  [G]  B— Smoking,  Matches,  etc. 

H — Fire  Appliances. 

Rule  6. 

Subdivision  A — Storage  of  Spraying  Materials. 

B— Storage  of  Spraying  Materials  less  than 
[20]  gallons. 

C— Storage  of  Spraying  Materials  not  ex¬ 
ceeding  [40]  gallons. 

D— Storage  of  Spraying  Materials  exceeding 
[40]  gallons. 

[  G— Maximum  Storage  in  non-fireproof  build¬ 

ings.] 

<>  fEI]  ^ — Spray  room  or  booth  mixing. 

I  “  I — Supplies,  allowed  in  booth.] 

u  M]  C — Gravity  Feed  containers. 

L  Smoking,  matches,  in  mixing  room. 

NOTE:— Subdivisions  A,  B,  C  and  D  may  not  be  applied 
in  fireproof  buildings  equipped  with  an  approved 
existing  automatic  sprinkler  system  where  the  gen¬ 
eral  conditions  of  cleanliness  are  properly  main¬ 
tained  at  all  times. 

Rule  7. 

[Subdivision  A— Posting  “No  Smoking”  signs. 

(t  E  Clearance  of  combustible  materials. 

C— Clearance  of  Automatic  Sprinkler  heads.] 
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Rule  9.  Approval  Forms  and  Plans. 

There  shall  be  filed  before  installation  with  the  adminis¬ 
trative  official  by  the  purchaser  (or  by  the  seller  thereof) 
an  application  form  on  sheet  8  inches  by  10  inches,  which 
form  shall  give  the  proper  name  and  address  or  booth  user 
and  also  the  floor  on  which  the  booth  or  booths  are  to  be 
installed.  An  ink  drawing  of  the  floor  upon  which  the 
booth  will  be  located  shall  be  submitted  on  the  form  sheet ; 


such  drawing  shall  show  by  feet  and  inches  the  location 
of  exits,  chimneys  and  booths. 

When  a  storage  and  mixing  room  is  to  be  installed,  plans 
drawn  to  a  scale  of  at  least  1/16  of  an  inch  to  a  foot  shall 
be  filed  with  the  administrative  official  for  examination 
and  approval.  Such  plan  shall  show  on  the  floor  plan  the 
location  of  all  booths,  storage  and  mixing  rooms,  exits  and 
all  chimneys  and  exterior  openings  within  15  feet  of  the 
storage  rooms  and  vent  ducts.] 


RULES 


EXIT  RULES— REVOLVING  DOORS 


Adopted,  under  Cal.  No.  842-17-S,  Sept.  6,  1917; 
amended,  under  Cal.  No.  41-19-S,  Feb.  11  1919; .  under 
Cal.  No.  412-20-S,  July  8,  1920,  and  under  Cal.  No.  41-19-S, 
Jan.  8,  1924. 


Rule  1.  Classification  of  Revolving  Doors.  For  the 

purpose  of  these  rules  revolving  doors  shall  be  classified 
as  follows : 


(a)  Type  A.  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position,  but  which  doors  are  so  designed  and  constructed 
that  in  the  event  of  excessive  pressure  being  exerted  on 
the  wings,  the  braces  or  other  devices  which  hold  the 
wings  in  their  normal  position  shall  be  disconnected, 
thereby  permitting  easy  egress  through  the  vestibule,  at 
least  equivalent  to  that  provided  by  a.  pair  of  swinging 
doors  having  the  same  width  as  the  vestibule  opening. 

No  revolving  doors  shall  be  included  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  any  wing  ex¬ 
ceeds  one  hundred  and  fifty  (150)  pounds  when  exerted 
at  a  point  three  (3)  inches  from  the  outer  edge  ot  e 
wing,  and  three  (3)  feet  six  (6)  inches  above  the  floor, 
but  shall  be  classified  under  type  B. 

(b)  Type  B.  “Rigid  Brace”  in  which  the  individual 
wings  are  maintained  in  the.  normal  revolving  position  by 
rigid  braces  or  similar  devices,  but  which  doors  are.  so 
designed  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  may  be 
manually  released  by  simple  mechanical  means,  thereby 
permitting  the  individual  wings  to  be  manually  collapsed 
and  so  arranged  as  to  permit  free  egress  through  the 
vestibule. 


exit  doorways  from  department  stores  provided  doorways 
aggregating  at  least  fifty  (50).  per  cent  of  the  legal  re¬ 
quired  with,  equipped  with  swinging  doors,  are  installed, 
and  one  or  more  such  outwardly  swinging  doors  are  lo¬ 
cated  immediately  adjacent  to  each  revolving  door.  Such 
swinging  doors  need  not  be  equipped  with  handles  on  the 
outside,  and  shall  have  a  minimum  clear  width  of  three 
(3)  feet. 

Rule  4.  Existing  Revolving  Doors.  Except  where 
otherwise  prohibited,  existing  Type  A  revolving  doors  may 
be  retained  as  required  means  of  exit  in  doorways  from 
buildings.  1 

Except  where  otherwise  prohibited  existing  Type  B 
revolving  doors  may  also  be  retained  as  required  means 
of  exit  in  buildings,  when,  in  the  opinion  of  the  admin¬ 
istrative  official  having  jurisdiction,  no  dangerous  exit  con¬ 
dition  exists.  If,  however,  such  dangerous  exit  condition 
is  deemed  by  him  to  exist,  they  shall  be  either  replaced 
by  Type  A  revolving  doors,  or  supplemented  by  at  least 
one  swinging  door  not  less  than  three  (3)  feet,  wide  lo¬ 
cated  adjacent  to  the  revolving  door,  as  the  administrative 
official  may  direct. 

Rule  5.  New  Revolving  Doors.  In  buildings  other 
than  assembly  halls,  asylums,  auditoriums,  churches,  dance 
halls,  department  stores,  hospitals,  motion  picture  theatres, 
schools  and  theatres,  coming  under  the  exit,  provisions  of 
the  building  code,  doorways  serving  as  required  exits  may 
hereafter  be  equipped  with  Type  A.  revolving  doors  . or 
with  Type  B  revolving  doors,  provided  such  revolving 
doors,  not  exceeding  three  in  a  unit,  shall  have  an  out¬ 
wardly  swinging  door  at  least  three  (3)  feet  wide  located 
immediately  adjacent  thereto. 


Rule  2.  Revolving  Doors.  Prohibitions.  Revolving 
doors  shall  be  prohibited  in  exit  doorways  from  assembly 
halls,  asylums,  auditoriums,  churches,  dance  halls,  hospi¬ 
tals,  motion  picture  theatres,  schools,  theatres,  or  from 
any  room  or  space  within  a  building  where  more  than 
three  hundred  (300)  persons  congregate  for  purposes  of 
amusement,  instruction  or  worship ;  except  that  the  mam 
entrance  doorway  to  a  hospital  or  sanitarium  may  be 
equipped  with  either  type  A  or  B  revolving  doors  when 
supplemented  by  swinging  doors  not  less  than  three  (3) 
feet  eight  (8)  inches  wide  at  this  or  other  paths  of  egress. 

Rule  3.  Revolving  Doors — Department  Stores.  Type 
A  revolving  doors  hereafter  installed  shall  be  accepted  in 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c;  by  mail  54c. 


Rule  6.  Revolving  Doors  —  Subway  Entrances.  Re¬ 
quired  exit  doorways  from  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  may  be 
equipped  with  type  A  revolving  doors,  provided  door¬ 
ways  of  the  legal  required  width  equipped  with  swinging 
doors  are  also  installed  and  one  or  more  such  outwardly 
swinging  doors  are  located  adjacent  to  each  revolving  door. 

Rule  7.  Saving  Clause.  But  nothing  in  these  rules 
shall  prevent  the  installation  on  the  exit  doors  from  a 
bank,  trust  company,  jewelry  store,  or  any  store  devoted 
to  a  single  similar  use,  of  a  locking  device  which  may  be 
operated  by  electricity  or  other  means  from  the  interior 
of  the  building,  to  be  used  only  in  an  emergency. 


Copies  of  the  Supplemental  Rules  and  Regulations  oi 
the  Tenement  House  Department  on  Fire  Retarding,  Fir< 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  a 
the  Distribution  Division  of  the  City  Record  Office,  Roofi 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c 
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RULBEYTHEBOARD  OFS  T  A  NDARI  D S  ANT)0 A  P  P  E  A  L  s°  S  EP  T  F  M  P  F  p  M  SIGNAL  SYSTEMS,  ADOPTED 
6,  1917  AND  FEBRUARY  7,  1918  AND  REVISED DECEMBER  U1936.’  ^  AMENDED  DECEMBER 

[108-16-SR] 


Rules  for  Interior  Fire  Alarm  Signal  Systems 

Authority:  Sections  718A  and  718B  of  the  Charter  of 
the  City  of  New  York  to  carry  into  effect  the  provisions 
of  Chapter  XII,  Section  20  of  the  Code  of  Ordinances 
and  the  provisions  of  Section  279  of  the  Labor  Law. 

Scope  of  Rules 

^These  rules  apply  to  all  hotels,  as  defined  in  the  Code 
or  Ordinances  and  the  Multiple  Dwelling  Law;  to  all 
lodging  houses  having  more  than  15  sleeping  rooms  or 
accommodating  more  than  15  lodgers  above  the  first  or 
.  ground  story ;  to  all  public  and  private  hospitals  and 
[  asylums  having  more  than  15  rooms,  or  accommodating 
more  than  15  patients  or  inmates  above  the  first  or  ground 
story;  to  all  nurseries  accommodating  more  than  30  chil¬ 
dren,  or  having  a  Board  of  Health  permit  for  the  accom¬ 
modation  of  more  than  30  children ;  to  all  Turkish  or  other 
special  ti  eatment  bath  houses  where  there  are  sleeping 
accommodation  for  more  than  fifteen  persons  on  the  prem¬ 
ises;  to  all  department  stores  having  two  or  more  de¬ 
partments  where  the  public  is  admitted  above  the  second 
floor;  to  all  public  schools;  and  to  all  single  and  tenant 
|  factory  buildings,  as  defined  in  the  Labor  Law  and 
specifically  required  by  Section  279  of  said  Law. 


Law 

Section  279.  Fire  Alarm  Signal  Systems  and  Fire  Drills: 

t  E  Fire  alarm  signal  systems.  Every  factory  building 
over  two  stories  in  height  in  which  more  than  twenty-five 
persons  are  employed  above  the  ground  floor  shall  be 
1  eQulPped  by  the  owner  thereof  with  a  fire  alarm  signal 
system  having  a  sufficient  number  of  signals  clearly  au¬ 
dible  to  all  occupants  of  the  building,  and  so  arranged 
"kS-K?  Perm*f  the  sounding  of  all  the  alarms  within  the 
'  budding  whenever  the  alarm  is  sounded  in  any  portion 
thereof.  Such  system  shall  be  maintained  in  good  work- 
°r(ler  an(f  no  Person  shall  tamper  with  same  or  render 
ineffective  any  portion  thereof  except  to  repair  it.  A  per¬ 
son  discovering  a  fire  shall  cause  an  alarm  to  be  sounded 
immediately.  The  board  of  standards  and  appeals  in  the 
I  C1^i  •  York,  may  make  rules  and  regulations  pre- 

scribmg  the  number,  character  and  location  of  the  signals 
and  the  method  and  character  of  the  installation,  including 
that  of  all  appliances  in  connection  therewith. 

,  E  Exceptions.  Subdivisions  one  and  two  of  this  sec¬ 
tion  shall  not  apply  to  a  building  in  which  every  square 
toot  of  the  floor  area  on  all  stories'  is  protected  with  an 
!  automatic  sprinkler  system,  having  two  adequate  sources 
o  .water  supply  and  approved  by  the  public  authorities 
having  jurisdiction  thereof,  and  in  which  also  the  maxi- 
'  mu^  number  of  occupants  of  any  one  floor  does  not  ex¬ 
ceed  by  more  than  fifty  percentum  the  capacity  of  the 
exits,  as  determined  by  subdivisions  one,  two  and  three  of 
section  two  hundred  and  seventy-eight,  in  addition  to  the 
prescribed  occupancy  under  subdivisions  five,  six  and 
seven  of  said  section.  If  the  commissioner  after  investi¬ 
gation  determines  that  the  spirit  of  this  chapter  is  ob¬ 
served  and  public  safety  secured,  he  may  permit  in  place 
0  Eae  automatic  sprinkler  system  before  specified,  an 
automatic  sprinkler  system  having  one  adequate  source  of 
water  supply  and  approved  by  the  public  authorities  having 
jurisdiction  thereof. 

Chapter  12,  Article  21,  Sub-division  2. 

Interior  Fire  Alarms:— In  every  hotel,  lodging-house, 


pubhc  or  private  hospital  or  asylum,  department  store, 
and  public  school,  there  shall  be  placed  and  provided,  when 
required  by  the  fire  commissioner,  an  adequate  and  reli¬ 
able  electrical  or  other  interior  alarm  system,  to  be  ap¬ 
proved  by  the  said  commissioner,  by  means  of  which 
alarms  of  fire  or  other  danger  may  be  instantly  communi¬ 
cated  to  every  portion  of  the  building.  The  fire  alarm 
apparatus  and  all  other  appliances  placed  or  kept  within 
any  of  said  buildings  for  the  purpose  of  preventing  or 
extinguishing  fires,  or  for  affording  means  of  escape  there- 
rom  in  case  of  fire,  shall  be  kept  at  all  times  in  good 
working  order  and  proper  condition  for  immediate  use, 
and  any  member  of  the  uniformed  force  or  authorized 
representative  of  the  Fire  Department  may  enter  any  of 
t  re  said  buildings  at  any  time,  for  the  purpose  of  inspect¬ 
ing  such  apparatus  or  appliances.  (Amended  by  ords  ef¬ 
fective  Sept.  18,  1917,  and  Jan.  7,  1918.) 


Rule  1.  Definition  of  Terms 

1.1  The  term  ‘  non-coded  closed  circuit  fire  alarm  sig¬ 
nal  systems”  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  al-' 
ternatmg  current  circuits,  so  arranged  that  the 
operation  of  any  station  will  automatically  sound 
the  signaling  devices  throughout  all  portions  of 
the  building. 

1.2  The  term  “coded  closed  circuit  fire  alarm  signal 
systems  ’  shall  mean  a  fire  alarm  signal  system 
consisting  of  sending  stations  and  signaling  de¬ 
vices  operated  on  supervised  closed  electric  cir¬ 
cuits  which  transmits  rounds  of  coded  signals  to 
indicate  the  floor  or  portion  of  the  same  from 
which  the  alarm  was  sent. 

1.3  The  term  “heretofore  '  shall  mean  before  Decem¬ 
ber  31,  1936. 

1.4  The  term  “hereafter”  shall  mean  after  December 
31,  1936. 

1.5  The  term  “approved”  shall  mean  approved  by  the 
Board  of  Standards  and  Appeals. 

1.6  The  term  “commissioner”  shall  mean  the  commis¬ 
sioner  of  the  department  specifically  charged  with 
the  enforcement  of  law  relating  to  interior  fire 
alarm  systems  in  the  City  of  New  York.* 

*Note:  At  present  the  Commissioner  of  the  Department  of 
Buildings  in  each  of  the  five  boroughs  enforces  the  law  through 
their  respective  divisions  of  Fire  Prevention  by  virtue  of  Chapter 
764,  Sec.  407,  subdiv.  2,  Greater  New  York  Charter,  as  amended  by 
the  Laws  of  1933. 

Rule  2.  General 

2.1  All  fire  alarm  signal  systems  and  devices  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

2.2  All  devices  and  equipment  that  have  been  ap¬ 

proved  by  the  Board,  shall  have  securely  fastened 
thereon,  a  manufacturer’s  plate  bearing  the  words 
“Approved  by  the  Board  of  Standards  and  Ap¬ 
peals — No . ”,  together  with  any  other  electrical 

data  that  the  Commissioner  may  require. 

Rule  3.  Examination  and  Approval  of  Plans 

3.1  Before  the  installation  or  extension  of  any  fire 
alarm  system,  specifications  and  plans  thereof, 
showing  complete  details  of  the  proposed  installa¬ 
tion,  shall  be  submitted  by  the  owner  or  his  agent 
to  the  Commissioner  for  examination  and  ap¬ 
proval. 


RULES 


Rule  4.  Classification 

4.1  Fire  alarm  signal  systems  shall  be  classified  as 
follows : 

(a)  Non-coded  closed  circuit  fire  alarm  systems. 

(b)  Coded  closed  circuit  fire  alarm  systems. 

4.1.1  The  code  numbers  that  are  used  shall 

be  submitted  for  approval  to  the  Com¬ 
missioner  and  shall  be  sounded  at  least 
four  (4)  times  for  each  operation  of 
the  sending  station. 

4.2  A  non-coded  closed  circuit  system  shall  be  so  ar¬ 
ranged  that  the  operation  of  any  station  will  auto¬ 
matically  sound  the  signaling  devices  until  hook 
is  restored  to  its  original  position ;  and  in  the 
break-glass  type  until  the  glass  has  been  replaced. 

4.3  Coded  closed  circuit  systems  shall  be  divided  into 
three  (3)  classes : 

Class  1 — General  Systems. 

Class  2 — Pre-signal  or  dual  operation  systems. 
Class  3 — Unit  and  general  systems — or  Duplex 
systems. 

Special  systems. 

4.4  Class  1  system  shall  be  a  general  alarm  system  ot 
the  coded  closed  circuit  type  so  arranged  that  the 
operation  of  any  station  will  cause  the  signaling 
devices  to  sound  the  code  number  of  that  station 
at  least  four  (4)  times  throughout  the  entire  build¬ 
ing. 

4.5  Class  2  system  shall  be  a  pre-signal  or  dual  opera¬ 
tion  system  of  the  coded  closed  circuit  type  so  ar¬ 
ranged  that  the  operation  of  any  station  will  cause 
the  sounding  of  the  signaling  devices  located  in 
the  engine  room,  elevator  shafts,  basement  or 
other  places  in  the  building  where  the  members 
of  the  fire  brigade  work  or  assemble. 

4.5.1  Approved  means  shall  be  provided  at  each 
station,  so  arranged  that  a  subsequent  opera¬ 
tion  of  any  station  shall  cause  the  sounding 
of  all  signaling  devices  throughout  the  build¬ 
ing. 

4.5.2  This  subsequent  operation  shall  be  per¬ 
formed  with  the  aid  of  a  key  or  plug  de¬ 
signed  so  as  to  prevent  unauthorized  sound¬ 
ing  of  the  general  alarm. 

4.5.3  The  pre-signal  or  dual  operation  key  or 
plug  shall  be  so  designed  that  it  can  be 
readily  identified  by  the  person  whose  duty 
it  would  be  to  use  same. 

4.6  Class  3  system  shall  be  a  unit  and  general  alarm 
or  Duplex  system  of  the  coded  closed  circuit  type 
so  arranged  that  the  operation  of  a  station  within 
a  unit  will  cause  all  of  the  signaling  devices  in 
that  unit  and  all  of  the  signaling  devices  on  the 
general  alarm  circuit  to  sound  the  code  numbers 
of  the  unit  and  zone  at  least  four  (4)  times. 

4.6.1  An  approved  register  and  time  stamp  may 
be  used  in  connection  with  a  Class  3  system 
when  approved  by  the  Commissioner. 

4.6.2  The  register,  if  of  closed  circuit  type,  shall 
be  operated  from  a  separate  closed  circuit 
control  board  or  from  separate  panel  isolated 
by  barrier  from  main  control  panel  in 
main  control  board  cabinet. 

4.6.3  Approved  closed  circuit  trouble  and  unit 
annunciators  shall  be  installed  as  part  of 

all  Class  3  systems  when  required  by  the 
Commissioner. 

4.7  Special  systems  shall  include  a  complete  Class  1, 
2  or  3  system  supplemented  by  special  circuits 
for  the  operation  of  other  fire  alarm  devices  in 


the  systems ;  or  electric  control  systems  for  stop¬ 
ping  machinery,  closing  doors  or  ventilators  as 
may  be  required  by  the  Commissioner ;  or  to  call 
the  central  station  of  a  private  operating  company 
or  the  fire  department.  Automatic  fire  detecting 
systems  may  be  connected  to  operate  an  interior 
fire  alarm  system  when  connected  thereto  by  an 
approved  coded  transmitter.  In  no  case  shall  the 
transmitter  be  considered  to  replace  the  standard 
approved  interior  fire  alarm  station,  except  where 
a  transmitter  has  been  approved  for  both  pur¬ 
poses.  The  special  control  circuits  shall  be  sep¬ 
arate  and  distinct  from  the  fire  alarm  system  but 
shall  be  brought  into  action  whenever  the  fire 
alarm  system  is  set  in  operation. 

Rule  5.  Systems  Permitted  in  Factory  and  Other 
Buildings 

5.1  Non-coded  closed  circuit  fire  alarm  signal  systems 
shall  be  permitted  only  in  a  factory  building  not 
exceeding  five  (5)  stories  in  height  having  not 
more  than  twenty-five  hundred  (2500)  square  feet 
in  area  in  any  one  story  and  having  not  more  than 
one  hundred  (100)  persons  in  a  single  factory;  nor 
more  than  fifty  (50)  persons  in  a  multiple  tenant 
factory  above  the  first  or  ground  floor. 

5.2  Coded  closed  circuit  systems  shall  be  required  in  a 
factory  building  exceeding  the  requirements  of 
Rule  5.1. 

5.3  Special  fire  alarm  signal  systems  shall  be  per¬ 
mitted  in  factory  buildings  at  the  direction  of  the 
Commissioner. 

5.4  Coded  closed  circuit  systems  shall  be  required  in 
all  other  types  of  buildings  requiring  an  interior 
alarm  system. 

Rule  6.  Installation  and  Construction  Require¬ 
ments 

6.1  All  work  in  connection  with  the  installation  of  a 
fire  alarm  signal  system  shall  be  performed  in  a 
neat  and  workmanlike  manner  to  the  satisfaction 
of  the  Commissioner. 

6.2  In  any  fire  alarm  system  there  shall  be  not  more 
than  fourteen  (14)  direct  nor  more  than  ten  (10) 
alternating  current  gongs  or  other  approved 
sounding  devices  connected  in  one  circuit. 

6.3  There  shall  not  be  in  any  fire  alarm  system  more 

than  twenty  (20)  stations  connected  to  one  circuit 
or  loop.  ' 

6.4  All  gongs  and  signaling  devices  shall  be  located 
not  less  than  eight  (8)  feet  to  the  center  above 
the  floor. 

6.5  All  fire  alarm  stations  shall  be  located  five  (5) 
feet  three  (3)  inches  from  handle  to  floor. 

6.6  An  approved  instruction  card  properly  marked  and 
framed  under  glass  shall  be  installed  at  each  fire 
alarm  station. 

6.7  All  materials  and  devices  used  in  fire  alarm  signal 
systems  shall  be  securely  fastened  in  position  in  a 
manner  satisfactory  to  the  Commissioner. 

6.8  For  fastening  to  masonry  walls,  through  bolts, 
metal  expansion  shields  or  toggle  bolts  shall  be 
used. 

6.9  Wood  screws  shall  be  used  for  fastening  equip¬ 
ment  to  wood  surfaces. 

6.10  The  use  of  nails  or  wood  or  fibre  plugs  is  pro¬ 
hibited. 

6.11  When  fire  alarm  apparatus  is  mounted  upon  a 
wooden  back  board,  such  back  board  shall  be  not 
less  than  seven-eighths  ( 7/% )  inch  thick,  impreg¬ 
nated  with  a  non-absorptive  compound.  The  back 
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board  shall  be  so  mounted  as  to  provide  an  air 

fuaCL  °,f  le?st  °ne;<luarter  (%)  inch  between 
the  back  board  and  the  wall  for  free  circulation 
ot  air. 


6.12  All  electrical  conductors  shall  be  installed  in 
standard  heavy  wall,  rigid  iron  or  steel  conduits 
protected  with  an  approved  rust  preventive.  Ar¬ 
mored  cable  or  flexible  conduits  will  not  be  ac¬ 
cepted. 


6.13  All  conduits  shall  be  grounded  to  a  water  pipe  by 
approved  ground  clamps  with  a  conductor  equal 
to  the  largest  conductor  used  on  the  system  and 
the  smallest  size  ground  conductors  used  shall  not 
be  less  than  No.  10  B.  &  S.  gauge. 

6.14  Splices  in  electrical  conductors  in  vertical  risers 
shall  not  be  permitted.  Splices  when  necessary 
in  horizontal  runs,  shall  be  made  in  approved  junc- 
tion  boxes  and  shall  be  properly  soldered  and 
taped  The  cover  of  the  junction  box  shall  be 
painted  fire  department  red  to  indicate  that  it  con- 
tains  splices.  _  The  use  of  wire  nuts  or  other 
solderless  splicing  devices  shall  not  be  permitted. 

6.15  Electrical  conduits  shall  enter  only  at  the  side 
or  the  bottom  of  the  control  cabinet. 

6.16  In  coded  fire  alarm  systems  using  break  glass  type 
stations,  at  least  one  (1)  extra  glass  shall  be  pro¬ 
vided  for  each  station  in  the  system. 

6.17  All  openings  in  walls,  floors  or  ceilings  where  con¬ 
duits  pass  through,  shall  be  properly  fire  stopped. 

6.18  Conduits  shall  contain  only  conductors  used  in 
connection  with  the  fire  alarm  system. 

6.19  When  special  care  is  taken  to  insure  the  wires 
against  injury,  four  (4)  wires  may  be  placed  in 
one-half  (y2)  inch  rigid  iron  conduits.  Conduc¬ 
tors  shall  consist  of  not  less  than  No.  14  B.  &  S. 
gauge  copper  wire,  having  rubber  insulation  wall 

,  on  less  than  three-sixty-fourths  (3/64)  inch  thick. 

o.^U  Where  necessary  to  assure  reliable  service,  con¬ 
nections  of  conductors  to  terminals  or  binding 
posts  shall  be  soldered.  The  use  of  a  blow  torch 
for  soldering  connections  to  terminals  shall  not  be 
permitted. 

6.21  Where  wires  pass  underground  from  one  building 
ancjther,  they  shall  be  enclosed  in  conduits  and 
shall  be  lead  encased.  Wires  between  buildings, 
when  not  run  in  conduit,  shall  be  at  least  equiva¬ 
lent  in  conductivity  and  tensile  strength  to  No.  8 
B.  &  S.  gauge  copper  wire  for  box  and  signaling 
circuits  and  shall  be  supported  at  least  every 
seventy-five  (75)  feet  on  approved  glass  insulators 
and  brackets,  and  be  protected  by  approved  light¬ 
ning  arrestors  when  required  by  the  Commissioner. 
As  far  as  possible,  they  shall  be  run  under,  rather 
than  over,  electric  light  or  power  wires. 


Rule 

7. 


7.  Sending  Stations 

1  There  shall  be  at  least  one  (1)  fire  alarm  sending 
station  in  each  story  of  any  building  requiring  a 
manual  fire  alarm  signal  system,  located  in  a 
natural  path  of  escape  from  fire  at  a  readily  ac¬ 
cessible  location  designated  by  the  Commissioner, 
which  always  shall  be  kept  unobstructed.  Addi¬ 
tional  sending  stations  shall  be  installed  so  that  no 
point  on  any  floor  in  a  non-fireproof  building  shall 
be  more  than  one  hundred  (100)  feet  distant  from 
the  nearest  sending  station  upon  such  floor.  In 
Reproof  or  sprinklered  buildings,  the  distance 

rLv  n,ot  be  more  than  one  hundred  and  fifty 
(150)  feet.  J 


Rule  8.  Sounding  Devices 

8.1  Sounding  devices  shall  be  sufficient  in  number  to 
be  clearly  audible  to  all  the  occupants  of  the 
building. 


Rule  9.  Sub-divided  Buildings 


9.1 


Where  a  budding  is  sub-divided  by  fire  walls,  each 
section  shall  be  deemed  a  separate  building  for 
the  purpose  of  fire  alarm  signal  system  installa¬ 
tions  One  control  board  may  be  used,  if  so  ar¬ 
ranged,  as  to  operate  the  signaling  devices  in  each 
section  of  the  building  independently;  or  may  be 
operated  as  one  unit  when  deemed  necessary  by 
the  Commissioner. 


Rule  10.  Mixed  Occupancy 

10.1  In  buildings  requiring  fire  alarm  signal  systems, 
of  which  parts  are  occupied  by  other  than  factory 
tenants  and  in  which  the  conditions  of  construc¬ 
ts11  and  occupancy  warrant  the  establishment  of 
a  local  fire  brigade,  the  Commissioner  may  accept 
dual  operation  systems. 

Rule  11.  Existing  Installations 

11-1  fire  alan?  signal  systems  heretofore  installed  in 
buildings  in  the  City  of  New  York  and  installed 
in  accordance  with  the  rules  then  in  force,  shall 
be  accepted  as  long  as  they  are  maintained  in 
proper  working  order. 


Rule  12.  Sources  of  Electrical  Energy 

12.1  Sources  of  electrical  energy  used  in  operating  fire 
alarm  signal  systems  shall  be : 

1.  Generated  electric  power,  not  exceeding  a  po¬ 
tential  of  250  volts,  including: 

(a)  Central  Stations 

(b)  Isolated  Plants 

2.  Storage  battery  power 

12.1.1  Either  source  of  power  shall  be  used 
under  conditions  and  limitations  as 
set  forth  by  the  Commissioner. 

12.2  One  source  of  energy  shall  be  connected  to  the 
fire  alarm  system  at  all  times.  All  auxiliary 
sources  of  energy  when  required  shall  be  so  ar¬ 
ranged  and  controlled  by  an  automatic  switch  that 
when  the  primary  source  of  energy  fails,  the 
secondary  source  will  be  automatically  connected 
to  the  fire  alarm  signal  system.  Intermediate  de- 
-ces  are  prohibited  between  the  fire  alarm  con- 
trol  board  and  the  source  of  current  supply,  ex- 
cept  where  specifically  approved  by  the  board  for 
the  purpose  intended. 


Central  Stations 

12.3  When  the  energy  for  a  fire  alarm  signal  system  is 
supplied  by  a  central  station  power  system  it  shall 
be  accepted  as  the  sole  source  of  supply;  connec¬ 
tions  shall  be  made  on  the  street  side  of  the  service 
switch  except  that  in  cases  where  the  master 
meter  is  within  thirty  (30)  feet  of  the  main  switch 
ot  the.  premises,  permission  may  be  given  by  the 
Commissioner  to  connect  to  the  house  side  of  the 
meter  when  a  certificate  of  recent  date  from  an 
authority  of  competent  jurisdiction  has  certified 
that  the  electrical  wiring  throughout  the  premises 
is  in  a  safe  condition.  When  a  house  side  con¬ 
nection  is  made,  the  fire  alarm  cutout  shall  be  the 
first  connection  and  as  near  as  possible  to  the 
meter.  Same  shall  be  enclosed  in  a  locked  or 
sealed  metal  cabinet,  painted  fire  department  red 
and  stenciled  “Interior  Fire  Alarm.”  Fuses  shall 
be  of  the  enclosed  cartridge  type.  Screw  plug 
fuses  will  not  be  accepted.  The  cutout  shall  be  a 
three  pole  cartridge  fuse  cutout  with  neutral  fuse 
replaced  by  a  solid  copper  bar.  The  smallest  size 
fuse  used  on  a  fire  alarm  system  shall  be  fifteen 
(15)  amperes. 
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Isolated  Plants 

12.4  Energy  from  isolated  electric  light  and  power 
plants  shall  be  used  for  fire  alarm  signal  systems 
only  when  there  is  a  more  than  one  generating 
unit  and  the  plant  is  always  in  operation  when  the 
building  is  occupied.  When  only  one  generator 
unit  is  employed,  the  source  of  energy  shall  be 
supplemented  by  storage  battery  or  other  auxiliary 
service.  The  fire  alarm  service  connection  shall 
be  taken  from  the  main  bus  of  the  house  switch¬ 
board  and  installed  in  accordance  with  the  service 
requirements  under  central  stations.  When  a  house 
side  connection  is  made,  the  fire  alarm  cutout 
shall  be  the  first  connection  and  as  near  as  possible 
to  the  meter.  Same  shall  be  enclosed  in  a  locked 
or  sealed  metal  cabinet,  painted  fire  department 
red  and  stenciled  “Interior  Fire  Alarm.”  Fuses 
shall  be  of  the  enclosed  cartridge  type.  Screw 
plug  fuses  will  not  be  accepted.  Ihe  cutout  shall 
be  a  three  pole  cartridge  fuse  cutout  with  neutral 
fuse  replaced  by  a  solid  copper  bar.  The  smallest 
size  fuse  used  on  a  fire  alarm  system  shall  be 
fifteen  (15)  amperes. 

Storage  Battery 

12.5  When  a  storage  battery  equipment  is  used  as  the 
sole  source  of  current  for  a  fire  alarm  signal  sys¬ 
tem,  the  storage  battery  shall  be  provided  in 
duplicate;  or  an  approved  type  trickle  charger 
may  be  substituted  for  the  duplicate  storage  bat¬ 
tery  located  in  a  room  sufficiently  ventilated.  Such 
installations  shall  be  equipped  with  a  switchboard 
or  panel  of  approved  material  on  which  are 
mounted  volt  meters,  ammeters,  circuit  breakers, 
fuses,  resistances,  switches,  starting  devices  for 
motors,  field  rheostats  for  generator  and  other 
apparatus  required  for  charging  and  operating  the 
battery. 

12.6  Storage  batteries  shall  be  so  located  and  ventilated 
as  to  avoid  danger  of  sparking  contacts  igniting 
flammable  gases  or  vapors. 

In  no  case  shall  a  storage  battery  be  located  in 
the  same  room  with  a  gas  meter. 

Rule  13.  Acceptance  Test 

•  13.1  Upon  completion  of  a  fire  alarm  signal  system  and 

as  a  condition  of  acceptance,  a  test  of  the  entire 
installation  shall  be  made  under  the  direction  of 
the  Commissioner. 

13.2  All  systems  shall  show  an  insulation  resistance  of 
not  less  than  ten  (10)  megohms  with  signaling 
apparatus  disconnected. 

13.3  The  owner  or  contractors  shall  furnish  all  the 
necessary  tools,  instruments  and  labor  to  conduct 
this  test  when  required  by  the  Commissioner.  The 
contractor  shall  notify  the  Department  having 
jurisdiction  in  writing  at  the  start  and  upon  com¬ 
pletion  of  the  installation. 

Rule  14.  Daily  and  Monthly  Test 

14.1  Every  fire  alarm  system  shall  be  tested  each  morn¬ 
ing  immediately  after  the  hours  of  starting  work. 
No  such  system  shall  be  used  for  any  other  pur¬ 
pose,  except  that  the  daily  dismissal  signals  may 
be  given  if  authorized  by  the  Commissioner.  The 
use  of  the  system  for  fire  drill  purposes  may  be 
considered  a  test  of  those  parts  of  the  system  ac¬ 
tually  used. 

14.2  Each  sending  station  shall  be  tested  at  least  once 
a  month. 

14.3  All  apparatus  requiring  winding  shall  be  rewound 
after  each  operation  and  kept  in  normal  condition. 

14.4  A  complete  record  of  monthly  tests,  fire  drills 
and  other  operations  of  fire  alarm  systems  shall 
be  kept  subject  to  inspection  by  the  Commissioner. 


Rule  15.  Maintenance 

15.1  Interior  fire  alarm  systems  shall  be  maintained  in 
operating  condition  at  all  times,  unless  the  build¬ 
ings  are  vacated  for  a  period  longer.  than  one 
week.  If  the  system  becomes  inoperative  at  any 
time,  it  shall  be  the  duty  of  the  owner  or  the  per¬ 
son  designated  by  him  to  be  in  charge  of  the 
system  to  notify  all  the  occupants  of  the  building 
and  to  take  immediate  steps  to  have  the  system 
restored  to  working  order.  He  shall  also  place 
cards  on  the  fire  alarm  boxes  indicating  that  the 
system  is  out  of  order. 

15.2  If,  for  any  reason,  it  becomes  necessary  to  discon¬ 
nect  the  source  of  current  of  any  system,  the  owner 
or  other  responsible  person  shall  notify  the  Com¬ 
missioner  in  advance  of  such  disconnection,  stating 
the  reason  therefor. 

15.3  In  systems  using  break  glass  ype  stations,  at 

least  one  (1)  extra  glass  for  each  station  in  the 
system  shall  be  kept  on  the  premises.  ; 

Rule  16.  Alarm  Boxes 

16.1  In  fire  alarm  signal  systems  the  metal  case  en¬ 
closing  exposed  or  surface  alarm  be  xes  shall  be 
of  cast  iron  and  drilled  and  tapped  to  receive  the 
conduit.  When  exposed  to  moisture  the  box  shall 
be  enclosed  in  a  suitable  weather-proof  outer  shell. 
In  new  buildings,  approved  back  boxes  embedded 
in  the  wall  may  be  used  and  the  conduits  shall  be 
properly  secured  by  lock  nuts  and  bushings. 

16.2  All  current  carrying  parts  shall  be  insulated  from 

parts  of  opposite  polarity  with  approved  insulating  . 
material.  1 

16.3  All  coded  pull  lever  type  stations  shall  be  fitted 
with  a  door  to  protect  the  pull  lever  against  ac¬ 
cidental  injury.  Such  door  shall  have  a  handle 
rigidly  secured  thereon  and  be  so  constructed  as 
to  open  readily.  The  wording  “In  Case  .of  Fire 
Open  Door  and  Pull  Down  Lever”  in  raised  let¬ 
ters  or  equivalent  instructions  shall  appear  on  the 
door. 

16.4  All  break-glass  type  fire  alarm  boxes  shall  be  pro¬ 
vided  with  suitable  hammers  on  chains  of  ap¬ 
proved  type  attached  to  or  near  the  boxes  with 
which  the  glass  can  readily  be  broken ;  or  other 
methods  may  be  used  to  break  the  glass  when  ap¬ 
proved  by  the  Commissioner. 

16.5  All  break-glass  boxes  shall  have  in  raised  letters 
on  the  fronts,  the  words  “Fire  Alarm — In  Case  of 
Fire  Break  Glass,”  and  such  additional  instruc¬ 
tions  as  may  be  necessary  to  send  an  alarm. 

16.6  The  box  or  station  shall  be  so  designed  that  once 
started,  the  proper  transmission  of  a  complete  set 
of  signals  cannot  be  interfered  with  by  manipula¬ 
tion  of  its  starting  device. 

16.7  Each  closed  circuit  coded  box  or  station  shall  be 
arranged  to  send  a  definite  code  of  signals  to.  in¬ 
dicate  the  floor  or  portion  of  same  on  which  it  is 
located. 

16.8  Not  less  than  three  (3)  or  more  than  twenty  (20) 
taps  or  blasts  shall  be  given  at  each  revolution 
of  the  code  wheel. 

16.9  The  code  wheel  shall  revolve  at  least  four  (4) 
times  for  each  operation  of  its  starting  device  and 
be  of  metal  properly  insulated  from  ground. 

16.10  Boxes  or  stations  used  in  systems  in  which 
whistles,  vibrating  bells  or  horns  are  employed 
shall  be  so  timed  that  the  sounding  devices  will 
give  the  code  signal  clearly. 

16.11  Contact  points  shall  be  in  multiple. 

16.12  Contact  points  and  contacts  of  the  testing  devices 
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shall  be  of  silver  or  other  approved  material  and 
be  of  the  scraping  type,  secured  in  a  substantial 
manner  to  phosphor  bronze  or  other  approved  ma¬ 
terial  springs,  and  be  so  designed  as  to  positively 
break  a  circuit  carrying  one-tenth  (1/10)  ampere 
at  two  hundred  and  fifty  (250)  volts  under  ac¬ 
tual  working  conditions. 

16.13  Lever  boxes  shall  be  so  designed  as  to  auto¬ 
matically  wind  when  the  lever  is  pulled  for  an 
alarm.  Boxes  requiring  glass  replacements  shall 
be  so  arranged  that  replacement  cannot  be  made 
without  resetting  mechanism  for  another  alarm. 

16.14  Where  it  becomes  necessary  to  install  more  than 
one  set  of  contacts  operating  from  code  wheel, 
permission  in  writing  in  advance  must  be  obtained 
from  the  Commissioner.  This  shall  not  include 
pre-signal  features. 

16.15  The  box  shall  have  plainly  marked  thereon  its 
code  signal  number. 

Rule  17.  Non-Coded  Boxes 

17.1  Non-coded  closed  circuit  fire  alarm  stations  may 
be  operated  by  a  break-glass  or  pull  lever  device  so 
arranged  that  the  alarm  cannot  be  interfered  with 
except  by  resetting  or  replacement  of  the  glass 
by  an  authorized  person. 

17.2  The  construction  and  materials  shall  be  equal  to 
that  of  the  standard  approved  type  coded  closed 
circuit  station  except  that  the  contacts  shall  be  of 
ample  capacity  to  safely  carry  the  entire  operating 
current  of  the  gong  circuit  without  excessive 
heating. 

Rule  18.  Station  Testing  Devices 

18.1  Each  fire  alarm  system  shall  be  provided  with  an 
auxiliary  device  to  test  the  signaling  devices,  lo¬ 
cated  in  one  of  the  alarm  boxes  or  mounted  on 
the  control  board  Such  testing  devices  shall  be 
arranged  to  make  the  test  without  operating  the 
break  wheel  of  the  box  or  interfering  with  the 
dual  operating  feature. 

18.2  Provision  shall  be  made  for  a  silent  test  of  coded 
alarm  box  mechanisms  without  operating  the  sig¬ 
naling  devices.  Such  device  shall  be  designed  to 
prevent  any  persons  except  those  in  authority 
from  operating  the  same  and  to  prevent  the  pos¬ 
sibility  of  the  box  being  left  inoperative  after  the 
test. 

Rule  19.  Supervising  Current 

19.1  A  small  current  flow  to  constantly  supervise  each 
circuit  shall  be  maintained.  A  milliammeter,  or 
other  approved  current  indicator  shall  be  provided 
and  so  connected  as  to  indicate  the  supervising 
current. 

19.2  The  supervising  circuit  shall  be  provided  with  a 
trouble  bell  operating  on  open  circuit  arranged  to 
ring  continuously  in  case  of  failure  of  the  system. 
The  trouble  bell  shall  be  so  located  that  it  will  be 
within  audible  range  of  some  responsible  person 
in.  the  building  and  shall  be  connected  to  the  elec¬ 
tric  light  or  power  service  in  the  building.  Per¬ 
mission  may  be  granted  by  the  Commissioner  to 
connect  the  trouble  bell  to  a  battery  of  approved 
type. 

19.3  Trouble  bells  shall  not  be  fitted  with  silencing 
switches  except  in  such  a  manner  that  the  act  of 
silencing  the  bell  by  the  operation  of  the  switch, 
automatically  and  positively  transfers  the  trouble 
signal  to  a  red  lamp  on  the  control  board  fed  by 
some  auxiliary  source  of  current  supply.  This 
auxiliary  source  of  current  shall  be  a  house  light¬ 
ing  circuit  or  any  other  approved  source. 


19.4  The  trouble  bell  shall  be  of  an  approved  design  of 
the  vibrating  type  and  give  a  distinctive  signal. 

Rule  20.  Protection  of  Sending  and  Sounding 
Devices 

20.1  In  fire  alarm  signal  systems,  all  moving  parts  of 
sending  stations  and  sounding  devices  shall  be 
enclosed  in  metal  casings,  made  dust-proof  and 
damp-proof  when  necessary,  and  clearly  marked 
with  instructions  for  use. 

20.2  Whenever  necessary,  hammer  rods  of  gongs  shall 
be  suitably  protected  against  mechanical  injury 
or  derangement  by  the  use  of  a  guard  or  other 
suitable  means.  If  subject  to  mechanical  injury, 
t  le  entire  device  shall  also  be  enclosed  in  a  pro¬ 
tecting  case  made  of  approved  wire  netting  or 
perforated  metal.  All  casings  shall  be  insulated 
from  current  carrying  parts,  but  shall  be  grounded 
to  the  conduit. 

Rule  21.  Standards  of  Electric  Alarm  Apparatus 

21.1  All  electrically  actuated  apparatus  used  in  fire 
alarm  systems  shall  be  so  designed  and  constructed 
that  it  will  operate  satisfactorily  at  a  current  flow 
ot  twenty-five  (25)  per  cent  above  or  below  the 
normal  operating  current. 

Insulation 

21.2  Insulating  materials  used  in  electric  fire  alarm 
signal  systems  shall  be  varnished  cambric,  bake- 
lte,  mica  or  other  approved  insulating  material. 

21.2.1  The  use  of  fibre  or  paper  as  an  insulating 

material  for  fire  alarm  signal  systems  shall 
not  be  permitted. 

21.3  The  insulating  material  used  on  electric  fire  alarm 
signal  systems  shall  be  capable  of  withstanding  an 
insulation  break-down  test  of  one  thousand  (1000) 
volts  A.  C  plus  twice  operating  voltage  applied 
for  one  (1)  minute. 

Electro-Magnets 

21.4  Electro-magnet  .windings  shall  be  impregnated 
with  an  insulating  moisture  repelling  compound 
or  shall  be  of  silk  enameled  wire. 

21.5  Electro-magnet  coils  to  be  used  on  alternating 
current  when,  composed  of  enameled  wire  shall 
have  an  additional  approved  insulation  on  each 
wire.  The  coils  may  be  of  the  form  wound  type. 

21.6  A  protective,  cover  to  prevent  mechanical  injury 
shall  be  provided  over  the  entire  coil. 

21.7  Electro-magnet  coils  shall  be  securely  fastened  to 
prevent  floating. 

21.8  Electro-magnet  cores  shall  be  of  the  best  grade 
°f  ferrous  material  so  as  to  reduce  to  a  minimum 
the  possibility  of  failure  due  to  residual  mag¬ 
netism. 

21.9  Electro-magnet  cores  for  use  on  alternating  cur¬ 
rent  shall  be  of  laminated  construction  or  other 
approved  method  to  prevent  heating  and  promote 
efficiency. 

21.10  Electro-magnet  cores  of  relays  and  gongs  shall 
be  treated  to  prevent  corrosion. 

21.10.1  Paint  or  varnish  for  this  purpose  shall 
not  be  used. 

21.11  Non-magnetic  freeze  pins  shall  be  used  which  will 
prevent  two  magnet  surfaces  coming  in  actual 
contact. 

Gongs 

21 . 12  Gong  shells  shall  be  pinned  to  prevent  turning  and 
then  securely  fastened  to  its  support  by  a  machine 
cap  screw  at  least  three-eighths  (j^)  inch  in 
diameter. 
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21.13  Gong  shells  shall  be  covered  with  an  approved 
rust  preventive. 

21.14  The  gong  shell  support  and  gong  frames  shall  be 
cast  in  one  piece. 

Wiring 

^1.15  All  connections  shall  be  properly  protected,  se¬ 
curely  made  and  where  subject  to  motion  shall  be 
of  approved  flexible  wire. 

21.16  All  wiring  of  control  board,  station  and  gong  cir¬ 
cuits  shall  be  at  least  No.  14  B.  &  S.  gauge. 

21.17  Binding  posts  shall  be  of  such  a  character  that 
the  wire  is  held  between  two  flat  surfaces. 

21.18  Binding  posts  shall  be  mounted  on  an  approved 
terminal  block  or  insulating  strip  spaced  not  nearer 
than  one-half  (}4)  inch  to  each  other,  unless  sepa¬ 
rated  by  approved  barriers. 

Relays 

21.19  The  armatures  of  all  relays  shall  depend  on  grav¬ 
ity  or  magnetic  attraction  for  their  operation. 

21.19.1  This  action  may  be  assisted  by  flat  type 
springs  when  approved  by  the  Commis¬ 
sioner. 

21.19.2  The  use  of  spiral  springs  is  prohibited. 

21.20  Adjustments  shall  be  of  such  a  character  that 
they  can  be  securely  locked. 

21.21  Contact  points  shall  be  ample  in  area  not  only  to 
take  care  of  current  used  in  operation  but  to 
insure  long  life  and  shall  be  of  pure  silver,  or 
other  approved  material,  properly  riveted  to  their 
support. 

21.22  Contact  arms  shall  be  of  phosphor  bronze  and  be 
of  the  dead  beat  type. 

21.23  Contact  assemblies  shall  be  of  such  a  character 
that  their  operation  will  be  of  a  scraping  self¬ 
cleansing  nature. 

21.24  The  use  of  condensers  across  contacts  to  absorb 
the  arc  or  in  any  part  of  a  fire  alarm  circuit  is 
prohibited. 

21.25  Relays  shall  be  free  from  objectionable  hum  when 
used  on  alternating  current. 

Rule  22.  Time  Limit  Delay  Device 

22.1  All  gong  circuits  shall  and  special  signal  apparatus 
may  when  required  by  the  Commissioner,  be  pro¬ 
tected  by  a  Time  Limit  Delay  Device. 

Note:  This  time  limit  delay  device  shall  consist 
of  a  heating  coil  so  designed  that  the  nor¬ 
mal  operating  current  will  have  little  or 
no  effect  upon  a  thermostatic  bi-metal  bar 
or  strip  contained  therein.  Any  abnormal 
increase  over  operating  current  or  the  con¬ 
tinued  accumulative  heating  effect  thereof 
after  a  period  of  not  less  than  three  (3) 
minutes  nor  more  than  twenty  (20)  min¬ 
utes  shall  cause  the  thermostatic  element 
to  expand.  The  expansion  of  this  element 
shall  automatically  open  the  source  of  cur¬ 
rent  supply  to  the  gongs  or  devices  pro¬ 
tected. 

22.2  The  operation  of  the  time  limit  delay  device  shall 
cause  the  trouble  bell  to  ring. 

22.3  Time  limit  delay  devices  shall  be  so  connected 
in  the  fire  alarm  circuit  that  their  operation  will 
not  open  the  fire  alarm  box  circuits. 

22.4  Where  due  to  the  extent  of  the  installation,  it  be¬ 
comes  necessary  to  install  a  number  of  time  limit 
delay  devices,  the  operation  of  a  single  time  limit 


delay  device  shall  not  affect  other  sounding  devices 
similarly  protected. 

22.5  A  contactor  relay  to  operate  the  sounding  devices 
shall  be  provided  on  all  direct  current  gong  cir¬ 
cuits  exceeding  three  (3)  and  all  alternating  cur¬ 
rent  gong  circuits  exceeding  two  (2)  in  number. 

22.6  Gong  circuits  not  requiring  contactor  relays  shall 
be  operated  by  contacts  properly  placed  on  the 
armature  of  the  box  circuit  relay. 

22.7  A  separate  time  limit  delay  device,  contactor 
relay,  contactor  supervisory  relay  and  gong  super¬ 
visory  relay  shall  be  provided  for  each  four  (4) 
gong  circuit  or  fraction  thereof. 

Switches 

22.8  Triple  pole,  double  throw,  broken  back  knife 
switches  properly  supervised  and  connected  to 
emergency  resistors  shall  be  provided  on  all  box 
and  gong  circuits  when  they  exceed  three  (3)  in 
number. 

Instruments 

22.9  A  separate  approved  milliammeter  or  other  ap¬ 
proved  current  indicating  device  shall  be  provided 
for  the  box  circuit  and  each  four  (4)  gong  circuit 
on  the  control  board  when  the  gong  circuits  exceed 
three  (3)  in  number.  A  separate  milliammeter 
shall  be  provided  to  indicate  the  supervisory  cur- 1 
rent  of  contactor  relays  and  emergency  switch 
circuits.  This  meter  shall  be  known  as  the  Board 
Meter. 

Resistors 

22.10  Resistors  shall  be  mounted  on  the  front  or  face 
of  control  panels  and  shall  be  of  vitreous  enam¬ 
eled  type. 

Note:  Wire  wound  resistors  when  protected  by 
a  suitable  metal  guard  may  be  used  in  spe¬ 
cial  cases  when  approved  by  the  Commis¬ 
sioner. 

22.11  Ferrule  or  knife  contact  type  resistors  shall  not 
be  used. 

22.12  A  protective  resistor  shall  be  placed  in  the  nega¬ 
tive  or  live  lead  of  all  box  circuits  to  protect  the 
contacts  of  the  boxes  in  the  event  of  a  ground. 

22.12.1  This  resistor  shall  be  not  less  than  three- 

hundred  (300)  nor  more  than  seven  hun¬ 
dred  and  fifty  (750)  ohms  resistance. 

Rule  23.  Control  Boards 

23.1  All  relays,  current  indicators,  resistances,  time 
limit  delay  devices  and  other  apparatus  used  in 
connection  with  the  operation  and  supervision  of 
closed  circuit  fire  alarm  signal  systems  shall  _be  = 
properly  mounted  on  a  panel  of  approved  material, 
in  a  metal  cabinet  provided  with  lock  and  key. 
The  control  board  shall  be  located  in  a  place  sub¬ 
ject  to  the  least  vibration,  free  from  moisture, 
inflammable  gases,  dust  and  mechanical  injury  and 
under  frequent  view  of  a  responsible  occupant  of 
the  building  delegated  by  the  owner  to  be  in 
charge. 

23.2  Control  board  panels  shall  be  of  insulating  mate¬ 
rial  such  as  ebony  asbestos,  bakelite  or  other  ap¬ 
proved  materials  at  least  one-half  ()4)  inch  in 
thickness. 

23.3  Control  boards  mounted  in  each  cabinet  shall  be 
securely  fastened  in  each  corner. 

23.4  Provision  shall  be  made  for  ample  wire  gutter 
space  around  the  panel. 
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23.5  Conduit  knockouts  shall  not  be  provided  in  ton 
ot  control  board  cabinet. 

23.6  An  approved  wiring  diagram  of  the  alarm  system 
and  card  of  instruction  properly  marked  and  se¬ 
curely  fastened  shall  be  provided  within  the  con¬ 
trol  board  cabinet.  When  it  becomes  necessary 
to  mount  the  diagram  outside  of  the  cabinet  the 
diagram  shall  be  properly  framed  under  glass. 

23.7  All  control  board  cabinets  shall  be  provided  with 
sight  hole  and  glass  panel  to  make  meters  on 
the  inside  of  the  cabinets  visible  from  the  outside. 

23.8  Wires  in  gutter  spaces  shall  be  properly  laced  in 

a  neat  and  workmanlike  manner  on  all  control 
boards  having  a  capacity  for  more  than  three  (3) 
gong  circuits.  J 


26.3 


Rule  24.  Battery  Cabinets 

24-1  Aul u]iCtT1C,  bat,te.ries  for  fire  alarm  signal  systems 
shah  be  placed  in  substantial  protecting  cabinets 
thoroughly  ventilated,  elevated  not  less  than  one 
(1)  nor  more  than  five  (5)  feet  above  the  floor 
and  located  in  clean,  dry  and  cool  places  where 
the  temperature  will  not  be  less  than  forty  (40) 
nor  more  than  one  hundred  and  ten  (110)  degrees 
bahrenheit.  Mam  battery  cabinets  shall  be  so 
constructed  that  the  condition  of  the  elements  may 
be  observed  without  disturbing  the  cells. 

24.2  Metal  battery  cabinets  shall  be  constructed  of  sheet 
iron  or  steel,  not  less  than  No.  14  U.  S.  gauge  in 
thickness,  properly  reinforced  by  angle  irons, &with 
sell-closing  doors  provided  with  lock  and  key  and 
wood  shelves  not  less  than  seven-eighths  (7A)  of 
an  inch  thick,  unless  the  battery  is  of  the  spray- 
proof  type,  properly  fastened  and  secured  to  pre- 
vent  sagging  The  interior  and  the  exterior  of 
the  cabinet  shall  be  protected  with  three  (3)  coats 
°1  asphaltum  compound,  each  coat  to  be  thor¬ 
oughly  dry  before  the  next  is  applied,  or  with 
baked  enamel. 

24.3  Wood  battery  cabinets  shall  be  constructed  of 
the  first  grade  of  kiln  dried  wood  not  less  than 
seven-eighths  (7/8)  of  an  inch  thick  and  shall  be 
provided  with  self-closing  door  and  approved  lock. 

sb^ves  shall  be  not  less  than  seven-eighths 
('/s)  of  an  inch  thick  properly  fastened  and  se¬ 
cured  to  prevent  sagging.  The  cabinet  shall  be 
of  substantial  construction  painted  on  the  interior 
with  three  (3)  coats  of  asphaltum  compound  and 
on  the  exterior  with  three  (3)  coats  of  lead  paint 
or  two  (2)  coats  of  varnish. 

24.4  Storage  batteries  may  be  placed  on  enamaled  metal 
battery  racks,  provided  the  batteries  are  installed 
in  a  place  where  they  will  not  be  subject  to  me¬ 
chanical  injury,  and  will  be  ventilated  as  required 
in  Rule  12.6. 

•lie  25.  Painting  of  Equipment 

25. 1  All  enclosing  cases  for  fire  alarm  apparatus  shall 
be  finished  in  fire  department  red,  except  where 
specia  .  permission  is  given  by  the  Commissioner 
to  deviate  from  this  requirement. 

lie  26.  Closed  Circuit  Annunciators 

26.1  Annunciators  used  in  connection  with  Class  3  fire 

a  arm  systems  shall  be  of  an  approved  closed  cir¬ 
cuit  type. 

26.2  The  annunciator  shall  have  approved  type  of  re- 
lays  equipped  with  a  suitable  target,  shutter  or 
other  indicating  device. 

26.2.1  The  indicating  device  shall  have  marked 
thereon  a  suitable  description  of  the  pur¬ 
pose  it  serves. 


26.4 

26.5 

26.6 

26.7 

26.8 


The  printed  designation  on  unit  or  building  annun- 
uator  s  indicators  shall  be  legible.  The  mecha¬ 
nism  shall  be  so  arranged  that  once  operated  the 
indicating  device  shall  be  reset  manually. 

A  unit  annunciator  shall  be  so  designed  that  the 
operation  oi  any  station  in  the  unit  shall  cause  a 
visible  and  audible  signal. 

i  he  unit  annunciator  shall  be  actuated  by  contact 
on  code  wheel  of  the  fire  alarm  station  or  by  con¬ 
tact  on  a  relay  connected  to  the  fire  alarm  box 
circuit.  In  no  case  shall  the  station  fire  alarm 
circuit  be  used  for  this  purpose. 

Trouble  annunciators  shall  be  so  arranged  that 
the  indicating  device  will  reset  automatically  when 
cause  of  trouble  has  been  removed. 

The  trouble  annunciator  shall  be  so  designed  that 
it  will  indicate  visible  and  audible  trouble  signals 
111  tlle  event  of  trouble  occurring  on  any  circuit, 
control  board  or  unit  annunciators. 

The  trouble  annunciator  shall  be  actuated  by  the 
operation  of  contacts  on  all  supervisory  relays. 

26.8.1  Each  relay  of  this  annunciator  shall  be 
provided  with  two  (2)  sets  of  contacts  so 
arranged  that  one  will  operate  the  one 
hundred  and  ten  (110)  volt  trouble  signal 
the.  other  set  to  actuate  the  register  if  a 
register  is  used. 

A  trouble  buzzer  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  unit  annunciator  cabinet  on 
the  panel. 

A  trouble  bell,  switch  and  lamp  shall  be  mounted 
on  the  inside  of  each  trouble  annunciator  cabinet 
on  the  panel.  Trouble  bell  may  be  placed  at  a 
distance  from  the  annunciator  by  special  permis¬ 
sion  ot  the  Commissioner. 

Relay  drops  of  annunciator  shall  be  so  designed 
that  vibration  from  without  or  that  caused  by  the 
trouble  signal  within  will  not  operate  the  indicat¬ 
ing  devices. 

All  annunciators  shall  be  installed  in  a  separate 
red  enameled  steel  cabinet  provided  with  an  ap¬ 
proved  lock  and  key.  y 

Annunciators  shall  be  properly  marked  in  white 
jfJ,ters  at  leas*  one  (1)  inch  high  with  the  words: 
Fire  Alarm  Annunciator”  Zone  —  or  “Fire  Alarm 
trouble  Annunciator,”  whichever  the  case  may  be. 

Rule  27.  Licensed  Contractors 

27.1  No  person  shall  install,  alter  or  repair  or  cause 
to  be  installed,  altered,  or  repaired  electrical  wir- 
J?r  apparatus  for  fire  alarm  systems  in  any 
building,  except  a  person  holding  a  license,  or  a 
special  license  in  accordance  with  Chapter’  9  of 
the  Code  of  Ordinances  of  the  City  of  New  York. 
The  enforcing  authority  shall  not  approve  any 
installation,  alteration  or  repair  done  in  violation 
ot  this  rule. 


26.9 

26.10 

26.11 

26.12 

26.13 


Rule  28.  Used  or  Rebuilt  Apparatus 

28.1  Used  apparatus  shall  not  be  re-used  for  any  in¬ 
terior  fire  alarm  system  under  these  Rules  and 
Regulations  until  the  same  has  been  reconditioned 
in  the  shop  of  a  reliable  manufacturer  building 
interior  fire  alarm  apparatus  which  has  been  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
Approval  in  writing  shall  be  obtained  from  the  en¬ 
forcing  authority  prior  to  installation.  The  en¬ 
forcing  authority  shall  not  approve  for  use,  used 
or  reconditioned  apparatus  that  may  not  give  sat¬ 
isfactory  service. 
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BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System 

280-29- S A— Kennedy  2i/2-mch  Hose  Outlet  Valve,  lype 
“A” 

63.7-29- S A — M er co  Oil  Burner,  Model  K-l. 

463-31-SA — Silent-Auburn  F'uel  Oil  Burner,  Models  A1 
and  AA. 

491-31-SA — Superfex  Oil  Burning  Heaters  and  Heat 
Projectors,  Various  Models. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA— Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4.  .  ,  c  , 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x°3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. . 

164-33-SA— Firemaster  Fire  Extinguisher. 

237-33-SA — Kelco  Oil  Burner. 

341-33-S A— Volcano  Automatic  Oil  Burner  Model  E. 

1 36-34- S A— Aetna  Range  Oil  Burner,  Model  27-SOD. 

156-34-SA — Allen’s  Siamese  Connections  tor  Fire  Depart¬ 
ment  use.  loo  c 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  tor 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System) 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

29-35-SA — Korth  Oil  Burner,  Model  E.  _  . 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-S A — Kraissl-T rumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA— Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA— Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA— Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915 

216-35-SA— Vac-O- Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA— Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner.  Model  25. 

231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA— French  Automatic  Oil  Burner,  Model  5 
Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 

102-36-SA— Cole  Draft  Governor. 


De 


144-36-SA — 


191-36-SM- 

201-36-SA- 


202-36-SA- 


219-36-SA- 

242- 36-SA- 

243- 36-SA- 


248-36-SA- 

264-36-SA 


286-36- S  A—' 


295-36-SA- 

317-36-SA- 

320-36-SA- 

352-36-SA- 


24-37-SA- 


29-37-SA- 
35 -37- S  A- 
56-37-SA 


73-37-SA — : 


116-37-SA — 


124-37-SA — 


129- 37-SA- 

130- 37-SA- 


137-37-SA- 

148-37-SA- 


156-37-SA- 

159-37-SA- 

168-37-SA- 

175-37-SA- 

183-37-SA 


Herman  Nelson  Conversion  Oil  Burner, 
Models  C-1001,  C-1002,  C-3001  and  C- 
3002. 

-Carey  Rocktex  Insulating  Wool. 

■Quick  Heat  Pot  Type  Radiant  Heater,  Models 
316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

-Quick  Heat  Pot  Type  Circulating  Heater, 
Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

■Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

-Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 
A-L  and  B. 

-Victor  Circulating  Fuel  Oil  Heater,  Models 
VCH  27,  VCH  19  and  VCII  17. 

-Dupont  Oil  Burner. 

-Nesco  Circulating  Heater,  Models  41,  42,  041,. 
042  and  052. 

Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

•Vesta  Fuel  Oil  Meter. 

•Dempsey  Industrial  Oil  Burner. 

Preferred  Syphon  Breaker,  Type  T. 

■International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  66. 

-Silent  Glow  Si-Glo-La  Oil  Space  Heater, 
Models  15,  35,  60  and  80. 

-Borden  Oil  Burner,  Models  A  and  B. 

-Craig  Expansible  Fire  Hose  Reel. 

-Sachem  Oil  Space  Heater,  Models  GB-1315, 
GB-1015,  GB-1011,  GB-815  and  GB-811 
and  Speedy  Hot  Oil  Space  Heater,  Mod¬ 
els  GB-1315,  GB-1015,  GB-1011,  GB-815 
and  GB-811. 

•Samco  Oil  Space  Heater,  Models  1108,  1110,1 
1208,  1508,  1510,  1513,  1408  and  1410. 

Bethlehem-Doe,  Carrier  and  Gilbert-Bethle- 
hem  Oil  Burners,  Models  CE  and  FE.  1 
Beach  Air  Brushes  (for  Paint  Spraying 
Equipment). 

Bauer  Oil  Burner. 

-Econ-O-Heat  and  Kingsco  Oil  Burners 
Models  E,  B1  and  B2. 

-Precision  Oil  Burner,  Model  W. 

-Aetna  Water  Heater,  Models  6,  7,  8,  9  anc 
47  W.H.T.  and  15  and  16  W.H.T. 
-McClintock  Automatic  Hydraulic  Sewer  Valve 
-Stempel  Pressure  Type  Fire  Extinguisher. 

.  -Flex-O-Gas  Oil  Burner,  Model  FR. 

, — Airnoil  Burner  and  Perfex  Airnoil  Burner. 

— Liquid  Safety  Tank  Filling  Valve. 


i 

Cases  listed  in  the  Reserve  Calendar  are  cases  upot 
which  action  by  the  board  has  been  deferred  pending  com 
mittee  reports  of  this  board  court  or  department  action, 
and  will  remain  thereon  until  the  aforesaid  reports,  cour 
or  departmental  actions  are  consummated  Whereupon  tht 
case  or  cases  will  be  restored  to  the  regular  calendar  am 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  th< 
appellant  or  applicant  of  record 
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PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

rieeV?gS^a,s  Published  in  Bulletin. 

CaH  °f  Clerk  s  Calendar,  Mondays,  at  2  p.  m. 

Manhattanin^S  ^  hdd  m  R°°m  1013’  MuniciPal  Building, 


Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone— WOrth  2-0184. 


0FT,  Hours™  Public-9  a.  m.  to  4  p.  m.  Saturdays 
V  a.  m.  to  12  noon.  J 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 


All  communications  should  he  addressed  to  the  chairman  of 

the  hoard 


contents 


rhis  issue  of  the  Bulletin  contains,  in  the  order  given- 
locket. 

-ertiorari  Order  Served  on  Board. 


CALL  OF  CLERK’S  CALENDAR 

BuTldin?7rnne  C^len^  consis,ts  of  applications  under  the 
pudding  Zone  Resolution,  and  its  object  is  to  give  inter- 

ested  property  owners  opportunity  to  file  objections,  if  any 

at  2^clock  A  !'1"  RoomL1013’  Tue*day,  June  1,  1937 
definite  day!  13  '  ^  Case  15  Set  for  hearing  on  * 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  June  7,  1937,  at  2  o’clock. 

Hie  Clerk’s  Calendar  is  not  to  be  confused  with  the 

on  fixed  day?'63  ^  ^  been  definitely  set  hearing 


tules  Directory. 

•all  of  Clerk’s  Calendar, 
he  Hearing  Calendar. 

lmutes  of  Regular  Meeting,  May  25,  1937,  at  10  A.  M., 

„  RC7tm9ff9.Ca,e"dar  Numbers  47-37- BZ,  272-36- BZ,  75- 
47-BZ,  224-37-BZ  and  28-37-BZ. 


lmutes  of  Regular  Meeting,  May  25,  1937,  at  2  P.  M„ 

541  ^ry  ?<fce,ncdor7  Numbers  181-37-BZ,  798-28-BZ, 
35?‘t?'r7  401-31-BZ’  352-29-BZ,  281-36-BZ, 

352-32- BZ  889-24- BZ,  197-37-A,  198-37-A,  199-37-A,  161- 

l9:37‘A’  233-37'A>  177-37-S,  612-22-S,  214- 
37-SA,  225-37-SA,  137-37-SA,  148-37-SA  and  23-37-SA. 


42*-37-BZS  Affect*ngr  Calendar  Numbers  211-37-BZ  and 


otice  of  Public  Hearing  on  Proposed  Revision  of  Paint, 
arnish  and  Lacquer  Spraying  Rules. 

(it  Rules — Revolving  Doors. 

iumbing  Rules. 

'•ncrete  Rules  (Hydrated  Lime). 

Iiserve  Calendar. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 

arrfnS  u£!e:>s.  exceP<J°"  is  Sranted  b7  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 

rules  of ‘this3  board  ‘S  °n  ‘he  £°rm  reQuired  by  the 

beppplied^ 

peal  or  application.  6  v 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
theS!rnnpd1natei-the  P°jntS  -  the  fompass  so  as  to  establish 
of  the  appeal™  appliX,0"  ‘he  Pr°Per,y’  ,he  subiec< 
Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions 

HARRIS  H.  MURDOCK.  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  May  26,  1937. 

Cal.  No.  Department  Premises  Affected 

228-37-BZ . D.B.B . 1389-1393  Rockaway  parkway, 

east  side,  280  ft.  4  in.  south  of 
Farragut  road  (Block  8166, 
Lot  14),  Borough  of  Brook¬ 
lyn,  Applic.  8408-36. 


229-37- A . D.B.B . 21-27  North  Oxford  street,  east 

side,  296  ft.  north  of  Park 
avenue  (Block  2029,  Lot  10), 
Borough  of  Brooklyn, 

13637-L.F. 


230-37-A . D.B.Bx . 4109  Park  avenue,  northwest 

corner  of  East  175th  street 
(Block  2900,  Lot  39),  Borough 
of  The  Bronx, 

Order  No.  151-37. 


231-37-S . D.B.Bx . 4109  Park  avenue,  northwest 

corner  of  East  175th  street 
(Block  2900,  Lot  39),  Bor¬ 
ough  of  The  Bronx, 

Order  No.  149-37. 


232-37-A . D.B.B . 301  -323  Oriental  boulevard, 

north  side,  west  side  of  Cole¬ 
ridge  street  and  east  side  of 
Beaumont  street  (Block 
7S16R,  Lots  1018,  1022  and 
1028),  Borough  of  Brooklyn, 
Applic.  3452-37. 


233-37-A . B.B.M . 9  Rockefeller  Plaza,  14  West 

49th  street,  south  side,  200  ft. 
west  of  5th  avenue,  and  15 
West  48th  street  (Block  1264, 
Lot  10),  Borough  of  Man¬ 
hattan,  Applic.  375-37. 


234-37-SA . F.D . Volcano  Automatic  Oil  Burner, 

Models  D,  H  &  Iv,  Appliance. 


235-37-BZ . D.B.Bx . West  side  of  Eastchester  road, 

100  ft.  north  of  Given  avenue 
(Block  4743,  Lot  20),  Bor¬ 
ough  of  The  Bronx, 

Applic.  382-37. 


236-37-BZ . D.B.B . 71-77  Bond  street,  southeast  cor¬ 

ner  of  State  street  (Block 
178,  Lots  7,  8,  9  and  10),  Bor¬ 
ough  of  Brooklyn, 

Applic.  1273-37. 


237-37-A . F.D . 368-374  Maspeth  avenue,  south 

side,  1142.9  ft.  east  of  Varick 
street  (Block  1407,  part  of  Lot 
168),  Borough  of  Brooklyn, 
68924-L.C. 


238-37-BZ . D.B.Bx . 787  East  185th  street  and  2351- 

2353  Southern  boulevard, 
northwest  corner  (Block  3114, 
Lot  73),  Borough  of  The 
Bronx,  Alt.  244-37. 


CODE 


jj  D . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B  B . Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 


On  May  24,  1937,  Frankel,  Eliasoff  &  Brownstein,  attorneys, 
served  on  Board  petition  and  order  of  certiorari,  for  Dante  Mer- 
candetti,  objector,  in  re  decision  of  Board  of  April  20,  1937,  grant¬ 
ing  the  extension  of'  an  existing  business  building  in  a  residence 
district,  under  section  7-c,  Cal.  No.  133-37-BZ,  premises  226-228 
West  20th  street,  Borough  of  Manhattan. 


RULES 

Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Feb.  2,  1937 — Vol.  22,  No.  5 

Certforms  2.  1932-VoI.  17,  No.  31 

Concrete  Flat  siabs,  Rules . Mar.  30,  1937  Vol.  22,  No.  13 

Concrete  Rules  (Hydrated  Lime)...  June  1,  1937 — Vol.  22,  No.  2z 

Elevator  rules  . Mar.  3,  1936 — Vol.  21,  No.  y 

Exit  Rules  (Revolving  Doors) . June  1,  1937 — Vol.  22,  No.  22 

Factory  Exit  Rules . May  11,  1937 — Val.  22,  No.  19 

Fire  Alarm  Rules  (Interior) . May  25,  1937 — Vol.  22,  No.  21 

Fire  Drill  Rules . Apr.  6,  1937— Vol.  22,  No.  14 

Fire  Retarding  Rules  for  Garages, 

etc . .  . . Apr.  27,  1937— Vol.  22,  No.  17 

Fireproof  Wood,  Testing  of . Apr.  13,  1937 — Vol.  22,  No.  15 

Frame  Garages,  Ruling  for . Jan.  21,  1919 — Vol.  4,  No.  3 

Gas  Shut-Off  Rules . Apr.  7,  1925— Vo  .  10,  No.  14 

Hatchway  Protection  . Tune  5,  1928— Vol.  13,  No.  23 

Oil  Burner  Rules . May  18,  1937 — Vol.  22,  No.  20 

Paint,  Varnish  and  Lacquer  Spray-  ,  XT  ao 

m*  Rules  . Nov.  27,  1934— Vo  .  19,  No.  48 

Platform  Trucks,  Specifications  for. Nov.  24,  1936 — Vol.  21,  No.  47 

Plumbing  Rules  . June  1,  1937- Vol.  22,  No.  22 

Procedure,  Rules  of . Alar.  30,  1937 — Vol.  22,  No.  1 

Refrigerating  Systems,  Extract  C.O.May  11,  1937 — Val.  22,  No.  19 
Smoking  in  Factories,  Rules  for.... May  18,  1937 — Vol.  22,  No.  20 

Sprinkler  Rules  . . Apr.  27,  1937— Vo  .  22,  No.  7 

Standpipe  Fireline  Rules . Mar.  30,  1937 — Vol.  22,  No.  13 

Structural  Alterations,  Reporting. ..  June  7,  1932 — V  ol.  17,  No.  is 

Tank  Trucks.  Fuel  Oil,  etc . Nov.  24,  1936— Vo  .  21,  No.  47 

Tank  Trucks,  Gasoline,  etc . Nov.  24,  1936 — Vol.  21,  No.  47 

Wire  Glass  Rules  (Amendment  to  „  ,T_  ,  , 

Rule  505  of  Industrial  Code).. Apr.  10,  1923  Vol.  8,  No. 

LIST  OF  APPROVED  APPLIANCES 

Anti-Sinhon  Valves  . Mar.  5,  1935— Vol.  20,  No.  10 

Fireline  Hose  Valves . Apr.  20,  1937 — Vol.  22,  No.  16 

Fuel  Oil  Burners  for  Domestic  and  n 

Commercial  Use  . May  18,  1937-Vo  .  22,  No.  20 

Fuel  Oil  Fill  Pipe  Terminals . May  26.  1936— Vo  .  21,  No.  21 

Fuel  Oil  Burners  for  Industrial  Use.  Apr.  20,  1937 — Vol.  22,  No.  16 

Fuel  Oil  Pumps . Apr.  20,  1937 — Vol.  22,  No.  16 

Paint,  Varnish  and  Lacquer  Spray-  , 

ing  Equipment  . Nov.  26,  1935 — Vol.  20,  No.  48 

Range  Oil  Burners  and  Space  _T  on 

Heaters  . May  18,  1937— Vol.  22,  No.  20 


CALL  OF  CLERK’S  CALENDAR 
1  UESDAY,  JUNE  1,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

293-36-BZ 

APPLICANT — Lama  and  Proskauer,  for  Christina  Hin- 
den  and  Ferdinand  Nestlen,  owners. 
PREMISES— 344-346  Eldert  street,  southeast  comer  of 
Irving  avenue  (Block  No.  3419,  Lot  Nos.  31  and 
37),  Borough  of  Brooklyn. 


D.B 


Department  of  Buildings 


CALENDAR 


APPLICATION,  under  sections  7h  and  21  of  the  build¬ 
ing  zone  resolution. 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  parking-  of  more 
than  five  (5)  motor  vehicles. 

74-37-BZ 

APPLICANT— A.  J.  Simberg,  for  Benjamin  Lazaroff 
owner. 

PREMISES— 255  West  18th  street,  north  side,  100  ft  east 
of  8th  avenue  (Block  No.  768,  Lot  No.  7)  Bor¬ 
ough  of  Manhattan. 

APPLICATION,  under  sections  7a,  7c  and  21  of  the 
building  zone  resolution. 

TO  PERMIT  in  a  residence  use  district  the  extension  of 
an  existing,  business  use  and,  also,  the  omission 
of  the  required  rear  yard. 


JUNE  2,  1937,  10  A.  M. 

Building  Zone  Applications 

i  NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
on  the  building  zone  resolution,  Wednesday  morning ,  June 
2,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building 
on  the  following  matters: 

cal.  no.  92-37-BZ  Application,  March  8,  1937,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Goldwater  and  Flynn, 
applicants,  on  behalf  of  Municipal  Ser¬ 
vice  Real  Estate  Co.,  Inc.,  owner,  to 
permit  in  a  business  use  district  the 
parking  or  storage  of  more  than  five 
(5)  motor  vehicles;  premises  912  East 
172nd  street  and  1509-1519  Southern 
boulevard,  southwest  corner  (Block 
No.  2977,  Lot  No.  103),  Borough  of 
The  Bronx. 

_al.  no.  206-37-BZ — Application,  May  5,  1937,  under  sec¬ 
tion  7c  of  the  building  zone  resolu¬ 
tion  of  Harry  P.  Jaenike,  applicant,  on 
behalf  of  Emanuel  Ornstein,  owner, 
to  permit  the  extension,  from  a  busi¬ 
ness,  use  district  into  a  residence  use 
district,  of  a  proposed  business  build¬ 
ing;  premises  125-135  East  87th  street 
and  1294  Lexington  avenue,  north¬ 
west  corner  (Block  No.  1516,  Lot 
Nos.  13,  13^,  14,  15,  15y2  and  16), 
Borough  of  Manhattan. 

al.  no.  86-37-BZ — Application,  March  3,  1937,  under  sec¬ 
tions  7h  and  21  of  the  building  zone 
resolution,  of  Keystone  Parking  Sta¬ 
tion,  applicant,  on  behalf  of  John  A. 
Weser,  et  al,  owners,  to  permit  in  a 
retail  use  district  the  parking  or  stor¬ 
age  of  more  than  five  (5)  motor  vehi¬ 
cles ;  premises  146-148  West  31st  street, 
south  side,  200  ft.  6  in.  east  of  7th 
avenue  (Block  No.  806,  Lot  Nos.  68 
and  69),  Borough  of  Manhattan. 

\l.  no.  143 -37-BZ— Application,  March  24,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  John  Arthur  Rofrano,  appli¬ 
cant,  on  behalf  of  William  E.  Russell, 
trustee  under  declaration  of  trust, 
Series  C-2,  New  York  Title  and  Mort¬ 
gage  Company,  owner,  to  permit  in  a 
residence  use  district  the  extension  in 
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area  of  an  existing  store  in  the  first 
story  of  an  existing  multiple  dwelling; 
premises  1844-1848  Seventh  avenue  and 
200  West  1 12th  street,  southwest  corner 
(Block  No.  1827,  Lot  No.  36),  Borough 
of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  2,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

197- 37-A  South  side  of  Flatlands  avenue,  approximately 

200  ft.  east  of  Ralph  avenue  (Block  No. 
8012,  Lot  Nos.  1  and  300),  Borough  of 
-  Brooklyn. 

198- 37-A— West  side  of  Hendrix  street,  265  ft.  south  of 

the  center  line  of  Fairfield  avenue  (Block 
No.  4441,  Lot  No.  9),  Borough  of 
Brooklyn. 

199- 37-A— West  side  of  134th  street,  195  ft.  south  of 

150th  avenue  (Block  No.  2720,  Lot  No. 
24),  Jamaica,  Borough  of  Queens. 

142-37-A  582  ft.  west  of  the  foot  of  Mill  avenue  and  156 
ft.  south  of  Avenue  V  (Block  No.  8470, 
Lot  No.  1091),  Mill  Basin,  Borough  of 
Brooklyn  (National  Lead  Building). 

188- 37-A — 162-60  14th  avenue,  south  side,  190  ft.  west  of 

166th  street  (Block  No.  4595,  Lot  No.  29), 
Whitestone,  Borough  of  Queens. 

189- 37-A— 162-70  14th  avenue,  south  side,  100  ft.  west  of 

166th  street  (Block  No.  4595,  Lot  No.  25), 
Whitestone,  Borough  of  Queens. 

191-37-A — 152  West  34th  street,  south  side,  136  ft.  7  in 
east  of  7th  avenue  (Block  No.  809,  Lot 
No.  73),  Borough  of  Manhattan. 

195-37-A — 1059-1061  Manhattan  avenue,  west  side,  25  ft 
south  of  Eagle  street  (Block  No.  2504,  Lot 
No.  39),  Borough  of  Brooklyn. 

203-37-A — 2270  and  2320  12th  avenue,  west  side,  between 
St.  Clair  place  and  West  133rd  street 
(Block  No.  2004,  Lot  Nos.  8,  12  to  18,  37, 
40,  42,  65,  68,  71,  72,  /4  and  102),  Borough 
of  Manhattan. 

227-37-A— West  side  of  52nd  (Richey  street)  street,  500  ft. 

south  of  Grand  avenue,  southwest’  corner 
of  59th  street  (Frederick  street)  ;  Block 
No.  2319,  Lot  No.  6),  Maspeth,  Borough  of 
Queens. 

218- 37-A— 1354  Jefferson  avenue,  east  side,  100  ft.  south 

of  Knickerbocker  avenue  (Block  No.  3391, 
Lot  No.  26),  Borough  of  Brooklyn. 

232-37- A — 301-323  Oriental  boulevard,  north  side,  from 
Beaumont  street  to  Coleridge  street  ’(Block 
No.  7516R,  Lot  Nos.  1028,  1022  and  1018), 
Borough  of  Brooklyn. 

Variations  of  Labor  Law 

205-37-S — 1202-120 3  Metz  street,  north  side,  25  ft.  west  of 
Fleeman  avenue  (Block  No.  2024,  part  of 
Lot  No.  25),  Wallabout  Market,  Borough 
of  Brooklyn. 

219- 37-S — 13-19  New  Y6rk  avenue,  northeast  corner  of 

Herkimer  street  (Block  No.  1862,  Lot  No. 
1),  Borough  of  Brooklyn. 

Appliance  Submitted  for  Approval 

234-37-SA— Volcano  Automatic  Oil  Burner,  Models  D  H 
and  K. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 


CALENDAR 


of  the  building  zone  resolution,  Wednesday  af  ternoon,  June 
2,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matter : 

cal.  no.  39-3.7-BZ — Application,  January  30,  1937,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Cafiero  and  Lacer- 
enza,  applicants,  on  behalf  of  Margaret 
J.  Quinn,  Marguerite  E.  Quinn  and 
Bessie  Schwartz,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and 
also  the  inclusion  of  a  brake  testing 
service;  premises  2-8  Matthews  place, 
1-5  Slocum  place  and  619-641  Coney 
Island  avenue,  east  side,  between  Mat¬ 
thews  place  and  Slocum  place  (Block 
No.  5141,  Lot  Nos.  53  and  74),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  4,  1937,  10  A.  M. 

SPECIAL  MEETING 
Rules 

353-30-SR — Paint,  Varnish  and  Lacquer  Spraying  Rules, 
Proposed  Revision  of. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  7,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

212-36-BZ. 

APPLICANT — Joseph  Rossi,  for  Estate  of  John  E.  Miller, 
owner. 

PREMISES — 315-325  East  103rd  street,  north  side,  250  ft. 
west  of  1st  avenue  and  324-334  East  104th  street 
(Block  No.  1675,  part  of  Lot  No.  11),  Borough  of 
Manhattan. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

85-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Flatbush  Sav¬ 
ings  Bank,  owner. 

PREMISES— 2235-2247  Flatbush  avenue  and  1832-1850 
East  48th  street,  northeast  corner  (Block  No.  8487, 
Lot  Nos.  1,  3  and  5),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar  Feb¬ 
ruary  24,  1937), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  withdrawn). 

712-26-BZ. 

APPLICANT — Philip  H.  Reid,  owner. 

PREMISES — 2205-2211  Emmons  avenue,  north  side,  297 
ft.  in-  east  of  East  21st  street  (Kenmore  place)  ; 
(Block  No.  7496,  Lot  No.  193),  Borough  of  Brook¬ 
lyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  November  4,  1936), 

TO  PERMIT  partly  in  a  residence  use  district  and  partly 
in  a  business  use  district  the  maintenance  of  a 
gasoline  service  station,  previously  granted  by  the 
board  for  a  temporary  period  (time  limitation  has 
lapsed)  and,  also  the  further  use  of  the  plot  for 
battery  and  brake  service  shop  and  parking  of 
more  than  five  (5)  motor  vehicles. 


JUNE  8,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June 
8,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  318-36-BZ — Application,  October  28,  1936,  under 
sections  7e  and  21  of  the  building  zone 
resolution,  of  John  C.  Wandell  Co., 
applicant,  on  behalf  of  Eugene  J.  Mul- 
doon,  owner,  to  permit  in  a  business 
use  district  the  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  112-116  Newton 
street,  127  Bayard  street  and  442-464 
Manhattan  avenue,  east  side,  from 
Newton  street  to  Bayard  street  (Block 
No.  2719,  Lot  Nos.  1,  4  and  8),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  157-37-BZ — Application,  April  5,  1937,  under  sec¬ 
tions  7a,  7c  and  21  of  the  building  zone 
resolution,  of  Lewis,  Marks  and  Ran¬ 
ter,  applicants,  on  behalf  of  Brass 
Goods  Manufacturing  Co.,  owner,  to 
permit  in  a  residence  use  district  the 
erection  and  maintenance  of  an  exten¬ 
sion  to  an  existing  factory  building 
which  is  located  partly  in  a  residence 
use  district  and  partly  in  a  business 
use  district;  premises  335A  Eldert 
street,  north  side,  220  ft.  west  of  Irving 
avenue  (Block  No.  3413,  Lot  Nos.  41 
and  52),  Borough  of  Brooklyn. 

cal.  no.  211-37-BZ — Application,  May  10,  1937,  under  sec¬ 
tion  7b  of  the  building  zone  resolution, 
of  James  Whitford,  applicant,  on  be¬ 
half  of  Richmond  County  Savings 
Bank,  owner,  to  permit  the  extension, 
from  a  business  use  district  into  a 
residence  use  district,  of  an  existing 
business  building;  premises  1214  Cas- 
tleton  avenue,  southeast  corner  of  Tay¬ 
lor  street  (Block  No.  211,  Lot  No.  32), 
West  New  Brighton,  Borough  of 
Richmond. 

cal.  no.  315-36-BZ — Application,  October  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Annie  Grossarth, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  42-54 
Remsen  avenue,  southwest  corner  of 
East  51st  street  (Block  No.  4591,  Lot 
No.  10  and  part  of  Lot  No.  12),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman 


JUNE  8,  1937,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
8,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
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heard  and  on  which  decision  has  been  reserved  without 

further  argument,  pending  an  inspection  and  a  report  with 

recommendation  by  the  committee  of  the  board : 

cal.  no.  80-22-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Ordham  Real¬ 
ty  Corporation,  owner,  reopened  under 
new  proposal  December  15.  1936.  under 
sections  7 G  and  21  of  the  building 
zone  resolution,  to  permit  on  a  plot  of 
ground  located  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  conversion  of  occu¬ 
pancy  of  two  (2)  buildings  located 
thereon ;  the  easterly  buildino-  to  in¬ 
clude  a  garage  for  more  than  five  (5) 
motor  vehicles  and  the  westerly  build¬ 
ing  to  include  a  motor  vehicle  repair 
shop.  (There  is  an  existing  gasoline 
service  station  on  this  plot) ;  premises 
450-458  and  460-470  East  Fordham 
road,  south  side,  95  ft.  east  of  Third 
avenue  (Block  No.  3033,  part  of  Lot 
No.  60),  Borough  of  The  Bronx. 

cal.  no.  47-37-BZ — Application,  February  5,  1937,  under 
sections  7b  and  21  of  the  building  zone 
resolution,  of  Victor  Santini,  appli¬ 
cant,  on  behalf  of  Amelia  Murphy,  et 
ah,  owners,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  an  un¬ 
restricted  use  district  the  parking  of 
more,  than  five  (5)  motor  vehicles; 
premises  530-532  Bergen  avenue,  east 
side,  72.93  ft.  north  of  East  148th 
street  (Block  No.  2293,  Lot  Nos.  33 
and  34),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman . 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  14,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

6-37-BZ. 

APPLICANT — Albert  Edelman  (lessee),  for  Monahan 

j  Realty  Company,  owner. 

’REMISES — 601-611  Livonia  avenue,  northeast  corner  of 
Sheffield  avenue  (Block  No.  3805,  Lot  No.  1),  Bor- 

I  ough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

'O  PERMIT  in  a  business  use  district  the  parking  of  more 
than  five  (5)-  motor  vehicles. 

■7-37-BZ. 

APPLICANT — Frieda  Kaiser  (lessee),  for  George  Bauer, 
owner. 

PREMISES — 513-517  Ralph  avenue,  east  side,  25  ft.  south 
of  Park  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

'■PPLICAT  ION,  under  section  7h  of  the  building  zone 
resolution, 

O  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

.2-37-  BZ. 

APPLICANT — Tack  Wien  (lessee),  for  Mathilde  Lehman 

<  and  Nathan  I.  Slutsky,  owners. 

i  REMISES — 1064-1080  East  New  York  avenue,  south¬ 
east  corner  of  East  95th  street  (Block  No.  4598, 
Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 


APPLICATION,  under  sections  7h  and  21  of  the  building 
zone  resolution, 

lO  1  ERMIT  partly  in  a  business  use  district  and  partly 
m  a  residence  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 

83-37-BZ. 

APPLICANT— Harry  Tint  (lessee),  for  Sault  J.  Baron 
owner. 

I  REMISES  4202-4230  New  Utrecht  avenue,  entire  block 
10th  avenue  to  New  Utrecht  avenue,  between  42nd 
street  and  43rd  street  (Block  No.  5596,  Lot  No  1) 
borough  of  Brooklyn. 

All  LICATION,  under  section  7h  of  the  building  zone 
resolution, 

1  O  PERMIT  in  a  business  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 


JUNE  15,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
aids  and  Appeals  of  a  public  hearing  under  the  provisions 
the  building  zone  resolution,  Tuesday  morning ,  June  15 
1937,  at  10  o  clock,  in  Room  1013  Municipal  Building,  on 
the  following  matters: 


cal.  no.  40-37-BZ— Application,  February  3,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  A  Schnepper,  applicant, 
on  beha.lf  of  Annie  M.  Clark,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  158-26  to  158- 
32  Liberty  avenue  and  105-02  to  105-06 
159th  street,  southwest  corner  (Block 
No.  1118,  Lot  No.  26),  Jamaica,  Bor¬ 
ough  of  Queens. 

cal.  no.  224-37-BZ — Application,  May  15,  1937,  under  sec¬ 
tion  7c  of  the  building  zone  resolution, 
of  Milton  Dammann,  applicant,  on  be¬ 
half  of  American  Safety  Razor  Cor¬ 
poration,  owner,  to  permit  the  exten¬ 
sion,  from  an  unrestricted  use  district 
into  a  business  use  district,  of  a  pro¬ 
posed  factory  building;  premises  77-89 
Myrtle  avenue  and  78-80  Lawrence 
street,  northwest  corner  (Block  No. 
142  Lot  Nos.  1  to  9  inclusive  and  31 
to  39  inclusive),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  15,  1937,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
15,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  272-36-BZ — Application,  September  14,  1936,  un¬ 
der  sections  7h  and  21  of  the  building 
zone  resolution,  of  Goldschlag  and 
Kron,  applicants,  on  bahalf  of  Mayjay 
Realty  Corporation,  owner,  to  permit 
in  a  business  use  district  the  parking 
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of  more  than  five  (5)  motor  vehicles; 
premises  1-5  Second  avenue  and  98-112 
East  Houston  street,  northwest  corner 
(Block  No.  456,  Lot  No.  34),  Borough 
of  Manhattan. 

cal.  no.  75-37-BZ— Application.  February  25,  1937,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Leo  Sussman,  applicant 
and  lessee,  on  behalf  of  East  New 
York  Savings  Bank,  owner,  to  permit 
in  a  business  use  district  the  parking 
or  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  38-48  Livonia 
avenue,  southwest  corner  of  Barrett 
street  (Block  No.  3581,  Lot  Nos.  32 
and  33),  Borough  of  Brooklyn. 

CAL.  NO.  181-37-BZ— Application,  April  21,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Irving  M.  Fenichel,  applicant,  on  be¬ 
half  of  Sarah  Kargman  Estate,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  building 
to  be  used  as  a  blacksmith  shop  and, 
also,  as  a  dwelling;  premises  639-641 
Neptune  avenue,  northeast  corner  of 


Shell  road  (Block  No.  7269,  Lot  No. 
17),  Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  22,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  22, 
1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  374-36-BZ — Application,  December  12,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Peter  Wernsdorf,  appli¬ 
cant  and  lessee,  on  behalf  of  Elizabeth 
Bleser,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  80-05  Cypress  avenue,  south¬ 
east  corner  of  Cooper  avenue  (Block 
No.  3731,  Lot  No.  133),  Ridgewood, 
Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 

BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  MAY  25,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  May  18,  1937  and  the  minutes  of  the 
regular  meeting  of  the  board  held  on  Tuesday  afternoon, 
May  18,  1937,  were  approved  as  printed  in  Bulletin  No. 
21,  Vol.  XXII. 


BUILDING  ZONE  CASES 

47-37-BZ. 

APPLICANT — Victor  Santini,  for  Amelia  Murphy,  et  al., 
owners. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7b  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  phrtly  in  an  unrestricted  use 
district  the  parking  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 530-532  Bergen  avenue,  east 
side,  72.93  ft.  north  of  East  148th  street  (Block 
No.  2293,  Lot  Nos.  33  and  34),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant :  Victor  Santini  and  Lawrence  M. 
Rothman. 

For  Opposition :  James  R.  Gereghty,  Edward  L. 
Schwartz,  Phoebe  Goepferts  and  Fred  Oppen- 
heimer. 

ACTION  OF  BOARD— Laid  over  to  June  8,  1937,  at  2 
P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


272-36-BZ. 

APPLICANT — Goldschlag  and  Kron,  for  Mayjay  Realty 
Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 


of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  parking  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED— 1-5  Second  avenue  and  98-112 
East  Houston  street,  northwest  corner  (Block  No. 
456,  Lot  No.  34),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Charles  L.  Fleece,  Herman  Kron 
and  Evelyn  Austin. 

For  Opposition :  Arthur  Miller,  George  Sahlman, 
F.  B.  Newell  and  Frank  Lutz. 

ACTION  OF  BOARD — Laid  over  to  June  15,  1937  at  2 
P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


75-37-BZ. 

APPLICANT — Leo  Sussman  (Lessee),  for  East  New 
York  Savings  Bank,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  parking  or  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 38-48  Livonia  avenue,  south¬ 
west  corner  of  Barrett  street  (Block  No.  3581, 
Lot  Nos.  32  and  33),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Mildred  Satler,  Leo  Sussman  and 
Abraham  Brodsky. 

For  Opposition:  Jerome  N.  Wanshel,  Morris 
Chodosh,  Irving  Fine,  Ida  Mendels,  Nathan 
Ludwig,  Louis  Friedman  and  Bertha  Saltzman. 
ACTION  OF  BOARD— Laid  over  to  June  15,  1937  at  2 
P.M.  for  report  of  committee.  No  further  argu¬ 
ment. 


224-37-BZ. 

APPLICANT — Milton  Dammann,  for  American  Safety 
Razor  Corporation,  owner. 
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SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  /c  of  the  building  zone 
resolution,  to  permit  the  extension,  from  an"  unre¬ 
stricted  use  district  into  a  business  use  district  of 
a  proposed  factory  building. 

PREMISES  AFFECTED — 77-89  Myrtle  avenue  and  78-80 
Lawrence  street,  northwest  corner  (Block  No.  142, 
Lot  Los.  1  to  9  inclusive  and  31  to  39  inclusive) 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Maurice  Roche  and  Clarence  H 
Higginson. 

ACTION  Ob  BOARD — Calendar  call  waived  and  set  for 
hearing  June  15,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  Tune  3.  1937 

THE  VOTE  TO  WAIVE  CALENDAR  CALL—' 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  . ....  0 

Absent  . ’  ’ '  . .  q 


28-37-BZ. 

APPLICANT— A.  J.  Daidone,  for  David  Cotrone,  owner. 
|  oU.t5J rtL,  1  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building 
zone .  resolution,  to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use  district  the 
alteration  and  change  of  occupancy  of  part  of  an 
existing  building  from  residence  use  to  business 
use  (store). 

PREMISES  AFFECTED — 1813  64th  street,  north  side,  90 
ft.  10^2  in.  east  of  18th  avenue  (Block  No.  5540 
Lot  No.  73),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  A.  J.  Daidone  and  David  Cotrone. 
For  Opposition:  Philip  A.  Levin  and  lacob  A. 
Mittenthal. 

ACTION  OF  BOARD — Application  granted  on  condition. 
lriL  VOIL — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  .  q 

[THE  RESOLUTION— 

|  (28-37-BZ) 

j  Whereas,  A.  T.  Daidone,  for  David  Cotrone,  owner,  filed 
January  2d,  1937,  an  application  under  the  building  zone 
ieso.ution  to  permit  partly  in  a  business  use  district  and 
tartly  in  a  residence  use  district  the  alteration  and  change 
)f  occupancy  of  part  of  an  existing  building  from  resi¬ 
dence  use  to  business  use  (store);  premises:  1813  64th 
street  north  side,  90  ft.  10 in.  east  of  18th  avenue  (Block 
No  5540,  Lot  No.  73),  Borough  of  Brooklyn;  and 
f  Whereas,  a  public  hearing  was  held  on  this  application 


by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  May  25  1937,  after  due  notice  by  publication  in 
tie  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
•  U  hereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  64th  street  is  in  a  residence 
dlstnctJ  18th  avenue  is  in  a  business  use 
district  ^and63^  Street  1S  in  a  residence  and  business  use 

V  hereas,  the  decision  of  the  commissioner  of  buildings 
reads ^  ^anUary  21  ’  19d7’  re  Alt-  Application  No.  17969-36,’ 

1  IOP°sed  store  in  the  present  cellar  in  a  building 
situated  partly  in  a  business  use  and  partly  in  residcn- 

Resoffition”5  1S  COntrary  to  Art.  II,  Sect.  3  of  Zone 

and, 

Whereas  the  building  is  of  non-fireproof  construction 

s  ones  and  basement  in  height,  with  a  frontage  of  24  feet 
and  a  depth  of  50  feet  occupied  as  a  tenement,  3  families  • 
it  is  proposed  to  occupy  the  front  portion  of  the  basement 
tor  a  business  use;  and 

V  hereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board  in  order  to  be  in- 
tormed  prior  to  the  hearing ;  and 

Whereas,  the  board  deemed  that  the  provisions  of  section 
7  subdivision  b  of  the  building  zone  resolution,  under 
which  this  application  was  made,  empowered  the  board  to 
exercise  its  discretion  and  to  grant  this  application  under 
such  conditions  that  would  safeguard  the  character  of  the 
more  restricted  district. 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis- 
iiict  regulations  of  the  building  zone  resolution  and  that 
tie  application  be  and  it  hereby  is  granted  under  Section 
7 bp  permitting  the  basement  only  to  be  used  for  business 
pui  poses  as  proposed,  on  condition  that  only  the  front 
portion  of  the  basement  shall  be  so  used,  as  indicated  on 
Dans  filed  with  this  application,  and  that  no  alterations  to 
the  upper  stories  shall  be  made  to  change  the  residential 
condition  and  appearance;  that  there  shall  be  a  wall  con¬ 
structed  in  the  basement,  as  indicated,  of  terra  cotta  block 
with  a  fireproof  self-closing  door,  to  separate  the  portion 
to  be  used  for  business  purposes  from  the  balance  of  the 
basement  and  from  the  balance  of  the  building;  that  the 
reilmg  of  the  portion  herein  permitted  to  be  used  for 
business  purposes,  shall  be  covered  with  wire  lath  and 
plaster.-  that  no  signs  shall  be  permitted  on  the  front  of 
the  building  other  than  signs  painted  on  the  glass  of  the 
windows :  that  this  variance  shall  continue  only  so  long  as 
the  business  is  operated  by  the  present  owner  of  the  build¬ 
ing  that  m  all  other  respects,  other  than  as  permitted 
herein,  all  laws  and  regulations  relating  to  the  building 
shall  he  complied  with :  and  that  all  permits  shall  be 
obtained  within  three  (3)  months  from  the  date  of  this 
action. 


Adjourned,  1  :20  P.M. 


Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
tiled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  conveni- 
nce  in  notifying  property  owners,  they  may  obtain  such 


copies  at  the  office  of  the  Board  of  Standards  and  Appeals, 
Room  1018,  Municipal  Building,  Manhattan,  at  three  cents 
each — postage  to  be  added  if  the  forms  are  forwarded  bv 
mail. 


BUILDING  CODE  ON  SALE 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis- 
ibution  Division  of  the  City  Record  Office,  Room  2213, 
lunicipal  Building.  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office.  Room  2213, 
Municipal  Building,  Manhattan.  P-ice  3fic ;  by  mail  35r 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  MAY  25,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

181-37-BZ. 

APPLICANT — Irving  M.  Fenichel  for  Sarah  Kargman 
Estate,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings),  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  building  to  be 
used  as  a  blacksmith  shop  and  also  as  a  dwelling. 

PREMISES  AFFECTED — 639-641  Neptune  avenue, 
northeast  corner  of  Shell  road  (Block  7269,  Lot 
17,  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Irving  M.  Fenichel. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  June  15,  1937,  at  2  P.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  lune  3,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 


798-28-BZ. 

APPLICANT — Francis  X.  Walsh,  for  Joseph  A.  Walsh, 
owner. 

SUBJECT- — Request  for  consideration — reopening  under 
new  facts  re  (decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  business  building 
(stores),  (previously  denied). 

PREMISES  AFFECTED— 647-649  West  207th  street, 
north  side,  50  ft.  east  of  Seaman  avenue  (Block 
No.  2242,  Lot  No.  33),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Francis  X.  Walsh. 

ACTION  OF  BOARD — Request  to  reopen,  denied. 

THE  VOTE  TO  REOPEN— 

Affirmative  .  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  ....  0 

THE  RESOLUTION— 

(798-28-BZ) 

Whereas,  Francis  X.  Walsh  on  behalf  of  Joseph  A. 
Walsh,  owner  requested  a  reopening  of  this  application 
affecting  premises  647-649  West  207th  street,  north  side, 
50  ft.  east  of  Seaman  avenue  (former  number  649-651)  ; 
(Block  No.  2242,  Lot  No.  33),  Borough  of  Manhattan;  and 

Whereas,  the  board  deemed  that  no  substantial  new 
facts  were  offered  to  justify  the  board  in  granting  a  re¬ 
opening  of  the  case. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 


541-32-BZ. 

APPLICANT — Robert  C.  Weissmantel,  lessee. 

SUBJECT — Request  for  consideration — reopening  and  ex¬ 
tension  of  time — re  Application  (decision  of  the 
superintendent  of  buildings)  under  section  21  of 


the  building  zone  resolution,  permitting  in  a  resi¬ 
dence  use  district  the  change  of  occupancy  of  an 
existing  building  to  a  salesroom,  motor  vehicle 
repair  shop  and  service  station. 

PREMISES  AFFECTED — East  side  of  130th  street,  330 
ft.  south  of  Jamaica  avenue  (Block  No.  234,  Lot 
No.  79),  Richmond  Hill,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Robert  C.  Weissmantel. 

ACTION  OF  BOARD — Request  to  reopen,  withdrawn. 
THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE¬ 
OPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(541-32-BZ) 

Whereas,  this  application  affecting  premises  east  side  of 
130th  street,  330  ft.  south  of  Jamaica  avenue  (Block  No. 
234,  Lot  No.  79),  Richmond  Hill,  Borough  of  Queens,  was 
granted  by  the  board  March  3,  1933,  under  certain  condi¬ 
tions  and  time  to  complete  work  extended  from  time  to 
time  and  request  is  made  for  further  extension;  and 

Whereas,  the  board  deemed  that  no  further  extension 
of  time  should  be  granted  to  carry  out  the  conditions  im¬ 
posed  in  connection  with  the  zoning  variance. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
withdrawn. 


385-36-BZ. 

APPLICANT — Frank  A.  Sweeney,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
extension  of  an  existing  gasoline  service  station. 
PREMISES  AFFECTED — 547  (525  old  number)  Forest 
avenue,  north  side,  70.37  ft.  east  of  Davis  avenue 
(Block  No.  148,  Lot  No.  29),  West  Brighton,  Bor¬ 
ough  of  Richmond. 

APPEARANCES— 

For  Applicant:  Frank  A.  Sweeney. 

For  Opposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(385-36-BZ) 

Whereas,  Frank  A.  Sweeney,  owner,  filed  December  28, 
1936,  an  application  under  the  building  zone  resolution  to 
permit  in  a  business  use  district  the  extension  of  an  exist¬ 
ing  gasoline  service  station:  Premises:  547  (525  old  num¬ 
ber)  Forest  avenue,  north  side,  70.37  ft.  east  of  Davis  ave¬ 
nue  (Block  No.  148,  Lot  No.  29),  West  Brighton,  Borough 
of  Richmond ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  May  25,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Forest  avenue  is  in  a  busi¬ 
ness  use  district ;  Davis  avenue  is  in  a  residence  and  busi¬ 
ness  use  district;  Lawrence  avenue  is  in  a  residence  and 
business  use  district ;  Mada  avenue  is  in  a  residence  and 
business  use  district  and  Delafield  avenue  is  in  a  residence 
use  district ;  and 
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W  hereas,  the  decision  of  the  commissioner  of  buildings 
rendered  December  21,  1936,  re  N.B.  507-1936,  reads: 

1  he  plans  filed  by  you  for  a  building  to  be  used  in 
connection  with  existing  gas  station  at  547  Forest 
avenue  are  disapproved  because  it  is  located  in  a  busi¬ 
ness  use  district.” 

and, 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
ing  a  frontage  of  117.3  ft.  and  a  depth  of  83.7  ft.  Upon 
the  plot  there  is  located  a  legal  gas  station  having  a  front¬ 
age  of  48  ft.  on  Forest  avenue.  Upon  said  legal  gas  sta¬ 
tion  portion  there  is  located  a  frame  structure  (17  ft  6 
in.  by  30  ft.  in  area)  which  is  to  be  demolished.  Proposes 
to  erect  upon  the  premises  in  question  a  one-story  brick 
structure  72  ft.  by  28  ft.  in  area,  to  be  used  as  lubritorium 
and  auto  laundry.  Proposes  to  install  three  additional 
\  pumps  and  three  additional  550-gallon  tanks.  Proposes  to 
use  the  entire  premises  as  a  gasoline  service  station;  and 

Whereas,  the  premises  in  question  was  the  subject  of 
an  inspection  by  a  committee  of  the  board,  in  order  to  be 
informed  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  the  provisions  of  Sec- 
hon  7,  Subdivision  c  of  the  building  zone  resolution,  under 
which  this  application  was  made,  empowered  the  board  to 
|  exercise  its  discretion  and  to  grant  this  application  under 
such  conditions  that  would  safeguard  the  character  of  the 
more  restricted  district. 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution,  and 
that  the  application  be  and  it  hereby  is  granted  under  Sec¬ 
tion  7c,  permitting  the  premises  as  extended,  with  a  total 
frontage  on  Forest  avenue  of  117.29  ft.,  as  indicated  on 
plans  filed  marked  “received  February  8,  1937,”  to  be  con- 
tinued  and  used  as  a  gasoline  selling  station,  on  condition 
that  the  plot  shall  not  exceed  in  depth  84  ft.  on  the  east- 

kuj-  lme  anT9?  ft-  on  the  westerly  lot  line;  that  the 
buildings  now  existing  on  the  premises  shall  be  removed  • 
that  the  accessory  building  shall  be  located  at  least  55  ft! 
back  from  the  street  line  of  Forest  avenue,  as  indicated  on 
revised  plans  filed  marked  “received  May  24,  1937” ;  that 
the  accessory  building  shall  not  exceed  one-story  in  height 
and  shall  be  arranged  for  car  washing  room,  lubricating 
room,  office  and  accessory  stores,  as  indicated  on  revised 
plans  and  shall  be  constructed  of  fireproof  materials  ex¬ 
cept  that  the  roof  beams,  roof  boarding,  window  frames 
and  ,sa,  ’  door  frames  and  doors  may  be  of  wood,  pro- 
vided  the  ceiling  throughout  is  fire-retarded  in  accordance 
e  ru]e?  °f  the  Board  of  Standards  and  Appeals 
and  the  roof  is  weather  surfaced  with  non-flammable  ma¬ 
terial  and  the  boiler  room  is  enclosed  in  fireproof  material 
and  enterable  only  from  the  exterior  of  the  building;  that 
the  design  of  this  accessory  building  shall  be  in  accordance 
with  the  front  elevation  drawing  filed  and  shall  be  con¬ 
structed  on  all  sides  of  Colonial  red  face  brick  with  stone 
or  stained  brick  trimmings  with  natural  cement  or  white 
mortar  joints  and  trim  painted  and  maintained  cream  col¬ 
ored  ;  that  the  portion  of  the  plot  to  the  north  of  the  ac¬ 
cessory  building  shall  be  cement  paved  or  paved  with  Col- 
provia  or  blue  stone  properly  bound  and  rolled  except  for 
.areas  tor  planting,  as  indicated  on  revised  plans,  along  the 
side  lot  lines  and  in  the  center  along  the  street  line  of 
h°re,s£  avenue-  which  areas  shall  be  planted  with  suitable 
ishrubbery  and  other  plant  material  and  maintained  at  all 
imes ,  that  these  areas  shall  be  protected  with  concrete 
curbing;  that  gasoline  pumps  shall  be  erected,  as  indicated 
an  revised  plans  filed  marked  “received  May  24  1937” 
no  pumps  to  be  erected  nearer  than  20  ft.  from  the  street 
auilding  hne  of  Forest  avenue,  these  pumps  to  be  erected 
ind  spaced,  as  indicated  on  this  plan,  in  three  islands ;  that 
ere  shall  be  not  more  than  two  entrances  to  the  premises, 
one  on  either  side  of  the  center  planted  island  at  the  street 
me;  that  advertising  shall  be  restricted  to  the  illuminated 
?  obes  of  the  pumps  and  to  permanent  flat  signs  attached 
°,“' e. °f  ^e  accessory  building  and  to  a  post  stand¬ 
ard  within  the  building  line  near  the  center  of  the  prop¬ 


erty  lor  supporting  a  sign  advertising  only  the  brand  of 
gasoline  on  sale  and  permitting  the  sign  to  extend  beyond 
the  building  hne  for  a  distance  of  not  more  than  5  ft., 
excluding  all  temporary  signs  and  roof  signs;  that  the  bal¬ 
ance  of  the  premises  where  not  paved  as  hereinbefore  pro- 
i  n  uSha  I  covered  with  cracked  blue  stone;  that  there 
shall  be  erected  on  the  interior  side  lot  lines  a  substantial 
woven  wire  or  painted  wood  picket  fence,  the  fence  to  be 
continued  from  the  front  of  the  accessory  building  to  either 
side  of  the  lot  line  with  a  gate  on  either  side;  that  addi¬ 
tional  planting  shall  be  maintained  at  the  corners  and 
toward  the  center  of  the  accessory  building  at  the  front- 
that  as  to  any  additional  installation  of  tanks,  all  material 
used  shall  be  new  material ;  that  no  portable  gasoline  tanks 
shall  be  used  on  or  from  the  premises;  that  no  repairing 
or  cars  shall  be  carried  on  and  no  parking  of  cars  other 
than  those  being  serviced;  that  all  permits  shall  be  ob¬ 
tained  and  all  work  completed  within  one  year  from  the 
date  of  this  action. 

401-31-BZ. 

PLIC  ANT  Lama  and  Proskauer,  for  Apperson  Realty 
Corporation,  owner. 

SUBJECT— Application  reopened  April  27,  1937  for  con¬ 
sideration  as  to  extension  of  time  (re  decision  of 
the  commissioner  of  buildings)  re  Application, 
granted  on  condition,  under  section  21  of  the  build¬ 
ing  zone  resolution,  permitting  in  a  business  use 
district  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 1-19  Fifth  avenue,  622-628 
Atlantic  avenue  and  623-627  Pacific  street  (Block 

APPEARANCES^*  N°‘  ^  B°rOUgh  of  Brookl-vn- 

For  Applicant:  Martin  F.  Huberth,  Francis  Shea 
and  David  Neuwirth. 

For  Opposition :  None. 

ACTION  OF  BOARD — Resolution  amended. 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  q 

Absent  .  "  ”  ’  q 

THE  RESOLUTION— 

(401-31-BZ) 

Whereas,  this  application  affecting  premises  1-19  Fifth 
avenue,  622-628  Atlantic  avenue,  and  623-627  Pacific  street 
(Block  No.  1119,  Lot  No.  1),  Borough  of  Brooklyn,  to  per¬ 
mit  in  a  business  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station  was  granted  by  the  board  De¬ 
cember  18,  1931,  on  certain  conditions,  amended  October 
31,  1933  and  Afay  8,  1934  and  July  2,  1935  and  owner 
requests  an  extension  of  the  time  limit;  and 
Whereas,  this  case  was  reopened  by  vote  of  the  board 
April  27,  1937 ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals  at  its  regular  meet¬ 
ing  Alay  25,  1937;  after  due  notice  by  publication  in  the 
bulletin  of  the  Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Decem¬ 
ber  18,  1931,  as  amended  October  31,  1933,  and  July  2,  1935, 
only  so  far  as  it  has  reference  to  the  period  of  time  so  that 
as  amended  it  will  read : 

“.  .  .  that  the  time  for  obtaining  permits  and  comple¬ 
tion  of  work  shall  be  extended  for  a  period  of  two 
years  from  the  date  of  this  resolution  and  during  this 
interval,  two  (2)  550-gallon  gasoline  tanks  may  be  in¬ 
stalled  and  two  pumps  may  be  maintained,  located  where 
indicated  on  plans  filed  and  marked  ‘received  Septem¬ 
ber  28,  1933,’  not  nearer  than  15  feet,  however,  to  the 
existing  lunch  wagon,  on  condition  that  no  gasoline 
shall  be  sold  other  than  to  cars  parked  on  the  premises 
under  appeal,  for  which  this  variance  was  granted, 
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namely,  plot  80  feet  by  100  feet  at  corner  formed  by 
intersection  of  Fifth  avenue  and  Atlantic  avenue;  that 
a  permit  for  transient  parking  shall  be  duly  obtained 
and  that  the  only  entrance  to  the  plot  under  appeal  shall 
be  from  Atlantic  avenue  by  means  of  an  existing  curb 
cut,  approximately  14  feet  in  width.” 


352-29-BZ. 

APPLICANT — Leo  Pincus,  for  Rose  Chizner  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a  ga¬ 
rage  for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 212-220  East  98th  street,  south¬ 
west  corner  of  Kings  Highway  (Block  No.  4633, 
Lot  No.  34),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Jack  Chesner  and  Meyer  Chizner. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  . 0 

THE  RESOLUTION— 

(352-29-BZ) 


Whereas,  this  application  affecting  premises  212-220  East 
98th  street,  southwest  corner  of  Kings  highway  (Block 
No.  4633,  Lot  No.  34),  Borough  of  Brooklyn,  to  permit  in 
a  business  use  district  the  erection  and  maintenance  of  a 
garage  for  more  than  five  motor  vehicles  and  a  gasoline 
service  station,  was  granted  by  the  board,  June  30,  1936  on 
certain  conditions  and  owner  requested  an  amendment  of 
the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  June  30, 
1936,  only  so  far  as  it  refers  to  cellar  space  for  boiler 
room,  so  that  as  amended  the  resolution  shall  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  21  to  permit  the  premises  under  appeal  to 
be  used  in  part  as  a  public  garage  on  condition  that 
the  building  shall  not  exceed  one  story  in  height  and 
shall  be  constructed  of  fireproof  materials,  except  that 
the  roof  framing  and  boarding  may  be  of  wood  pro¬ 
vided  the  ceiling  throughout  is  fire  retarded  in  accord¬ 
ance  with  the  Rules  of  the  Board  of  Standards  and 
Appeals  and  weather  surfaced  with  non-inflammable 
material  and  permitting  the  exterior  doors  on  East  98th 
street  to  the  garage  to  be  of  wood,  provided  the  ex¬ 
terior  windows  facing  East  98th  street  are  of  metal 
frames  and  sash,  which  may  be  glazed  with  plain  plate 
glass ;  that  the  rear  exit  door  shall  be  fireproof  ;  that  the 
front  of  building  facing  East  98th  street  and  Kings  high¬ 
way  shall  be  constructed  of  face  brick  with  terra  cotta 
or  stone  trimmings ;  that  the  only  excavation  under  the 
garage  shall  be  a  space  under  the  proposed  store  as 
shown  on  the  southeasterly  corner  of  proposed  building, 
which  cellar  space  shall  be  separated  from  the  balance 
of  the  building  by  fireproof  construction  and  enterable 
only  from  the  exterior  of  building ;  that  any  heating 


system  for  heating  the  building  shall  be  located  in  such 
cellar  space;  that  there  shall  be  constructed  on  the  rear 
lot  lines  at  the  rear,  except  where  shown,  a  brick  wall 
not  less  than  6  feet  in  height  and  that  this  rear  area 
shall  be  paved ;  that  there  shall  be  no  lot  line  windows 
in  any  of  the  interior  lot  line  walls  opening  on  the 
adjacent  property;  that  skjdights  shall  be  not  nearer 
than  20  feet  to  any  side  lot  line  wall ;  that  all  skylights 
shall  be  of  metal  frame  glazed  with  thin  glass  with 
heavy  mesh  screens  over  and  under ;  that  the  portion 
of  the  building  facing  on  Kings  highway  shall  be  com¬ 
pletely  separated  from  the  garage  by  8-inch  brick  un¬ 
pierced  walls  and  used  for  a  conforming  use,  in  no 
way  connected  with  the  operation  of  the  garage ;  that 
there  may  be  installed  within  the  garage  two  tanks  for 
the  storage  of  gasoline,  installed  in  accordance  with  the 
requirements  therefor,  each  tank  to  contain  not  more 
than  550-gallons  with  two  gasoline  pumps,  one  for 
each  tank ;  that  the  gasoline  storage  shall  be  exclusively 
for  servicing  cars  stored  within  the  garage  and  no 
gasoline  shall  be  sold  to  passing  automobilists ;  that 
there  shall  be  no  portable  gasoline  pumps  used  on  or 
from  the  premises ;  that  curb  cuts  to  permit  entrance 
to  garage  shall  be  limited  to  two  (2)  on  East  98th 
street,  opposite  the  garage  entrances  shown ;  that  such 
curb  cuts  shall  not  exceed  15  feet  in  width  each;  that 
there  shall  be  no  signs  erected  on  the  roof  of  this 
building  or  on  any  of  the  interior  side  lot  line  walls ; 
that  signs  advertising  the  non-conforming  garage  use 
shall  be  limited  exclusively  to  lettering  painted  on  or 
attached  to  the  front  windows,  excluding  any  sign 
overhanging  the  building  line  of  East  98th  street  or 
Kings  highway;  that  there  shall  be  no  automobile  re¬ 
pairing  carried. on  in  the  premises;  and  that  all  permits 
shall  be  obtained  and  all  work  completed  within  one 
year  from  the  date  of  this  action.” 


281-36-BZ. 

APPLICANT— Thomas  W.  Lamb,  Inc.,  for  Enfants  Real 
Estate  Corporation,  owner. 

SUBJECT  —  Application  for  consideration — reopening, 
amendment  of  resolution  and  approval  of  plans — 
re  Application  (decision  of  the  commissioner  of 
buildings)  under  section  7c  of  the  building  zone 
resolution,  permitting  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  al¬ 
teration  of  an  existing  business  building  so  as  to 
include  3,  theatre 

PREMISES  AFFECTED— 1146-1148  Madison  avenue  and 
26-28  East  85th  street,  southwest  corner  (Block 
No.  1496,  Lot  No.  60),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  H.  J.  Williams  and  J.  J.  McNa¬ 
mara. 

ACTION  OF  BOARD — Application  reopened,  resolution 
amended  and  plans  approved. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION  AND  AP¬ 
PROVE  PLANS— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(281-36-BZ) 

Whereas,  this  application  affecting  premises  1146-1148 
Madison  avenue  and  26-28  East  85th  street,  southwest  cor¬ 
ner  (Block  No.  1496,  Lot  No.  60),  Borough  of  Manhattan, 
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was  granted  by  the  board  November  4,  1936  subject  to  con¬ 
ditions  to  be  imposed  when  complete  working  drawings 
were  filed;  and  5 

Whereas,  under  date  of  November  18,  1936,  applicant 
filed  complete  working  drawings  and  the  resolution  was 
amended  November  24,  1936;  and 

Whereas,  the  applicant  filed  new  plans  for  approval: 

Resolved,  that  the  resolution  adopted  by  the  board  on 
November  4,  1936,  be  and  it  hereby  is  amended  so  that 
as  amended  the  resolution  will  read: 

Granted  under  section  7-c  of  the  building  zone  reso¬ 
lution,  permitting  the  premises  under  appeal  within  the 
residence  district  to  be  occupied  as  a  portion  of  the 
proposed  theatre  building,  on  condition  that  the  theatre 
building  shall  be  constructed  as  indicated  on  plans 
marked  Received  May  13,  1937” ;  that  there  shall 
be  no  signs  erected  on  the  roof  and  no  illuminated 
signs  erected  on  the  East  85th  street  facade ;  that  such 
signs  as  are  erected  on  the  East  85th  street  facade 
shall  be  confined  to  signs  attached  directly  to  the  wall 

a“  a?  sh°T  °.n  plans  marked  “Received  May  13,’ 
193/  and  that  illuminated  signs  on  the  Madison  ave¬ 
nue  facade  shall  not  exceed  in  number  and  area  the 
signs  as  are  indicated  on  such  plans  nor  project  more 
than  2  ft  beyond  the  building  line;  that  all  require¬ 
ments  of  the  Multiple  Dwelling  Law  shall  be  complied 
with  as  to  any  encroachment  on  existing  rear  yard  or 
courts  of  the  adjoining  multiple  dwelling;  that  the 
building  shall  not  exceed  in  height  the  height  indi¬ 
cated  on  plans;  that  the  requirement  for  a  rear  yard 
is  waived  provided  the  building  does  not  exceed  a 
height  ot  34  ft.  above  the  curb  to  the  top  of  the  para¬ 
pet  at  such  required  rear  yard;  that  the  auditorium 
portion  of  the  building  shall  be  constructed  of  fire¬ 
proof  materia]  throughout  and  the  lobby  shall  be  sepa- 
iated  from  the  balance  of  the  building  with  fireproof 
walls  and  fireproof  or  fire-retarded  ceilings;  that  no 
windows  or  other  openings  shall  be  constructed  on 
the  westerly  or  southerly  interior  lot  line  nor  into 
the  open  court  of  the  multiple  dwelling  to  the  east; 
that  any  ventilating  system  installed  for  general  air 
conditioning  in  the  theatre  shall  be  installed  on  a  por- 
tion  of  the  roof  within  the  business  use  district;  that 
this  theatre  shall  be  exclusively  for  “Trans-Lux”  mo- 

io-?n7„plCtUruS :  uthat  plans  marked  “Received  May  13, 
193/  are  hereby  approved  only  for  arrangement  and 
design,  waiving  no  requirements  of  laws  and  ordi¬ 
nances  applicable,  subject,  however,  to  conditions  here¬ 
in  imposed  ;  that  all  permits  shall  be  obtained  and  all 
work  completed  within  one  year  from  the  date  of  this 
amended  resolution. 


352-32-BZ. 

APPLICANT — Max  Goldman,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
extension  of  permit — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  7f 
of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED— 3305-3311  Boston  road  and 
It  2  ,~ast  211th  street,  southwest  corner  (Block 

appearances-1  Nos'  62"65)’  Borough  o£  The  Bronx- 

a /--™^03^pplicant :  David  S.  Lang. 

TION  OF  BOARD — Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
er;3  Ravage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative  . ’ .  q 

Absent  . 0 


THE  VOTE  TO  EXTEND  PERMIT— 

Affi-atls-  Chairman  Murdock,  Commission- 

Walsh VagC  and  B  Um  and  Assistant  Chief 

Negative  . !!!!... .  n 

Absent  .  .  d 

THE  RESOLUTION— 

(352-32-BZ) 

Boston1 Toad  and  3305-3311 

(Block  No  470S  T  m  street,  southwest  corner 

to  permi,  under  'sec°,L^  a 

glamed  by  tkXoZT  °f  ?  gaSoli"e  Z 

Januarv  20  i<m  °l  a  temporary  period  of  two  years 
W  y  1933’  °n  CCrtain  conditions;  and 

tenflin^fu s,  this  resolution  was  amended  May  28  1935  ex- 

WO  yelr andTrary  Varian“  f0r  2,1  period  if 

}  s  and  the  owner  now  requests  a  further  extension. 

hprph ' °Ved{  that  th<r  Board  of  Standards  and  Appeals  does 

Ih11’6  apPfcat“>"  the  use  d“ 
if  I  T  he  building  zone  resolution  and  amends 

1935  granting  °th  danu1ary  ,20’  1933,  as  amended  May  28, 
Ffn,gdf!g  the  appll.catlon  under  section  7,  subdivision 
A  .  emPorary  period  of  two  years  from  the  date  of 
is  action,  on  condition  that  all  pumps  shall  be  set  back 

feast  °f  ^  sSeetft 

buildmg  shalj  be  limited  to  one  story  in ’height  and  located 

ndStS"Lrbeh0Wf  0,1  ,Pla"Sfiled  ‘Ws  ippSn 

^ j  •  b  enlarged  or  increased  in  height-  that 
,  ,  c v e slgTs  shall  be  restricted  to  the  illuminated 
Jobes  of  the  gasoline  pumps,  to  a  flat  wall  sign  erected  on 

*  Jed  'within  erhafhSS?7  burding  a"d  t0  a  P°st  standard 
erected  within  the  building  line  near  the  intersection  of 

Boston  road  and  211th  street  to  carry  an  illuminated  sign 

advertising  only  the  brand  of  gasoline  sold,  and  permitting 

5  t  Tec  udinTT  ^  bU>Wing  Hne  SI 

eet,  precluding  all  roof  signs  and  all  other  signs  of  a 

us?dPOornaXnUoUmihehat  ^  Pt°rtabiIe  gaSoline  pumps  shall  be 
used  on  or  from  the  property;  that  there  shall  be  no  ooen 

excavation  under  the  accessory  building  except  pits  for 

greasing  racks  and  no  open  flame  of  any  kind  permitted  on 

WleTXUjJ;  ;herevfa11  •*.  P°  grSse  pS  in- 
.tailed,  that  no  automobile  repairing  shall  be  carried  on 

tha  t  ^11  parklng  of  cars  ,other  than  those  being  serviced  • 

L  PefmitS  t?qU!red  sba11  be  obtained  within  thfrty 
(30)  days  from  the  date  of  this  amended  resolution 


889-24-BZ. 

APPLICANT— Lauritz  Lauritzen,  for  D.  &  B.  Auto  Paint- 
ing  Lo.,  owners. 

SL  EJECT— Application  for  consideration— reopening  and 
amendment— re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  sections  7a,  7c  and 
21  of  the  building.  zone  resolution,  to  permit  in  a 
residence  use  district  the  extension  of  an  existing 

PR  ■pu'T??mr^rvtbai  n  five  ^  m°tor  vehicles. 

PREMISES  AFFECTEp-103-111  Underhill  avenue,  east 

mh’  °iT  *  *  south  of  St.  Marks  avenue 

lyn  °Ck  ^°‘  Bot  ^°'  Borough  of  Brook- 

APPEARANCES— 

Ar'mT/wT^0^T^?,pA1^ant:  Bauritz  Lauritzen. 

/  C  TION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er;3  Savage  and  Blum  and  Assistant  Chief 

Walsh .  a 

Negative  . . . . . . .  n 

Absent  . ’ '  . . .  q 
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THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(889-24-BZ) 

Whereas,  this  application  to  permit  the  extension  wholly 
within  an  unrestricted  district  of  a  building  partly  in  a 
residence  use  district  and  the  occupancy  of  the  entire  struc¬ 
ture  as  a  garage  for  more  than  five  motor  vehicle  prem¬ 
ises  103-111  Underhill  avenue,  east  side,  103  ft.  11  J4  in. 
south  on  St.  Marks  avenue  (Block  No.  1153,  Lot  No.  5), 
Borough  of  Brooklyn,  was  granted  by  the  board,  December 
2,  1924,  on  certain  conditions,  amended  May  21,  1927,  De¬ 
cember  3,  1929  and  October  21,  1930  and  owner  through  his 
architect  requested  a  reopening  of  the  case  and  an  amend¬ 
ment  of  the  resolution  to  permit  a  further  extension  of 
the  garage ;  and 

Whereas,  this  application  for  further  extensions  was 
granted  March  2,  1937  on  certain  conditions  and  the  archi¬ 
tect  requests  an  amendment  of  the  resolution  and  a  modi¬ 
fication  of  the  conditions  as  to  the  existing  portion  of 
structure. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  which  was  amended  bv  the  board 
on  March  2,  1937  as  to  consrtuction  of  building  so  that 
the  resolution  shall  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
under  section  7-c,  on  condition  that  the  dimensions  of 
extension  as  originally  proposed  be  restricted  to  those 
indicated  on  the  plans  originally  filed  in  this  case; 
that  the  rear  wall  in  the  first  story  shall  be  unpierced 
throughout  its  entire  height  and  length,  with  the  ex¬ 
ception  of  one  self-closing  fireproof  door  not  exceed¬ 
ing  3  ft.  8  in.  in  width ;  that  the  rear  wall,  second 
story,  shall  be  set  back  10  ft.  from  rear  lot  line,  except 
elevator  shaft  enclosure;  that  in  the  event  that  tbe 
owner  desires  to  extend  the  existing  garage  south¬ 
erly  by  the  addition  of  existing  two-story  building 
under  the  same  ownership,  such  extensions  may  be 
permitted  on  condition  that  the  building  shall  be  of 
fireproof  construction  and  shall  meet  all  the  require¬ 
ments  of  garage  occupancy  except  that  the  roof  beams 
and  roof  boarding  may  be  of  wood,  provided  the  ceil¬ 
ing  under  same  is  fire-retarded  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals;  that 
the  floor  construction  of  the  front  portion  of  the 
existing  building  to  which  this  proposed  extension  is  to 
be  an  addition  may  be  continued  of  non-fireproof  con¬ 
struction  provided  the  ceiling  beneath  is  fire  retarded 
with  plaster  board  and  sheet  metal  and  the  floor  above 
surfaced  with  concrete;  that  no  portion  of  the  garage 
shall  be  used  for  auto  painting;  that  all  windows  along 
southerly  lot  line  shall  either  be  bricked  up  with  ma¬ 
sonry  equivalent  to  the  wall  or  be  provided  with  steel 
frames  and  sash,  glazed  with  wire  glass  and  made 
fixed  and  unopenable.  both  on  the  first  and  second 
floors ;  that  there  shall  be  no  garage  opening  from  this 
additional  portion  of  the  garage  to  Underhill  avenue ; 
and  that  all  permits  shall  be  obtained  and  all  work  shall 
be  completed  within  one  year  from  the  date  of  this 
amended  resolution.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

197-37-A. 

APPLICANT — William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 


SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— South  side  of  Flatlands  ave¬ 
nue,  approximately  200  ft.  east  of  Ralph  avenue 
(Block  No.  8012,  Lot  Nos.  1  and  300),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Walter  D.  Binger,  Nathan  I.  Kass, 
W.  Donaldson,  R.  H.  Gould  Baldwin,  J.  H. 
Ferris,  H.  S.  Hutton,  and  Alan  M.  E.  John¬ 
ston. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Laid  over  to  June  2,  1937,  at  2 
P.M. 


198-37-A. 

APPLICANT — William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— West  side  of  Hendrix  street, 

265  ft.  south  of  the  center  line  of  Fairfield  avenue 
(Block  No.  4441,  Lot  No.  9),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  Walter  D.  Binger,  Nathan  I.  Kass, 

W.  Donaldson,  R.  H.  Gould  Baldwin,  J.  H. 
Ferris,  H.  S.  Hutton,  and  Alan  M.  E.  John¬ 
ston.  ; 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Laid  over  to  June  2,  1937,  at  2 
P.M. 


199-37-A. 

APPLICANT— William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— West  side  of  134th  street,  195 
ft.  south  of  150th  avenue  (Block  No.  2720,  Lot 
No.  24),  Tamaica,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Walter  D.  Binger,  Nathan  I.  Kass, 
W.  Donaldson,  R.  H.  Gould  Baldwin,  J.  H. 
Ferris,  H.  S.  Hutton,  and  Alan  M.  E.  John¬ 
ston. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Laid  over  to  June  2,  1937,  at  2 
P.M. 


161-37-A.  'M 

APPLICANT — Tobias  Goldstone,  for  Mary  Rosen,  owner. 
SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 34-38  Beaver  street,  north  side, 
320  ft.  10j4  in.  east  of  Flushing  avenue  (Block 
No.  3.137,  Lot  No.  38),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Tobias  Goldstone. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(161-37-A) 

Whereas,  Tobias  Goldstone,  for  Mary  Rosen,  owner, 
filed  on  April  6,  1937,  an  appeal  from  a  decision  of  the 
commissioner  of  buildings  affecting  premises  34-38  Beaver 
street,  north  side,  320  ft.  10^4  in.  east  of  Flushing  avenue, 


4 

0 

0 
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(Blod-c  No.  3137,  Lot  No.  38),  Borough  of  Brooklyn; 

M  JLHaREA  i’  °fJthe  commissioner  of  buildings 

7?7  lQt7P  j'  193/  rendered  in  acting  on  Application  No. 
737-1937,  reads  as  follows: 

Proposed  automobile  parking  space  for  more  than 
hve  motor  vehicles  is  contrary  to  section  21  of  the 
zone  resolution  as  there  are  exits  or  entrances  to  a 

stree'ts  »C  100  0n  tbe  same  block  between  intersecting 

and 

WH,ERE*Vhe  Premises  in  question  consists  of  a  plot  of 
ground  60  feet  by  100  feet  in  area,  located  in  an  unre¬ 
stricted  use  district  which  is  used  for  wagon  storage  and 

motor  vehicCand  ‘°  USe  f°r  Parki"g  °f  more  than  5 

Whereas,  the  applicant  contends  that  on  the  north  side 
Beaver  street  is  approximately  1,200  ft.  long  and  on  the 
south  side  the  street  is  intersected  by  5  streets  which  ter- 

Se  nnrthndf ldfS°^h  Slde’  **  the  pr°P°sed  *te  is  on 

the  north  side  of  said  street  and  there  is  no  school  on  said 
01  th  side  of  street,  and  that  the  intersecting  streets  on 

that  Pubbc  S  h  aire?/ayette,  Street  and  Belvedere  street; 
that  1  ublic  School  24  is  on  the  southeast  corner  of  Beaver 

street  and  Belvedere  street,  that  the  present  premises  have 

used  at  least  25  years  as  a  stable  and  wagon 

storage,  and  that  there  now  exists  on  the  north  side  of 

Beaver  street  4  public  garages ;  that  it  is  not  the  intention 

narticnlp?  !;ta^  °  a,?e?  an?  pr?mises  so  located  as  this 
S  r  1  is’  atld  that  the  Slte  in  question  has  been 
used  tor  wagon  storage  since  September  28,  1915;  and 

^wmEAS’  in  an  ?pinion  rendered  to  the  commissioner 

Hnnb  dfilgS’  al-ti°-  -  le  “se  of  the  plot  bein£  in  contraven¬ 
tion  to  the  prohibition  in  section  21  of  the  zoning  resolu- 

tion  the  corporation  counsel  advised  that  the  plot  was 
located  on  the  same  street  between  two  intersecting  streets 
as  a  public  school ;  and 

\\  hereas,  the  board  deems  that  under  section  21  the 
motorCavenh°iclese  U  ^  °£  m°rG  than  five  (S) 

Resolved  that  the  decision  of  the  commissioner  of  build- 
and  kYeleby  hdfjied.  and  that  the  appeal  be 


53-37-A. 

SUBTFrTN  A~KiliUarn  Research  Laboratories,  Inc.,  lessee. 
MJtljLCr— Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED-49-53  West  45th  street,  north 

vCiUV1'.'?/  avenue,  10th  floor  (Block 

appearances-  )’  0l,e:h  o£  Manhattan- 

For  Applicant:  Richard  P.  Wiewig  and  Andrew 
J.  Lwald. 

ArTTOM°n^^ :  3nsPector  Meyer,  Fire  Dept. 
THE  VOTE— ' B0ARD~Appeal  panted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission- 

7  i v  avage  and  Blum  and  Assistant  Chief 

Walsh  .  '  a 

Negative  . * '  j  ’  . .  n 

Absent  . .  .  .  .  .  . . .  0 

THE  RESOLUTION— 

(53-37-A) 

K ''lia"  Research  Laboratories,  Inc.,  applicant 

“der  of  the  fi  February.H.  '«7,  an  appeal  from  an 
Ves,  Pi,  ;  ,e  cornmissioner,  affecting  premises  49-53 
S  l5„b  frrn’,  r,,°rtPTs,d^  247  6  ft.  east  of  6th  Avenue, 

N°-  1261>  Lo‘  N»'  >0.  Borough  of 

Whereas  the  orcler  °f  the  fire  commissioner,  dated  Jan- 
y  i  9?  9rder  No-  5200-LC,  reads : 

With  reference  to  your  application  dated  July  23rd, 


and 


1936  for  a  permit  to  store  and  use  liquefied  chlorine  at 
above  local, on,  I  regret  to  inform  you  ihat  I  am  wit h- 

Scc  P214eA  4°D 8n"  S,“Cb to  pgn!it  for  the  reason  that 
St.  li  •  ’  Chapter  10,  Code  of  Ordinances  pro- 

dnts  the  issuance  of  such  permit  above  the  grade 

a  brant e.pt- 1,1  a  bui!d,n|  occupied  exclusively  by  "the 
applicant  using  the  liquefied  chlorine 

You  are  Therefore,  Hereby,  Advised  to 
Discontinue  the  storage  and  use  of  liquefied 
chlorine  on  these  premises.  (10th  story)” 


an^Thouse?  M8  fi"!,/ hclghft  &  W  90  fT" 

n.rc  salesro'om— no°occupancyda8th>  fl"1  "T  ”i- 

room  and  offices-10 ^  persons’-  9*  A  Sales' 

persons;  10th  floor-laborato^-U  pers°ons^ 

salesroom— 7aIeSr°°mT10  persons  12th  floor— offices  and 
"'WHEREAS^  airT  issued Tand 

“  storffi  So?l  tlh £  “°£  liq;reg 

the  premCeT  oJcuSed  V^lbTratoriefJn  The'  10th  W? 
BWJPVL  5?  Research  JaboratoriJf 
Hh  °ha{-^ieCnceS  wlfh  AemlSlr'1  ChemiS'S 

5201)  LU  he  order.  °f  the  fire  commissioner  No 

be  a'nd  it  her^h  hereby  iS  modified  and  tbat  the  appeal' 
e  and  it  hereby  is  granted,  permitting  the  storage  of  nnt 

t  a'  ial ,at.al  times  be  so  used  only  by  a  technimllv 
thp  phqj-  be  maintained  in  a  receptable  on  the  exterior  of 

on  the  taside  of  building  adTieWtoThe vaIve 
where  the  chlorine  coSeflsTainfained,  “‘TVpT 
nut  immediate  flushing  in  the  event  of  a  Fal-  •  ft  f  • 


69-37-A. 

APPLICANT — Ira  I.  Slomon,  owner. 

J  Si7e')PPeal  fr°m  an  °rder  of  the  hrc  commh- 
PREMISES  AFFECTED — 31-25  to  31-27  Thomson  ave- 
^toc k°  No  S12d7C5  V50,  lh  o!  Vandam  « 

1D  Borough^ol  Que'ens°£  N°'  8)’  L°Pg  Isla"d 
APPEARANCES— 

Ar'mT^^'°AT.A?1Piicant:  Ira  L  Clomon. 

THE1  VOTE--BOARD~ApPeaI  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission- 
Walsh VagC  and  B1Um  and  Assistant  Chief 

Negative  . ..!.!!! .  a 

Absent  .  . .  * 

THE  RESOLUTION— 

(69-37-A) 

February *26  Jo’J'  ?lomon'  aPP|itant  and  owner,  filed  on 
commTslonet  ‘.ftctfng  ^Le I'TsT  ^ 

NTzyrri^^ 

No,  275,  Lot  No.  8),  Long  Island  City,  Borough  of  Queens, 
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Whereas,  the  order  of  the  fire  commissioner  No. 
69985-LC  dated  February  25,  1937,  reads  as  follows: 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises  used  to  store  oils,  etc.,  shows  that  the 
following  must  be  done  before  the  permit  requested  by 
you  can  be  issued : 

Forthwith 

1.  Provide  an  approved  storage  system  for  the  stor¬ 
ing  and  handling  of  all  inflammable  oils  and  liquids, 
benzol,  toluol.  Plans  and  specifications  in  duplicate 
must  be  filed  with  and  approved  by  the  Department  of 
Buildings,  before  the  above  work  may  be  commenced. 
Test  of  tanks  and  piping  to  be  made  by  the  Fire  De¬ 
partment,  Division  of  Combustibles. 

and 

Whereas,  the  premises  in  question  consists  of  a  two 
story  and  basement  building  30  feet  in  height,  50  feet  front 
by  60  feet  in  depth  located  on  a  lot  50  feet  by  100  feet  in 
area  and  occupied  as  follows :  Celler  storage,  empty  con¬ 
tainers,  4  persons;  first  floor— blending  room  and  labora¬ 
tory,  4  persons;  2nd  floor— manufacturing,  offices,  2  per¬ 
sons  for  which  a  certificate  of  occupancy  No.  3648  was 
issued,  January  21,  1937 ;  and 

Whereas,  the  applicant  contends  that  the  quantity  of 
inflammable  oils  and  liquids  stored  is  very  small ;  that  not 
more  than  3  barrels  of  benzol  are  used  in  a  year;  that  it 
this  benzol  were  stored  in  an  approved  storage  system  as 
required,  the  applicant  would  be  unable  to  withdraw  same 
from  the  tank,  due  to  the  fact'  that  it  freezes  readily ;  that 
toluol  is  purchased  in  50  gallon  drums;  that  it  is  blended 
immediately  upon  delivery  with  other  solvents  such  as  ethyl 
acetate,  Butyl  Acetate  and  Butyl  alcohol,  so  as  to  form 
a  lacquer  finish ;  if  this  material  was  stored  in  an  approved 
storage  system  upon  delivery  it  would  have  to  be  with¬ 
drawn  immediately  ;  that  not  more  than  five  50  gallon  drums 
of  inflammable  oils  or  liquids  will  be  stored  on  the  prem¬ 
ises  at  any  one  time. 

Resolved,  that  the  order  of  the  Fire  Commissioner,  No. 
69985-LC,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  limited  storage 
of  benzol  and  toluol,  on  condition  that  there  shall  be  at 
no  time  more  than  two  barrels  of  benzol  stored  or  used 
on  the  premises  during  the  year  and  that  there  shall  be  not 
more  than  two  barrels  of  toluol  stored  or  used  at  any  one 
time  in  connection  with  the  manufacturer’s  processes  car¬ 
ried  on  in  the  plant;  that  the  building,  where  this  inflam¬ 
mable  material  is  stored,  shall  be  well  ventilated  at  all 
times  by  means  of  shutter  type  louvre  skylights  in  the  roof 
operated  by  a  handle  and  with  a  sparkproof  motor  driven 
fan  of  not  less  than  l/3  h.  p.  exhausting  to  the  outer  air; 
that  such  fire-fighting  appliances  shall  be  maintained  as  the 
commissioner  shall  direct ;  that  in  all  other  respects  all  laws 
and  regulations  applicable  to  the  use  and  occupancy  shall 
be  complied  with. 


233-37-A. 

APPLICANT— Frederick  C.  Genz,  for  Rockefeller  Center, 
Inc.,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 9  Rockefeller  Plaza,  15  West 
48th  street  and  14  West  49th  street,  south  side,  200 
ft.  west  of  5th  avenue  (Block  No.  1264,  Lot  No. 
10),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Ernest  L.  Smith,  Francis  T. 

Christy,  Frederick  C.  Genz. 

For  Administration:  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 

THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(233-37-A) 

Whereas,  Frederick  C.  Genz,  for  Rockefeller  Center1, 
Inc.,  owner,  filed  May  20th,  1937,  an  appesl  from  a  deci¬ 
sion  of  the  commissioner  of  buildings,  affecting  premises 
No.  9  Rockefeller  Plaza,  15  West  48th  street  and  14  West 
49th  street,  south  side,  200  ft.  west  of  Fifth  avenue  (7th 
floor),  (Block  No.  1264,  Lot  No.  10),  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  the  decision  of  the  commissioner  of  building 
rendered  in  acting  on  fire  prevention  app.  No.  375-1937, 
dated  May  14,  1937,  reads : 

“1.  Section  242  Art.  20  Chap.  10,  Code  of  Ordi¬ 
nances  must  be  complied  with  for  the  storage  of  film.” 

and 

Whereas,  the  premises  in  question  consist  of  a  fireproof 
building,  32  stories  392  ft.  in  height,  90  ft.  x  182  ft.  in 
area,  located  in  a  retail  use  district,  completed  in  1937 
under  N.B.  101-36  and  OCCUPIED  as  follows:  sub.  cel. 
shipping  and  mechanical  spaces,  50  persons ;  cellar,  con¬ 
course  and  mechanical  spaces,  200  persons;  1st  story,  lobby, 
stores,  etc.  400  persons;  2nd  to  6th  stories,  inc.,  offices,  110 
persons  2nd  story,  118  persons  each  story  thereafter;  7th 
story,  offices  and  film  storage,  118  persons;  8th  to  20th 
stories,  offices,  118  persons  per  story;  21st,  offices,  160  per¬ 
sons;  22nd  to  31st  stories,  inc.,  offices,  118  persons  per 
story;  32nd  story,  offices  and  studios,  122  persons  present, 
125  persons  proposed,  3.3d  and  35th  tiers — mechanical 
spaces — no  persons ;  for  which  certificate  of  occupancy  No. 
22385-37  has  been  issued ;  and 

Whereas,  the  applicant  contends  that  it  is  proposed  to 
construct  a  fireproof  room  to  house  two  film  storage  cabi¬ 
nets,  on  the  7th  floor,  each  having  a  capacity  of  25,000 
feet  of  raw  inflammable  motion  picture  film ;  that  such 
room  is  to  be  used  by  Dupont  Film  Mfg.  Corp.,  to  whom 
a  part  of  said  seventh  floor  is  being  leased;  that  the  busi¬ 
ness  of  Dupont  Film  Mfg.  Corp.  is  the  manufacture  and 
sale  of  raw  motion  picture  film  and  that  the  space  in 
question  is  to  be  occupied  by  them  as  executive  offices; 
that  although  all  deliveries  of  film  by  them  are  made 
direct  from  the  factory  in  large  quantities,  they  desire  to 
keep  on  their  premises  a  small  supply  of  raw  film  in  order 
to  be  able  to  make  emergency  deliveries  in  small  lots  to 
their  customers  in  New  York  City;  that  the  film  is  to  be 
stored  in  the  approved  containers  and  is  not  to  be  handled 
in  any  manner  except  for  such  storage;  that  Section  242 
provides  that  no  permit  for  the  storage  of  inflammable 
motion  picture  film  shall  be  issued  for  any  building  which 
does  not  meet  certain  specifications  as  therein  described; 
that  the  only  one  of  such  specifications  which  is  not  met 
by  the  building  in  question  is  the  specification  that  any 
such  building  must  be  equipped  with  an  approved  system 
of  automatic  sprinklers ;  that  no  such  system  was  installed 
in  the  building  because  it  was  designed  and  is  used  as  an 
office  building.  Applicant  further  contends  that  it  is  pro¬ 
posed  that  the  film  storage  cabinets  will  be  constructed  as 
required  by  Section  243,  Paragraph  15  and  will  be 
equipped  with  fire  extinguishing  appliances  as  required  by 
Section  243,  Paragraph  7;  that  in  addition  thereto  the 
room  in  which  the  cabinets  will  be  located  will  be  sprink- 
lered  and  ventilated  and  will  be  separated  from  the  sur¬ 
rounding  office  space  by  six-inch  terra  cotta  walls  and  a 
fireproof,  self-closing  B-labeled  door,  all  as  approved  by 
the  fire  commissioner.  ■ 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  on  Fire  Prevention  App.  No.  375-1937,  be  and  it 
hereby  is  inodified  and  that  the  appeal  be  and  it  hereby  is 
granted  so  as  to  permit  the  storage  of  not  over  50,000 
feet  of  raw  inflammable  motion  picture  film  on  the  7th 
floor,  on  condition  that  this  film  shall  be  in  the  original 
sealed  containers  of  the  manufacturer,  constructed  in  ac¬ 
cordance  with  the  requirements  of  the  Interstate  Com¬ 
merce  Commission;  that  no  film  shall  be  at  any  time 
opened  upon  the  premises ;  that  the  film  in  such  containers 
shall  be  stored  in  approved  cabinets  meeting  the  require- 
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ments  for  film  storage  with  sprinkler  heads  and  within  a 
room  enclosed  in  fireproof  construction  with  interior  walls 
of  not  less  than  6  in  terra  cotta  block  and  all  door  open¬ 
ings  protected  by  Class  B  underwriters  fireproof  doors* 
that  such  room  shall  also  be  sprinklered  from  the  house 
water  supply  and  ventilated  to  the  outer  air  in  accordance 
with  the  rules  applicable  thereto;  that  the  sprinkler  sys¬ 
tem  shall  be  provided  with  the  Grinnell  Water  flow  alarm 
as  indicated  signalling  to  the  Central  Signal  Board  of 
Kockeleller  Center  in  the  building  adjacent;  that  this  per¬ 
mit  shall  continue  only  so  long  as  these  conditions  in  this 
portion  of  the  building  are  maintained  and  the  premises 
are  occupied  by  the  Dupont  Film  Corporation  or  its  suc¬ 
cessors. 


sec- 


VARIATIONS  OF  LABOR  LAW 

177-37-S. 

APpLICANT— Robert  Teichman,  for  City  Bank  Farmers 
trust  Co.,  executor,  Estate  of  Adelbert  S.  Nich¬ 
ols,  owner. 

|  SUBJECT— -Variation  of  the  labor  law  as  cited  in  orders 
of  the  commissioner  of  buildings. 

1  PREMISES  AFFECTED — 1901-1915  Park  avenue,  east 
s/de’  ,fr^  129th  street  to  East  130th  street 

(Block  Eo.  1778,  Lot  No.  1),  Borough  of  Manhat¬ 
tan. 

APPEARANCES— 

For  Applicant:  Robert  Teichman. 

For  Administration :  Inspector  Maher,  Department 


tion  nfRw’ rthe  apP[ica?t  contends  that  the  northerly 

he  insfidbe  odfirlLin  first  ,st0IT  has  window  bars  set  on 
i  1”.!5I,de  ot  the  eight  windows  facing  East  130th  street 

S  m.are,  ‘T  ,above  the  l^el  and  Snge  on 

f4rk  aven,^refi  V  oe  A  first  barred  window'  near 

i  ark  avenue,  6  ft.  9  in.  above  the  street  level  to  7  ft  10  in 

a  ove  the  street  level  at  the  last  window  on  this  street*  that 
he  rear  wmdows.  the  sills  of  which  are  three  feet  above 
facJthJ’  ,bfrCd'  ?"  %  outside;  that  the  windows 
iPp  X  th  i  ?rt  -h,ave,  the  sills  approximately  6  ft.  above 
safdf  nnen  nle  ^  the  window  b?rs  set  on  the  inside  of 
tint  ?S  and  .are  not  accessible  for  exit  purposes* 

c  t  15  tentie.  section  has  three  windows  facing  the  rear 

tko  fl4thCiSe  S1  s  being  aPProximately  6  ft.  above 

e  floor  level  and  have  no  window  bars  and  are  not  acces- 

S  reel  SideXa',eP?r?,°SeSK:  wi"d0W  sills  129th 

l  Slde  are  2  ft.  above  the  floor  level  and  range  from 

above  ^hA?^  wl?dow  from  park  avenue  about  6  ft. 

his  st reel  b°t°m  t°t,f  an„°PC?  ?rea  to  tbe  last  window  on 
hit  ft?  ,  ’  whereJhe  Sl1!  6  ft.  9  in.  from  the  sidewalk; 
that  the  bars  on  these  windows  are  set  on  the  inside*  that 
the  windows  facing  the  yard  have  the  sills  6  ft.  9  in  above 

6llftyabovee?i  ’  nblle/he,  w'ndows  facing  the  court  are 
above  the  floor  level,  the  court  windows  being  inac- 

hiS?he  ft°r  eX]t  purposes;  that  it  would  be  an  extreme 
Uew  of  th/f??Ve  tbe,wladow  bars  or  alter  the  same  in 

Ud?d  for  th.  let  f°rrth  in  that  ample  exits  arc  pro¬ 
floor  •  fhlt  ?  nfU?Jer  u f  persons  employed  on  the  first 
floor  that  due  to  the  character  of  the  neighborhood  it  is 

essential  in  order  to  obtain  and  keep  tenants  on  this  ’floor 
W  SLPr,TLSe.SCe..' L°.rougl,'2  protected  against  robber,-;' 


of  Buildings.  o  *  ...  -  *;*“ ; — f^lchcu  dgamsi  roDDerv; 

™¥^T°EF_B0ARD-APPliCatiPn  granted  -  tave  enf  3  V S3  olf 


i  j  .  .  jr  -  j.uiuuiK  on  me 

bars  and  gaming  access,  so  that  it  is  necessary  for  the 

andTxed° position6  aPd  the  barS  in  a  P™"™* 


Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Negative  ..  .  n  uJ^L7°lvecf',  tbat  tbe  Foard  of  Standards  and  Appeals  does 

.  0  hereby  make  a  variation  from  the  requirements  of  the 

Labo.r  ,Law>  and  that  the  application  be  and  it  hereby 

nrn.ri  CA —  A XT  .  n  a  m  t  t'-x  -  ^  A 


Absent  .  .  g 

THE  RESOLUTION— 

,  (177-37-S) 

Whereas,  Robert  Teichman,  applicant,  for  Citv  Bank 
Banners  Trust  Co.,  executor,  Estate  of  Adelbert  S.  Nichols 
Tlu’  ^  ATpnl  20’  1937’  an  application  for  a  variation 
\  Te/rabor  Law,  as  cited  in  orders  of  the  commissioner 
>f  buildings,  affecting  premsies  1901-1915  Park  avenue, 
:ast  fde0frTom  FTastA29th  street  to  East  130th  street  (Block 
*o.  1778,  Lot  No.  1),  Borough  of  Manhattan;  and 
Whereas  the  orders  of  the  commissioner  of  buildings 
fated  March  31,  1937.  read :  g  ’ 

(Order  No.  34797-LD) 

1.  Arrange  bars  on  windows  so  as  to  be  readily 
movable  or  removable  from  both  sides  in  such  a  man¬ 
ner  as  to  afford  the  free  and  unobstructed  use  of  such 
windows  for  the  purposes  of  egress,  as  per  Section  272 
;  of  the  Labor  Law.” 

(Order  No.  34797-LD-A) 

1.  Arrange  bars  on  windows  on  rear  of  building  so 
as  to  be  readily  movable  or  removable  from  both  sides 
-  m  such  a  manner  as  to  afford  the  free  and  unob¬ 
structed  use  of  such  windows  for  the  purpose  of 
egi  ess,  as  per  Section  272  of  the  Labor  Law  ” 
ad 

im  IJEREAS>  the  building  in  question,  which  was  erected  in 
^1.  is.  non-fireproof,  six  stories,  74  ft.  9  in.  in  height,  199 
•  1U  in.  by  110  ft.  6  in.  in  area;  occupied  as  follows: 
ellar— engine  room,  storage,  2  persons;  1st  floor— brass 
rips,  shipping,  storage,  25  persons ;  2nd  floor— upholstery 
hce.  slipper  manufacture,  70  persons;  3rd  floor— storage’ 
moratory,  slipper  manufacture,  35  persons;  4th  floor— 
pper  manufacture,  office,  cosmetics,  85  persons;  5th  floor 
photo  cylinder,  office,  machine  shop,  40  persons;  6th 
. >.f?rT_cab‘e.  ffnps,  office,  machine  shop.  35  persons:  the 
-Uding  being  equipped  with  a  sprinkler  system  and  an 
..erior  fi**e  alarm  system.  There  are  4  interior  stairways 
'nch  lead  direct  to  the  street;  and 


?47Qn  fi7dl  ym^  •°rder  No‘  34797-LD  and  Order  No. 
J4/W-LD-A,  permitting  the  continuation  of  the  bars  over 

wmdows  on  the  first  story,  as  shown  on  plan  filed  with 
this  application  on  condition  that  the  first  or  second  win¬ 
dow  from  the  interior  court  on  both  sections  of  the  build¬ 
ing  shall  be  cut  down  to  floor  line  and  changed  to  doors 
opening  outwardly  into  the  rear  yard,  with  such  concrete 
or  iron  steps  as  may  be  necessary  to  permit  safe  exit  there- 
rom  to  the  yard ;  that  in  all  other  respects  the  require- 
ments  of  the  Labor  Law  and  all  other  laws  and  rules  ap¬ 
plicable  thereto  shall  be  complied  with. 


612-22-S. 

APPLICANT—  Sam  J.  Glaberson,  for  Isaac  S.  Strauss 
and  Henry  A.  Strauss,  owners. 

SUBJECT  Application  for  consideration — reopening  and 
amendment  re  \  ariation  of  the  labor  law  as  cited 
rTfn  order  of  the  fire  commissioner. 

PREMISES  AFFECTED — 179-183  Lewis  street,  west 
side-25  It  south  of  East  5th  street  (Block  No. 
APPEARANCES—'  19)’  B°r°Ugh  of  Manhattan. 

^_T  Eor  Applicant :  Sam  T.  Glaberson. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  '  ^  .  q 

Absent  .  q 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum-  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 


Absent 


0 
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THE  RESOLUTION— 

(612-22-S) 

Whereas,  Adolph  Mertin,  for  Henry  Strauss,  et  al., 
owner,  filed,  April  26,  1922,  an  application  with  the  board 
of  standards  and  appeals,  for  variation  from  the  require¬ 
ments  of  the  labor  law,  as  cited  in  an  order  of  the  fire 
commissioner,  affecting  premises  179-183  Lewis  street,  west 
side,  25  ft.  south  of  East  5th  street  (Block  No.  360,  Lot 
No.  19),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner  reads: 

“1.  Arrange  the  exterior  screened  stairway  on  the 
rear  of  building  and  the  openings  leading  thereto  so 
that  same  are  in  compliance  with  the  provisions  of  Sec¬ 
tion  268  of  the  Labor  Law,  or  carry  out  a  proper  al¬ 
ternative  method  of  complying  with  the  requirements 
of  Section  271  of  the  Labor  Law. 

“Note:  Among  the  defects  noted  on  this  stairway 
are  the  following: 

“Stairway  does  not  extend  to  ground.  No  fireproof 
passageway  from  lower  termination  to  street.  Stair¬ 
way  in  need  of  scraping  and  painting.” ; 

and 

Whereas,  the  building  is  non-fireproof,  6  stories  in 
height,  72  ft.  5)4  in.  x  88  ft.  3 %  in.,  irregular  in  area  in 
the  first  story  and  72  ft.  5)4  in.  x  79  ft.  3^4  in.  irregular, 
above,  occupied,  1st  story,  poultry  slaughter  house,  5 
persons;  2nd  story,  carpenter  shop,  10  persons;  3rd  story, 
paper  boxes,  10  persons;  4th  story,  metal  beds,  10  persons; 
5th  story,  tailor  shop,  10  persons;  6th  story,  metal  beds,  10 
persons ;  the  building  being  equipped  with  a  fire  alarm  sig¬ 
nal  system,  the  means  of  egress  consisting  of  an  interior 
stairway  extending  from  the  first  story  to  the  roof  enclosed 
in  fire  resisting  partitions  with  fire  doors  at  openings,  a  fire 
escape  on  the  front  of  the  building,  an  exterior  iron  stair¬ 
way  at  the  rear  of  the  building  with  landing  on  roof  of  1st 
story  extension  of  adjoining  building  with  stairway  ladder 
to  yard  of  building  on  Fourth  street;  and 

Whereas,  petitioner  contends  that  the  means  of  egress 
are  adequate;  and 

Whereas,  this  petition  was  granted  by  the  board  June 
20,  1922  on  certain  conditions  and  owner  requested  an 
amendment  of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
labor  law  and  that  the  petition  be  and  it  hereby  is  granted 
so  long  as  the  present  conditions  as  to  use  and  occupancy 
remain  substantially  unchanged  and  that  the  occupancy  on 
the  5th  story  shall  not  exceed  40  persons  at  any  one  time ; 
that  a  counterbalanced  drop  ladder  in  guides  be  provided 
for  front  fire  escape;  that  the  exterior  stairway  be  scraped 
and  painted,  and  all  fire  doors  put  into  good  condition ; 
that  in  the  event  the  ozvner  desires  to  construct  a  building 
not  exceeding  tzvo  stories  in  height  on  the  adjoining  lot  on 
Lewis  street,  through  which  the  exit  from  the  exterior 
iron  stairzvay  is  provided,  the  exit  from  the  exterior  iron 
stairzvay  may  be  by  means  of  a  fire  escape  type  iron 
bridge  from  the  exterior  iron  stairzvay  to  the  roof  of  such 
a  proposed  two-story  building  with  an  exit  from  such  roof 
leading  directly  to  East  Fourth  street. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
214-37-SA. 

APPLICANT — P.  M.  Lattner  Mfg.  Company,  owner. 
SUBJECT— Lattner  Gravity  Oil  Burner,  Models  A,  B,  C 
and  D,  approval  of. 

APPEARANCES— 

For  Applicant:  Leslie  H.  Stanley. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


225-37-SA. 

APPLICANT — David  Kaufman,  for  Holland  Furnace  Co., 
owner. 


SUBJECT — Holland  Gun  Type  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


137-3,7-SA. 

APPLICANT — J.  W.  Hirsch,  for  Automatic  Burner  Cor¬ 
poration,  owner. 

SUBJECT— Precision  Oil  Burner,  Alodel  W,  approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE  APPLIANCE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(137-37-SA) 

Whereas,  J.  W.  Hirsch,  for  Automatic  Burner  Corpora¬ 
tion,  owner,  filed  April  5,  1937,  an  application  of  the  Board 
of  Standards  and  Appeals,  for  approval  of  the  device 
known  as  the  Precision  Oil  Burner,  Model  W ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division  of 
combustibles  was  substantially  as  follows : 

The  Model  W  was  installed  in  a  conventional  type 
steam  heating  domestic  boiler.  The  burner  is  of  the 
pressure  atomizing  gun  type  and  consists  of  the  fol¬ 
lowing  assembly:  A  )4  H.P.  Leland  Motor,  a  Sirocco 
type  fan,  a  Tuthill  fuel  stat,  consisting  of  pump, 
strainer  and  pressure  regulating  valve  and  a  Monarch 
nozzle,  1)4  to  4  gallons  capacity. 

Ignition:  Electric — Jefferson  Transformer,  110  to 
10,000  volts. 

Controls:  Minneapolis  Honeywell  Controls,  consist¬ 
ing  of  a  Protecto-relay  R117-3  and  Pressuretrol  L404. 

With  the  oil  supply  shut  off  and  a  cold  cumbustion 
chamber,  the  burner  was  put  into  operation  and  the 
controls  functioned  and  shut  the  burner  down  in  72 
and  76  seconds,  respectively,  on  two  successive  tests. 
The  burner  was  then  put  into  normal  operation  for 
approximately  one  hour  and  during  the  period  of  test 
there  were  no  flare-backs  due  to  faulty  ignition  and 
the  flame  was  clear  and  free  of  soot  and  smoke.  Ex¬ 
amination  of  the  electrodes  and  combustion  chamber 
showed  no  undue  carbon  formation. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Precision  Oil  Burner,  Model  W,  be 
approved  for  domestic  use  when  installed  in  accord¬ 
ance  with  the  Oil  Burner  Rules  adopted  by  the  Board 
of  Standards  and  Appeals  with  fuel  oil  not  heavier 
than  No.  3  U.  S.  Dept,  of  Commerce  Standards. 
Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Precision  Oil 
Burner,  Model  W,  for  domestic  installations,  when  in¬ 
stalled  in  accordance  with  the  above  report  and  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals,  and  when  used  with  fuel  oil  not  heavier  than 
No.  3  U.  S.  Dept,  of  Commerce  Standards,  on  condi¬ 
tion  that  there  shall  be  permanently  attached  to  each 
burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  137-37-SA. 
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148-37-SA. 

^P^LICANT— The  Aetna  Oil  Burner  Co.,  owner. 
SUBJECT— Aetna  Water  Heater,  Models  6,  7,  9  and  47 

W.H.T.  and  15  and  16  W.H.T.,  approval  of 
APPEARANCES—  PP  or. 

For  Applicant:  None. 

ACTION  OF  BOARD— Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board 
THE  VOTE  Tp  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  . . . . . .  0 

Absent  . .  q 

THE  RESOLUTION— 

(148-37-SA) 

Whereas  S.  Kleinman,  for  Aetna  Oil  Burner  Company 
owner,  filed  April  5,  1937,  an  application  of  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  Aetna  Water  Heater,  Models  6,  7,  9  and  47  W.H.T. 
and  la  and  16  W.H.T. ;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division  of 
combustibles  was  substantially  as  follows : 

Models  Nos.  15  and  16  W.H.T. 

These  heaters  are  manufactured  to  be  used  as  a 
substitute  for  gas  water  heaters.  They  consist  of  a 
m.e!'l[  stand  supporting  an  oil  reservoir  mounted  upon 
which  is  an  oil  supply  container  consisting  of  a  two- 
gallon  metal  tank  extending  from  the  oil  reservoir  is  a 
metal  arm  supporting  the  burning  unit.  In  the  model 
lb  a  1  shell  4  inch  burner  is  used  and  the  model  16 
there  is  used  a  J-inch  burner  with  four  shells 

1  his  burning  unit  is  the  same  as  the  Aetna  Range 
urner  units  already  approved.  They  consist  of  an 
iron  casting  upon  which  are  mounted  perforated  steel 

?.!?«!  ,  1  he  do.w  of  ol1  1S  governed  by  means  of  a 

V  slot  metering  valve  manufactured  by  the  Wor¬ 
cester  Taper  Pin  Co. 

Model  6  W.H. 

This  is  a  complete  water  heating  unit  consisting  of 
a  metal  stand  supporting  the  oil  reservoir  mounted 
upon  which  is  the  oil  supply  container  consisting  of  a 
two  gallon  metal  tank.  Extending  from  the  oil  reser¬ 
voir  is  a  metal  arm  attached  to  the  heating  coil  unit. 
Inside  the  unit  there  is  mounted  a  five-inch  Aetna 
Th^  flow  of  oiI  is  regulated  by  means 
units  V  S  0t  metenng  valve  as  mentioned  in  the  above 

Model  7  W.H. 

u/tj  £.qidPPed .  with  a  7-inch  burner  and  Model  9 
.H.  1 .  is  equipped  with  a  9-inch  burner  and  a  three 
gallon  supply  tank.  The  model  47  W.H.T.  is  enuipped 
with  a  7-inch  burner  unit  having  four  shells.  This  unit 
tw  S°  f9u*PPed  with  two  metering  valves,  so  arranged 
•  t,a  blgh  and  ,low  flame  may  be  maintained  as  de- 
sired.  The  model  8  W.H.T.  has  been  discontinued  and 
was  not  inspected. 

All  these  models  are  designed  for  use  with  No.  1 
commercial  grade  fuel  oil.  Adequate  shields  are  pro- 
vided  separating  the  oil  supply  tanks  from  the  heating 
unit  affording  sufficient  air  circulation  thereby  pre¬ 
venting  overheating  of  the  oil  in  the  container.  The 
peration  of  all  these  models  was  tested  and  it  was 
tound  that  all  parts  functioned  as  designed.  In  rec¬ 
ommending  these  hot  water  heaters  for  approval,  it  is 
suggested  that  certain  recommendations  be  carried  out 
lor  their  installation  and  included  upon  their  instruc¬ 
tion  cards  and  that  this  approval  be  not  final  until  a 
copv  °f  said  instruction  card  is  filed  with  the  Board 

Department*^  ^  Appeals  and  the  New  York  Fire 


hereby  Se  Brd  TS,andards  a"d  Appeals  does 

^A^SSSSSSSSS1 

S&SgswAds* 

2.  I  he  device  shall  bear  a  label  permanently  affixed 
thereto  reading  as  follows :  y 

NOTICE 

Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  NO.  148-37-SA 

3‘  tected  bv116^11!/115  °u  bVrning  device  shall  be  pro- 
tected  by  a  y2  mch  asbestos  or  other  equivalent 

^of  srte' least  12  inch“  ^  ssts 

4.  1  he  manufacturer  or  installer  of  this  burner  shall 
wdhm  48  hours  after  each  installation  nofffy  the 
Fire  Department  in  writing  of  the  name  of  the  ner- 
son  to  whom  this  burner  was  sold  and  the  address 
c  mttheL  premises  where  installed, 
b.  I  his  burner  shall  be  connected  to  a  legal  chimnev 
complying  with  the  requirements  of  Section  403  of 
Chapte.  V  of  the  Code  of  Ordinances  ;Sd chZ4 
to  have  a  readily  accessible  cleanout  door ;  the  flue 

automatic11  damper  ^  «***«  ^ 

6'  ™No”  1  f°uelUodd  device  shal>  be  ra"^  “> 


23-37-SA. 

APPLICANT— Michael  Kliegman  for  Silent  Heet  Oil 
owner"  ”  Heet  Manufacturing  Corp., 

SUBJECT— Application  for  consideration— reopening  and 

AmB  andnE~re  ^  0l1  Burner’  ^odeIs 

APPEARANCES—’ 

A  /-,rT,T^Tor  Applicant :  Michael  Klieg-man 
ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission- 
w  i  ava^e  and  Blum  and  Assistant  Chief 

Negative  . ^ 

Absent  . .  . 

THE  VOTE  TO  AMEND  RESOLUTION— .  U 

Affirmative:  Chairman  Murdock,  Commission- 

,e[.s  Ravage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  .  n 

Absent  . '  .  q 

THE  RESOLUTION— 

(23-37-SA) 

Whereas,  Michael  Kliegman  of  Silent  Heet  Oil  Burner 
10^7  for  QU1^  Heet  Mfg.  Corp.,  owner,  filed  January  21, 
1937,  an  application  of  the  Board  of  Standards  and  Ap¬ 
peal^  for  approval  of  the  device  known  as  the  Silent  Heet 
Oil  Burner,  Models  A,  B  and  E;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustible  of  the  Fire 
Department  for  test  and  report;  and 

Whereas  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division 
ot  Combustibles  was  substantially  as  follows: 

■n  burner  under  test  and  inspection  was  a  Model 
iL  1  his  burner  was  installed  in  a  conventional  type 
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steam  heating  plant,  used  for  domestic  purposes.  It 
is  of  the  pressure  atomizing  gun  type,  consisting  of  a 
Robbins  &  Meyer  for  General  Electric  1/6  H.P.  motor, 
a  Sirocco  type  fan,  a  Webster  fuel  unit,  consisting  of 
pump,  strainer  and  regulating  valve  and  a  Harsch 
nozzle. 

Ignition  —  Electric  —  Webster  transformer,  110  to 
1,000  volts. 

Controls — Minneapolis-Honeyvvell  Protecto.-Relay  R- 
117-3  and  Pressuretrol  L-404. 

The  Models  A  and  E  are  identical  with  the  above 
model  with  the  exception  that  the  Model  A  has  a 
square  base  and  the  transformer  is  mounted  directly 
upon  the  top  of  the  blower.  The  Model  B  has  a  round 
base  with  the  transformer  at  the  side.  The  capacity  of 
these  burners  is  from  lj4  to  3j4  gallons  per  hour. 
With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  the  burner  down  in  90  and 
94  seconds  respectively.  The  burner  was  then  put  in 
normal  operation  for  a  period  of  approximately  1 
hour.  The  controls  functioned  as  designed.  During 
the  period  of  test  there  were  no  flare  backs  due  to 
faulty  ignition,  the  flame  was  clean  and  free  of  soot 
and  smoke  and  examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Silent  Heet  Oil  Burner,  Models  A, 
B  and  E  be  approved  for  domestic  and  commercial  use 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  with 


fuel  oil  not  heavier  than  No.  3,  U.  S.  Dept,  of  Com¬ 
merce  standards. 

and 

Whereas,  this  device  was  approved  May  11,  1937,  and 
applicant  requested  an  amendment  of  the  resolution  to 
permit  the  marketing  of  the  burner  under  the  names  Edi¬ 
son,  Stromberg  and  Ideal,  Models  A,  B  and  E. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Silent  Heet  Oil 
Burner,  Models  A,  B  and  E  for  domestic  and  commercial 
installations,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals,  and  when  used  with  fuel  oil  not  heavier  than  No. 
3,  U.  S.  Dept,  of  Commerce  standards,  on  condition  that 
there  shall  be  permanently  attached  to  each  burner  installed 
a  label  reading : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  23-37-SA. 

Resolved  further,  that  this  device  may  also  be  marketed 
under  the  name  of  Edison  Oil  Burner,  Models  A,  B  and  E, 
as  the  Stromberg  Oil  Burner,  Models  A,  B  and  E,  or  as 
the  Ideal  Oil  Burner,  Models  A,  B  and  E,  provided  the 
requirements  herein  are  complied  with. 


Adjourned,  4:45  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


*  CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  May  18,  1937,  as  they  appeared 
in  Bulletin  No.  21,  Vol.  XXII,  are  hereby  corrected  to 
read  as  follows : 

211-37-BZ. 

APPLICANT — James  Whitford,  for  Richmond  County 
Savings  Bank,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building  zone 
resolution,  to  permit  the  extension,  from  a  busi¬ 
ness  use  district  into  a  residence  use  district,  of 
an  existing  business  building. 


*  Correction — The  words  “VOTE  TO  REOPEN”  chang¬ 
ed  to  “Vote  to  Waive  Calendar  Call”  in  line  19  of  digest. 


PREMISES  AFFECTED — 1214  Castleton  avenue,  south¬ 
east  corner  of  Taylor  street  (Block  No.  211,  Lot 
No.  32),  West  New  Brighton,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant:  James  Whitford  and  James  Whit¬ 
ford,  Jr. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  June  8,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  May  25,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
appeal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 
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MINUTES 


♦CORRECTION 

Tbe  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeais  held  Tuesday,  May  18,  1937,  as  they  appeared 
in  Bulletin  No.  21,  Vol.  XXII,  are  hereby  corrected  to 
read  as  follows: 

THE  RESOLUTION— 

(42-37-BZ) 

Whereas,  Alfred  H.  Eccles,  for  Camager  Corporation, 
owner,  filed  February  4,  1937,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  district 
the  extension  of  an  existing  gasoline  service  station :  prem¬ 
ises  :  89-06  to  89-14  Myrtle  avenue  and  82-02  to  82-10  Wood¬ 
haven  boulevard,  southwest  corner  (Block  No.  3866,  Lot 
No.  160),  Glendale,  Borough  of  Queens;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  May  18,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Myrtle  avenue  is  in  business 
and  residence  use  districts;  Woodhaven  boulevard  is  in 
business  and  residence  use;  89th  street  is  in  residence  and 
business  use  districts;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  February  2,  1937,  re  App.  No.  563,  Alt.  1937,  reads'! 

1  he  extension  of  an  existing  gasoline  service  station 
m  a  business  district  is  contrary  to  Art.  2,  Sect  4  of 
Zone  Law.” 

and 

_  Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100  ft.  on  Myrtle  avenue  and  100  ft  on 
Woodhaven  boulevard.  On  the  north  portion  of  the  plot 
there  is  located  an  existing  gasoline  service  station  and 
also  a  lunch  wagon  (which  is  to  be  removed).  It  is  pro¬ 
posed  to  erect  upon  the  plot  a  one  story  office,  lubritorium 
and  auto  laundry  structure  26  ft.  by  72  ft.  in  area  and  to 
use  a  portion  of  the  plot  as  a  gasoline  service  station;  and 
Whereas,  the  premises  and  surrounding  area  were  in¬ 
spected  by  a  committee  of  the  board  prior  to  and  also  after 
the  hearing;  and 

Whereas,  in  the  opinion  of  the  board,  the  removal  of 
PJ"esen^  upsightly  gasoline  station  that  exists  by  right 
and  the  substitution  of  an  attractively  designed  station  oc¬ 
cupying  the  same  area  now  in  use  together  with  such 
additional  area  as  is  required  to  permit  proper  operation 
and  public  safeguards  now  absent,  would  enhance  the  pub- 
.  lie  welfare;  and 

.  Whereas,  the  board  deems  that  there  is  ample  justifica¬ 
tion  for  exercise  of  discretion  under  section  7c  for  exten¬ 
sion  of  the  proposed  building  and  the  gasoline  selling  area 
into  the  restricted  area  in  view  of  the  decision  of  the  Court 
of  Appeals  in  Monument  Garage  vs.  Levy  and  that  such 
discretion  should  be  exercised  to  bring  about  the  improved 
1  conditions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis- 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section  7-C 
to  permit  the  existing  gasoline  station  area  to  be  increased 
to  a  total  frontage  along  Woodhaven  boulevard  of  68  ft. 

J  10  in  and  a  total  frontage  along  Myrtle  avenue  of  100  ft., 
^indicated  on  revised  plans  marked  “Received  May  18, 
1937  ,  and  to  use  this  entire  area  as  a  gasoline  selling  sta- 
■  tion,  on  condition  that  the  plot  shall  be  graded  substan- 

*  Correction  -Words  “that  the  sloping  roofs  shall  be  of 
•slate  inserted  in  line  106  of  resolution. 


g»ade  >of.  My[tle  avenue  and  Woodhaven  boule- 
vard,  that  all  existing  buildings,  structures  and  gasoline 
pumps  shall  be  removed ;  that  the  accessory  building  shall 

Si°ry  in  height  and  sha11  be  Seated  as 
mclicated  toward  the  westerly  portion  of  the  plot  and 

that  tF  lubritorium  and  auto  laundry; 

exetnt  tw  rt?’ ‘ng  bC  COnst™cted  of  fireproof  materials 

rWrc1  that,tbe  J!oof  beams  roof  boarding,  door  frames  and 
ooors,  window  frames  and  sash,  except  those  facing  west- 
erly,  may  be  of  wood,  provided  the  ceiling  throughout  is 
fire  retarded  in  accordance  with  the  Rules  of  the  Board  of 
Starffiards  and  Appeals  and  the  roof  is  weather  surfaced 
with  non-flammable  material;  that  the  boiler  room  shall  be 
en  ered  from  the  exterior  and  shall  be  separated  from  the 

^  n  Ctf  t  •  building  by  fifeProof  construction ;  that  there 
shall  be  a  brick  wall  constructed  on  the  southerly  interior 
ot  line  continuously  from  Woodhaven  boulevard  to  tin* 
westerly  lot  line;  that  this  brick  wall  shall  not  be  less  than 
C  •  beigbt  except  that  it  may  be  constructed  4  ft.  in 
height  where  it  meets  Woodhaven  boulevard,  including  a  5 
it.  return  along  Woodhaven  boulevard  street  line  and  be 
graduated  at  the  rate  of  1  ft.  in  4  ft.  to  the  7th  ft  height- 
that  along  the  westerly  lot  line  there  shall  be  constructed  a 
substantial  iron  picket  fence  not  less  than  7  ft.  in  height- 
that  the  areas  indicated  along  the  southerly  wall  and  at  the 
corner  of  Woodhaven  boulevard  and  Myrtle  avenue  and  to 

lutiinu  i  °J  the  accessory  building  along  Myrtle  avenue 
shall  be  landscaped  and  the  areas  shall  be  protected  bv  con¬ 
crete  curbing  not  less  than  8  in.  in  width  and  8  in.  in  height 
and  that  boxwood  hedge  shall  be  maintained  along  the 
street  fronts  in  these  planted  areas  and  other  suitable  plant¬ 
ing  shall  be  maintained  at  all  times  as  approved  bv  the 
Department  of  Parks ;  that  the  balance  of  the  plot,  where 
not  covered  by  the  accessory  building  walls  and  planted 
greas  shall  be  cement-paved;  that  gasoline  pumps  shall  be 
installed  not  nearer  than  21  ft.  to  the  Woodhaven  boule¬ 
vard  building  line  and  not  nearer  than  18  ft.  to  the  Mvrtle 
avenue  building  line;  that  the  gasoline  pumps  shall  be  of 
the  parkway  type  with  masonry  pedestals ;  that  entrances  to 
property  shall  not  exceed  two  (2),  one  to  Woodhaven 
boulevard  not  over  43  ft.  in  width,  with  curb  cut  opposite 
ot  equal  width,  and  opening  and  curb  cut  40  ft.  in  width 
to  Myrtle  avenue;  that  no  opening  shall  be  nearer  to  the 
C°an  at  ,med  by  the  intersection  of  Woodhaven  boulevard 
and  Myrtle  avenue  than  20  ft.;  that  the  accessory  building 
and  wall  shall  be  constructed  of  red  Colonial  face  brick 
with  natural  mortar  joints  and  of  the  design  as  indicated 
on  revised  plans  marked  “Received  May  18,  1937”  with 
building-  trim  painted  ivory  color  and  so  maintained; 
that  the  sloping  roofs  shall  be  of  slate;  that  no  auto- 
mobde  repairing  shall  be  permitted  on  the  premises; 
that  there  shall  be  no  parking  of  cars  other  than  those 
being  serviced ;  that  no  portable  tanks  shall  be  used  on  or 
from  the  premises;  that  all  advertising  shall  be  restricted 
to  the  illuminated  globes  of  the  gasoline  pumps  and  to  non- 
llluminated  signs  attached  to  the  front  of  accessory  build¬ 
ing,  excluding  all  temporary  signs  and  all  roof  signs  but 
permitting  the  erection  of  post  standard  within  the  building 
line,  near  the  intersection  of  Woodhaven  boulevard  and 
Myrtle  avenue,  for  supporting  a  non-illuminated  sign  adver¬ 
tising  only  the  brand  of  gasoline  sold,  such  sign  shall  not 
extend  beyond  the  building  line  for  a  distance  of  more 
than  4  ft.;  that  complete  working  drawings  shall  be  sub¬ 
mitted  to  the  board  and  approved  by  the  chairman  in  behalf 
of  the  board  before  same  are  filed  with  the  commissioner 
of  buildings;  and  that  all  plans  shall  be  filed  within  two 
months  and  all  permits  shall  be  obtained  and  work  com¬ 
pleted  within  one  year  thereafter. 


Copies  of  the  Official  Directory  of  the  City  of  New 
York  for  the  year  1937.  (The  Little  Green  Book),  contain¬ 
ing  the  latest  authentic  information  in  relation  to  City, 
State  and  Federal  Departments,  Bureaus,  Offices  and 


Courts  are  now  on  sale  at  the  Distribution  Division  of 
the  City  Record  Office,  Room  2213,  Municipal  Building 
Manhattan  Price  50  cents;  by  mail,  three  cents  per 
copy  must  be  added  for  postage. 
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PUBLIC  HEARING 


RULES  GOVERNING  THE  USE  OF  EQUIPMENT  FOR  SPRAYING  OF  PAINTS,  VAR- 
NISHES,  LACQUERS  AND  OTHER  FLAMMABLE  SURFACE  COATINGS 

ADOPTED  BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  JUNE  10,  1932. 


[353-30-SR] 

NOTICE  IS  HEREBY  GIVEN  that  a  public  hearing 
will  be  held  by  the  Board  of  Standards  and  Appeals  on 
Friday,  June  4,  1937,  at  10  A.M.,  Room  1013,  Municipal 
Building,  on  Proposed  Revision  of  the  Rules  governing  the 
use  of  equipment  for  spraying  of  paints,  varnishes,  lac¬ 
quers  and  other  flammable  surface  coatings. 

Matter  in  italics  is  new;  matter  in  brackets  [  ]  old 

matter  to  be  omitted. 

Authority: 

Pursuant  to  the  authority  vested  in  the  Board  of  Stand¬ 
ards  and  Appeals  by  Section  718-A,  subdivision  3  of 
Chapter  XIV-A  of  the  Charter  of  the  City  of  New  York 
for  the  carrying  into  effect  the  provisions  of  Chapter  10, 
Article  XV  of  the  Code  of  Ordinances. 

Rule  1.  Application. 

[These  rules  shall  apply  to  every  establishment  engaged 
in  applying,  by  the  spray  method,  paints,  varnishes,  enamels, 
lacquers,  stains  or  similar  flammable  materials  in  excess  of 
two  quarts  a  day  on  manufactured  or  fabricated  articles.] 

1.1  No  person,  firm  or  corporation  shall  SPRAY,  DIP 
or  IMMERSE  any  article  or  thing  within  the  City  of  New 
York  with  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  except  in  a  spraying,  dipping  or  immersing  space 
equip ped  with  mechanical  means  of  ventilation  conforming 
to  these  rules,  without  a  permit  from  the  fire  chief  and 
commissioner  excepting  in  cases  in  a  multiple .  dwelling 
where  the  tenement  house  commissioner  will  certify  to  the 
Fire  Chief  and  Commissioner  the  use  of  a  spraying,  dip¬ 
ping  or  immersing  apparatus. 

1.2  APPLICATIONS.  Application  for  the  required 
permit  to  store  and  use  the  above-mentioned  articles  shall 
be  made  to  the  Fire  Chief  and  Commissioner  on  forms  pre¬ 
scribed  by  him  and  shall  contain  such  information  as  he 
may  require.  When  a  spray,  dipping,  immersing,  storage 
or  mixing  room  is  to  be  installed,  plans  shall  be  filed  zvith 
the  Department  of  Buildings  before  a  permit  is  issued. 

1.3  RESTRICTIONS.  No  spraying,  dipping  or  im¬ 
mersing  of  any  article  or  thing  within  the  City  of  New 
York  zvith  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  shall  be  carried  on/ or  in  any  premises  or  portion 
thereof. 

1.3.1 —  Which  is  occupied  as  a  Class  A  or  B  Multiple 
Dzvelling  or  a  dwelling  for  one  or  two  families. 

1.3.2—  Which  is  artificially  lighted  by  any  means  other 
than  electricity. 

1  3.3 — Which,  if  heated,  shall  be  limited  to  the  use  of 
steam  or  hot  water  circulating  systems;  except¬ 
ing  that  heating  units  approved  by  the  Board  of 
Standards  and  Appeals  or  previously  approved 
by  the  Fire  Commissioner  may  also  be  permitted 
to  be  used. 

Rule  2.  Definitions. 

[1.  The  term  “spray  booth”  shall  include  the  following: 

(a)  “Cabinet  booth”  shall  mean  a  compartment,  pro¬ 
vided  with  a  back,  top  and  two  sides,  equipped 
with  air  exhaust  facilities,  located  within  a  room 
or  section  of  an  establishment,  and  in  which 
spray  coating  is  carried  on. 


(b)  “Canopy  booth”  shall  mean  an  installation  consist¬ 
ing  of  an  overhead  exhaust  system,  of  the  canopy 
type,  without  side  or  end  panels  enclosing  the 
object  sprayed,  and  under  which  canopy  spray 
coating  operations  are  carried  on. 

(c)  “Tunnel  booth”  shall  mean  a  compartment  con-  1 
sisting  of  two  sides  and  top,  equipped  with  air 
exhaust  facilities  and  in  which  spray  coating  is 
carried  on. 

2.  The  term  “spray  room”  shall  mean  a  fully  enclosed 
room  within  the  exterior  walls,  or  the  area  between  fire 
walls.  This  definition  shall  not  include  a  room  equipped 
with  spray  booths  wherein  all  the  spray  coating  operations 
are  carried  on  within  the  booths. 

3.  Fireproof  or  fire-resisting  partitions  shall  be  con¬ 
structed  as  required  by  the  Labor  Law  and  the  Rules  of 
the  Board  of  Standards  and  Appeals  for  factory  buildings. 
All  openings  to  be  equipped  with  self-closing,  fireproof 
doors.] 

2.1  The  term  “SPRA  F  or  SPRA  YING  SPA  CE,”  DIP¬ 
PING  SPACE  or  IMMERSING  SPACE ”  zvhen  used  in 
these  rules  shall  mean  that  portion  of  the  premises  used 
for  the  actual  work  of  spraying,  dipping  or  immersing  any 
article  or  thing  with  any  flammable  paints,  varnishes,  lac¬ 
quers  or  any  other  flammable  substances,  mixtures  or  com¬ 
pounds,  commonly  used  for  painting,  varnishing,  staining 
or  similar  purposes  in  any  booth  or  room  approved. 

2.2  The  term  “CABINET  BOOTH’’  when  used  in  these 
rules  shall  mean  a  compartment  with  a  back,  top  and  two 
sides  equipped  zvith  air  exhaust  facilities,  located  within  a 
room  or  any  portion  of  any  premises  zvhere  spraying  zvith 
any  flammable  paints,  varnishes,  lacquers  or  any  other 
flammable  substances,  mixtures  or  compounds  commonly 
used  for  painting,  varnishing,  staining  or  similar  purposes 
is  carried  on. 

2.3  The  term  “CANOPY  BOOTH  or  HOOD”  when 
used  in  these  rules  shall  mean  an  installation  consisting  of 
a  metal  canopy  or  hood,  without  any  side  or  end  panels 
enclosing  the  object  sprayed  and  an  air  exhaust  system 
under  which  spraying  with  any  flammable  paints,  varnishes, 
lacquers  or  any  other  flammable  substances,  mixtures  or 
compounds  commonly  used  for  painting,  varnishing,  stain¬ 
ing  or  similar  purposes  is  carried  on. 

2.4  The  term  “TUNNEL  BOOTH”  zvhen  used  in  these 
rules  shall  mean  a  compartment  consisting  of  tzvo  sides  and 
top,  equipped  with  an  air  exhaust  system  in  which  spray¬ 
ing  with  .any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com- \ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  is  carried  on. 

2.5  The  term  “ SPRAY  ROOM”  when  used  in  these 
rules  shall  mean  a  fully  enclosed  room  approved  for  such j 
use  in  zvhich  any  article  or  thing  is  sprayed  by  any  flam- 
able  paints,  varnishes,  lacquers  or  any  other  flammable 
substances,  mixtures  or  compounds  commonly  used  for 
painting,  varnishing,  staining  or  similar  purposes  is  car¬ 
ried  on. 

2.6  The  term  “DIPPING  ROOM”  zvhen  used  in  these 
rules  shall  mean  a  fully-enclosed  room  approved  for  siich 
use  in  which  any  article  or  thing  is  dipped,  spread  or  tm 
mersed  in  any  flammable  paints,  varnishes,  lacquers  or  any 
other  flammable  substances,  mixtures  or  compounds  com¬ 
monly  used  for  painting,  varnishing,  staining  or  similar 
purposes  is  carried  on. 

2.7  The  term  “ FIREPROOF  or  FIRE-RESISTING 
PARTITIONS”  used  in  these  rules  shall  mean  the  stand- 
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ards  set  in  the  Labor  Law  and  the  Rules  of  the  Board  of 
Standards  and  Appeals  for  factory  buildings.  All  openings 
in  this  type  of  partition  shall  only  be  equipped  with  self¬ 
closing,  fireproof  doors. 

2.8  The  term  ‘STORAGE  ROOM”  when  used  in  these 
rules  shall  mean  a  fully-enclosed  room  used  for  the  stor¬ 
age  and  mixing  of  any  flammable  paints,  varnishes,  lac¬ 
quers  or  any  flammable  substances ,  mixtures  or  compounds 
commonly  used  for  painting,  varnishing,  staining  or  sim¬ 
ilar  purposes. 

2.9 '  The  term  “CERTIFICATE  OF  FITNESS ”  when 
used  in  these  rules  shall  mean  the  written  permission  grant¬ 
ed.  a  particular  person  by  the  fire  chief  and  commissioner  to 
discharge  certain  duties  in  the  supervision  and  handling  of 
certain  substances  peculiar  to  his  business  under  such  con¬ 
ditions  as  he  may  prescribe. 

2.10  The  term  “PERMIT”  zuhen  used  in  these  rules  shall 
mean  the  written  permission  of  the  fire  chief  and  com¬ 
missioner  issued  to  a  certain  person,  firm  or  corpora¬ 
tion  to  store  and  use  certain  combustible ,  inflammable 
or  explosive  articles  incident  to  their  business  under  condi¬ 
tions  prescribed  by  him  according  to  law. 

Rule  3.  V entilation. 

[(a)  No.  spray  coating  of  manufactured  or  fabricated 
articles  shall  be  carried  on  in  any  part  of  an 
establishment  except  in  spray  booths  or  in  spray 
rooms,  as  defined  above. 

(b)  Cabinet  booths  shall  be  equipped  with  an  air 
exhaust  system  which  will  provide  an  air  velocity 
of  not  less  than  one  hundred  (100)  lineal  feet 
per  minute  averaged  over  the  frontal  area  of  the 
spray  booth. 

(c)  Spray  rooms  shall  be  equipped  with  an  air  exhaust 
which  will  provide  not  less  than  sixty  (60) 
changes  of  air  per  hour  in  the  spray  room. 

(d)  All  types  of  spray  rooms  and  booths  shall  be 
equipped  with  an  air  exhaust  system  of  sufficient 
capacity  to  prevent  the  accumulation  of  mist  or 
vapors  within  such  enclosures. 

(e)  Air  shall  be  admitted  to  the  spray  booth  or  spray 
room  in  an  amount  substantially  equal  to  the 
capacity  of  the  fan  or  fans  used  for  exhausting 
air  from  said  booth  or  room;  windows  or  other 
openings  not  used  for  ventilation  shall  be  kept 
closed  during  the  process  of  spray  coating.  Ex¬ 
haust  fans  shall  be  kept  running  constantly  while 
spraying  or  mixing  and  for  a  sufficient  length  of 
time  thereafter  to.  exhaust  all  vapors,  fumes  or 
residues  of  spraying  materials  from  the  spray 
booth  or  spray  room.] 

.  3.1  Spraying  or  dipping  spaces  shall  be  ventilated  when 
in  operation  so  that  the  movement  of  air  shall  be  at  least  one 
hundred  (100f)  linear  feet  per  minute  in  the  breathing  zone 
of  the  operator  and  be  of  sufficient  capacity  to  prevent  the 
accumulation  of  mist  or  vapors. 

3.2  Air  shall  be  admitted  to  the  spraying,  dipping  or  im¬ 
mersing  spaces  in  an  amount  equal  to  the  capacity  of  the 
fan  or  fans  and  in  such  a  manner  as  to  avoid  short- circuit- 
mg  the  path  of  air  in  the  working  zone  of  such  spaces. 

3.3  EQUIPMENT.  Motors  shall  be  located  outside  of 
spraying,  dipping  or  immersing  spaces  except  as  provided 
m  Rule  4. 

Rule  4.  Specifications  for  Spray  Booths  [and] 
Spray  Rooms  and  Dip  Rooms. 

[(a)  Spray  booths  shall  be  constructed  of  metal  or 
other  incombustible  material  satisfactory  to  the 
administrative  official. 

(b)  Air  distributing  or  baffle  plates,  if  used,  shall  be 
of  incombustible  material  and  removable  for 
cleaning 


(c)  The  inner  side  of  walls,  ceiling  and  floor  shall  be 
as  smooth  as  practicable,  in  order  to  facilitate 
cleaning;  when  constructed  of  ferrous  metal  such 
surfaces,  inside  the  booth  or  room,  shall  be  thor¬ 
oughly  painted  or  galvanized. 

(d)  Exhaust  ducts  for  spray  booths  or  spray  rooms 
shall  be  constructed  of  material  not  less  than  the 
following  U.  S.  Standard  gauges,  viz. : 

When  of  diameter  of  24  inches  or  less,  22  gauge. 
When  of  diameter  of  over  24  inches  and  not  over 
36  inches,  20  gauge. 

When  of  diameter  of  over  36  inches,  18  gauge. 

(e)  Ducts  shall  be  strongly  erected  and  rigidly  sup¬ 
ported. 

(f)  Motors  shall  be  located  outside  of  ducts,  booths  or 
spray  rooms  so  that  no  inflammable  vapors  or 
residues  can  reach  them. 

(g)  If  induced  draft  is  used  to  create  an  air  move¬ 
ment  within  cabinet  or  tunnel  types  of  spray 
booths  or  spray  rooms,  the  air  shall  be  supplied 
from  a  point  outside  of  the  spray  booth  or  spray 
room  with  fans  and  motors  entirely  outside  of  the 
spray  booth  or  spray  room. 

(h)  The  exhaust  system  for  the  removal  of  vapors  or 
residues  of  spraying  materials  from  the  spraying 
equipment  shall  not  be  connected  with  any  other 
ventilating  system  or  discharged  into  a  chimney 
or  flue  used  for  the  purpose  of  conveying  gases 
from  heating  elements. 

Ventilating  duct  shall  run  as  directly  as  prac¬ 
tical  to  the  outer  air  and  be  protected  with  a 
hood.  When  not  terminating  above  the  roof  the 
exhaust  terminal  in  addition  shall  be  protected 
with  a  fire  screen  of  copper  or  bronze  with  a 
mesh  not  larger  than  ^  inch.  When  passing 
through  a  non-fireproof  roof  the  duct  shall  be 
constructed  double  with  a  1-inch  air  space.  The 
outer  pipe  shall  be  not  less  than  2  inches  from  any 
woodwork  which  shall  be  covered  with  metal. 
Ventilating  ducts  terminals  shall  be  not  less  than 
15  feet  from  any  window  opening,  exterior  exit, 
chimney  termination  or  unprotected  air  intake, 
unless  exhausting  on  the  front  of  a  building  or 
where  there  are  openings  in  a  direct  line  less  than 
30  feet  from  any  opening  in  any  other  building. 

(i)  Exhaust  fan  blades  shall  be  constructed  of  non- 
ferrous  metal.  All  exhaust  and  ventilating  fans 
to  be  permanently  connected  to  their  source  of 
current  supply,  using  metallic  conduit.  Rheostats 
in  fan  bases  not  permitted. 

(j)  All  electrical  wiring  shall  be  enclosed  in  metal 
conduits. 

(k)  Artificial  lighting  shall  be  by  electricity  only. 
Fixtures  to  be  of  the  rigid  stem  type,  enclosing 
all  wiring  and  equipped  with  vaporproof  globes 
and  keyless  sockets. 

(l)  No  motors,  switches,  rheostats,  lamps  or  other 
electrical  equipment  shall  be  located  in  spray 
rooms  or  within  10  feet  from  any  spray  compart¬ 
ment  or  spray  booth  unless  such  electrical  equip¬ 
ment  is  of  a  type  approved  for  use  in  explosive 
atmospheres.  Motors  located  within  10  feet  of  a 
spray  booth  may  be  of  the  standard  totally  en¬ 
closed  type,  or  of  the  open  induction  type,  having 
no  brushes,  ,  make  and  break  contact,  collectors 
or  other  arcing  or  sparking  parts. 

All  flame  or  spark  producing  machinery  within 
a  floor  area,  wherein  spray  coating  is  carried  on 
shall  be  discontinued  or  enclosed  by  partitions 
constructed  fireproof  or  fire-resisting.  This  rule 
shall  not  exclude  the  use  of  the  indirect  type  of 
bake  ovens,  provided  the  flame  compartment  is 
separately  enclosed,  taking  air  from  outside  of 
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the  room  wherein  spray  coating  is  carried  on  and 
where  adequate  ventilation  can  be  provided. 

(m)  All  electrical  equipment  shall  be  installed  and 
grounded  as  provided  by  the  National  Electrical 
Code  (Art.  32)  and  permanently  connected  to 
their  source  of  current  supply,  using  metallic 
conduit.  No  receptacle  pin  plugs  permitted. 

(n)  Artificial  heating  shall  be  limited  to  the  use  of 
steam  or  hot  water  circulating  system  or  hot  air 
systems  satisfactory  to  the  administrative  offi¬ 
cial.] 

4.1  Spray  booths  shall  be  constructed  of  metal  or  incom¬ 
bustible  material  satisfactory  to  the  administrative  official 
having  jurisdiction,  be  adequately  ventilated  with  mechani¬ 
cal  ventilation;  if  lighted  to  be  in  conformity  with  these 
rules.  The  necessary  fire  protection  shall  be  maintained 
at  all  times. 

4.1.1  Spray,  dip  and  immersing  rooms  shall  be  con¬ 
structed  of  fireproof  or  fire-resisting  partitions  with  water¬ 
proof  floors,  adequately  ventilated  by  mechanical  means, 
equipped  with  the  necessary  fire  protection;  if  lighted  and 
heated  to  be  in  conformity  zvith  these  rules.  Floor  drains 
are  not  permitted. 

4.1.2  Panels  of  polished  wired  glass  or  plate  glass  at  least 
on* -quarter  of  an  inch  (J4)  thick,  not  exceeding  seven 
hundred  and  twenty  (720)  square  inches  in  area  and  not 
more  than  forty-eight  inches  (48")  in  any  linear  dimension 
may  be  used  in  the  sides  of  a  spray  booth  or  room. 

4.1.3  The  inner  sides  of  zvalls,  ceilings  and  the  floors  of 
all  spraying  or  dipping  spaces  shall  have  a  smooth  surface. 

4.1.4  All  openings  in  spray,  dip  or  immersing  rooms 
shall  be  protected  by  fireproof  doors.  Only  windows  open¬ 
ing  to  a  street  may  be  permitted. 

4.1.5  Ferrous  metal  used  in  the  construction  of  spraying, 
dipping  or  immersing  spaces  shall  be  thoroughly  painted 
on  the  inside  or  be  galvanised. 

4.1.6  All  spraying,  dipping  or  immersing  spaces  shall  be  so 
'  constructed  that  a  reasonable  length  longer  is  maintained 

than  required  for  the  .article  or  thing  to  be  sprayed,  dipped 
or  immersed.  Ferrous  metal  shall  not  be  used  for  such 
floor  surface. 

4.1.7  At  least  three  (3)  feet  of  clear  working  space  shall 
alzvays  be  maintained  for  each  operator  spraying,  dipping 
or  immersing  any  article  or  thing. 

4  2  SPECIFICATIONS  FOR  DUCTS,  PIPES  AND 
FANS. 

4.2.1  All  ducts  used  for  ventilating  spray,  dip  or  immers¬ 
ing  spaces  shall  be  constructed  of  metal  of  not  less  than 
the  following  gauges  of  metal. 

Ducts  twenty-four  (24")  inches  or  less  in  diameter  No. 
22  gauge. 

Ducts  over  twenty-four  (24")  and  not  over  thirty-six 
(36")  inches  in  diameter  No.  20  gauge. 

Ducts  exceeding  thirty-six  (36")  inches  in  diameter  No. 
18  gauge. 

4.2.2  Ducts  shall  be  strongly  constructed  and  be  installed 
in  a  workmanlike  manner.  They  shall  be  rigidly  supported. 

4.2.3  Ventilating  ducts  shall  run  as  directly  as  practicable 
to  the  outer  air  and  be  protected  zvith  a  hood  against  the 
zveather.  The  exhaust  terminal  or  hood  shall  also  be  pro¬ 
tected  zvith  a  screen  of  copper  or  bronze  with  a  mesh  not 
larger  than  one-quarter  O/i")  inch. 

4.2.4  Where  a  duct  passes  through  a  non-fire  proof  roof,  the 
duct  shall  be  protected  at  such  point  by _  an  outer  pipe  or 
sleeve  zvith  an  air  space  of  at  least  one  inch  (1" )  between 
the  sleeve  and  duct.  The  outer  pipe  shall  be  not  less  than 
tzvo  (2")  inch's  from  any  woodwork  and  such  zvoodwork 
shall  be  covered  zvith  metal. 

4.2.5  Ventilating  ducts  shall  not  terminate  within  ten  (10) 
feet  measured  horizontally  of  any  chimney  outlet,  unpro¬ 
tected  air  intakes  or  of  any  door  or  zvindow  in  an  adjoin¬ 
ing  building. 


4.2.6  If  induced  draft  is  used  to  create  an  air  movement, 
the  air  shall  be  supplied  from  a  point  outside  the  spray  or 
dip  or  immersing  space.  Fans  and  motor  must  be  located 
outside  the  spray  or  dip  space. 

4.2.7  The  exhaust  system  from  any  spray,  dip  or  immering 
space  shall  not  be  connected  to  any  other  ventilating  system 
or  be  discharged  into  a  chimney  or  flue  used  for  the  pur¬ 
pose  of  conveying  gases  of  combustion. 

4.2.8  Exhaust  fan  blades  shall  be  constructed  of  non- 
ferrous  metal.  All  exhaust  and  ventilating  fans  to  be  per¬ 
manently  connected,  to  their  source  of  power,  using  metallic 
conduit.  Rheostats  in  fan  bases  not  permitted. 

4.3  SPECIFICATIONS  FOR  STORAGE  ROOMS. 
Storage  rooms  shall  be  constructed  of  fireproof  or  fire- 
resistmg  partitions  with  waterproof  floors  and  be  ade¬ 
quately  ventilated  by  either  natural  or  mechanical  means. 

4.4  No  motors,  switches,  rheostats,  lamps  or  other  elec¬ 
trical  equipment  shall  be  located  in  spray,  dipping  or  im¬ 
mersing  rooms  or  within  ten  (10)  feet  of  any  spray  com¬ 
partment,  spray  booth,  immersing  or  dipping  space  unless 
such  electrical  equipment  be  of  a  type  approved  for  use 
in  explosive  atmospheres.  Except  that  alternating  current 
induction  motors  of  the  totally  enclosed  type,  having  no 
brushes,  make  and  break  contacts,  collectors  or  other  arcing 
or  sparking  parts  may  be  located  within  ten  (10)  feet  of  a 
spray  booth,  spray  compartment  or  dipping  space  when 
approved  by  the  authorities  having  jurisdiction. 

4.4.1  Artificial  lighting  shall  be  only  by  means  ol  elec¬ 
tricity. 

4.5  FIGHTING  FIXTURES.  i 

4.5.1  When  lighting  fixtures  are  located  within  10  feet  of  a 
spray  booth,  spraying  compartment  or  dipping  space,  they 
shall  be  of  the  rigid  stem  type,  enclosing  all  wiring  and  be 
equipped  with  keyless  sockets  having  vaporproof  globes, 
protected  by  wire  guards. 

4.5.2  All  electrical  equipment  shall  be  installed  and 
grounded  as  provided  by  Chapter  9  of  the  Code  of  Ordi¬ 
nances  (Electrical  Code)  and  permanently  connected  to 
their  source  of  current  supply,  using  metallic  conduit. 

4.5.3  No  pin  plug  receptacles  shall  be  used. 

4.5.4  All  electric  wiring  shall  be  enclosed  in  metal  conduits. 

4.5.5  The  use  of  portable  cords  or  trailer  lights  are  pro¬ 
hibited. 

[Rule  5.  Maintenance  and  Fire  Protection.] 

[(a)  The  plant  superintendent,  foreman  or  other  per¬ 
son  in  charge  of  spray  booth  or  booths,  storage 
or  spraying  materials,  exhaust  system,  etc.,  shall 
secure  a  certificate  of  fitness  from  the  adminis¬ 
trative  official. 

This  person  shall  properly  instruct  all  employ¬ 
ees  as  to  the  hazards  of  their  work  and  advise  as 
to  their  responsibility  for  cooperation  in  comply¬ 
ing  with  these  rules.  Every  employee  shall  be 
responsible  for  all  rules  or  parts  of  rules  which 
immediately  concern  or  affect  his  conduct  or  the 
safety  of  himself  or  others. 

(b)  No  motor  vehicles  shall  be  taken  in  or  out  of  a 
spray  booth  or  spray  room  under  its  own  power. 

(c)  All  exhaust  fans  shall  be  inspected  at  least  once 
each  week;  defects  shall  be  repaired  at  once  or 
operation  of  fan  discontinued  until  properly  re¬ 
paired. 

(d)  Spray  rooms,  booths,  fans,  ducts,  and  other  equip¬ 
ment  shall  be  cleaned  frequently  and  maintained 
in  clean  and  efficient  working  condition;  lacquer 
spraying  booths  shall  be  wet  down  before  clean¬ 
ing. 

(e)  Brooms,  brushes  or  other  cleaning  implements 
made  of  ferrous  metals  shall  not  be  used  in  order 
to  avoid  sparks. 
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(f) 


(g) 


fh) 


Accumulation  of  waste,  sweepings  or  deposits 
from  cleaning  spray  rooms,  booths,  etc.,  waste 
paper,  taping  or  other  inflammable  refuse  is  pro¬ 
hibited.  All  such  refuse  shall  be  placed  in  metal 
receptacles  with  proper  self-closing  covers.  The 
contents  of  such  cans  shall  be  removed  from  the 
building  at  the  close  of  work  each  day. 

No  person  shall  smoke  or  carry  a  lighted  cigar, 
cigarette,  pipe  or  match  within  any"  room,  en¬ 
closed  space,  cellar,  basement  or  any  part  of  any 
premises  in  which  highly  combustible  or  inflam¬ 
mable  material  is  maintained,  stored  or  kept  for 
use  or  sale  (Extract  from  Section  27,  Chapter  12 
of  the  Code  of  Ordinances). 


Every  spray  room  or  spray  booth  shall  be 
equipped  with  approved  fire  extinguishing  appli¬ 
ances  suitable  for  paint  and  lacquer  fires.  At  least 
one  standard  sand  pail  shall  be  provided  for  each 
100  square  feet  of  booth  area  or  area  of  spray 
room  or  extinguishers  of  the  soda-acid,  foam, 
LU-2  or  other  approved  type  may  be  provided, 
one  for  each  300  square  feet  of  booth  or  sprav 
room  area.  Where  the  spraying  hazard  is  exten- 
S1je’jm0UnteC^  type  ?xtinguishers  shall  be  pro- 

Vlded  as  may  be  required  bjr  the  administrative 
official. 


The  interior  of  all  booths  installed  in  sprinklered 
buildings  shall  be  provided  with  sprinkler  heads 
supplied  from  an  approved  source  of  supplv. ] 


Rule  5.  Maintenance  and  Operation. 

5.1  Every  premises  wherein  a  spraying,  dipping,  or  im¬ 
mersing  space  is  maintained  and  operated  shall  ’be  con¬ 
tinuously  under  the  charge  and  supervision  of  one  or  more 
Persons  holding  a  certificate .  of  fitness,  whose  duty  shall 
°e  j°  see  that  the  spray,  dipping  and  immersing  space  rules 
and  the  terms  of  the  permit  are  not  violated.  No  other 
duties  shall  interfere  with  the  enforcement  of  these  rules. 

5.2  Smoking  or  the  carrying  of  lighted  cigars,  cigarettes 
or  pipes  in  spray,  dipping  or  immersing  space  is  prohibited. 

5.3  A  o  person  shall  be  permitted  within  a  spray  space 
between  the  spray  gun  and  the  exhaust  outlet  while  the 
spray  gun  is  in  use. 

5-4  Spraymg,  dipping  or  immersing  spaces  and  its  sur¬ 
roundings  shall  be  kept  clean  at  all  times  and  shall  be  kept 
clear  of  all  materials,  equipment  and  utensils  not  required 
in  the  operation  of  the  spray.  Side  walls,  ceilings,  baffle 
plates,  etc.,  shall  be  sprayed  with  soap  and  water  solution, 
before  cleaning,  or  cardboard  or  masking  paper  can  be 
fastened  before  any  operation  and  after  said  operaiton  be 
removed  from  the  premises  in  approved  waste  cans. 

.  Floors  zvithin  and  surrounding  spray,  dip  or  immers¬ 
ing  spaces  shall  be  kept  clean  and  free  from  zvaste  mate¬ 
rial  at  all  times. 

5.6  Implements  used  for  cleaning  shall  be  made  of  non- 
ferrous  material  to  avoid  sparks. 

.  Metal  waste  cans  with  self-closing  covers  shall  be 
provided  for  all  spraying,  dipping  or  immersing  spaces 
■  and  storage  rooms.  The  number  to  be  installed  shall  be 

dictio1ined  i,lC  administrative  official  having  juris- 

5.8  Approved  fire  appliances  shall  be  installed  in  all 
spraying,  dipping  or  immersing  spaces  and  in  storage 
rooms  as  may  be  determined  by  the  administrative  official 
having  jurisdiction. 

5.9  Accumulation  of  flammable  waste,  szveepings  or  de¬ 
posits  from  spray,  dip  or  immersing  space  is  prohibited, 
rill  such  waste  shall  be  placed  in  approved  waste  cans  and 
^removed  from  the  premises  at  the  close  of  work  each 

5.10  All  sand  papering  of  lead  painted  surfaces  shall  be 
done  with  wet  sand  paper . 


5-11  No  motor  vehicle  shall  be  taken  into  or  out  of  a 
spray  space  under  its  own  power.  Batteries  shall  be  re¬ 
moved  before  the  process  of  spraying  is  begun. 

Rule  6.  Storage  and  Mixing. 

I  (a)  Main  supplies  of  spray  coating  materials  and 
thinners  shall  be  kept  in  an  outside  storage  build¬ 
ing,  storage  rooms  or  in  vented  metal  cabinets 
m  accordance  with  the  following  amounts : 

(b)  Spraying  materials  not  in  excess  of  20  gallons 
shall  be  stored  in  metal  cabinets  or  wood  cabinets, 
metal  covered  on  both  sides  including  the  door. 
All  cabinets  to  be  ventilated  at  top  and  bottom. 

(c)  Spraying  materials  in  excess  of  20  gallons  and 
not  exceeding  40  gallons  shall  be  stored  in  double- 
walled  metal  cabinets  vented  directly  to  the  outer 
air. 

(d)  Spraying  materials  in  excess  of  40  gallons  shall 
be  stored  in  a  separate  exterior  storage  building 
of  fireproof  or  fire-resisting  material  with  venti¬ 
lated  plain  glass  skylight  or  in  a  storage  room 
constructed  fireproof  in  a  fireproof  building  or 
fire-resisting  in  a  non-fireproof  building.  Storage 
rooms  shall  be  located  at  exterior  wall  window 
opening,  window  openings  to  be  fireproofed  and 
lower  half  provided  with  open  louvres  or  ven¬ 
tilated  by  metal  duct  or  fan  at  least  8  inches  in 
diameter.  The  floors  of  all  storage  rooms  shall 
be  waterproof  up  to  a  height  of  at  least  6  inches 
trom  the  floor  and  be  properly  pitched  for 
drainage  purposes  to  a  low  point  within  the  en¬ 
closure.  The  sill  of  the  door  shall  be  at  least  6 
inches  above  the  finished  floor.  All  doors  to  be 
tin-clad,  approved,  fireproof  and  self-closing. 

(e)  In  sprinklered  buildings  all  storage  rooms  shall 
be  provided  wdth  an  automatic  sprinkler  head 
for  each  80  square  feet  of  floor  area. 

(f)  Storage  rooms  shall  be  sprinklered  in  non-sprink- 
leied  buildings  and  supplied  from  house  supply 
tanks  or  house  lines,  as  described  in  Rule  53  of 
the  Sprinkler  Rules. 

(g)  The  maximum  amount  of  spraying  materials  to 
be  stored  in  a  storage  room  of  a  non-fireproof 
bm.ldmg  shall  be  determined  by  the  administrative 
official. 

(h)  Mixing  or  thinning  of  coating  materials  shall  be 
conducted  in  a  storage  building  or  storage  room, 
except  that  containers  of  total  capacitv  not  ex¬ 
ceeding,  ten  gallons  may  be  opened  and  their  con¬ 
tents  mixed  in  the  spray  room  or  room  in  which 
booths  are  located  while  the  air  exhaust  system 
is  operating. 

(0  Supplies  sufficient  for  not  more  than  one  day’s 
work  but  not  exceeding  twenty  gallons  in  total 
to  each  booth,  may  be  kept  in  the  spray  room  or 
room  in  which  spray  booths  are  located ;  covers 
of  containers  must  be  kept  thereon  when  such 
containers  are  not  actually  in  use.  This  amount 
is  in  addition  to  the  amount  allowed  in  Subdivi¬ 
sion  k  ot  Rule  6. 

(j)  Gravity  feed  material  containers  for  supplying 
spray  guns  shall  not  exceed  ten  gallons  in  capacitv 
and  shall  be.  supported  by  wire  cables  or  metal 
brackets  having  a  factor  of  safety  of  two  when 
filled  with  the  heaviest  spraying  materials  used. 

(k)  Pressure  feed  tanks  and  other  equipment  for  use 
in  connection  with  direct  spraying  under  air 
pressure  shall  be  restricted  to  tanks"of  not  more 
than  sixty  gallons,  individual  capacity,  designed 
constructed  and  approved  for  this  specific  purpose' 
by  the  Board  of  Standards  and  Appeals.  Fach 
tank  shall  be  provided  with  a  safety  valve  set  at 
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a  pressure  not  exceeding  eighty  pounds.  All 
gravity  feed  containers  and  other  spraying  equip¬ 
ment  shall  be  approved  as  above. 

(1)  The  installation  of  all  electrical  wiring,  switches, 
lighting  and  all  other  electrical  equipment,  and 
the  provisions  of  these  rules  against  carrying 
matches  or  smoking  and  prohibiting  flame  or 
spark-producing  devices,  shall  also  apply  to  stor¬ 
age  or  mixing  rooms.] 

6.1  STORAGE  of  spraying,  dipping  and  immersing  ma¬ 
terials  shall  not  be  in  excess  of  two  hundred  (200)  gallons, 
excepting  in  a  building  in  which  nitro  cellulose  products 
are  manufactured,  stored  or  kept  limiting  amount  to  twenty- 
five  (25)  gallons  as  per  Sect.  225,  Subdiv.  8,  Chap.  10, 
Code  of  Ordinances. 

6.2  Spraying,  dipping  and  immersing  material  exceeding 
two  hundred  (200)  gallons  shall  be  stored  in  a  storage 
room  constructed  and  maintained  as  determined  by  the 
administrative  official  having  jurisdiction.  The  maximum 
amount  of  spraying  materials  to  be  stored  or  used  in  any 
premises  or  portion  thereof,  regardless  of  the  construction 
of  building  shall  be  specified  in  the  permit. 

6.3  MIXING.  Mixing  or  thinning  of  spraying,  dipping 
or  immersing  materials  shall  only  be  done  in  a  storage 
room.  Where  no  storage  room  has  been  provided  all .  mix¬ 
ing  or  thinning  shall  be  done  within  the  spraying,  dipping 
or  immersing  space  or  spaces. 

6.4  Gravity  feed  material  containers  for  supplying  spray 
shall  not  exceed  ten  (10)  gallons  in  capacity  and  shall  be 
supported  by  wire  cables  or  metal  brackets  having  a  factor 
of  safety  of  two  when  filled  with  the  heaviest  spraying 
materials  used. 

6.5  Pressure  feed  tanks  and  other  equipment  for  use  in 
connection  with  direct  spraying  under  air  pressure  shall  be 
restricted  to  tanks  of  not  more  than  sixty  (60)  gallons  in¬ 
dividual  capacity,  designed,  constructed  and  approved  for 
this  specific  purpose  by  the  Board  of  Standards  and  Ap¬ 
peals.  Each  tank  shall  be  provided  with  a  safety  valve  set 
at  a  pressure  not  exceeding  eighty  (80)  pounds.  All  gravity 
feed  container  and  other  spraying  equipment  shall  be 
approved  as  above. 

6.6  Sprinkler  heads  shall  be  provided  in  all  spray,  dip 
or  immersing  spaces  and  storage  rooms  and  shall  be  in¬ 
stalled  in  accordance  with  the  Sprinkler  Rules  _  of  the 
Board  of  Standards  and  Appeals,  except  in  non-sprinkler ed 
buildings  where  sprinkler  connection  may  be  made  to  the 
house  water  supply. 

6.7  Sprinkler  in  spray,  dip  and  immersing  spaces  shall 
be  cleaned  at  least  once  a  zveek  under  the  supervision  of 
the  person  holding  the  certificate  of  fitness  and  a  coating 
of  light  grease  or  vaseline  shall  be  applied  after  each 
cleaning  to  prevent  the  formation  of  a  hard  deposit  and 
render  the  sprinkler  useless  in  case  of  fire.  The  use  of 
paper  bags  or  other  materials  about  sprinkler  heads  is 
prohibited. 

Rule  7.  General  Requirements. 

Notice — Attention  is  called  to  the  provisions  of  the  Code 
of  Ordinances  as  to  violations  reading  as  follows: 

Section  300,  Article  26,  of  Chapter  10,  of  the  Code  of 
Ordinances,  “Any  person  zvho  shall  wilfully  violate  or  neg¬ 
lect  or  refuse  to  comply  with  any  of  the  provisions  of  this 
chapter  in  addition  to  any  other  penalties  prescribed  by  law 
or  ordinance  shall,  upon  conviction,  be  punished  by  a  fine 
of  not  more  than  $500  or  by  imprisonment  not  exceeding  6 
months,  or  by  both  such  fine  and  imprisonment  ” 

[NOTE:— The  principal  cause  of  fires  in  spray-booth  in¬ 
stallations  are:  broken  electric  lamps  and  other 
electrical  defects ;  cleaning  the  interior  of  booths, 
fans  and  motors  with  highly  flammable  solvents; 
accumulation  of  deposits  in  the  tubes  and  vent 
pipes  from  neglect  in  cleaning  them  frequently; 


unnecessary  accumulation  of  waste  and  refuse, 
smoking  and  a  general  lack  of  cleanliness. 

(a)  "No  Smoking”  signs,  with  letters  at  least  2  inches 
in  height,  shall  be  posted  in  all  spray  rooms  and 
paint  storage  rooms  or  building. 

(b)  No  combustible  material  shall  be  stored  or  main¬ 
tained  within  15  feet  of  any  spray  booth. 

(c)  All  stock  shall  be  arranged  so  as  not  to  interfere 
with  the  operation  of  automatic  sprinkler  heads.] 

Rule  8.  Existing  Spray  Booths  and  Installations. 

These  rules  shall  be  retroactive  in  the  following  respects: 

Rule  1.3.  Heating  of  Rooms 


Rule  3. 


[Subdivision  D]—  Air  Exhaust  System. 

“  E] — Air  Supply  and  Mixing. 


Rule  4. 


[ 


[ 


Subdivision  A  — Constructions  of  Spray  Sooths. 

“  B  - — Construction  of  Baffle  Plates.] 

“  C] — Cleaning  of  Booths. 

“  [E]  B — Maintenance  of  Duct  Supports. 

[F]  D — Location  of  Motors. 

“  [G]  B — Method  of  Induced  Draft. 

“  [H]  B— Termination  of  Ventilating  System. 

“  [K]  D — Electric  Lighting. 

Subdivision  [L]  D— Separation  of  Booths,  etc.,  from  flame 

and  sparks. 

“  [M]  D — Electrical  Equipment. 

“  N — Heating  of  Rooms.] 


Rule  5. 


Subdivision  A — Certificate  of  Fitness. 

"  [B]  K — Motor  vehicles,  in  booths  or  rooms. 

“  C — Maintenance  of  Exhaust  fans.] 

“  D — Maintenance  of  Equipment. 

“  [E]  F — Cleaning  Implements. 

“  [F]  I — Accumulation  and  Disposal  of  Waste 

Materials.  ■ 

“  [G]  B — Smoking,  Matches,  etc. 

“  H — Fire  Appliances. 


Rule  6. 


i 


[ 


Subdivision  A— Storage  of  Spraying  Materials. 

“  B — Storage  of  Spraying  Materials  less  than 

[20]  gallons. 

“  C — Storage  of  Spraying  Materials  not  ex¬ 

ceeding  [40]  gallons. 

“  D — Storage  of  Spraying  Materials  exceeding 

[40]  gallons. 

“  G — Maximum  Storage  in  non-fireproof  build¬ 

ings.] 

[H]  D — Spray  room  or  booth  mixing. 

I — Supplies  allowed  in  booth.] 
f.T]  C — Gravity  Feed  containers. 

“  L — Smoking,  matches,  in  mixing  room. 

NOTE: — Subdivisions  A,  B,  C  and  D  may  not  be  applied 
in  fireproof  buildings  equipped  with  an  approved 
existing  automatic  sprinkler  system  where  the  gen¬ 
eral  conditions  of  cleanliness  are  properly  main¬ 
tained  at  all  times. 


U 


Rule  7. 


[Subdivision  A — Posting  “No  Smoking”  signs. 

B — Clearance  of  combustible  materials. 

C — Clearance  of  Automatic  Sprinkler  heads.] 
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Rule  9.  Approval  Forms  and  Plans. 

1  here  shajl  be  filed  before  installation  with  the  adminis¬ 
trative  official  by  the  purchaser  (or  by  the  seller  thereof) 
an  application  form  on  sheet  8  inches  by  10  inches,  which 
form  shall  give  the  proper  name  and  address  or  booth  user 
and  also  the  door  on  which  the  booth  or  booths  are  to  be 
installed  An  ink  drawing  of  the  floor  upon  which  the 
booth  will  be  located  shall  be  submitted  on  the  form  sheet  • 


such  drawing  shall  show  by  feet  and  inches  the  location 
of  exits,  chimneys  and  booths. 

Whne”a  stortge  ?nd  ™ixinS  room  ^  to  be  installed,  plans 
dra™J°  a  *ca  f  of  at  least  1/16  of  an  inch  to  a  foot  shall 
be  filed  with  the  administrative  official  for  examination 
f"dat?ppr°va  •.  ,Suct  Plan  shall  show  on  the  floor  plan  the 
of  a11  booths,  storage  and  mixing  rooms,  exits  and 
all  chimneys  and  exterior  openings  within  IS  feet  of  the 
storage  rooms  and  vent  ducts.] 


RULES 


EXIT  RULES— REVOLVING  DOORS 


Adopted,  under  Cal.  No.  842-17-S,  Sept.  6,  1917- 
amended,  under  Cal.  No.  41-19-S,  Feb.  11  1910-  under 

Jan'  8  °19^42'20~S’  8’  and  under  ^a'b  No.  41-19-S, 

Rule  1.  Classification  of  Revolving  Doors.  For  the 

asUrfo°llow°sf-  thCSe  rUleS  rCV0lving  doors  sha11  be  classified 

(a)  Type  A.  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position  but  which  doors  are  so  designed  and  constructed 
that  m  the  event  of  excessive  pressure  being  exerted  on 
t  e  wings,  the  braces  or  other  devices  which  hold  the 
wings  in  their  normal  position  shall  be  disconnected 
hereby  permitting  easy  egress  through  the  vestibule  at 
least  equivalent  to  that  provided  by  a  pair  of  swinging 
doors  having  the  same  width  as  the  vestibule  opening. 

ti.n°*/eI°lving  d°°rS  Sha11  be  winded  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  any  wing  ex- 
ceeds  one  hundred  and  fifty  (150)  pounds  when  exerted 
a  ;a  tf,hree  /,3>  inche?  from  the  outer  edge  of  the 

but {  i66  fee|  S1X  (6)  inches  above  the  floor, 

Dut  shall  be  classified  under  type  B. 

.(b)  Type  B.  “Rigid  Brace”  in  which  the  individual 
wings  are  maintained  in  the  normal  revolving  position  by 
rigid  braces  or  similar  devices,  but  which  doors  are  so 
designed  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  may  be 
rnanually  released  by  simple  mechanical  means,  thereby 
permitting  the  individual  wings  to  be  manually  collapsed 

Vestibule arranSCd  ^  t0  permit  £ree  eSress  through  the 

,  *U,e  u‘u  tRevoIyi7?  Doors.  Prohibitions.  Revolving 
nl,rS  sha11  be  Prohibited  in  exit  doorways  from  assembly 
1 1  S’  asylums.^  auditoriums,  churches,  dance  halls,  hospi- 
als,  motion  picture  theatres,  schools,  theatres,  or  from 

Z/°hT^S^nn,within  a  building  where  more  than 
hree  hundred  (300)  persons  congregate  for  purposes  of 
^semcnt,  instruction  or  worship;  except  that  the  main 
d' ?orway  to  a  hospital  or  sanitarium  may  be 

Semen7Pd  hei  e-  ^  ^  °r  B  evolving  doors  when 
PP'  .  ,e.nt.ed  by  swinging  doors  not  less  than  three  (3) 
eet  eigbt  (8)  inches  wide  at  this  or  other  paths  of  egress. 

Rule  3.  Revolving  Doors— Department  Stores.  Tvoe 
1  evolving  doors  hereafter  installed  shall  be  accepted  in 


exit  doorways  from  department  stores  provided  doorwavs 
aggregating  at  least  fifty  (50)  per  cent  of  the  legal  re¬ 
quired  with,  equipped  with  swinging  doors,  are  installed 
and  one  or  more  such  outwardly  swinging  doors  are  lo¬ 
cated  immediately  adjacent  to  each  revolving  door  Such 
swinging  doors  need  not  be  equipped  with  handles  on  the 
outside,  and  shall  have  a  minimum  clear  width  of  three 
(o)  teet. 

Rule  4.  Existing  Revolving  Doors.  Except  where 
otherwise  prohibited  existing  Type  A  revolving  doors  may 

buildings  aS  reqU'red  means  o£  exit  in  doorways  from 

Except  where  otherwise  prohibited  existing  Type  B 
revolving  doors  may. also  be  retained  as  required  means 
?;  e*!t  in  buddings,  when,  in  the  opinion  of  the  admin¬ 
istrative  official  haying  jurisdiction,  no  dangerous  exit  con¬ 
dition  exists.  If,  however,  such  dangerous  exit  condition 
is  deemed  by  him  to  exist,  they  shall  be  either  replaced 
Dy  type  A  revolving  doors,  or  supplemented  by  at  least 
one  swinging;  door  not  less  than  three  (3)  feet  wide  lo- 

cat.ed  adjacent  to  the  revolving  door,  as  the  administrative 
official  may  direct. 

Rule  5.  New  Revolving  Doors.  In  buildings  other 
than  assembly  halls,  asylums,  auditoriums,  churches,  dance 
halls,  department  stores,  hospitals,  motion  picture  theatres 

tbe°h°  ?Ma”d  thefre,s’  comin2  under  the  exit  provisions  of 
u pr  b£  dm£  C°de’.  doorways  serving  as  required  exits  may 
hereafter  be  equipped  with  Type  A  revolving  doors  or 
with  Type  B  revolving  doors,  provided  such  revolving 
doors,  not.  exceeding  three  in  a  unit,  shall  have  an  out- 

,3  swingTJg  door  at  least  three  (3)  feet  wide  located 
immediately  adjacent  thereto. 

?Uie  6*  Revolving  Doors  —  Subway  Entrances.  Re¬ 
quired  exit  doorways  from  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  may  be 

wavs  PoCf  the^le  ^  A-  d°°rS’  Provided  door- 

ways  of  the  legal  required  width  equipped  with  swinging 

doors,  are  also  installed  and  one  or  more  such  outwa?d"y 

swinging  doors  are  located  adjacent  to  each  revolving  door. 

Rule  7.  Saving  Clause.  But  nothing  in  these  rules 
jinl!  prevfnt  the  installation  on  the  exit  doors  from  a 
ba  „k’ .tru,st  company,  jewelry  store,  or  any  store  devoted 
to  a  single  similar  use,  of  a  locking  device  which  may  be 
operated  by  electricity  or  other  means  from  the  interior 
of  the  building,  to  be  used  only  in  an  emergency. 


MULTIPLE  DWELLING  LAW  ON  SALE 

Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
ie  Distribution  Division  of  the  City  Record  Office,  Room 
.13,  Municipal  Building,  Manhattan.  Price  50c ;  by  mail  54c. 
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Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding  Fire 
Escapes  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
Division  of  the  City  Record  Office  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 


Plumbing,  Drainage,  Water  Supply,  Gas  Piping  and  Ventilation  of  Buildings. 


Adopted  by  the  Superintendents  of  Buildings,  Effective 

April  23,  1912;  Became  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals  by  Chapter  503  of  the  Laws  of 
1916;  Amended  by  the  Board  of  Standards 
and  Appeals,  July  5,  1917;  December  27, 

1918;  March  8,  1921;  October  21,  1921; 

July  17,  1923;  January  8,  1924;  May 
5,  1931,  and  November  12,  1931. 

Filings  of  Drawings,  Descriptions,  Etc. 

1.  Drawings  and  triplicate  descriptions,  on  forms  fur¬ 
nished  by  the  Department  of  Buildings  for  all  Plumbing 
and  Drainage,  shall  be  properly  filled  in,  and  filed  by  the 
owner  or  architect  in  the  said  Department.  Ihe  plans  must 
be  drawn  to  scale  in  ink,  on  cloth,  or  they  must  be  cloth 
prints  of  such  scale  drawings,  and  shall  consist  of  such 
floor  plans  and  sections  as  may  be  necessary  to  show  clearly 
all  plumbing  work  to  be  done,  and  must  show  partitions 
and  methods  of  ventilating  water-closet  apartments. 

2.  The  said  plumbing  and  drainage  shall  not  be  com¬ 
menced  or  proceeded  with  until  said  drawings  and  descrip¬ 
tions  shall  have  been  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

3.  No  modification  of  the  approved  drawings  and  de¬ 
scriptions  will  be  permitted  unless  either  amended  draw¬ 
ings  and  triplicate  descriptions,  or  an  amendment  to  the 
original  drawings  and  descriptions,  covering  the  proposed 
change  or  changes  are  so  filed  and  approved  by  the  Com¬ 
missioner  of  Buildings. 

4.  The  drainage  and  plumbing  of  all  buildings,  both 
public  and  private,  shall  be  executed  in  accordance  with  the 
rules  and  regulations  of  the  Department  of  Buildings. 

5.  Repairs  or  alterations  of  plumbing  or  drainage  may 
be  made  without  filing  drawings  and  descriptions  in  the 
Department  of  Buildings,  but  such  repairs  or  alterations 
shall  not  be  construed  to  include  cases  where  new  vertical 
lines  or  horizontal  branches  of  soil,  waste,  vent  or  leader 
pipes  are  proposed  to  be  used. 

6.  Notice  of  such  repairs  or  alterations  shall  be  given 
to  the  said  bureau  before  the  same  are  commenced  in  such 
cases  as  shall  be  prescribed  by  the  rules  and  regulations 
of  the  said  bureau,  and  the  work  shall  be  done  in  accord¬ 
ance  with  the  said  rules  and  regulations. 

7  Where  repairs  or  alterations,  ordered  by  the  Board 
of  Health  or  Tenement  House  Department  for  sanitary 
reasons  include  cases  where  new  vertical  and  horizontal 
lines  of  soil,  waste,  vent  or  leader  pipes  are  proposed  to  be 
used  or  old  ones  replaced,  drawings  and  descriptions  must 
be  filed  with  and  approved  by  the  Commissioner  of  Build¬ 
ings  before  the  same  shall  be  commenced  or  proceeded  with. 

8.  Repairs  and  alterations  may  comply  in  all  respects 
with  the  weight,  quality,  arrangement  and  venting  of  the 
rest  of  the  work  in  the  building.  Except  when  an  existing 
soil  waste  or  vent  line  has  been  damaged  by  fire  or  other 
causes  to  the  extent  of  50  per  cent  or  more  of  its  entire 
length,  same  must  be  replaced  by  new  lines  installed  in 
accordance  with  the  rules  and  regulations  governing  new 
lines. 

9.  No  plumbing  and  drainage  or  any  part  thereof  shall 
be  commenced  until  the  plumber  who  is  to  do  the  work 
shall  sign  the  specifications  and  make  affidavit  that  he  is 
duly  authorized  to  proceed  with  the  work.  Affidavit  must 
give  the  name  and  address  of  owner  and  plumber,  etc. 
No  registered  plumber  shall  sign  the  specifications  and  act 
as  the  agent  for  a  plumber  who  has  not  obtained  a  cer¬ 
tificate  of  competency  from  the  Examining  Board  of 
Plumbers  as  an  Employing  or  Master  Plumber.  A  viola¬ 
tion  of  this  rule  will  be  deemed  a  sufficient  reason  by  the 
Commissioner  of  Buildings  for  the  cancellation  of  a  Cer¬ 
tificate  of  Registration,  in  accordance  with  Chapter  803, 
Laws  of  1896. 

10.  One  set  of  specifications  will  be  received  for  not 


more  than  ten  houses,  and  then  only  when  on  adjoining 
lots  and  houses  are  exactly  alike. 

11.  Written  notices  must  be  given  to  the  Commissioner 
of  Buildings  by  the  plumber  when  any  work  is  begun,  and 
at  such  times  as  the  work  is  ready  for  inspection. 

Definition  of  Terms. 

12.  The  term  “private  sewer”  is  applied  to  main  sewers 
that  are  not  constructed  by  and  under  the  supervision  of 
the  Department  of  Public  Works. 

13.  The  term  “house  sewer”  is  applied  to  that  part  of 
the  main  drain  or  sewer  extending  from  a  point  two  feet 
outside  of  the  outer  front  wall  of  the  building,  vault  or 
area  to  its  connection  with  public  sewer,  private  sewer  or 
cesspool. 

14.  The  term  “house  drain”  is  applied  to  that  part  of 
the  main  horizontal  drain  and  its  branches  inside  the  walls 
of  the  building,  vault  or  area  and  extending  to  and  con¬ 
necting  with  the  house  sewer. 

15.  The  term  “soil  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  floor  of  first  story  for 
water  closet  connections. 

16.  The  term  “waste  line”  is  applied  to  any  vertical  line 
of  pipe  having  outlets  above  the  first  floor  for  fixtures 
other  than  water  closet. 

17.  The  term  “vent  pipe”  is  applied  to  any  special  pipe 
provided  to  ventilate  the  system  of  piping  and  to  prevent 
trap  siphonage  and  back  pressure. 

Materials  and  Workmanship. 

18.  All  materials  must  be  of  the  best  quality,  free  from 
defects,  and  all  work  must  be  executed  in  a  thorough, 
workmanlike  manner. 

19.  All  cast-iron  pipes  and  fittings  must  be  uncoated, 
sound,  cylindrical  and  smooth,  free  from  cracks,  and  holes 
and  other  defects,  and  of  uniform  thickness. 

20.  Pipe,  including  the  hub,  shall  weigh  not  less  than  the 
following  average  weights  per  linear  foot; 


Weights  per  Linear  Foot 


Diameters  Standard  Extra  Heavy 


2  inches .  3  3/5  5j4  pounds 

3  inches .  5  1/5  9j4  pounds 

4  inches .  7  13  pounds 

5  inches . 9  17  pounds 

6  inches . H  20  pounds 

7  inches . 14  27  pounds 

8  inches . 17  33j4  pounds 

10  inches . 23  45  pounds 

12  inches . 33  54  pounds 


Standard  pipe  may  be  used  above  ground  in  residence 
buildings  not  exceeding  two  stories  and  basement  in  height. 
In  all  other  buildings  extra  heavy  pipe  shall  be  used. 

21.  The  size,  weight  and  maker’s  name  must  be  cast  on 
each  length  of  pipe. 

22.  All  joints  must  be  made  with  picked  oakum  and 
molten  lead  and  be  made  gas  tight.  Twelve  ounces  of  fine, 
soft  pig  lead  must  be  used  at  each  joint  for  each  inch  in 
the  diameter  of  the  pipe  when  extra  heavy  pipe  is  used, 
and  nine  ounces  when  standard  pipe  is  installed. 

23.  All  wrought  iron  and  steel  pipes  must  be  equal  in 
quality  to  “standard”  and  must  be  properly  tested  by  the 
manutacturer.  All  pipe  must  be  lap-welded.  No  plain  black 
or  uncoated  pipe  will  be  permitted. 

24.  All  wrought  iron  or  steel  water  supply,  vent,  waste 
and  soil  pipes  must  be  galvanized. 
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25.  Where  galyanizcd  wrought  iron  or  steel  pine  is  re¬ 
quired  the  fittings  used  on  same  must  also  be  galvanized. 

26.  Fittings  for  waste  or  soil  and  refrigerator  waste 
pipes  must  be  cast-iron  recessed  and  threaded  drainage  fit¬ 
tings,  with  smooth  interior  waterway,  and  threads  tapped 
so  as  to  give  a  uniform  grade  to  branches  of  not  less  than 
one-fourth  of  an  inch  per  foot. 

27.  Short  nipples  on  wrought  iron  or  steel  pipe,  where 
the  unthreaded  part  of  the  pipe  is  less  than  one  and  one- 
»;alf  inches  long,  must  be  of  the  thickness  and  weight  to 
correspond  to  weight  of  pipe. 

28.  The  pipe  shall  not  be  less  than  the  following  average 
inicicness  and  weight  per  linear  foot: 


33.  One  and  one-half  inch  ferrules  are  not  permitted. 

34.  Soldering  nipples  must  be  heavy  cast  brass  or  of 
brass  pipe,  iron  pipe-size.  When  cast  they  must  not  be  less 
than  the  following  weights: 


Diameters 


Weights 


1  x 

inches . 

8 

14 

a 

2 

inches . 

ounces 

2  y2 

inches . 

3 

inches . 

0 

8 

4 

inches . . 

ounces 

ounces 

Diameters 

IV2 

inches 

2 

inches 

2/2 

inches 

3 

inches 

3/ 

inches 

4 

inches 

4/ 

inches 

5 

inches 

6 

inches 

7 

inches. 

8 

inches. 

f  9 

inches. 

10 

inches. 

11 

inches. 

12 

inches. 

Thicknesses 


Weights  per 
Linear  Foot 


nches . 14  inches 

nches . IS  inches 

nches . 20  inches 

. 21  inches 

. 22  inches 

. 23  inches 

. 24  inches 

. 25  inches 

. 28  inches 

nches . 30  inches 

. 32  inches 


inches 

inches 


2.68 

3.61 

5.74 

7.54 

9.00 

10.66 

12.34 

14.50 

18.76 

23.27 

28.18 

33.70 

40.06 

45.02 

48.98 


pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 

pounds 


29.  All  brass  pipe  for  soil,  waste  and  vent  pipes  and 
solder  nipples  must  be  thoroughly  annealed,  drawn,  brass 
tubing,  of  standard  iron-pipe  gauge. 

30.  Connections  on  brass  pipe  and  between  brass  pipe 
and  traps  on  iron  pipe  must  not  be  made  with  slip  joints 
ot  couplings.  Threaded  connections  on  brass  pipe  must  be 
ot  the  same  size  as  iron  pipe  thread  for  same  size  of  pipe 
and  be  tapered. 

31.  The  following  average  thicknesses  and  weights  per 
linear  foot  will  be  required : 


Diameters 


Thicknesses 


Weights  per 
Linear  Foot 


nches . 14  inches 

nches . 15  inches 

nches . 20  inches 

nches . 21  inches 

nches . 22  inches 

nches . 23  inches 

nches . 24  inches 

"ches . 25  inches 

nches . 28  inches 


2.84  pounds 
3.82  pounds 
6.08  pounds 
7.92  pounds 
9.54  pounds 
11.29  pounds 
13.08  popnds 
15.37  pounds 
19.88  pounds 


32  Where  light  or  heavy  pipe  is  used,  brass  ferrules 
mist  be  of  best  quality  cast  brass,  not  less  than  4  inches 
oiig  and  ~  inches  and  3  inches  and  4  inches  in  inside  di- 
imeter  and  not  less  than  the  following  weights : 


)iameters _  Weights 

.  1  pound  0  ounces 

inu  ies .  1  pound  12  ounces 

1  ies .  2  pounds  8  ounces 


за.  Brass  screw  caps  for  cleanouts  must  be  extra  heavy 
not  Lss  than  one-eighth  of  an  inch  thick.  The  screw  cap 
must  have  a  solid  square  or  hexagonal  nut,  not  less  than 
one  inch  high,  with  a  least  diameter  of  one  and  one-half 
inches..  The  body  of  the  cleanout  ferrule  must  be  at  least 
equal  in  weight  and  thickness  to  the  caulking  ferrule  for 
the  same  size  or  pipe. 

зб.  Where  cleanouts  are  required  by  rules  and  by  the 
approved  plans,  the  screw  cap  must  be  of  brass.  The 
epgaging  part  must  have  not  less  than  six  threads  of  iron- 
pipe  size  and  be  tapered.  Cleanouts  must  be  of  full  size 
of  trap  up  to  four  inches  in  diameter,  and  not  less  than 
four  inches  for  larger  traps. 

37  The  use  of  lead  pipes  is  restricted  to  the  short 
branches  of  the  soil  and  waste  pipes,  bends  and  traps,  roof 
connections  of  inside  leaders. 

Short  branches”  of  lead  pipe  shall  be  construed  to  mean 
not  more  than: 


c  °r .  154  inch  pipe 

o  r  !  °l .  2  inch  pipe 

o  °r; .  ^  inch  pipe 

2  feet  of .  4  inch  pipe 

38.  All  connections  between  lead  pipes  and  between  lead 
and  brass  or  copper  pipes  must  be  made  by  means  of 

wiped’  solder  joint. 

39.  All  lead  waste,  soil,  vent  and  flush  pipes  must  be  of 
the  best  quality,  known  in  commerce  as  “D”,  and  of  not 
less  than  the  following  weights  per  linear  foot: 


Diameters 

Weights  per 
Linear  Font 

1/  inch  (for  flush  pipes  only) . 

1  Yz  inches  . 

2  inches  . 

3  inches  . 

4  and  4 lA  inches . 

40.  All  lead  traps  and  bends  must  be  of  the  same 
weights  and  thicknesses  as  their  corresponding  pipe 
branches.  Sheet  lead  for  roof  flashings  must  be  six-pound 
lead,  and  must  extend  not  less  than  six  inches  from  the 
pipe,  and  the  joint  made  watertight. 

41.  Copper  tubing,  when  used  for  inside  leader  roof 
connections,  must  be  seamless  drawn  tubing,  not  less  than 
22  gauge,  and  when  used  for  roof  flashings  must  be  not 
less  than  18  gauge. 

General  Regulations. 

42.  Each  building  must  be  separately  and  independently 
connected  with  a  public  or  private  sewer,  or  cesspool,  ex¬ 
cept  where  a  building  is  located  on  the  rear  of  the  same  lot 
with  another  building,  when  its  plumbing  and  drainage  sys¬ 
tem  may  be  connected  to  the  house-drain  of  the  front  build- 
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ing  behind  the  house  trap  and  fresh  air  inlet  which  shall 
be  used  for  both  buildings  if  sewer  connected ;  or  may  be 
connected  to  an  existing  cesspool  of  front  house  and  be 
provided  with  a  separate  house  trap  and  fresh  air  inlet. 

43.  Every  building  must  have  its  sewer  connections  di- 
rectlv  in  front  of  the  building,  unless  permission  is  other¬ 
wise  granted  by  the  Commissioner  of  Buildings. 

44.  Where  there  is  no  sewer  in  the  street  or  avenue,  and 
it  is  possible  to  construct  a  private  sewer  to  connect  in  an 
adjacent  street  or  avenue,  a  private  sewer  may  be  con¬ 
structed,  to  be  used  in  common  for  one  or  more  buildings. 
It  must  be  laid  outside  the  curb  under  the  roadway. 

45.  Cesspool  and  privy  vaults  will  be  permitted  only 
atter  it  has  been  shown  to  the  satisfaction  of  the  Commis¬ 
sioner  of  Buildings  that  their  use  is  absolutely  necessary. 

46.  When  allowed,  they  must  be  constructed  strictly  in 
accordance  with  the  terms  of  the  permit  issued  by  the  Com¬ 
missioner  of  Buildings. 

47.  Cesspools  must  not  be  used  as  privy  vaults  nor  can 
privy  vaults  be  used  as  cesspools.  Cesspool  and  privy  vaults 
must  be  located  at  least  15  feet  from  any  building  and  on 
the  same  lot  as  building  for  which  their  use  is  intended. 
Walls  of  cesspools  and  privy  vaults  when  constructed  of 
brick  must  be  8  inches  thick;  if  of  stone,  18  inches  thick. 
Bottoms  of  cesspools  and  privy  vaults  must  be  of  stone 
concrete  6  inches  thick.  The  entire  interior  surface  of  cess¬ 
pools  and  privy  vaults  must  be  finished  with  a  coating  of 
Portland  cement  mortar  1  inch  thick. 

48.  As  soon  as  it  is  possible  to  connect  with  a  public 
sewer,  the  owner  must  have  the  cesspool  and  privy  vault 
emptied,  cleaned  and  disinfected  and  filled  with  fresh  earth, 
and  have  a  sewer  connection  made  in  the  manner  herewith 
prescribed. 

49.  All  pipe  lines  must  be  supported  at  the  base  on  brick 
piers,  or  by  heavy  iron  hangers  from  the  cellar  ceiling- 
beams,  and  along  the  line  by  heavy  iron  hangers  at  inter¬ 
vals  of  not  more  than  ten  feet. 

50.  All  pipes,  issuing  from  extensions  or  elsewhere, 
which  would  otherwise  open  within  20  feet  of  the  win¬ 
dow  of  any  building,  must  be  extended  above  the  top  of 
any  window  located  within  such  distance.  When  a 
building  exceeds  in  height  that  of  an  adjoining  building, 
and  windows  or  openings  are  cut  in  the  wall  on  the  lot 
line  within  20  feet  of  the  roof  terminal  of  any  soil,  waste 
or  vent  line  now  in  place  or  subsequently  installed  in  the 
lower  building,  the  owner  of  the  higher  building  shall  de¬ 
fray  the  expense  of  extending  said  soil,  waste  or  vent  lines 
above  the  roof  of  the  higher  building,  or  shall  himself 
make  such  alteration. 

51.  The  arrangement  of  all  pipes  must  be  as  straight 
and  direct  as  possible.  Offsets  will  be  permitted  only  when 
unavoidable. 

52.  All  pipes  and  traps  should,  where  possible,  be  ex¬ 
posed  to  view.  They  should  always  be  readily  accessible 
for  inspection  and  repairing. 

53.  In  every  building  where  there  is  a  leader  connected 
to  the  drain,  if  there  are  any  plumbing  fixtures,  there  must 
be  at  least  one  four  (4)  inch  pipe  extending  above  the  roof 
for  ventilation. 

Yard,  Area  and  Other  Drains. 

54.  All  yards,  areas  and  courts  exceeding  15  square  feet 
in  area  must  be  drained  into  the  sewer.  A  shaft  open  at 
the  top  not  exceeding  25  square  feet  in  area,  and  which 
cannot  be  connected  in  back  of  a  leader,  yard  court  or  area 
drain  trap,  may  be  drained  into  a  publicly-placed,  water- 
supplied,  properly-trapped  and  vented  slop  sink. 

55.  These  drains,  when  sewer-connected,  must  have  con¬ 


nections  not  less  than  three  inches  in  diameter.  They 
should  be  controlled  by  one  trap— the  leader  trap,  if  possible. 

56.  Floor  drains  will  only  be  permitted  when  it  can  be 
shown  to  the  satisfaction  of  the  Commissioner  of  Buildings 
that  their  use  is  absolutely  necessary  and  arrangements 
made  to  maintain  a  permanent  water  seal  in  the  traps. 

57.  Cellar  drains  may  be  connected  in  back  of  and  con¬ 
trolled  by  a  leader,  yard,  court  or  area  drain  trap  which 
need  not  be  vented. 

58.  Subsoil  drains  should  discharge  into  a  sump  or  re¬ 
ceiving  tank,  the  contents  of  which  if  discharged  by  grav-  , 
ity  may  be  discharged  into  a  rain  leader,  yard,  court  or 
area  drain  behind  the  trap  controlling  same  or  may  be 
discharged  through  a  properly-trapped  and  vented,  water- 
supplied  receptacle.  Where  mechanical  force  is  required  to 
discharge  the  contents  into  the  plumbing  and  drainage  sys¬ 
tem,  a  proper  automatic  cut-off  or  check  valve  must  be  pro¬ 
vided  on  the  connection  between  house-drain  and  apparatus 
used  for  raising  the  contents  of  sump-pit. 

59.  The  contents  of  settling  chamber  or  dust  receptacle 
for  vacuum  cleaners  may  be  discharged  into  a  Plumbing 
and  Drainage  system,  the  same  as  sub-soil  drain  sump-pits. 

Leaders. 

60.  Every  building  shall  be  kept  provided  with  proper 
metallic  gutters  and  rain  leaders  for  conducting  water  from 
all  roofs  in  such  manner  as  shall  protect  the  walls  and  , 
foundations  from  injury.  In  no  case  shall  the  water  from  , 
any  rain  leader  be  allowed  to  flow  upon  the  sidewalk  or 
adjoining  property,  but  the  same  shall  be  conducted  by 
proper  pipes  to  the  sewer.  If  there  be  no  sewer  in  the 
street  upon  which  the  building  fronts,  then  the  water  from 
said  leaders  may  be  conducted  by  proper  pipes  laid  below 
the  surface  of  sidewalk  to  the  street  gutter,  or  may  be  con¬ 
ducted  by  extra  heavy  cast-iron  pipe  to  a  leeching  cess¬ 
pool  located  at  least  20  feet  from  any  building.  No  plumb¬ 
ing  fixtures  shall  discharge  into  a  leeching  cesspool. 

61.  Inside  leaders  must  be  made  of  cast-iron,  wrought 
iron  or  steel,  with  roof  connections  made  gas  and  water 
tight  by  means  of  a  heavy  lead  or  copper-drawn  tubing 
wiped  to  a  brass  ferrule  or  nipple  caulked  or  screwed  into 
the  pipe. 

62.  Outside  leads  may  be  made  of  sheet  metal,  but 
they  must  connect  with  the  house  drain  by  means  of  a 
cast-iron  pipe  extending  vertically  five  feet  above  the  grade 
level. 

63.  Leaders  must  be  trapped  with  cast-iron  running 
traps  so  placed  as  to  prevent  freezing. 

64.  Rain-water  leaders  must  not  be  used  as  soil,  waste 
or  vent  pipes,  nor  shall  any  such  pipe  be  used  as  a  leader,  j 

The  House  Sewer,  House  Drain,  House  Trap  and 
Fresh  Air  Inlet. 

65.  Old  house  sewers  may  be  used  in  connection  with 
new  buildings  or  new  plumbing  only  when  they  are  found, 
on  examination  by  the  plumbing  inspector,  to  conform  in 
all  respects  to  the  requirements  governing  new  sewers. 

66.  When  a  proper  foundation  consisting  of  a  natural 
bed  of  earth,  rock,  etc.,  can  be  obtained,  the  house  sewer 
can  be  of  earthenware  pipe. 

67.  Where  the  ground  is  made  or  filled  in,  or  where 
the  pipes  are  less  than  three  feet  deep,  or  in  any  case, 
where  there  is  danger  of  settlement  by  frost  or  from  any 
cause,  and  when  cesspools  are  used,  the  house  sewer  must 
be  of  extra  heavy  cast-iron  pipe,  with  lead-caulked  joints. 

68.  No  earthenware  house-drain,  when  found  in  a  leaky 
or  defective  condition,  shall  be  repaired  or  replaced  except 
with  heavy  cast-iron  pipe. 

69.  The  house-drain  and  its  branches  must  be  of  extra 
heavy  cast  iron  when  under  ground,  and  of  extra  heavy 
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cast  iron  or  galvanized  wrought  iron  or  steel  when  above 
ground,  except  as  provided  in  Rule  20  of  these  rules. 

70.  The  house  drain  must  properly  connect  with  the 
house  sewer  at  a  point  two  feet  outside  of  the  outer  front 
vault  or  area  wall  of  the  building.  An  arched  or  other 
proper  opening  must  be  provided  for  the  drain  in  the  wall 
to  prevent  damage  by  settlement. 

71.  The  house  drain  if  above  the  cellar  floor  must  be 
supported  at  intervals  of  ten  feet  by  eight-inch  brick  piers 
or  suspended  from  the  floor  beams,  or  be  otherwise  prop¬ 
erly  supported  by  proper  hangers  placed  not  more  than  10 
feet  apart. 

72.  No  steam-exhaust,  boiler  blow-off  or  drip-pipe  shall 
be  connected  with  the  house-drain.  Such  pipes  must  first 
discharge  into  a  proper  condensing  tank,  and  from  this  a 
proper  outlet  to  the  house  sewer  outside  of  the  building 
must  be  provided.  In  low.  pressure  steam  systems  the  con¬ 
densing  tank  may  be  omitted,  but  the  waste  connections 
must  be  otherwise  as  above  required. 

73.  The  house-drain  and  house-sewer  must  be  run  as 
direct  as  possible,  with  a  fall  of  at  least  one-quarter  inch 
per  foot,  all  changes  in  direction  made  with  proper  fittings, 
and  all  connections  made  with  Y  branches  and  one-eighth 
and  one-sixteenth  bends. 

74.  .  The  house-sewer  and  house-drain  must  be  at  least 
four  inches  in  diameter  when  receiving  the  discharge  of  a 
water-closet.  Where  rain  leaders  are  connected  "to  the 
plumbing  system,  the  sizes  of  house-sewer,  house-drain 
and  leader  connections  shall  be  computed  according  to  the 
square  feet  of  area  drained  into  them.  No  house-sewer  or 
house-drain  shall  be  of  less  diameter  than  the  largest  line 
oi  pipe  connected  thereon.  The  following  table  is  the  maxi¬ 
mum  area  allowed  to  drain  into  pipes  of  given  diameter: 


Diameter 

of 

Pipe 

Fall 

Y\  Inch  per  Foot 

Fall 

Yi  Inch  per  Foot 

3 . 

1,500  square  feet 

4 . 

. . .  2,500  square  feet 

3,200  square  feet 

5 . 

. . .  4,500  square  feet 

6,000  square  feet 

6 . 

. . .  8,000  square  feet 

10,000  square  feet 

7 . 

. . .  12,400  square  feet 

15,600  square  feet 

8 . 

. . .  18,000  square  feet 

22,500  square  feet 

9 . . 

...25,000  square  feet 

31,500  square  feet 

10 . 

...41,000  square  feet 

59,000  square  feet 

12 . 

.  ..69,00U  square  feet 

98,000  square  feet 

7o.  Full  size  Y  and  T  branch  fittings  for  handhole 
cleanouts  must  be  provided  where  required  on  house-drain 
and  its  branches.  No  cleanout  need  be  larger  than  6  inches 
in  diameter. 

76.  An  iron  running  trap  must  be  placed  in  the  house- 
drain  near  the  front  wall  of  the  house,  and  on  the  sewer 
side  of  all  connections,  except  a  Y  fitting  used  to  receive 
the  discharge  from  an  automatic  sewage  lift,  oil  separator, 
or  a  drip-pipe  where  one  is  used.  If  placed  outside  of  the 
house  or  below  the  cellar  floor,  it  must  be  made  accessible 
-.a  brick  manhole,  the  walls  of  which  must  be  eight  inches 
hick,  with  an  iron  or  flagstone  cover.  When  outside  the 
house  it  must  never  be  less  than  three  feet  below  the  surface 
or  the  ground. 

K  ^e.n.the  plumbing  system  of  any  building  is  altered 
hy  the  addition  of  a  new  soil,  waste  or  vent  line  to  the 
extent  of  50  per  cent,  or  more,  and  no  house  trap  and  fresh 
air  inlet  or  leader  trap  exists  on  the  house-drain,  same  shall 
he  provided. 

78.  The  house  trap  must  have  two  cleanouts,  with  brass 
screw  cap  ferrules  caulked  in. 

,  ^  fresh-air  inlet  pipe  must  be  connected  with  the 

ouse-drain  just  inside  of  the  house  trap  and  extended  to 
e  outer  air,  terminating  with  open  end  at  least  one  foot 


above  the  grade  at  most  available  point  to  be  approved 
by  the  Commissioner  of  Buildings  and  shown  on  plans, 
j  he  fresh-air  inlet  pipe  shall  be  one-half  the  diameter  of 
house-drain  but  not  less  than  4  inches  in  diameter. 

80.  No  curb  box  or  similar  device  with  grating  placed  in 
sidewalk  will  be  permitted  for  fresh  air  inlets. 

Soil  and  Waste  Lines. 

81.  All  main,  soil,  waste  or  vent  pipes  must  be  of  iron, 
steel  or  brass. 

82.  When  they  receive  the  discharge  of  fixtures  on  any 
floor  above  the  first,  they  must  be  extended  in  full  calibre 
aj; i  i  S^-  one  above  the  roof  coping,  and  well  away  from 
wu  atitS’  w'nd°ws>  chimneys  or  other  ventilating  openings, 
vv  hen  less  than  four  inches  in  diameter,  they  must  be  en¬ 
larged  to  four  inches  at  a  point  not  less  than  one  foot 
below  the  roof  surface  by  an  increaser  not  less  than  nine 
(9)  inches  long. 

83.  No  caps,  cowls  or  bends  shall  be  affixed  to  the  top 
of  such  stack. 

84  In  all  buildings,  wire  baskets  must  be  securely  fas- 
ened  into  the  opening  of  each  pipe  in  an  accessible  position. 
When  roofs  are  used  for  drying  purposes  or  roof  gardens, 
all  pipes  shall  be  extended  to  a  height  of  seven  feet. 

85.  Necessary  offsets  above  the  highest  branch  must  not 
be  made  at  an  angle  of  less  than  forty-five  degrees  to  the 
horizontal. 

86.  Soil  and  waste  pipes  must  have  proper  Y  or  TY 
branches  for  all  fixture  connections. 

87.  No  connection  to  lead  branches  for  water-closets 
or  slop  sinks  will  be  permitted,  except  the  required  branch 
vent. 

88.  Branch  soil  and  waste  pipe  must  have  a  fall  of  at 
least  one-quarter  inch  per  foot. 

89.  Short  TY  branches  will  be  permitted  on  vertical 
lines  only.  Long  one-quarter  bends  and  long  TY’s  are 
permitted.  Short  one-quarter  bends  and  double  hubs,  short 
roof  mcreasers  and  common  offsets,  and  bands  and  saddles 
are  prohibited. 

90.  1  he  diameters  of  soil  and  waste  pipes  must  not  be 
less  than  those  given  in  the  following  tabic : 


Main  soil  stacks  in  buildings  serving  not  more 
than  two  sets  of  fixtures  in  four  or  less  stories 
Main  soil  stacks  in  residence  buildings  serving 
not  more  than  two  sets  of  fixtures  in  five 

or  six  stories . 

Main  soil  stacks  in  all  other  cases . 

Branch  soil  pipes  for  not  more  than  four 

waterclosets  . 

Branch  soil  pipes  for  more  than  four  water- 

closets  . 

Main  waste  stacks . 

Main  waste  stacks  for  kitchen  sinks  on  six  or 

more  floors  . 

Branch  waste  pipes  for  slop  sinks . 

Branch  waste  pipes  for  laundry  tubs . 

When  set  in  ranges  of  three . .  * 

Branch  waste  for  kitchen  sinks . 

Branch  waste  for  urinals . 

Branch  waste  for  other  fixtures . 


A  set  of  fixtures,  as  used  in  this  rule,  shall  include  not 
more  than  one  water-closet,  one  bath  tub,  one  wash  basin 
one  sink  and  two  laundry  trays. 

Vent  Pipes. 

91.  All  traps,  except  approved  anti-syphon  traps  con¬ 
nected  to  main  waste  or  soil  lines  or  to  the  house  drain 


4  inches 


4  inches 

5  inches 

3  inches 

4  inches 

2  inches 

3  inches 
3  inches 
1^4  inches 
2  inches 
2  inches 
2  inches 
IY  inches 
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by  branch  piping  not  over  seven  (7)  feet  in  length  with 
a  fall  not  exceeding  two  (2)  inches  per  foot  shall  be 
protected  from  siphonage  and  back-pressure  by  specia 
lines  of  vent  pipes ;  provided  that  where  approved  deep-seal 
siphon- jet  water  closet  or  slop  sink  fixtures  are  installed 
with  branch  piping  not  over  five  (5)  feet  in  length  fro™ 
fixture  to  main  soil  or  waste  line,  the  vent  pipe,  may  be 
omitted  for  such  fixtures  in  buildings  not  over  eight  (8) 
stories  in  height,  and  where  the  main  soil  or.  waste  line  is 
made  one  inch  larger  in  diameter  than  required  by  these 
rules,  the  vent  pipe  may  also  be  omitted  for  such  fixtures 
in  buildings  over  eight  (8)  stories  in  height. 

92  All  vent  pipe  lines  and  main  branches  must  be 
of  iron,  steel  or  brass.  They  must  be  increased  in  diam- 
eter  and  extended  above  the  roof  as  required  for  waste 
pipes.  They  may  be  connected  with  the  adjoining  soil  or 
waste  line  well  above  the  highest  fixture,  but  this  will  not 
be  permitted  when  there  are  fixtures  on  more  than  six 
floors. 

93.  All  offsets  must  be  made  at  an  angle  of  not  less 
than  forty-five  degrees  to  the  horizontal,  and  all  lines  must 
be  connected  at  the  bottom  with  a  soil  or  waste  pipe  or  the 
drain  in  such  a  manner  as  to  prevent  the  accumulation  of 
rust  scale. 

94.  Branch  vent  pipes  shall  be  kept  above  the  top  of.  all 
connecting  fixtures,  so  as  to  prevent  the  use  of  vent  pipes 
as  soil  pipes  or  waste  pipes.  Branch  vent  pipes  should  be 
connected  not  less  than  six  inches  nor  more  than  two  feet 
from  crown  of  trap  or  side  of  lead  bend. 

95.  Except  where  “yoke  type”  ventilation,  is  installed, 
vent  connection  for  water-closets  and  slop  sinks  must  be 
made  from  the  branch  soil  or  waste  pipe  just  below  the 
trap  of  the  fixture,  and  the  branch  vent  pipe  must  be  so 
connected  as  to  prevent  obstruction,  and  no  waste  pipe  con¬ 
nected  between  it  and  the  fixture.  Earthenware  traps  must 
have  no  vent  horns. 

“Yoke  type”  ventilation  shall  be  taken  to  mean  a  cross 
connection,  by  means  of  a  horizontal  branch  soil  or  waste 
pipe,  between  the  main  soil  or  waste  line  and  the  vent  line, 
and  in  which  the  connection  between  the  branch  pipe  and 
the  vent  line  is  made  at.  least  six  (6)  inches  above  the  line 
of  fixtures  discharging  into  such  branch  pipe. 

96.  No  sheet  metal,  brick  or  other  flue  shall  be  used  as 
a  vent  pipe. 

97.  The  sizes  of  vent  pipes  throughout  must  not  be  less 
than  the  following: 

For  main  vents,  two  inches  in  diameter ;  for  water-closets 
on  three  or  more  floors,  three  inches  in  diameter ;  for  other 
fixtures  on  less  than  seven  floors,  two  inches  in  diameter; 
three-inch  vent  pipe  will  be  permitted  for  less  than  nine 
stories;  for  more  than  eight  and  less  than  sixteen  stories, 
four  inches  in  diameter;  for  more  than  fifteen  and  less 
than  twenty-two  stories,  five  inches  in  diameter;  for  more 
than  twenty-one  stories  the  size  of  the  vent  pipe  shall  be 
determined"  by  the  Commissioner  of  Buildings. 

For  fixtures  other  than  water-closets  and  slop  sinks  and 
for  more  than  eight  stories,  vent  pipes  may  be  one  inch 
smaller  in  diameter  than  above  stated. 

For  long  branch  vent  pipes  over  10  feet  in  length  but 
not  exceeding  25  feet,  two  inches  in  diameter;  when  over 
25  feet  in  length  but  not  exceeding  50  feet,  three  inches 
in  diameter.  No  branch  vent  pipe  can  exceed  50  feet  in 
length,  nor  can  any  main  vent  be  of  less  diameter  than 
the  largest  branch  vent  connecting  to  same. 

98.  When  the  plumbing  fixtures  installed  in  any  build¬ 
ing  are  arranged  in  groups  of  batteries,  “yoke  type”  ven¬ 
tilation  may  be  installed,  provided  that  for  batteries  of  wa- 
terclosets  each  fixture  shall  be  set  not  more  than  two  (2) 
feet  distant  from  the  horizontal  branch  soil  pipe  into  which 
it  discharges,  and  for  batteries  of  fixtures  other  than  wa¬ 


ter-closets  each  fixture  shall  be  so  located  that  its  trap  will 
be  not  more  than  two  (2)  feet  distant  from  the  horizontal 
branch  waste  line  into  which  it  discharges.  When  the  ordi¬ 
nary  type  of  venting  is  installed  and  the  number  of  branch 
or  back  vents  from  the  traps  of  fixtures  connecting  to  any 
main  branch  vent  exceeds  the  number  and  size  given  in  the 
following  table,  a  3-inch  main  branch  vent  must  be  pro¬ 
vided  for  the  additional  vent  connections. 


2-1 J/2  inch  branches  on  a  I/2  inch  main  branch. 

4-2  inch  branches  on  a  2  inch  main  branch. 

7-1J/2  inch  branches  on  a  2  inch  main  branch. 

^‘7t/  >  inch  branches  on  a  2  inch  main  branch. 
4-1/2  ) 

1"?T/  1  inch  branches  on  a  2  inch  main  branch. 
J-l/2  \ 


Traps. 

99.  No  form  of  trap  will  be  permitted  to  be  used  unless 
it  has  been  approved  by  the  Commissioner  of  Buildings 
or  the  Board  of  Standards  and  Appeals. 

No  anti-siphon  trap  or  deep-seal  siphon-jet  fixture  shall 
be  approved  until  it  has  successfully  passed  such  test  as 
may  be  prescribed  by  the  Board  of  Standards  and  Appeals. 

100.  No  masons’  cesspool,  bell,  pot,  bottle  or  D-trap 
will  be  permitted,  nor  any  form  of  trap  that  is  not  self¬ 
cleaning,  nor  that  has  interior  chamber  or  mechanism,  nor 
any  trap  except  earthenware  ones  that  depend  upon  interior 
partitions  for  a  seal.  Backwater  or  tide  valves  will  only 
be  permitted  when  it  can  be  shown  to  the  satisfaction  of 
the  Commissioner  of  Buildings  that  their  use  is  absolutely 
necessary  and  of  a  type  as  approved  by  him. 

101.  Every  fixture  must  be  separately  trapped  by  a 
water-sealing  trap  placed  as  close  to  the  fixture  outlet  as 
possible,  and  no  trap  shall  be  placed  more  than  2  feet  0 
inches  from  any  fixture. 

102.  A  set  of  not  more  than  three  wash  trays  may 
connect  with  a  single  trap,  or  into  the  trap  of  an  ad¬ 
joining  sink,  provided  both  sink  and  tub  waste  outlets  are 
on  the  same  side  of  the  wraste  line,  and  the  sink  is  nearest 
the  line.  When  so  connected,  the  waste  pipe  from  the  wash 
trays  must  be  branched  in  below  the  water-seal. 

103.  The  discharge  from  any  fixture  must  not  pas? 
through  more  than  one  trap  before  reaching  the  house- 
drain. 

104.  All  traps  must  be  well  supported  and  set  true  with 
respect  to  their  water  levels. 

105.  All  fixtures,  other  than  water-closets  and  urinals, 
must  have  strong  metallic  strainers  or  bars  over  the  outlets 
to  prevent  obstruction  of  the  waste  pipe. 

106.  All  exposed  or  accessible  traps,  except  water-closet 
traps,  must  have  brass  trap  screws  for  cleaning  the  trap 
placed  on  the  inlet  side,  or  below  the  water  level. 

107.  All  iron  traps  for  house-drain,  yard  and  other 
drains  and  leaders  must  be  running  traps  with  handhole 
cleanouts  of  full  size  of  the  traps,  when  same  are  less  than 
five  (5)  inches.  All  traps  under  ground  must  be  made 
accessible  by  brick  manholes  with  proper  covers. 

108.  Overflow  pipes  from  fixtures  must  in  all  cases  be 
connected  on  the  inlet  side  of  traps. 

109.  All  earthenware  traps  must  have  approved  heavy 
brass  floor  plates  properly  secured  to  the  branch  soil  pipe 
and  bolted  to  the  trap  flange,  and  the  joint  made  gas-tight. 
The  use  of  rubber  washers  for  floor  connections  is  pro¬ 
hibited.  All  floor  flanges  must  be  set  in  place  and  inspected 
before  any  water-closet  is  set  thereon. 
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110.  No  trap  shall  be  placed  at  the  foot  of  main  soil  and 
waste  pipe  lines 

111.  Every  plunge  bath  shall  be  provided  with  a  trap 
at  least  four  inches  in  diameter,  the  waste  from  trap  to 
bath  to  be  reduced  to  two  inches  in  diameter  and  this  waste 
to  be  controlled  by  a  gate  valve.  Overflow  pipes,  if  pro¬ 
vided,  must  be  connected  on  inlet  side  of  trap.  Except 
where  an  approved  anti-siphon  trap  is  installed  in  the  man¬ 
ner  specified  in  Rule  91,  such  trap  must  be  ventilated  by  a 
separate  vent  line  extended  above  the  roof,  of  the  same  s'ize 
as  trap  and  water  connection. 


.112. .  The  sizes  for  traps  must  not  be  less  than  those 
given  in  the  following  table: 


Traps  for  water-closets .  4 

Traps  for  slop  sinks .  3 

Traps  for  kitchen  sinks .  2 

Traps  for  wash  trays .  2 

Traps  for  urinals .  2 

Traps  for  shower-baths .  2 


inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 
inches  in  diameter 


Traps  for  other  fixtures .  1  14  inches  in  diameter 

Traps  ^for  leaders,  area,  floor  and  other  drains  must  be 
at  least  3  inches  in  diameter. 

.  113.  Every  dental  cuspidor  must  be  separately  trapped 

by  a  trap  of  at  least  one  and  one-half  (1J4)  inches  in 
diameter,  which  shall  be  vented  except  where  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  and  placed  as  close  to  the  fixture  as  possible.  The  con¬ 
nection  between  trap  and  cuspidor  may  be  three-quarters 
|  (54)  of  an  inch  in  diameter. 

114.  No  plumbing  fixtures,  except  bar  sinks,  soda  foun¬ 
tains  or  drinking  fountains,  shall  be  installed  with  an  in¬ 
direct  waste  connection  to  the  plumbing  and  drainage  sys- 
tem  .  The  waste  of  every  bar  sink,  soda  fountain  and 
drinking  fountain,  if  not  directly  connected,  must  discharge 
over  a  properly  water-supplied,  trapped  sink,  with  trap 
vented,  unless  an  approved  anti-siphon  trap  is  installed  in 
the  manner  specified  in  Rule  91.  The  main  waste  lines  shall 
be  two  (2)  inches  in  diameter,  and  the  branches  to  fixtures 
at  least  one  and  one-half  (1J4)  inches  in  diameter.  Drink¬ 
ing  fountains  must  be  trapped  and  the  waste  line  extended 
through  the  roof.  No  vent  connections  need  be  provided. 

Safe  and  Refrigerator  Waste  Pipes. 

I*5-  Safe  and  refrigerator  waste  pipes  must  be  of  gal¬ 
vanized  iron,  and  be  not  less  than  1^4  inches  in  diameter 
nor  larger  than  \]/2  inches  in  diameter  with  pipe  branches 
at  least  1  inch  in  diameter  with  strainers  over  each  inlet. 

H6.  Safe  and  refrigerator  waste  pipes  shall  not  be 
trapped.  They  must  discharge  over  a  properly  water-sup- 
plied,  trapped  sink,  with  trap  vented  unless  an  approved 
anti-siphon  trap  is  installed  in  the  manner  specified  in  Rule 
91,  such  sink  to  be  publicly  placed,  and  not  more  than  4 
teet  above  the  floor.  In  no  case  shall  any  refrigerator  or 
safe  waste  pipe  discharge  over  a  sink  located  in  a  room 
used  for  living  purposes. 

v117-  The  branches  on  vertical  lines  must  be  made  by 
i  or  I  \  fittings  and  carried  up  to  the  safe  with  as  much 
pitch  as  possible. 

118.  Lead  safes  must  be  graded  and  neatly  turned  over 
)evel  strips  at  their  edges. 

.  H9;  Where  there  is  an  offset  on  a  refrigerator  waste 
upe  in  the  cellar,  there  must  be  cleanouts  to  control  the 
lorizontal  part  of  the  pipe. 

130.  In  all  lodgings  and  tenement  houses  the  safe  and 
eingerator  waste  pipes  must  extend  above  the  roof. 


^Vater  Closets,  Sinks  and  ^Vashtubs. 

( Good,  except  as  relating  to  tenement  houses  and  factories.) 

.  121  [n  all  buildings  occupied  as  stores,  dwellings,  lodg¬ 
ing  or  boarding  houses,  hotels,  offices,  lofts,  workshops, 
factories  or  storage  houses,  there  must  be  at  least  one 
water-closet  in  each  building.  There  must  be  sufficient  wa¬ 
ter-closets  so  that  there  will  never  be  more  than  fifteen 
persons  to  each  water-closet.  In  places  of  public  assembly 
the  number  of  toilets  and  the  most  available  location  are  to 
be  determined  by  the  Commissioner  of  Buildings. 

1“2-  Separate  water-closets  and  toilet  rooms  must  be 
provided  for  each  sex  in  buildings  used  as  workshops, 
lofts,  office  buildings,  factories,  hotels,  and  all  places  of 
public  assembly. 

123.  In  lodging  houses,  there  must  be  one  water-closet 
on  each  floor,  and  where  there  are  more  than  fifteen  per- 
sons  on  any  floor  there  must  be  an  additional  water-closet 
on  that  floor  for  every  fifteen  additional  persons  or  frac¬ 
tion  thereof. 

124\  tenement  houses,  lodging  houses,  factories, 
workshops,  and  all  public  buildings,  the  entire  water-closet 
apartment,  and  side  walls  to  a  height  of  six  inches  from 
the  floor  except  at  the  door,  must  be  made  waterproof 
with  asphalt,  cement,  tile,  metal  or  other  waterproof  ma¬ 
terial  as  approved  by  the  Commissioner  of  Buildings. 

125.  In  all  buildings,  the  water-closet  and  urinal  apart¬ 
ments  must  be  ventilated  to  the  outer  air  by  windows  open¬ 
ing  on  the  same  lot  upon  which  the  building  is  situated 
or  by  a  ventilating  skylight  placed  over  each  room  or  apart¬ 
ment  wherein  such  fixtures  are  located. 

126.  In  all  buildings,  the  outside  partition  of  any  wa¬ 
ter-closet  or  urinal  apartment  must  be  air-tight  and  extend 
to  the  ceiling  or  be  independently  ceiled  over.  When  nec¬ 
essary  to  properly  light  such  apartments,  the  upper  part  of 
the  partitions  must  be  provided  with  translucent  glass.  The 
interior  partitions  of  such  apartments  must  be  dwarfed 
partitions. 

,  l2J:  The  general  water-closet  accommodation  of  any 
bunding  cannot  be  placed  in  the  cellar,  nor  can  any  water- 
closet  be  placed  outside  of  a  building  except  to  replace  an 
existing  water-closet. 

128.  In  alteration  work  where  it  is  not  practicable  to 
ventilate  a  water-closet  or  urinal  apartment  by  windows  or 
a  skylight  directly  to  the  outer  air,  there  may  be  provided 
a  galvanized  wrought  iron  vent  duct  extended  to  the  outer 
air  which  must  be  equal  in  area  to  at  least  144  inches  for 
one  water-closet  or  urinal,  and  an  additional  72  square 
inches  for  each  water  closet  added  therein. 

129.  Where  water-closets  will  not  support  a  rim-seat 
the  seat  must  be  supported  on  galvanized  iron  legs. 

.130.  Every  earthenware  water-closet  with  connection 
through  the  floor  in  all  new  work,  and  in  all  alterations, 
must  be  set  on  an.  approved  floor  slab  of  porcelain,  slate 
or  other,  material  impervious  to  moisture,  same  to  be  not 
less  in  size  than  the  base  of  the  water-closet  set  thereon. 

.  13T  All  water-closets  must  have  earthenware  flushing 
rim  bowls.  They  must  be  set  entirely  free  and  open  from 
all  enclosing  woodwork. 

132.  Pan,  plunger,  offset-washout  and  washout,  or  other 

water-closets  having  an  unventilated  space,  or  the  walls  of 
which  are  not  thoroughly  washed  out  at  each  discharge 
will  not  be  permitted.  ’ 

133.  Long  hopper  water-closets  will  not  be  permitted, 
except  earthenware  hoppers  where  there  is  an  exposure  to 
frost. 

134.  Drip  trays  on  water-closets  will  not  be  permitted. 
13a.  Water-closets  and  urinals  must  never  be  connected 

directly  with  or  flushed  from  the  water-supply  pipes  ex¬ 
cept  when  flushometer  valves  are  used. 

136.  Each  water-closet  and  urinal  must  be  flushed  from 
a  separate  cistern,  the  water  from  which  is  used  for  no 
other  purpose,  or  may  be  flushed  through  flushometer  valves. 
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137.  Where  “Flushometers”  are  used,  they  must  be  sup¬ 
plied  from  tank  pressure,  unless  otherwise  permitted  by 
the  Commissioner  of  Buildings;  the  rising  lines  shall  be 
at  least  one  and  one-half  inches  in  diameter,  and  the  main 
branches  shall  be  at  least  one  and  one-quarter  inches  in 
diameter,  with  individual  branches  not  less  than  one  inch 
in  diameter,  for  water-closets  and  not  less  than  one-half 
inch  in  diameter  for  urinals.  Individual  branches  shall  not 
exceed  twTelve  inches  in  length. 

138.  The  overflow  of  cisterns  may  discharge  into  the 
bowl  of  the  closet,  but  in  no  case  connect  with  any  part 
of  the  drainage  system. 

139.  Iron  water-closet  and  urinal  cisterns  and  automatic 
water-closet  and  urinal  cisterns  are  prohibited,  unless  ap¬ 
proved  by  the  Commissioner  of  Buildings. 

140.  The  copper  lining  of  water-closet  and  urinal  cis¬ 
terns  must  not  be  lighter  than  ten  (10)  ounce  copper. 

141.  Water-closet  flush  pipes  must  not  be  less  than  one 
and  one-fourth  inches  and  urinal  flush  pipes  one  (1)  inch 
in  diameter,  and  if  of  lead  must  not  weigh  less  than  two 
and  one-half  pounds  and  two  pounds  per  linear  foot.  Flush 
couplings  must  be  of  full  size  of  the  pipe. 

142.  Rubber  connections  and  elbows  are  not  permitted 
on  flush  pipes. 

143.  Latrines,  trough  water-closets  and  similar  appli¬ 
ances  may  be  used  only  on  written  permit  from  the  Com¬ 
missioner  of  Buildings,  and  must  be  set  and  arranged  as 
may  be  required  by  the  terms  of  the  permit. 

144.  All  urinals  must  be  constructed  of  materials  im¬ 
pervious  to  moisture,  and  that  will  not  corrode  under  the 
action  of  urine.  The  floor  and  wall  of  the  urinal  apart¬ 
ments  must  be  lined  with  similar  non-absorbent  and  non- 
corrosive  material. 

145.  The  platforms  of  treads  of  urinal  stalls  must  never 
be  connected  independently  to  the  plumbing  system,  nor  can 
they  be  connected  to  any  safe  waste  pipe. 

146.  Iron  trough  water-closets  and  trough  urinals  must 
be  enameled  or  galvanized. 

147.  In  all  houses,  sinks  must  be  entirely  open,  on  iron 
legs  or  brackets  without  any  inclosing  woodwork. 

148.  Wooden  wash  tubs  are  prohibited,  except  when 
used  in  hotels,  restaurants  or  bottling  establishments  for 
washing  dishes  or  bottles.  Cement  or  artificial  stone  tubs 
will  not  be  permitted  unless  approved  by  the  Commissioner 
of  Buildings. 

Water  Supply  for  Fixtures. 

149.  All  water-closets  and  other  plumbing  fixtures  must 
be  provided  with  a  sufficient  supply  of  water  for  flushing 
to  keep  them  in  a  proper  and  cleanly  condition. 

Flush  tanks  must  have  a  capacity  of  eight  gallons  for 
water-closets  and  five  gallons  for  urinals. 

150.  House  service  pipes  must  be  connected  to  the  street 
mains  by  means  of  taps,  and  a  stop-cock  or  valve  placed 
under  the  sidewalk  at  the  curb,  in  compliance  with  the  rules 
and  under  the  supervision  of  the  Department  of  Water 
Supply,  Gas  and  Electricity. 

151.  A  separate  stop  or  valve  must  be  placed  upon  the 
service  pipe  inside  the  front  wall. 

152.  The  diameters  of  street  service  pipes  must  not  be 
less  than  three-quarter  inch  for  dwellings  and  tenements 
occupied  by  six  families  or  less;  one  inch  for  tenements 
and  one  and  one-half  inch  for  hotels,  factories  and  other 
miscellaneous  buildings,  provided  that  in  no  case  can  the 
diameter  of  the  service  pipes  be  less  than  the  diameter  of 
the  tap  installed  under  the  supervision  of  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Riser  Lines. 

153.  The  diameter  of  all  riser  lines  in  plumbing  systems 
shall  be  not  less  than  three-quarters  ()4)  inches;  except 
that  when  lead  or  brass  pipe  is  used,  the  minimum  diameter 
may  be  one-half  (Vi)  inch. 


Separate  stop-cocks  or  valves,  so  located  as  to  be  ac¬ 
cessible  at  all  times,  shall  be  placed  at  the  foot  of  each 
riser  line  and,  in  all  buildings  other  than  residence  build¬ 
ings  occupied  exclusively  by  one  or  two  families  or  hav-  . 
ing  not  more  than  fifteen  sleeping  rooms,  on  each  branch  , 
line  from  the  riser  for  each  isolated  fixture  or  each  group 
of  fixtures,  such  as  bathroom  fixtures,  kitchen  fixtures,  1 
etc. ;  except  that  only  one  stop  cock  or  valve  shall  be  re¬ 
quired  for  the  fixtures  contained  in  any  one  apartment,  < 
suite,  store  or  loft  occupied  by  one  tenant  when  all  the 
fixtures  contained  in  each  such  apartment,  suite,  store  or 
loft  are  supplied  from  one  branch  line. 

154.  Diameters  of  branches  to  any  fixtures  must  not 
be  less  than  one-half  inch,  except  when  used  to  supply 
water-closets,  cisterns  or  lavatories.  When  the  material 
used  is  lead  or  brass  pipe,  the  minimum  diameter  may  be 
three-eighths  inch.  Branches  for  flush  valves  for  water- 
closets  must  not  be  less  than  one  and  one-quarter  inch  in 
diameter  and  for  urinals  not  less  than  three-quarters  of  an 
inch  in  diameter. 

155.  Where  a  hot  water  supply  system  is  installed,  the 

distance  between  the  hot  and  cold  water  risers  should  not 
be  less  than  six  inches.  Where  it  is  impossible  to  place 
them  six  inches  or  more  apart,  the  hot  water  riser  must 
be  covered  with  an  approved  insulating  material  and  a 
method  of  circulation  provided  that  will  insure  a  prompt 
delivery  of  hot  water  at  the  faucet  when  required.  \ 

All  hot  water  systems  in  buildings  of  more  than  four 
stories  in  height  shall  be  of  an  approved  circulating  type. 
In  buildings  of  four  stories  or  less  where  the  developed 
length  of  hot  water  piping  exceeds  100  feet  from  the  boiler 
to  the  fixture,  an  approved  circulating  system  shall  be  in¬ 
stalled.  i 

(In  connection  with  this  amendment  adopted  November 
12,  1931,  all  present  installations  where  complying  with  the 
current  rules  may  be  maintained  until  April  1,  1933,  with  the 
proviso  that  should  the  Commissioner  of  the  Department 
of  Water  Supply,  Gas  and  Electricity  deem  an  emergency 
exists  the  rule  shall  become  effective  on  thirty  days’  notice 
of  such  emergency  to  the  Commissioner  of  Buildings). 

156.  All  risers  and  branches  must  be  properly  fastened. 

157.  When  the  water  pressure  is  not  sufficient  to  sup¬ 
ply  freely  and  continuously  all  fixtures,  a  house  supply  , 
tank  must  be  provided  of  sufficient  size  to  afford  an  ample 
supply  of  water  to  all  fixtures  at  all  times.  Such  tanks 
must  be  supplied  from  the  pressure  or  by  power  pumps, 
as  may  be  necessary;  when  from  the  pressure,  ball  cocks  . 
must  be  provided. 

158.  House  supply  tanks  must  be  metal-covered  so  as  to 
exclude  dust  and  so  located  as  to  prevent  water  contamina¬ 
tion  by  gas  and  odors  from  plumbing  fixtures. 

159.  House  supply  tanks  must  be  of  wood  or  iron,  or 
of  wood  lined  with  tinned  and  planished  copper. 

160.  House  tanks  must  be  supported  on  iron  beams. 

161.  The  overflow  pipe  should  discharge  upon  the  roof, 
where  possible,  and  in  such  cases  should  be  brought  down  I 
to  within  six  (6)  inches  of  the  roof,  or  it  must  be  trapped 
and  discharged  over  an  open  and  water-supplied  sink  not 
in  the  same  room,  nor  over  three  and  one-balf  feet  above 
the  floor.  In  no  case  shall  the  overflow  be  connected  with 
any  part  of  the  plumbing  system. 

162.  Emptying  pipes  for  such  tanks  must  be  provided 
and  be  discharged  in  the  manner  required  for  overflow 
pipes,  and  may  be  branched  into  overflow  pipes.  Emptying 
pipes  for  tanks  containing  more  than  five  hundred  (500) 
gallons  must  be  four  (4)  inches  in  diameter  and  provided 
with  a  valve  of  same  size  fitted  with  a  wheel  or  lever 
handle. 

163.  Acid  wastes  must  be  “B”  lead  pipe  or  earthen  pipe; 
if  of  lead  pipe  they  must  be  at  least  two  inches  in  diam¬ 
eter,  and  if  of  earthen  pipe  at  least  three  inches  in  diam¬ 
eter.  They  must  be  extended  through  the  roof  for  ventila¬ 
tion  and  continued  down  to  the  lower  story  of  building  and 
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so  arranged  as  to  discharge  into  a  lime  box  and  diluting 
smk  properly  trapped  and  vented  and  connected  inside  of 

-JaP-  *If  thC  hume  b°X  and  diluting  sink  not  used 
the  acid  waste  must  be  extended  to  an  earthen  house  sewer 

or  separately  and  independently  connected  to  a  public  or 
private  sewer  in  street  and  provided  with  an  accessible 
running  trap  located  just  inside  of  front  wall  of  building 
All  branches  and  joints  on  lead  acid  wastes  must  be  made 
by  means  of  burnt  lead  joints.  If  earthenware  pipe  is  used 
vertical  joints  must  be  made  with  a  mixture  of  asphaltum 
and  cement.  Each  length  of  pipe  on  vertical  runs  and  on 
horizontal  runs  when  above  the  cellar  floor  must  be  sun- 
ported  at  each  hub  by  proper  supports.  All  floor  drains 
and  fixture  connections  must  be  trapped  and  run  as  direct 
as  possible. 

Sewage  Lifts. 

164.  When  it  is  necessary  to  use  a  sump  system  and 
sewage  lift  to  receive  the  discharge  from  the  waste  or  soil 
connection  to  fixtures,  same  shall  be  arranged  to  be  ac¬ 
cessible.  If  discharged  with  compressed  air  it  shall  be 
connected  to  the  house  drain  on  the  sewer  side  of  all  leader 
or  area  drain  traps  and  fixture  connections  or  may  be  con¬ 
nected  to  house  drain  on  the  sewer  side  of  house  trap  A 

fnlPa/avj  tr£?  and  freSi1  air  inlet  must  be  Provided  on  the 
inlet  side  of  sump  and  a  4-inch  pipe  line  continued  from 

drain  discharging  into  sump  up  to  and  above  roof,  for 
purposes  of  ventilation.  Relief  pipes  must  be  provided  on 
sewage  receptacles  of  sumps.  Traps  of  fixtures  connected 
to  sump  systems  must  not  be  vented  to  vent  lines  which 
are  used  to  ventilate  traps  of  fixtures  on  gravity  system. 
Sump  systems  should  be  entirely  separate  both  as  to  dis¬ 
charge  and  venting  from  rest  of  plumbing  system  in  build- 

Oil  Separators. 

P'1  separajors  installed  in  any  building  where  vola- 
l  mu  are  Used  must  b.e  arranged  to  be  readily  access¬ 
ible.  They  must  not  receive  the  discharge  of  any  water- 
C  °,SJk  ’  r^,n’  ieader>  yard,  court  or  area  drain 
166.  They  must,  if  discharged  by  gravity,  be  connected 
by  a  branch  fitting  to  the  house  drain  behind  the  house 
f  ap  ,n  su.cb  a  manner  that  they  will  not  interfere  with  the 

temSe\Vhln  and  Jheref,of  the-  plumbinS  and  drainage  sys- 
em  When  mechanical  force  is  used  to  discharge  the  con- 
tents  the  connection  must  be  made  by  a  Y  branch  fitting 
on  the  sewer  side  of  house  trap. 

16/.  No  separate  running  trap  need  be  provided  on  the 
dram  entering  oil  separators,  but  a  separate  fresh  air  inlet 

age  con  rXdTVtf  pv°Vided  to  keep  the  system  of  drain- 
the  rS  nf  nid  bK-  he  01i  ^eparator  entirely  separate  from 
i/sCS  tu  plumbing  and  drainage  svstem. 

16«.  I  he  size  of  fresh  air  inlet  shall  be  determined  by 
the  size  of  inlet  connection  to  oil  separator,  which  shall 
3e  considered  the  same  as  the  term  house-drain  for  de- 
the  S1ZC  °f  .a11  fresh  air  in,ets>  which  shall  con- 
nen?  S  ^  ^  Te^mr,em^  ^  regards  size  and  arrange- 
aflons  f  *  inals  for  fresh  air  lnlets  as  called  for  in  regu- 

169  Vent  lines  shall  conform  in  all  respects  to  vent  lines 

I7n  Dbrgr fixtUres  as  ^gards  size  and  arrangement 

liametpr  C  TP  P'PeS  mpSt  be  provided  at  least  M  inches  in 
uZJl  1  Hey  may  be  connected  to  a  vent  line  when  in- 

f  above  tLS?o^f  SyStCm  °r  mUSt  bC  Carried  independent- 

Testing  the  Plumbing  System. 

J7u'-,Jbe  entire  plumbing  and  drainage  system  within 
f  ab  pithmUS  bC  tCSted  by,the  Pinmber,  in  the  presence 
mst  ■  g  Inspecj°.r.  under  a  water  test.  All  pipes 
ifnlL  u"c°vered  lnJ;Very  part  until  they  have  suc- 
jj  *  ?  Passed  the  test  The  plumber  must  securely  close 

pemngs  as  directed  by  the  Inspector  of  Plumbing.  The 
1  '  of  wooden  plugs  for  this  purpose  is  prohibited 


j Ti16  water  test  will  be  applied  by  closing  the  lower 
end  of  the  main  house  drain  and  filling  the  pmes  to  X 

shalHn  ?P^ning  abov?  the  roof  with  water.  The  water  test 
sha  1  include  at  one  time  the  house  drain  and  branches  all 

and  afl  hnd  bonz?ntal  soll  waste  and  vent  and  leader  lines 
fhe  •  u  ,nZeS  therAfrom  to  a  P^ut  above  the  surface  of 

partitionsed  u7heZ  the  finished  face  of  walIs  and 

partitions.  If  the  drain  or  any  part  of  the  svstem  is  to 

least  s  x  tS6 e?a/atte\  there  must  be  a  head  of  water  at 
least  six  (6)  feet  above  all  parts  of  the  work  so  tested 

an<!  ™„necS^1n0atn,,ers,bon7te',f0r  inC'Udi"g  *" 

pS  or  f' -r  is  before 

Sf  a  P.ult4Tnkseper,mf^rhgtri"a  £;  ™ 

over  six  stones  in  height,  a  peppermint  test  may  be  applied 

•  u  j  i  ,  material  and  labor  for  the  test  must  bp  fur 

two  ounces'  of  oil^fT  WHe"  the  peppermint  test  is  used, 
1;  °  c  °l!  ?f  peppermint  must  be  provided  for  each 

ouncePof0onVofStrieS  and  Cellar  in  b^htand  an  additional 
ounce  of  oil  of  peppermint  must  be  provided  for  each  linp 
when  lines  are  more  than  five  stories  in  height 

Plumbing  in  Tenement  Houses. 

ililHpsss— 

Gas  Piping  and  Fixtures. 

extensTonsTiaVto  T 

gas  piping  or  fixtures  in  old  buildings  must  bp  dX*  thC 
cordance  with  the  following  rules  whRh  are  mX  "  aC" 
TOrdance  with  the  provisions  of  section  89  of  the  Building 

F°r  addition31  requirements  of  public  buildings  theatres 
CodeP  CS  assemblage-  s^e  Part  XXI  of  the  Building 

177.  Before  the  construction  or  alteration  of  anv  tms 
pipmg  in  any  building  or  part  of  anv  hntMinrr  ^  y  g  • 
must  be  obtained  from  the  Commissioner ^of Buildings 
This  permit  will  be  issued  only  to  a  registered  plumbfr 
Small  alterations  may  be  made  by  notifying  the  depart' 
pent  of  Buildings,  using  the  same  blank  forms  provided 
for  alterations  and  repairs  to  plumbing.  Provided 

.  &as  pipe  shall  be  of  the  best  oualitv  wmimiit 

shafl  °r  St6id  and  °J  the  kind  classed  as  standard  pipe  and 
shall  weigh  according  to  the  following  scale :  P  ’ 


Diameters 

Weights  per 
Linear  Foot 

3A  inch .  , 

V2  inch . 

H  inch . 

1  inch . 

1  Ya  inch . 

1  l/2  inch . 

2  inch . 

2l/2  inch . 

3  inch .  .  '  puun°s 

3y2  inch . 

4  inch . 

.  xv.uu  puunas 

Wo  pipe  allowed  of  less  than  ft  inch  in  diameter 

of ‘malleable*  iron S  St°P'COCks  °r  valves>  sha11 

180.  There  shall  be  a  heavy  brass  straightway  cock  or 
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valve  on  the  service  pipe  immediately  inside  the  foun¬ 

dation  wall.  Iron  cocks  or  valves  are  not  permitted. 

181.  Where  it  is  not  impracticable  so  to  do,  all  risers 
shall  be  left  not  more  than  five  feet  from  the  front  wall. 

182.  No  pipe  shall  be  laid  so  as  to  support  any  weight 
(except  fixtures)  or  be  subjected  to  any  strain  whatsoever. 
All  pipe  shall  be  properly  laid  and  fastened  to  prevent  be¬ 
coming  trapped,  and  shall  be  laid,  when  practicable,  above 
timbers  or  beams  instead  of  beneath  them.  Where  running 
lines  or  branches  cross  beams,  they  must  do  so  within 
thirty-six  inches  of  the  end  of  the  beams,  and  in  no  case 
shall  the  said  pipes  be  let  into  the  beams  more  than  two 
inches  in  depth.  Any  pipe  laid  in  a  cold  or  damp  place 
shall  be  properly  dripped,  protected  and  painted  with  two 
coats  of  red  lead  and  boiled  oil  or  tarred. 

183.  No  gas  pipe  shall  be  laid  in  cement  or  concrete  un¬ 
less  the  pipe  or  channel  in  which  it  is  placed  is  well  covered 
with  tar. 

184.  All  drops  must  be  set  plumb  and  securely  fastened, 
each  one  having  at  least  one  solid  trap.  Drops  and  outlets 
less  than  Y  of  an  inch  in  diameter  shall  not  be  left  more 
than  one  inch  below  plastering,  centerpieces  or  woodwork. 

185.  All  outlets  and  risers  shall  be  left  capped  until  cov¬ 
ered  by  fixtures. 

186.  No  unions  or  running  threads  shall  be  permitted. 
Where  necessary  to  cut  out  to  repair  leaks  or  make  exten¬ 
sions,  pipe  shall  be  again  put  together  with  right  and  left 
couplings. 

187.  No  gasfitters’  cement  shall  be  used,  except  in  put¬ 
ting  fixtures  together. 

188.  All  gas  brackets  and  fixtures  shall  be  placed  so 
that  the  burners  of  same  are  not  less  than  three  feet  below 
any  ceiling  or  woodwork,  unless  the  same  is  properly  pro¬ 
tected  by  a  shield,  in  which  case  the  distance  shall  not 
be  less  than  eighteen  inches. 

No  swinging  or  folding  gas  brackets  shall  be  placed 
against  any  stud  partition  or  woodwork. 

No  gas  brackets  on  any  lath  and  plaster  partition  or 
woodwork  shall  be  less  than  five  inches  in  length,  measured 
from  the  burner  to  the  plaster  surface  or  woodwork. 

Gas  lights  placed  near  window  curtains  or  any  other 
combustible  material  shall  be  protected  by  a  proper  shield. 

189.  Gas  outlets  for  burners  shall  not  be  placed  under 
tanks,  back  of  doors  or  within  four  feet  of  any  meter. 

190.  All  buildings  shall  be  piped  according  to  the  follow¬ 
ing  scale : 


Diameter  Length  Burners 


y8  inch .  26  feet  3 

14  inch .  36  feet  6 

Ya  inch .  60  feet  20 

1  inch .  80  feet  35 

WA  inch .  HO  feet  60 

u/2  jnch  .  150  feet  100 

2  inch'. .  200  feet  200 

2i/4  inch .  300  feet  300 

3  inch .  450  feet  450 

3 r/4  inch .  500  feet  600 

4  inch .  600  feet  750 


191.  Outlets  for  gas  ranges  shall  have  a  diameter  not 
less  than  required  for  six  burners,  and  all  gas  ranges  and 
heaters  shall  have  a  straightway  cock  on  service  pipe. 

192.  When  brass  piping  is  used  on  the  outside  of  plas¬ 
tering  or  woodwork,  it  shall  be  classed  as  fixtures. 

193.  All  brass  tubing  used  for  arms  and  stems  of  fix¬ 
tures  shall  be  at  least  No.  18  standard  gauge  and  full  size 
outside  so  as  to  cut  a  full  thread. 

All  threads  on  brass  pipe  shall  screw  in  at  least  5/16 
of  an  inch.  All  rope  or  square  tubing  shall  be  brazed  or 


soldered  into  fittings  and  distributors,  or  have  a  nipple 
brazed  into  the  tubing. 

194.  All  cast  fittings,  such  as  cocks,  swing  joints,  double 
centres,  nozzles,  etc.,  shall  be  extra  heavy  brass.  The  plugs 
of  all  cocks  must  be  ground  to  a  smooth  and  true  surface 
for  their  entire  length,  be  free  from  sandholes,  have  less 
than  Y  of  an  inch  bearing  (except  in  cases  of  special  de¬ 
sign),  have  two  flat  sides  on  the  end  for  the  washer,  and 
have  two  nuts  instead  of  a  tail  screw.  All  stop  pins  to 
keys  or  cocks  shall  be  screwed  into  place. 

195.  After  all  piping  is  fitted  and  fastened  and  all  out¬ 
lets  capped  up,  there  must  be  applied  by  the  plumber,  in  the 
presence  of  an  inspector  of  the  Department  of  Buildings,  a 
test  with  air  to  a  pressure  equal  to  a  column  of  mercury  6 
inches  in  height,  and  the  same  to  stand  for  five  minutes; 
only  mercury  gauge  shall  be  used.  No  piping  shall  be  cov¬ 
ered  up,  nor  shall  any  fixture,  gas  heater  or  range  be  con¬ 
nected  thereto  until  a  card  showing  the  approval  of  this 
test  has  been  issued  by  the  Commissioner  of  Buildings. 

196.  No  meter  will  be  set  by  any  gas  company  until  a 
certificate  is  filed  with  them  from  the  Department  of  Build¬ 
ings  certifying  that  the  gas  pipes  and  fixtures  comply  with 
the  foregoing  rules. 

Modifications. 

197.  When  for  any  reason  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  Commis¬ 
sioner  of  Buildings  shall  have  power  to  modify  their  provi¬ 
sions  so  that  the  spirit  and  substance  thereof  shall  be  com¬ 
plied  with.  Such  modifications  shall  be  indorsed  upon  the 
permit  over  the  signature  of  the  Commissioner  of  Build¬ 
ings. 


METHOD  FOR  TESTS  FOR  ANTI-SIPHON 
TRAPS  OR  FIXTURES. 

Adopted  by  the  Board  of  Standards  and  Appeals, 
February  11,  1919. 

Resolved,  that  the  following  be  and  it  hereby  is  adopted 
by  the  board  of  standards  and  appeals  as  the  method  pre¬ 
scribed  for  tests  for  anti-siphon  traps  or  fixtures,  which 
must  be  successfully  passed  before  such  traps  or  fixtures 
shall  be  approved  under  Rule  91,  Rules  for  Plumbing  and 
Drainage : 

Instructions. 

1.  The  entire  cost  and  responsibility  for  the  installation 
of  the  necessary  equipment  for  such  test  shall  be  borne  by 
the  person  or  firm  submitting  the  appliance. 

2.  Such  person  or  firm  shall  also  furnish  the  board,  to¬ 
gether  with  the  application  for  test,  the  following  material 
and  information: 

(a)  A  stock  trap  of  the  size  and  design  to  be  tested, 
which  shall  be  of  the  P  and  S  type  and  shall  be  of  lead 
or  brass,  cast  in  one  piece,  and  without  interior  partitions 
or  mechanism. 

(b)  A  similar  trap  cut  in  half. 

(c)  A  similar  trap,  to  be  used  in  the  test,  provided  with 
glass  observation  ports  of  sufficient  size  to  permit  clear 
observation  of  the  action  occurring  within  the  trap  during 
test,  and  such  observation  ports  shall  be  so  located  that  the 
amount  of  water  seal  remaining  after  each  test  can  be 
readily  observed. 

(d)  An  affidavit  that  the  three  traps  submitted  are  regu¬ 
lar  stock  traps.  _  .  .  . 

(e)  A  list  of  all  cities,  towns  or  municipalities  where 
such  trap  has  been  officially  approved  for  use  without  back 

venting.  , 

The  testing  apparatus  shall  be  located  within  the  City  ot 
New  York,  and  in  a  place,  building  or  structure  to  meet 
the  approval  of  the  testing  authorities.  Such  apparatus 
shall  be  so  located  that  every  part  is  easily  accessible  for 
inspection. 


Apparatus. 

The  apparatus  shall  consist  of  the  following: 

A  tank  of  not  less  than  fifty  nor  more  than  one  hundred 
and  fifty  gallons  capacity,  with  adequate  water  supply  for 
refilling  the  same  during  the  test. 

A  vertical  wrought  iron  or  steel  pipe  line  fifty  feet  long, 
connected  to  the  underside  of  the  tank,  and  of  the  same 
internal  diameter  as  the  trap  to  be  tested. 

A  quick-opening  valve,  located  ten  feet  below  the  under- 
.side  of  the  tank. 

A  1Y  fitting  located  two  feet  below  the  quick-opening 
valve,  with  horizontal  branch  pipe  connected  thereto,  of 
the  same  diameter  as  the  vertical  line,  this  branch  line  not 
to  exceed  two  feet  in  length,  with  a  pitch  towards  the 
vertical  line  of  two  inches  to  the  foot,  and  the  trap  to  be 
tested  shall  be  connected  to  this  horizontal  branch  pipe. 

A  wash  basin,  or  fixture  answering  the  same  purpose, 
which  can  be  conveniently  connected  or  disconnected  from 
the  inlet  side  of  the  trap. 

The  test  shall  be  conducted  as  follows : 

For  Anti-Siphon  Qualities. 

For  the  purpose  of  determining  the  efficiency  of  the  trap, 
he  tank  shall  be  completely  filled,  a  water  seal  established 
n  the  trap  ;  and : — 

The  quick-opening  valve  shall  be  opened  for  five  seconds, 
hen  closed  for  five  seconds,  and  this  alternating  process 
epeated  five  times. 

The  quick-opening  valve  shall  be  opened  and  the  entire 
:ontents  of  the  tank  discharged  at  one  time. 

The  wash  basin  shall  be  connected  to  the  trap,  filled  with 
vater,  and^  both  wash  basin  and  tank  discharged  simul- 
aneously.  The  quick-opening  valve  shall  be  kept  open  until 
he  entire  contents  of  the  tank  has  been  discharged. 

The  trap  shall  be  disconnected  and  a  bridge  of  solid  soap 
ormed  across  the  lower  half  of  the  discharge  end  of  the 
rap,  so  as  to  effectually  block  one-half  of  the  clear  water¬ 
way,  and  the  foregoing  tests  repeated. 

Each  operation  shall  be  repeated  several  times,  if  desired 
y  the  testing  authorities. 

For  Self -Cleansing  Qualities 

For  the  purpose  of  determining  its  self-cleansing  qual- 
ies,  the  trap  shall  be  filled  with  sand  and  the  wash  basin 
lied  with  water  and  allowed  to  discharge.  A  similar  oper- 
tion  shall  be  repeated  with  tea  leaves,  coffee  grounds, 
awdust  and  grated  soap. 

For  Service  Qualities. 

The  service  qualities  of  the  trap  may  be  tested  as  fol- 
>ws : 


A  trap  which  has  been  in  actual  constant  use  for  a 
period  of  not  less  than  one  year  shall  be  removed  under 
the  supervision  of  a  representative  of  the  testing  author¬ 
ities,  split  into  two  halves,  and  submitted  for  inspection,  for 
the  purpose  of  determining  whether  sediment  or  coating 
of  grease  or  other  foreign  matter  has  accumulated  in  the 
trap  during  service  conditions. 


Approval. 

An  approval  shall  not  be  issued  for  any  anti-siphon  trap 
which  has  been  subjected  to  the  foregoing  tests  unless  the 
trap  has : 

1.  Maintained  its  water  seal  throughout  the  test. 

2.  Been  successfully  scoured  of  any  foreign  substance 
placed  in  the  trap,  when  water  has  been  discharged  through 
same. 

3.  Upon  inspection,  after  service,  shown  no  excessive 
accumulation  of  grease  or  other  foreign  substance. 

Deep  Seal  Siphon-Jet  Fixtures,  or  Anti-Siphon  Fixtures. 

.  Instructions:  Applicants  for  approval  of  deep  seal 
siphon- jet  or  anti-siphon  fixtures  shall  submit  the  follow¬ 
ing  with  their  application : — 

(a)  A  stock  fixture  of  the  size  and  design  to  be  tested. 

(b)  A  similar  fixture,  cut  in  half. 

(c)  A  similar  fixture,  to  be  used  in  the  test,  provided 
with  glass  observation  ports  of  sufficient  size  to  permit 
clear  observation  of  the  action  occurring  within  the  fixture 
during  test,  and  such  observation  ports  shall  be  so  located 
that  the  amount  of  water  seal  remaining  after  each  test 
can  be  readily  observed. 

(d)  An  affidavit  that  the  three  fixtures  submitted  are 
regular  stock  fixtures. 


Apparatus. 

The  apparatus  shall  be  similar  to  that  required  for  anti¬ 
siphon  traps,  except  that  vertical  and  horizontal  pipes  shall 
have  an  internal  diameter  of  three  inches  for  testing  slop 
sinks  and  four  inches  for  testing  water-closets ;  tank  shall 
have  a  capacity  of  not  less  than  one  hundred  gallons  and 
the  fixture  shall  be  provided  with  its  usual  water  supply 
so  that  same  may  be  flushed  when  required. 


Test. 

For  the  purpose  of  determining  the  efficiency  of  the  fix¬ 
ture  to  maintain  a  water  seal,  it  shall  be  tested  in  a  manner 
similar  to  that  prescribed  for  anti-siphon  traps,  except  that 
no  soap  bridge  need  be  provided  at  the  outlet. 


RULES 


USE  OF  HYDRATED 

Adopted  by  the  Board  of  Standards  and  Appeals,  April 
>,  1920,  under  Cal.  No.  153-20-S. 

The  use  of  hydrated  lime  in  all  classes  of  concrete  con- 
ruction  shall  not  be  prohibited  when  used  in  accordance 
ith  the  conditions  hereinafter  set  forth. 

The  hydrated  lime  shall  conform  with  the  standard  speci- 
■ations  for  this  material  which  have  been  adopted  by  the 
urerican  Society  for  Testing  Materials. 

The  maximum  amount  of  hydrated  lime  which  may  be 
ed  shall  conform  wffh  the  following  table,  all  weights 
ven  being  the  amount  of  lime  which  may  be  incorporated 
r  each  ninety-five  pound  bag  of  Portland  cement : 


LIME  IN  CONCRETE. 

1-1 5^2-3  Mix,  4  pounds  of  hydrated  lime  per  bag  of 

cement. 

1-2-4  Mix,  5  pounds  of  hydrated  lime  per  bag  of 
cement. 

l-2y2-S  Mix,  6  pounds  of  hydrated  lime  per  bag  of 
cement. 

For  hand  mixed  concrete,  the  hydrated  lime  and  Port¬ 
land  cement  shall  be  well  mixed  while  dry. 

Hvdrated  lime  shall  not  be  used  in  concrete  which  is 
to  be  deposited  under  water. 
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RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2j4-inch  Hose  Outlet  Valve,  Type 

«A” 

637-29-SA — Merco  Oil  Burner,  Model  K-l. 

463-31-SA — Silent-Auburn  Fuel  Oil  Burner,  Models  A1 
and  AA. 

491-31-SA — Superfex  Oil  Burning  Heaters  and  Heat 
Projectors,  Various  Models. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

447-32-SA — Ballard  Baby  Grand  Oil  Burner,  Models 
BA-1,  2,  3  and  4. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

237- 33-SA — Kelco  Oil  Burner. 

341-33-SA — Volcano  Automatic  Oil  Burner,  Model  E. 

136-34-SA — Korth  Oil  Burner,  Model  E. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

29-35-SA — Aetna  Range  Oil  Burner,  Model  27-SGD. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-3S-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 

231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

238- 35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 

102-36-SA — Cole  Draft  Governor. 


144-36-SA — : 


Burner 
and  C 


191-36-SM- 

201-36-SA- 


202-36-SA- 


219-36-SA- 

242- 36-SA- 

243- 36-SA- 


M, 


248-36-SA- 

264-36-SA- 


286-36-SA- 


295-36-SA- 

317-36-SA- 

320-36-SA- 

352-36-SA- 


24-37-SA — 


29-37-SA- 

35-37-SA- 

56-37-SA- 


73-37-SA — : 


116-37-SA — 


124-37-SA- 


129- 37-SA- 

130- 37-SA- 


156-37-SA- 

159-37-SA- 

168-37-SA- 

175-37-SA- 

183-37-SA- 

214-37-SA- 


225-37-SA— : 


Herman  Nelson  Conversion  Oil 
Models  C-1001,  C-1002,  C-3001 
3002. 

-Carey  Rocktex  Insulating  Wool. 

Quick  Heat  Pot  Type  Radiant  Heater,  Model 
316-0,  319-0,  316-1,  319-1,  326-0,  329-C 
326-1  and  329-1. 

Quick  Heat  Pot  Type  Circulating  Heatei 
Models  218-1,  218-2,  228-1,  228-2,  238-1  an. 
238-2. 

Bronx  Faultless  Oil  Burner  for  Pressing  Ma 
chine. 

Swirling  Heat  Oil  Burner,  Models  A-S,  A- 
A-L  and  B. 

-Victor  Circulating  Fuel  Oil  Heater,  Model 
VCH  27,  VCH  19  and  VCH  17. 

-Dupont  Oil  Burner. 

•Nesco  Circulating  Heater,  Models  41,  42,  041; 
042  and  052.  J 

Oil  Industrial  Laboratories,  Anti-Syphon  Oi 
Check  Valve,  Model  No.  426. 

•Vesta  Fuel  Oil  Meter. 

•Dempsey  Industrial  Oil  Burner. 

Preferred  Syphon  Breaker,  Type  T. 

-International  Oil  Burning  Heater,  Models  91 
90,  99,  55  and  66. 

Silent  Glow  Si-Glo-La  Oil  Space  Heatei 
Models  15,  35,  60  and  80. 

Borden  Oil  Burner,  Models  A  and  B. 

Craig  Expansible  Fire  Hose  Reel. 

■Sachem  Oil  Space  Heater,  Models  GB-131f 
GB-1015,  GB-1011,  GB-815  and  GB-81 
and  Speedy  Hot  Oil  Space  Heater,  Mod 
els  GB-1315,  GB-1015,  GB-1011,  GB-81 
and  GB-811. 

Samco  Oil  Space  Heater,  Models  1108,  1 1 1C 
1208,  1508,  1510,  1513,  1408  and  1410. 

Bethlehem-Doe,  Carrier  and  Gilbert-Bethle 
hem  Oil  Burners,  Models  CE  and  FE._ 

-Beach  Air  Brushes  (for  Paint  Spraying 
Equipment). 

Bauer  Oil  Burner. 

•Econ-O-Heat  and  Kingsco  Oil  Burners 
Models  E,  B1  and  B2. 

-McClintock  Automatic  Hydraulic  Sewer  Valve 

-Stempel  Pressure  Type  Fire  Extinguisher. 

-Flex-O-Gas  Oil  Burner,  Model  FR. 

-Airnoil  Burner  and  Perfex  Airnoil  Burner. 

-Liquid  Safety  Tank  Filling  Valve. 

Lattner  Gravity  Oil  Burner,  Models  A,  B,  ( 
and  D. 

Holland  Gun  Type  Oil  Burner. 


Cases  listed  in  the  Reserve  Calendar  are  cases  ufot 
which  action  by  the  board  has  been  deferred  pending  com 
mittee  reports  of  this  board,  court  or  department  action 
and  will  remain  thereon  until  the  aforesaid  reports,  cour 
or  departmental  actions  are  consummated.  Whereupon  th 
case  or  cases  will  be  restored  to  the  regular  calendar  an* 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  th 
appellant  or  applicant  of  record. 
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37-A,  188-37-A,  189-37-A,  191-37-A  195-37-A  203  37  A 

°-3°-A,  139-30-A,  205-37-S,  219  37-S  234-17  SA  lit-' 
34-SA,  343-35-SA,  322-30-SA  and  447-32-SA. 

tandpipe-Fireline  Rules. 

eserve  Calendar, 


Single  Copies,  5  cents 
By  mail,  8  cents 

PUBLIC  HEARINGS 


No.  23 


Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Lali  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m 

Manhattan"88  ^  ^  ^  R°°m  1013,  MuniciPal  Building, 


Office— Municipal  Building,  Rooms  1001  to  1015. 
Telephone— VVOrth  2-0184. 

Office  Hours  for  Public— 9  a.  m.  to  4  p.  m.  Saturdays 
y  a.  m.  to  12  noon. 

All  communications  should  he  addressed  to  the  chairman  of 

the  hoard 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en- 
gineers  pertaining  to  the  work  of  the  board,  will  be  seen 

fhiyaftetWeen  th!  h°UTS  °f  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter- 
Z  f  P™p,ert-V  ?,w’iers  opportunity  to  file  objections,  if  anv 
and  will  be  called  in  Room  1013,  Monday,  June  7,  1937 

definite  day!  ^  ^  ““  i§  SCt  f°r  hearinS  on  * 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  June  14,  1937,  at  2  o’clock. 

Hie  Clerks  Calendar  is  not  to  be  confused  with  the 

on  Cfixed  da  CaSCS  tbat  bave  been  definitely  set  for  hearing 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con- 

nrni^Jl  Wlt*|  whlch  co.urt .  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli- 
Sr  aJ1  be  .forded  as  a  mere  notice  of  intention  to 

rules  of  thil'boLrd  15  0"  ‘he  f°rm  required  by  thc 

peal  or  application.  8  ap 

At  the  time  of  filing  an  appeal  or  application,  the  appel- 
[,!  appllcant  shall  forward  a  signed  notice  of  appea' 
addressed  to  the  administrative  official  (either  conlmis- 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice 

of  the  appeal  'or  appliSm"  °f  ^  pr°perty’  the  subiecf 

ofAsameISexoedi,er/iha,i,:’nS;vi"  -be  simP,ifie<i  and  disposition 
ot  same  expedited  by  conforming  to  these  directions 

HARRIS  H.  MURDOCK,  Chairman 
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DOCKET 

New  Cases  Filed  up  to  June  2,  1937 

Cal.  No.  Department  Premises  affected 

239-37-A . F.D . Fifth  to  Seventh  avenues  be¬ 

tween  41st  and  44th  streets 
(Block  921,  Lot  1),  (Sunset 
Park)  Borough  of  Brooklyn, 
69584-L.C. 


240-37-A . F.D . East  side  of  Lorimer  street, 

block  bounded  by  Driggs  and 
Manhattan  avenues,  Leonard 
and  Bayard  streets  (Block 
1270,  Lot  1),  (McCarren 
Park)  Borough  of  Brooklyn, 
69531-L.C. 


241-37- A . F.D . Transportation  of  Fuel  Oil  in 

New  York  City,  7692-L.C. 


242-37-A . D.B.M . 62-64  William  street,  southeast 

corner  of  Cedar  street  (Block 
41,  Lot  24),  Borough  of  Man¬ 
hattan,  34364-F. 


243-37-A .  F.D . Ditmars  avenue  and  19th  street, 

25th  avenue  and  East  River 
(Block  891,  Lot  1),  (Astoria 
Park)  Astoria,  Borough  of 
Queens,  68841-L.C. 


244-37-S . D.B.B . 1077  Willoughby  avenue,  north 

side,  162*4  ft.  west  of  Wilson 
avenue  (Block  3196,  Lot  40), 
Borough  of  Brooklyn, 

16313-L.D. 


245-37-BZ . D.B.Bx . 2101  Grand  Concourse,  west  side, 

144.23  ft.  south  of  East  181st 
street  (Block  3161,  Lots  25  & 
25  J4),  Borough  of  The 
Bronx,  Applic.  183-37. 


246-37-BZ . D.B.B . 2395-2405  Atlantic  avenue  and 

32-42  Jardine  place,  northwest 
corner  (Block  1573,  Lot  37), 
Borough  of  Brooklyn, 

Applic.  8475-37. 


247-37-A . D.B.Q . 40-23  69th  street,  east  side,  278 

ft.  south  of  Roosevelt  avenue 
(Block  1301,  Lot  10  and  part 
of  Lots  12  &  14),  Woodside, 
Borough  of  Queens, 

Applic.  1716-37. 


248-37-SA . F.D . Paragon  Oil  Burner,  Model 

A-25,  Appliance. 


249-37-A . D.B.Q . 179-15  Grand  Central  parkway, 

north  side,  106  ft.  east  of 
Tudor  road  (Block  7239,  Lots 
78  &  82),  Jamaica,  Borough 
of  Queens,  Applic.  2001-37. 


250-37-SA . F.D . Penn  Automatic  Oil  Burner, 

Gun  Type,  Appliance. 


251-37-BZ . D.B.Bx . 1410  Oakley  street,  3600  Fish 

avenue,  north  side  from  Oak¬ 
ley  street  to  Needham  avenue 
(Block  4718,  north  part  of 
Lot  1),  Borough  of  The 
Bronx,  Applic.  69-37. 


252-37-S . D.B.B . 708-722  Metropolitan  avenue, 

south  side,  150  ft.  east  of 
Manhattan  avenue  (Block 
2764,  Lots  14-15),  Borough  of 
Brooklyn,  14955-L.D. 


253-37-A . F.D . 1525  Albany  avenue  (East  41st 

street),  east  side,  115  ft.  south 
of  Farragut  road  (Block 
5016,  Lot  13),  Borough  of 
Brooklyn, 

70922-L.C.  &  69139-L.C. 


254-37- A . F.D . 606  West  47th  street,  south  side, 

125  ft.  west  of  11th  avenue 
(Block  1094,  Lot  38),  Bor¬ 
ough  of  Manhattan,  7336-L.C. 


CODE 


D.B . Department  of  Buildings 

FLD . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn  i 

I 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx  j 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


Stephens  Bill — Assembly  Introductory  1393. 

This  bill  which  passed  unanimously  in  both  the  Assembly  and 
Senate  was  designed  to  give  the  Board  of  Standards  and  Appeals  i 
the  power  to  make  the  supplementary  rules  of  the  Multiple  Dwelling  j 
Law  and  to  grant  variances  where  the  law  as  to  light  and  air  and  1 
other  protective  features  would  not  be  reduced.  In  addition  to  this 
safeguard,  it  would  be  necessary  before  the  Board  could  act  to 
receive  a  recommendation  from  the  Commissioner  of  Buildings  that 
the  conditions  justified  an  adjustment.  While  the  law  is  a  law  of 
minimum  requirements,  it  is  well  known  that  there  are  points  con¬ 
tinually  arising  where  minor  adjustments  could  be  made  without 
destroying  the  intent  of  the  law. 

This  bill  has  however  been  vetoed  by  Governor  Lehman  in  the 
following  memorandum: 

“This  bill  would  give  to  the  Board  of  Standards  and  Appeals  of 
New  York  City  the  power  to  vary  the  provisions  of  the  Multiple 
Dwelling  Law  so  long  as  the  Board  in  its  own  judgment  be¬ 
lieved  the  variance  would  not  constitute  a  greater  structural, 
fire,  sanitary  or  health  hazard.  It  seems  to  me  questionable 
wisdom  to  permit  an  administrative  agency  to  modify,  under 
such  a  broad  grant  of  power,  the  express  provisions  of  the 
Multiple  Dwelling  Law  enacted  by  the  Legislature.  The  bill  is 
disapproved.” 

There  exists  therefore  no  power  to  vary  the  terms  of  the  Multiple 
Dwelling  Law  in  the  Board  of  Standards  and  Appeals  or  any  other 
agency  charged  with  the  administration  of  the  law.  In  the  Matter 
of  Falcone,  the  Court  determined  that  the  Board  of  Standards  and 
Appeals  is  the  only  appellate  body  with  power  to  grant  variances. 


COURT  DECISIONS 

Matter  of  Halpert  (Murdock  et  al) — On  February  6,  1934,  Board 
denied  gasoline  station  in  business  district  under  sec¬ 
tion  21;  Cal.  No.  312-33-BZ,  Premises  Southeast  corner 
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Merrick  and  Linden  Boulevards,  St.  Albans,  Borough  of 
Queens.  Mr.  Justice  Riegelman  confirmed  Referee’s 
Report  reversing  Board  (N.Y.L.J.  February  7,  1936). 
Appellate  Division  sustained  Board  (N.Y.L.J.  Decem- 
ber  29,  1936).  Court  of  Appeals  affirmed  order  of  Ap¬ 
pellate  Division;  no  opinion  (N.Y.L.J.  May  27,  1937). 


In  re  Junior  Ehret  Realty  Corpn.  &c.  (Murdock  et  al)— On  January 
5,  1937.  Board  granted  garage  for  more  than  five  motor 
vehicles,  partly  in  retail  and  partly  in  residence  district 
under  sect.  21,  Cal.  No.  325-36-BZ;  Premises  806-814 
£in}hoAve™e-  318'362  West  54th  St.  and  321-9  West 
53rd  St.,  Borough  of  Manhattan.  Mr.  Justice  Wasser- 
V0«eL  s“stained  Board.  (N.Y.L.J.  June  2,  1937)  holding: 
ine  use  for  which  the  Board  granted  a  variance 
is  simply  a  continuation  of  the  prior  use,  namely 
the  storage  of  motor  buses  instead  of  trolley  cars 
made  necessary  by  the  motorization  of  the  street 
railway  lines  in  the  interest  of  modernizing  public 
transportation.  The  record  indicates  that  the  Board 
exercised  a  reasonable  and  not  an  arbitrary  discre¬ 
tion  io  granting  the  variance  herein  and  its  deci¬ 
sion  is  accordingly  approved.” 


RULES 


Last  Publication  in  Bulletin 
Rapp,^/eb-  2’  •*>.  * 

fSkisubi'iis::::;::;*  iSlfc&l  %  Z  \\ 

Concrete  Rules  (Hydrated  Lime)... June  1,  1937— Vol.  22,  No  22 
52“®;,  rp  ••;••••  —  i Mar.  3,  1936-Vol.  21  No.  9 

%  8?  g 

f!"  DrTRK?.!1"!'"?!!::::;;;)?'/  2-:  l9-3-7-^0-1'-  ?2:  21 

Fire  Retarding  Rules  for  Garages, 
etc.  •••••••••«  Apr 

Fireproof  Wood,  Testing  of . Apr' 

Frame  Garages,  Ruling  for . Tan' 

Gas  Shut-Off  Rules..: . ..Apr 

Hatchway  Protection  .  t,  „1 

Oil  Burner  Rules. 


S5-36-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Flatbush  Sav- 
-r.i-.T--.,  ln£s  Bank,  owner. 

PREMISES— 2235-2247  Flatbush  avenue  and  1832-1850 
Last  48th  street,  northeast  corner  (Block  No.  8487 

Appi  TfATinM  lf  3.and  Borough  of  Brooklyn. 
APPLICATION,  under  section  21  of  the  building  zone 

ruary24ni937)Pened  and  restored  to  calendar  Feb- 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  withdrawn). 

712-26-BZ. 

Beid,  owner. 

EM 1 SES— 2205-22 1 1  Emmons  avenue,  north  side,  297 
R&VaS  i  ^St?Tlst  Street  (Kenmore  place)  ; 
lyn  °ck  N°'  ?4%’  Lot  Na  193)’  Borough  of  Brook- 

APPLICATION,  under  section  21  of  the  building  zone 

TO  PFrStt tum(r<;Opened.  November  4,  1936), 

O  PERMIT  partly  in  a  residence  use  district  and  partly 
in  a  business  use  district  the  maintenance  of  a 
gasoline  service  station,  previously  granted  by  the 

la°n^4Tf°r  ^  te?porfry  period  (time  limitation  has 
lapsed)  and,  also  the  further  use  of  the  plot  for 

*  and  brake  service  shop  and  parking  of 
more  than  five  (5)  motor  vehicles. 


6,  1937— Vol.  22,  No.’  14 


•  May 


27,  1937— Vol.  22,  No.  17 
13,  1937— Vol.  22,  No.  15 
21,  1919— Vol.  4,  No.  3 
7,  1925— Vol.  10,  No.  14 
5,  1928— Vol.  13,  No.  23 
18,  1937— Vol.  22,  No.  20 


Paint,  Varnish  and  Lacquer  Spray- 
Platform  Trucks,  Specifications  for!  Nov!  24’,  lllLvok  2?’,  No  47 

RSa,R&a::;:::;:;:;:::.-itc  ggfcBf  if  8°-  ,2,2 

Refrigerating  Systems,  Extract  C.O.May  11,  1 93 7 — Val  22  No  19 
l“‘R"p,u."'ori"-  R“"s  lb  mr-va.  22,  No.  20 

%'  i:  So0:  ll 

24-  m6-VoL  21-  N°- 47 

Rule  505  of  Industrial  Code).. Apr.  10,  1923— Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Vnti-Siphon  Valves . Mar.  5,  1935— Vol.  20,  No.  10 

‘rvi  u0se  Va,7esw . Apr.  20,  1937— Vol.  22,  No.  16 

lid  On  Burners  for  Domestic  and 

Commercial  Use  . Mav 

’uel  Oil  Fill  Pipe  Terminals . May 

ue  Oil  Burners  for  Industrial  Use.  Apr 

;uel  Oil  Pumps . Apr 

aint,  Varnish  and  Lacquer  Spray-* 

ing  Equipment  . Nov 

aange  Oil  Burners  and  Space 
Heaters  . May 


JUNE  8,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  is  HEREBY  GIVEN  by  the  Board  of  Stand- 
nfdthan<K  A  jPea  S  of  a  publlc  hearing  under  the  provisions 
8  1917  ,Uddr,  fn,e  TesPjution,  Tuesday  morning,  June 

on  following  matters  ;Room  Gilding, 


CAL. 


18,  1937— Vol.  22,  No.  20 
26.  1936  —  Vol.  21,  No.  21 
20,  1937— Vol.  22,  No.  16 
20,  1937— Vol.  22,  No.  16 


26,  1935— Vol.  20,  No.  48 
18,  1937— Vol.  22,  No.  20 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  7,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

12-36-BZ. 

APPLICANT— Joseph  Rossi,  for  Estate  of  John  E.  Miller, 


owner. 


no.  318-36-BZ— Application,  October  28,  1936,  under 
sections  7e  and  21  of  the  building  zone 
resolution,  of  John  C.  Wandell  Co. 
applicant,  on  behalf  of  Eugene  J  Mul- 
doon,  owner,  to  permit  in  a  business 
use  district  the  extension  of  an  existing 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  112-116  Newton 
street,  127  Bayard  street  and  442-464 
Manhattan  avenue,  east  side,  from 

£ewt°"  st!leet  to  Bayard  street  (Block 
No.  2719,  Lot  Nos.  1,  4  and  8),  Bor¬ 
ough  of  Brooklyn. 


CAL.  NO.  157-37-BZ— Application,  April  5,  1937,  under  sec¬ 
tions  7a,  7c  and  21  of  the  building  zone 
resolution,  of  Lewis,  Marks  and  Ran¬ 
ter,  applicants,  on  behalf  of  Brass 
Goods  Manufacturing  Co.,  owner,  to 
permit  in  a  residence  use  district ’the 
erection  and  maintenance  of  an  exten- 
smn  to  an  existing  factory  building 
which  is  located  partly  in  a  residence 
use  district  and  partly  in  a  business 
use  district ; .  premises  335A  Eldert 
street,  north  side,  220  ft.  west  of  Irving 
avenue  (Block  No.  3413,  Lot  Nos.  41 
and  52),  Borough  of  Brooklyn. 


REMISES— 315-325  East  103rd  street,  north  side,  250  ft. 

y®?1  ?fJst  avenue  and  324-334  East  104th  street 
(Block  No.  1675,  part  of  Lot  No.  11),  Borough  of 
Manhattan. 

PPL1  CATION^  under  section  7h  of  the  building  zone  cal.  no.  211-37-BZ-Application,  May  10,  1937,  under  „ 

0  -km;  ss- — -  SmSIESS 


sec- 
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Bank,  owner,  to  permit  the  extension, 
from  a  business  use  district  into  a 
residence  use  district,  of  an  existing 
business  building;  premises  1214  Cas- 
tleton  avenue,  southeast  corner  of  Tay¬ 
lor  street  (Block  No.  211,  Lot  No.  32), 
West  New  Brighton,  Borough  of 
Richmond. 

cal.  no.  315-36-BZ — Application,  October  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Annie  Grossarth, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  42-54 
Remsen  avenue,  southwest  corner  of 
East  51st  street  (Block  No.  4591,  Lot 
No.  10  and  part  of  Lot  No.  12),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  8,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

142-37- A — 582  ft.  west  of  the  foot  of  Mill  avenue  and  156 
ft.  south  of  Avenue  V  (Block  No.  8470, 
Lot  No.  1091),  Mill  Basin,  Borough  of 
Brooklyn  (National  Lead  Building). 

227-37-A — West  side  of  52nd  (Richey  street)  street,  500  ft. 

south  of  Grand  avenue,  southwest  corner 
of  59th  street  (Frederick  street)  ;  Block 
No.  2319,  Lot  No.  6),  Maspeth,  Borough  of 
Queens. 

218-37-A — 1354  Jefferson  avenue,  east  side,  100  ft.  south 
of  Knickerbocker  avenue  (Block  No.  3391, 
Lot  No.  26),  Borough  of  Brooklyn. 

232-37-A — 301-323  Oriental  boulevard,  north  side,  from 
Beaumont  street  to  Coleridge  street  (Block 
No.  7516R,  Lot  Nos.  1028,  1022  and  1018), 
Borough  of  Brooklyn. 

229-37-A — 21-27  North  Oxford  street,  east  side,  296  ft. 

north  of  Park  avenue  (Block  No.  2029, 
part  of  Lot  No.  10),  Borough  of  Brook¬ 
lyn. 

239- 37- A — 5th  to  7th  avenues,  between  41st  street  and  44th 

street  (Block  No.  921,  Lot  No.  1),  Sunset 
Park,  Borough  of  Brooklyn. 

■n 

240- 37-A — East  side  of  Lorimer  street,  bounded  by  Driggs 

and  Manhattan  avenues,  Leonard  and  Bay¬ 
ard  streets  (Block  No.  1270,  Lot  No.  1), 
McCarren  Park,  Borough  of  Brooklyn. 

243-37-A — Ditmars  avenue,  bounded  by  19th  street,  25th 
avenue  and  East  River  (Block  No.  891, 
Lot  No.  1),  Astoria  Park,  Astoria,  Bor¬ 
ough  of  Queens. 

242-37-A — 62-64  William  street,  southeast  corner  of  Cedar 
street  (Block  No.  41,  Lot  No.  24),  Bor¬ 
ough  of  Manhattan. 

249-37-A — 179-15  Grand  Central  parkway,  north  side,  106 
ft.  east  of  Tudor  road  (Block  No.  7239, 
Lot  Nos.  78  and  82),  Jamaica,  Borough  of 
Queens. 

253-37- A — 1525  Albany  avenue  (East  41st  street),  east 
side,  115  ft.  south  of  Farragut  road  (Block 
No.  5016,  Lot  No.  13),  Borough  of  Brook¬ 
lyn, 


Variations  of  Labor  Law 

202-37- S — 305  East  11th  street,  north  side,  80  ft.  east  of 
2nd  avenue  (Block  No.  1687,  Lot  No. 
4J4),  Borough  of  Manhattan. 

213-37-S — 365-371  Canal  place  and  223-229  East  141st 
street,  northwest  corner  (Block  No.  2340, 
Lot  No.  145),  Borough  of  The  Bronx. 

244-37- S — 1077  Willoughby  avenue,  north  side,  162^2  ft. 

west  of  Wilson  avenue  (Block  No.  3196, 
Lot  No.  40),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
8,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board : 

cal.  no.  80-22-BZ — Application  of  Scacchetti  and  Siegel, 
applicants,  on  behalf  of  Ordham  Real¬ 
ty  Corporation,  owner,  reopened  under 
new  proposal  December  15,  1936,  under 
sections  7G  and  21  of  the  building 
zone  resolution,  to  permit  on  a  plot  of 
ground  located  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  conversion  of  occu¬ 
pancy  of  two  (2)  buildings  located 
thereon;  the  easterly  building  to  in¬ 
clude  a  garage  for  more  than  five  (5) 
motor  vehicles  and  the  westerly  build¬ 
ing  to  include  a  motor  vehicle  repair 
shop.  (There  is  an  existing  gasoline 
service  station  on  this  plot)  ;  premises 
450-458  and  460-470  East  Fordham 
road,  south  side,  95  ft.  east  of  Third 
avenue  (Block  No.  3033,  part  of  Lot 
No.  60),  Borough  of  The  Bronx. 

cal.  no.  47-37-BZ — Application,  February  5,  1937,  under 
sections  7b  and  21  of  the  building  zone 
resolution,  of  Victor  Santini,  appli¬ 
cant,  on  behalf  of  Amelia  Murphy,  et 
al.,  owners,  to  permit  partly  in  a  busi¬ 
ness  use  district  and  partly  in  an  un¬ 
restricted  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles; 
premises  530-532  Bergen  avenue,  east 
side,  72.93  ft.  north  of  East  148th 
street  (Block  No.  2293,  Lot  Nos.  33 
and  34),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  14,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

76-37-BZ. 

APPLICANT — Albert  Edelman  (lessee),  for  Monahan 
Realty  Company,  owner.  , 

PREMISES— 601-611  Livonia  avenue,  northeast  corner  of 
Sheffield  avenue  (Block  No.  3805,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 
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77-37- BZ. 

APPLICANT— Frieda  Kaiser  (lessee),  for  George  Bauer 
owner.  ' 

PREMISES— 513-517  Ralph  avenue,  east  side,  25  ft.  south 
oi  l  ark  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

APPLICAT  ION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

82- 37-BZ. 

APPLICANT— Jack  Wien  (lessee),  for  Mathilde  Lehman 
and  Nathan  I.  Slutsky,  owners. 

PREMISES  1064-1080  East  New  York  avenue,  south¬ 
east  corner  of  East  95th  street  (Block  No.  4598 
Lot  Nos.  1  and  4),  Borough  of  Brooklyn. 

APPLICATION  under  sections  7h  and  21  of  the  building 

;  zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 

83- 37-BZ. 

APPLICANT— Harry  Tint  (lessee),  for  Sault  J.  Baron 
owner.  * 

PREMISES  4202-4230  New  Utrecht  avenue,  entire  block 
10th  avenue  to  New  Utrecht  avenue,  between  42nd 
street  and  43rd  street  (Block  No.  5596,  Lot  No  1) 
Borough  of  Brooklyn.  ' 

APPLICATION,  under  section  7h  of  the  building  zone 

'  resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 


JUNE  15,  1937,  10  A.  M. 

Building  Zone  Applications 

NOITCE  IS  HEREBY  GIVEN  by  the  Board  of  Stan'd- 
fa, a 1  .Y^peals  a  public  hearing  under  the  provisions 
the  building  zone  resolution,  Tuesday  morning,  June  15 
37,  at  10  o  clock,  in  Room  1013  Municipal  Building  on 
he  following  matters: 

al.  no.  40-37-BZ — Application,  February  3,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Robert  A  Schnepper,  applicant, 
on  behalf  of  Annie  M.  Clark,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  158-26  to  158- 
32  Liberty  avenue  and  105-02  to  105-06 
lo9th  street,  southwest  corner  (Block 
No.  1118,  Lot  No.  26),  Jamaica,  Bor¬ 
ough  of  Queens. 

\l.  no.  224-37-BZ— Application,  May  15,  1937,  under  sec¬ 
tion  7c  of  the  building  zone  resolution, 
of  Milton  Dammann,  applicant,  on  be¬ 
half  of  American  Safety  Razor  Cor¬ 
poration,  owner,  to  permit  the  exten¬ 
sion,  from  an  unrestricted  use  district 
into  a  business  use  district,  of  a  pro¬ 
posed  factory  building;  premises  77-89 
Myrtle  avenue  and  78-go  Lawrence 
street,  northwest  corner  (Block  No. 
142  Lot  Nos.  1  to  9  inclusive  and  31 
to  39  inclusive),  Borough  of  Brooklyn. 

•L.  no.  293-36-BZ— Application,  September  30,  1937,  under 
sections  7h  and  21  of  the  building  zone 


resolution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Christina  Hinden 
and  Ferdinand  Nestlen,  owners,  to  per¬ 
mit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  parking  of  more  than  five  (5) 
motor  vehicles;  premises  344-346  El- 
dert  street,  southeast  corner  of  Irving 
avenue  (Block  No.  3419,  Lot  Nos.  31 
and  37),  Borough  of  Brooklyn. 

cal.  no.  74-37-BZ— Application,  March  1,  1937,  under  sec¬ 
tions  7a,  7c  and  21  of  the  building  zone 
resolution,  of  A.  J.  Simberg,  applicant, 
on  behalf  of  Benjamin  Lazaroff,  owner, 
to  permit  in  a  residence  use  district  the 
extension  of  an  existing  business  use 
and,  also,  the  omission  of  the  required 
rear  yard;  premises  255  West  18th 
street,  north  side,  100  ft.  east  of  8th 
avenue  (Block  No.  768,  Lot  No  7) 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  15,  1937,  2  P.  M. 

Building  Zone  Ap plications 

None?  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
4?peals  of  a  Public  hearing  under  the  provisions 
-  Q%bUld9lg,Zr^  resolution,  Tuesday  afternoon,  June 

Ih’t  ,  2  °  Cl°ck)  111  Room  1013>  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  272-36-BZ— Application,  September  14,  1936  un¬ 
der  sections  7h  and  21  of  the  building 
zone  resolution,  of  Goldschlag  and 
Kron,  applicants,  on  bahalf  of  Mayjay 
Realty  Corporation,  owner,  to  permit 
in  a  business  use  district  the  parking 
of  more  than  five  (5)  motor  vehicles; 
premises  1-5  Second  avenue  and  98-112 
East  Houston  street,  northwest  corner 
(Block  No.  456,  Lot  No.  34),  Borough 
of  Manhattan. 

cal.  no.  75-37-BZ— Application,  February  25,  1937,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Leo  Sussman,  applicant 
and  lessee,  on  behalf  of  East  New 
York  Savings  Bank,  owner,  to  permit 
m  a  business  use  district  the  parking 
or  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  38-48  Livonia 
avenue,  southwest  corner  of  Barrett 
street  (Block  No.  3581,  Lot  Nos.  32 
and  33),  Borough  of  Brooklyn. 

cal.  no.  181-37-BZ— Application,  April  21,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution 
of  Irving  M.  Fenichel,  applicant,  on  be¬ 
half  of  Sarah  Kargman  Estate,  owner 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  building 
to  be  used  as  a  blacksmith  shop  and 
also,  as  a  dwelling;  premises  639-641 
Neptune  avenue,  northeast  corner  of 
fheh  r°ad  (Block  No.  7269,  Lot  No 
17),  Borough  of  Brooklyn. 
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cal.  no.  39-37-BZ — Application,  January  30,  1937,  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Cafiero  and  Lacer- 
enza,  applicants,  on  behalf  of  Margaret 
J.  Quinn,  Marguerite  E.  Quinn  and 
Bessie  Schwartz,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and 
also  the  inclusion  of  a  brake  testing 
service;  premises  2-8  Matthews  place, 
1-5  Slocum  place  and  619-641  Coney 
Island  avenue,  east  side,  between  Mat¬ 
thews  place  and  Slocum  place  (Block 
No.  5141,  Lot  Nos.  53  and  74),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  21,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

364-36-BZ. 

APPLICANT — Joseph  V.  McKee,  for  Edbro  Realty  Co., 
Tnc.,  owner. 

PREMISES— 31-59  to  31-79  30th  street  and  31-64  to  31-86 
31st  street,  west  side,  100  ft.  north  of  Broadway 
(Block  No.  589,  part  of  Lot  No.  9),  Astoria,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

79-37-BZ. 

APPLICANT — George  Jamison  (lessee),  for  Katie  Jami¬ 
son,  owner. 

PREMISES — 1015-1021  East  New  York  avenue,  northwest 
corner  of  Rochester  avenue  (Block  No.  1420,  Lot 
No.  41),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

84-37-BZ. 

APPLICANT — Samuel  Karpoff  (lessee),  for  T.  A.  Clarke 
Company,  owner. 

PREMISES — 930-942  Halsey  street,  south  side,  189  ft.  east 
of  Saratoga  avenue  (Block  No.  1495,  Lot  No.  16), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

937-26-BZ. 

APPLICANT — Evelyn  Grossman,  owner. 

PREMISES — 530-542  East  95th  street,  northwest  corner 
of  Linden  boulevard  (Block  No.  4715,  Lot  Nos. 
48-53),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar  June 
2,  1936), 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  withdrawn). 

1141-27-BZ. 

APPLICANT — Albert  E.  Schaefer,  for  Harsing  Realty 
Corporation,  owner. 


PREMISES — 1567-1575  Grand  Concourse,  southwest  cor¬ 
ner  of  Mt.  Eden  avenue  (Block  No.  2837,  Lot  No. 
18),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution  (reopened  December  8,  1936), 

TO  PERMIT  partly  in  a  business  use  district  and  partly  in 
a  residence  use  district  the  alteration  and  change 
of  occupancy  of  portion  of  an  existing  multiple 
dwelling  from  residence  use  to  business  use 
(store). 


JUNE  22,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  22, 
1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  374-36-BZ — Application,  December  12,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Peter  Wernsdorf,  appli¬ 
cant  and  lessee,  on  behalf  of  Elizabeth 
Bleser,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  80-05  Cypress  avenue,  south¬ 
east  corner  of  Cooper  avenue  (Block 
No.  3731,  Lot  No.  133),  Ridgewood, 
Borough  of  Queens. 

cal.  no.  111-37-BZ — Application,  March  11,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  181  Concourse,  Inc.,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  multiple 
dwelling  having  stores  on  the  first 
story;  premises  2151-2161  Grand  Con¬ 
course  and  161-169  East  181st  street, 
northwest  corner  (Block  No.  3162,  Lot 
Nos.  45-50),  Borough  of  The  Bronx. 

cal.  no.  144-37-BZ — Application,  March  27,  1937,  under  sec¬ 
tions  7g  and  21  of  the  building  zone 
resolution,  of  Dominic  M.  Mello,  ap¬ 
plicant,  on  behalf  of  Anthony  Passaro, 
owner,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  extension  of  an  exist¬ 
ing  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  343-345  Union 
street,  north  side,  80  ft.  west  of  Smith 
street  (Block  No.  428,  Lot  Nos.  43  and 
44),  Borough  of  Brooklyn. 

cal.  no.  222-37-BZ — Application,  May  15,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Fred  B.  McDuffee,  applicant  and 
engineer  for  Department  of  Sanitation, 
City  of  New  York,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles ;  premises  2302-2322  West  9th 
street,  2301-2321  West  10th  street  and 
98-120  Avenue  W,  south  side,  between 
West  9th  street  and  West  10th  street 
(Block  No.  7164,  part  of  Lot  No.  1), 
Borough  of  Brooklyn. 

HARRIS  H.  MURDOCK,  Chairman. 
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REGULAR  MEETING 

WEDNESDAY  MORNING,  JUNE  2,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  May  25,  1937  and  the  minutes  of  the 
regidar  meeting  of  the  board  held  on  Tuesday  afternoon, 
A  1*37,  were  approved  as  printed  in  Bulletin  No. 
22,  Vol.  XXII. 


BOARD  OF  STANDARDS  AND  APPEALS 


BUILDING  ZONE  CASES 

92-37-BZ. 

APPLICANT— Goldwater  &  Flynn,  for  Municipal  Service 
;  Real  Estate  Co.,  Inc.,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  parking  or  storage  of  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 912  East  172nd  street  and 
1509-1519  Southern  boulevard,  southwest  corner 
(Block  No.  2977,  Lot  No.  103),  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  George  H.  Cohen. 

For  Opposition :  Sydney  Smith  and  Joshua  Edel- 
man. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  . .  0 

THE  RESOLUTION— 

(92-37-BZ) 

Whereas,  Goldwater  &  Flynn,  for  Municipal  Service 
Keal  Estate  Co.  Inc.,  owner,  filed  March  8,  1937,  an  appli¬ 
cation  under  the  building  zone  resolution  to  permit  in  a 
business  use  district  the  parking  or  storage  of  more  than 

hvj  i cnn”°c0r  vehicIes;  Premises:  912  East  172nd  street 
, 09-151.9  Southern  boulevard,  southwest  corner 
(Block  No.  297/,  Lot  No.  103),  Borough  of  the  Bronx: 
ind 

1  ^^ereas,  a  Public  hearing  was  held  on  this  application 
oy  the  Board  of  Standards  and  Appeals,  at  its  regular 
fleeting,  June  2,  1937  after  due  notice  by  publication  in 
he  bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build- 
ng  zone  resolution  show  that  Southern  boulevard  is  in  a 
business  use  district;  East  172nd  street  is  in  a  business 
1  j  residence  use  district;  Minford  place  is  in  a  residence 
.md  business  use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
endered  March  2,  1937,  reads :  ’ 

“You  are  hereby  advised  that  the  use  of  the  above 
premises  for  the  storage  or  parking  of  more  than  five 
(5)  motor  vehicles  would  be  unlawful  as  the  location 
**  witmn  a  business  district  as  established  by  the 
Building  Zone  Resolution.” 
nd, 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
ig  a  frontage  of  150  ft.  on  Southern  boulevard  and  100 
..  on  East  17-nd  street,  now  occupied  as  a  gasoline  service 
•ation;  it  is  proposed  to  use  vacant  portions  of  the  plot 

5[.  *he  storage  or  parking  of  more  than  five  motor 
-nicies;  and 

Whereas  the  site  under  appeal  was  the  subject  of  an 
ispection  by  a  committee  of  the  board  in  order  to  be 
tormed  prior  to  the  hearing;  and 


Whereas,  the  plot  is  now  occupied  by  a  legal  non-con- 
aS/  psollne  filling  station,  established  before 
the  adoption  of  the  prohibition  amendment  to  the  zoning 

fn™  ’  and  Permjssion  to  add  parking  is  desired  to 
increase  revenue;  and 

Whereas  the  board  deemed  that  applicant  failed  to 
show  hardship  as  required  under  Section  21,  and  that  dis¬ 
cretion  to  grant  should  not  be  exercised  under  Section  7-h 
in  view  of  the  ample  garage  space  available  in  the  imme¬ 
diate  vicinity. 

Resold,  that  the  decision  of  the  commissioner  of 

uV-dmfs  be  ,aiF*  Jt  h^ret>y  is  affirmed ,  and  that  the  appli¬ 
cation  be  and  it  hereby  is  denied. 


206-37-BZ. 

APPLICANT  Harry  P .  Jaenike,  for  Emanuel  Ornstein, 
owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  the  extension,  from  a  busi¬ 
ness  use  district  into  a  residence  use  district  of  a 
proposed  business  building 

PREMISES  AFFECTED — 125-135  East  87th  street  and 
1EV4  Lexington  avenue,  northwest  corner  (Block 
No.  1516,  Lot  Nos.  13,  1 3}4,  14,  15,  15 %  and  16), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Harry  P.  Jaenike,  W.  D.  Rawlins. 
Bor  Oppposition :  David  Gerhardt,  Joseph  Mosko- 
witz. 

For  Administration:  Charles  Tilgner,  Board  of 
Education. 

TH^VOTE— ' BOARD~AppIication  granted  on  condition. 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

W  alsh  .  a 

N egati ve  . 0 

Absent  . q 

THE  RESOLUTION— 

(206-37-BZ) 

Whereas,  Harry  P  Jaenike,  for  Emanuel  Ornstein, 
owner,  filed  May  5,  1937,  an  application  under  the  building 
zone  resolution  to  permit  the  extension  from  a  business 
use  district  into  a  residence  use  district  of  a  proposed 
business  building;  premises:  125-135  East  87th  street  and 
r  .  Lexmgton  avenue,  northwest  corner  (Block  No.  1516 

hattan^and’  ^  and  *6),  Borough  of  Man- 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  2  1937,  after  due  notice  by  publication  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals;  and 

.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  87th  street  is  in  a  resi¬ 
dence  and  business  use  district;  Lexington  avenue  is  in  a 
business  use  district;  East  88th  street  is  in  a  residence  and 
business  use  district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  May  3,  1937  in  acting  on  application  No.  108-1937’ 
rebels  i  9 

1  Contrary  to  Sec.  3 — Building  Zone  Resolution  to 
use  premises  for  business  purposes  in  a  resi¬ 
dence  district.” 

and, 

Whereas,  the  proposed  building  is  to  be  of  fireproof 
construction  two  (2)  stories  in  height,  with  a  frontage  of 
ir*  oJP  in-  on  Lexington  avenue  and  118  ft.  4  in.  on 
East  o/th  street  to  be  occupied  as  a  business  building;  and 

.  Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board  in  order  to  be  in- 
tormed  prior  to  the  hearing;  and 


679 


MINUTES 


Whereas,  the  board  deemed  that  the  provisions  of  sec¬ 
tion  7  of  subdivision  C  of  the  building  zone  resolution, 
under  which  this  application  wTas  made,  empowered  the 
board  to  exercise  its  discretion  and  to  grant  this  applica¬ 
tion  under  such  conditions  that  would  safeguard  the  char¬ 
acter  of  the  more  restricted  district. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  under  section 
7-c,  permitting  the  plot  under  appeal  to  be  developed  for 
business  purposes  as  indicated  on  plans  filed  with  this 
appeal  in  conjunction  with  adjoining  lots  within  the  busi¬ 
ness  area,  on  condition  that  the  building  within  the  resi¬ 
dential  area  shall  not  exceed  a  total  height  of  30  ft. ;  that 
there  shall  be  above  the  1st  story  at  the  rear,  within  the 
residential  area,  a  rear  yard  for  the  full  width  along  the 
lot  line  of  the  portion  in  the  residential  area,  and  for  a 
depth  of  12  ft. ;  that  the  westerly  lot  line  wall  and  the 
walls  on  the  rear  yard,  required  herein,  shall  be  faced 
with  a  light  face  court  brick,  where  exposed,  above  the 
height  of  existing  structures  on  adjoining  school  plot; 
and  that  all  permits  shall  be  obtained  and  all  work  com¬ 
pleted  within  one  year  from  the  date  of  this  action. 


86-37-BZ. 

APPLICANT — Keystone  Parking  Station,  for  John  A. 
Weser,  et  al.,  owners. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  retail  use  district  the 
parking  or  storage  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 146-148  West  31st  street,  south 
side,  200  ft.  6  in.  east  of  Seventh  avenue  (Block 
No.  806,  Lot  Nos.  68  and  69),  Borough  of  Man¬ 
hattan. 

APPEARANCES— 

For  Applicant:  David  Hirschfield,  Jerome  M. 

Schwartz  and  John  A.  Weser. 

For  Oppposition :  Charles  Tilgner,  Louis  A.  Jack- 
son  and  Henry  Zimmerman. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE—  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(86-37-BZ) 

Whereas,  Keystone  Parking  Station,  for  John  A.  Weser, 
et  al  owners,  filed  March  3,  1937,  an  application  under  the 
building  zone  resolution  to  permit  in  a  retail  use  district 
the  parking  or  storage  of  more  than  five  (5)  motor 
vehicles;  Premises:  146-148  West  31st  street,  south  side, 
200  ft.  6  in.  east  of  7th  avenue  (Block  No.  806,  Lot  Nos. 
68  and  69),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  2,  1937,  after  due  notice  by  publication  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  West  31st  street  is  in  a  retail 
use  district ;  West  30th  street  is  in  an  unrestricted  and 
retail  use  district  and  7th  avenue  is  in  a  retail  use  district; 
and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  2,  1937,  re-Application  No.  11-1937 
reads : 

“1.  The  storage  or  parking  of  more  than  five  motor 
vehicles  in  a  retail  district  is  contrary  to  Section 
4A  of  the  Zoning  Resolution. 

2.  St.  Francis  of  Assisi  School  is  in  the  same  block 


and  within  200  feet  of  parking  lot.  This  occu¬ 
pancy  is  contrary  to  Section  21  of  the  Zoning 
Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  49  ft.  6  in.  and  a  depth  of  98  ft.  9  in. ; 
it  is  proposed  to  use  the  plot  for  the  parking  or  storage 
of  more  than  five  (5)  motor  vehicles;  and 

Whereas,  it  appears  that  the  St.  Francis  of  Assisi 
School  has  been  abandoned  and  that  the  building  is  no 
longer  used  for  school  purposes ;  and 

Whereas,  the  board  is  empowered  under  section  7,  sub¬ 
division  H  of  the  building  zone  resolution,  under  which 
section  this  application  was  made,  to  exercise  its  discretion 
to  grant  this  application  under  proper  and  suitable  condi¬ 
tions  ;  and 

Whereas,  the  board  deems  that  a  parking  lot  in  this 
location  will  be  advantageous  in  providing  facilities  for 
parking  badly  needed  in  this  area. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-H  thereof,  for  a  period  of  two  years  from  the  date  of 
this  action  permitting  the  premises  under  appeal  to  be  used 
for  the  parking  of  more  than  five  automobiles,  on  condi¬ 
tion  that  only  pleasure  cars  and  those  capable  of  operation 
shall  be  parked ;  that  the  entire  plot  shall  be  leveled  and 
covered  with  steam  cinders,  properly  bound  to  prevent  dust¬ 
ing  or  other  suitable  surfacing;  that  where  unpunctured 
walls  of  adjacent  buildings  do  not  occur,  either  walls  or  a 
substantial  woven  wire  fence  six  feet  in  height  shall  be  con¬ 
structed  ;  that  a  substantial  woven  wire  or  steel  picket 
fence  shall  be  constructed  along  the  lot  line  of  West 
31st  street,  except  for  entrance  opening,  which  shall  not 
exceed  20  feet  in  width ;  that  no  additional  curb  cuts  shall 
be  installed  other  than  those  now  existing ;  that  during 
the  term  this  plot  is  used  for  parking  purposes  it  shall  be 
occupied  for  no  other  use ;  that  no  building  shall  be  erected 
other  than  a  small  building  not  exceeding  ten  feet  square 
and  one  story  in  height  as  a  shelter  for  the  attendant; 
that  signs  shall  be  limited  to  one  sign  advertising  only 
parking  use;  that  all  permits  required  shall  be  obtained 
within  three  months  from  the  date  of  this  action. 


143-37-BZ. 

APPLICANT— John  Arthur  Rofrano,  for  William  E. 

Russell,  trustee  under  declaration  of  trust,  Series 
C-2,  New  York  Title  and  Mortgage  Company, 
owner. 

SUBJECT — Application  (re  decision' of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
extension  in  area  of  an  existing  store  in  the  first 
story  of  an  existing  multiple  dwelling. 
PREMISES  AFFECTED— 1844-1848  Seventh  avenue  and 
200  West  112th  street,  southwest  corner  (Block 
No.  1827,  Lot  No.  36),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  John  Arthur  Rofrano. 

For  Oppposition  :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . .  4 

Negative  .  ^ 

Absent  .  0 


THE  RESOLUTION— 

(143-37-BZ) 

Whereas,  John  Arthur  Rofrano,  for  William  E.  Russell, 
trustee  under  declaration  of  trust  Series  C-2,  New  York 
Title  and  Mortgage  Company,  owner,  filed  March  24,  1937, 
an  application  under  the  building  zone  resolution  to  permit 
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in  a  residence  use  district  the  extension  in  area  of  an 
existing  store  in  the  first  story  of  an  existing  multiple 
dwelling ;  1  remises :  1844-1848  Seventh  avenue  and  200 
\\est  112th  street,  southwest  corner  (Block  No.  1827,  Lot 
No.  36),  Borough  of  Manhattan;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
b\  t  ie  .Board  ot  Standards  and  Appeals,  at  its  resrular 

L'G  2,l  19J7  Hter<  n0t‘?=  pu blkatf^n1  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals;  and 

.  WHEREAS,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  7th  avenue  is  in  a  residence 
use  district ;  West  112th  street  is  in  a  residence  use  dis- 
and^  anC  ^  es^  EBb  street  is  in  a  residence  use  district; 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  March  16,  1937,  Application  No.  3954-1936,  reads  : 
1.  Contrary  to  building  zone  resolution  to  extend 
business  use  into  a  residence  district  sect.  6 

•  U1J  >>ing  Zone  Resolution.  Reconsideration  de¬ 
nied. 

and, 

Whereas,  the  building  is  of  non-fireproof  construction 
5  stories  in  height,  with  a  frontage  of  70  ft  11  in.  on  7th 
avenue  and  95  ft.  on  West  112th  street,  occupied  as  stores 
sli ll“gs  ’  *  ^  Proposed  to  extend  the  area  of  the 
S  f  J  st°re  by  adding  thereto  an  area  of  approximately 
14  4  in.  by  36  ft.  11  in.;  and  y 

VVhereas  the  board  deemed  that  applicant  was  entitled 
to  relief  under  section  21  of  the  building  zone  resolution, 
hardship gr0Unds  of  Practlcal  difficulty  and  unnecessary 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 


hereby  make  a  variation  in  the  application  of  the  use 
regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under 
section  21  permitting  the  portion  of  the  building  under 
appeal  to  be  used  on  the  street  floor,  as  an  extension  of 
e  legal  non-conforming  use,  on  condition  that  the  exist¬ 
ing  windows  facing  Seventh  avenue  shall  remain ;  that 
this  portmn  °f  the  buiMing  shall  be  separated  from  the 
-alance  of  the  building  used  for  residential  purposes,  by 
unpunctured  fireproof  or  fire-resisting  walls  without  any 

wT1  thn  bl!slPess  portion  to  the  residential  por- 
t  on,  that  the  cellar  below  may  be  used  in  connection  with 

b£!fT  per^ntue(?  occuPancy,  provided  it  shall  be 
vi-hh  tlted  £r°in  t^1C,  balancer  of  the  cellar  used  in  connection 
frrm,  in  resi?entlal  Prart  of  the  building  and  enterable  only 
;r  ”Vhf  |xten°r  °f  the  building;  that  the  store  ceiling, 
it  not  of  fireproof  construction,  shall  be  fire-retarded  in 

A,mpfianCe  lhG  rules  of  the  Board  of  Standards  and 
^hPeals,  or  if  the  existing  lath  and  plaster  is  in  good 
dition  in  the  opinion  of  the  commissioner  of  buildmgs 
that  a  metal  ceiling  not  less  than  28  gauge  shall  be  applied 
m  addition  thereto;  that  the  depth  of  the  store  shaflnot 

tlSeaDnaePfl 37, A’  aS,  shown  on  Plans  filed  with 
id  .T/  n.  \h  ViIS  addlt19naI  area  shall  at  all  times  be 
u.ed  as  a  part  of  the  adjoining  existing  store;  that  adver- 

Jj „Slg,ns  sbal  be  restricted  to  the  existing  windows- 

thrtW  v!  ^  Sif  rbe  file,d  aad  a11  P^mits  obtained  within 
three  (3)  months  from  the  date  of  this  application. 


Adjourned:  12:20  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 

REGULAR  MEETING  K  -m-  ^ 

0±  buildings)  under  section  21  of  the  building 
WEDNESDAY  AFTERNOON,  JUNE  2,  1937  zone  resolution,  to  permit  partly  in  a  business  use 

PREMISES  AFFECTED  98-120  Avenue  W,  south  side, 
BUILDING  ZONE  CASES  street  and  West  10th  street, 

39-37-BZ.  Z,  02 'wi,W,eslT9th  ®t/eet  and  2301-2321  West  10th 

APPT  TfAMT  r  c  J  T  street  (Block  No.  7164,  part  of  Lot  No.  1),  Bor- 

-^•PPEICANT  Cafiero  and  Lacerenza,  for  Margaret  J.  ough  of  Brooklyn. 

Quinn,  Alarguerita  E.  Quinn  and  Bessie  Schwartz  APPEARANCES — 
ct tt> tit  e'^Hors.  .  .  For  Applicant:  Carl  Hartzelius. 

SUBJECT— -Application  (re  decision  of  the  commissioner  ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
of  buildmgs)  under  sections  7a,  7c  and  21  of  the  hearing  June  22,  1937,  at  10  A.M.  Applicant  to 

building  zone  resolution,  to  permit  in  a  business  notify  property  owners  in  the  affected  area  bv 

use  district  the  extension  of  an  existing  gasoline  ^TTT^  registered  mail  not  later  than  June  8  1937 
service  station  and  also  the  inclusion  of  a  brake  THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

PREMI^F^ApIg'rUr,  v,  ,  ,  -  Affirmative:  Chairman  Murdock,  Commission- 

BKEMISES  AFFECTED— 2-8  Matthews  place,  1-5  Slo-  ,eTr,s  Savage  and  Blum  and  Assistant  Chief 

cum  place  and  619-641  Coney  Island  avenue,  east  W/alsh  .  j 

side,  between  Matthews  place  and  Slocum  ’place  Negative  . » 

(Block  No.  5141,  Lot  Nos.  53  and  74),  Borough  of  Absent  .  n 

Brooklyn.  . 

APPEARANCES—  _ 

For  Applicant:  William  Lacerenza  and  Quinto  111-37-BZ. 

Parrel  Iji 

For  Oppposition:  Thomas  H.  Low,  C  R  Rankin  APPLICANT— Scacchetti  and  Siegel,  for  181  Concourse, 
and  Ella  Anderson.  Inc.,  owner.  ’ 

ACTION  OF  BOARD — Laid  over  to  June  15  1937  at  2  SUBJECT— Application  (re  decision  of  the  commissioner 

P.M.  for  report  of  committee.  No  further  argu-  0±  bindings)  under  section  21  of  the  building  zone 

ment.  °  resolution,  to  permit  in  a  residence  use  district  the 

-  erection  and  maintenance  of  a  multiple  dwelling 

222-37-BZ.  having  stores  on  the  first  story. 

APPLICANT-Fred  B.  McDuffee,  Engineer  for  Depart-  ^^and*  16U69 ' Gran,d  Concourse 
ment  of  Sanitation,  City  of  New  York  owner  ni  ne  M  t  nortbwest  corner 

SUBJECT — Application  (re  decision  of  the  commoner  fw  ’  45’50)’  B°r0Ugh  of  The 
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APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  June  22,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  June  8,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


144-37-BZ. 

APPLICANT — Dominic  M.  Mello,  for  Anthony  Passaro, 
owner 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7g  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  extension  of  an  existing  garage  for 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 343-345  Union  street,  north 
side,  80  ft.  west  of  Smith  street  (Block  No.  428, 
Lot  Nos.  43  and  44),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Dominic  M.  Mello. 

ACTION  OF  BOARD— Calendar  call  waived  and  set  for 
hearing  June  22,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  June  8,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


AREA  FIXED 
(144-37-BZ) 

The  board  was  requested  to  fix  an  area  deemed  affected 
and  within  which  the  applicant  is  to  obtain  duly  acknow¬ 
ledged  consents  from  the  property  owners,  to  permit  partly 
in  a  business  use  district  and  partly  in  a  residence  use 
district,  the  extension  of  an  existing  garage  for  more  than 
five  (5)  motor  vehicles,  affecting  premises  343-345  Union 
street,  north  side,  80  ft.  west  of  Smith  street  (Block  No. 
428,  Lot  Nos.  43  and  44),  Borough  of  Brookfyn. 

The  following  area  was  approved : 

Both  sides  of  Union  street  from  a  point  400  ft.  west 
to  a  point  400  ft.  east  of  the  premises  in  question ; 
both  sides  of  Smith  street  between  Union  street  and 
Sackett  street,  and,  also,  the  south  side  of  Sackett 
street  from  Smith  street  to  a  point  225  ft.  westerly 
therefrom. 


68-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Joseph  P.  Day, 
Inc.,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  time— re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  resi¬ 
dence  use,  C”  area  district  the  erection  and  main¬ 
tenance  of  a  garage  for  more  than  five  (5)  motor 
vehicles  and,  also,  the  omission  of  the  required 
rear  yard. 

PREMISES  AFFECTED — 40-48  Brighton  11th  street 
(Hoff  street),  west  side,  314  ft.  11  in.  south  of 
Neptune  avenue  (Block  No.  7516,  Lot  No.  2386), 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 


ACTION  OF  BOARD — Application  reopened  and  time  ex¬ 


tended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  TIME— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(68-36-BZ) 


Whereas,  this  application  affecting  premises  40-48 
Brighton  11th  street  (Hoff  street),  west  side,  314  ft.  11  in. 
south  of  Neptune  avenue  (Block  No.  7516,  Lot  No.  2386), 
Borough  of  Brooklyn,  was  granted  by  the  board  June  2, 
1936  on  certain  conditions  and  owner  requested  an  amend¬ 
ment  of  the  resolution  to  extend  the  time  to  obtain  permits 
and  complete  the  work. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
June  2,  1936  be  and  it  hereby  is  amended,  only  so  far  as 
it  has  reference  to  the  obtaining  of  permits  and  completion 
of  work,  so  that  as  amended  this  portion  will  read : 

“that  all  permits  required  shall  be  obtained  and  all 
work  completed  within  one  year  from  the  date  of  this 
amended  resolution  and  that  the  resolution  of  June  2, 
1936,  in  all  other  respects,  shall  be  complied  with.” 


153-36-BZ. 

APPLICANT— Abraham  N.  Horwitz,  for  West  End 
Holding  Corp.,  owner. 

SUBJECT  Application  for  consideration — reopening  and 
extension  of  time— re  Application  (decision  of  the 
commissioner  of  buildings)  under  section  7c  of 
the  building  zone  resolution,  permitting  partly  in 
a  business  use  district  and  partly  in  an  unre- 
stricted  use  district  the  erection  and  maintenance 
of  a  gasoline  service  station. 

PREMISES  AFFECTED — 140-154  West  End  avenue, 
east  side,  from  West  66th  street  to  West  67th 
street  (Block  No.  1158,  Lot  Nos.  1,  2,  3,  4,  61,  62, 
63  and  64),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Abraham  N.  Horowitz. 

ACTION  OF  BOARD — Application  reopened  and  time  ex¬ 
tended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  o 

Absent  .  n 

THE  VOTE  TO  EXTEND  TIME— . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(153-36-BZ) 


Whereas,  this  application  affecting  premises  140-154 
Vest  End  avenue,  east  side,  from  West  66th  street  to 
West  67th  street  (Block  No.  1158,  Lot  Nos.  1,  2,  3,  4,  61, 
u  u  an<^  64),  Borough  of  Manhattan,  was  granted  by 
the  board  July  14,  1936,  on  certain  conditions  and  applicant 
requests  an  extension  of  time  to  submit  plans  and  now 
requests  a  further  extension  of  time. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
July  14,  1936,  be  and  it  hereby  is  amended,  only  so  far 
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as  it  has  reference  to  the  submission  of  plans  so  that  ai  ,  ^  ^ 

as  amended  this  portion  of  the  resolution  shall  read-  Alexander  Rubin  George  Rosenblum,  Samuel 

that  all  plans  shall  be  submitted  to  the  chairman  ^h.^lebowitz»  Morton  L.  Cummings,  and 

for  approval  by  him  in  behalf  of  the  board  before  pnr  r  S‘  c  n> 

submission  to  the  commisisoner  of  buildings’  within  °i  Bretnises  Affected:  Max  Bachrach 

six  months  from  the  date  of  this  amended  resolution  p  T]  Mr'  See,g'  „ 

and  that  after  approval  of  such  plans  by  the  chairman  For  Administration :  Paul  Friedman,  Secretary  to 

all  permits  shall  be  obtained  and  all  work  comoleted  Commission,  Plan  Examiner  William  A.  Far- 

within  one  year  thereafter.”  P  1  d  AfTinM  of  Mdings. 

ACTION  OF  BOARD — Laid  over  to  June  8,  1937,  at  2 
■  •  ■  P.M.  for  decision  of  the  board.  No  further  argu- 

APPEALS  FROM  ADMINISTRATIVE  ORDERS  _ _ _ 

142-37-A.  197-37-A. 

APPLICANT—] Nu-West  Fur  Dyeing  Corp  lessee  APPLICANT— -William  F.  Carey,  Commissioner  of  Sani- 

SUBJECT— Appeal  from  an  order  and  a  decision  of  the  5“°°’  for  DePar*ment  of  Sanitation,  City  of  New 

,  fire  commissioner.  ciTmrrT’  owner. 

PREMISES  AFFECTED— Avenue  V  and  Mill  avenue  bUBJFCT— Appeal  from  a  decision  of  the  fire  commis- 

I  V' PREMISETAFFECTED-South  side  of  F, a, lands  ave- 

NO'  1091 } '  Mi"  BaSin'  B°r:  (Hoc?PNoX'Sai2dyLoTNos.  ?  aM 

APPEARANCES —  °f  Brooklyn.  , 

For  Applicant :  Herman  L.  Bernstein.  APPEAp  AN?  ESj~  f  AT  , 

Ar-'rTrAAT°^T^(^.nistra^on:.  Inspector  Meyer,  Fire  Dept.  °r  ^P: Pkcant  -  Nathan  I.  Kass,  W.  Donaldson 

ACTION  OF  BOARD — Laid  over  to  June  8  1937  at  2  rr  a?  a  R'  ^ou  d- 

P.M.,  on  request  of  applicant  and  for  inspection  ACTIONo/ro ARn' ^ °n~ Rector  Meyer,  Fire  Dept, 

by  a  committee  of  the  board  F  AE1IUN  Ob  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT- 

227  37-A  Affirmative  .  q 

APpt  TfAMT  t  rr,  „  ,  Negative:  Chairman  Murdock,  Commissioners 

^TTRrRrT  A  i  ,  rg  ComPany,  lessee.  Savage  and  Blum  and  Assistant  Chief 

bUBJECI  —  Appeal  from  an  order  and  a  decision  of  the  A1  Walsh  .  4 

nre  commissioner.  Absent  .  n 

PREMISES  AFFECTED— West  side  of  52nd  street  THE  RESOLUTION— 

(Richey  street),  500.  ft.  south  of  Grand  avenue—  (197-37-A) 

(BlohckeNoC°2319°I  r?tMStrM  ^rederick  street)  ;  WhEREAS)  William  F.  Carey,  commissioner  of  sanitation, 
of  Oueenl  2319’  L  *  N  6)’  Maspeth>  Borough  f°r  the  department  of  sanitation,  city  of  New  York,  owner, 
APPEARANCFS"  ed  on  May  3  1937,  an  appeal  from  a  decision  of  the 

ArruAKA AC ES—  .  T  secretary  to  the  fire  department  affecting  the  transportation 

F  'cA'  H-  Naroutunia,  W.  H.  Cook  a9d  nse  of  chlorine  in  one-ton  containers  in  connection 

r  j  •  •  Beaman.  with  the  operation  of  a  sewage  treatment  plant  located  on 

4CTION°OT  BOARD “0Tn:-HInSPeCt0r  f  eyer-  Fire  DePL  fhe  south  side  of  Flatlands  avenue,  approximately  200  feet 

’  PMf?°-ARD7Lavd  °ver  to  June  8-  1937-  at  2  oaon  °l  RaM*  a^enue  (Block  No.  8012,  Lot  Nos.  1  and 

P.M.  for  inspection  by  a  committee  of  the  board.  300),  Borough  of  Brooklyn;  and 

)10„  .  - - -  Whereas,  the  decision  of  the  Secretary  to  the  Fire  De- 

T8  37-A.  partment  dated  April  23,  1937,  reads  as  follows : 

APPLICANT — Max  Hirsch  fnr  MnrrE  4-  •  N°n-  William  F.  Carey, 

SUBJECT — Appeal  from  a  ’dedskfn  of  9°ldstein’.  °™er-  Commissioner  of  Sanitation, 

i  0f  buildings  decision  of  the  commissioner  125  Worth  Street, 

,REMISV  AFfEOTED-1354  Jefferson  avenue,  east  DeTr  S°r?  ^  K  Y' 

side,  100  ft.  south  of  Knickerbocker  avenue  IRInrlr  tt  •  • 

.___  No-  3391,  Lot  No.  26),  Borough  of  Brooklyn  k  1 937^°a^  receiving  your  communication  of  April  15, 

APPEARANCES —  g  Brooklyn.  1937,  addressed  to  Commissioner  McElligott,  relative 

For  Applicant :  Mrs.  Goldstein  Z?  thG  US<Cof  cfllorine  by  your  Department  to  chlorinate 

tCTION  OF  BOARD— Laid  over  to  Tune  8  1937  at  2  TWffP’  rr  -W?S  J^^red  Michael  Conway  No.  2, 

P.M.,  upon  request  of  applicant  ’  ’  fii  DlV1SWn  °f  ?omb^tibles,  who  sub- 

ypiicanr.  nutted  the  following  report,  dated  April  22  1937  on 

_  this  matter:  ’  ’  uu 

-32-37- A.  .‘I  desire  to  advise  that  the  Fire  Chief  and  Com- 

PPLICANT — Hetkin,  Rubin  and  Hetkin  for  Fdna  Rarr  JVs^?ne-r  ls.°PPosed  to  the  transportation  and  use 

Co?pora&„EMISES  AFFECTEDUlbon  Real*  XSl  S  3 

rajECT-Appea1  from  a  decision  of  the  commissioner  T 

Of  buildings  approving  plans  for  the  erection  of  a  them.  conditions  outlined  by 

Of  pde‘rmi,raiss„ned  ™  diS,rlct  a"d  f°r  revocation  JUnder  these  conditions,  this  Division  cannot  ap- 

REMISES  AFFECTED— 301-323  Oriental  boulevard,  ?  neques^of  Commtssfoner  Carey.’ 

!  sTreet  (tit  SK  NofA  ‘iS  F  W™ 

PPEARANCES— UgH  °f  Br°°W-  and  '  .  Depart, nent.” 

For  Applicant:  Max  E.  Greenberg,  Henry  Hetkin,  M^'lXwVVidsf °n  °f  ‘he  F‘re  Commissiontr 
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“Hon.  William  F.  Carey,  Commissioner, 

Dept,  of  Sanitation, 

125  Worth  Street, 

Borough  of  Manhattan, 

City  of  New  York. 

Dear  Sir:  ,  c 

In  reference  to  your  application  for  the  use  ot  one 
ton  chlorine  tanks  at  premises  _  26th  Ward  Sewage 
Treatment  Works,  please  be  advised  that  this  Depart¬ 
ment  is  opposed  to  the  transportation  and  use  of  one 
ton  cylinders  of  chlorine.  Therefore,  your  application 
must  be  denied. 

Yours  very  truly, 

John  J.  McElligott  _  . 

Fire  Chief  and  Commissioner 

^Whereas,  the  premises  in  question  consist  of  a  plot 
fronting  approx.  748  ft.  on  Flatlands  avenue  and  a  depth 
of  301  ft.,  upon  which  is  located  a  sewage  treatment  plant. 
It  is  proposed  to  erect  one-story  corrugated  iron  building, 
21  ft  in  height;  74  ft.  front  by  22  4  m  depth;  with  a 
concrete  floor  to  be  used  as  a  chlorine  storage  house  and  a 
chlorinator  room  in  conjunction  with  the  existing  sewage 
treatment  plant  located  to  the  west  on  the  same  plot .  Pro¬ 
vision  will  be  made  for  the  storage  of  thirty  (30)  one-ton 
cylinders  of  chlorine,  of  which  eight  (8)  will  be  in  use  and 
twenty-two  (22)  will  be  kept  in  reserve  The  eight  cylin¬ 
ders  in  use  will  be  connected  by  means  of  a  flexible  tubing 
to  a  single  header  which  will  be  enclosed  in  wood  to  pro¬ 
tect  it  from  mechanical  injury.  The  chlorine  header  will 
be  connected  to  one  500  lb.  and  two  2000  lb.  chlorinators 
located  in  the  chlorinator  room.  The  chlorine  solution  will 
be  discharged  from  the  chlorinators  by  means  of  a  six-inch 

main  to  the  sewer  below;  and  ,nAnnmn  ,1rvnc 

Whereas,  the  applicant  contends  that  30,000,000  Oallons 
of  raw  unscreened  sewage  pour  daily  into  the  waters  o 
Jamaica  Bay  through  Paerdegat  Basin ;  that  many  typhoid 
cases  are  traceable  to  the  polluted  waters  of  Jamaica  bay , 
that  health  agencies  concur  in  the  opinion  that  chlorination 
of  the  sewage  discharged  into  Jamaica  Bay  during  the 
summer  months  would  reduce  the  present  heath  hazard; 
that  the  Board  of  Estimate  and  Apportionment  has  author¬ 
ized  the  expenditure  of  $134,000  for  chlorine,  buildings  and 
equipment  at  this  plant  and  the  plants  which  are  the  sub¬ 
jects  of  appeals  to  the  Board  of  Standards  and  Appeals 
under  Calendar  numbers  198-37-A  and  199-37-A  and  for 
dredging  sewage  sludge  deposits  from  Paerdegat  Basin 
and  Hendrix  Street  canal,  which  is  adjacent  to  the  plant 
under  appeal  in  Calendar  number  198-37-A ;  and 

Whereas,  the  applicant  further  contends  that  because  ot 
the  great  economy,  mechanical  advantages  and  effectiveness 
in  operation  which  will  result  from  the  use  of  one-ton 
cylinders,  it  is  important  that  this  size  be  peimitted  ,  that 
with  this  in  mind  the  Sanitation  Department’s  engineers 
prepared  a  cost  estimate  for  the  chlorination  piogiam 
based  upon  the  use  of  one-ton  cylinders.  The  authoriza¬ 
tion  granted  by  the  board  of  estimate  and  apportionment 
is  about  20%  lower  than  the  requested  amount.  Under 
these  circumstances  it  would  be  impossible  to  use  150  lb. 
cylinders  due  to  the  cost  of  same;  and 

Whereas,  the  applicant  further  contends  that  as  the 
chlorination  will  be  only  during  the  summer  (about  120 
days)  and  as  the  plants  are  only  of  a  temporary  nature,  it 
was  felt  to  be  economically  unsound  and  it  was  known  to 
be  impossible  to  obtain  the  necessary  funds  to  provide  for 
the  use  of  caustic  soda  at  this  plant,  hence  no  such  pro¬ 
visions  were  made;  and 

Whereas,  the  applicant  further  contends  that  present 
records  indicate  that  accidents  from  one-ton  tanks  are 
fewer  than  from  smaller  cylinders;  that  the  use  of  150  lbs. 
cylinders  in  large  installations  is  impracticable  from  an 
operating  and  economic  standpoint ;  that  all  men  employed 
in  handling  chlorination  will  have  certificates  of  fitness  and 
be  provided  with  gas  masks ;  that  it  is  proposed  to  have 
the  chlorine  delivered  to  the  plants  at  night  by  truck 
through  sparsely  settled  and  vacant  areas  from  a  railroad 


siding  located  on  the  Bay  Ridge  division  of  the  Long 
Island  Railroad  near  Ralph  avenue;  and 

Whereas,  upon  report  of  a  committee  of  the  board, 
which  report  wall  be  printed  in  a  later  issue,  the  board 
deemed  that  the  appeal  should  not  be  granted  in  view  of 
the  great  potential  hazard  involved. 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed  and  that  the  appeal  be  and  it 
hereby  is  denied. 


198-37-A. 

APPLICANT— William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — West  side  of  Hendrix  street, 
265  feet,  south  of  the  center  line  of  Fairfield  ave¬ 
nue  (Block  No.  4441,  Lot  No.  9),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Nathan  I.  Kass,  W.  Donaldson 
and  R.  H.  Gould. 

For  Administration — Inspector  Meyer,  Fire  Dept. 


ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(198-37-A) 


Whereas,  William  F.  Carey,  commissioner  of  sanitation 
of  the  city  of  New  York,  owner,  filed  on  May  3,  1937,  an 
appeal  from  a  decision  of  the  secretary  to  the  fire  depart¬ 
ment,  affecting  the  transportation  and  use  of  chlorine  in 
one-ton  cylinders  in  connection  wdth  the  operation  of  a 
sewage  treatment  plant  located  on  the  west  side  of  Hendrix 
street,  265  ft.  south  of  the  center  line  of  Fairfield  avenue 
(Block  No.  4441,  Lot  No.  9),  Borough  of  Brooklyn;  and 
Whereas,  the  decision  of  the  secretary  to  the  fire  de¬ 
partment,  dated  April  23,  1937,  reads  as  follows : 

“Upon  receiving  your  communication  of  April  15, 
1937,  addressed  to  Commissioner  McElligott,  relative 
to  the  use  of  chlorine  by  your  Department  to  chlorinate 
sewage,  it  was  referred  to  Michael  Conway,  No.  2, 
Deputy  Chief,  Division  of  Combustibles,  who  submitted 
the  following  report,  dated  April  22,  1937,  on  this 
matter : 

‘I  desire  to  advise  that  the  Fire  Chief  and  Com¬ 
missioner  is  opposed  to  the  transportation  and  use 
of  chlorine  in  one-ton  containers.  All  applications 
made  to  the  Fire  Chief  and  Commissioner  have 
been  disapproved.  In  some  cases,  application  was 
made  to  the  Board  of  Standards  and  Appeals  and 
that  Board  has  granted  permission  for  the  use  of 
chlorine  cylinders  under  conditions  outlined  by 
them. 

Under  these  conditions,  this  Division  cannot 
approve  the  request  of  Commissioner  Carey.’ 

Yours  very  truly, 

(Signed)  Richard  F.  Warner 

Secretary  to  Department ." 

and 

Whereas,  the  decision  of  the  fire  commissioner  dated 
May  13,  1937  reads : 

“Hon.  William  F.  Carey, 

Commissioner,  Dept,  of  Sanitation, 

125  Worth  Street, 

Manhattan. 

Dear  Sir: 

In  reference  to  your  application  for  the  use  of  one 
ton  chlorine  tanks  at  PAERDEGAT  BASIN,  please  be 
advised  that  this  Department  is  opposed  to  the  trans- 
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|  _  Therefore,  your  application  must^e  denied  ^hlonne-  fhe  ^reaf  potemi  should  not  be  granted  in  view  of 

Yours  very  truly,  i>7  c,at  Potcntial  hazard  involved. 

Joun  J.  McElligott  and  *  it°  hereby  th£.deci?ion  of  the  fire  commissioner  be 

|and  CMef  end  Commissioner."  hereby  is  denied.  and  that  th«  aPP eal  be  and  it 

V*he- premises  in  Question  consists  of  a  plot  550  199-37-A. 

I  .  dj,<2UU  ft.  m  area,  upon  which  there  is  located  an  APPT  TPAMT  wir  r-  ^ 

existing  sewage  disposal  plant.  It  is  proposed  to  erect  a  ‘  f*  Care?'c( Commissioner  of  Sani- 

new  one-story  corrugated  iron  building,  21  ft  in  height  ’  f  DePartment  of  Sanitation,  City  of  New 

with  concrete  floor;  74  ft.  by  22  ft.  4  in  in  area  to  be  med  STTRTtrrV \  ownfr7 

as  a  chlorine  storage  house  and  chlorinator  room.  Thirty  fr0m  a  dedsi°n  of  the  fire  commis- 

(30)  one-ton  cylinders  of  chlorine  will  be  stored,  ten  of  PREMISES  A pppcrm 

which  will  be  in  operation  at  one  time.  The  ten  cylinders  "  ft  7u^J7P~^Vest  Slde  of  134th  street,  195 

m  use  will  be  connected  by  means  of  flexible  tubing  to  a  |,  cL°i  1SRh  aVei!ue  No.  2720,  Lot  No. 

■  v  header  Wl,,d;  wi“  be,  protected  mechanical  APPEARANCES- '  B°rOUg1'  °f  Queens' 

injury  by  means  of  a  wooden  enclosure  The  chlorine  r  a  i- 

header  will  be  connected  to  three  2000  lbs.  chlorinators  andR^Hr^"  L  Kass’  W-  Donaldson 

located  in  the  chlorinator  room  at  the  easterly  end  of  the  t?  SaC  •  •  Uould. 

proposed  building  and  the  chlorine  solution  will  be  dis-  ACTION ^T^POAPn  tl0An~In,SpJector  Meyer>  Fire  Dept, 
i  char^ed  from  the  chlorinators  by  means  of  a  six  inch  pipe  THE  VOTE  TO  CR  PPCal  denied 
connection  to  the  existing  sanitary  by-pass  located  south  Affifmltive  T~ 

of  the  proposed  building.  A  hand  operated  two-ton  over-  . YVD\ .  0 

head  conveyor  on  10-mch  trolley  beams  equipped  with  a  ^  g  Chai^mai]  Murdock,  Commissioners 

geared  type  trolley  and  geared  hoist  spur  will  be  provided  wlhh  ^  B  Um  and  Assistant  Chief 

for  the  same  handling  of  the  cylinders.  Cylinders  will  be  Absent  .  4 

mounted  on  8-inch  by  8-inch  timber  cradles  securely  an  b  e  4  .  0 

chored  to  the  concrete  floor  to  prevent  lateral  movement;  THE  RESOLUTION— 

an  (199-37-A) 

thf  appIjcant  contends  that  30,000,000  gallons  f  Whereas,  William  F.  Carey  commissioner  of  *• 
of  screened  untreated  sewage  is  discharged  daily  into  the  for  the  department  of  sanitation  citv  of  New  vl  ^fmtatloa 

water  of  Jamaica  Bay  from  this  plant;  that  many  typhoid  filed  on  May  3,  1937  an  anneal  from  ^?rk>  owner, 

cases  are  traceable  to  this  pollution;  that  health  agencies  secretary  to  the  fire  department-  a  d^clslon  °f  (he 

agree  that  chlorination  of  this  sewage  before  its  discharge  a9d  use  of  chlorine  in  one-ton  containers  •1~ansportaJ;1.on 

/amaica  Bay  -ouldrcduce  the  present  health  hazard;  Tth  the  operation  of  a  sewage  treatment  olant  wS°n 

that  the  expenditure  of  $134,000  has  been  authorized  by  the  the  west  Slde  of  134th  street  195  feet  *Lnth  of 

«  &  and  N0'  **  L0t  Ni'  “B 

ParmeTdied  ApriiSSn  ** 

!"  sat  cHon-Wii-u/m  f  7Z:  follows: 

rdrci?\t'h197h37?AntanWdhiCh  "  **  S“bj“‘  °f  a^al 

tit  ’  New  York  Citv  N  Y 

Whereas,  the  applicant  further  contends  that  because  Dear  Sir: 

oi  me  great  economy,  mechanical  advantages  and  effective-  Upon  receiving  vnnr  oom™,  •  .•  .  . 

ness  in  operation  which  will  result  from  the  use  of  one-ton  1937  addressed  to  r„u  communication  of  April  15, 

cylinders,  it  is  important  that  this  size  be  permitted-  that  to  the  use  of  chlorine  Tllssl0neT  McElligott,  relative 

with  this  in  mind  the  sanitation  departmS  engineers  mate  sewage? it  was t0  dd°- 

3  mSt  CStn?ate  for  the  chlorination  program  Deputy  Chief,  Division of  ComfehS™?  N°‘ ^ 

linn  i  emeH°f  °jie"to£  cylinders.  The  authorize  fitted  the  following  report  dated  Anrif  9?^^' 

bon  granted  by  the  Board  of  Estimate  and  Apportionment  this  matter: —  ’  P  1  2“’  ^37,  on 

is  about  20  /0  lower.  than  the  requested  amount.  Under  “I  desire  to  advise  that  the  Fire  Thief  a  r 

these  circumstances  it  would  be  impossible  to  use  150  lb  missioner  is  opposed  to  the  transnrmrnf/  d  ?°m' 

-yhnders  due  to  the  cost  of  same;  and  of  chlorine  in one-ten annw"" 

Whereas,  the  applicant  further  contends  that  as  the  ™ade  t°  the  Fire  Chief  and  Commissioner  have 

wdl  be.  only  during  the  summer  (about  120  bee?  disapproved.  In  some  cases,  application  was 

lays)  and  as  the  plants  are  only  of  a  temporary  nature  ™adet°  tke  Board  of  Standards  and  Anneals  7nd 

t  was  felt  to  be  economically  unsound  and  it  was  known  Board  ,has  granted  permission  for  the  use  of 

°orb  h  mP°eSSlbfle  t0  °btam,the  necessary  funds  to  provide  tC£°nne  cYlinders  under  conditions  outlined  by 

or  the  use  of  caustic  soda  at  this  plant,  hence  no  such  ,  7 

provisions  were  made;  and  Under  these  conditions,  this  Division  cannot  an- 

|  Whereas,  the  applicant  ’  further  contends  that  present  Prove  the  request  of  Commissioner  Carey.” 

ecords  indicate  that  accidents  from  one-ton  tanks  are  fewer  Yours  very  truly, 

nan  from  smaller  cylinders;  that  the  use  of  150  lbs  cylin-  Richard  F.  Warner 

nT steSKs ,  , . .  ,o  beniu 

Z-. Matp|-sT°n  °f  the  -misSi„ner,  dated 

nlonne  delivered  to  the  plants  at  night  by  truck  through  Denton f  oXI^M  .F-  Carey,  Commissioner, 

larsely  settled  and  vacant  areas  from  a  railroad  siding  T??\a  BaaJtatlon- 

.cated  on  the  Bay  Ridge  Division  of  the  Long  Island  Rail?  NeVvnrt  r  l  h  v 

jad  near  Ralph  avenue;  and  f^ew  ^?rk  Clty.  N.  Y. 

Whereas,  upon  report  of  a  committee  of  the  board  Tnr^fr:~ 

luch  report  will  be  printed  in  a  later  issue,  the  board  ton  chlorS^tankr^  ^ea^rnt 
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Plant,  please  be  advised  that  this  Department  is  op¬ 
posed  to  the  transportation  and  use  of  one  ton  cylin¬ 
ders  of  chlorine.  Therefore,  your  application  must  be 
denied. 

Yours  very  truly, 

John  J.  McElligott 
Fire  Chief  and  Commissioner” 

and  ,  .  . 

Whereas,  the  premises  in  question  consists  of  a  plot 
250'  front  by  490'  in  depth,  upon  which  is  located  a  sewage 
disposal  plant;  and 

Whereas,  it  is  proposed  to  erect  a  new  chlorine  storage 
house,  22'  by  51'  in  area,  one  story,  21  feet,  in  height,  of 
corrugated  iron  construction  with  concrete  floor,  to  be 
used  for  the  storage  of  thirty  one-ton  cylinders  of  liquid 
chlorine.  Eight  cylinders  are  to  be  in  operation  at  one 
time  and  twenty-two  will  be  kept  in  reserve.  The  eight 
cylinders  in  use  will  be  connected  by  means  of  flexible 
tubing  to  a  single  chlorine  header  which  will  be  located 
overhead  and  enclosed  in  a  wooden  trough  to  protect  from 
mechanical  injury.  The  chlorine  header  will  be  carried 
through  the  concrete  floor  of  the  chlorine  storage  house 
and  thence  below  grade  to  the  existing  chlorinator  room 
located  approximately  twenty-five  feet  to  the  north.  In  the 
chlorinator  room  the  header  will  connect  to  five  (5) 
chlorinators  of  the  following  capacities,  one  200  lbs.,  one 
300  lbs.,  two  750  lbs.  and  one  2000  lbs.  The  chlorine  solu¬ 
tion  will  leave  the  chlorinators  through  a  4  inch  header 
and  be  carried  to  a  diffusion  header  equipped  with  spray 
nozzles  located  in  the  wet  well.  A  hand  operated,  two-ton 
overhead  conveyor  on  10"  trolley  beams  equipped  with  a 
geared  type  trolley  and  geared  hoist  spur  will  be  provided 
for  the  safe  handling  of  the  cylinders.  In  order  to  prevent 
lateral  movement  of  the  cylinders,  they  will  be  mounted 
on  8"  x  8"  timber  cradles  securely  fastened  to  the  concrete 
flooring;  and 

Whereas,  the  applicant  contends  that  30,000,000  gallons 
of  untreated  screened  sewage  is  being  discharged  into  the 
waters  of  Jamaica  Bay  from  this  plant  daily  that  many 
typhoid  cases  are  traceable  to  the  polluted  waters  of  Jamaica 
Bay;  that  health  agencies  concur  in  the  opinion  that 
chlorination  of  the  sewage  discharged  into  Jamaica  Bay 
during  the  summer  months  would  reduce  the  present 
Health  hazard;  that  the  Board  of  Estimate  and  Appor¬ 
tionment  has  authorized  the  expenditure  of  $134,000  for 
chlorine,  buildings  and  equipment  at  this  plant  and  the 
plants  which  are  the  subjects  of  appeals  to  the  Board  of 
Standards  and  Appeals  under  calendar  numbers  197-37-A 
and  198-37-A,  and  for  dredging  sewage  sludge  deposits 
from  Paerdegat  Basin  used  in  connection  with  the  plant 
which  is  the  subject  of  appeal  under  Cal.  #  197-37-A  and 
from  Hendrix  Street  Canal  used  in  connection  with  the 
plant  which  is  the  subject  of  appeal  under  Cal.  #198-37- A; 
and 

Whereas,  the  applicant  further  contends  that  because  of 
the  great  economy,  mechanical  advantages  and  effectiveness 
in  operation  which  will  result  from  the  use  of  one-ton 
cylinders  it  is  important  that  this  size  be  permitted  ;  that 
with  this  in  mind  the  Sanitation  Department  engineers 
prepared  a  cost  estimate  for  the  chlorination  program 
based  upon  the  use  of  one-ton  cylinders.  The  authoriza¬ 
tion  granted  by  the  Board  of  Estimate  and  Apportionment 
is  about  20%  lower  than  the  amount  requested.  Under 
these  circumstances  it  would  be  impossible  to  use  150  lb. 
cylinders  due  to  the  cost  of  same ;  and 

Whereas,  the  applicant  further  contends  that  as  the 
chlorination  will  be  only  during  the  summer  (about  120 
days)  and  as  the  plants  are  only  of  a  temporary  nature  it 
was  felt  to  be  economically  unsound  and  it  was  known  to 
be  impossible  to  obtain  the  necessary  funds  to  provide  for 
the  use  of  caustic  soda  at  this  plant  hence  no  such  provi¬ 
sions  were  made;  and 

Whereas,  the  applicant  further  contends  that  present 
records  indicate  that  accidents  from  one-ton  tanks  are 
fewer  than  from  smaller  cylinders;  that  the  use  of  150  lb. 
cylinders  in  large  installations  is  impracticable  from  an 
operating  and  economic  standpoint;  that  all  men  employed 


in  handling  chlorination  will  have  certificates  of  fitness  and 
be  provided  with  gas  masks ;  that  it  is  proposed  to  have 
the  chlorine  delivered  to  the  plants  at  night  by  truck 
through  sparsely  settled  and  vacant  areas  from  a  private 
railroad  siding  of  the  New  York  Water  Service  Company, 
located  in  the  vicinity  of  the  Aqueduct  Race  Track;  and 

Whereas,  upon  report  of  a  committee  of  the  board, 
which  report  will  be  printed  in  a  later  issue,  the  board 
deemed  that  the  appeal  should  not  be  granted  in,  view  of 
the  great  potential  hazard  involved. 

Resolved,  that  the  decision  of  the  Fire  Commissioner  be 
and  it  hereby  is  affirmed  and  that  the  appeal  be  and  it 
hereby  is  .denied. 


188-37-A. 

APPLICANT — Demar  Electric  Company,  for  S.  Oder- 
wald,  owner. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 162-60  14th  avenue,  south  side, 
190  ft.  west'  of  166th  street  (Block  No.  4595,  Lot 
No.  29),  Whitestone,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Michael  Detrano. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 


ACTION  OF  BOARD— Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 

Savage  and  Blum . 3 

Absent:  Assistant  Chief  Walsh .  1 

THE  RESOLUTION— 

(188-37-A) 


Whereas,  Demar  Electric  Co.,  for  S.  Oderwald,  owner 
filed  April  28,  1937,  an  appeal  from  an  order  of  the  fire 
commissioner  affecting  premises  162-60  14th  avenue,  south 
side,  190  ft.  west  of  166th  street,  Block  No.  4595,  Lot  No. 
29),  Whitestone,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
April  19,  1937,  No.  70670-LC,  reads  as  follows : 

“You  are  hereby  notified  that  an  inspection  of  the 
above  premises,  used  to  store  fuel  oil,  shows  that  the 
following  must  be  done  before  the  permit  requested 
by  you  can  be  issued : 

FORTHWITH 

1.  Discontinue  the  storage  and  use  of  fuel  oil 
at  the  above  premises,  until  such  time  as  a  permit 
has  been  secured  from  the  fire  commissioner.  Rule 
10. 

2.  Discontinue  the  storage  and  use  of  one  of  the 
275  gallon  fuel  oil  storage  tanks,  as  per  Rule  6,  Sec¬ 
tion  1-a.” 

and 

Whereas,  the  premises  in  question  consist  of  a  two-and- 
a-half  story  brick  veneer  dwelling  35  ft.  in  height,  40  by 
42  ft.  in  area  on  a  plot  70  by  100  ft.  in  a  residential  zone, 
now  in  the  course  of  erection,  to  be  occupied  as  a  one- 
family  residence;  and 

Whereas,  the  applicant  contends  that  a  Gar-Wood 
Model  K  burner  has  been  installed  with  two  275  gallon 
oil  storage  tanks  in  the  cellar;  that  the  two  oil  storage 
tanks  are  connected  by  a  1J4  in.  pipe  in  the  center  of 
which  there  is  installed  a  Detroit  Lubricator,  3  way  valve, 
Model  V ;  that  this  valve  is  so  constructed  that  only  one 
tank  can  be  used  at  any  given  time  and  the  other  tank  is 
automatically  shut  off  when  the  valve  is  in  open  position 
for  one  of  the  tanks ;  and 

Whereas,  the  applicant  further  contends  that  the  instal¬ 
lation  was  made  in  accordance  with  its  interpretation  of 
the  Oil  Burner  Rules ;  that  it  did  not  come  to  the  appli¬ 
cant’s  attention  that  while  two  275  gal.  tanks  were  allowed 
in  one  basement,  provided  they  fed  two  burners,  it  would 
be  a  violation  to  feed  one  burner  from  fuel  tanks,  especi¬ 
ally  where  a  3-way  valve  such  as  is  installed  here  was 
used;  that  it  would  prove  very  expensive  to  correct  the 
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installation  and  exception  is  therefore  requested  in  view  of 
the  fact  that  there  is  no  hazard  involved;  and 

f'f ^  ‘he  board  deemed  that  the  applicants  interpre¬ 
tation  of  the  rule  was  incorrect.  F 

7f)67f nlret!  tHai  ‘Tp  °rdver  °f  the  fire  commissioner  No. 

ii  heX  "s  y  15  ae'rmed '  a"d  ‘he  meal  be 


189-37-A. 

APPLICANT— Demar  Electric  Co.,  for  S.  Oderwald 
owner.  ’ 

SUBJECT— Appeal  from  an  order  of  the  fire  commis- 
sioner. 

PREMISES  AFFECTED— 162-70  I4th  avenue,  south  side, 
too  ft  west  of  166th  street  (Block  No.  4595,  Lot 

APPEARANCE  ™lteSt°ne’  B°r°U8h  °£  Qm 
For  Applicant :  Michael  Detrano 
a  ^d^nistration  :  Inspector  Meyer,  Fire  Dent 

denied.  ’  P 

THE  VOTE  TO  GRANT— 

Affirmative  .  q 

Negative :  Chairman  Murdock,'  Commissioners 

Savage  and  Blum .  3 

Absent :  Assistant  Chief  Walsh .  1 

THE  RESOLUTION— 

(189-37-A) 

filed,HA^nS2RDe.O?7r  Electric  <r°C  £or  S'  Oderwald,  owner, 
nied  April  28,  1937,  an  appeal  from  an  order  of  the  fire 

commissioner,  affecting  premises  162-70  14th  avenue  south 

2T>e’  2’  'tWeSt  cf  166tt  street  (Block  No.  4595,  Lot  No 
25),  Milestone,  Borough  of  Queens;  and 

Aorif  19E1o,'?7thN,  °r7dn%i  °TVthe  5re  commissioner,  dated 
Apnl  19,  1937,  No.  70671-LC,  reads  as  follows : 

You  are  hereby  notified  that  an  inspection  of  the 
above  premises,  used  to  store  fuel  oil,  shows  that  the 
following  must  be  done  before  the  permit  requested  by 
you  can  be  issued :  y 

n.  f  Discontinue  the  storage  and  use  of  fuel  oil 
at  the  above  premises  until  such  time  as  a  permit  has 
been  secured  from  the  fire  commissioner.  Rule  10 
2.  Discontinue  the  storage  and  use  of  one  of  the 

tion  la”1  fUe  01  Storage  tanks»  as  per  Rule  6,  Sec- 
and 

W™?*.  the  premises  in  question  consist  of  a  2Vt. 
ory  buck  veneer  dwelling,  35  ft.  in  height,  40  by  42  ft 

in  tht  ’  °n  a  Pr0t  70  by  100  ft’  in  a  residential  zone,  now 

residence-  and  ereC“°n;  ‘°  be  °CCUpied  as  a  °"e-family 

KlfdelT'h  the  ?ppli£am  .“"tends  that  a  Gar-Wood, 
Model  Iv,  burner  has  been  installed  with  two  275  e-allon 

oil  ^ storage  tanks  in  the  cellar;  tha?  the  oil  sLage Tanks 
are  connected  by  in.  pipe  in  the  center  of  which  there 
£“£}?cd,a  ¥etr01t  Lubricator,  3-way  valve,  Model  V; 
-hat  this  valve  is  so  constructed  that  only  one  tank  can  be 

"hu?offawhen  the  °ther  tan k  is  automatically 

anks ;  aiid  Cn  H  ^  ^  18  “  °Pen  position  for  one  of  the 
Whereas,  the  applicant  further  contends  that  the  instal- 

he  OilWRnrmadeT?ini  acco,rdance  with  its  interpretation  of 
1  Lurner  Rules;  that  it  did  not  come  to  the  annli- 
ants  attention  that  while  two  275  gallon  tanks  were^al- 

h  °ne  .bfs5ment>  provided  they  fed  two  burners  it 
vould  be  a  violation  to  feed  one  burner  from  fuel  tanks 

iaseTsed-^weifa  3'dM  ValvC’  SUch  as  is  installed  here, 

he  installation  ij°Ud  prove  .veT  expensive  to  correct 
.  installation  and  exception  is  therefore  requested  in 

iew  of  the  fact  that  there  is  no  hazard  involved  -  and 

ifionoT AthTheib°ard  d(?emed  that  the  applicant’s’interpre- 
ition  of  the  rules  was  incorrect  F 

iwTl'ct  ihai  ■I'i  °rRer.  o£  ibe  fire  commissioner  No. 
e  and  ft  hereby  iVt£&‘S  a"d  ,ha‘  ,he  appeaI 


191-37-A. 

APPLICANT— Armo  Cooling  and  Ventilating  Co  Inc 

SUBJECT  TCWaiitSr SyndlCatC*  lnc”  lessee- 
SUBJECT— Appeal  from  a  decision  of  the  fire  commis- 

PREMfSES  AFFECTED-152  West  34th  street,  south 
Nn  ’fiOQ6  TftV  7Mm'  Iff  £f  Seventh  avenue  (Block 
APPEARANCES-  N°‘  7  Borough  of  Manhattan. 

Fol  fp,pll.can,t :  ¥arx  j-  Joseph  and  Arthur  Sorin. 
ACTION  OFAdSn  °An:  Inspector  Meyer,  Fire  Dept. 
THE  VOTED TC? GRANT^62  granted  °n  COnditlon' 

Affirmative:  Chairman  Murdock,  Commission- 

ers  Savage  and  Blum .  3 

Negative  .  .  ^ 

Absent:  Assistant  Chief  Walsh ”  j 
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THE  RESOLUTION— 

(191-37-A) 

Whereas,  Armo  Cooling  &  Ventilating  Co.,  Inc  for 
Stewarts  Syndicate,  Inc.,  lessee,  filed  on  April  27  1937  an 

S  esTa  w'S  i  ,he  ^commissioner'  affecting 
piremises  152  West  34th  street,  south  side,  136  ft  7  in  east 

Manhattarf*1  and  B  ock  N°-  ®9,  Lot  No.' 75),  BoXglfol 
Ap^lH“  W37thX“ias0nfoHfowse  ^  comnlissi‘>"Cr'  *** 

in^^'XXe?  TnLuS  TrTrire'xSt 

Freon  system  on  the  third  floor  of  the  five  stofv  bufld 
mg  at  152  West  34th  Street,  Manhattaf  for  Se  X 
pose  of  air  conditioning  the  second  floor,  we  desire  to 

was°rmadye0U„f  tlf5,  3  ,result  o£  ,he  motion  which 
was  made  of  that  location  on  April  5  1937  m,,  Tr. 

spector  has  advised  us  that  to  permit  thL  instaflatLn' 

theUrnde  a/1¥aBon  of  Section  219-b,  Chapter  10  of 

denied?’*16  °f  0rdlnances*  Your  request  is  therefore 

and 

< 7^TtTiSShliieht.U36di?f  iSi"°by  98Pa°9  T, hi 

about°1895nCind  ft’  7  'fi  by  89  ft  in  area  above>  erected 

1936  asToilow sd  rT^  aS  ¥  present  since  November, 
ivoo,  as  toilows.  Cellar:  workroom  and  boiler  room  and 

pSes-2nPdeTnS;  lst+  floor  restaurant  and  store,  160 
persons,  2nd  floor— restaurant,  200  persons-  3rd  flior— 

sTnkser5athdandr6?he’fl0  persons;  4th  floor-storage,  0  per- 

W  *5  floor°of<fhe  iSSg”  queltlofwhkh 

ystem  will  consist  of  a  compressor  unit  directly  connected 

S  onloXVtiyZ™"  bJ 

t;u  fuI'dl!VZ  bL°Wer  Iocated  within  the  cooling  unit  and 

ducts  nont  less  ;hana2g4ed  a  iyfem  of  ^Ivanized' iSn 
fo  VpC  f!  •  •  ,  gauge  and  thence  through  the  floor 

-  S'vSMi  ase  ?? 

.  Whereas,  applicant  contends  that  inasmuch  as  the  h„;M 
ing  aboye  is  untenanted,  the  fourth  floor  becomes  the  sX 

iprpE'SefSSSl 

compressor  and  the 
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Resolved,  that  the  decision  of  the  Fire  Commissioner  be 
and  it  hereby  is  modified,  and  the  appeal  be  and  it  hereby 
is  granted,  to  permit  the  installation  of  proposed  refriger¬ 
ation  system  on  the  3rd  story  of  this  building  for  air  condi¬ 
tioning  the  2nd  story  on  condition  that  the  3rd  story  shall 
not  be  used  for  any  other  purpose  and  that  the  stories 
above  shall  remain  vacant  at  all  times ;  and  that  there  shall 
be  no  open  flame  permitted  on  the  3rd  story  of  building. 


195-37- A. 

APPLICANT — Mr.  John  Eberson,  for  Rayrita  Corpora¬ 
tion,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1059-1061  Manhattan  avenue, 
west  side,  25  ft.  south  of  Eagle  street  (Block  No. 
2504,  Lot  No.  39),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  James  Ruderman  and  Edward  Bar- 
esel. 

For  Administration :  Assistant  Engineer  Benjamin 


Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 

Savage  and  Blum .  3 

Absent:  Assistant  Chief  Walsh .  1 


THE  RESOLUTION— 

(195-37-A) 

Whereas,  John  Eberson,  for  Rayrita  Corporation,  les¬ 
see,  filed  on  April  30,  1937,  an  appeal  from  a  decision  of 
the  commissioner  of  buildings,  affecting  premises  1059-1061 
Manhattan  avenue,  west  side,  25  ft.  south  of  Eagle  street 
(Block  No.  2504,  Lot  No.  39),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  30,  1937,  on  App.  No.  4669-37  reads  as  follows: 

“The  Building  Code,  Art.  24,  Sect.  503-4,  prohibits 
a  passageway  under  the  auditorium  of  a  motion  pic¬ 
ture  theatre  with  steps  at  the  front  of  the  building.” 

and 

Whereas,  the  building  in  question,  which  was  erected  in 
1918,  is  located  in  an  unrestricted  district  and  is  one-story 
and  mezzanine  (24  ft.)  in  height,  50  by  100  ft.  in  area, 
non-fireproof  construction,  occupied  as  follows :  Cellar — 
boiler  room,  no  persons ;  1st  floor — theatre  and  store,  591 
persons;  mezzanine — projection  room  and  rest  rooms,  2 
persons ;  and 

Whereas,  it  is  proposed  to  alter  the  existing  theatre 
building  by  substituting  for  an  existing  exit  passageway 
leading  from  the  rear  of  the  building,  northerly  to  Eagle 
street,  which  has  now  been  discontinued  due  to  expiration 
of  a  lease,  a  new  fireproof  exit  passageway  underneath  the 
auditorium  floor,  reached  by  means  of  two  (2)  four-feet 
wide  concrete  stairs  from  front  of  orchestra  section  and 
exiting  to  the  street  by  means  of  a  concrete  stairway,  7  ft. 
4  in.  wide ;  and 

Whereas,  the  applicant  contends  that  he  agrees  with  the 
commissioner’s  ruling  as  to  steps  not  being  permitted  in 
an  exit  passage,  but  contends  that  Article  24  of  the  build¬ 
ing  code  does  not  prohibit  an  exit  passage  under  the  audi¬ 
torium  ;  that  this  premises  has  been  used  for  years  as  a 
Motion  Picture  Theatre,  with  a  seating  capacity  of  ap¬ 
proximately  500,  having  an  exit  passage  at  the  front  of  the 
auditorium  leading  through  an  adjoining  building  to  Eagle 
street,  and  3 — 5  ft.  entrance  and  exit  doors  at  Manhattan 
avenue  with  a  store  adjacent  to  the  existing  lobby;  as  the 
lease  to  the  exit  passage  through  the  adjacent  building 
expired,  and  a  renewal  could  not  be  obtained,  the  theatre 
was  closed  down;  that  the  Rayrita  Corporation,  now  les¬ 
sees,  are  ready  to  remodel  the  premises  and  open  same  as 
a  high-class  Motion  Picture  Theatre,  but  cannot  do  so 
unless  the  requested  modification  is  granted ;  that  to  com¬ 
ply  with  the  strict  requirements  of  Article  24  and  provide 


an  exit  passage  on  one  side  of  the  auditorium  at  the  grade 
level  would  reduce  the  seating  capacity  to  approximately 
450  people ;  that  the  proposed  exits  are  by  means  of  a  4 
ft.  clear  fireproof  stair,  entirely  enclosed  with  fireproof 
walls,  floors  and  ceilings,  on  each  side  of  the  screen  plat¬ 
form  leading  down  to  a  fireproof  enclosed  tunnel  of  legal 
width  and  height,  continuing  under  the  auditorium  and 
then  leading  directly  up  to  Manhattan  avenue  by  means  of 
a  fireproof  stairs ;  that  a  strict  compliance  with  the  re¬ 
quirements  of  Article  24,  Sect.  503-4  would  be  a  prohibi¬ 
tive  hardship  and  be  the  cause  of  this  premises  remaining 
closed ;  and 

Whereas,  the  board  deemed  that  the  proposed  exit  con¬ 
stituted  a  hazard  and  that  proper  exits  should  be  provided. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


203-37-A. 

APPLICANT — West  Harlem  Service  Co.,  Inc.,  for  White 
Bay  Realty  Corp.,  Wilson  &  Co.,  and  Swift  &  Co., 
owners  and  lessees. 

SUBJECT— Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 2270,  2290  and  2322  12th  ave¬ 
nue,  west  side,  between  St.  Clair  place  and  West 
133rd  street  (Block  No.  2004,  Lot  Nos.  8,  12  to  18, 
37,.  40,  42,  46,  65,  68,  71,  72,  74  and  102),  Borough 
of  Manhattan. 

APPEARANCES— 

For  Applicant:  A.  Greenberg. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  .  3 

Negative  .  0 

Absent :  Assistant  Chief  Walsh  .  1 

THE  RESOLUTION— 

(203-37-A) 


Whereas,  West  Harlem  Service  Co.,  Inc.,  for  White 
Bay  Realty  Corp.,  Swift  &  Co.  and  Wilson  &  Co.,  owners 
and  lessees,  filed  May  4,  1937,  an  appeal  from  a  decision 
of  the  fire  commissioners  affecting  premises  2270,  2290-92 
and  2322 — 12th  avenue,  west  side,  between  St.  Clair  place 
and  West  133rd  street  (Block  No.  2004,  Lot  Nos.  8,  12  to 
18,  37,  40,  42,  46,  65,  68,  71,  72,  74  and  102),  Borough  of 
Manhattan;  and 

Whereas,  the  decision  of  the  fire  commissioner  dated 
April  5,  1937,  reads  as  follows : 

“Replying  to  your  letter  of  March  30,  1937,  wherein 
you  request  permission  to  extend  the  present  ammonia 
piping  system  at  2292 — 12th  avenue  to  the  Swift  &  Co. 
building  at  the  N.  W.  Cor.  of  132nd  street  and  12th 
avenue,  also  to  the  Wilson  &  Co.  building  at  the  N.  W. 
Cor.  of  129th  street  and  12th  avenue,  we  regret  your 
request  cannot  be  granted  for  the  reason  that  the  in¬ 
terpretation  of  Sec.  219  (b)  confines  the  direct  method 
of  refrigeration  to  a  single  building  and  then  only 
under  specific  limitations. 

_  However,  if  you  desire  to  appeal  from  the  above  de¬ 
cision,  your  appeal  may  be  taken  to  the  Board  of 
Standards  and  Appeals,  Room  1002,  Municipal  Build¬ 
ing,  New  York  City.” 

and 

Whereas,  it  is  proposed  to  extend  the  present  ammonia 
piping  from  premises  2292— 12th  avenue,  owned  by  the 
applicant,  across  West  125th  street  and  through  the  cellar 
of  building  at  the  southwest  corner  of  125th  street  and  12th 
avenue  to  the  plant  of  Wilson  &  Co.,  located  at  2270— 12th 
avenue,  west  side,  44  ft.  south  of  West  125th  street;  and 
it  is  also  proposed  to  extend  the  refrigerating  lines  north¬ 
erly  from  premises  2292— 12th  avenue  across  West  131st 
street  into  the  building  known  as  No.  2298— 12th  avenue, 
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thence  northerly  at  the  rear  of  the  buildings  located  on  the 
vest  S1de  of  12th  avenue,  north  of  No.  2298,  across  West 
lo_nd  street  to  the  Swift  &  Co.  building  now  in  the  course 

°f  4  AC*i!0n  at  tbe  .no.rthwest  corner  of  West  132nd  street 
and  12th  avenue;  it  is  proposed  to  install  a  12-inch  iron 
p^e  underneath  West  125th  street  and  West  132nd  •= 

rXlhShed^figerating  Iines  wiu  be  carrled  as  shown 

tb,e  b°jrd  bas  been  advised  by  the  Consoli¬ 
dated  Telegraph  and  Electrical  Subway  Co.,  that  the  pro- 
posed  refrigeration  duct  across  West  125th  street  and  West 

ItracirelfLd  n0t  in'erfere  With  the  COmpany's  duct 

Whereas  the  applicant  contends  that  it  proposes  to  run 

h/6  nf  ImeS  afOSS  West  125th  street  and  through 
the  cdlar  building  at  the  southwest  corner  of  125th  street 
and  12th  avenue  to  the  plant  of  Wilson  &  Co.,  situate  on 
the  northwest  corner  of  12th  avenue  and  St.  Clair  place, 


°nv?lh  ?an  t0.c°me,  fr?m  the  rear  o£  the  building  at  2298 

York1 ^centraT Rad  th$  bed  °f  the  right  of  °f  the  New 
yy„  ,  Vi9trf  ^adroad  in  a  northerly  direction  and  across 
Yest  132nd  street  to  the  building  of  Swift  &  Co  Ihat 
the  condmt  crossing  West  125th  st?eet  is  to  go  through  he 

wfso„°f&P£m,:r2|^h  —  buddTng  of 

unde, 

f  refngerat'nS  Pipe;  that  Wilson  &  Co  at  2270_T2th 

TeTt'reet  floor"”*  “  t  tW°'Stog  b"'M^  of  wh[dTon!y 
st  eet  floor  is  used  as  a  cooler  containing  3500  ft  nf 

floor  and1^?:11?  .-Ther?  is  no  c°o1-  above  the  first 

first  floor  Jf  ef7»on  pipe  1S  to  extend  only  to  the 
flrst  floor  of  the  building.  At  present  the.  caJfl  • 

operated  by  its  own  automatic  aLSonik  plant  that  Swift 

at 

fn’Tine  TithTMT^lA'i  be  construcl"1  10.000  ft.  of  2 


beinfBiock  nT ^2W4,  Lots"^  toMto  &  SouSTof  TS  *«•  b=  consftucted  ,0,^“  Ift 

.Manba^tan-  city  of  New  York,  and  from  the  rear  of  prem-  in'  the  rear^of  the  t?17  fffezer  ro°m  constructed  directly 

ises  2_98— 12th  avenue  under  the  right  of  way  of  the  New  bunker  with  i  ai?e’  tbe  s1econ<£  fl°°r  to  contain  the 

York  Central  Railroad  Company  north  and  across  S  space as  i  w  ®  +£nd  i  aro™d  the  b“nker  refrigerated 

13-nd  street  to  the  building  of  Swift  &  Co.,  now  in  the  floor ’to  be  i^ed  nnhf  f  herewith  submitted;  the  third 
course  of  construction  at  the  northwest  corner  of  West  refrigeration  whatever  f°th  St0rage  and  to  contain  no 
132nd  street  and  12th  avenue,  in  Block  2004,  Lot  102  in  wherf  near  the  area  •  th  wt  theiT  are  no  residences  any- 

the  Borough  of  Manhattan,  city  of  New  York-  that  at  markets  and  di^  uf  ’  .tbat  the  entire  area  is  given  over  to 

prescin  the  appellant  operates  a  Class  A  refrigeration  sys-  number  of  Det  ;  *£at  tbere  "o  large 

tern,  from  which  it  sends  ammonia  as  the  refrigerant  from  the  area  ic  s  employed  anywhere  in  the  area-  that 

SJT'v  f92fl12th  arn“S  Borough  of  Manhattan  itis  bounded"  by  The  efeLT'j  T  buildi"fs-  To  west 

last  paTwitTLTST  reSiSi1bef0crooTngy  bTS  Hudson  5^/"d  X^*^******^ 


monia  across  131st  street  in  a  northerly  direction  and 
supplies  buildings  at  2298,  2302,  2306,  2308,  231(E-12th 
avenue;  the  conduit  across  West  131st  street  was  installed 
approximately  twenty  years  ago;  that  the  applicant  also 
supplies  from  the  said  premises  at  2292— 12th  avenue  re 


ti ■SM’S&'&ra5  3*1“  St 


g.  U1U  iaiu  premises  at  ZZVZ — 12th  avenue  re-  streets  instead  •  u  5C,U9  urine  across  both 

~ 1 ShfaTn t0  GTbai71  Gold  Storage  Co.,  Inc.,  at  2293-2297  informed  that  to  chanST ‘5,  as  a  refrigerant ;  are  reliably 

12th  avenue,  wherein  it  crosses  with  its  refrigerating  pipe  upwards  of  860  ODD  on  V16  system  to  brine  would  cost 

lines  12th  avenue  for  that  purpose.  These  refrigerating  Funhermoi^  i’/ „  °°i7tlch  ,makes. such  course  prohibitive, 

pipe  lines  in  the  bed  of  12th  avenue  have  been  installed  installation  in  view^f  th  af?most  imp°ssible  to  make  the 

also  rmmy  years  ago;  a  franchise  was  granted  to  the  Conron  now  being  supplied  would  tbat  a11  °J  tbe  businesses 

cong  Co.,  Inc.,  for  the  entire  area  for  this  purpose  about  during  installation  <dncp  ti  -aXe  u°  sbut  down  completely 

twenty-five  years  ago,  and  renewal  of  the  said  franchise  able  and  cannot  ’  wmV  tbei^  Pr°ducts  are  entirely  perish- 

period  whatever:  that  no  :„r^nge.ratl0n  .for  anY 


• - diiu  renewal  ot  tfle  said  franchisi 

is  now  pending  before  the  Board  of  Estimate  and  Appor¬ 
tionment  4  he  rights  under  the  said  franchise  have  been 

Inclgndd  t°tlhe  appe  ant,  herein  by  the  Conron  Packing  Co. 
S’,  ™  the  appellants  conduit  is  to  cross  125th  street 
•1  yind  Stl^e,et  b7  the  meth°d  as  shown  on  the  plan  sub- 
r  edlrrfi;  ^  cond,ultsfarf  to  be  laid  approximately 

crol'J,  ?5tfl  °tW  lhmgrade  °f  the  street,  except  where  it 
crosses  125th  street  the  conduit  is  to  be  bent  so  that  there 

3  a  2  ft.  minimum  clearance  between  the  water  main 
and  the  conduit  and  approximately  2  ft.  clearance  from  the 
city  sewer ;  the  sewer  is  said  to  be  12  ft.  6  in.  deep  to  the 
bottom  and  approximately  5  ft.  6  in.  high,  though  the  sewer 
department  has  indicated  that  it  is  not  certain  as  to  the 
thickness  of  the  walls  of  the  sewer ;  the  bend  may  be  seen 
upon  a  separate  section  of  the  plan  submitted  herewith- 
the  conduits  carrying  the  direct  and  return  lines  are  to  be 
Em  in  diameter  and  to  be  cpnstructed  of  cast-iron 
anged  pipe;  the  direct  and  return  ammonia  lines  are 
De  ot  3  in.  extra  heavy  wrought  iron  pipe  and  of  VA 
extra  heavy  wrought  iron  pipe  respectively,  the  3  in  r.uv. 
ofVaC,Ined  2  -°f  fCu°rk  msulati9n-  There  is  to  be  3000  pounds 

°et  at  25°0ni^m  1  SYStem  Wlth  b^b  Pressure  safety  valves 
S  /  250  b  ’  -°W  pressure  at  150  lbs.  and  mercurv  gauge 
or  automatic  stop  at  210  lbs.  There  are  to  be  valves 

mava<be  C<d?utSin  ffandfuat  !ach  cooIin?  box  50  that  the  same 
i  sbutr°,.t  without  any  special  trouble.  The  pipes 

tbe  bed  fof  /he  street  are  to  be  so  constructed  thJt  in 
t  e  event  of  a  leak  in  any  one  of  them,  they  may  be  pulled 
out  from  the  cellar  of  the  building  on  either  sMe  of  the 
street  without  the  necessity  of  opening  the  street  for  the 
same;  the  conduit  to  the  plant  of  Swift  &  Co.  at  the 


to 

in. 

pipe 


,  —  - -  lw  me  pidiu  or  owirt  &  Lo  at  the 

northwest  corner  of  12th  avenue  and  132nd  street  is  shown 
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period  whatever-  that  ™  gUn0Ut.  refrigeration  for  any 
the  buildings  is  bopos ed  wtTfhe TxceptfoTTf  th'  a"y-°f 

fSissi 

hours  of  the  dav-  that  gJh e  twenty-four 

the  industry  is  to  be  used  in  tL  af  y  appl,ance  known  to 
submitted  that  if  th.l  •  the  propo.sed  Project,  and  it  is 

•*»',  fcTathpToilth0efretlia  sortTls '?hisheareayb"’hiCh  “ 

° Vfe,,  Ts*  CoanraTp.TsaCo  “  ^ 

the  city  of  New  York  cov-eHn^fh  h°ldi  a  franchise  from 

has  been  assigned  to  the  West  Harlem  Service  C™TncT 
permitted  tVlT’Tnnnm'.d'  bTtl’TT!5'  sJbjert  to“  f ‘S  b;’'n" 

.r«  “b 

?nd TmebyTs* mT4rTa°"d °the  appeal  fTSd’h’S^b* 

across "l 32n dTtreet* to  'the  building",.0*  'hC  ,exis*inS  system 
ated  (from  the  central  systeT  af  229M292  rcfri.«r- 

asTtue,  now°being  taprdvtd  a"** 

ing  building  for  Swift  &  Co.;  and  also'TntxT^sioTaSoss' 
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125th  street  to  buildings  occupied  by  Wilson  &  Co.,  lots 
12  and  14  in  block  2004,  known  as  2270— 12th  avenue,  on 
condition  that  the  suction  and  return  line  where  passing 
under  street  shall  be  enclosed  in  heavy  cast-iron  pipe  with 
bolted  flanges  and  in  addition  that  the  return  line  shall  be 
insulated  with  two  inches  of  cork ;  that  the  approval  as  to 
the  location  below  the  surface  of  the  street  shall  be  obtained 
from  the  department  of  the  city  of  New  York  having 
jurisdiction  and  the  Utilities  Companies  affected ;  that  con¬ 
ditions  shall  be  generally  as  shown  on  plans  filed  with  this 
appeal ;  that  nothing  herein  contained  shall  be  understood 
to  approve  the  existing  installation  or  to  permit  at  any 
time  more  than  3,000  lbs.  of  ammonia  in  the  entire  system ; 
that  the  refrigerating  plant  shall  be  maintained  in  accord¬ 
ance  with  the  requirements  of  the  fire  commissioner  and 
in  accordance  with  the  Refrigeration  Code,  except  as  here¬ 
in  modified;  and  that  this  permit  he  subject  to  a  proper 
franchise  granted  by  the  City  of  New  York  as  approved 
by  the  Board  of  Estimate  and  Apportionment. 


470-30- A. 

APPLICANT — Frank  G.  Shattuck  Company,  owner. 
SUBJECT— Application  for  consideration — reopening  and 
amendment — re  Appeal  from  an  order  of  the  fire 
commissioner. 

PREMISES  AFFECTED— 279-283  Broadway  and  57 
Reade  street  (Block  No.  149,  Lot  Nos.  28-31), 
Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Charles  F.  Olsterich  and  William 
Allison. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  reopened  and  resolution 


amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(470-30-A) 


Whereas,  J.  Burmeister,  for  Frank  G.  Shattuck  Co., 
owner,  filed,  July  3,  1930,  an  appeal  from  an  order  and  a 
decision  of  the  fire  commissioner,  affecting  premises  279- 
283  Broadway  and  57  Reade  street,  (Block  No.  149,  Lot 
Nos.  28-31),  Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
April  11,  1930  (Order  No.  57656-LC),  reads: 

“1.  Discontinue  and  remove  the  direct  method  of 
refrigeration  from  that  part  of  the  building  prohibited 
by  Secton  219  (b)  of  Chap.  10,  Code  of  Ord.”; 

and 

Whereas,  the  decision  of  the  fire  commissioner,  rendered 
June  30,  1930,  reads : 

“Referring  to  your  letter  of  June  30,  1930,  please  be 
advised  that  Item  1  of  Order  No.  57656-LC  was  issued 
in  conformity  with  the  provisions  of  Chapter  10,  Sec¬ 
tion  219-B  of  the  Code  of  Ordinances.  Your  request  to 
dismiss  this  order  is  therefore  denied.”; 

and 

Whereas,  the  building  is  non-fireproof,  two  and  four 
stories  in  height,  with  a  frontage  of  49  ft.  9 Ra  in.  on  Broad¬ 
way  and  25  ft.  6  in.  on  Reade  street  and  a  depth  of  94  ft. 
6  in.,  irregular;  erected  in  1927;  OCCUPIED:  cellar, 
kitchen  and  machine  room,  44  persons ;  1st  story,  store  and 
kitchen,  65  persons ;  2nd  and  3rd  stories,  kitchens  and  din¬ 


ing  rooms,  69  and  105  persons,  respectively;  4th  story,  linen 
storage  locker  room,  no  persons  and 

Whereas,  the  appellant  contends  that  the  entire  building 
is  occupied  in  connection  with  a  restaurant;  that  the  re¬ 
frigerating  plant  consists  of  an  8-ton  Hartford  Automatic 
Ammonia  Compressor  located  in  the  basement  of  the  build¬ 
ing,  driving  the  refrigerant  to  the  various  ice  boxes  and 
ice  cream  freezers  throughout  the  building  (basement  to 
second  story)  ;  that  all  the  necessary  safety  devices  have 
been  provided  and  that  the  plant  was  operated  under  a 
permit  from  the  fire  department  until  October  21,  1929; 
that  the  plant  was  under  the  care  of  a  licensed  engineer; 
that  the  ice  boxes  are  located  in  the  kitchens  away  from 
the  portions  of  the  building  used  by  the  public  and  there 
will  be  a  great  hardship  on  the  owner  to  change  the  sys¬ 
tem  ;  and 

Whereas,  this  plant  has  been  operating  under  a  duly 
authorized  permit  from  the  fire  department  since  and  up  to 
December,  1927,  when  the  board  of  aldermen  amended  the 
code  of  ordinance  in  regard  to  a  refrigeration  plant,  pro¬ 
hibiting  direct  lines  above  the  first  story,  which  amendment 
went  into  effect  January  1,  1928,  and  did  not  specify 
whether  the  amendment  was  retroactive ;  and 

Whereas,  a  bill  now  pending  before  the  board  of  aider- 
men,  affecting  retroactive  features  of  the  ordinance  as  to 
direct  refrigerating  lines,  has  been  reported  out  of  the  wel¬ 
fare  committee  to  the  executive  committee  favorably ;  and 

Whereas,  this  appeal  was  granted  by  the  board  Decem¬ 
ber  16,  1930,  on  certain  conditions  and  applicant  requested 
an  amendment  of  the  resolution  as  to  an  air  conditioning 
installation. 

Resolved,  that  the  order  and  decision  of  the  fire  commis¬ 
sioner  be  and  it  hereby  is  modified,  and  that  the  appeal  be 
and  it  hereby  is  granted,  only  so  far  as  it  affects  the  first, 
second  and  third  stories,  on  condition  that  the  plant  be  not 
increased,  extended  or  altered,  other  than  changes  to  con¬ 
form  with  the  present  requirements  or  for  repairs ;  that 
present  use  and  occupancy  shall  remain  substantially  un¬ 
changed  ;  that  the  building  shall  remain  in  single  tenancy, 
and  granted  only  so  long  as  it  applies  to  the  present  ten¬ 
ancy  and  that  the  plant  shall  conform  to  the  ordinance  in 
force  as  amended  January  1,  1928,  in  all  other  respects. 

Resolved  Further,  that  in  the  event  the  owner  desires  to 
install  an  air  cooling  equipment  in  accordance  with  plans 
and  statements  marked  “received  May  25,  1937”  such  sys¬ 
tem  may  be  permitted,  on  condition  that  the  compressors 
and  refrigerating  coils  are  installed  on  the  roof  of  the 
building  in  a  pent  house  and  no  refrigerating  agent  is  car¬ 
ried  down  below  the  roof  level;  • that  such  system  shall  not 
be  continued  into  the  building  where  there  is  any  open 
flame  in  existence ;  if  any  open  flames  are  maintained  in 
this  portion  of  the  building  so  ventilated,  they  should  be 
hooded  and  ventilated  to  the  outer  air. 


139-30-A. 

APPLICANT — Frank  G.  Shattuck  Company,  owner. 
SUBJECT — Appliction  for  consideration — reopening  and 
amendment — re  Appeal  from  an  order  of  the  fire 
commissioner. 

PREMISES  AFFECTED — 181  Broadway,  west  side,  91.2 
ft.  south  of  Dey  street  (Block  No.  63,  Lot  No. 
17),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Charles  F.  Olsterich  and  William 
Allison. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


' 
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THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative :  Chairman  Murdock,  Commission¬ 
er?  ^avage  and  Blum  and  Assistant  Chief 

Walsh  . . .  ^ 

Negative  . .  0 

Absent  . '  ”  * . .  q 

THE  RESOLUTION— 

(139-30-A) 

Whereas,  J.  Burmeister,  for  Frank  G.  Shattuck  Co., 
owner,  filed,  February  25,  1930,  an  appeal  from  an  order 
oi  the  fire  commissioner,  affecting  premises  181  Broadway 
west  side,  91.2  ft  south  of  Dey  street  (Block  No.  63,  Lot 
Ro.  17),  Borough  of  Manhattan;  and 

d,Le  order  of  the  fire  commissioner,  dated  Janu¬ 
ary  23,1930  (Order  No.  55317-LC),  reads: 

“1;  Discontinue  and  remove  the  direct  method  of 
refrigeration  from  that  part  of  the  building  prohibited 
by  Section  219  (b)  of  Chapter  10,  Code  of  Ordin¬ 
ances.  ; 
and 

Whereas  the  building  is  non-fireproof,  six  stories  in 
height,  25  ft.  6  in.  by  101  ft.  in  area  at  first  and  second 
stories  and  25  ft.  6  in.  by  91  ft.  in  area  above;  OCCUPIED: 
cellar,  machinery,  6  persons;  1st  story,  ice  cream  parlor,  23 
persons;  2nd  story,  tea  room  and  kitchen,  37  persons;  3rd 
st0,ry’Jea  r°°m  and  kitchen,  34  persons;  4th  story,  kitchen 
and  offices,  23  persons ;  5th  story,  rest  room,  2  persons  •  6th 
story,  storage,  1  person;  and 

•  YonnREoS’  appellant  claims  the  building  was  erected 
mi90 ^ Oi  the  ordinance  became  effective  as  of  December  31, 
19-8,  and  should  not  have  been  made  retroactive;  the  am- 

S°oia7!/  .nt  £aS  JnstallAed  in  January>  1921,  and  consists 
2:>a  - /^'ton  Hartford  Automatic  Compressor  driven  by  a 
1/2  horsepower  motor  having  a  150-pound  ammonia  re¬ 
ceiver  with  two-pipe  coil  condenser  in  the  cellar  all 
equipped  with  every  safety  device  required  and  operated 
under  permits  from  the  fire  department  since  its  installa- 
tion;  there  are  ice  boxes  in  the  cellar  and  on  first,  second 

SjjS  fw  f uU?th  ,stones  I  furthermore,  the  appellant  con¬ 
tends  that  all  ice  boxes  above  the  first  story  are  cooled  by 
low  pressure  ammonia  lines  only;  there  are  two  interior 
exi  stairways  from  fourth  story  leading  to  first  story;  and 
amiH£R£f’  this  plant  has  been  operating  under  a  duly 
authorized  permit  from  the  fire  department  since  and  up  to 
December,  1927,  when  the  board  of  aldermen  amended  the 
ordinances  in  regard  to  a  refrigeration  plant,  pro- 

wJn?  ?nfireCff  h^eSTab°Ve  thf  firSt  story’  which  amendment 
CffeCt  January  f>  1928,  and  did  not  specify 
whether  the  amendment  was  retroactive;  and 

Whereas,  a  bill  now  pending  before  the  board  of  alder- 

Sta5fC-mg  f.etroactive  features  of  the  ordinance  as  to 
direct  refrigerating  lines,  has  been  reported  out  of  the  wel- 

faw«°mmittfn- t0  the  executive  committee  favorably;  and 

bpriT,  foin  thlS  appea  was,g.ranted  by  the  Board  Decem¬ 
ber  16,  1930  on  certain  conditions  and  applicant  requested 

?nstaSoment  °f  ^  reSolution  as  to  an  air  conditioning 

thai-?5  ord,er,of  the  fire  commissioner  be  and 
it  hereby  is  modified,  and  that  the  appeal  be  and  it  hereby  is 
■granted  on  condition  that  the  plant  be  not  increased  ex¬ 
tended  or  altered,  other  than  changes  to  conform  with  the 
present  requirements  or  for  repair^  that ^  present  use  and 
^  occupancy  shah  remain  substantially  unchanged;  the 

so  rTa“  m  uSmgle  tCnanCy’  and  panted  only 

SO  long  as  it  applies  to  the  present  occupancy  and  that  the 

SrvH1  Cl°0?«Or-m  t( ?i  thfl ordinance  in  force  as  amended  Janu¬ 
ary  1,  1928,  in  all  other  respects. 

Resolved,  further,  that  in  the  event  the  owner  desires  to 
t  T  airt  coolm9  equipment  in  accordance  with  plans 
and  statements  marked  received  May  25,  1937”  such  svs- 
tem  may  be  permitted,  on  condition  that  the  compressors 
and  refrigerating  coils  are  installed  on  the  top  floor  of  the 

tZ  ,l9/nd  !W  r1efl?erating  agent  is  carried  down  below 
into  ft  fl°°;Jevel’that  ™ch  system  shall  not  be  continued 
into  the  building  where  there  is  an  open  flame  in  existence; 
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if  any  open  flames  are  maintained  in  this  portion  of  the 
budding  so  ventilated,  they  should  be  hooded  and  ventilated 
to  the  outer  air. 


VARIATIONS  OF  LABOR  LAW 

205-37-S. 

APPLICANT— John  Jos;  Carroll,  for  Estate  of  A.  M. 
oTTpT17,Uf.vy’  ow.ne.r;  Susie  Levy,  administratrix. 
bU EJECT— Variation  of  the  labor  law  as  cited  in  an 
Dorwrcre  ?£  commissioner  of  buildings. 

1  SES  AFFECTED — 1202-1203  Metz  street,  north 
909*7  it-  Wres}  o£  Fleeman  avenue  (Block  No. 
2024,  part  of  Lot  No.  25),  Wallabout  Market, 
Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  John  J.  Carroll. 

For  Administration:  Inspector  Carroll,  Depart- 
.  _  ment  of  Buildings. 

ThF  VOTELBOARD_App!ication  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission¬ 
er?  ,vage  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Negative  . n 

Absent  .  q 

THE  RESOLUTION— 

(205-37-S) 

Whereas,  John  J.  Carroll,  applicant  for  Susie  Levy  as 

of  the  ,E/,ate  of  V.  M-  Levy,  owner,  filed 
May  4,  1937,  an  appeal  for  a  variation  of  the  labor  law  as 
cited  in  an  order  of  the  commissioner  of  buildings  affect¬ 
ing  prernises  1202-120 3  Metz  street,  north  side  25  feet 

2K%  \\r  ^  e^man  avenue>  (BIock  No.  2024,  part  of  Lot  No. 
i?L^a  ab°u.t  Market,  Borough  of  Brooklyn;  and 

Nn  SiV  °f  lhe  commissioner  of  buildings, 

No.  2695 -LD  dated  November  10,  1936,  reads  as  follows: 
1.  Extend  the  interior  stairway  from  top  story  to 

Ap°peafsS” Per  rUleS  °£  tHe  B°ard  °f  Standards  and 

and 

nP^EREA^Uthe  °7cer  ^as  £2und  guiIty  and  sentence  sus¬ 
pended  violation  of  Section  271  of  the  Labor  Law,  in  Mu- 

1937^  a ndrm’  Maglstrates  Court>  Brooklyn,  on  April  31, 

Whereas,  on  May  4,  1937,  this  board  waived  the  rules 
of  procedure  and  accepted  the  within  applicaton,  same 

cmderg  and"  ^  ^  ^  3°  dayS  after  the  date  o£  th? 

Whereas,  the  building  in  question  which  was  erected 
about  1910  is  two  stones,  30  feet  in  height,  40  feet  or  100 
eet  in  area  of  none-fireproof  construction,  occupied  as 
follows:  1st  floor,  wholesale  meat  market,  5  persons;  2nd 
door,  manufacturing  and  processing  of  meat,  8  persons; 

Whereas  the  building  is  equipped  with  one  interior 
stairs,  located  at  the  front  of  the  building  which  extends 
from  the  first  to  the  2nd  floor.  There  is  an  existing  scut¬ 
tle  and  iron  ladder  on  the  2nd  floor  outside  the  stairway 
enclosure  It  is  proposed  to  install  a  counter-balanced 
scuttle  with  a  double  rung  ladder  within  the  stairway  en¬ 
closure  on  the  2nd  floor.  There  is  an  existing  horizontal 
AXl?n  the  2nd  story  leading  to  the  building  to  the  west 
Adjoining  buildings  are  of  the  same  height;  and 

ir^mafREA?’  t{lVs  appeal  was  amended  at  the  hearing  to 
include  order  No.  12694-LD  which  reads  as  follows  "g 

■  Brovide  an  additional  means  of  exit  from  the 
econd  story  remote  from  present  exit  as  per  rules  of 
Board  of  Standards  and  Appeals  ” 

and 

Whereas,  the  applicant  requests  permission  to  be  al¬ 
lowed  to  provide  a  double  rung  iron  ladder  to  a  counter- 
bahncecl  scuttle  m  roof,  located  in  stair  hall  immediately 
adjoining  stairs  at  second  story.  immediately 
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Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  from  the  requirements  of 
the  Labor  Law,  and  that  the  application  be  and  it  hereby  is 
granted  as  to  Order  No.  12695-LD  of  the  commissioner 
of  buildings,  calling  for  interior  stairway  from  the  top 
story  to  the  roof,  on  condition  that  there  shall  be  con- 
structed  a  scuttle  in  the  roof,  as  indicated  on  plans  filed 
with  this  appeal,  with  double-rung  steel  ladder  leading 
thereto ;  that  this  variation  shall  continue  only  so  long  as 
this  building  and  adjoining  buildings  on  either  side  shall 
not  be  increased  in  height;  granted  as  to  Order  No.  12694- 
LD,  on  condition  that  there  shall  be  installed  a  horizontal 
exit  consisting  of  doorway  through  the  division  wall  between 
the  building  under  appeal  and  the  building  adjoining  to  the 
west,  with  fireproof  self-closing  doors  installed,  on  each 
side  of  opening,  opening  to  be  located  and  of  a  size  as  in¬ 
dicated  on  plans  filed  with  this  appeal ;  that  in  all  respects 
other  than  as  varied  herein,  the  Labor  Law  and  all  other 
laws  and  regulations  shall  be  complied  with. 


219-37- S. 

APPLICANT— Insulation  Mfg.  Company,  owner. 
SUBJECT— Variation  of  the  labor  law  as  cited  in  an  order 
of  the  commissoner  of  buildings. 

PREMISES  AFFECTED— 13-19  New  York  avenue, 
northeast  corner  of  Herkimer  street  (Block  No. 
1862,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Herman  F.  Smaltz. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD— Application  granted  on  condition. 

THE  VOTE—  ,  „ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 4 

Negative  .  ~ 

Absent  . 

THE  RESOLUTION— 

(219-37-S) 

Whereas,  Insulation  Mfg.  Company,  applicant  and  owner 
filed  on  May  13,  1937,  an  application  for  a  variation  from 
the  requirements  of  the  labor  law  as  cited  in  an  order  of 
the  commissioner  of  buildings  affecting  premises  13-19 
New  York  avenue,  northeast  corner  of  Herkimer  street, 
(Block  No.  1862,  Lot  No.  1)  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  commissioner  of  buildings 
dated  April  14,  1937,  Order  No.  15923-LD,  reads: 

“An  inspection  of  premises  13-19  New  York  Avenue 
Borough  of  Brooklyn,  shows  that  the  following  must 
be  done  to  comply  with  Section  274  of  the  Labor  Law. 
1.  Provide  knobs  on  outside  of  doors  opening  on 
sub-standard  fire  escape,  north  side  of  building  so 
same  can  be  readily  opened  from  both  sides.  Sec.  274 
of  the  Labor  Law  and  Rules  of  the  Board  of  Stand¬ 
ards  and  Appeals.” 

and 

Whereas,  the  building  is  now  fireproof  5  story  and 
cellar,  62  feet  in  height  80  by  131  feet  in  area,  erected  in 
1908; ’equipped  with  a  sprinkler  system.  Cellar,  mixing  and 
storage,  3  persons;  1st  floor,  moulding  15  persons;  2nd 
floor,  machine  shop— 12  persons;  3rd  floor— vacant;  4th 
floor,  shipping  and  storage  and  die  sinking — 4  persons; 
5th  floor,  trimming  and  storage  of  stock — 8  persons ;  the 
means  of  egress  consisting  of  two  interior  stairways  ex¬ 
tending  from  roof  to  street,  of  wood  construction,  en¬ 
closed  in  brick  walls  with  me lal  doors  at  all  openings,  a 
fire  escape  on  the  north  wall  of  the  building  extending  to 
roof  by  ladder  and  to  street  by  means  of  a  stairs  from 
the  roof  of  the  one  story  extension  at  the  rear,  with  fire¬ 
proof  windows  on  the  course  of  fire  escape;  there  is  no 
safe  egress  from  the  roof  of  the  building;  and 
Whereas,  the  applicant  contends  “because  the  fire  escape 
in  question  leads  to  the  roof  of  that  portion  of  the  build¬ 


ing  which  is  only  one  story  in  height,  it  is  quite  readily 
accessible  from  the  outside,  so  that  anyone  desiring  to 
enter  the  building  by  means  of  this  fire-escape  could  do  so 
unobserved  simply  by  climbing  to  the  roof  of  this  one 
story  section  and  then  entering  without  difficulty.  If  the 
doors  could  readily  be  opened  from  the  outside,  a  person 
could  enter  one  of  the  floors,  hide  behind  machinery,  or 
in  other  obscure  places  until  such  time  as  the  factory 
closed  for  the  night,  and  then  do  practically  as  he  pleased 
without  molestation,  even  with  a  watchman  in  the  build¬ 
ing.  If  the  purpose  of  this  order  is  for  giving  firemen 
access  from  the  fire  escapes  into  the  building,  it  will  be 
noted  from  the  plans  that  on  the  second,  third  and  fourth 
floors  are  windows  leading  to  the  balconies  of  the  fire 
escapes,  which  could  very  readily  be  broken,  and  thus 
afford  the  necessary  access  to  firemen. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirement  of  the  Labor 
Law,  and  that  the  application  be  and  it  hereby  is  granted, 
as  to  Order  No.  15923-LD,  on  condition  that  the  doors 
opening  into  the  substandard  fire-escape  shall  open  out¬ 
wardly  in  the  direction  of  exit  and  shall  be  supplied  with 
panic  bolts  for  easy  opening  from  loft  side  on  all  floors  and 
that  in  all  other  respects,  all  laws  and  regulations  shall  be 
complied  with  except  as  to  variation  granted  by  this  board 
under  Calendar  Nos.  320-23-S,  359-23-A,  636-23-A  and 
822-24-S. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 
234-37-SA. 

APPLICANT — Volcano  Burner  Corporation,  owner. 
SUBJECT — Volcano  Automatic  Oil  Burner,  Models  D,  H 
and  K,  approval  of. 

APPEARANCES— 

For  Applicant:  Ernest  Camerino. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board  for 
test  and  report. 


117-34-SA. 

APPLICANT — General  Oil  Heating  Corp.,  owner. 
SUBJECT— Application  for  reopening — change  of  name — 
re  Carter  Oil  Burner,  Models  4X  and  5X. 
APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Request  to  reopen  withdrawn 
upon  written  request. 

THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE¬ 
OPEN — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


343-35-SA. 

APPLICANT — Fred  F.  Lewis,  for  Round  Oak  Company, 

owner. 

SUBJECT — Application  for  Reopening — (Amendment) — 
Change  of  Name — re  Approval  of  Pacific  Oil 
Burner. 

APPEARANCES— 

For  Applicant :  Fred  F.  Lewis. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 
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THE  VOTE  T<?  AMEND  RESOLUTION— 

Affirmative :  Chairman  Alurdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  '  q 

Absent  .  0 

THE  RESOLUTION— 

(343-35-SA) 

Whereas,  Fred  F.  Lewis,  for  the  Pacific  Automatic 
Heating  Co.,  owner,  filed  November  29,  1935,  an  applica¬ 
tion  with  the  Board  of  Standards  and  Appeals  for  approval 
of  the  device  known  as  the  Pacific  Oil  Burner;  and 
Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 
Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  division  of  combustibles  of  the  fire  department  was 
substantially  as  follows : 

This  burner  is  of  the  mechanical  draft  pressure 
atomizing  gun  type  and  consists  of  the  following 
assembly : 

A  Tuthill  pump. 

A  Century  1/6  H.P.  motor. 

.  A  Sirocco  type  fan. 

A  regulating  valve  and  nozzle  manufactured  by  the 
Pacific  Automatic  Heating  Company. 

Ignition:  Electric  Webster  Transformer  used. 
Controls:  Mercoid  steam  control  switch  and  Mer- 
coid  Pyratherm  type  K.M.I. 

With  the  oil  supply  shut  off  in  the  cold  combustion 
chamber,  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  off  the  burner  in  44  and  46 
seconds  respectively.  The  burner  then  was  put  into 
operation  under  normal  conditions  for  approximately 
45  minutes.  Controls  were  again  tested  and  found  to 
function  properly.  During  the  period  of  test  there 
was  no  flare  backs  and  the  flame  was  clean  and  free 
of  smoke  and  soot.  Examination  of  the  combustion 
chamber  showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  this  burner  be  approved  for  domestic  use 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals  for  fuel  oil 
not  heavier  than  No.  3. 

and 

Whereas,  this  device  was  approved  April  14,  1936,  and 
applicant  requested  an  amendment  of  the  resolution  to 
permit  the  marketing  of  the  burner  under  the  name  Round 
Oak  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve -  the  deyice  known  as  the  Pacific  Oil  Burner 
u**  d oiwestic  installation  and  with  fuel  oil  not  heavier 
than  No.  3  and  when  installed  in  accordance  with  the  Oil 
Burning  Rules  of  the  Board  of  Standards  and  Appeals  on 
condition  that  there  shall  be  permanently  attached  to  each 
burner  installed  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARD  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  343-35-SA. 

Resolved  further,  that  this  device  may  also  be  marketed 
under  the  name  of  Round  Oak  Oil  Burner,  provided  that 
under  whichever  name  marketed  all  requirements  herein 
shall  be  complied  with. 


AC  1  ION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Alurdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . !  0 

Absent  . .  q 

THE  VOTE  TO  AMEND  RESOLUTION— . 

Affirmative :  Chairman  Alurdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  .  q 

THE  RESOLUTION— 

(322-30-SA) 

Whereas,  Braden  Engineering  Co.,  for  Aurisy  Oil 
in  ner  Co.,  Inc.,  owner,  filed  May  9,  1930,  an  application 
with  the  Board  of  Standards  and  Appeals  for  approval 
o±  device  known  as  the  Braden  Automatic  Fuel  Oil  Burn¬ 
er;  and 

Whereas,  this  device  was  submitted  to  the  fire  depart- 
ment  for  test  and  report,  and  the  report  of  the  acting 
chief  of  the  bureau  of  fire  prevention  dated  July  14,  1930 
recommended  the  approval  of  the  device ;  and 
Whereas,  this  device  was  approved  by  the  Board  of 
Standards  and  Appeals  July  15,  1930,  on  certain  condi¬ 
tions  and  applicant  requests  permission  to  market  the  de¬ 
uce  under  the  name  Luxor  Heat  Oil  Burner,  or  under  the 
name  Sterling  Oil  Burner. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  15,  1930,  so  that  as 
amended  it  will  read : 

Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  approve  the  device  known  as  the  Braden 
Automatic  Fuel  Oil  Burner  for  use  in  domestic  and 
commercial  installations  when  installed  in  accordance 
with  the  oil  burner  rules  of  the  Board  of  Standards 
and  Appeals  and  in  conformity  with  the  report  of  the 
chief  of  the  bureau  of  fire  prevention;  that  this  de¬ 
vice  may  also  be  marketed  under  the  name  of  the 
Oil  Burner,  or  under  the  name  Sterling 
Oil  Burner,  on  condition  that  under  whichever  name 
marketed,  the  device  shall  bear  a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  No.  322-30-SA. 


322-30-SA. 

APPLICANT  C.  A.  Chapin,  for  Braden  Engineering, 
Inc.,  owner. 

SUBJECT — Application  for  Reopening — Change  of  Name 
— re  Approval  of  the  Braden  Fuel  Oil  Burner 

APPEARANCES— 

For  Applicant:  David  Kaufman. 


447-32-SA. 

APPLICANT — Modern  Utilities  Engineering  Co.,  for  Gil¬ 
bert  &  Barker  Mfg.  Co.,  owner. 

SUBJECT — Ballard  Oil  Burner,  Models  BA-1,  2,  3  and  4 
Approval  of. 

APPEARANCES— 

for  Applicant :  None. 

ACTION  OB  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  the  board 

THE  VOTE  TO  APPROVE  APPLIANCE— 

Affirmative :  Chairman  Alurdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  "  q 

Absent  .  q 

THE  RESOLUTION— 

(447-32-SA) 

Whereas,  David  Kaufman,  for  Arthur  H.  Ballard,  Inc. 
owner,  filed  August  12,  1932,  an  application  with  the  Board 
oi  Standards  and  Appeals  for  approval  of  their  device 
known  as  the  Ballard.  Baby  Grand  Oil  Burner ;  and 

Whereas,  this  device  was  approved  by  the’  board  No¬ 
vember  29,  1932  and  on  September  30,  1936,  the  Alodern 
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Utilities  Engineering  Co.,  for  Gilbert  and  Barker  Mfg.  Co., 
present  owner,  filed  with  the  board,  a  request  for  an 
amendment  of  the  resolution  for  the  approval  of  their  de¬ 
vice  known  as  the  Ballard  Oil  Burner,  Models  BA-1,  2,  3 
and  4;  and 

Whereas,  this  application  was  reopened  by  vote  of  the 
board,  October  20,  1936,  and  the  device  was  submitted  to 
the  engineer  of  the  board  and  the  Division  of  Combustibles 
of  the  Fire  Department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division 
of  Combustibles  was  substantially  as  follows : 

This  burner  was  installed  in  a  steam  generating 
boiler.  The  assembled  burner  consists  of  the  following : 

An  Ohio  J4  h.p.  motor; 

A  Waltham  pump ; 

Detroit  Lubricator ;  regulating  valve ; 

A  Purolator  strainer,  and  any  standard  type  nozzle ; 

Sirrocco  Type  fan; 

In  this  particular  installation  a  Monarch  nozzle  was 
used. 

Ignition  electric; 

Jefferson  transformer;  110-10,000  volts  being  used; 

Controls ;  Minneapolis  Honeywell  controls  consist¬ 
ing  of  a  Pressuretrol  type  404  and 

Protectorelay  type  117-3 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  it  was  found 
that  the  controls  shut  the  burner  down  at  72  and  75 
seconds  respectively  on  two  successive  tests.  The 
burner  then  was  put  into  normal  operation  for  a  period 
of  approximately  1  hour  and  the  controls  functioned 
as  designed. 

Examination  of  the  electrodes  and  combustion  cham¬ 
ber  showed  no  undue  carbon  deposit.  The  flame  dur¬ 
ing  the  period  of  the  test  was  free  of  smoke  and  soot 


and  there  were  no  flarebacks  due  to  faulty  ignition. 

The  Models  BA  2,  3  and  4  differ  from  the  above 
only  in  the  capacity  of  the  oil  consumed. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  Ballard  Oil  Burner  Models  BA-1,  2,  3 
and  4  be  approved  for  domestic,  industrial  and  com¬ 
mercial  use,  with  fuel  oil  not  heavier  than  No.  3,  U.  S. 
Department  of  Commerce  Standards  and  when  in¬ 
stalled  in  accordance  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Ballard  Baby 
Grand  Oil  Burner  for  use  in  domestic  and  commercial  in¬ 
stallations  when  installed  in  accordance  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals. 

Resolved,  further,  that  the  Board  of  Standards  and  Ap¬ 
peals  does  hereby  approve  the  device  known  as  the  Ballard 
Oil  Burner,  Models,  BA-1,  2,  3  and  4,  for  domestic,  com¬ 
mercial  and  industrial  installations,  when  installed  in  ac¬ 
cordance  with  the  Oil  Burner  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  and  when  used  with  fuel  oil  not 
heavier  than  No.  3,  U.  S.  Dept,  of  Commerce  standards, 
on  condition  that  there  shall  be  permanently  attached  to 
each  burner  installed  a  label  reading :  1 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  447-32-SA. 


Adjourned,  6:40  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan,  at 
three  cents  each-postage  to  be  added  if  the  forms  are 
forwarded  by  mail 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


Copies  of  the  Official  Directory  of  the  City  of  New 
York  for  the  year  1937.  (The  Little  Green  Book),  contain¬ 
ing  the  latest  authentic  information  in  relation  to  City, 
State  and  Federal  Departments,  Bureaus,  Offices  and 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
appeal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 


Courts,  are  now  on  sale  at  the  Distribution  Division  of 
the  City  Record.  Office,  Room  2213,  Municipal  Building, 
Manhattan.  Price  50  cents;  by  mail,  three  cents  per 
copy  must  be  added  for  postage. 
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“STANDPIPE”-“FIRELINE”  RULES  ADOPTED  JUNE  27,  1922;  AMENDED  MAY  18  1928- 
JUNE  13,  1930;  DECEMBER  2,  1930,  and  JANUARY  9,  1931.  ’  ’ 

Par^?’  et(p’  s^a^J  have  at  least  one  certified  operator 
y  \v  ion  deemed  necessary  by  the  fire  commissioner. 

tc3u\4f  M°NTHLY  INSPECTION.  All  valves,  hose, 
X  !  ’  r  ?  °thie^  auxil,iary  fire  appliances  shall  be  kept 
oer?on  h  l7°  %-nrder’  ?n£d  at  least  once  a  month  the 

person  holding  certificate  of  fitness  shall  make  a  thorough 
inspection  of  all  the  fire  appliances  to  see  that  they  are  in 
perfect  working  order  and  ready  for  immediate  use  by  the 
hire  Department.  Fire  pumps  shall  be  tested  every  30 
days  by  the  person  holding  the  certificate  of  fitness. 

He  shall  also  instruct  all  employees  under  his  charge  in 
the  use  and  practice  of  all  auxiliary  fire  appliances.  A 
detailed  record  of  each  inspection  shall  be  kept  on  the 

Etepartme  t  examinat*on  hy  a  representative  of  the  Fire 

All  standpipe  equipment  in  buildings  exceeding  85  feet  in 
height  shall  be  subjected,  on  order  of  the  Fire  Department 
Dut  at  least  once  every  two  years,  to  a  pressure  test  of 
htty  pounds  in  excess  of  the  pressure  due  to  the  water  in 
the  standpipe.  This  test  to  be  applied  to  the  standpipe  and 
ttings  in  such  manner  as  to  prove  their  suitability  for  the 
use  of  the  Fire  Department;  there  shall  also  be  such  flow 
tests  as  to  prove  the  standpipe,  line  valves,  check  valves 
and  Siamese  connections  are  free  from  obstruction  and  are 
workable.  These  tests  to  be  conducted  by  a  representative 
°*L.the premises,  at  the  owner’s  risk,  who 
shall  notify  the  Fire  Department  at  least  forty-eight  hours 
prior  to  the  time  of  conducting  the  test. 

Rule  5.  APPROVED  DEVICES.  All  devises  approved 
for  use  in  new  standpipe  fire  line  equipments  shall  bear 
the  manufacturers  name  and  the  date  of  and  the  number 
of  the  approval.  Certified  copies  of  the  approval,  working 
rawings  and  photographs  of  the  device  approved,  shall 
be  submitted  to  the  administrative  authority  having  juris¬ 
diction  for  preservation  as  records  and  reference  data. 

Rule  6.  ELEVATOR  IN  READINESS.  In  every 
building  exceeding  150  feet  in  height  at  least  one  passen¬ 
ger  elevator  and  in  buildings  in  course  of  construction  a 
hoist  or  elevator  shall  be  kept  in  readiness  for  immediate 
use  by  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  holidays  and  Sundays,  and  a  man  com¬ 
petent  to  operate  the  elevator  shall  be  present  at  all  times. 

BUILpiNGS.  For  the  application 
Section  581  of  Chapter  5  of  the  Code  of  Ordinances  the 
area  of  a  building  shall  be  taken  as  the  area  within  the  ex¬ 
terior  walls,  or  the  area  between  fire  walls. 

When  the  fire  walls  are  constructed  in  accordance  with 
Section  371  of  Chapter  5  of  the  Code  of  Ordinances,  and 
all  openings  are  protected  on  both  sides  of  fire  wall  or  walls 
with  automatic  fireproof  self-closing  doors,  the  area  within 
such  fire  walls  or  exterior  walls  and  a  fire  wall,  shall  be 
considered  a  separate  building. 

Rule  8.  HEIGHT.  The  term  “height”  as  applied  to 
a  building  or  structure,  as  described  in  Chapter  5,  Code  of 
Ordinances,  means  the  vertical)  distance  measured  in  a 
s  raight  line  from  the  curb  level,  to  the  highest  point  of 
the  roof  beams  m  the  case  of  flat  roofs,  and  to  the  average 

fiflgh9n0j  gab  6  m-  <fase  ,of  .roofs  havinS  a  pitch  of  more 
than  20  degrees  with  a  horizontal  plane. 

Rule  9.  STANDPIPE  EQUIPMENT  shall  consist  of 
a  system  of  piping  connected  to  one  or  more  approved 
sources  of  water  supply  and  provided  with  sufficient  num¬ 
ber  of  hose  outlets  and  hose  located  as  hereinafter  set 
forth  to  make  possible  the  covering  of  every  portion  of 
each  floor  area  with  a  standpipe  hose  stream,  except  that 
where  the  1st  story  or  basement  or  both  are  occupied  as 
stores  without  connection  or  communication  with  the  en¬ 
trance  hall  or  stair  enclosure  to  upper  stories,  the  Fire 
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Note— In  republishing  these  Rules,  no  corrections  have 
been  made  as  to  departmental  jurisdiction,  as  such  max  be 
affected  by  the  McCall  Bill  known  as  Chapter  764  of  the 
Laws  of  1933. 

Rule  1.  _  PLANS.  A  preliminary  set  of  paper  plans  and 
cross  sections,  drawn  clearly  and  distinctly,  to  a  scale  of 
f^-inch  or,  by  permission  of  the  Fire  Commissioner,  J^-inch 
to  the  foot,  for  each  proposed  standpipe  (fire  line)  instal¬ 
lation  or  alteration,  shall  be  submitted  to  and  approved 
by  the  Fire  Commissioner  before  the  work  in  connection 
with  the  installation  is  started.  Such  preliminary  plans  shall 
show  the  size  and  location  of  the  standpipe  (fire  line) 
risers,  size  and  location  of  Siamese  and  cross-connections, 
valves,  tanks  and  connections,  pumps,  hose  stations,  lengths 
ol  hose,  etc.,  and  the  location  of  stairways  and  enclosing 
partitions  in  relation  to  the  standpipe  risers  and  hose  sta¬ 
tions.  From  these  approved  preliminary  plans,  three  sets 
of  plans  on  cloth,  in  clean  and  clear  detail,  shall  be  filed  for 
final  approval  by  the  Fire  Commissioner.  A  certified  copy 
of  approved  plans  shall  be  forwarded  to  the  Bureau  of 
Buildings  by  the  Bureau  of  Fire  Prevention.  Such  applica¬ 
tion  and  specification  forms  as  may  be  prescribed  by  the 
Fire  Commissioner  shall  accompany  preliminary  plans.  If 
an  automatic  sprinkler  system  is  provided  throughout  the 
building  or  in  any  portion  of  the  building,  the  plans  shall 
include  a  note  to  that  effect. 

Rule.  2-  APPROVAL.  Before  acceptance  all  standpipe 
(fire  lines)  shall  be  tested,  for  at  least  one  hour,  under  a 
hydrostatic  pressure  of  not  less  than  300  pounds  per  square 
inch  at  the_ street  Siamese,  and  at  each  pump  supply  level,  or 
such  additional  pressures  as  may  be  required  to  give  100 
pounds  at  the  highest  hose  outlet  supplied  by  such  pump, 
except  that  when  a  change  is  made  in  a  source  of  supply, 
or  minor  changes  are  made  in  an  existing  equipment  pre¬ 
viously  approved,  the  system  shall  be  tested  to  a  pressure 
sufficient  to  give  50  lbs.  per  sq.  in.  at  the  highest  story  hose 
outlet.  These  tests  to  be  made  in  the  presence  of  a  repre¬ 
sentative  of  the  Fire  Prevention  Bureau. 

.  No  valves,  risers  or  other  material  portions  of  any  stand¬ 
pipe  (fire  lines)  equipment  shall  be  covered  or  permanently 
concealed  until  tested  and  approved,  in  writing  by  the 
Bureau  of  Fire  Prevention. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  and  as  per  test  herein  provided  for,  applica¬ 
tion  shall  be  made  to  the  Bureau  of  Fire  Prevention  for 
inspection  of  the  completed  installation.  When  the  stand- 
pipe  equipment  is  approved,  the  applicant  will  be  so  advised 
in  writing,  by  the  Bureau  of  Fire  Prevention. 

.  When  deemed  necessary  by  the  Fire  Commissioner,  sec- 
tional  diagrams  of  the  standpipe  (fire  line)  equipment  in 
buildings  of  large  area  or  height,  not  more  than  three  in 
number  and  printed  on  cloth  in  size  not  less  than  8)4  x  11 
in.,  shall  be  filed  by  the  applicant  for  the  use  of  fire  com¬ 
panies  in  the  district  in  which  the  premises  are  located. 
Rule  3.  STANDPIPE-FIRE  LINE  CERTIFICATE. 
There  shall  be  an  engineer,  superintendent  or  other  per- 
?09  ,}n  charge  of  the  standpipe-fire  line  system  in  all 
buildings  exceeding  eighty-five  feet  in  height  who  shall 
be  registered,  and  submit  to  an  examination  in  the  Fire 
Department.  Upon  evidence  of  fitness  to  properly  operate 
and  maintain  the  standpipe  system  he  shall  be  granted  a 
Certificate  to  that  effect.  The  certificate  shall  contain  the 
tull  name  and  a  small  photograph  of  the  holder. 

.  Day  and  night  service  shall  be  maintained  in  all  build¬ 
ings  exceeding  250  feet  in  height  in  which  there  is  a  fire 

pump. 

Theatre  buildings  provided  with  fire  pumps  shall  have  at 
least  one  certified  operator  on  duty  during  every  perform¬ 
ance.  Buildings  of  large  areas,  industrial  plants,  amuse- 
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Commissioner  may  permit  the  omission  of  standpipe  pro¬ 
tection  in  such  stores  and,  if  so  omitted,  may  prescribe 
such  portable  protection  as  he  may  deem  necessary..  Cel¬ 
lars,  sub-cellars,  basements,  etc.,  shall  be  protected  in  the 
same  manner  as  the  stories  above. 

Every  standpipe  (fire  line)  equipment  shall  be  a  Standard 
Wet  System,  except  as  hereinafter  provided  for : 

(a)  In  any  building  not  exceeding  40  feet  in  height,  and 
20,000  sq.  ft.  in  area,  a  four-inch  street  supply  system  hav¬ 
ing  one  four  (4)  inch  direct  connection  to  a  street  main 
fed  two  ways  or  having  one  4-inch  direct  connection  to 
each  of  the  two  street  mains  on  two  street  fronts,  each 
main  so  fed  that  the  shutting  off  of  one  main  will  not 
interfere  with  the  supply  of  the  other  main,  may  be  in¬ 
stalled,  provided  there  is  a  sufficient  pressure  in  the  street 
main  or  mains  to  maintain  a  minimum  of  twenty-five  (25) 
pounds  per  square  inch  static  pressure  at  the  highest  hose 
outlet. 

Evidence  establishing  the  fact  that  water  main  condi¬ 
tions  and  pressures  are  as  required  shall  be  submitted  to 
the  Fire  Department. 

Rule  10.  CLASSIFICATION  OF  STANDPIPE-FIRE 
LINE  EQUIPMENTS.  For  the  purpose  of  these  rules 
standpipe  equipments  shall  be  classified  as : 

(a)  Standard  Wet  System  in  which  the  pipes  are  of  sizes 
as  specified  in  Section  581  of  the  Building  Code,  and  in 
which  the  system  is  at  all  times  filled  with  water  from  at 
least  one  standard  source  of  supply. 

(b)  Four-inch  street  connection  system,  in  which  the 
pipes  are  of  sizes  as  specified  in  Section  581  of  the  Building 
Code  and  the  system  is  at  all  times  filled  with  water  from 
one  or  more  4-in.  diameter  direct  connections  to  public 
water  mains  in  the  street. 

(c)  Automatic  dry  systems,  in  which  the  pipes  are  of 
sizes  as  specified  in  Section  581  of  the  Building  Code,  and 
are  normally  dry,  the  system  being  connected  to  a  source 
of  water  supply  controlled  by  an  automatic  dry  pipe  valve 
as  defined  elsewhere  in  these  rules. 

Rule  11.  TANKS  ABOVE  ROOF.  Construction  shall 
be  as  per  Section  428  of  the  Building  Code  and  tank  struc¬ 
ture  and  supports  shall  be  approved  by  the  Superintendent 
of  Buildings.  The  covers  of  all  unenclosed  standpipe  tanks 
shall  be  conical  in  shape  and  protected  with  a  type  of 
roofing  approved  by  the  Superintendent  of  Buildings. 

Rule  12.  RESERVE  FOR  STANDPIPE.  Gravity  roof 
tanks,  except  as  otherwise  required  by  Rule  83,  shall  con¬ 
tain  not  less  than  3,500  gallons  of  water  at  all  times,  re¬ 
served  solely  for  standpipe  fire  line  purposes. 

When  a  gravity  tank  is  to  be  used  for  both  standpipe  and 
house  supply,  the  connection  for  the  latter  shall  be  made 
through  the  side  of  the  tank  above  the  level  of  the  required 
standpipe  reserve.  This  type  of  house  and  standpipe 
supply  tank  is  preferred  and  recommended. 

When  two  gravity  tanks  are  used,  one  for  standpipe  fire 
line  service  and  the  other  for  the  house  supply,  the  house 
supply  tank  may  be  so  arranged  that  it  can  only  be  filled  by 
an  overflow  from  the  tank  used  for  standpipe  fire  line  pur¬ 
poses. 

Rule  13.  STANDPIPE  AND  SPRINKLER  SUP- 
LIES.  Standpipe  and  sprinkler  supply  shall  not  be  taken 
from  one  tank  unless  there  is  available  5,000  gallons  of 
water  for  the  standpipe  system  which  shall  be  in  excess  of 
the  amount  of  water  required  for  the  sprinkler  system. 
Standpipe  supply  shall  be  taken  from  the  uppermost  por¬ 
tion,  and  through  the  side  of  the  tank,  or  through  the  bot¬ 
tom,  provided  that  portion  of  the  pipe  within  the  tank  is 
of  brass  or  other  non-corroding  material. 

Rule  14.  BUILDINGS  IN  GROUP  UNDER  THE 
SAME  OWNERSHIP  AND  OPERATION: 

One  gravity  tank  of  at  least  5,000  gallons  water  capacity 
to  supply  the  largest  unit  of  a  group  of  separate  and  dis¬ 
tinct  buildings  operating  under  one  ownership,  and  located 
at  such  elevation  that  the  bottom  of  the  tank  will  be  at 
least  20  feet  above  the  roof  of  the  highest  building  of  the 


group  will  be  accepted  as  an  adequate  tank  supply  for  the 
entire  standpipe  equipment  provided  a  dead  riser  is  carried 
down  from  the  bottom  of  the  tank  to  an  underground 
header  system  having  a  Post  Indicator  control  valve  for 
each  building  unit,  the  P.  I.  valves  to  be  located  as  the 
Fire  Commissioner  may  direct. 

Rule  15.  UNDERGROUND  PIPING.  All  underground 
piping  shall  be  extra  heavy  cast  iron  installed  in  accordance 
with  the  standard  specifications  of  the  American  Water 
Works  Association:  for  4-inch  lines  Class  C  requirements 
shall  be  used,  6-inch  Class  D,  8-inch  Class  E. 

Rule  16.  ADDITIONAL  TANKS.  When  in  his  opin¬ 
ion,  the  area  covered  is  excessive  or  the  occupancy  is  such 
that  an  unusual  fire  hazard  is  introduced,  the  Fire  Com¬ 
missioner  may  require  additional  protection  in  the  nature 
of  additional  tank  or  tanks  located  remote  from  any  other 
standpipe  tank,  or  additional  water  supply  in  the  main 
gravity  tank,  or  a  fire  pump  and  suction  tank  of  size  and 
capacity  to  be  determined  by  the  Fire  Commissioner  or  the 
Board  of  Standards  and  Appeals,  or  a  combination  of  any 
of  the  foregoing  supplies. 

Rule  17.  STANDARD  SOURCE  OF  SUPPLY.  Grav¬ 
ity  tank  located  so  that  the  bottom  of  same  will  be  not 
less  than  20  feet  above  the  roof  level  and  of  a  capacity 
as  stated  elsewhere  in  these  rules  and  directly  connected 
with  the  standpipe  equipment  by  pipes  of  the  same  diameter 
as  that  of  the  largest  riser. 

Rule  18.  TANK  FEED.  Tanks  shall  not  be  fed  through 
the  standpipe  fire  line,  but  shall  be  fed  through  a  separate 
line  at  least  2  inches  in  diameter,  discharging  into  the  top 
of  each  tank  above  the  overflow  level  through  the  side 
or  through  the  bottom,  that  portion  of  the  pipe  within  the 
tank  to  be  of  brass  or  bronze.  An  electric  or  steam  pump 
of  sufficient  capacity  to  deliver  at  least  65  gallons  of  water 
per  minute  at  the  tank  shall  be  provided,  or  if  the  pressure 
in  the  service  line  is  sufficient  and  the  plumbing  is  such 
that  a  minimum  of  65  gallons  of  water  per  minute  may  be 
delivered  to  the  tank  connection  to  the  house  water  service 
main  in  the  basement,  cellar  or  lowest  story  may  be  used 
instead  of  pump. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct  service 
main  connection,  when  a  ball  (float)  valve  is  provided  for 
each  tank.  Floats  shall  be  of  copper. 

Rule  19.  OVERFLOW.  An  overflow  of  diameter  at 
least  as  large  as  that  of  the  fill  line  shall  be  provided  for 
each  roof  standpipe  tank.  The  overflow  line  from  all 
intermediate  tanks  shall  be  at  least  6  inches  in  diameter.  It 
may  be  run  through  the  bottom  of  the  tank,  provided  it 
is  of  brass  or  bronze  and  has  no  joint  inside  of  the  tank, 
otherwise  it  must  be  brought  through  the  side  of  the  tank, 
3  inches  below  the  top  (of  sides).  Overflows  shall  termi¬ 
nate  in  a  90  degree  elbow  not  more  than  24  inches  above 
the  roof. 

Rule  20.  EMERGENCY  DRAIN.  There  shall  be  pro¬ 
vided  for  each  tank  an  emergency  drain  not  less  than  4 
inches  in  diameter  connected  directly  to  the  bottom  of  the 
tank  or  to  the  standpipe  supply  line  above  the  tank  check 
and  terminating  not  less  than  30  inches  nor  more  than  4 
feet  above  the  roof  in  a  horizontal  run.  Emergency  drain 
shall  be  provided  with  a  4-inch  O.  S.  &  Y.  gate  valve 
located  in  a  readily  accessible  position  not  more  than  4 
feet  above  the  roof. 

Rule  21.  ELEVATION  OF  TANK.  The  bottom  of 
each  gravity  tank  used  for  standpipe  fire  line  supply  shall 
shall  be  at  least  20  feet  above  the  level  of  the  roof.  When 
the  area  of  a  pent  house  exceeds  50%  of  the  roof  area  or 
when  it  exceeds  an  area  of  2,500  sq.  ft.,  the  bottom  of  the 
tank  shall  be  required  to  be  not  less  than  20  ft.  above  the 
level  of  the  pent  house  roof.  In  existing  standpipe  equip¬ 
ment  the  bottom  of  the  gravity  standpipe  tank  shall  not  be 
required  to  be  more  than  20  feet  above  the  outlet  in  the 
highest  story. 
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Rule  22  PYRAMID  OR  TOWER  ROOFS.  Where 
the  roof  of  the  building  is  designed  so  as  to  finish  in  a 
pyramid  or  tower  form,  the  gravity  tank  shall  be  elevated 
a?  high  as  practicable  within  the  pyramid  or  tower.  Pro- 
yided,  however,  that  in  all  cases,  the  gravity  tank  is  not 
less  than  twenty  (20)  feet  above  the  hose  outlet  in  any 
room  or  space  occupied  other  than  for  tank  houses,  ele¬ 
vator  machinery  or  machine  shop  for  repairing  elevator 
machinery.  _  Fire  appliances,  as  may  be  required  by  the 
,  re  Commissioner,  shall  be  provided  in  such  tank  houses 
elevator  machine  rooms,  etc.  ’ 

Rule  23.  ACCESS  TO  TANK.  Access  to  the  top  of 
each  standpipe  tank  shall  be  provided  by  means  of  an  iron 
gooseneck  ladder  of  substantial  construction  and  rigidly 
braced  Access  to  the  tanks  on  theatre  building  shall  be 
from  the  stage  level  to  the  roof  by  means  of  double-rung 
ladders  set  at  an  angle  of  not  more  than  70°,  with  inter¬ 
mediate  landings  every  12  ft.  or  less. 

Rule  24.  HIGH  AND  LOW  WATER  ALARM.  Every 
gravity  tank  hereafter  installed  for  standpipe  fire  line  pur¬ 
poses  shall  be  equipped  with  an  electric  closed  circuit  high 
and  low  alarm,  as  provided  under  Rule  88,  in  order  that  it 
may  be  determined  at  any  time  whether  or  not  the  required 
standpipe  reserve  is  in  the  tank,  except  when  the  house  sup¬ 
ply  is  taken  from  the  tank,  or  where  the  house  supply  tank 
can  only  be  filled  from  an  overflow  of  the  standpipe  fire 
*ir\e  _Teserve  tank,  3.  high  and  low  alarm  need  not  be  pro¬ 
vided  when  an  automatic  tank  filling  pump  is  installed. 

Rule  25.  CHECK  VALVE.  There  shall  be  provided  in 
a  horizontal  run  of  pipe  in  the  top  story  stair  enclosure  or 
in  a  heated  enclosure  on  the  main  roof,  in  the  line  connect¬ 
ing  the  standpipe  tank  with  the  stand  pipe  riser,  an  approved 
type  swing  check  valve  opening  downstream  toward  riser, 
except  that  where  a  Siamese  connection  has  been  omitted 
under  these  rules,  no  check  valve  shall  be  required.  An 
O.  S.  &  Y.  gate  valve  shall  be  provided  on  each  side  of  the 
check  valve  and  shall  be  sealed  open  in  an  approved  manner. 

Rule  26.  HEATING  OF  TANKS.  All  tanks  used  for 
standpipe  supply  purposes  shall  be  heated  by  means  of 
steam  supplied  through  a  brass  coil  with  brass  fittings  and 
of  a  type  and  radiating  surface  as  prescribed  by  the  Board 
of  Standards  and  Appeals.  The  heater  shall  be  fed  through  a 
1 14 -inch  steam  line  with  a  1-inch  return  separately  trapped. 
The  water  in  the  tank  shall  be  maintained  at  a  temperature 
above  40°  F. 

”1  anks  in  hotels,  hospitals,  institutes  or  similar  buildings 
using  the  tank  supply  seven  days  a  week  supplying  both 
standpipe  and  house  service  lines  shall  not  require  heating. 

If  in  an  adequately  heated  enclosure,  interior  heating  of 
tanks  shall  not  be  required. 

Rule  27.  LOWEST  SUCTION  TANKS.  Tanks  shall 
have  at  least  10,000  gallon  effective  water  capacity  as  speci¬ 
fied  in  Schedule  A,  reserved  for  the  lowest  fire  pump  use 
exclusively  and  shall  be  constructed  of  steel  or  reinforced 
concrete,  located  below  the  grade,  or  lowest  story,  if  there 
is  no  cellar  under  the  building.  The  Fire  Commissioner  may 
permit  suction  tanks  to  be  located  in  a  separate  enclosure, 
or  building  provided  they  are  accessible  and  when,  in  his 
judgment,  such  location  will  be  more  practicable.  House 
supply  tanks  may  be  connected  to  the  fire  pump  suction 
fine,  provided  an  O.  S.  &  Y.  gate  valve,  sealed  closed,  shall 
be  provided  on  such  house  supply  lines. 

.  Rule  28.  LOW  ESI  TANK  SUPPLY.  The  lowest  suc¬ 
tion  tanks  shall  be  fed  by  a  connection  at  least  4  inches  in 
diameter  taken  directly  and  independently  from  the  public 
street  main.  The  supply  shall  be  not  less  than  750  gallons  a 
minute,  and  shall  enter  the  suction  tank  above  the  top  or 
through  the  side  near  the  top  of  the  tank  and  shall  be  con¬ 
trolled  by  suitable  bronze  ball  cock  and  copper  float. 

Rule  29.  SUPPORT  FOR  TANKS.  Tanks  of  more 
than  500  gallons  capacity  thereafter  placed  in  or  on  any 
building  shall  be  supported  on  masonry,  reinforced  con- 
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Crete  or  steel  construction  of  sufficient  strength  and  car- 
ned  to  a  proper  foundation  as  provided  for  in  section  428, 
Chapter  5  of  the  Code  of  Ordinances. 

Rule  30  INTERMEDIATE  TANKS.  The  location  of 
intermediate  tanks  hereafter  installed  shall  be  determined 

fn  Qn^Ctfd  ft6  ,Flre  Commissioner  and  as  prescribed 
in  Schedute  A.  Each  such  tank  shall  have  at  least  5,000 
g<  ons  o  water  reserved  exclusively  for  fire  line  and  pump 
purposes.  The  bottom  of  each  tank  shall  be  at  least  20  feet 
above  the  highest  outlet  supplied  therefrom.  The  method 
of  water  supply  to  tanks,  the  overflow,  the  high  and  low 

rat,er,a  arm’  tke  e,mergency  drain,  etc.,  shalLbe  as  pre¬ 
scribed  for  tanks  above  the  roof  except  that  the  overflow 
and  emergency  drain  shall  be  connected  to  the  drainage  sys- 
em  ot  the  building  or  discharge  on  intermediate  levels. 

The  connection  of  the  tank  to  the  system  shall  be  as 
hereinafter  set  forth : 

Piping  of  the  same  diameter  as  the  riser  shall  connect  the 
riseir  .o£  the  portion  of  equipment  supplied 
r™m,,the  ta”k  a,nd  \n  th,ls  connecting  line  in  a  horizontal 
run  there  shall  be  placed  an  approved  swing  check  valve 
opening  downward  and  two  O.  S.  &  Y.  gate  valves,  one  at 
each  side  of  the  check  valve.  Each  tank  section  shall  be 
directly  connected  to  the  tank  section  above  by  means  of 
piping  of  the  same  diameter  as  that  of  the  largest  riser  and 
in  a  horizontal  connecting  line  shall  be  provided  an  ap¬ 
proved  swing  check  valve  opening  upward,  with  an  O.  S. 
&  Y.  ga.te  valve,  at  each  side  of  the  check  valve,  in  order 
at  water  pumped  into  the  Siamese  connection  may  enter 
the  entire  equipment  of  the  building,  and  that  each  tank 
will  supply  only  its  portion  of  the  system. 

Rule  31.  VALVES.  All  valves  controlling  standpipe 
water  supply  except  valves  at  hose  outlets  shall  be  iron 
body  brass  mounted  or  cast  steel  designed  in  accordance 
with  specifications  of  the  American  Society  of  Mechanical 
Engineers,  gate  valves  shall  be  of  Outside  Stem  &  Yoke 
type,  and  shall  be  located  in  an  accessible  position  All 
such  emergency  control  valves  6  inch  and  larger  shall  be  of 
the  by  pass  type,  except  that  emergency  control  valves 
wien  required  in  standpipe  (fire)  line  systems  may  be  of 
approved  hydraulically  controlled  type. 

*  Rule  32.  PIPING,  FITTINGS  AND  VALVES.  Ma¬ 
terials  of  Construction.  All  new  piping  for  standpipe  fire 
lines  shall  be  of  genuine  full  weight  wrought  iron  or  steel 
and  properly  tested  by  the  manufacturer  to  withstand  the 
required  water  working  pressures.  All  pipes  shall  be  lap- 
welded.  Where  working  pressures  are  in  excess  of  150  lbs. 
to  the  square  inch  extra  heavy  cast  iron  body  or  cast  steel 
valves,  malleable  iron  or  cast  steel  fittings  constructed  in 
Jiccordance  with  the  specifications  of  the  American  Society 
of  Mechanical  Engineers,  able  to  withstand  the  required 
water  working  pressure  shall  be  provided.  The  standard 
weight  fittings  and  valves  may  be  used  where  the  pressure 
is  not  more  than  150  lbs.  per  sq.  in.  Fittings  in  horizontal 
runs  shall  have  long  turns.  All  underground  piping  shall 
be  ot  extra  heavy  cast  iron  as  required  by  Rule  15. 

et,WajGr  woi:king  Pressure  on  piping,  valves  and  fittings 
shall  be  determined  by  the  total  head  of  water  plus  50 
pounds  at  the  top  floor  hose  outlet  plus  a  factor  of  safety 
ot  at  least  50  per  cent.  Specifications  as  to  the  construction 
and  water  working  pressure  of  all  piping,  valves  and  fit- 
tings  shall  be  marked  on  plans  filed  with  fire  commissioner. 

•  Rule  33.  CONSTRUCTION.  Each  standpipe  fire  line 
riser  shall  be  supported  at  the  bottom  and  at  every  other 
(alternate)  story,  and  shall  be  properly  braced.  Horizontal 
lines  shall  be  supported  by  standard  heavy  wrought  or  mal¬ 
leable  iron  hangers  attached  to  or  extending  around  and 
over  floor  beams  at  intervals  of  not  more  than  8  ft.  and 
at  more  frequent  intervals  if  deemed  necessary  by  the  Fire 
Commissioner  and  shall  be  securely  braced  to  withstand  vi¬ 
bration.  Hangers  may  be  supported  by  straps  or  bars  ex¬ 
tending  over  and  around  bars  of  at  least  1  in.  in  diameter  and 
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12  in.  in  length  embedded  in  concrete  floors  parallel  to  and 
at  least  2  in.  from  the  undersurface  or  by  approved  mal¬ 
leable  iron  concrete  inserts.  The  arrangement  of  lines  must 
be  straight  and  as  direct  as  practicable.  Offsets  will  be  per¬ 
mitted  only  when  unavoidable  or  where  necessary  to  install 
horizontal  check  valves.  Except  where  flange  fittings  and 
pipes  are  permitted  elsewhere  in  this  rule,  all  joints  shall 
be  screwed  joints  made  up  thoroughly  water  tight  with  red 
lead,  litharge  and  glycerine,  or  compressed  graphite  lead 
and  boiled  linseed  oil,  or  any  joint  compound  that  shall  be 
approved  by  the  Board  of  Standards  and  Appeals. 

In  horizontal  runs  of  piping  of  standpipe  fire  line  sys¬ 
tems,  if  larger  than  4  in.  in  diameter,  fittings  and  valves 
may  be  of  the  flange  type,  provided  flange  faces  are  ma¬ 
chined  true  and  smooth  and  do  not  show  rings,  sand  holes 
or  other  imperfections.  All  joints  shall  be  provided  with 
proper  copper  gaskets. 

All  standpipe  (fire  line)  equipments  shall  be  installed  in 
a  workmanlike  manner. 

Rule  34.  PROTECTION  OF  FIRE  LINES.  Stand¬ 
pipe  lines  when  not  located  within  a  fire  protected  stair  en¬ 
closure  shall  be  protected  against  interior  fire  damage  by 
means  of  at  least  one  inch  asbestos  covering,  or  a  covering 
of  expanded  metal  lath  and  three-quarters  inch  Portland 
cement  plaster  or  by  a  2  in.  terra  cotta  block  encasement. 

Rule  35.  FROST  PROTECTION.  Standpipe  lines  shall 
be  properly  protected  from  freezing  in  the  following  man¬ 
ner  : 

One  wrapping  of  tar  paper  equivalent  to  Asphalt  Satu¬ 
rated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

Three  (3)  layers  of  standard  1  in.  high  grade  “long 
cows’  hair’’  felt  interposed  and  covered  with  one  (1)  layer 
of  builders’  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

One  (1)  covering  of  8  oz.  canvas,  painted  with  two  (2) 
coats  of  waterproof  paint. 

All  wrappings  to  be  independently  applied  and  securely 
fastened  in  place  with  heavy  jute  twine.  Circumferential 
and  longitudinal  joints  to  have  at  least  a  2  in.  lap  staggered 
with  adjacent  layers  and  opposing  leakage  to  the  hair  felt. 

In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not 
permit  of  individual  wrapping. 

Where  a  heating  pipe  is  one  of  the  group,  the  wrapping 
should  be  applied  so  that  the  hot  line  would  serve  all  pipes 
in  the  enclosure.  The  initial  wrapping  of  tar  paper  around 
each  water  pipe  should  be  applied  with  laps  down  and  the 
whole  group  wrapped  with  tar  paper  with  laps  up.  If  due 
to  the  position  of  the  hot  line  sufficient  air  space  would  not 
insulate  the  hair  felt,  then  protection  to  be  effected  by  suit¬ 
able  separators,  or  a  wrapping  of  asbestos  paper  instead 
of  the  tar  paper  around  the  group. 

On  vertical  pipes  particular  provision  to  be  made  to  pre¬ 
vent  slipping  and  tearing  of  insulation  due  to  its  weight. 

To  prevent  slipping  away  of  insulation  at  point  of  en¬ 
trance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  the  bottom  of  the  tank  overlapping  inside  and 
outside  the  insulation  of  the  group  for  a  distance  of  18  in. 
below  the  tank.  This  duck  to  be  well  coated  with  paint. 
Loose  hair  felt  to  be  packed  about  connection  at  tank 
bottom  to  safeguard  against  settling. 

Rule  36.  NUMBER  OF  RISERS.  Each  building  front¬ 
ing  on  more  than  one  street  shall  have  at  least  one  riser 
for  each  street  front.  For  the  application  of  this  rule  a 
corner  building  shall  not  be  considered  as  facing  on  more 
than  one  street  when  it  is  on  but  one  corner.  In  all  cases 
regardless  of  area  or  location  there  shall  be  a  sufficient 
number  of  risers,  so  that  any  portion  of  each  floor  area 
may  be  covered  by  the  stream  from  a  standpipe  hose  not 
exceeding  100  ft.  in  length. 


Rule  37.  FIRE  TOWER  RISER.  Each  standpipe  riser 
shall  be  located  within  a  stair  enclosure  and  one  riser  must 
be  located  in  main  stairway  or  fire  tower. 

Where  impracticable  to  locate  a  riser  within  the  stair 
enclosure,  the  Fire  Commissioner  may  permit  it  to  be  lo¬ 
cated  immediately  adjacent  to  a  stair  enclosure,  public 
corridor  or  other  suitable  place. 

Rule  38.  HOSE  STREAM  ALLOWANCE.  Not  more 
than  10  feet  will  be  allowed  for  the  throw  of  hose  stream, 
except  where  the  static  pressure  at  the  hose  outlet  is  15 
lbs.  or  more,  when  20  ft.  will  be  allowed. 

Rule  39.  SIZE  OF  CROSS-CONNECTION.  Where 
there  are  two  or  more  risers  in  a  standpipe  (fire  line) 
equipment,  all  risers  shall  be  cross-connected  by  piping  of 
a  diameter  at  least  equal  to  the  diameter  of  the  largest 
riser,  but  in  no  case  shall  the  cross-connection  be  less  than  1 
five  inches.  | 

Rule  40.  FIRE  PUMPS.  Where  Required: 

(a). In  every  building  hereafter  erected  exceeding  250  ft. 
in  height,  as  described  in  Schedule  A,  an  electric  cen¬ 
trifugal  fire  pump  shall  be  kept  in  readiness  for  immediate  I 
use  of  the  Fire  Department  during  all  hours  of  the  night 
and  day,  including  Sundays  and  holidays. 

Rule  41.  ARRANGEMENT  AND  SUPPLY  OF  FIRE 
PUMPS.  Fire  pumps  shall  be  connected  to  the  standpipe 
systems  and  have  a  capacity  of  750  gallons  of  water  per 
minute  at  a  pressure  of  from  50  to  80  lbs.  at  uppermost 
hose  outlet,  fed  from  such  pumps.  Fire  pumps  shall  draw 
from  steel  or  reinforced  concrete  suction  tanks.  For  the 
purpose  of  testing  fire  pumps  a  4  in.  diameter  branch 
shall  be  taken  from  the  discharge  line  at  the  pump  side  of 
the  check  valve  and  run  to  the  suction  tank  over  the  side  or 
through  the  side  above  the  overflow  level.  From  this 
branch  there  shall  be  taken  a  4  in.  line  with  an  approved 
type  pressure  relief  valve,  extending  to  the  tank  in  a  man¬ 
ner  similar  to  that  of  the  4  in.  test  line.  In  the  4  in.  test 
line  between  the  4  in.  relief  branch  and  the  tank  there  shall 
be  placed  an  O.  S.  &  Y.  gate  valve,  which  shall  be  kept 
closed  except  during  a  test  of  the  fire  pump.  In  the  line 
from  the  fire  pump  to  the  standpipe  risers  and  beyond  the 
test  branch  there  shall  be  placed  an  approved  type  check 
valve  in  a  horizontal  position  and  also  an  O.  S.  &  Y.  gate 
valve,  the  latter  to  be  open  except  when  the  fire  pump  is 
undergoing  test.  A  pressure  gauge  shall  be  provided  and 
connected  to  the  discharge  line  of  the  pump. 

The  piping  connecting  discharge  from  fire  pumps  shall 
be  of  same  diameter  as  the  main  riser. 

Rule  42.  NUMBER  AND  LOCATION  OF  FIRE  i 
PUMPS. 


SCHEDULE  A 


Approximate  Location  of  Pumps 

Height  fr 
Uppermo 
Hose  Out 

to  grade ’ 

Total  No. 
of  Pumps 
Required. 

1st  Pump 

2nd  Pump 

3rd  Pump 

4th  Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

Above  level 
of  First 
Pump 

250'  to  400' 

1 

Below  grade 
level 

401'  to  500' 

2 

Below  grade 
level 

200'  to  250' 

501'  to  600' 

2 

Below  grade 
level 

250'  to  300' 

601'  to  700’ 

3 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

701'  to  800' 

3 

Below  grade 
level 

250'  to  300' 

500'  to  600' 

801'  to  900' 

4 

Below  grade 
level 

200'  to  250' 

400'  to  500' 

600'  to  750' 

901'  to  1000' 

4 

Below  grade 
level 

250' 

500' 

750' 

*  The  uppermost  hose  outlet  shall  not  include  pent  house 
outlet 
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INg'dICT  feftE  ™  buildings  exceed. 

grade  ievel  ^^Ppemios^'hi^i^ouUet'shal'l^ie'provMed^wTth 

fin^ofSotsrr/rnp50  **  °f  abL 

•  Rle  ^  fTAN,K  CAPACITIES.  Suction  tanks  supplv- 

!oSnnohe  nrSt  °r  owejt  PumP  sha11  contain  not  less  ?than 
10  000  gallons  reserved  for  fire  pump.  Intermediate  tanks 
and  uppermost  suppjy  tanks  for  buildings  between  250  and 

San  SHOO deSnnbed  m  ab°Te  SGhedule  sba11  co*tain  not  fess 
than  5,000  gallons  reserved  for  fire  pump.  Uppermost  sun 

ply  tanks  on  all  other  buildings  shall  contain  notTss  than 

&*****  bne-  Suction  tanks 

Rule  45  TANK  STRAINERS.  All  supplv  tanks  shall 
IinePs  Wlth  br°nZe  StramerS  at  pump  "ndy  riser  intake 

•  ,46:  CENTRIFUGAL  FIRE  PUMPS.  Fire  pumps 
instaHed  under  these  rules  shall  have  a  capacity  of  750 
G.  P.  M  and  shall  be  of  the  multi-stage  motor  driven  Cen- 

designed,  constructed  and  installed  to  render 
the  highest  possible  efficient  and  reliable  fire  service 
The  pump  shall  be  located  in  a  room  of  fireproof  con- 

nreUShtnf  V7ilat6d’  Hghted  and  drained  endosed 

in  eight  (8)  inch  brick  or  concrete  walls  with  approved  fire 

doors  at  openings  and  with  fireproof  floor  and  ceiling  con¬ 
struction  If  located  in  the  lowest  story  of  the  building  the 
pump  shall  be  placed  on  a  foundation  not  less  than  one’  ( 1 ) 
foot  in  height.  The  pump  room  shall  be  readily  accessible 
with  safe  egress  for  the  attendant  y  accessibJe 

o?pLsXarEbronzea11  eXP°Sed  *° 

The  pumps  shall  be  fitted  with  fire  fittings  consisting  of 
capacity  name  plate,  pressure  gauges,  relfef  valves  hose 

Stan'i0  ^  TTd  ^  aPProved  2j4  in.  hose  valves  with 

Standard  Fire  Department  male  threads.  Fire  pumps  shall 

shad  th?10  K  sapP]y  unde.r  a  head  of  water  and  in  no  case 
2  lheJe  be  less  than  six  (6)  feet  between  water  level  in 
tank  and  centre  line  of  pump. 

The  pump  specifications  shall  be  within  the  uniform 

;im»  of  “The  National  Standard"  as  adopted  bv  the' 
following  associations:  p  y  e 

Associated  Factory  Mutual  Companies, 

National  Board  of  Fire  Underwriters 

or  as  approved  by  the  Board  of  Standards  and  Appeals 

fSi  neJdmrPS  t?  designed  to  operate  at  not  less  than  five 

pressure^wh^h116^^660^5  t0  glVe  five  (5)  Pre-determined 
p  sures  which  will  insure  a  maximum  pressure  of  80  lbs 

md  a  minimum  pressure  of  50  lbs.  throughout  the  buildin 

pump  equipment  shall  be  so  designed  that  it  will 

num  of  ^lb^  y  &t  eaSt  fi^e  (5}  Speeds  to  Provide  a  mini- 

eZred  m°re  than  one  PumP  » 

ievt  hilp1  th  be  cap?ble  of  pumping  to  the  level  of  the 
lext  highest  pump  station  in  case  of  breakdown  of  inter¬ 
mediate  pumping  unit. 

To  provide  for  this  standby  service  the  fire  pump  shall 
un  at  nine  (9)  pre-determined  speeds,  namely,  five  (5)  for 
ontinuous  service  and  four  (4)  for  standby  service. 

Rule  47.  GENERAL  SPECIFICATIONS.  Pumnimr 
quipment  shall  be  free  from  defects  in  design,  workman* 

perathon  mnwTl!  and,?ha11  giYe  ProPer  and  ’  continuous 
e  subject  tl  Un6  condltl°nsu  of  service  specified  and  shall 
ppeals  approval  of  the  Board  of  Standards  and 

hcSringl-tnt°  fco"struction  of  this  equipment 
irts  shJl  Lb  ?Uahty  of.theiJ  respective  kinds  and  all 
S4  duty  servTc^  pr°P°rtl0ned  50  as  to  be  adaptable  for 

vMedhnln^US  shalVbe  °f  close  ^rained  cast  iron  and 
mtions  tP  !  y’  aad  havins  suction  and  discharge  con¬ 
ations  in  the  lower  half,  so  that  the  top  casing  can  be  re- 
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p „°Ied  Wlth?ut  breaking  water  connections.  Casing  shall 

side  of  fladdltT  t0  flange  bo,ts>  additional  heavy  bolts  in- 
shafl  heflt  Pi  prevent  ieakage  between  stages.  Casing 

in  excess  oVwotofp^eTsu^  t0  WithStand  PreSSUre  5°% 
Shaft  shall  be  made  of  best  grade  nickel  steel 
finish  1  bC  gr°Und  aH  °Ver  to  close  bmits  and  a  high 

IMPELLERS :  Impellers  shall  be  of  the  enclosed  type  of 
best  grade  of  phosphor  bronze  finished  all  o^er  P 

f-SaS  orSohthLbeequ0afl 

ring^hall  §be  sturdy1  lodc^^tn^he  ^aslng^^’  CaSing 

andHexSdSthm^VP;  |haft  sleeves  shall  be  of  bronze 
na  extend  through  stuffing  boxes  to  protect  the  shaft 

from  corrosion  and  wear  irom  the  packing  “ 

BEARINGS  :  Bearing  brackets  shall  be  of  the  best  erade 
half  orthe'cTskg^51  ^  ^  SeCUrdy  b°lted  t0  the  lower 

wifpep?npg  bra,ckfts,.ls.haI1  contain  cast  iron  bearings  lined 
Whcp  fihKrade  babbltt  and  sha11  be  removable  Ea?h  bear- 
lXcaa!onbe  CqmPPed  With  «o.  insuraehprbopaer 

STUFFING  BOXES:  Stuffing  boxes  shall  be  of  snf 
water  teaPrri!,yroYebnro„ezXeCeSSiVe  and  Sha" 

by  br°- 

provided* ^^^ished'pads  ttewthch  the  pmno 

sit  nJfCb:  SCrCmS  ,^ur.nisbed  to  assist  in  aligning  Bed  plate 
shall  be  provided  with  ample  drip  rims,  drilled  and  tapped 
for  piping  connections  on  both  ends.  PP 

PAINTING:  Pumps  shall  be  painted,  filled  rubbed 
down  to  an  even  surface  and  finished  with  a  drab  steel 
color  machine  paint,  and  the  inside  of  the  oil  reservoirs 

oil-reesistingpgate  ‘°  ^  Painted  white  with  a  special 

SPECIFICATIONS  FOR  ELECTRTrAT 
CONTROL  AND  OPERATION  OF  FIRE  PUMPS 

TESTING:  Pumps  shall  be  tested  at  the  plant  of  manu- 

sfneHfinaV°  Aat  they  Can  fulfiU  requirements  of 

specifications  and  guarantees  made. 

thP^T8xP"1Ul^^Ve  ^p^^^r^°up*pOyP^ClThebspeed*of 
byemo0rte°tha.t„naad  mUSt  n0t  exceed  the  SP“d  a‘  f“*‘  >pad 

fpAIter'iatin§)  current  motors  shall  be  of  a  slip  ring  type 
that  will  surely  start  and  attain  full  speed  under  the  current 
supply  conditions  where  pump  is  to  be  installed.  Approval 
re  pump  installations  will  be  contingent  on  proper  at¬ 
tention  being  given  to  the  features  mentioned  herefn 

(b)  With  a  room  temperature  not  exceeding  40  deg  C 

Sg  4SSdh  r  6  dpeSlgned  f°r  a  ,temperat-c  risegnot  exfeed- 
ing  40  deg.  C.  when  carrying  their  rated  full  load  continu¬ 
ously  and  shall  also  be  able  to  run  continuously  with  an 

fnVthp°?d  °f  1Sb%  wl,tbout  stress  and  without  injurious  rise 
thp  W  PCratUre'  Motors  sha11  be  able  to  withstand  under 
the  above  room  temperature  an  overload  of  25%  for  2 

bi°^S-0r1  a  momentary  overload  of  50%  without  injury  No 

t£er\?sts°rTheChaniCal  +weakness  shouId  develop  during 
uiese  tests.  The  rise  in  temperature  shall  be  measured  in 

accordance  with  the  Standardization  Rules  of  the  w 
can  Institution  of  Electrical  Engineers. 
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Motors  shall  be  of  such  capacity  that  at  rated  voltage 
115%  of  its  full  load  ampere  rating  will  not  be  exceeded 
under  any  conditions  of  pump  load. 

(c)  Motor  and  control  apparatus  must  be  protected  from 
water  coming  from  possible  leakage,  or  breakage  of  any 
connection  at  the  pump  or  other  piping  in  its  vicinity,  in¬ 
cluding  hose  lines  which  may  be  connected  to  the  pump. 

(d)  Motor  windings  shall  be  thoroughly  impregnated 
with  an  insulating  compound  suitable  for  resisting  moisture. 

(e)  Bearing  shells  and  caps  for  motors  shall  be  of  the 
split  type  on  at  least  the  driving  end,  to  permit  removal  and 
replacement  without  disturbing  the  motor  or  shaft  after  in¬ 
stallment. 

VARIABLE  SPEED  CONTROL  OF  MOTORS  shall 
be  provided  except  for  fire  pumps  in  theatres  as  required 
under  Rule  86.  Not  less  than  five  stages  of  speed  variation 
will  be  permitted. 

AUTOMATIC  STARTERS  will  not  be  permitted  ex- 
cept  as  provided  for  under  Rule  86  (Theatres,  etc.)  of 
Standpipe  Fire  Line  Rules. 

CONTROLLING  EQUIPMENT :  The  following  speci¬ 
fications  cover  the  construction  and  installation  of  con¬ 
trolling  equipments  of  manually  operated  devices  for  the 
control  of  electric  motors  driving  fire  pumps. 

In  materials,  details  of  construction,  test  and  installation, 
except  as  modified  or  supplemented  by  these  requirements, 
all  parts  of  the  equipment  shall  comply  with  Chapter  9  of 
the  Code  of  Ordinances. 

All  equipments  shall  be  specifically  approved  for  fire 
pump  controlling  purposes. 

DESIGN :  (a)  The  design  of  all  parts  must  be  such  as 
to  secure  simplicity,  strength,  durability  and  ease  of  opera¬ 
tion. 

(b)  All  parts  must  be  mounted  on  one  or  more  panels  of 
slate,  marble  or  other  approved  material,  supported  in  a 
substantial  manner  on  an  iron  frame,  and  the  entire  equip¬ 
ment  must  comply  with  the  requirements  for  switchboards 
in  Chapter  9  of  the  Code  of  Ordinances. 

(c)  All  parts,  such  as  bearings,  cams  and  latches,  the 
operation  of  which  is  liable  to  be  interfered  with  by  cor¬ 
rosion,  must  be  made  of  phosphor  bronze  or  similar  metal, 
except  where  magnetic  qualities  are  essential.  Springs  must 
be  of  phosphor  bronze  or  similar  metal,  or  protected  against 
corrosion  in  an  approved  manner. 

OPERATING  MECHANISM:  (a)  The  operation  shall 
be  such  that  the  motor  is  directly  started  by  a.  single  lever, 
which  shall  be  arranged  to  move  in  one  direction  from  the 
initial  to  the  final  position. 

(b)  Electrical  actuating  devices  will  not  be  approved. 

(c)  Where  direct  current  is  used,  an  auxiliary  field  re¬ 
sistance  shall  be  provided  which  can  be  used  to  increase  the 
motor  speed  10  per  cent. 

RESISTANCES:  Starting  resistances  must  be,  unless 
inside  of  the  motor,  of  the  grid  type,  and  comply  with  the 
requirements  of  starting  duty  rheostats  as  given  in  Chapter 
9  of  the  Code  of  Ordinances. 

OVERLOAD  PROTECTION :  (a)  Each  motor  lead 
must  be  protected  by  a  circuit-breaker.  With  direct  current 
motors,  leads  must  be  protected  by  a  single-pole  circuit- 
breaker  in  each  lead,  or  by  an  approved  double  coil,  double 
pole  circuit-breaker  so  designed  that  each  pole  must  be 
closed  independently  of  the  other. 

(b)  Circuit-breakers  to  be  calibrated  to  400  per  cent,  of 
normal  motor  current. 

(c)  No  fuses  nor  other  overload  release  devices  except 
circuit-breakers  are  permitted,  except  in  instrument  and 
pilot  light  leads. 

WIRING’:  All  wiring  shall  be  installed  in  rigid  iron 
conduit. 


SWITCH :  An  approved  knife  switch  for  independem 
sources  of  supply  must  be  provided,  having  one  pole  foi 
each  supply  wire  in  circuit. 

PILOT  LAMP  AND  INSTRUMENTS:  (a)  A  piloi 
lamp  connected  on  the  motor  side  of  the  circuit-breakei 
must  be  provided  to  indicate  the  presence  of  voltage  on  th( 
line. 

(b)  A  voltmeter  and  ammeter  must  be  provided  and  suit¬ 
ably  mounted  and  connected  as  a  part  of  the  control  equip¬ 
ment. 

MARKING:  (a)  A  name  plate  must  be  provided  giving 
the  name  of  the  manufacturer  and  the  rating  of  the  equip¬ 
ment  in  volts  and  amperes. 

(b)  All  line  and  motor  terminal  connections  must  be  suit¬ 
ably  marked  so  that  they  can  be  readily  identified. 

CONTROL  PANEL:  The  control  panel  shall  be  con¬ 
structed  of  a  high  grade  of  electrical  slate  or  marble  oi 
other  approved  material. 

The  supporting  frame  shall  be  so  arranged  that  the  bot¬ 
tom  of  the  panel  will  not  be  less  than  24  inches  above  the 
floor. 

INSTALLATION  OF  APPARATUS:.  The  control 
panel  shall  be  located  close  to  and  within  sight  of  the  mo¬ 
tor.  If  a  pump  room  used  for  no  other  purpose  and  con¬ 
taining  no  other  apparatus  except  the  fire  pump,  its  motor 
and  its  accessory  appliances  is  provided,  the  controlling 
equipment  shall  be  placed  in  this  room. 

The  control  panel  shall  be  so  protected  that  it  will  not  be 
injured  by  water  escaping  from  pump  or  connections. 

Except  where  special  permission  is  granted  by  the  Fire 
Commissioner  the  controlling  equipment  shall  be  protected 
from  mechanical  injury  by  one  of  the  following  methods: 

(a)  Grille  or  lattice  partitions  so  placed  as  to  completely 
enclose  the  control  panel  and  starter. 

(b)  The  entire  equipment  of  the  panel  and  starter  may. 
be  enclosed  at  the  sides,  front,  back  and  top  in  a  thoroughly 
substantial,  ventilated  sheet  iron  or  steel  cabinet  of  not  less 
than  No.  12  U.  S.  metal  gauge  in  thickness  with  hinged 
doors  with  glass  panel  in  front  of  pilot  light.  When  panel 
is  in  a  fireproof  room  and  not  subject  to  mechanical  injury 
an  enclosing  cabinet  shall  not  be  required. 

TEST  OF  EQUIPMENT :  The  entire  equipment  shall 
be  subject  to  test  and  inspection  by  representatives  of  the 
Fire  Commissioner. 

POWER  SUPPLY :  Where  the  power  supply  can  be 
obtained  from  two  separate  street  feeders,  two  separate  and 
distinct  services  shall  be  installed.  1 

Where  current  is  taken  from  an  underground  Edisom 
three-wire  system  and  the  power  lines  are  protected  by  ap¬ 
proved  conduit  from  a  point  where  they  enter  the  building 
to  the  control  panel  in  the  pump  room,  it  will  be  considered 
an  acceptable  source  of  power  supply.  J 

Isolated  Plant:  Where  the  source  of  supply  is  an  isolated 
plant  located  in  the  building  an  auxiliary  service  of  suf¬ 
ficient  capacity  shall  be  obtained  from  some  outside  source. 

Transmission  Lines :  (a)  The  lines  between  the  power 
plants  and  the  pump  room  must  be  of  such  number,  so 
arranged  and  so  located  that  there  will  be  small  chance  of 
an  interruption  of  service  to  the  motor,  due  to  accident  to 
the  lines.  All  wiring  in  the  pump  room  must  be  in  approved 
conduit.  ' 

Where  the  valves  involved  are  large  and  the  crippling  of 
this  pump  service  would  seriously  affect  the  protection  of 
the  property,  at  least  two  separate  lines  from  the  power 
plant  or  plants  to  the  pump  installation  shall  be  provided. 
The  lines  must  be  run  by  separate  routes  or  in  such  man¬ 
ner  that  a  failure  of  both  at  the  same  time  will  be  only  a 
remote  possibility. 

(b)  Each  line  between  the  power  plant  and  pump  room 
shall  be  of  such  size  that  its  safe  carrying  capacity  as  given 
in  Chapter  9  of  the  Code  of  Ordinances  will  not  be  ex¬ 
ceeded  by  the  load  carried. 
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Where  direct  current  motors  are  used,  the  voltage  at  the 
motors  must  not  drop  more  than  5  per  cent,  below  the  volt¬ 
age  rating  of  the  motors  when  the  pumps  are  being  driven 
at  rated  output,  pressure  and  speed,  and  the  lines  between 
motors  and  power  stations  are  carrying  their  peak  loads. 

When  alternating  current  motors  are  used,  the  voltage  at 
the  motors  under  these  same  conditions  must  not  drop  more 
than  8  per  cent,  below  the  voltage  rating  of  the  motors. 

(c)  The  overload  protective  devices  at  the  power  plants 
and  where  provided  at  various  points  on  the  lines,  must  be 
oi  sucn  rating  and  so  set  that  they  will  open  the  circuit 
only  under  short  circuit  conditions. 

Approved  fuses  may  be  used,  if  desired,  except  for  the 
protection  of  the  pump  motor  where  circuit  breakers  are 
required.  The  fuses,  however,  must  be  of  such  size  that  an 
overload  or  short  circuit  at  the  motor  or  its  control  ap¬ 
paratus  will  not  cause  them  to  open  the  circuit,  but  instead 
the  circuit  breaker  protecting  the  motor. 

|  TRANSFORMERS :  Where  it  is  necessary  to  install 
transformers  they  shall  be  installed  in  accordance  with 
Chapter  9  of  the  Code  of  Ordinances. 

Rule  49.  SIGNALLING  DEVICES.  All  buildings  where 
variable  speed  control  of  fire  pump  motors  is  required  shall 
be  equipped  with  an  approved  coded  closed  circuit  signal¬ 
ling  system.  The  signalling  stations  shall  be  located  one  on 
each  floor  at  main  riser  This  system  shall  be  so  arranged 
that  a  coded  signal  can  be  transmitted  to  the  pump  rooms 
An  eight-inch  gong  shall  be  provided  in  all  pump  rooms 
and  at  such  other  locations  as  the  Fire  Commissioner  may 
direct.  All  apparatus  used  in  connection  with  the  signal- 
hng  system  shall  be  of  an  approved  type  and  installed  as 
outlined  in  rules  governing  the  installation  of  interior  fire 
alarm  systems. 

At  alternate  signal  sending  stations  there  shall  be  pro¬ 
vided  an  approved  closed  circuit  strap  key  enclosed  in  a 
sheet  metal  box  equipped  with  a  paracentric  Fire  Depart¬ 
ment  lock  and  approved  hinges. 

The  strap  key  shall  be  connected  in  series  with  the  box 
1  circuit  of  the  signal  sending  station. 

A  card  of  instructions  shall  be  placed  in  the  pump  room 
giving  code  numbers  of  signalling  stations,  the  pressures 
o  tamable  at  different  speeds  of  the  motor  and  such  other 
iniormation  the  Fire  Commissioner  may  direct. 

.  Rul,e  50-  RELAY  STANDPIPE  SYSTEM.  ’  All  build¬ 
ings  hereafter  erected  exceeding  400  ft.  from  grade  to 
highest  hose  outlet  shall  be  provided  with  an  intermediate 
combination  gravity  and  suction  standpipe  supply  tank  and 
a  tire  pump  as  required  under  Schedule  A. 

Each  tank  shall  have  at  least  5,000  gallons  of  water  re¬ 
served  for  the  fire  lines  and  shall  be  connected  to  fire  line 
sjstem  as  described  in  Rule  30  for  intermediate  tanks  ex- 
cfp  ,™t  ln  addition  to  the  requirements  of  Rule  30,  there 
shall  be  provided  a  long  turn  by-pass  8  inches  in  diameter 
around  the  tank  check  valve  and  the  O.  S.  &  Y.  gate  valves. 
An  8-inch  O.  S.  &  Y.  gate  valve  SEALED  CLOSED  shall 
be  provided  in  the  by-pass  line. 

Each  tank,  shall  be  provided  with  overflow  and  emer¬ 
gency  drain  lines  as  required  in  Rules  19  and  20,  except  that 
such  lines  shall,  drain  to  roofs  of  set  backs  on  building,  or 
into  house  drain  lines  providing  the  house  drain  line’  or 

mes  are  equal  in  sum  total  to  the  sum  total  in  diameter  of 
the  drain  lines. 

The  fire  pump  shall  have  a  capacity  of  not  less  than  750 
gallons  of  water  per  minute  and  shall  deliver  through  the 
standpipe  main  feed  riser  at  a  pressure  not  less  than  50  lbs. 

to  the  square  inch  at  the  highest  hose  outlet  fed  by  said 
pump.  J 

All  fire  pumps  shall  be  located  on  a  raised  base  at  least  24 
me  es  above  the  floor  and  on  the  floor  below  the  supply 
>ank  with  the  suction  line  as  direct  as  practicable. 

the  pump  discharge  line  shall  be  connected  to  the  main 
ee  riser  feeding  up,  and  outside  the  horizontal  tank  check 
v*  ve  hoc,  and  the  upward  swinging  check  valve  in  the 


main  riser.  An  O.  S.  &  Y.  gate  valve  shall  be  provided  at 
a  point  between  the  pump  discharge  connection  and  the 
up Tv.ard.  swingmg  check  valve  SEALED  OPEN. 

I  he  fire  pump  and  motor  shall  be  located  in  a  watertight 
room  as  close  to  fire  tower  as  practicable,  properly  drained 
ny  a  o-inch  line  to  house  drain  or  scuppers  in  exterior  wall. 

le  electrm  switch  controlling  the  motor  shall  be  marked 
on  panel  FIRE  PUMP  SWITCH”  in  1  inch  white  letters 
on  a  red  background. 

R.ule  51.  NUMBERING  ON  VALVES.  All  gate  valves 
on  tanks  fire  lines  and  pumps  shall  be  numbered  by  3-inch 
red  metal  disc  with  white  numbers  2  inches  high  secured  to 
wheel  of  valves. 

,  R“le  -52;  J  PUMP  R00M  DIAGRAM,  a  white  and 
b[  i,  Pnnt  drawi}  to  a  scale  of  one-quarter  inch  to  the  foot 
shall  be  provided  in  a  glass  frame  showing  the  tank,  fire 

PnI7iPla  -pipe  h.nes  and  valyes.  The  number  of  each  valve 
shall  be  shown  in  addition  to  purpose  of  each  water  line. 

the  print  shall  include  instructions  as  to  method  of 
s  arting  and  operating  pump,  closing  main  line,  gate  valve 
and  opening  by-pass  valve. 

Rule  53.  FIRE  LINE  TELEPHONE.  In  all  buildings 
nu  a  a  vanaPR  speed  control  of  fire  pump  motors  is  re¬ 
quired  there  shall  be  provided  a  multiple  telephone  system 

main  6rhm C  each  pUmp  room-  and  in  the 

mam  lobby  and  individual  telephones  located  on  alternate 
floors  near  the  main  fire  line  riser 

The  operation  of  the  system  shall  be  such  that  any  in¬ 
dividual  telephone  may  call  and  converse  directly  with  any 
master  telephone.  The  master  telephones  may  call  and  con¬ 
verse  directly  with  each  master  telephone 

ter  teSleXphoCnesVibrating  ^  bdl  ShaU  be  loaited  at  the  mas_ 

,  mast?r  te]ePh°nes  in  pump  room  below  grade  level 
.hall  be  equipped  with  a  loud  speaking  receiver  so  that  the 

WC V80  C  ea c  y  ard  audibly  heard  at  a  distance  of  not 
less  than  fifteen  feet  from  the  receiver. 

WIRING:  The  wiring  for  the  telephone  system  shall  not 
be  smaller  than  No.  18  rubber  covered  wire  installed  in 
rigid  iron  conduit.  The  conduit  system  shall  contain  no 
conductors  other  than  fire  line  telephone  conductors. 

1  lie  hie  line  telephone  system  shall  be  properly  maintain¬ 
ed  and  ready  for  use  by  the  Fire  Department  at  all  times 

w?tU1wt,c4-  LINE  EMERGENCY  CONTROL 

VALVES  IN  BUILDINGS  OVER  400  FEET  IN 
rlLlCHT  (per  Schedule  A).  At  the  base  of  the  main  feed 
riser  or  below  the  hose  outlet  valves  on  the  first  story  at 
each  pump  room  elevation,  and  at  each  approximate  one- 
thnd  the  height  above  the  fire  pump  elevations  and  the 
pumP  or  roof  tank  next  above,  there  shall  be  provided  O 
b.  N  Y.  emergency  control  valves  in  the  main  feed  riser 
properly  numbered  and  shown  on  the  fire  pump  blue  print 
heretofore  described. 

Rule  55.  EMERGENCY  TOOL  BOX.  Where  fire 
pumps  are  required  under  these  rules  there  shall  be  pro¬ 
vided  in  each  pump  room  an  emergency  fire  department 
tool  box,  painted  a  fire  department  red,  with  3-inch  white 
Rtters  reading,  “Emergency  fire  line  tool  box.”  The  box 
shall  be  secured  to  the  wall  and  be  fitted  with  a  fire  depart¬ 
ment  lock  and  contain  the  following : 

1 — 3-foot  Stillson  wrench. 

4 — 292-inch  plugs  with  pipe  threads. 

4 — 2^4-inch  caps  with  hose  threads. 

2  Spanner  wrenches  of  Fire  Department  pattern. 

4 — 25^-inch  double  female  hose  connections,  with  Fire 
Department  threads. 

Rule  56.  EMERGENCY  AND  TESTING'  HOSE. 
Where  fire  pumps  are  required  under  these  rules  there  shall* 
be  provided  in  each  pump  room  not  less  than  two  50-foot 
lengths  of  rubber  lined  292-inch  hose,  of  Fire  Department 
quality,  and  one  l^-inch  nozzle  of  controlling  type.  All 
couplings  to  be  of  Fire  Department  pattern  and  threads. 
Hose  shall  be  supported  by  hooks  secured  to  enclosure 
walls  of  pump  room. 
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Rule  57.  LOCATION  OF  LOWER  FIRE  PUMP  IN 
RELATION  TO  HORIZONTAL  LINE  CONTROL 
VALVES.  In  a  single  main  riser  system  the  fire  pump 
discharge  line  to  riser  shall  be  as  short  as  practicable. 

In  a  two  (2)  main  riser  system  the  pump  discharge  line 
to  cross  connection  shall  be  located  between  the  two  risers. 
An  emergency  gate  valve  of  the  O.  S.  &  Y.  type,  sealed 
open,  shall  be  provided  in  the  cross-connection  on  each  side 
of  the  discharge  line  connection. 

In  a  three  (3)  main  riser  system  the  pump  discharge  line 
shall  be  connected  to  the  cross-connection  on  each  side  of 
the  central  riser.  Three  (3)  emergency  gate  valves  as  above 
shall  be  provided  as  follows:  One  (1)  at  the  base  of  the 
central  main  riser  and  one  (1)  on  each  side  of  the  dis¬ 
charge  line  connection  on  the  riser  side. 

In  a  four  (4)  main  riser  system  the  pump  discharge  line 
to  the  cross-connection  shall  be  centrally  located  so  as  to 
provide  two  risers  on  each  side  of  pump  connection.  An 
emergency  gate  valve  shall  be  provided  in  the  cross-connec¬ 
tion  on  each  side  of  the  discharge  connection. 

In  a  five  (5)  main  riser  system  the  pump  discharge  line 
shall  be  connected  on  each  side  of  the  third,  or  central 
riser,  and  shall  be  provided  with  gate  valves  located  as 
described  in  a  3  riser  system. 

In  a  six  (6)  main  riser  system  the  pump  discharge  line 
shall  be  centrally  located  so  as  to  provide  three  risers  on 
each  side  of  pump  connection  and  shall  be  provided  with 
gate  valves  located  as  described  in  a  two  and  four  riser 
system. 

For  the  purpose  of  this  rule  a  main  riser  is  any  vertical 
riser  other  than  a  branch  riser  with  not  more  than  three 
(3)  hose  outlets  above  the  cross-connection. 

Rule  58.  EMERGENCY  SAFEGUARDS.  For  the 
purpose  of  prolonging  the  use  of  the  standpipe  fire  lines  in 
case  of  failure  or  break,  it  is  necessary  to  provide  and 
properly  locate  emergency  gate  valves  of  the  O.  S.  &  Y. 
type  as  follows : 

Rule  59.  EMERGENCY  VERTICAL  LINE  CONTROL 
VALVES.  All  standpipe  fire  line  systems  hereafter  in¬ 
stalled  in  buildings  over  four  (4)  stories  or  50  ft.  in  height, 
and  up  to  400  ft.,  as  described  in  Schedule  B,  shall  be  pro¬ 
vided  for  as  follows :  In  each  riser  an  O.  S.  &  Y.  gate 
valve  shall  be  provided  below  the  first  story  hose  outlet.  If 
the  interior  stairway  extends  from  hallway  on  first  story  to 
cellar  the  gate  valve  shall  be  located  within  the  stairway  en¬ 
closure  below  the  first  story  level. 

A  two-way  2^-inch  hose  outlet  tee  with  two  2^-inch  ap¬ 
proved  valves,  one  of  which  may  be  capped,  shall  be  pro¬ 
vided  in  all  main  risers  6  ft.  to  7  ft.  above  floor  or  stair 
landing  level  of  first  story  with  the  O.  S.  &  Y.  control  valve 
below  the  outlet  tee. 

Where  a  single  main  riser  system  or  a  main  riser  feed 
system  is  installed  and  the  uppermost  hose  outlet  exceeds 
150  ft.  above  grade  level  there  shall  be  provided  in  each 
riser  O.  S.  &  Y.  gate  valves,  in  addition  to  the  gate  valve 
below  the  first  story  hose  outlet  at  approximately  the  level 
above  grade  hereafter  specified. 

SCHEDULE  B 


Height  from 
Uppermost 
Hose  Outlet 
to  Grade 

Total 
Number 
of  Valves 
Required 

Approximate  Location  of  Valves  Above  Grade 

1  St 

Valve 

2nd 

Valve 

3rd 

Valve 

4th 

Valve 

5th 

Valve 

6th 

Valve 

150'  to  200' 

2  to  3 

Below 
the  1  sty. 
outlet 

75' 

150^ 

200'  to  250' 

2  to  3 

ii 

75' 

150' 

250'  to  300' 

3  to  4 

ii 

75' 

150' 

225' 

300'  to  400' 

4  to  5 

it 

75' 

150' 

225' 

300' 

Rule  60.  UPPER  CROSS-CONNECTION  EMER¬ 
GENCY  CONTROL  VALVES.  When  a  two  (2)  main 
riser  system  is  installed  there  shall  be  provided  O.  S.  &  Y. 
emergency  gate  valves  between  the  risers  in  each  cross-sec¬ 
tion,  located  within  the  stairway  enclosure  when  practicable, 
or  as  near  the  door  to  main  stairway  of  fire  tower  as  prac¬ 
ticable,  and  where  the  uppermost  hose  outlet  exceeds  150 
ft.  above  grade,  the  risers  shall  be  provided  with  O.  S.  &  Y. 
gate  valves  as  described  in  Schedule  B. 

Where  a  three  (3)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  between  any  two  ! 
of  the  risers  in  each  cross-connection  and  one  in  the  central 
riser  at  each  cross-connection. 

Where  a  four  (4)  main  riser  system  is  installed  there 
shall  be  provided  O.  S.  &  Y.  gate  valves  in  each  cross- 
connection  between  the  2  central  risers,  so  as  to  provide  2 
risers  on  each  side  of  control  valves. 

Where  a  five  (5)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  between  the  second  and 
third  central  riser  in  each  cross-connection  and  one  in  the 
central  riser  at  each  cross-connection  as  described  in  a  3 
riser  system. 

Where  a  six  (6)  main  riser  system  is  installed  there  shall 
be  provided  O.  S.  &  Y.  gate  valves  centrally  located  in 
each  cross-connection  so  as  to  provide  3  risers  on  each  side 
of  gate  valve— as  described  in  a  two  and  four  riser  system. 

Rule  61.  LOWEST  CROSS-CONNECTION  CON¬ 
TROL  VALVES.  When  the  building  is  provided  with  a 
fire  pump  as  required  by  the  Rules  the  gate  valves  required 
in  the  lowest  cross-connection  shall  be  located  as  described 
under  location  of  Fire  Pumps  and  Horizontal  Line  control  ! 
valves.  1 

Rule  62.  FIRE  TOWER  RISER.  Where  the  building 
is  provided  with  an  exterior  enclosed  fireproof  stairway  or 
fire  tower  the  main  riser  shall  be  installed  in  such  stairway 
and  properly  protected  from  freezing  in  accordance  with 
these  rules  unless  stairway  is  adequately  heated. 

Rule  63.  VALVE  SEALED  OPEN.  All  O.  S.  &  Y. 
gate  valves  shall  be  located  in  an  accessible  position  and  be 
sealed  open  in  an  approved  manner. 

Rule  64.  LADDERS  TO  VALVES.  Where  the  gate 
valve  is  more  than  7  ft.  above  any  floor  or  stair  landing  a 
single  rung  iron  ladder  with  ^2-inch  rungs  and  not  less  than 
10  inches  between  strings  shall  be  provided  at  each  gate 
valve  properly  secured  at  top  and  bottom. 

Rule  65.  VALVE  SIGNS.  Where  the  gate  valves  on 
the  upper  cross-connections  are  not  located  in  the  stair 
enclosure,  a  sign  with  red  background  and  white  letters  not 
less  than  3  inches  high  shall  be  painted  on  the  face  of  the 
wall  within  the  stairway  enclosure  on  the  story  where  the 
gate  valve  is  located,  which  shall  read  as  follows: 
“STANDPIPE  CONTROL  VALVE  NO.  0  IN  LOFT.” 

Where  a  standpipe  riser  is  located  in  a  fire  tower  a  sign 
with  red  background  and  3-inch  letters  as  above  shall  be 
painted  on  the  wall  at  fire  tower  exit  door,  which  shall 
read :  “STANDPIPE  IN  TOWER,”  except  on  that  story 
on  which  the  emergency  control  valve  is  located,  there  the 
sign  shall  read:  “STANDPIPE  CONTROL  VALVE 
NO.  0  IN  TOWER.” 

Rule  66.  VALVES  NUMBERED.  All  emergency  con¬ 
trol  valves  shall  be  numbered  by  means  of  a  metal  disc  not 
less  than  3  inches  in  diameter  painted  red  with  a  white 
number  not  less  than  2  inches  high  and  shall  be  secured  to 
wheel  of  valve  by  chain  or  metal  clamp. 

Rule  67.  FIRE  LINES  PAINTED.  All  standpipe  lines 
not  located  within  a  stairway  enclosure  or  public  corridor 
and  including  the  Siamese  connection  street  riser  wall  col¬ 
lars  and  caps  shall  be  painted  a  Fire  Department  red. 

Rule  68.  SIAMESE  CONNECTIONS  FOR  FIRE 
DEPARTMENT  USE.  Each  standpipe  system  shall  be 
provided  with  one  or  more  approved  tvoe  3  inch  x  3  inch  in- 
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let  Siamese  connections  for  use  by  the  Fire  Department  as 
hereinafter  set  forth.  When  a  building  faces  on  but  one 
street  and  has  a  frontage  of  less  than  250  ft.  and  requires 
but  one  four  (4)  inch  diameter  standpipe  riser  one  Siamese 
connection  shall  be  provided;  where  the  street  frontage 
exceeds  200  ft.  in  length  and  requires  but  two  four  (4) 
'V,,  diameter  standpipe  risers  two  Siamese  connections 
shah  be  provided  for  each  200  ft.  of  street  frontage  or 
“  thereof.  Buildings  exceeding  250  ft.  in  height 
shall  have  not  less  than  two  Siamese  steamer  connections 
for  each  riser  and  buildings  not  more  than  250  ft.  in  height 
shall  have  at  least  one  Siamese  connection  for  each  6  inch 

ruSCii'  i.  Bmldings  having  frontages  on  more  than  one  street 
shall  have  a  Siamese  connection  on  each  street  front  when 
t  e  frontage  is  not  continuous  but  in  all  cases  where  more 
than  one  Siamese  connection  is  required  they  shall  be  prop¬ 
erly  distributed,  and  not  grouped,  as  the  Fire  Commis¬ 
sioner  may  direct. 

RULE.  69.  SIAMESE  HEADERS.  Siamese  headers 
shall  be  independent  of  each  other  and  lead,  as  direct  as 

G’  .t0  nser  • or  cross'c°nnection  header.  There 
s  all  be  at  least  2  Siamese  for  every  8-inch  riser  and  at 
least  1  Siamese  for  every  4  or  6  inch  riser.  Where  there 
are  more  than  one  riser,  the  Siamese  headers  shall  divide 
on  each  side  of  any  emergency  control  valve  in  the  cross- 
connection,  and  such  headers  shall  be  equal  in  sum  total 
to  the  sum  total  of  all  risers  on  either  side  of  the  emer¬ 
gency  control  valves. 

No  Siamese  header  shall  be  larger  than  6  inches.  Siam¬ 
ese  risers,  when  extending  through  sidewalk,  shall  be  of 
bronze  or  fitted  with  a  brass  sleeve,  packed  with  a  water¬ 
proof  compound  between  sleeve  and  riser. 

Rule  7°.  SIAMESE  OMITTED.  Any  building,  other 
than  theatre  with  stage,  not  over  45  feet  in  height  shall 
; not  be  required  to  have  a  Siamese  connection  except  when 
each  building  is  on  a  water-front  or  when  it  is  one  of  a 
group  of  buildings  and  has  a  cross-connection  to  the  stand¬ 
pipe  equipment  in  one  or  more  of  the  other  buildings. 

Rule  71.  LOCATION.  Each  Siamese  connection  placed 
on  the  street  front  of  a  building  shall  be  located  not  less 
than  18  inches  and  not  more  than  36  inches  above  the  side- 
™  level  and  shall  be  set  in  a  horizontal  position  and 
shall  be  readily  accessible  for  Fire  Department  use.  Each 
Siamese  shall  have  cast  in  the  body  on  top  or  on  wall  plate 
in  letters  at  least  1  inch  in  length  and  not  less  than 
inch  in  depth,  the  word  “STANDPIPE.” 

The  piping  connecting  the  Siamese  with  the  standpipe 
equipment  proper  shall  be  not  less  than  5  in.  in  diameter 
v,  iere,  .  er.e  aF.e  two  or  more  4  in.  risers  and  not  less 
han  6  in.  m  diameter  for  risers  of  6  and  8  in.  diameter. 
A/hen  there  is  but  one  4  in.  riser,  connection  from  Siamese 
nay  be  4  in.  in  diameter. 

Rule  72.  SIAMESE  CHECK  AND  DRIP.  In  each 
me  between  the  Siamese  connection  and  the  standpipe  sys- 
■~m  there  shall  be  placed  an  approved  type  swing  check 
a/ve  located  where  practicable  within  10  feet  from  the 
unding  wall.  Between  the  Siamese  and  its  check  valve 
nere  shall  be  placed  a  34-inch  automatic  ball  drip  of  an 
pproyed  type  which  will  close  under  a  pressure  of  nor 
lore  than  7  lbs.  per  square  inch. 


the  shore  Siamese  shall  have  male  connections  and  shall  be 

^ve°witChlarrSnbUt  ShaH  haVe  °n  each  *1*  "  3  in 
CherwJlh  Firu  Eepartment  male  thread  for  hose  connection. 
Check  valve  shall  not  be  provided  for  the  land  end  Siamese. 

Rule  74.  HOSE  OUTLETS.  When  practicable  all 

shaTl  bf2V  ■Sha-11  hrV  PlaCCd  Whhin  a  Stair  encl°sure.  They 
San  6  in  dla™eter’  set  not  less  than  5  ft.  nor  more 

Outlets  anrfh'  t  thZ  S°ur  ,°r  landing  as  the  case  may  be. 

ing  and  shalirnCotSKSha  be  lccated -above  the  floor  or  land- 
mg  and  shall  not  be  over  a  run  of  stairs  or  in  a  stair  well 

^dosuSPthe  Fab  er°  place.  hose  outlets  within  the  stair 

looted  TmmPrtFltr?  Co^missl°ner  may  permit  them  to  be 
located  immediately  adjacent  to  a  stair  enclosure  in  a 

uZTZZ  ?,aCeq  m  rWh,idl  0356  there  shall  be  painted 

upon  the  stair  side  of  the  wall  of  the  stair  enclosure  a 

SicatiTr  rgniin  letJeiI  n0t  less  than  8  in-  in  hdght  in- 
dicatmg  the  location  of  the  outlet.  Where  there  is  a  4-in 

outWSbn  6m  \tS  termination  above  roof  shall  be  a  234-in! 
outlet  hose  valve  properly  capped. 

Rule  75.  MAIN  ROOF  OUTLETS.  All  6  and  8-inch 
main  riser  systems  which  extend  to  intermediate  or  the 
2i/hiWhr°bf  level,sha11  he  provided  with  not  less  than  three 

outlets  Cl,  nSK  Via  Ve  n?anifolds  with  male  threads.  Roof 
outlets  shjdl  be  located  not  less  than  24  in.  nor  more  than 

regulatior^i^F  neaCh/alVe  Sha11  be  provided  with 
regulation  zy2 -in.  Fire  Department  caps.  Where  roof  out¬ 
lets  cannot  be  located  within  a  heated  stair  enclosure  the 
control  valve  shall  be  located  below  the  roof  and  shall 

hnndia  wu  Stem  exte.ndlng  above  the  roof  with  a  wheel 
andle  at  the  upper  end.  Between  the  long  stem  valve  and 

S  a  sTnk0oUrt  at3/here  Shfn  be  a/2  in-  ope"  drip  ^tending 
sink  or  a  %  in.  automatic  ball  drip  of  approved  type 

aWe^Tan-^t^uTred0  *  "  hdSh‘  h°“ 

Rule  76.  SPANNER  WRENCH.  A  spanner  wrench 

Jhall  hG  pr0.vi!ded  at  each  hose  outlet  valve,  such  wrench 
shall  be  of  the  gooseneck  Fire  Department  pattern 

beRleses  7.ha„BIP;!?CH  “NE  SIZE.  No  branch  line  may 
ALT iSl  than  4  In-  in  diameter,  except  that  any  branch 
from  a  riser  or  cross-connection  to  but  one  hose  outlet 
may  be  2/2  in.  if  not  over  four  (4)  feet  "n  Sh  and 

Te7t  i*n  length"  diameter  lf  not  more  than  twenty-five’ (25) 

vid^U/e  vu  ^O^ZLES.  All  234- in.  fire  hose  shall  be  pro- 
vided  with  approved  smooth  bore  nozzles  15  in.  in  length 

1H  Tin  diameter  *°  be  ”0t  IeSS  than  1  in'  nor  more  tha" 

HOSE  Each  outlet  other  than  the  roof  out- 

excen^  that  V'C  \  theret°  2^2  in‘  Unlined  linen  h°se, 

except  that  in  buildings  or  premises  that  do  not  contairf 
occupancies  storing,  handling  or  using  inflammable  motion 
^  ms,or  ni^ro  cellulose  products,  and  which  are  not 
chssified  as  hazardous, _  the  Fire  Commissioner  may  permit 
in  addition  to  the  234  inch  outlet  and  hose  the  installation 
1/2  in.  unlmed  linen  hose  and  valve  There  shall  not 

be  more  than  100  ft.  of  hose  at  any  outlet,  as  required  by 
Section  581,  Chapter  5,  Code  of  Ordinances.  No  single 
length  of  hose  shall  be  less  than  50  ft.  a 


^SIAMESE  CONNECTIONS  FOR  FIRE. 
•OAT  USE,  EXCEPT  WHERE  THE  SOURCE 

ifRFrrPPQ^  IS  FR0^  THE  STREET  MAIN 
biamese  connection  on  piers  or  warehouses, 
c.,  intended  for  fireboat  use  exclusively  shall  be  3^  in. 
8/2  in.  at  inlets  with  Fire  Department  female  thread, 
etween  Siamese  and  the  system  proper  there  shall  be  an 
^proved  type  swing  check  valve,  and  between  the  check 
i  ve  and  the  Siamese  either  a  34-in.  open  drip  without  valve 
;  cock,  or  a  34_m.  automatic  ball  drip  of  approved  type 
°um^£nder  a  pressure  of  not  more  than  7  lbs.  per  sq 
ch.  Where  systems  have  both  fireboat  and  shore  siamese 
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All  hose  used  in  connection  with  the  standpipe  fire  line 

t.fttT/  r6/1  euSt  ^QUaI  m  material  and  construction 
o  the  type  of  hose  bearing  the  approval  label  of  the  Na. 
tional  Board  of  Fire  Underwriters. 

Rule  80.  COUPLINGS.  Hose  couplings  for  standpipe 
shall  be  equal  to  hose  couplings  of  the  regular  Fire  Depart¬ 
ment  pattern  and  thread.  P 

RACKS.  All  standpipe  hose  shall  be  sus 
pended  from  racks  of  stamped  steel  malleable  iron  or  other 

constructed  °f  approved  swjng  type,  so  designed  and 

constructed  that  they  will  permit  of  ready  and  easy  release 

of  hose  for  use.  The  racks  shall  be  supported  securely  and 
substantially  from  standpipe  risers  or  wall,  except  that  where 


RULES 


a  cast  nipple  of  non-corroding  material  is  screwed  into  the 
hose  outlet  valve  the  rack  may  be  suspended  from  said 
nipple.  The  minimum  thickness  of  nipple  to  be  5/16  in. 
In  no  case  will  automatic  racks  be  permitted. 

Racks  shall  be  not  more  than  7  feet  6  inches  above  the 
floor. 

Rule  82.  HOSE  CABINETS.  Hose  racks  may  be  in¬ 
stalled  in  cabinets,  provided  the  cabinets  are  conspicuously 
located  within  a  stair  enclosure,  and  are  of  a  size  sufficient 
to  accommodate  the  entire  equipment  and  permit  of  easy 
handling  of  hose  and  operation  of  valve. 

In  theatres  cabinets  may  be  permitted  outside  of  stair 
enclosures,  provided  they  are  conspicuous,  and  that  during 
performances  the  cabinets  are  illuminated  by  means  of  an 
electric  lamp  placed  inside.  Each  cabinet  shall  have  a  clear 
glass  door  (one  panel  only)  without  lock  and  shall  have 
the  words  “FIRE  HOSE”  painted  on  the  glass  in  letters 
not  less  than  2 /2  inches  in  height. 

Rule  83.  REGULATION  AND  REDUCTION  OF 
PRESSURES.  All  buildings  hereafter  erected  over  250 
ft.  in  height  and  which  do  not  exceed  400  ft.  in  height 
from  the  grade  to  highest  hose  outlet  shall  be  provided 
with  a  roof  gravity  tank  of  not  less  than  5,000  gallons. 

Where  the  above  described  height  exceeds  400  feet,  fire 
pump  and  suction  tanks  shall  be  provided  as  described 
under  Schedule  A. 

Where  the  pressure  on  any  hose  outlet  valve  exceeds  50 
lbs.  either  approved  outlet  pressure  reducers,  set  as  pre¬ 
scribed  by  the  Chief  of  the  Fire  Department,  or  the  Board 
of  Standards  and  Appeals,  shall  be  provided  at  such  outlets. 

Rule  84.  BUILDINGS  IN  COURSE  OF  ERECTION. 
In  buildings  in  course  of  erection  standpipe  fire  lines  shall 
be  carried"  up  with  each  story  after  the  structure  reaches 
the  7th  story  or  a  height  of  85  ft.,  and  there  shall  be 
provided  an  outside  Siamese  pumper  connection  in  a  proper 
and  accessible  place.  Regulation  hose  outlets  on  each 
story  above  the  2nd  shall  be  provided  as  the  work  pro¬ 
gresses.  Hose  outlets  shall  be  provided  with  male  threads 
of  Fire  Department  pattern,  with  hose  and  nozzle  attached, 
to  at  least  every  second  outlet.  The  top  and  bottom  of  each 
riser  and  all  cross  connections  shall  be  securely  capped  at 
all  times  during  the  progress  of  the  work  except  when 
work  on  the  standpipe  fire  line  is  in  progress  at  that  point. 
Temporary  standpipe  risers  used  in  construction  work  and 
not  less  than  3  inches  in  diameter  for  buildings, _  not  ex¬ 
ceeding  400  ft.  in  height,  and  of  larger  diameter,  in  build¬ 
ings  exceeding  400  ft.  in  height,  when  maintained  to  supply 
water  at  all  times,  may  be  accepted  in  lieu  of  the  regula¬ 
tion  standpipe,  provided  it  is  equipped  with  hose  outlets, 
hose  and  Siamese  as  required  above. 

Elevators  or  hoists  shall  be  provided  as  required  in  Rule  6. 

Rule  85.  PLACES  COVERING  LARGE  AREAS. 
Ship  yards,  oil  storage  plants,  amusement  or  exhibition 
parks  or  other  enclosures  when  deemed  necessary  by  the 
Fire  Commissioner  shall  have  one  yard  hydrant  and  hose 
for  each  20,000  sq.  ft.  of  area,  but  in  no  case  shall  there  be 
more  than  250  ft.  distance  between  hydrants.  Hydrants  and 
sufficient  approved  hose  and  a  smooth  bore  1^-inch  Lffider- 
writers  playpipe  shall  be  placed  in  an  approved  hose  house, 
painted  red,  with  words  “FIRE  HOSE”  in  6-inch  white  let¬ 
ters  on  door.  Where  the  area  exceeds  20,000  sq.  ft.  and  not 
exceeding  40,000  sq.  ft.  in  area,  a  gravity  tank  of  at  least 
20,000  gallons  capacity,  elevated  50  ft.  above  the  yard,  or 
25  ft.  above  the  highest  structure  in  the  yard;  or  a  fire 
pump  of  at  least  1,000  gallons  a  minute  capacity,  with  a 
suction  tank  of  at  least  25,000  gallons  capacity,  or  river 
suction  supply  shall  be  provided.  Plants  exceeding  40,000 
sq.  ft.  in  area  shall  be  provided  with  a  fire  pump  of  not 
less  than  1,000  gallons  per  minute  capacity,  suctioning  from 
a  tank  or  sump  of  at  least  30,000  gallons  capacity.  The 
Fire  Commissioner  may  permit  suction  from  a  river  or 
well  if  in  his  opinion  the  required  quantity  of  reasonably 
clean  water  may  be  obtained  thereby,  except  that  where 


river  suction  is  proposed  and  standpipe  primary  water  sup¬ 
ply  is  taken  from  street  main,  approval  of  the  proposition 
shall  be  obtained  also  from  the  Department  of  Water  Sup¬ 
ply,  Gas  and  Electricity.  In  addition  to  yard  hydrants,  the 
Fire  Commissioner  may  require  one  Monitor  nozzle  with 
remote  control  for  each  40,000  sq.  ft.  of  area  or  fraction 
thereof  when  in  his  opinion  an  unusual  hazard  exists  or 
may  exist.  Monitor  nozzles  shall  be  located  as  ordered  by 
the  Fire  Commissioner. 

Standpipe  risers  may  be  connected  to  yard  hydrant  sys¬ 
tems  when  such  systems  are  provided  with  gravity  tanks  in 
accordance  with  this  rule,  or  when  same  conforms  with 
Rule  9,  Subdivision  A  (city  main  connection). 

Yard  hydrant  systems  connected  to  city  main  shall  be 
provided  with  Post  Indicator  valve  located  in  an  accessible 
position.  The  Post  Indicator  valve  shall  be  sealed  or  locked 
open  and  be  painted  a  Fire  Department  red 

Yard  hydrant  systems  with  more  than  one  hydrant  shall 
not  be  connected  to  City  mains  outside  of  the  high  pressure 
fire  service  area,  unless  approved  by  the  Board  of  Stand¬ 
ards  and  Appeals. 

Provision  for  steamer  connections,  fireboat  connections, 
pressure  reliefs  and  general  layout  of  plant  standpipe  sys¬ 
tems  shall  be  made  by  the  Fire  Commissioner  as  his  judg¬ 
ment  may  dictate  for  each  individual  case. 

Fire  extinguishing  equipments  in  addition  to  the  fore¬ 
going  shall  be  prescribed  by  the  Fire  Commissioner  for 
all  oil  storage  plants,  oil  refineries,  fire  work  plants  and 
other  plants  when  deemed  by  the  Fire  Commissioner  as 
presenting  unusual  fire  hazards. 

Rule  86.  THEATRES,  ETC.  In  every  theatre  or  op¬ 
era  house  or  other  building  used  for  theatrical  or  operatic 
purposes  or  amusement  purposes  as  per  Section  520,  Chap¬ 
ter  5,  of  the  Code  of  Ordinances,  the  standpipe  fire  line 
equipments  in  addition  to  the  tank  shall  also  be  supplied 
by  approved  electric  pump  or  pumps  having  a  capacity  of 
at  least  250  gals,  per  minute  at  100  lbs.  per  square  inch  in 
buildings  without  occupancy  above  the  roof  and  at  125  lbs. 
per  square  inch  pressure  in  buildings  having  any  occu¬ 
pancy  above  the  auditorium  roof.  Power  for  pumps  shall 
be  supplied  by  electric  motors  of  sufficient  horsepower  to  1 
drive  pump  without  sign  of  overload.  Pumps  shall  be  by¬ 
passed  to  suction  tanks,  as  provided  for  elsewhere  in  these 
rules  under  FIRE  PUMPS.  Pumps  shall  suction  from  I 
steel  or  reinforced  concrete  tanks  of  not  less  than  5,000 
gallons  water  capacity.  Pumps  shall  deliver  initial  sup¬ 
ply  of  water  and  shall  be  connected  to  an  approved  elec¬ 
tric  device  which,  upon  a  reduction  of  pressure  below  the 
allowable  minimum,  will  automatically  start  the  pump  and, 
upon  a  restoration  of  the  required  pressure,  will  automati¬ 
cally  shut  off  the  pump.  The  automatic  starting  device 
shall  be  set  to  cut  in  at  60  lbs.  pressure  and  to  cut  out 
at  80  lbs.  pressure.  In  addition  to  the  automatic  starting 
device  there  shall  be  provided  a  hand  starter  for  emer¬ 
gency  use  and  there  shall  also  be  provided  a  pressure  gauge 
on  the  panel  board. 

Rule  87.  STREET  MAIN  CONNECTIONS.  Subject 
to  the  requirements  of  the  Department  of  Water  Supply, 
Gas  and  Electricity,  the  size  of  each  standpipe  connection 
to  a  street  main  shall  be  not  less  than  4  in.  in  diameter  and 
shall  have  a  conveniently  accessible  control  valve  in  the 
line  at  or  near  the  curb  or  when  practicable  in  a  more  re¬ 
mote  location.  The  control  valve  shall  be  fitted  with  a 
frost  and  waterproof  box  not  less  than  4  ft.  nor  more 
than  6  ft.  below  the  curb  with  a  fixed  stem  extending  to 
a  compartment  at  the  level  of  the  sidewalk.  The  cover 
shall  be  bolted  to  the  casing,  and  shall  be  so  marked  as  to 
be  quickly  located  and  to  indicate  the  purpose  of  the  valve. 
The  valve  shall  be  of  an  indicating  pattern,  operated  by 
a  special  socket  wrench  approved  by  the  Department  of 
Water  Supply,  Gas  and  Electricity.  The  water  meters 
used  in  standpipe  fire  line  supplies  shall  be  of  approved 
type  allowing  free  flow  of  water.  Supply  through  the 
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meter  shall  be  checked  against  the  Fire  Department  Siam¬ 
ese  Supply  and  against  tank  supply. 

Where,  due  to  the  presence  of  a  vault  under  the  sidewalk 
|  a.nd  extending  to  within  18  in.  of  the  curb  it  is  imnrac- 
ticable  to  install  a  control  valve  box  at  the  curb,  there  shall 
be  placed  in  the  feed  line  from  the  main  a  control  valve 
located  not  more  than  two  feet  from  the  point  of  entry 

ALARMS  ,ANDi  f°W  WATER  ELECTRIC 

ALARMS.  1  lie  high  and  low  water  electric  alarm  for 

gravity  tanks  shall  be  so  constructed  and  arranged  that  a 
decrease  in  the  quantity  of  water  below  the  required  fire 
line  reserve  shall  cause  an  alarm  to  be  given  in  either  the 
pump  room  or  engineer’s  room.  An  annunciator  shall  be 
provided  in  connection  with  the  alarm  system.  The  high 
and  low  tell  tale  electric  devices  for  gravity  tanks  shall  be 
so  constructed  that  they  will  not  be  afffcted  by  moisture  and 
the  parts  shall  be  heavy  and  rugged.  The  level  of  the  water 
m  the  gravity  tank  shall  be  indicated  by  an  approved  device 

eWrt>aiidlb  e  ««?allin?  device.  for  high  and  low  water 
electric  alarm  shall  consist  of  vibrating  gong  of  at  least  6 

inches  diameter  of  the  enclosed  type  and  arranged  for  con- 

The  ronfroiatl°R  t0  be  °Perated  automatically, 

linn  an?  n  sha  1  be  arranged  for  conduit  installa¬ 
tion  and  shall  be  located  in  the  engineer’s  room  or  pump 

chaSe^/tf  XttW1i  be  Undeii  suPervision  of  the  person  in 
charge  ot  the  standpipe  supply. 

b?  installed  in  rigid  conduits  and  the  in- 

ChaoternQ  of *11  r  f  a,ccrc|rdance  witb  the  provisions  of 
Chapter  9  of  the  Code  of  Ordinances.  Control  panels  must 

be  approved  by  the  Board  of  Standards  and  Appeals. 

The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference: 

1.  Public  utility  electric  light  and  power  systems. 

I  “  Independent  electric  generating  plants. 

•i.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  closed  circuit  type. 

When  the  system  is  connected  to  a  110  volt 'lighting  serv¬ 
ice  a  suitable  cut-out  is  to  be  provided  and  it  shall  Te  en¬ 
closed  in  a  locked  or  sealed  metal  cabinet.  The  connection 
to  system  shall  be  the  first  connection  on  the  house  side  of 
and  as  near  as  practicable  to  the  meter.  When  batteries  are 
used  to  operate  the  system  they  shall  be  placed  in  an  ap- 
,  proved  cabinet  provided  with  a  lock  and  key 

be^ef'.P™  PIPE  iVALVE'  A  dr*  valve  shall 
be  taken  to  mean  a  valve  automatically  controlling  the 

water  supply  of  the  standpipe  system  in  such  a  manner 

tafned  drv  T c°ndlhons  PTing  system  will  be  main- 
tained  dry,  but  in  the  event  of  a  hose  valve  being  opened 

standpipe' syslem.6  "■««»  «*>e  watef  in?o  the 

In  refrigerating  plants  or  in  unheated  buildings,  piers  or 
warehouses  where  wet  lines  are  impracticable!  dry  pipe 
valves  may  be  installed.  ’  y  y 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
LCTPrTCd  aiYn  the  standpipe  system  due  to  the  open- 
,a  ,bose  va  ve  >'  and  Type  B,  in  which  the  valve  is 
actuated  by  an  approved  trip  under  electrical  control  of 

i"JPr°Vln0n-C0dfd  °r  Coded  cIosed  cil'cuit  system  oper- 
from  the  control  station  at  each  hose  outlet.  Dry  pipe 

•v  JLSHa  bC  locfted  = 18  "ear  as  practicable  to  the  standpipe 

’STnd"fre”zmCg  P  Pr°‘eCted  fr0m  m“hani«>' 

■twhfinf.PyP<f  A  VaK;C  ls  mstat^e<I  the  air  pressure  in  the 
.tandpipe  system  under  such  dry  pipe  valve  control  shall 
ot  exceed  40  lbs.  per  sq.  in.  nor  be  permitted  to  fall  below 
•5  lbs.  per  sq.  in.  nor  shall  it  be  less  than  one-sixth  of  the 

n?ny  Ctse-  N,ot  more  than  16  hose  outlets 
!SPu hud  through  on.e  dry  pipe  valve.  The  air  com- 
ressor  shall  have  a  capacity  of  not  less  than  11  cu  ft 

f  n<S?bUl!eVand  t  le  air  supply  £?r  the  Pump  shall  be  taken, 
hroSb  a  a  r°om,  containin.g  dry  air,  or  it  shall  pass 

rdlrf  d-IiuS  ,cbamber  containing  calcium  chloride  in 
d  r  to  avoid  the  introduction  of  moisture  into  the  system. 


witk  d°ledu  clrc^lt  alarm  shall  be  provided  in  connection 
with  each  dry  pipe  valve  installation;  the  electrical  layout 
all  be  approved  by  the  Fire  Commissioner. 

Rule  90.  MONITOR  NOZZLE.  Monitor  nozzles  shall 
in  i  ■U|  edJa!!d  designed  that  they  may  be  moved 
that  5  vertical  and  horizontal  arcs,  and  shall  be  so  located 
L  nl??mSKmu'  be  b.r?Fght  t0  bear  on  all  portions  of 
nlnvPi  !  °r  JulldinS  wltbin  the  effective  radius  of  stream 
play  and  such  other  exposing  properties  as  may  be  with¬ 
in  fradJU-s-  They  sha11  be  supplied  from  connections 
remote  control.6  ^  ^  4  in‘  in  diameter  with 

Rule  90a.  ROOF  SETBACK  HOSE  OUTLETS  A 
two-way  hose  outlet  tee,  with  one  outlet  properly  capped 
.hall  be  provided  in  the  standpipe  risers  on  floor  level  of  any 
intermediate  roof  setbacks  on  all  buildings  exceeding  one 
hundred  feet  in  height  when  the  following  conditions  exist: 
I'  ^ben,the  budd>nff  has  a  frontage  of  fifty  feet  or  over. 

nthprTT  tbere  are  adi011?inff  r°ofs,  window  openings  or 
other  exterior  exposures  within  fifty  feet  of  the  roof  parapet. 

/  de?tb  °f  tbe  setback  exceeds  ten  feet. 

level  nd  thC  Setback  exceeds  one  hundred  feet  above  grade 

Rule  91.  EXISTING  STANDPIPES.  Standpipe  fire 
line  equipments  which  were  approved  by  the  Fire  Com¬ 
missioner  as  conforming  to  the  rules  and  regulations  then 

form  to  ^hTn’  ^  "0t  r 6  ,required  to  be  altered  to  con- 
iorm  to  the  provisions  of  these  rules,  except  where  sub- 

t  aiT  had?A10nS  °u  ext,ension  in  height  or  area  is  made 
to  the  building,  when  these  rules  shall  apply  if  deemed 

!entThate^r,?eCke?aT  by  the  Fire  Commissioner,  and  ex- 

wi?h  the  folIowfng  :re  SyS‘emS  Sha"  haVe  or  be  provided 

mLtvRr™gU,hy  ta1k  sba"  bav?  a  of  upproxi- 

mately  3,500  gallons  of  water  for  fire  line. 

202fpJ!k  bottr\°f  the  g,rav.ity  tank  sha]1  be  not  less  than 
0  feet  above  the  hose  outlet  in  the  highest  story. 

3.  A  4-inch  emergency  drain  with  gate  valve. 

House  lines  taken  from  outside  of  tank. 

Tank  properly  heated  and  provided  with 


4. 

.  S- 
line. 

6. 

7. 


overflow 


Tank  shall  not  be  fed  through  fire  line. 

Tank  to  be  fed  at  not  less  than  65  gallons  a  minute 
by  pump  or  direct  city  connection.  minute 

8.  An  iron  ladder  of  substantial  construction,  properly 
braced,  extending  to  top  of  tank.  piopeny 

*  rtIieaSt,  °nC  gat£  VaI,Ve  at  the  downstream  side  of 
sMekofh  chkedcn  6SS  &  ^  ™  VC  HaS  been  installed  on  either 

W.  Hose  valves  and  hose  not  less  than  2V2  inches  in 
m°ittedSerV1Ce  condltion-  No  automatic  hose  valves  per- 

in  “or  Kps  fwiSV2a‘fVte  Wi'hin  6  6  ^  °f  Stair  ,and- 

check  aAnd°ime0seaUt0matiC  ba"  drip  be‘we“  the  si*meSe 

]3:  APPr°ved  3  in.  x  3  in.  siamese,  with  approved  caps. 
14.  The  words  “STANDPIPE”  cast  in  the  body  of 
the  valve,  or  on  metal  plates  secured  to  Siamese  riser  or 
secured  to  face  of  building  behind  the  Siamese. 

•S;  uThi-sia^ese  street  riser>  wal1  collars  and  caps 
painted  a  Fire  Department  red.  1 

16-  Outlet  pressure  reducers  on  all  hose  outlet  valves 
where  the  pressure  exceeds  50  lbs.  per  square  inch. 

,  l7'  £act°ry  or  otber  buildings  of  hazardous  use 
w  leie  the  fire  lines  are  not  within  a  protected  stair  enclos- 
,  e  Jad  *J“y  be  subjected  to  fire  exposure  because  of  such 
location,  they  shall  be  protected  by  asbestos  covering  wire 
lath  and  cement,  or  terra  cotta  blocks  as  described  in  these 
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18.  Fire  line  shall  be  protected  from  freezing  as  speci¬ 
fied  in  these  rules. 

19.  The  tank  shall  be  provided  with  a  high  and  low 
water  electric  alarm,  except  where  there  is  an  automatic 
filling  pump  installed. 

20.  The  bonnets  or  caps  of  all  Siamese  or  tank  check 
valves  which  have  been  in  the  fire  lines  for  at  least  ten 
years,  where  practicable,  shall  be  removed  and  the  inte¬ 
rior  of  valve  cleaned  of  all  rust  or  other  accumulations. 
The  body  of  the  valve  shall  then  be  given  a  good  coat  of 
red  lead  and  linseed  oil. 

Rule  92.  HOSE  OUTLET  VALVE.  Hose  outlet  valves 
shall  be  2 in. 

A — All  hose  outlet  valves  hereafter  installed  in  buildings 
not  exceeding  300  feet  in  height,  or  for  the  uppermost  300 
feet  in  any  building,  shall  conform  to  the  following  speci¬ 
fications  : 

1.  Valves  shall  have  a  clear  waterway  of  at  least  5  sq. 
in.  in  area. 

2.  They  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute. 

3.  They  shall  close  tightly  against  300  lbs.  hydraulic 
pressure  under  normal  working  conditions. 

4  They  shall  stand  a  hydrostatic  pressure  test  of  750 
lbs.  per  sq.  in.  for  30  minutes  and  not  distort. 

5.  They  shall  stand  the  operation  of  full  opening  and 
closing  300  times  under  150  lbs.  pressure  without  leaking  at 
stuffing  box  or  seat. 

6.  They  shall  not  be  of  cast  or  malleable  iron. 

7.  Only  angle  globe  valves  shall  be  permitted. 

B — Hose  outlet  valves  hereafter  installed  in  buildings  ex¬ 
ceeding  300  feet  in  height,  except  as  provided  for  in  Sub¬ 
division  A,  shall  show  not  more  than  5  lbs.  friction  loss 
for  a  flow  of  300  gallons  per  minute;  they  shall  close 
tightly  against  500  lbs.  hydraulic  pressure  under  normal 
working  conditions ;  they  shall  stand  a  hydrostatic  test  of 
1,250  lbs.  per  square  inch  for  30  minutes  and  not  distort; 
they  shall  stand  the  operation  of  full  opening  and  closing 
300  times  under  250  lbs.  hydraulic  pressure  without  leak¬ 
ing  at  stuffing  box  or  seat.  They  shall  be  of  brass  or  best 
grade  of  valve  bronze. 

Straight-way  gate  valves  may  be  submitted  for  test. 

All  hose  outlet  valves  hereafter  installed  shall  have  cast 
in  the  body  of  the  valve : 

1.  The  manufacturer’s  name  or  trade-mark. 

2.  The  working  pressure  of  the  valve. 

3.  The  approval  number  of  the  Board  of  Standards  and 
Appeals. 

Not  less  than  2  approved  hose  valves  shall  be  delivered 
to  the  office  of  the  Board  of  Standards  and  Appeals,  the 
weight  and  other  general  matter  noted,  and  valves  certi¬ 
fied.  One  of  the  valves  shall  then  be  delivered  to  the  office 
of  the  Fire  Commissioner,  with  certified  specifications. 

Rule  93.  SPECIFICATIONS.  Siamese  Connections. 

Fire  Department  Siamese  connection  shall  be  as  herein¬ 
after  stated  in  this  rule. 

1.  The  body  of  the  Siamese  may  be  of  cast  iron,  cast 
steel,  brass  or  any  other  suitable  metals  of  sufficient 
strength  to  comply  with  Item  8  of  this  specification.  All 
movable  parts,  clappers,  swivels  and  all  bolts,  washers, 
nuts,  screws  and  pin  bearings  and  all  swivel  bearings  shall 
be  of  non-corrodible  metal. 

2.  Clapper  valve  seats  shall  be  made  of  non-corrodible 
metal  and  shall  be  machined  to  insure  a  tight  seat  for 
clapper  valves. 


3.  Each  inlet  to  Siamese  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face.  Single  clapper  Siamese 
connections  shall  not  be  permitted. 

4.  The  inside  diameter  of  valve  seats  shall  not  be  less 
than  the  inside  diameter  of  the  hose  couplings.  The  area 
of  the  waterway  beyond  the  valve  seats  shall  not  be  less 
than  the  combined  areas  of  the  waterways  through  the 
two  valve  seats.  The  area  of  the  waterway  of  each  inlet 
shall  not  be  reduced  by  the  clapper  when  in  a  position  of 
maximum  opening. 

5.  Clappers  shall  be  so  hung  that  when  Siamese  connec¬ 
tion  is  placed  in  a  horizontal  position  the  clappers  will  be 
seated. 

6.  Swivels,  attached  to  the  body  of  the  Siamese  by  means 
of  a  collar  expanded  cold  or  screwed  into  the  body  of 
the  Siamese,  or  with  other  bearing  surface  extending  en¬ 
tirely  around  the  opening  and  exerting  uniform  shear,  will 
be  approved  if  giving  a  strength  sufficient  to  meet  Item  8. 

7.  Clapper  valves  must  be  of  such  design  and  area  that 
a  pressure  of  100  lbs.  per  sq.  in.  on  the  standpipe  side  will 
not  prevent  their  opening  when  the  pressure  on  the  steamer 
side  is  150  lbs.  They  must  be  so  hung  that  with  a  dis-  , 
continuance  of  flow  into  the  Siamese  through  that  inlet 
the  valve  will  close,  and  that  it  will  not  close  where  there 

is  an  inward  flow  and  the  pressure  on  the  inlet  is  5  lbs.  or 
more  greater  than  the  standpipe  pressure. 

8.  Siamese  connections  must  stand  a  hydraulic  pressure 
test  of  500  lbs.  for  30  minutes  under  normal  working 
conditions. 

9.  Clapper  valves  shall  be  tight  for  any  pressure  on 
standpipe  side  up  to  300  lbs. 

10.  Approved  caps  or  plugs  must  be  provided  to  protect 
the  threads  of  the  inlets. 

11.  The  inlet  swivels  to  Siamese  connection  shall  be  pro¬ 
vided  with  threads  to  fit  the  Fire  Department  hose. 

12.  The  word  “STANDPIPE”  shall  be  cast  into  the  top 
of  the  body  of  the  Siamese  or  on  wall  plate,  in  1  in.  letters 
not  less  than  %  of  an  inch  in  depth. 

13.  Where  there  is  a  fire  boat  Siamese  connection  in  the 
same  system  with  a  land  end  Siamese  connection,  clapper 
valves  shall  be  omitted  from  the  land  end  Siamese. 

Rule  93a. 

Specifications  and  Performance  Requirements  for  Ad¬ 
justable  Pressure  Reducers  for  Use  at  2^-Inch 
H  ose  Outlets  of  Standpipe  Systems. 


These  valves  are  for  use  at  outlets  for  2^-inch  hose  on 
standpipe  systems  to  permit  securing  adjustment  of  the 
water  pressure  in  hose  and  at  nozzles  as  is  required  in  the 
Standpipe  Rules  of  the  Board. 

1.  The  body  and  working  parts  of  the  valve  shall  be  of 
brass  or  bronze  of  a  quality  and  thickness  satisfying  the 
hydrostatic  pressure  test  requirement  given  below  and  cor¬ 
rosion-resisting.  A  bronze  of  not  less  than  83  per  cent  cop¬ 
per  and  5  per  cent  tin  and  of  not  more  than  7  per  cent  zinc 
and  not  more  than  3  per  cent  lead  will  be  judged  to  fur¬ 
nish  acceptable  corrosion  resistance. 

me. 

2.  Threaded  parts  for  connection  to  hose  couplings  shall 
conform  to  the  New  York  Fire  Department  thread  for  2/2- 
inch  fire  hose. 

3.  The  design  shall  provide  that  the  friction  loss  shall 
not  exceed  10  lbs.  when  the  valve  is  in  the  full  open  posi¬ 
tion  and  is  discharging  not  less  than  200  gallons  oer  minute. 


706 


RULES 


rnenl  goose-neck  spanner  wrench  or  manually  when  subject 
to  an  upstream  hydraulic  pressure  of  500  lbs.  per  sq.  im 

5.  7  lie  valve  shall  withstand  without  fracture  or  exces 
ive  leakage  the  application  for  30  minutes  of  an  int'ernal 
hydrostatic  pressure  of  at  least  1,250  lbs.  per  square  inch 

„  *  r  s|iall  be  possible  to  secure  all  movable  exterior 
Rf_r.ts  valve  which  affect  the  pressure  adjustment  so 

that  the  adjustment  will  not  be  altered  accidentally  or  bv 
S-lng  Wjthout  giving  evidence  of  the  alteration  ft 
shall  be  possible  to  readily  accomplish  any  desired  adiust 
raent  within  the  range  specified  below  by  the  use  of  a  reeu 
utmn  Fire  Department  spanner  wrench  g 

within^tbp  WUStarb!t  mea,ns  sha11  Provide  that  the  waterway 
uithin  the  body  of  the  valve  shall  be  not  less  than  2  5  snnari 

*^es  J.n  area  when  in  full-open  position  and  at  least  0  5 

'"v  Whe,n  m  the  fuI1y  reduced  position.  Between 
hese  positions  there  shall  be  not  less  than  13  positions  of 
the  pressure  adjusting  means  at  each  of  which  a  positive 
Pp  nTC-  r?.ductl°?  shall  be  obtained.  Each  such  Sion 
s  ^  indicated  by  suitable  markings  or  equivalenfmeans. 

.  When  necessary,  straightening  vanes  or  baffle  plates 
brass  or  bronze,  at  least  No.  14  B&S  gauge  Tn  thickness 


CODE  OF  ORDINANCES 
ARTICLE  28 

Fire  Extinguishing  Appliances 

Section  580.  General  provisions. 

Section  581.  Standpipes. 

Sec.  580.  General  provisions. 

or^YanvY.  °therwis,e  specifically  provided  in  this  article 
or  by  any  law  or  ordinance,  all  buildings  now  existing  or 
hereafter  erected,  shall  be  provided  with  such  tanks  stfnd- 

exPtmeuFhe^ath  SiPrmklers’  h,ose  nozzles,  wrenches,  fire 
extinguishers,  hooks,  axes  and  such  other  appliances  as 

ay  be  required  by  and  conforming'  to  the  rules  of  the 
scnbedTr^ch’  a?°P'fed  °u  ammd'd  ”  th«  mannefpre! 

of  buildtogs  r  s  °£  lhe  suPerintendent 

Sec.  581.  Standpipes  and  Yard  Hydrants. 

1.  Standpipes  constructed  and  installed  as  hereinafter 
jardYand  ^ppeals'shallGbe  provided^  ^  B°ard  °f  Stand' 

85a‘ft  Yi  heSbt  bur-di,n?  now  existing  and  exceeding 

3  inftolnlahrgegr '  ,r„h^p‘S  "0t  aIr'ad>'  —id'd  with  f 

exbceedIn85Tyi„bheS?  °T  a,tered  to 

exeent1"  ?uildinS  exceeding  10,000  sq.  ft.  in  area 

xcept  in  buildings  specifically  exempted  in  article  25 

clereslorv  1?ehb,?bj  of  "°‘  oL 

clerestory  in  height  not  exceeding  15  000  so  ft  in 

ST  f»  buildings  not  IfJhur 

embnnprt  -fu  ft  in  hei^ht  when  such  buildings  are 

4  ,PP  d  an  approved  two-source  supply  auto 

«he  .SictS'of  ".hi  ft  ft 

^'height. f °r  mstruction  purposes  and  less  than' 85 If. 

trial  plants  of Tn?  P^ntS’  shipyards  and  other  indus- 
deemed  necessary  bv  the  fire  commissfoner  " 
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shall  be  placed  in  the  down-stream  or  discharge  part  of 
the  valve  to  regulate  jet  effect  of  water  and  pSect  hose 

after  installation5^11  pbe  marked  S°  that  k  may  be  identified 
together  with  tP  r  fOW,  a  r^lstered  name  or  trade-mark, 
’  oa  of  st  er|Ca  et,1(Ar  Number  assigned  to  it  by  the 
Of  pnrl  f  ftndards  and  Appeals  and  the  registered  symbol 

si  all  be  inelttPPr°VaJ  7  tCSting  a^enc^  These  markings 
shall  be  in  letters  and  figures  at  least  J4  inch  high. 

when  itT£CinS?  jfe1’  be  50  marked  as  to  clearly  indicate 
pressure  at  h,  rf'eCl  he  Upstrea^  Pressure  producing  50  lbs. 

s  set  as  sVerifiS  bargC  accord'n&  to  adjustment  at  which  it 
, .  as  specified  in  paragraphs  6  of  these  Rules  These 
mar  cings  shall  be  in  letters  and  figures  at  least  yA  inch  high. 

L.  /!•  tjlan  {wo  approved  pressure  reducing  valves  shall 

Lie'  Ted  -°/he  °PCi  of  the  Boa>'d  °f  Standards  and  A p- 

certiked*  1)7  ^7  general  matter  noted,  and  valves 

office  oithP£-°!rhe  VaV€S  shall.then  be  delivered  to  the 
office  of  the  Fire  Commissioner,  with  certified  specifications. 

ZhfZ7r  “  °pinion  «"*» 


2j,  Size.  t  Standpipes  hereafter  placed  in  any  building 
shall  be  not  less  than  4  in.  in  diameter  for  buildings  or 

PYn  in  Tam  T  15°  ft‘  in  height-  not  less  than 

150  ff^  diameter  for  buildings  or  parts  thereof  exceeding 

than f 8  fnTw  exC5edl"g  ?S0.,£-  in  heigH  and  not  less 

ceeding  250  ft.  in  hefght  gS  °r  PartS  thereof  ex‘ 

Buildings  not  more  than  two  stories  in  height,  which 

1  v  tpY  PContain  an  occupancy  deemed  unusually  hazardous 
by  the  fire  commissioner,  may  be  provided  with  a  fire  line 
ot  Z/2-m.  pipe,  carried  around  the  interior  walls  of  the 
uildings,  or  attached  to  interior  fireproof  columns  or 
steel  beams,  and  connected  to  the  street  main  by  a  2-in 
house  serviCe  tap.  No  Siamese  need  be  provided  unless 
the  building  exceeds  45  ft.  in  height.  Approved  hose 

lOo'ft’  or°lessnd  n°ZZ  CS  sha11  be  provided  at  intervals  of 

3.  Number  and  Location.  The  number  of  standpipes 
in  any  building  shall  be  such  that  all  parts  of  each  story 
are  within  the  reach  of  at  least  one  stream  supplied  by 
hose  not  exceeding  100  ft.  in  length.  P  7 

When  a  building  requiring  standpipes  faces  on  more 
than  one  street  at  least  one  standpipe  shall  be  installed 
or  each  street  front,  provided  that  for  intersecting  street 
fronts,  one  standpipe  shall  be  sufficient  for  each  intersec¬ 
tion,  when  all  portions  of  each  area  may  be  reached  bv 
a  stream  from  100  ft.  of  hose.  So  far  as  practicable 
standpipes  shall  be  placed  within  stair  enclosures  other¬ 
wise  they  shall  be  as  near  the  stair  as  possible.  All  stand- 

roof5  SHa  CXtend  from  the  lower  story  to  and  above  the 

?nnnnbuildlYg-  not  exceedinS  40  ft.  in  height  and  not  over 
20,000  sq  ft.  in  area  gravity  tank  may  be  omitted  provided 
the  standpipe  riser  is  supplied  by  not  less  than  4-in  con¬ 
nection  to  street  mam  having  not  less  than  45  lb.  pressure. 

4  Construction.  All  standpipes  hereinafter  installed 
shall  be  constructed  as  prescribed  by  the  rules  of  the 
Board  of  Standards  and  Appeals  and  shall  be  provided 
wRh  such  outlets  and  equipped  with  such  appliances  as 

fhYYrYf  bynSai!dii  kU  eS'  All  standpipes  shall  extend  t<? 
tie  street  and  shall  be  provided  with  approved  Siamese  con¬ 
nections.  In  buildings  not  exceeding  45  ft.  in  height  Siam¬ 
ese  connections  will  not  be  required.  When  there  is  more 
than  one  standpipe  in  any  building,  they  shall  be  cross- 
con fleeted  in  an  approved  manner  below  the  sidewalk  level 
oi,  if  there  is  no  cellar,  they  shall  be  cross-connected  below 
the  ceiling  of  the  basement  or  lowest  story. 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA — Acme  Fire  Alarm  Signal  System. 

380-29-SA— Kennedy  2^-inch  Hose  Outlet  Valve,  Type 

«A” 

63.7-29-SA — Merco  Oil  Burner,  Model  K-l. 

463-31-SA — Silent-Auburn  Fuel  Oil  Burner,  Models  A1 
and  AA. 

491-31-SA— Superfex  Oil  Burning  Heaters  and  Heat 
Projectors,  Various  Models. 

237-32-SA — D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

98-33-SA — Elkhart  Siamese  Hose  Connection  for  Stand¬ 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
flush  type  of  straightway  and  90°  patterns. 

164-33-SA — Firemaster  Fire  Extinguisher. 

237- 33-SA — Kelco  Oil  Burner. 

341-33-SA — Volcano  Automatic  Oil  Burner,  Model  E. 

136-34-SA — Korth  Oil  Burner,  Model  E. 

156-34-SA — Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM — “Radbur”  Flameproofing  Compound. 

7-35-SA — Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

29-35-SA — Aetna  Range  Oil  Burner,  Model  27-SGD. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA — Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA — General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-SA — Kraissl-Trumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-SA — Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA — United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA — Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA — Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 

231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

238- 35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA — French  Automatic  Oil  Burner,  Model  5  De 

Luxe. 

93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 

102-36-SA — Cole  Draft  Governor. 

144-36-SA — Herman  Nelson,  Conversion  Oil  Burner,  Mod¬ 
els  C-1001,  C-1002,  C-3001  and  C-3002. 


191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA — Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA — Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA — Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 

248-36-SA — Dupont  Oil  Burner. 

264-36-SA — Nesco  Circulating  Heater,  Models  41,  42,  041, 
042  and  052. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

317-36-SA — Dempsey  Industrial  Oil  Burner. 

320-36-SA — Preferred  Syphon  Breaker,  Type  T. 
352-36-SA — International  Oil  Burning  Heater,  Models  95, 
90,  99.  55  and  66. 

24-37-SA — Silent  Glow  Si-Glo-La  Oil  Space  Heater, 
Models  15,  35,  60  and  80. 

29-37-SA — Borden  Oil  Burner,  Models  A  and  B. 
35-37-SA — Craig  Expansible  Fire  Hose  Reel. 

56-37-SA — Sachem  Oil  Space  Heater,  Models  GB-1315, 
GB-1015,  GB-1011,  GB-815  and  GB-811 
and  Speedy  Hot  Oil  Space  Heater,  Mod¬ 
els  GB-1315,  GB-1015,  GB-1011,  GB-815 
and  GB-811. 

73-37-SA — Samco  Oil  Space  Heater,  Models  1108,  1110, 
1208,  1508,  1510,  1513,  1408  and  1410. 
116-37-SA — Bethlehem-Doe,  Carrier  and  Gilbert-Bethle- 
hem  Oil  Burners,  Models  CE  and  FE. 
124-37-SA — Beach  Air  Brushes  (for  Paint  Spraying 
Equipment). 

129- 37-SA — Bauer  Oil  Burner. 

130- 37-SA — Econ-O-Heat  and  Kingsco  Oil  Burners, 

Models  E,  B1  and  B2. 

1 56-37-SA — McClintock  Automatic  Hydraulic  Sewer  Valve. 
159-37-SA — Stempel  Pressure  Type  Fire  Extinguisher. 
168-37-SA — Flex-O-Gas  Oil  Burner,  Model  FR. 
175-37-SA — Airnoil  Burner  and  Perfex  Airnoil  Burner. 
183-37-SA — Liquid  Safety  Tank  Filling  Valve. 
214-37-SA— Lattner  Gravity  Oil  Burner,  Models  A,  B,  C 
and  D. 

225-37-SA — Holland  Gun  Type  Oil  Burner. 

234-37-SA — Volcano  Automatic  Oil  Burner,  Models  D,  H 
and  K. 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
appellant  or  applicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLETIN  to 

Name . . . . . 

Street . . . . . — . 


My  Subscription  is  to  begin, 
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ais  issue  of  the  Bulletin  contains,  in  the  order  given- 
ocket. 

lies  Directory. 

J1  of  Clerk’s  Calendar, 
e  Hearing  Calendar. 

Wes  of  Special  Meeting,  June  4,  1937,  at  10  A  M 
Effecting  Calendar  Numbers  353-30-SR  and  1214-18-S.’ 

°f  rR?ffUiar  J?eetin£’  June  8,  1937,  at  10  A  M 
7-BZmaL  2n  37-BZUmberS  315‘36BZ’  «8-36-BZ,  157- 

nutes  of  Regular  Meeting,  June  8,  1937,  at  2  P  M 

S  BZ  80  22  R7  aA7N.U7mo 7rS  15°-33'BZ-  374-16-BZ,807- 

1-A ?202  3279S3721A3  £££"*$ 

i d  1 30-37- SA.*  2  3'37'S’  244-37'S’  144-36-SA,  73-37-SA 

Burner  Rules, 

iking  in  Factory,  Rules. 

•roved  Burners  for  Domestic  and  Commercial  Use. 

Rules — Revolving  Doors. 


PUBLIC  HEARINGS 


Tuesdays,  at  10  a,  m.  and  2  p.  m. 

Published  in  this  Bulletin, 

LaH  °f  Clerk  s  Calendar,  Mondays,  at  2  p.  m. 

Manhattan  n^* * * * S  ^  hdd  “  R°°m  1013>  MuniciPal  Building 


Office  Municipal  Building,  Rooms  1001  to  1015. 
elephone — WOrth  2-0184. 

’T,“Toif,to„prc_!>  a- m- to  4  p- m-  Sa,urd^s 

U  communications  should  he  addressed  to  the  chairman  of 

the  board 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

.Any  person  desiring  to  consult  the  chairman  or  the  en 
gineers  pertaining  to  the  work  of  the  board,  wUl  be  seer 
only  between  the  hours  of  ten  in  the  morning  and  one  i 
the  afternoon-Saturdays  excepted. 

CALL  OF  CLERK’S  CALENDAR 

Build in?3W  CT?le,\d“r  consists  of  applications  under  the 
,  ng  Z°nc  Resolution,  and  its  object  is  to  give  inter- 
ested  property  owners  opportunity  to  file  objections,  if  any 

at  2  o’clock  CAt-e<fhm  Rn°m  i!°13, * *  Monday>  June  14,  1937,’ 
definite  day.  A  ^  Ca  each  15  Set  for  hearinS  on  a 

The  next  subsequent  Call  of  the  Calendar  will  be  on 

Monday,  June  21,  1937,  at  2  o’clock. 

Cler/s  Calendar  is  not  to  be  confused  with  the 
on  Cfixed  day?568 *  ^  ^  been  definitely  set  for  hearing 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con 
nection  with  which  court  proceedings  are  pending  or  ir 
u"!ess.  exception  is  granted  by  the  Chairman,  noi 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

c°I1?rn^nication  Purporting  to  be  an  appeal  or  appli- 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 

lulcs  of  1his'lnboLrd.  18  °"  the  f0rm  required  by  the 

Upon  receipt  of  any  such  communication  the  writer  will 

Peal  oPrPSSLlhe  °ffiCia'  £°rmS  f°r  ***“*«  bi-P 

lanl’ofaS  shaU  £» a^i^d SfJgS 
addressed  to  the  administrative  official  (either  commls- 
s.oner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
*,  s|  lndicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  sub  ect 
of  the  appeal  or  application.  ’  ect 

ofsame1  exSedfmd'h3^0115^111  -be  simP][fied  a"d  disposition 
or  same  expedited  by  conforming  to  these  directions 

HARRIS  H.  MURDOCK.  Chairman. 
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DOCKET 

New  Cases  Filed  up  to  June  9,  1937 
Cal.  No.  Department  Premises  Affected 

255-37- A . F.D . East  side  of  First  avenue  from 

111th  to  114th  streets  (Block 
1705,  Lot  1),  Thomas  Jeffer¬ 
son  Park,  Borough  of  Man¬ 
hattan,  4746-L.C. 


256-37- A . F.D . East  side  of  Fulton  avenue  op¬ 

posite  East  173rd  street 
(Block  2941,  part  of  Lot  1), 
Crotona  Park,  Borough  of 
The  Bronx,  4742-L.C. 


257-37-A . D.B.B . 232-250  Third  street,  east  side, 

122  ft.  south  of  Third  avenue 
and  3.83  Third  avenue  (Block 
980,  Lot  1),  Borough  of 
Brooklyn,  16087-L.F. 


258-37-A . D.B.Q . 35-55  223rd  street,  northeast 

corner  of  37th  avenue  (Block 
6192,  Lot  60),  Bayside,  Bor¬ 
ough  of  Queens, 

Applic.  508-37. 


259-37-A . D.B.M . 17-19  State  street  and  2-8  Pearl 

street,  southeast  corner  (Block 
9,  Lot  14),  Borough  of  Man¬ 
hattan,  3 1484- F. 


260-37-S . D.B.B . 417-419  DeKalb  avenue,  north 

side,  125  ft.  west  of  Classon 
avenue  (Block  1923,  Lot  84), 
Borough  of  Brooklyn, 

16743-L.D.,  16757-L.D., 
16758-L.D.,  16759-L.D., 
and  16746-L.D. 


267-37-A . D.B.B . 1  South  Oxford  street,  south¬ 

east  corner  of  DeKalb  avenue 
(Black  2101,  Lot  34),  Borough 
of  Brooklyn, 

Applic.  4026-37.  : 


268-37- A . D.B.B . 582  Fourth  avenue,  northwest 

corner  of  Prospect  avenue  1 
(Block  1051,  Lot  39),  Bor¬ 
ough  of  Brooklyn, 

Decision.  . 


269- 37-BZ . D.B.Bx . 1325  Webster  avenue,  west  side, 

197  ft.  north  of  East  169th 
street  (Block  2887,  Lots  177- 
178),  Borough  of  The  Bronx, 
Decision. 

-  !!  M 

270- 37-A . F.D . 100  West  41st  street  and  1071 

(711  old  number)  Sixth  ave¬ 
nue,  southwest  corner  (Block 
993,  Lot  36),  Borough  of 
Manhattan,  5564-L.C. 

-  | 

271- 37-A . D.B.M . 123-127  West  47th  street,  north 

side,  220  ft.  west  of  Sixth  ; 
avenue  (Block  1000,  Lots  22, 

2 2j4  and  23),  Borough  of 
Manhattan,  Applic.  42-37. 


272-37-BZ . D.B.B . 3619  Bedford  avenue,  east  side, 

from  Avenue  O  to  Kings 
highway  (Block  6772,  Lots  1, 
4,  5,  11  and  96),  Borough  of 
Brooklyn,  Applic.  9307-37. 


273-37- A . D.B.M . 445  Fifth  avenue  and  1-3  East 

39th  street,  northeast  corner 
(Block  869,  Lot  1),  Borough  ; 
of  Manhattan,  Applic.  96-37. 


261-37-SA . F.D . York-Lalor  Fuel  Oil  Burner, 

Appliance. 


262-37-BZ . D.B.Q . 21-11  Menehan  street,  north 

side,  101.67  ft.  east  of  Grand¬ 
view  avenue  (Block  2204, 
Lots'  68-71-80),  Ridgewood, 
Borough  of  Queens, 

Applic.  1782-37. 


263-37-BZ . D.B.Q . 28-11  41st  street,  east  side,  100 

ft.  south  of  28th  avenue 
(Block  664,  Lots  15  and  16), 
Astoria,  Borough  of  Queens, 
Applic.  1646-37. 


264-37-BZ . D.B.Q . 80-29  Broadway  and  81-07  Pettit 

place,  northwest  corner  (Block 
1509,  part  of  Lot  17),  Elm¬ 
hurst,  Borough  of  Queens, 

Applic.  1720-37. 


265-37-SA . F.D . Radiant  Oil  Burner,  Models  1-G, 

2-G,  3-G,  4-G  and  5-G, 

Appliance. 


266-37-A . D.B.B . 5  South  Oxford  street,  east  side, 

33  ft.  10  in.  south  of  DeKalb 
avenue  (Block  2101,  Lot  33), 
Borough  of  Brooklyn, 

Applic.  4025-37. 


274-37-A . FD... ....  .South  side  of  Lorraine  street 

from  Clinton  to  Henry  streets 
(Block  528,  Lot  1),  Red  Hook 
Park,  Borough  of  Brooklyn, 
69522-L.C. 


275-37-BZ . D.B.B . 900-910  Jamaica  avenue  and  1-9 

Autumn  avenue,  southeast 
corner  (Block  4108,  part  of 
Lot  4),  Borough  of  Brooklyn, 
Applic.  7594-37. 


Restored  to  Calendar 


150-33-BZ . D.B.Q . 


Northeast  corner  of  Liberty 
avenue  and  109th  street  (Block 
541,  Lot  28),  Richmond  Hill, 


Borough  of  Queens, 
Plan  No. 


1968-33. 


558-24-BZ . D.B.B . 21-23  Lenox  road,  north  side, 

166  ft.  east  of  Flatbush  ave¬ 
nue  (Block  5064,  Lot  106), 
Borough  of  Brooklyn, 

Alt.  8826-37. 


374-16-BZ . D.B.B . 1664-1670  Fulton  street,  south 

side,  363  ft.  east  of  Troy  ave¬ 
nue  (Block  1700,  Lot  26), 
Borough  of  Brooklyn, 

Alt.  8076-37. 
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CODE 

. Department  of  Buildings 

. Health  Department 

D  B  B . Department  of  Buildings,  Brooklyn 

D’BM . Department  of  Buildings,  Manhattan 

DB-Q . Department  of  Buildings,  Queens 

D,B’R . Department  of  Buildings,  Richmond 

DBBx . Department  of  Buildings,  Bronx 

. Tenement  House  Department 

B'B . Board  of  Buildings 


RULES 

La*t  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Feb.  2,  1937— Vol.  22,  No.  5 
Certificate  of  Occupancy,  approved 

forms  ........ .  Aug.  2,  1932— Vol.  17,  No.  31 

Concrete  Flat  Slabs,  Rules . Mar.  30,  1937 — Vol  22  No  13 

Concrete  Rules  (Hydrated  Lime). ..June  1,  1937— Vol.  22’,  No!  22 

f!hT*R»1  rU  rp  Mar.  3,  1936- Vol.  21  No.  9 

Exit  Rules  (Revolving  Doors) - Tune  15,  1937— Vol.  22,  No  24 

Factory  Exit  Rules......  May  11,  1937— Val.  22,  No.  19 

^T,mp«VleS  interior) . May  25,  1937— Vol.  22,  No.  21 

Fi"  “Lit  RVlerfit-Gar«;,,Apr-  *  m7~V°l  22'  N°-  14 
„.  etc-  Apr.  27,  1937— Vol.  22,  No  17 

Frarne°r^ai^Te<!^'  APr-  13’  1937—' Vol.  22,  No!  15 

Off  P  ?ullng  for . Dn.  21,  1919— Vol.  4,  No.  3 

FCS . Apr-  7-  1925— Vol.  10,  No.  14 

Oil  RnrnC  R,,?  0n  . Tune  5-  J028-Vol.  13,  No.  23 

?L®TaVni5,"‘7„d  SprVy'.,Une  ,5>  ,W-V*  *  N»'  24 

RtCS  r”  o  •■•■r  -. . Nov-  27 *  1934— Vol.  19,  No.  48 

Patform  Trucks,  Specifications  for. Nov.  24,  1936 — Vol.  21,  No  47 

plo^feRp'eiS  M . June  1*  1937— Vol.  22,  No.  22 

Procedure,  Rules  of...  Mar.  30,  1937— Vol.  22,  No.  13 

Refrigerating  Systems,  Extract  C.O.May  11,  1937 — Val.  22,  No.  19 

W?kl*ig  ‘p  Factories,  Rules  for - June  15,  1937— Vol.  22,  No.  24 

5pr'"kI.er  . Apr.  2 1937— Vol.  22,  No!  17 

St?urn,'rat  FAlte  ,nf-  Ru,ef>-  •  •  •  • : . June  8-  1937— Vol.  22,  No.  23 

T/nt  t^IiT  ^  Reporting..  .June  7,  1932— Vol.  17,  No.  23 

Tank  Trnrkc*  rUe  ’  CtC . Nov-  24-  1936— Vol.  21,  No.  47 

wit  GuL%Si0,VA-n,S^r;;N0T-  24'  1936-™-  2h  N° ■ 47 

Rule  505  of  Industrial  Code).. Apr.  10,  1923— Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  . Mar.  5.  1935— Vol.  20,  No.  10 

D’y1"'  Sose  Va'ves  . ......Apr.  20,  1937— Vol.  22,  No.  16 

Fuel  Oil  Burners  for  Domestic  and 

F„».cn?  pe,r,Cip-  Um  •••••*, . June  IS,  1937— Vol.  22,  No.  24 

F  n-'i  p '  Pipe  Terminals.  .  ..May  26.  1936— Vol.  21.  No.  21 

O'!  Burners  for  Industrial  Use.  Apr.  20,  1937— Vol.  22,  No.  16 

p“i0v,rSp*,„d  Uiii;PwAp"  20’  1937-Vpl-  “• »-  « 
&"S;i;rs •si,;;Nov'  “■  ,935-Vo1' 20’  N°- 48 

Heaters  .  May  18,  1937— Vol.  22,  No.  20 


PREMISES— 513-517  Ralph  avenue,  east  side,  25  ft.  south 
of  l  ark  place  (Block  No.  1466,  Lot  No.  10),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

82- 37-BZ. 

APPLICANT— Jack  Wien  (lessee),  for  Mathilde  Lehman 

DDrurrenn  Nathan  I.  Slutsky,  owners. 
vEMISES  1064-1080  East  New  York  avenue,  south¬ 
east  corner  of  East  95th  street  (Block  No.  4598 

APPT  TrATTHM'  1  a?d  4)’  ?oro“gh  of  Brooklyn. 

AFT  L1CATION  under  sections  7h  and  21  of  the  building 

zone  resolution, 

TO  PERMIT  partly  in  a  business  use  district  and  partly 
in  a  residence  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 

83- 37-BZ. 

APPLICANT— Harry  Tint  (lessee),  for  Sault  J.  Baron 
owner.  ’ 

PREMISES— 4202-4230  New  Utrecht  avenue,  entire  block, 
10th  avehue  to  New  Utrecht  avenue,  between  42nd 
street  and  43rd  street  (Block  No.  5596,  Lot  No  1) 
Borough  of  Brooklyn. 

APPLICrATIO;N,  under  section  7h  of  the  building  zone 

TO  PERMIT  in  a’  business  use  district  the  packing  of  more 
than  five  (5)  motor  vehicles. 


JUNE  15,  1937,  10  A.  M. 

Building  Zone  Applications 

ardl°aIiCA  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
nfdth?  hd  A?peals  of  a  pVbBc  heanng  under  the  provisions 

?0T7h  indm>giZTe-reS^  Utl°n’  Tuesday  morning ,  June  15 
1937  at  10  o  clock,  in  Room  1013  Municipal  Building,  on 
the  following  matters: 

cal.  no.  40-37-BZ— Application,  February  3,  1937,  under 
section  21  of  the  building  zone  resolu¬ 
te*11.  of  Robert  A  Schnepper,  applicant, 
on  behalf  of  Annie  M.  Clark,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gasoline 
service  station;  premises  158-26  to  158- 

icnt!berty  avenue  and  105-02  to  105-06 
159th  street,  southwest  corner  (Block 
.  No  1118,  Lot  No.  26),  Jamaica,  Bor¬ 
ough  of  Queens. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  14,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

76-37-BZ. 

APPLICANT— Albert  Edelman  (lessee),  for  Monahan 
Realty  Company,  owner. 

.  REMISES— 601-61 1  Livonia  avenue,  northeast  corner  of 
Sheffield  avenue  (Block  No.  3805,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

ro  PERMIT  in  a  business  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles. 

7-37-BZ. 

APPLICANT  Frieda  Raiser  (lessee),  for  George  Bauer 

i  owner. 


cal.  no.  224-37-BZ— Application,  May  15,  1937,  under  sec- 
Euu  7c  of  the  building  zone  resolution, 
of  Milton  Dammann,  applicant,  on  be¬ 
half  of  American  Safety  Razor  Cor¬ 
poration,  owner,  to  permit  the  exten¬ 
sion,  from  an  unrestricted  use  district 
into  a  business  use  district,  of  a  pro¬ 
posed  factory  building;  premises  77-89 
Myrtle  avenue  and  78-80  Lawrence 
street,  northwest  corner  (Block  No. 
142  Lot  Nos.  1  to  9  inclusive  and  31 
to  39  inclusive),  Borough  of  Brooklyn. 

cal.  no.  293-36-BZ— Application,  September  30,  1937,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Lama  and  Proskauer,  ap¬ 
plicants,  on  behalf  of  Christina  Hinden 
and  Ferdinand  Nestlen,  owners,  to  per¬ 
mit  partly  in  a  business  use  district 
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and  partly  in  a  residence  use  district 
the  parking  of  more  than  five  (5) 
motor  vehicles ;  premises  344-346  El- 
dert  street,  southeast  corner  of  Irving 
avenue  (Block  No.  3419,  Lot  Nos.  31 
and  37),  Borough  of  Brooklyn. 

cal.  no.  74-37-BZ — Application,  March  1,  1937,  under  sec¬ 
tions  7a,  7c  and  21  of  the  building  zone 
resolution,  of  A.  J.  Simberg,  applicant, 
on  behalf  of  Benjamin  Lazaroff,  owner, 
to  permit  in  a  residence  use  district  the 
extension  of  an  existing  business  use 
and,  also,  the  omission  of  the  required 
rear  yard;  premises  255  West  18th 
street,  north  side,  100  ft.  east  of  8th 
avenue  (Block  No.  768,  Lot  No.  7), 
Borough  of  Manhattan. 


of  the  building  zone  resolution,  Tuesday  afternoon,  June 
15,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board: 

cal.  no.  272-36-BZ — Application,  September  14,  1936,  un¬ 
der  sections  7h  and  21  of  the  building 
zone  resolution,  of  Goldschlag  and 
Kron,  applicants,  on  bahalf  of  Mayjay 
Realty  Corporation,  owner,  to  permit 
in  a  business  use  district  the  parking 
of  more  than  five  (5)  motor  vehicles; 
premises  1-5  Second  avenue  and  98-112 
East  Houston  street,  northwest  corner 
(Block  No.  456,  Lot  No.  34),  Borough 
of  Manhattan. 


Appeal  from  Administrative  Order 

220-37-A — 255  West  18th  street,  north  side,  100  ft.  east  of 
8th  avenue  (Block  No.  768,  Lot  No.  7), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  15,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

229-37-A — 21-27  North  Oxford  street,  east  side,  296  ft. 

north  of  Park  avenue  (Block  No.  2029, 
part  of  Lot  No.  10),  Borough  of  Brook¬ 
lyn. 

249-37-A — 179-15  Grand  Central  parkway,  north  side,  106 
ft.  east  of  Tudor  road  (Block  No.  7239, 
Lot  Nos.  78  and  82),  Jamaica,  Borough  of 
Queens. 

253-37- A — 1525  Albany  avenue  (East  41st  street),  east 
side,  115  ft.  south  of  Farragut  road  (Block 
No.  5016,  Lot  No.  13),  Borough  of  Brook¬ 
lyn. 

255- 37- A — East  side  of  1st  avenue  to  East  River,  between 

East  111th  and  East  114th  streets  (Block 
No.  1705,  Lot  No.  1),  Thomas  Jefferson 
Park,  Borough  of  Manhattan. 

256- 37-A — East  side  of  Fulton  avenue,  opposite  East  173rd 

street  (Block  No.  2941,  part  of  Lot  No.  1), 
Crotona  Park,  Borough  of  The  Bronx. 

258- 37-A — 35-55  223rd  street,  northeast  corner  of  37th 

avenue  (Block  No.  6192,  Lot  No.  60), 
Bayside,  Borough  of  Queens. 

259- 37-A — 17-19  State  street  and  2-8  Pearl  street,  south¬ 

east  corner  (Block  No.  9,  Lot  No.  14), 
Borough  of  Manhattan. 

Variation  of  Labor  Law 

260- 37-S — 417-419  DeKalb  avenue,  north  side,  125  ft.  west 

of  Classon  avenue  (Block  No.  1923,  Lot 
No.  84),  Borough  of  Brooklyn. 

Appliances  Submitted  for  Approval 
248-37-SA — Paragon  Oil  Burner,  Model  A-25. 

261- 37-SA — York-Lalor  Oil  Burner. 

265-37-SA — Radiant  Oil  Burner,  Models  1G,  2G,  3G,  4G 
and  5G. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
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cal.  no.  75-37-BZ — Application,  February  25,  1937,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Leo  Sussman,  applicant 
and  lessee,  on  behalf  of  East  New 
York  Savings  Bank,  owner,  to  permit 
in  a  business  use  district  the  parking 
or  storage  of  more  than  five  (5) 
motor  vehicles ;  premises  38-48  Livonia 
avenue,  southwest  corner  of  Barrett 
street  (Block  No.  3581,  Lot  Nos.  32 
and  33),  Borough  of  Brooklyn. 

cal.  no.  181-37-BZ — Application.  April  21,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Irving  M.  Fenichel,  applicant,  on  be¬ 
half  of  Sarah  Kargman  Estate,  owner, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  building 
to  be  used  as  a  blacksmith  shop  and, 
aLo,  as  a  dwelling;  premises  639-641 
Neptune  avenue,  northeast  corner  of 
Shell  road  (Block  No.  7269.  Lot  No. 
17),  Borough  of  Brooklyn. 

cal.  no.  39-3.7-BZ — Application.  Januarv  30.  1937.  under 
sections  7a,  7c  and  21  of  the  building 
zone  resolution,  of  Cafiero  and  Lacer- 
enza,  applicants,  on  behalf  of  Margaret 
J.  Quinn,  Marguerite  E.  Quinn  and 
Bessie  Schwartz,  owners,  to  permit  in 
a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  and 
also  the  inclusion  of  a  brake  testing 
service;  premises  2-8  Matthews  place, 
1-5  Slocum  place  and  619-641  Coney 
Island  avenue,  east  side,  between  Mat¬ 
thews  place  and  Slocum  place  (Block 
No.  5141,  Lot  Nos.  53  and  74),  Bor¬ 
ough  of  Brooklyn. 

HARRIS  H.  MURDOCK.  Chairman . 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  21,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

364-36-BZ. 

APPLICANT — Joseph  V.  McKee,  for  Edbro  Realty  Co., 
Inc.,  owner. 

PREMISES — 31-59  to  31-79  30th  street  and  31-64  to  31-86 
31st  street,  west  side,  100  ft.  north  of  Broadway 
(Block  No.  589,  part  of  Lot  No.  9),  Astoria,  Bor¬ 
ough  of  Queens. 


CALENDAR 


APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

79-37-BZ. 

APPLICANT— George  Jamison  (lessee),  for  Katie  Jami¬ 
son,  owner. 

[  PREMISES  1015-1021  East  New  York  avenue,  northwest 
corner  of  Rochester  avenue  (Block  No.  1420  Lot 
No.  41),  Borough  of  Brooklyn. 

(  APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

I  T0  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

84-37-BZ. 

APPLICANT— Samuel  Karpoff  (lessee),  for  T.  A.  Clarke 

I  Company,  owner. 

:  PREMISES— 930-942  Halsey  street,  south  side,  189  ft  east 
of  Saratoga  avenue  (Block  No.  1495,  Lot  No  16) 
Borough  of  Brooklyn. 

•APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

[TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

[937-26-BZ. 

APPLICANT — Evelyn  Grossman,  owner. 

PREMISES— 530-542  East  95th  street,  northwest  corner 
h1*6™1  boulevard  (Block  No.  4715,  Lot  Nos. 
48-53),  Borough  of  Brooklyn. 

[APPLICATION,  under  section  21  of  the  building  zone 
-solution  (reopened  and  restored  to  calendar  June 

* VOO jf 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  withdrawn). 

141-27-BZ. 

APPLICANT— Albert  E.  Schaefer,  for  Harsing  Realty 

j  Corporation,  owner. 

[’REMISES  1567-1575  Grand  Concourse,  southwest  cor- 
ner  of  Mt.  Eden  avenue  (Block  No.  2837,  Lot  No 

'1  tj  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7c  and  21  of  the  building 

Ln  r>T7r>Z?fTVesolutlon  (re°Pened  December  8,  1936), 

|U  rhkMl  I  partly  in  a  business  use  district  and  partly  in 
a  residence  use  district  the  alteration  and  change 
of  occupancy  of  portion  of  an  existing  multiple 
dwelling  from  residence  use  to  business  use 
(store). 


JUNE  22,  1937,  10  A.  M. 

Building  Zone  Applications 

|  NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
as  and  Appeals  of  a  public  hearing  under  the  provisions 
■  ie  building  zone  resolution,  Tuesday  morning,  June  22 
o/  at  10  o  clock,  in  Room  1013,  Municipal  Building,  on 
e  following  matters:  6 

L  Na  374-36-BZ— Application,  December  12,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Peter  Wernsdorf,  appli¬ 
cant  and  lessee,  on  behalf  of  Elizabeth 
Bleser,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station; 
premises  80-05  Cypress  avenue,  south¬ 
east  corner  of  Cooper  avenue  (Block 


No.  3731,  Lot  No.  133),  Ridgewood, 
Borough  of  Queens. 

CAL.  NO.  111-37-BZ— Application,  March  11,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  181  Concourse,  Inc.,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  multiple 
dwelling  having  stores  on  the  first 
story;  premises  2151-2161  Grand  Con¬ 
course  and  161-169  East  181st  street, 
northwest  corner  (Block  No.  3162,  Lot 
Nos.  45-50),  Borough  of  The  Bronx. 

cal.  no.  144-37-BZ— Application,  March  27,  1937,  under  sec¬ 
tions  7g  and  21  of  the  building  zone 
resolution,  of  Dominic  M.  Mello,  ap¬ 
plicant,  on  behalf  of  Anthony  Passaro, 
owner,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  extension  of  an  exist¬ 
ing  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  343-345  Union 
street,  north  side,  80  ft.  west  of  Smith 
street  (Block  No.  428,  Lot  Nos.  43  and 
44),  Borough  of  Brooklyn. 

cal.  no.  222-37- BZ— Application,  May  15,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Fred  B.  McDuffee,  applicant  and 
engineer  for  Department  of  Sanitation, 
City  of  New  York,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  2302-2322  West  9th 
street,  2301-2321  West  10th  street  and 
98-120  Avenue  W,  south  side,  between 
West  9th  street  and  West  10th  street 
(Block  No.  7164,  part  of  Lot  No.  1), 
Borough  of  Brooklyn. 

cal.  no.  212-36-BZ  Application,  July  6,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
of  Joseph  Rossi,  applicant,  on  behalf 
of  Estate  of  John  E.  Miller,  owner,  to 
permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  315-325  East  103rd 
street,  north  side,  250  ft.  west  of  1st 
avenue  and  324-334  East  104th  street 
(Block  No.  1675,  part  of  Lot  No.  11), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERIC’S  CALENDAR 
MONDAY,  JUNE  28,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

541-24-BZ 

APPLICANT— Slee  and  Bryson,  for  The  Butler  Holding 
Co.,  owner. 

PREMISES— 33-41  Park  avenue  and  1-9  Ashland  place 

iUey?°nclTStn\et)  southeast  corner  (Block  No. 

.  2035,  Lot  No.  4),  Borough  of  Brooklvn 

APPLICATION,  under  sections  7a  and  21  of  the  building 

Tn  D17T???TV^soIulion.  (re°Pened  July  10,  1936), 

IU  PERMIT  in  a  business  use  district  the  inclusion  of  a 
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gasoline  service  station  in  a  garage  for  more  than 
five  (5)  motor  vehicles  (garage  previously  granted 
by  the  Board). 

307-33-BZ 

APPLICANT — Samuel  Gilbert,  for  1758  Realty  Co.,  Inc., 
owner. 

PREMISES — 1754-1766  Coney  Island  avenue,  west  side, 
180  ft.  south  of  Avenue  N  (Block  No.  6592,  Lot 
Nos.  16  and  18),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  January  5,  1937), 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  so  as  to  include  a  gasoline  service  station ;  the 
board  having  previously  granted  the  use  of  the 
existing  building  as  a  motor  vehicle  repair  shop 
for  a  temporary  period. 

55-37-BZ. 

APPLICANT — Isidore  Felder,  for  Long  Island  Wrecking 
Co.,  Inc.,  owner. 

PREMISES — 69-31  Astoria  boulevard,  northwest  corner 
of  70th  street  (Block  No.  1001,  Lot  Nos.  10  and 
15),  East  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

81-37-BZ. 

APPLICANT — Harry  Cowen  (lessee),  for  Maria  L. 
Langbein,  owner. 

PREMISES — 55-67  Chester  street,  east  side,  170  ft.  north 
of  Pitkin  avenue  (Block  No.  3499,  Lot  Nos.  8, 
10  and  12),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 

87-37-BZ. 

APPLICANT — Eadie,  Nunley  and  Eadie,  for  Henry  Cor- 
rado,  owner. 

PREMISES — 720-726  Targee  street,  southwest  corner  of' 
Pierce  street  (Block  No.  2903,  part  of  Lot  Nos.  1 
and  4),  Concord,  Borough  of  Richmond. 

APPLICAIION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

90-37-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Meeker  Oil  Co., 
Inc.,  owner. 

PREMISES — 2458-2470  Cropsey  avenue,  northwest  corner 
of  Bay  3.8th  street  (Block  No.  6928,  part  of  Lot 
No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

185-27-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Koff  &  Kantor, 
Inc.,  owner. 

PREMISES — 3602-3612  Snyder  avenue,  southeast  corner 
of  Brooklyn  avenue  (Block  No.  4907,  Lot  No.  1), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  May  4,  1937), 


TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  (the  board 
having  previously  granted  this  gasoline  service 
station  and  also  a  garage  for  more  than  five  (5) 
motor  vehicles)  and,  also,  the  amendment  of  the 
Board’s  resolution  granting  the  previous  appli¬ 
cation. 


JUNE  29,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June 
29,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters  : 

cal.  no.  85-36-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Flatbush  Sav¬ 
ings  Bank,  owner,  reopened  and  re¬ 
stored  to  calendar  February  24,  1937, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  (previ¬ 
ously  withdrawn)  ;  premises  2235-2247 
Flatbush  avenue  and  1832-1 S50  East 
48th  street,  northeast  corner  (Block 
No.  8487,  Lot  Nos.  1,  3  and  5),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  712-26-BZ— Application  of  Philip  Reid,  applicant 
and  owner,  reopened  November  4,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  resi¬ 
dence  use  district  and  partly  in  a  busi¬ 
ness  use  district  the  maintenance  of  a 
gasoline  service  station,  previously 
granted  by  the  board  for  a  temporary 
period  (time  limitation  has  lapsed)  j 
and,  also  the  further  use  of  the  plot 
for  battery  and  brake  service  shop  and 
parking  of  more  than  five  (5)  motor  | 
vehicles;  premises  2205-2211  Emmons 
avenue,  north  side,  297  ft.  in-  east 
of  East  21st  street  (Kenmore  place) ; 
(Block  No.  7496,  Lot  No.  193),  Bor¬ 
ough  of  Brooklyn.  < 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  29,  1937,  2  P.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
29,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  315-36-BZ — Application,  October  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Annie  Grossarth, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  42-54 
Remsen  avenue,  southwest  corner  of 
East  51st  street  (Block  No.  4591,  Lot 
No.  10  and  part  of  Lot  No.  12),  Bor¬ 
ough  of  Brooklyn. 
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cal.  no.  150-33-BZ— Application  of  Samuel  H.  Livingston 
owner,  reopened  June  8,  1937,  for"  con¬ 
sideration  as  to  extension  of  time  to 
obtain  permits  and  complete  work 
(time  having  lapsed)  re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 


conversion  of  occupancy  of  an  existing 
five  (5)  car  garage  to  a  motor  vehicle 
repair  shop ;  premises  Northeast  corner 
of  Liberty  avenue  and  109th  street 
(Block  No.  541,  Lot  No.  28),  Rich¬ 
mond  Hill,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


MINUTES 


SPECIAL  MEETING, 

FRIDAY  MORNING,  JUNE  4,  1937. 

Present  :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BOARD  OF  STANDARDS  AND  APPEALS 


RULES 

353-30-SR. 

SUBJECT  Paints,  Varnish  and  Lacquer  Spraying  Rules 
— proposed  revision  of. 

APPEARANCES— 

WilliamA  BWWlyte>  Wm-  Costello,  G.  A.  Doherty, 
J.  A.  Wright  and  Louis  Straub. 

ArTTnNTnnu'ApX^b^IojTarrieta’  of  Fire  Department. 
CTION  OF  BOARD — Laid  over  for  further  considera¬ 
tion  by  board.  Date  to  be  set  later. 


VARIATION  OF  LABOR  LAW 

1  1214-18-S. 

>  APPLICANT— Thomas  T.  Cooke,  for  Elizabeth  T  Cooke 
!  owner.  ’ 

SUBJECT— Application  for  consideration — reopening  and 
amendment  re  variation  of  the  labor  law  as  cited 

PREMISES'1  AFFFCTFn  C?™™issioner  of  buildings. 
rKiMViibFb  AhhECTED— 53  Greene  street,  west  side, 

t  7  at  Sfol!thT,of  Broome  street  (Block  No.  475, 

APPEARANCES-'  “gh  °f  Manhat,an- 
Dor  Applicant :  Norman  Denzer. 

I  CTIOR  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  .  3 

Negative  .  q 

TtIr  ,  ^£sent :  Assistant  Chief  Waisli  ’ .’ .' .' ! .' .* l 
THE  VOTE  TO  AMEND— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  .  3 


Negative  .  ~ 

Absent .  Assistant  Chief  Walsh  ....  j 

THE  RESOLUTION— 

(1214-18-S) 

VV  hereas,  this  application  affecting  premises  53  Greene 

Nfo  VY/no  6U>  S°Uth,  street  (Bl“k 

tL«V4/a’  .  ]  ,?•  ,48)>  Borough  of  Manhattan  to  accent 
the  present  double  hung  fireproof  windows  instead  of  case 
ment  windows  leading  to  2d  required  means  of  exit  on 
utside  hie  escape  was  granted  by  the  Board  July  9  1918 
so  long  as  conditions  remain  substantially  unchanged  and 

sMerredbT/exi,Sfa?dndard  **  ™r 

egressTrom  the^  N°‘  28312;LP  reading  “provide  safe 

Section  272  nf  MermTmK  °nT°f  »he  rear  fire  escaPc  as  per 
condition  as  t  tl  ^  Faw  was  issued  because  the 

condition  as  to  this  rear  fire  escape  had  changed  as  to  the 
termination  thereof;  and  s  b  LO  ine 

pr^fsesEAS’  a  C°mmittee  of  the  Board  inspected  these 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
l’oi«by  am5nd  resoluBon  adopted  by  the  Board  on  July  9 
1918  granting  a  variance  as  to  double  hung  windows  on 
fire  escape  by  adding  thereto  so  as  to  permit  the  continu- 
ance  ot  the  existing  sub-standard  fire-escape  on  the  rear  of 
building  provided  that  there  shall  be  from  the  foot  of  such 
fire-escape  an  extension  platform  across  the  rear  extension 
ot  the  building  connecting  to  two  (2)  windows  of  the 
adjoining  building  located  at  No.  277  Broome  street;  that 
the  vertical  ladder  may  be  maintained  from  this  platform 
to  the  lowest  level  of  the  rear  yard ;  that  at  all  windows 
on  all  stories  leading  to  this  substandard  fire  escape,  there 
shall  be  signs  reading:  “THIS  IS  NOT  AN  EXIT”  -  that 
not  less  than  three  (3)  blue  prints  shall  be  submitted  with¬ 
in  one  week,  showing  the  construction  as  herein  described  • 

L  u  \  leP,er,  fr°?  V1-6  °wners  of  No-  277  Broome  street 
sfaT3  .5,.  ed  with  this  Board  and  with  the  Commissioner 
ot  Buildings,  authorizing  the  maintenance  of  this  platform. 


Adjourned,  11:00  A.M. 

Edward  V.  Barton,  Chief  Clerk. 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicant,  under  the  building  zone  resolution,  are  en- 
itled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con- 
emence  in  notifying  property  owners,  they  may  obtain 


SAU™  at  **2®“  oi-  -the  Board  of  Standards  and 

Appeals,  Room  1018,  Municipal  Building,  Manhattan  at 
three  cents  each-postage  to  be  added  if  the  forms  ’are 
forwarded  by  mail 


WkP  or  thenar  lMf(T£  uS7rrlJhLCLY  °f  N*  5°“??-  aLe  sale  a,  the  Distribution  Division  of 

.g  the  latestyau,heniic  information  in  relation  1o  CRv  RecoV  °®“'  Room  3213.  Municipal  Budding 

.ate  and  Federa!  Department  Tu'rUut'Sffic^  Ce"tS  ™ 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JUNE  8,  1937. 

Present:  Chairman  Murdock,  Commissioners  Savage 
and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Wednesday  morning,  June  2,  1937  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Wednesday  af¬ 
ternoon,  June  2,  1937,  were  approved  as  printed  in  Bulletin 
No.  23,  Vol.  XXII. 


BUILDING  ZONE  CASES 

315-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Annie  Gross- 
arth,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building 
zone  resolution,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a  gasoline 
service  station. 

PREMISES  AFFECTED — 12-54  Remsen  avenue,  south¬ 
west  corner  of  East  51st  street  (Block  No.  4591, 
Lot  No.  10  and  part  of  Lot  No.  12),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

For  Oppposition:  Alfred  P.  Hamel. 

ACTION  OF  BOARD — Laid  over  to  June  29,  1937  at  2 
P.M.  to  obtain  additional  information  from  objec¬ 
tor,  also  a  report  from  commissioner  of  buildings 
on  adjoining  gasoline  station. 


318-36-BZ. 

APPLICANT — John  C.  Wandell  Company,  for  Eugene  J. 
Muldoon,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7e  of  the  building 
zone  resolution,  to  permit  in  a  business  use  district 
the  extension  of  an  existing  garage  for  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 112-116  Newton  street,  127 
Bayard  street  and  442-464  Manhattan  avenue,  east 
side,  from  Newton  street  to  Bayard  street  (Block 
No.  2719,  Lot  Nos.  1,  4  and  8),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant:  John  C.  Wandell. 

For  Oppposition:  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage,  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(318-36-BZ) 

Whereas,  John  C.  Wandell  Company,  for  Eugene  T. 
Muldoon,  owner,  filed  October  28,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
use  district  the  extension  of  an  existing  garage  for  more 
than  five  (5)  motor  vehicles;  Premises:  112-116  Newton 
street,  127  Bayard  street  and  442-464  Manhattan  avenue, 
east  side,  from  Newton  street  to  Bayard  street,  (Block 
No.  2719,  Lot  Nos.  1,  4  and  8),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting.  Tune  8,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 


Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Manhattan  avenue  is  in  a 
business  and  unrestricted  area ;  Eckford  street  is  an  unre¬ 
stricted  district;  Newton  street  is  in  a  business  and  un¬ 
restricted  district  and  Bayard  street  is  in  a  business  dis¬ 
trict  ;  and 

Whereas,  the  decision  of  the  Commissioner  of  Buildings, 
rendered  October  23,  1936,  re  Applic.  No.  14196-  1936] 
reads : 

“1.  Proposed  extension  of  a  public  garage  for  more 
than  5  motor  vehicles  in  a  business  use  district  is 
contrary  to  Art.  II,  Sec.  4a,  sub.  15  of  the  Building 
Zone  Resolution.” 

and, 

V  hereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  200  ft.  on  Manhattan 
avenue,  21  ft.  8  in.  on  Bayard  street  and  59  ft.  0y2  in.  on 
Newton  street.  Upon  the  east  portion  of  the  plot  there 
is  located  a  one-story  garage  for  the  storage  of  more  than 
five  motor  vehicles  and  shop  building  having  a  frontage  of 
oO  ft.  d  in.  on  Newton  street  and  a  maximum  of  depth 
of  146  ft.  10  in.  It  is  proposed  to  extend  this  garage 
by  the  addition  of  a  one-story  extension  having  a  frontage 
of  94  ft.  on  Manhattan  avenue  and  28  ft.  7  in.  on  New¬ 
ton  street ;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board  in  order  to  be 
informed  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  the  provisions  of  sec¬ 
tion  7e  of  the  Building  Zone  Resolution,  under  which  this 
application  was  made,  empowered  the  board  to  exercise 
its  discretion  and  to  grant  this  application  under  such 
conditions  that  would  safeguard  the  character  of  the 
district. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  Building  Zone  Resolution  and 
that  the  application  be  and  it  is  hereby  granted  under 
section  7e,  permitting  the  extension  of  the  existing  non¬ 
storage  garage,  as  indicated  on  plans  filed  with  this  appeal, 
marked  received  April  5,  1937”  on  condition  that  the  i 

exit  doorway  from  the  extension  leading  southerly  toward 
Manhattan  avenue  shall  be  omitted  and  a  brick  wall  with  \ 
window  constructed  instead;  that  on  the  interior  lot  line 
to  the  east,  where  frame  side  wall  exists,  that  this  shall 
be  removed  and  a  brick  wall  substituted;  that  the  ceiling  , 
shall  be  fire-retarded  throughout  in  accordance  with  the 
rules  of  the  Board  of  Standards  and  Appeals;  that  this 
vaiiance  shall  continue  only  so  long  as  this  garage  is 
not  further  increased  in  height  or  area  and  is  used  for  , 
tiuckmg  business;  that  all  permits  shall  be  obtained  and 
all  work  completed  within  one  year  from  the  date  of 
this  resolution. 


157-37-BZ. 

-U  PL  I  CANT — Lewis,  Marks  and  Kanter,  for  Brass 

Goods  Manufacturing  Company,  owner.  ‘j*,\ 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buddings)  under  section  7c  of  the  building 
zone  resolution,  to  permit  in  a  residence  use  dis-  ; 
trict  the  erection  and  maintenance  of  an  extension  ( 
to  an  existing  factory  building  which  is  located 
partly  in  a  residence  use  district  and  partly  in  a 
business  use  district.  '  j 

PREMISES  AFFECTED — 335A  Eldert  street,  north  side, 

220  ft.  west  of  Irving  avenue  (Block  No.  3413, 

Lot  Nos.  41  and  52),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Sidney  Squire,  Henry  Eidt,  and 
William  F.  Wund. 

For  Oppposition:  R.  W.  Kathan,  Michael  Ben- 
drowski  and  others. 

ACTION  OF  BOARD — Application  granted  on  condition. 
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THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission- 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  . 

Negative  . n 

Absent  .  q 

THE  RESOLUTION— 

(157-37-BZ) 

Whereas,  Lewis,  Marks  and  Kanter,  for  Brass  Goods 
!  Manufacturing  Company,  owner,  filed  April  5  1937  an 

application  under  the  building  zone  resolution  to  permit 
in  a  residence  use  district  the  erection  and  maintenance  of 
an  extension  to  an  existing  factory  building  which  is  lo¬ 
cated  partly  m  a  residence  use  district  and  partly  in  a 

sidSein2^fSpei  tr!Ct;r  ?remises:  335A  Eldert  ^reet,  north 
S’  W°  feftc^st°f  Irving  avenue  (Block  No.  3413,  Lot 
:  Nos.  41  and  52),  Borough  of  Brooklyn;  and 

WheiieaS,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 

th^Sp/'11^8^19^7’  aafter  cUe  n0tice  by  Publication  in 
•  thf,iu  etm  tbe  Eoar(I  of  Standards  and  Appeals;  and 
.  U  HEREAS>  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Eldert  street  is  in  a  resi¬ 
dence,  business  and  unrestricted  use;  Halsey  street  is  in  a 
business  use  district;  Irving  avenue  is  in  a  business  and 
residence  use  district  and  Knickerbocker  avenue  is  in  a 
business  and  residence  use  district;  and 
Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  March  9,  1937,  N.  B.  Permit  No.  193,  reads' ■ 

1.  Proposed  commercial  building  in  residential 
zone  district  in  violation  of  Art.  II,  Sec.  3  of  Zone 
resolution. 

and, 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  236  feet  on  Eldert  street  and  100  feet  on 
Irving  avenue  On  the  north  easterly  portion  of  the  plot 
s  there  is  located  a  3  story  and  basement  brick  factory  which- 
>  extends  into  the  residence  district  120  feet  and  existed 
prior  to  1916.  It  is  proposed  to  erect  upon  the  southerly 
Ipoition  of  the  plot  which  is  now  vacant  a  fireproof  struc- 
■  ture,  16  It  by  84  ft.  8  in.  in  area  and  extending  9  ft.  6  in 
above  grade.  To  be  used  as  a  die  storage  vault  in  con¬ 
junction  with  factory  on  the  remainder  of  the  premises- 
and  ’ 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  Committee  of  the  Board,  in  order  to  be 
miormed  prior  to  the  hearing;  and 

Whereas,  the  Board  deemed  that  the  provisions  of  Sec¬ 
tion  7c  of  the  building  zone  resolution,  under  which  this 
application  was  made,  empowered  the  Board  to  exercise 
its  discretion  and  to  grant  this  application  under  such 
conditions  that  would  safeguard  the  character  of  the  more 
restricted  district. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
i.he  application  be  and  it  hereby  is  granted  under  section 
c,  permitting  the  plot  under  appeal  to  be  used  for  the 
proposed  fireproof  building,  as  indicated  on  plans  filed 
Aith  this  appeal,  not  exceeding  10  ft.  from  the  top  of  the 
larapet  to  the  grade  .level  of  Eldert  street;  that  this  build- 
ng  shall  be  used  solely,  at  all  times,  for  the  storage  of 
•teel  dies  used  in  conjunction  with  the  factory  on  premises 
adjoining;  that  the  entrance  connecting  this  building,  to  be 
ised  for  die  vault,  to  the  existing  boiler  room,  shall  be 
>rotected  on  each  side  by  self-closing  fireproof  doors;  that 
n  the  roof,  nearer  Eldert  street,  there  shall  be  a  scuttle 
vith  a  double-rung  ladder  leading  thereto;  that  there  shall 
>e  no  opening  in  the  rear  wall  of  the  building  to  the 
djoimng  premises  to  the  west;  that  a  ventilating  duct 
lay  be  constructed  in  the  roof ;  that  the  front  portion 
|  f  the  plot,  shown  to  be  unbuilt  upon,  shall  be  leveled  gen- 
rally  to  the  level  of  Eldert  street  and  remain  at  all  times 
:  eeded  to  grass  or  planted  and  surrounded  on  the  two 
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interior  lot  lines  and  street  line  with  a  steel  picket  fence 
no  ovei  0  ft.  in  height;  that  for  entrance  to  this  front 
area,  a  gate  may  be  constructed  in  the  fence  not  over  3  ft 
in  width  opening  from  the  adjoining  loading  space,  but 
which  shall  normally  be  kept  locked;  that  all  permits- 
shall  be  obtained  and  all  work  completed  within  one  year 
irom  the  date  of  this  resolution. 


211-37-BZ. 

Al  I  LI  CANT  James  Whitford,  for  Richmond  County 
Savings  Bank,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building  zone- 
resolution,  to  permit  the  extension,  from  a  busi¬ 
ness  use  district  into  a  residence  use  district,  of  an 
existing  business  building. 

PREMISES  AFFECTED — 1214  Castleton  avenue,  south¬ 
east  corner  of  Taylor  street  (Block  No.  211,  Lot 
No.  32),  West  New  Brighton,  Borough  of  Rich¬ 
mond. 

APPEARANCES— 

For  Applicant:  James  Whitford. 

For  Oppposition:  None. 

AEEION  OF  BOARD— Application  granted  on  condition.. 
1HE  VOTE — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Wralsh  .  4 

Negative  . 0 

Absent  .  '  q 

THE  RESOLUTION— 

(211-37-BZ) 

.  Whereas,  James  Whitford,  for  Richmond  County  Sav- 
mgs  Bank,  owner,  filed  May  10,  1937,  an  application  under 
the  building  zone  resolution  to  permit  the  extension  from 
a  business  use  district  into  a  residence  use  district  of  an 
existing  business  building;  Premises:  1214  Castleton  ave¬ 
nue,  southeast  corner  of  Taylor  street  (Block  No  211 
Lot  No.  32),  West  New  Brighton,  Borough  of  Richmond; 
and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  8,  1937,  after  due  notice  by  publication  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Castleton  avenue  is  in  a 
business  use  district;  Taylor  street  is  in  a  residence  and 
business  use  district ;  Roe  street  is  in  a  business  use  dis¬ 
trict  and  Dongan  street  is  in  a  residence  and  business  use 
district ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildines 
rendered  May  4,  1937,  reads: 

“Your  application,  Alt.  428/1937,  filed  on  May  3, 
1937,  to  permit  the  extension  of  an  existing  bank  build- 
ing  at  the  southeast  corner  of  Taylor  street  and 
Castleton  avenue  in  the  First  Ward,  Borough  of 
Richmond,  is  hereby  denied  as  the  building  extends  in 
a  residence  zone  and  is  contrary  to  Article  2,  Section  3 
of  the  Building  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground 
having  a  frontage  of  125  ft.  on  Taylor  street,  45  ft  on 
Castleton  avenue.  The  southerly  portion  of  the  plot  ex¬ 
tends  into  the  residence  use  district  for  a  distance  of  25 
feet,  the  remainder  of  the  plot  is  in  the  business  use  dis¬ 
trict  Upon  the  Castleton  avenue  front  of  the  plot  there 
is  a  bank  building  having  a  frontage  of  45  ft.  on  Castleton 
avenue  and  a  depth  of  73  feet.  It  is  proposed  to  increase 
the  height  of  the  southerly  (23  ft)  portion  of  the  existing 
building  up  to  the  level  of  the  main  building  and  also  to 
erect  a  two  story  (38  ft.)  high  extension  to  the  south’  of 
r™Xisting  building;  said  extension  to  have  a  frontage 
of  30  feet  and  extends  into  the  residence  use  district  for 
a  distance  of  six  (6)  feet.  It  is  proposed,  also,  to  have 
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adjacent  to  the  south  of  the  proposed  extension  a  9  ft. 
wide  driveway  and  platform  to  be  used  for  bank  delivery 
use,  etc. ;  and 

Whereas,  the  board  deemed  that  the  provisions  of  sec¬ 
tion  7,  subdivision  “B”  of  the  building  zone  resolution, 
under  which  this  application  was  made,  empowered  the 
board  to  exercise  its  discretion  and  to  grant  this  applica¬ 
tion  under  such  conditions  that  would  safeguard  the 
character  of  the  more  restricted  district. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted ,  under  section 
7  subdivision  “b”,  to  permit  the  extension  of  the  existing 


bank  building  into  residential  district  for  a  distance  of  15 
ft.,  as  indicated  on  plans  filed  with  this  appeal,  on  condition 
that  of  this  15  ft.,  6  ft.  shall  be  used  as  a  driveway  for 
access  to  rear  of  the  proposed  extension  to  the  building; 
that  the  balance  of  the  premises  owned  by  the  bank  at  the 
rear  shall  be  separated  from  adjoining  lots  by  a  substantial 
steel  fence  and  this  additional  area  shall  be  kept  sodded 
and  planted ;  and  that  all  permits  shall  be  obtained  and 
all  work  shall  be  completed  within  one  year  from  the  date 
of  this  resolution. 


Adjourned,  11:55  A.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JUNE  8th,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

150-33-BZ. 

APPLICANT— Samuel  H.  Livingston,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
extension  of  time — re  application  (decision  of  the 
superintendent  of  buildings)  under  section  21  of 
the  building  zone  resolution,  permitting  in  a  busi¬ 
ness  use  district  the  conversion  of  occupancy  of  an 
existing  five  (5)  car  garage  to  a  motor  vehicle 
repair  shop. 

PREMISES  AFFECTED — Northeast  corner  of  Liberty 
avenue  and  109th  street  (Block  No.  541,  Lot  No. 
28),  Richmond  Hill,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Samuel  H.  Livingston. 

ACTION  OF  BOARD — -Application  reopened,  calendar 
call  waived  and  set  for  hearing,  Tune  29,  1937,  at 
2  P.M. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


374-16-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Fulton  Park 
Realty  Co.,  owner. 

SUBJECT— Application  for  consideration — reopening  un¬ 
der  new  facts — re  (decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district,  the 
inclusion  of  a  gasoline  service  station  in  a  garage 
for  more  than  five  (5)  motor  'vehicles  (garage 
previously  granted  by  the  board). 

PREMISES  AFFECTED — 1664-1670  Fulton  street,  south 
side,  363  ft.  east  of  Troy  avenue  (Block  No.  1700, 
Lot  No.  26),  Borough  of  Brooklvn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 


THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


807-28-BZ. 

APPLICANT — Alfred  H.  Eccles,  for  Mortgage  Commis¬ 
sion  Realty  Corporation,  trustees. 

SUBJECT — Request  for  consideration — reopening  and 
amendment — -re  application  (decision  of  the  super¬ 
intendent  of  buildings)  under  sections  7e,  7g  and 
21  of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  erection  and  maintenance 
of  a  garage  for  the  storage  of  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 80-84  Madison  avenue,  north¬ 
east  corner  of  Union  street  (Block  No.  848,  Lot 
No.  1),  Flushing,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Alfred  H.  Eccles. 

ACTION  OF  BOARD — Request  to  reopen  withdrawn. 

THE  VOTE  TO  WITHDRAW  REQUEST  TO  RE¬ 
OPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


80-22-BZ. 

APPLICANT — Scacchetti  and  Siegel  for  Ordham  Realty 
Corporation,  owner. 

SUBJECT — Application  reopened  under  new  proposal  De¬ 
cember  15,  1936,  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7g  and  21  of  the 
building  zone  resolution,  to  permit  on  a  plot  of 
ground  located  partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the  conversion  of 
occupancy  of  two  (2)  buildings  located  thereon; 
the  easterly  building  to  include  a  garage  for  more 
than  five  (5)  motor  vehicles  and  the  westerly 
building  to  include  a  motor  vehicle  repair  shop. 
There  is  an  existing  gasoline  service  station  on 
this  plot. 

PREMISES  AFFECTED-H50-458  and  460-470  East  Ford- 
ham  road,  south  side,  95  ft.  east  of  Third  avenue 
(Block  No.  3033,  part  of  Lot  No.  60),  Borough  of 
The  Bronx. 
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APPEARANCES— 

For  Applicant:  Max  Siegel  and  J.  Sidney  Bern¬ 
stein. 

For  Opposition  :  Sydney  Smith. 

Tuu^?rATr^  BOARD  Application  granted  on  condition. 
THE  VOTE — 

Affirmatn  e .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  .  a 

THE  RESOLUTION—  . 

( 80-22- BZ) 

Whereas,  Scacchetti  &  Siegel,  for  Oldham  Realty  Cor¬ 
poration,  owner  reopened  December  15,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  partly  in 
)a  business  use  district  and  partly  in  a  residence  use  dis¬ 
trict  the  conversion  of  occupancy  of  two  (2)  buildings 
located  thereon;  the  easterly  building  to  include  a  garage 
for  more  than  five  (5)  motor  vehicles  and  the  westerly 
building,  to  include  a  motor  vehicle  repair  shop.  There 

VLan  eTS^Ag^fnS?i'ne  sJ;ation  on  this  plot;  premises:  450- 
458  and  460-470  East  Fordham  road,  south  side,  95  ft 
east  of  Third  ave  (Block  No,  3033,  part  of  lot  No.  60)' 
Borough  of  The  Bronx;  and  ’ 

i  Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting  June  8,  1937,  after  due  notice  by  publication  in 
Ctm  °/  tbe  B°ard  Standards  and  Appeals  •  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  Fordham  road  is  in 
a  business  and  residence  use  district;  that  East  189th 
street  is  in  a  business  use  district;  that  3d  avenue  is  in  a 
business  and  unrestricted  use  district;  and  that  Washing- 
ton  avenue  is  in  a  residence  and  business  use  district  -  and 
Whereas  the  decision  of  the  commissioner  of  buildings 
rendered  July  20,  1936  (order  No.  564-36).  reads- 

1.  Discontinue  use  of  premises  458  E.  Fordham 
road  for  storage  of  motor  vehicles  with  volatile  in¬ 
flammable  oil  in  their  tanks  until  the  structure  is  made 
to  conform  with  section  73,  subdivision  3,  article  4 
code  of  ordinances  and  until  a  certificate  of  occu¬ 
pancy  for  such  use  has  been  obtained  from  this  de¬ 
partment. 

ber  18eCiS93°6n  °f  COmmissioner  of  buildings  dated  Novem- 

“In  reply  to  your  request  of  the  13th  inst.,  relative 
to  the  above  captioned  premises  you  are  informed 
that  you  have  not  shown  adequate  grounds  for  the 
rescindment  of  Order  No.  564-36  for  the  following 
reasons.  * 

Under  the  zoning  resolution  an  automobile  service 
station  means  a  place  for  tire  and  ignition '  service 

vehiH?/  P^rm,t  u°f  the  mak’n-  of  rePairs  to  motor 
whicles  nor  does  the  certificate  you  mention  permit 

,tbe  storing  of  automobiles  with  gasoline  in  their 
fuel  tanks  on  a  wooden  floor.  In  addition  the  inspec¬ 
tor  reports  that  the  west  wall  is  of  lath  and  nlaster 

constr„ct]0n.  ,  ,hat  h£  couId  n()t 

the  means  at  hand,  whether  or  not  the  ceiling  was 
'  sn  l  Pj°P—  y  Ins.ulated  with  fire  retarding  material  ” 
and  decision  of  the  commissioner  of  buildings  dated 
December  10,  1936  re  N.B.  2615-1921  reads 

certlficate  of  occupancy  for  the  stores,  auto 
Jiow  room  and  auto  service  station,  repairs  and  garage 

5Mabn7efEmei?0ned  'OCation  is  hereby  denied  as  order 
ot  the , fire .  Prevention  division  is  still  pending. 

■  as  the  location  is  within  a  business  district  where 
the  occupancy  as  a  service  station  and  auto  repai? 
shop  would  be  unlawful. 

cemberSi1°7n  i°oVhe  commissioner  of  buildings  dated  De¬ 
cember  17  1936,  reads  B.N.  Appl.  No.  1002-1936: 

storesPl^f  ASrd  chang.e  of  occupancy  of  premises  from 

and  thrpe T  SerV1Ce  Statl°n’  Soda  bottling  works 

tinn  5  oar  garages  to  stores,  gasoline  service  sta¬ 
tion,  soda  bottling  works  and  garage  for  more  than 


mmtlv^n  J°gat^d  Par!?y  -n  a  residence  district  and 
ind  4  nf  H  bKS-mSS  dlstr,ct  ,s  contrary  to  section  3 
->nd  d  4  thC  bui  ding  zone  resolution.” 

V  hereas  The  premises  (part  of  a  larger  plot  covering 
the  entire  block  frontage  along  East  Fordham  road)  con 

age  of  183r52egfpetr  shaped  pk)t  ground  having  a  front- 
17  ft  feet  on  East  Fordham  road,  a  frontage  of 

nt-  i  rd  aveTnue  and  a  distance  of  281  ft  along  the 
south  lot  line.  Upon  this  plot  there  are  located  two  1 
n  °ry  .  oon-fireproof  buildings;  the  easterly  building  is 
;  rr"«'  as  stores,  garage  for  more  than  5  motor  vehicles 
anti  soda  hotthng  works;  the  westerly  building  iHccS- 

I  hide  reoT’shoT^J  "CW  r“scd  «rs  moSr 
two  W?f  sh°p>  between  the  building  are  located 

VOnr  °  g.a\  gasohne  st°rage  tanks  and  two  pumps  I 
proposed  to  continue  these  occupancies  On  the^outh 
part  of  the  plot  there  is  driveway  leading  to  3d  avenue 

fappr'Sgns!ootaiPf?  a\'he  s'e‘  the  plot 

use  dTstricShp  ;^;-mHare-a)  ,S  Jocated  in  the  residence 
ancj  e  remainder  is  in  the  business  use  district; 

Whereas,  the  premises  in  question  was  the  subject  of 
an  inspection  by  a  committee  of  the  board  in  order  to 
b  w  ^med  pnor  to  the  hearing;  and 

of  \LERF;AS’  th+C  applicant  has  bled  the  consents  of  80% 
of  the  property  owners  in  the  area  set  down  by  the 
board  as  deemed  affected  in  this  application;  and  Y 

Whereas,  the  board  deemed  that  it  was  empowered  to 
use  its  discretion  under  section  7-g  as  to  garage  and  tW 
applicant  was  entitled  to  relief  from  section  21  Is^to 
service  station  for  minor  repairs  and  conditioning  of  auto° 

building. COnneCl'°n  With  ,he  sales  n?w  in  “  he 

Resolved  that  the  Board  of  Standards  and  Appeals  does 
ei  eby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  apphcation  be  and  it  hereby  is  granted  7  g  al  to 

ga  age  and  to  permit  the  one-story  buildings  on  the  east 

he  Itself  a°nd  e  'Mdi,’e  £rom  ^dham road to 

c  used  and  occupied  as  non-storage  garages  for  more 

t  iat  five  (a)  cars  on  condition  that  the  building  shall  not 
be  increased  in  height  or  area  and  shall  o  hfr  than  Js 
varied  herein,  comply  with  the  rules,  regulations  and  other 
requirements  applicable  thereto,  and  to  grant  under  section 
J°^rmi  t  e.  rear  section  of  the  budding  on  the  west- 
.  °f  dnveway.  from  East  Fordham  road  to  be 

use  as  a  service  station  for  conditioning  the  new  and 
used  cars  offered  for  sale  by  the  automobfle  sales Teencv 
occupying  the  portion  of  the  building  on  Fordham  foad 
that  there  shall  be  no  blacksmithing  or  acetylene  torch 
work  or  the  use  of  anvils  permitted  on  the  premises  and 
that  all  permits  shall  be  obtained  and  all  work  shah  be 
completed  within  one  year  from  the  date  of  this  action.5 


47-37-BZ. 

APPLICANT— Victor  Santini  for  Amelia  Murphy  et  al 
owners.  F  y’ 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7b  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  m  an  unrestricted  use  district  the 

PREMISES  1 AF0FECTEDha?3n  m°t0r  vehicles- 

.Si  APPECTED— 530-532  Bergen  avenue,  east 

Mde,99of3Tft'  *?rtb  of  East  14gth  street  (Block 

Bronx293’  LOt  h*015'  33  and  34^’  Borouffh  of  The 

APPEARANCES— 

For  Applicant:  Victor  Santini 
°PPPosition:  Walter  T.  Kahl. 

THE1  VOTE— B0ARD~APP1,Cati°n  granted  on  condition. 

Affirmative:  Chairman  Murdock,  Commission¬ 
er.5  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  , 

.  4 
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Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(47-37-BZ) 

Whereas,  Victor  Santini,  for  Amelia  Murphy,  et  al. 
owner,  filed  February  5,  1937,  an  application  under  the 
building  zone  resolution  to  permit  partly  in  a  business  use 
and  partly  in  an  unrestricted  use  district,  the  parking  of 
more  than  five  (5)  motor  vehicles;  Premises:  530-532  Ber¬ 
gen  avenue,  east  side,  72.93  ft.  north  of  East  148th  street 
(Block  No.  2293,  Lot  Nos.  33  and  34),  Borough  of  The 
Bronx;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  8,  1937,  after  due  notice  by  publication  in  the 
Bulletin  of  the  Board  of  Standard  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Bergen  avenue  is  in  an 
unrestricted  and  business  use  district;  that  East  149th 
street  is  in  a  business  use  district;  that  East  148th  street 
is  in  an  unrestricted  use  district;  and  that  Willis  avenue 
is  in  a  business  and  unrestricted  use  district;  and 

Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  rendered  January  21,  1937,  reads: 

“Your  request  of  January  21,  1937,  as  lessee  and 
William  G.  Nimphus,  James  Nimphus  and  Amelia 
Murphy  as  owners,  for  a  certificate  of  occupancy  to 
occupy  premises  on  the  east  side  of  Bergen  avenue 
72.93  ft.  north  of  East  148th  street  (Block  2293,  Lots 
33  and  34)  in  the  Borough  of  The  Bronx,  a  plot  75  ft. 
0  in.  front  and  100  ft.  deep  for  the  parking  of  75 
motor  vehicles  is  hereby  denied  as  premises  is  partly 
located  in  an  unrestricted  district  and  partly  in  a  busi¬ 
ness  district  and  is  therefore  contrary  to  provisions  of 
the  building  zone  resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  75  ft.  and  a  depth  of  100  ft.,  with  an 
irregular  shaped  area  at  the  northwest  portion  of  the  plot, 
having  a  frontage  of  approximately  25  ft.  on  Bergen 
avenue  ('approximately  750  sq.  ft.  in  area)  located  in  the 
business  use  district — the  remainder  of  the  plot  is  in  the 
unrestricted  use  district.  It  is  proposed  to  demolish  two 
old  buildings  now  on  the  site  and  to  use  the  premises  for 
the  parking  of  more  than  five  (5)  motor  vehicles;  and 

Whereas,  the  Board  deemed  that  inasmuch  as  the  plot 
can  be  used  for  the  purpose  of  parking  as  it  is  mainly 
located  in  the  unrestricted  district,  the  small  triangle  lo¬ 
cated  in  business  district  should  also  be  permitted  to  be 
included  for  similar  use. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  Sec¬ 
tion  7-b  to  permit  the  portion  of  plot  within  the 
business  use  district  to  be  used  in  conjunction  with 
balance  of  plot  in  unrestricted  district  for  parking  of 
motor  vehicles,  on  condition  that  the  entire  plot  shall  be 
levelled  substantially  to  the  grade  of  Bergen  avenue  and 
shall  be  covered  with  steam  cinders  or  other  suitable  ma¬ 
terial,  properly  bound  to  prevent  dusting,  and  where  un¬ 
punctured  walls  of  adjacent  buildings  do  not  occur,  a 
substantial  woven-wire  fence  shall  be  erected  on  interior 
lot  line  and  a  substantial  woven-wire  or  steel  picket  fence 
shall  be  erected  on  the  street  building  line  except  for 
entrance  not  exceeding  20  ft.  in  width,  located  within  the 
unrestricted  portion  of  the  plot;  that  the  curb  cut  opposite 
shall  not  exceed  20  ft. ;  and  that  all  permits  shall  be 
obtained  and  all  work  completed  within  one  year  from  the 
date  of  this  action. 


330-29-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Frederick 
Prisco,  owner. 


SUBJECT — Application  for  consideration — reopening  and 
extension  of  permit — re  application  (decision  of 
the  superintendent  of  buildings)  under  section  7f 
of  the  building  zone  resolution,  permitting  partly 
in  a  business  use  district  and  partly  in  a  residence 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED— Southwest  corner  of  Kissena 
road  and  Vleigh  road  (Block  No.  2395,  Lot  No. 
1),  Flushing,  Borough  of  Queens. 

APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  permit 
extended 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 


ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(330-29-BZ) 


Whereas,  this  application  affecting  premises  southwest 
corner  of  Kissena  road  and  Vleigh  road  (Block  No.  2395, 
Lot  No.  1),  Flushing,  Borough  of  Queens,  was  granted  by 
the  board,  December  20,  1932,  under  section  7,  subdivision 
F  on  certain  conditions,  resolution  amended  May  7,  1935, 
June  16,  1936,  and  November  17,  1936,  and  applicant  re¬ 
quests  a  further  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  board  on  Novem¬ 
ber  17,  1936  in  so  far  as  it  affects  the  term  of  the  permit, 
so  that  as  amended  the  resolution  shall  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution 
and  that  the  application  be  and  it  hereby  is  granted, 
under  section  7,  subdivision  f,  for  a  temporary  permit 
for  two  (2)  years  from  May  7,  1937,  for  the  use  of 
the  premises  as  a  gasoline  service  station,  on  condition 
that  all  pumps  shall  be  set  back  at  least  10  feet  from 
the  street  line ;  that  there  shall  be  not  more  than  two 
(2)  entrances  to  gasoline  service  station  on  Kissena 
road  and  not  more  than  one  (1)  on  Vleigh  road,  each 
entrance  to  be  not  more  than  12  feet  wide,  and  in 
the  event  that  curbing  is  installed  during  the  term  of 
this  temporary  permit,  that  openings  not  more  than 
14  feet  wide  shall  be  made  in  the  curb  opposite  these 
entrances  only;  that  any  buildings  for  accessory  use 
shall  be  limited  to  one  story  in  height,  located  sub¬ 
stantially  as  shown  on  plans  submitted,  approximately 
at  the  rear  lot  line,  and  to  be  of  the  size  and  in  ac¬ 
cordance  with  the  elevations  appearing  on  the  draw¬ 
ings  submitted ;  that  there  shall  be  no  advertising  signs 
installed  except  the  usual  signs  on  the  globes  of  the 
gasoline  pumps  and  a  flat  sign  on  the  facade  of  the 
building;  that  no  portable  gasoline  pumps  shall  be  used 
on  or  from  the  property;  that  in  the  event  the  owner 
desires  to  enclose  any  greasing  pits  erected  on  the  plot 
in  a  structure,  not  exceeding  one  story  in  height,  as 
indicated  on  plan  marked  ‘Received  June  16,  1936’,  such 
extension  of  the  accessory  building  may  be  permitted 
and  the  exterior  may  be  reconstructed  as  indicated  on 
plan  marked  ‘Received  November  10,  1936’,  on  condi¬ 
tion  that  there  shall  be  no  excavation  other  than  for 
greasing  pits  and  that  the  front  portion  of  the  build¬ 
ing  shall  remain  open  to  the  air  without  doors;  that 
the  ceiling  shall  be  fire  retarded  in  accordance  with 
the  rules  of  the  Board  of  Standards  and  Appeals; 
that  such  building  shall  be  constructed  of  fireproof 
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materials  except  that  the  roof  beams  and  roof  board¬ 
ing,  exterior  frames  and  sash  may  be  of  wood-  that 
no  signs  shall  be  erected  on  the  roof  or  walls  o’f  the 
building  other  than  a  fixed  permanent  sign  on  the 
trout  thereol  indicating  its  use  and  that  no  open 

maintained.”01  COlUained  within  such  building  shaUbe 


APPEARANCES— 

A  rTTnM°A^ijCant :  Bant°n  Moore. 

PMFfnBOMf~Laid  OVCr  t0  June  15>  1937>  at  2 

mspecffion  U  her  consideration  J  committee  to  make 


558-24-BZ. 

;  APPLICANT— Lama  and  Proskauer,  for  Anna  C.  Schauf 
owner.  dL11> 

SUBJECT— Application  for  consideration— reopening  un- 

bmldm^Q^18^6  ^de(risio1^  °f  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 

1  esolution,  to  permit  in  a  residence  use  district 
the  alteration  and  extension  of  one  (1)  story  in 
height  of  an  existing  garage  for  more  than  five 

;  tried  by  Ae'bSlrd). (  *  eXte"Sion  previously  d<=- 

PREMISES  AFFECTED— 21-23  Lenox  road,  north  side, 
T  nt  Flatbush  avenue  (Block  No.  5064, 

APPEARANCES- ^  °“gh  °£  Br°°klyn' 

'  For  Applicant :  Alfred  A.  Lama 

ACTION  OF  BOARD— Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
er, s  Savage  and  Blum  and  Assistant  Chief 
VY  alsh  .  . 

Negative  . .!.'!.!!! .  n 

Absent  . . .  q 

THE  RESOLUTION— 

(558-24-BZ) 

road^Sfrth’  Sf  aPPhcation  affecting  premises  21-23  Lenox 
?ad’  “rtTh  side,  166  ft.  east  of  Flatbush  avenue  (Block 

w°’th?h  L°J  c°'  10?’  B°rough  of  Brooklyn,  was  denied 
l b  d  Se.P,tember  9-  1924  and  a  request  has  been 
Tiade  for  reconsideration  under  new  facts;  and 

hat  ib°ard  de,emed  that  owing  to  the  change 

iDartmon/ P  a“  m  ,the  area  from  Private  houses  to 
ipartment  houses  since  the  appeal  in  1924  and  the  revised 

dans  now  submitted  varying  from  plans  previously  pre- 
•  ented,  granting  a  new  hearing  was  justified. 

Resolved  that  the  application  be  and  it  hereby  is  re- 
■pened,  subject  to  usual  procedure. 


253-37-A. 

APPLICANT— Cdiyer  W.  Holmes,  for  Farragut  Pool, 
SUBJECT— Appeal  from  an  order  of  the  fire  commis- 
PREMISES  AFFECTED — 1525  Albany  avenue  (East  41st 

APPEARANCES— 

FOrstone.iCant:  °IiVer  W*  Holmes  and  A-  John- 

ACTION0o/BOARDatiTna':HInSPeCt0r  TMeyer’  Fire  DePt- 
PM  fnr  cLa‘  over  to  June  15>  1937,  at  2 
■  •  for  inspection  by  a  committee  of  the  board. 


|  APPEALS  FROM  ADMINISTRATIVE  ORDERS 
29-37-A. 

l^pbHUANT — Francis  Valva,  owner. 

U  EJECT— Appeal  from  an  order  and  a -decision  of  the 
commissioner  of  buildings. 

ROUSES  AFFECTED-21  -27  North  Oxford  street, 

W  on?  o’  299  fh  norBl  of  Park  avenue  (Block 
No.  2029,  part  of  Lot  No.  10),  Borough  of  Brook- 

PPEARANCES— 

For  Applicant:  George  W.  O’Connell. 

For  Administration:  Inspector  Carroll  Depart- 
ment  of  Buildings. 

CTI°  P  ?/  B0ARD— Laid  over  to  June  15,  1937,  at  2 
.  -M.  °.n  reQuest  of  applicant;  committee  to  make 
inspection. 


0-37-  A. 

irmp^NT-De,reFShun  Realt^  Co->  owner. 

I  3  ,  ,  ,ppeal  Uom  a  decision  of  the  commissioner 

of  buildings. 

REMISES  AFFECTED  179-15  Grand  Central  parkway, 
T1(le\}06  *  east  of  Tudor  road  (Block  No. 
Queens 0t  ^°S'  and  ^2)>  Jamaica,  Borough  of 


142-37-A. 

SURTFrmNI~Nu'West  Fur  Dveing  Corp  lessee 

SUBJECT— -Appeal^Hom  au  order  fnd  of  the 

PREMISES  AFFECTED-Avenue  V  and  Mill  avenue 

ft  fornh  of  A°f  the3°?!,o£.  Mil1  avenue  and  156 
(Block  No  rn‘t'  ,VJNa,l“nal  Lead  Building)  ; 

No'  109».  Mi«  Basin,  bIY- 

APPEARANCES—  ■ 

For  Applicant :  Harry  S.  Clyne. 

ACTION 0OFAROARnatrn:  Infector  Meyer,  Fire  Dept. 
THE  VOTE _  ARL>  Granted  on  condition. 

Chairman  Murdock,  Commission- 

Walsh VagC  and  B  Um  and  Assistant  Chief 

Negative  .  ^  .  4 

Absent  . *  .  0 

THE  RESOLUTION— 

(142-37-A) 

Whereas,  the  Nu-West  Fur  rhtrdnrv  r 
lessee  filed  March  11  urn  Aeing  Corp.,  applicant  and 

a  so  known  as  582  ft.  west  of  foot  of  m?i,  11  aVenUe> 

(Flock  NoUt8470f  LoTno  Yo9lf Mffib  ^ 

Brooklyn;  and  Mill  basin,  Borough  of 

T  tke  °/der  the  fire  commissioner  No  69018 

LC  daRd  September  19,  1936,  reads  as  follows: 

11ni  ’  Re  . e,  quantity  of  chlorate  of  potash  to  25  lbs 
unless  special  permission  is  given  by  the  Bd  of 
and  Hazardous  Trades  for  a  greate?  quantity‘s  ‘ 

M^chTsflM;!  reads’°as  follows  commission“-  d«=d 

and°Aha  V  maEV  be  taken  to  the  Board  of  Standards 
in  wffi?hPe?o  fiTe  youyr0appeffi  the  time  limit 

Stmidards’anT  Appeal^wilfac’c^  aJetter  from^this 
department  as  the  basis  of  an  appeal.  For  tha?  n.m 

Bori2rX"S'L°"f  iS  fo™»rded  and  will  certif) 
p  ,  ft.  09U38-LC  was  issued  against  Nu-Wpsi 

Follow^"18  CorP-  0n  Sept-  19‘".  and  FeadYas 

.  L  Discontinue  the  storage  of  chlorate  of 
m^same  room  with  other  chemicals.  Sec.  10,  Ch.  10 
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2.  Provide  a  separate  exterior  fireproof  building 
for  the  storage  of  chlorate  of  potash.  Sec.  10,  Ch. 
10,  C.O. 

3.  Remove  all  loose  combustible  fibres  in  excess 
of  one  ton.  Sec.  24,  3G.  Ch.  10. 

4.  Have  superintendent  or  manager  apply  for  and 
secure  a  certificate  of  fitness  for  technical  establish¬ 
ment.  Examinations  every  day  between  9  A.M.  to 
3  P.M.  Saturdays  9  A.M.  to  11  A.M.  Each  applicant 
must  file  two  unmounted  photographs  of  himself  at 
least  2x3  inches. 

5.  Reduce  quantity  of  chlorate  of  potash  to  25 
lbs.  unless  special  permission  is  given  by  the  Bd.  of 
Hazardous  Trades  for  a  greater  quantity. 

6.  Provide  a  fireproof  bin  with  self-closing  cover 
and  fusible  link  for  storage  of  sawdust  (on  1st 
floor),  Chap.  10,  Sec.  9.” 

and  .  .  ,  - 

Whereas,  the  premises  in  question  consist  ot  a  plot 
about  23  acres,  on  which  the  building  in  question  is 
erected ;  the  building  is  50  ft.  front  by  225.  ft.  in  depth, 
of  fireproof  construction,  3  stories  (50  ft.)  in  height;  the 
building  is  equipped  with  a  standpipe  system,  was  erected 
in  1917,  used  as  at  present  since  March  1936,  is  now  located 
in  an  unrestricted  district  and  occupied  on  the  first  floor 
—dressing  of  skins,  65  persons;  2nd  floor,  receiving  and 
shipping,  65  persons ;  3rd  floor,  dyeing,  drying  and  cleaning, 
65  persons,  for  which  certificate  of  occupancy  No.  3650 
was  issued  May  17,  1918  on  N.B.  App.  1846-17 ;  and 
Whereas,  applicant  was  prosecuted  in  the  magistrates 
court,  municipal  term,  Brooklyn,  and  sentence  was  sus¬ 
pended  on  March  31,  1937;  and 
Whereas,  the  applicant  contends  that  the  Nu-West  Fur 
Dyeing  Corp.,  is  and  has  been  since  April,  1933,  engaged 
in  the  business  of  dyeing  fur  skins  and  does  an  annual 
business  of  approximately  $200,000 ;  that  in  connection  with 
the  dyeing  process,  the  Nu-West  Fur  Dyeing  Corp.  uses 
an  average  of  200  lbs.  of  chlorate  of  potash  per  day ;  that 
the  order  of  the  fire  Department,  item  No.  5,  requires  the 
reduction  of  the  quantity  of  chlorate  of  potash  to  25  lbs., 
unless  special  permission  is  obtained  for  a  greater  quan¬ 
tity;  that  compliance  with  this  order  would,  therefore,  not 
only  seriously  affect  the  operations  of  the  Nu-West  Fur 
Dyeing  Corp.,  but  would,  in  effect,  cause  them  to  suspend 
business  as  it  would  be  impossible  to  continue  with  the 
small  quantity  of  potash  which  is  at  present  allowed ;  that 
the  plant  of  the  Nu-West  Fur  Dyeing  Corp.  is  situated  in 
an  isolated  location  at  Avenue  V  and  Mill  avenue,  Brook¬ 
lyn,  New  York;  that  the  building  is  fireproof  and  is 
erected  on  an  enclosed  lot  having  an  area  of  about  23 
acres,  the  west  side  of  which  is  bounded  by  a  body  of 
water  known  as  Mill  Creek ;  that  in  view  of  the  extensive 
amount  of  chlorate  of  potash  used,  it  is  necessary  to  have 
on  hand  at  all  times  about  1,000  lbs.  in  order  to  meet  the 
requirements  of  the  corporation  for  a  period  of  at  least 
five  days  in  advance ;  that  the  chlorate  of  potash  is  re¬ 
ceived  from  warehouses  in  New  Jersey  and  shipments  are 
made  by  truck ;  that  it,  therefore,  would  not  be  feasible 
or  practical  to  obtain  daily  deliveries ;  that  to  do  so  would 
increase  the  cost  of  the  potash  to  such  an  extent  as  to 
make  it  impossible  to  dye  the  fur  skins  at  a  profit  in  view 
of  the  present  competitive  market  in  the  fur  dyeing  in¬ 
dustry  ;  that  it  is  proposed  to  provide  a  separate  exterior 
fireproof  building  for  the  storage  of  the  chlorate  of  pot¬ 
ash  ;  and 

Whereas,  a  committee  of  the  board  inspected  these 
premises  prior  to  the  hearing  in  order  to  be  informed. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
69038-LC,  item  No.  5,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted  so  as  to  permit  the 
storage  of  not  over  1,000  lbs.  of  chlorate  of  potash  on 
condition  that  the  chlorate  of  potash  shall  be  stored  in  a 
fireproof  compartment  to  be  constructed  within  the  fire¬ 
proof  room  at  the  rear  of  the  building;  that  this  compart¬ 
ment  shall  be  constructed  of  fireproof  materials  with  a 
fireproof  door  thereto  and  vented  to  the  outer  air;  that 


the  roof  of  this  enclosure  may  be  glazed  with  wire  plate 
glass ;  that  not  over  250  lbs.  of  chlorate  of  potash  shall  be 
used  at  any  time  in  connection  with  the  manufacturing 
operations ;  that  the  automatic  fire  door,  separating  the 
fireproof  room  from  the  balance  of  the  manufacturing 
plant,  shall  be  kept  in  good  working  order  and  normally 
kept  closed;  that  in  all  other  respects  the  requirements  of 
the  code  of  ordinances  shall  be  complied  with. 


227-37-A. 

APPLICANT — In-Tag  Company,  lessee. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED— West  side  of  52nd  street 
(Richey  street),  500  ft.  south  of  Grand  avenue — 
southwest  corner  of  59th  street  (Frederick  street), 
(Block  No.  2319,  Lot  No.  6),  Maspeth,  Borough 
of  Queens. 

APPEARANCES— 

For  Applicant:  W.  H.  Cook. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  • .  4 

Negative  .  0 

Absent  .  Q 


THE  RESOLUTION— 

(227-37-A) 

Whereas,  the  In-Tag  Company,  applicant  and  lessee, 
filed  May  18,  1937,  an  appeal  from  an  order  and  a  decision 
of  the  Fire  Commissioner,  affecting  premises  west  side  of 
52d  street  (Ritchey  street)  500  ft.  south  of  Grand  avenue, 
southwest  corner  of  59th  street  (Frederick  street)  ;  also 
known  as  rear  of  5118  Grand  avenue,  south  side,  469  ft. 
west  of  Garrison  street  (Block  No.  2319,  Lot  No.  6), 
Maspeth,  Borough  of  Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner  dated 
March  2,  1937,  No.  70198-LC  reads  as  follows: 

“7.  Discontinue  practice  of  transporting  benzol, 
naphtha  and  other  vo'atile  inflammable  liquid  from 
underground  storage  tanks  to  place  of  use  in  steel 
drums. 

9.  Remove  the  drums  of  solvent  naphtha  from  the 
1st  story  of  premises,  and  confine  the  storage  of 
solvent  naphtha  to  approved  underground  storage  sys¬ 
tem.” 

and 

Whereas,  the  decision  of  the  fire  commissioner  dated 
April  22.  1937,  reads  as  follows: 

“With  reference  to  your  letter  of  April  6th,  relative 
to  order  No.  70198-LC  issued  by  this  department  affect¬ 
ing  the  storage  and  the  use  of  benzol,  lacquers,  varno- 
line,  linseed  oil,  etc.,  on  premises  51-18  Grand  avenue, 
Queens. 

With  reference  to  items  7  and  9  read: 

7.  Discontinue  practice  of  transporting  benzol, 
naphtha  and  other  volatile  inflammable  liquid  from 
underground  storage  tanks  to  place  of  use  in  steel 
drums. 

9.  Remove  the  drums  of  solvent  naphtha  from  the 
1st  story  of  premises,  and  confine  the  storage  of 
solvent  naphtha  to  approved  underground  storage  sys¬ 
tem.” 

We  regret  to  advise  you  that  this  department  will 
not  rescind  or  modify  those  items  and  before  a  permit 
is  issued,  it  will  be  necessary  for  your  company  to 
show  compliance  with  these  two  items. 

If  you  find  it  impracticable  to  comply  with  these 
items  you  have  the  privilege  of  appealing  to  the  Board 
of  Standards  and  Appeals  for  a  modification  of  these 
two  items. 
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Please  advise  this  department  as  soon  as  possible  if 
it  is  your  intention  to  make  this  appeal,  and  if  it  is 
we  will  be  pleased  to  give  you  a  letter  so  that  you  may 
bring  this  matter  before  the  Board  of  Standards  and 
Appeals.  Such  letter  is  necessary  as  the  time  for  filing 
the  appeal  has  already  passed.” 

and 

Whereas,  the  premises  in  question  consists  of  a  two 
story  building,  1st  floor  fireproof,  2d  floor  non-fireproof, 
25  ft.  in  height,  118  ft.  by  138  ft.  in  area,  erected  in  1920,’ 
in  an  unrestricted  district,  and  occupied  since  1924,  1st 
story,  factory,  15  persons,  2d  story,  storage,  5  persons,’  for 
which  certificate  of  occupancy  No.  2459  was  issued  on 
December  18,  1924;  and 

W  hereas,  the  applicant  contends  as  to  Item  No.  7  of  the 
order,  permission  is  requested — 

a.  1  o  handle  temporarily  for  the  next  sixty  days  or 
until  the  machines  can  be  moved  to  Lodi,  acetates  and 
textile  spirits  from  the  tank  shed  to  the  factory  and  to 
repump  these  solvents  to  ink  machines  by  Foster  pump. 

1  he  amount  of  solvents  handled  at  any  one  time  can 
be  limited  to  a  maximum  of-two  to  five  drums  of  these 
miscellaneous  solvents  without  interfering  unduly  with 
manufacturing  operations. 

b.  To  handle  permanently,  special  solvent  naphtha 
and  toluol  (or  xylol)  from  the  tank  shed  to  the  fac¬ 
tory  in  one  to  two  drum  lots  each,  and  to  repump  the 
same  to  the  ink  machines  by  Foster  pump  as  required. 

The  amount  of  these  solvents  to  be  handled  at  any 
one  time  can  be  limited  to  one  or  two  drums. 

As  to  Item  No.  9  of  the  order,  permission  is  requested — 

a.  To  store  temporarily,  five  drums  of  miscellaneous 
solvents  in  the  tank  shed  for  a  period  of  sixty  days  or 
until  two  of  the  ink  machines  requiring  the  use  of 
the  same  can  be  moved  to  Lodi. 

b.  To  store  permanently,  a  total  of  ten  drums  of 
special  solvent  naphtha  and  toluol  (or  xylol)  in  pres¬ 
ent  tank  shed,  the  same  to  be  taken  to  the  mill  building 
and  the  amount  of  storage  in  the  mill  building  to  be 
in  accordance  with  that  normally  required,  as  de¬ 
scribed  under  F.  D.  Item  No.  7. 

that  it  is  not  considered  practical  to  use  portable  tank 
wagons  and  hand  pumps  as  the  operation  is  too  slow  to 
make  for  efficiency  or  safety,  that  while  it  is  possible  to 
store  permanently  special  solvent  naphtha  and  toluol  in  the 
underground  tanks  now  available,  this  will  mean  the  empty¬ 
ing  of  the  drums  into  the  underground  tanks  and  the  re¬ 
pumping  of  the  same  back  into  drums  as  required,  that 
these  solvents  cannot  be  delivered  to  the  mill  building 
through  the  present  pipe  lines  efficiently  or  conveniently, 
that  it  is  not  practical  to  install  small  underground  tanks 
and  pipe  lines  for  these  special  solvents  used  in  limited 
quantities ;  and 

.Whereas,  a  committee  of  the  board  inspected  these 
premises  in  order  to  be  informed. 

Resolved,  that  the  order  of  the  Fire  Commissioner,  No. 
70198-LC  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  so  as  to  permit  the  temporary 
storage  within  the  factory  building  vaults  of  inflammable 
materials  requested,  on  condition  that  at  no  time  shall  there 
be  more  than  two  drums  of  toluol,  two  drums  of  textile 
spirits,  two  drums  of  alcohol  and  four  drums  of  xylol 
provided  that  all  other  volatile  inflammable  liquids  shall  be 
,  stored  in  the  existing  approved  buried  storage  system  and 
that  the  existing  safeguards  in  the  plant  shall  be  main¬ 
tained  to  the  satisfaction  of  the  Fire  Commissioner. 


218-37-A. 

APPLICANT — Max  Hirsch,  for  Morris  Goldstein,  owner. 
SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 1354  Jefferson  avenue,  east 
side,  100  ft.  south  of  Knickerbocker  avenue  (Block 
No.  3391,  Lot  No.  26),  Borough  of  Brooklyn. 


APPEARANCES— 

For  Applicant:  Max  Hirsch  and  Sarah  Goldstein., 
bor  Administration:  Assistant  Engineer  Benjamin 
Saltzman,  Paul  Friedman,  Secretary  to  Com- 
sioner,  Department  of  Buildings. 

ACT  ION  OF  BOARD — Appeal  denied 
THE  VOTE  TO  GRANT— 


Affirmative  . 

Negative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Absent  . 

THE  RESOLUTION— 

(218-37-A) 


0 

4 

0 


£,^H^EAS'  Max  Hlrsch’  for  Morris  Goldstein,  owner, 
filed  May  13,  1937,  an  appeal  from  a  decision  of  the 
commissioner  of  buildings,  affecting  premises  1354  Jeffer¬ 
son  avenue,  east  side,  100  ft.  south  of  Knickerbocker 
avenue  (Block  No.  3391,  Lot  No.  26),  Borough'  of  Brook¬ 
lyn  •  and 

.  Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings  dated  May  11,  1937,  re.  Alt.  Applic.  No.  20777-1936 
reads : 


“1.  Frame  extension  at  rear  in  viol,  of  sec  56 
M.D.L. 

10„  brick  wall  for  garage  at  building  sec. 

Whereas,  the  owner  was  found  guilty  and  sentence 
suspended  on  a  charge  of  violating  section  719b  of  the 
*7er  i.n-JtVn,^lpal  Term’  Magistrate’s  Court,  Brooklyn, 
on  March  16,  1937,  which  prosecution  antedates  the  decision 
hereto  appealed  from;  and 

Where  A  s_  the  premises  in  question  consists  of  a  two- 
story  and  basement,  non-fireproof  building,  30  ft.  2  in. 
in  height,  21)  ft.  by  64  ft.  in  area  on  the  first  floor  and 
A)  ft.  by  55  ft.  in  area  above,  which  it  is  proposed  to 
occupy  as  follows:  Cellar — storage;  part  of  basement — 
one  family;  first  floor  and  part  of  basement — one  family; 
second  floor— one  family — total  three  families;  and 

Whereas,  the  building  is  now  occupied  as  follows  • 
Cellar— storage ;  basement  and  first  floor— one  family; 
second  floor— one  family— total  two  families.  It  is  pro¬ 
posed  to  increase  the  number  of  families  in  the  building 
from  two  to  three  by  partitioning  off  the  new  kitchen  and 
bedroom  in  front  of  the  basement,  as  shown  on  plans- 
partitions  are  to  be  of  wood  studs  covered  with  V2  inch 
plaster  boai  ds  and  plaster  on  both  sides ;  the  garage  in 
Question  is  located  on  the  same  lot  at  the  front,  imme¬ 
diately  north  of  the  building  in  question,  as  shown  on 
plans;  and 

Whereas,  the  applicant  contends  as  to  item  No  1  of  the 
decision  appealed  from  that  although  there  is  a  one  story 
12  ft.  by  9  ft.  frame  extension  at  rear  of  building  in  base¬ 
ment  floor,  you  cannot  construe  that  this  building  is  a 
frame  building,  because  this  building  is  100%  brick  on 
2d  floor,  100%  brick  on  1st  floor  and  90%  brick  on  base¬ 
ment  floor,  that  the  walls  are  12  in.  brick,  that  sec.  56 
M-D.L.  prohibits  frame  buildings  to  be  converted  to  three 
(3)  family  dwellings,  but  that  this  cannot  be  considered  a 
frame  building;  and 

Whereas,  the  applicant  contends  as  to  item  10  of  the 
decision  that  there  is  a  12  in.  unpierced  brick  wall  between 
private  garage  and  building,  that  this  private  garage  has 
been  existing  prior  to  April,  1929,  that  this  garage  is  at 
side  of  building  with  front  doors  facing  street  and  that 
this  is  an  existing  condition ;  and 


Whereas,  the  board  is  without  power  to  vary  the  Mul¬ 
tiple  Dwelling  law. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  appeal  be 
and  it  hereby  is  denied. 


232-37-A. 

APPLICANT — Hetkin,  Rubin  and  Hetkin,  for  Edna  Barr, 
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Sadie  Sporn,  Sylvia  Abrams,  Rose  Gevirman  and 
Norma  Rubin,  neighboring  property  owners. 
OWNER  OF  PREMISES  AFFECTED— Algon  Realty 
Corporation. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings  approving  plans  for  the  erection  of  a 
building  in  an  F  area  district  and  for  revocation 
of  permit  issued. 

PREMISES  AFFECTED— 301-323  Oriental  boulevard, 
north  side,  from  Beaumont  street  to  Coleridge 
street  (Block  No.  7516R,  Lot  Nos.  1028,  1022  and 
1018),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Herbert  G.  McLean,  Marcel  H. 

Tisue,  S.  M.  Barr  and  Alexander  Rubin. 

For  Oppposition :  William  W.  Kaye,  and  others. 
For  Administration:  Paul  Friedman,  Secretary  to 
Commissioner,  Department  of  Buildings. 
ACTION  OF  BOARD — Appeal  to  revoke  permit  denied. 
THE  VOTE  TO  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(232-37-A) 

Whereas,  Hetkin,  Rubin  and  Pletkin,  attorneys  for  Edna 
Barr,  et  al.,  neighboring  owners,  filed  on  May  20,  1937,  an 
application  for  revocation  of  permit  issued  by  the  commis¬ 
sioner  of  buildings,  affecting  premises  301-323  Oriental 
boulevard,  north  side,  between  Beaumont  and  Coleridge 
streets  (Black  No.  7516-R,  Lot  Nos.  1028,  1022  and  1018), 
Borough  of  Brooklyn ;  and 

Whereas,  Permit  No.  4495  was  issued  by  the  commis¬ 
sioner  of  buildings  April  30,  1937  for  the  erection  of  a 
six-story,  Class  “A”  Multiple  Dwelling,  138  ft.  front  by 
72  ft.  8  in.  in  depth,  located  in  “F”  area  residence  district; 
and 

Whereas,  the  building  is  now  in  the  course  of  erection; 
and 

Whereas,  the  applicant  contends  “that  the  plot  in  ques¬ 
tion  is  divided  into  three  lots  on  the  tax  map,  as  follows : 

100  ft.  x  104  ft.,  being  the  N.  E.  corner  of  Oriental 
boulevard  and  Beaumont  street  (Tax  Lot  No. 
1,028). 

100  ft.  by  104  ft.,  being  the  N.  W.  corner  of  Oriental 
boulevard  and  Coleridge  street  (Tax  Lot  No. 
1,022). 

(These  latter  two  plots  make  up  the  whole  block  front 
of  Oriental  boulevard.) 

80  ft.  by  104  ft.,  being  an  interior  tax  lot  fronting  on 
Coleridge  street  (Tax  Lot  No.  1,018). 
that  section  16  (d)  of  the  building  zone  resolution  is  vio¬ 
lated  by  the  approved  plans  in  that  a!n  excessive  area  is 
occupied  by  the  building  at  the  curb  level  and  at  the  level 
eighteen  feet  above  the  curb ;  for  the  purposes  of  per¬ 
missible  area  the  plot  must  be  divided  into  a  corner  lot  of 
6,000  sq.  ft.  and  an  interior  lot  of  12,000  sq.  ft.  50%  of 
6,000  sq.  ft.  equals  3,000  sq.  ft.  and  35%  of  12,000  sq.  ft. 
equals  4,200  sq.  ft.,  making  a  total  of  7,200  sq.  ft. ;  that 
the  building  as  planned  is  approximately  8,930  sq.  ft. 
in  area  at  the  curb  level,  approximtely  1,730  sq.  ft. 
more  than  the  permissible  area;  that  30%  of  6,000 
sq.  ft.  equals  1,800  sq.  ft.  and  25%  of  12,000  sq.  ft. 
equals  3,000  sq.  ft.  making  a  total  of  4,800  sq.ft. ;  that 
the  building  as  planned  is  approximately  7,853  sq.  ft.  at 
the  level  of  eighteen  feet  above  the  curb,  approximately 
3,053  sq.  ft.  more  than  the  permissible  area ;  that  the  com¬ 
missioner  of  buildings  has  in  effect  borrowed  from  lots 
unbuilt  upon  the  permissible  coverage  area  of  those  lots 
and  credited  it  to  the  interior  lots  on  Coleridge  street; 
that  by  that  method  he  has  permitted  a  far  greater  area  of 
the  interior  lots  on  Coleridge  street  to  be  covered  with 
building  than  is  permitted  for  either  the  curb  level  or  the 


level  eighteen  feet  above  the  curb,  under  section  16  (d)  ; 
that  section  16  (d)  expressly  states  that  “no  building  shall 
occupy  at  the  curb  level  more  than  35%  of  the  area  of 
the  lot  if  an  interior  lot,”  nor  more  than  ‘25%  of  the  area 
of  the  lot’  at  the  level  eighteen  feet  above  the  curb ;  that 
the  lots  on  Coleridge  street  are  concededly  interior  lots, 
a  corner  being  limited  under  this  section  to  6,000  square 
feet” ;  “that  if  corner  lots  are  to  be  used  in  determining 
allowable  building  coverage,  these  lots  must  be  covered; 
that  the  commissioner’s  method  of  lending  permissible 
building  area  from  the  Beaumont  street  corner  to  the  in¬ 
terior  Coleridge  lots  clearly  deprives  the  land  owners, 
whose  property  abut  on  any  side  the  Coleridge  street  lots, 
and  the  land  owners  whose  lots  are  across  the  street  from 
the  Coleridge  interior  lots,  of  the  benefits  of  the  limited 
area  coverage  provided  by  the  Zoning  Resolution  for  an 
“F”  district ;  that  the  commissioner  has  thus  violated  the 
express  mandate  of  section  16  (d)  of  the  building  zone 
resolution ;  that  this  appears  even  more  clearly  when  it  is 
realized  that  section  20  of  the  building  zone  resolution 
requires  that  ‘in  interpreting  and  applying  the  provisions 
of  this  resolution,  they  shall  be  held  to  be  the  minimum 
requirements  adopted  for  the  promotion  of  the  public 
health,  safety,  comfort,  convenience  and  general  welfare’; 
that  this  is  an  “F”  zone,  the  highest  restricted  zone  under 
the  law ;  that  no  tortuous  construction,  creating  artifical 
building  areas  should  be  permitted;  that  the  commissioner 
has  violated  both  the  letter  and  the  spirit  of  the  building 
zone  resolution ;  that  when  the  plans  were  first  submitted 
for  approval  the  objection  was  raised  by  the  examiner  that 
they  violated  section  16  (d)  ;  that  this  objection  was  over¬ 
ruled  by  the  commissioner  of  buildings  on  the  strength 
of  an  affidavit  filed  by  the  builder  in  the  Register’s  office 
to  the  effect  that  it  would  not  sell  the  lot  on  the  corner  of 
Beaumont  street  and  Oriental  boulevard ;  that  this  affidavit, 
of  course,  cannot  correct  the  error  complained  of,  of  credit¬ 
ing  the  area  of  this  corner  to  the  permissible  building  area 
of  the  interior  lots ;  that,  however,  in  any  event,  the  com¬ 
missioner's  reliance  on  this  affidavit,  for  whatever  purpose 
he  does  rely  on  it,  is  in  error ;  that  the  said  plot  corner 
is  encumbered  by  a  mortgage  in  the  principal  amount  of 
$9,000  and  interest,  which  is  of  record ;  that  obviously  the 
mortgagee  will  not  be  bound  by  any  such  agreement  and 
should  the  builder  default  in  the  payment  of  the  mortgage, 
it  is  certain  to  be  foreclosed  and  the  mortgagee  will 
doubtlessly  improve  the  land  and  render  this  building,  even 
on  the  commissioner’s  theory,  entirely  illegal ;  and 

Whereas,  the  applicant  further  contends  that  sections  16 
and  17  are  further  violated  in  that  inadequate  rear  yards 
are  not  provided  for;  that 

(a)  A  minimum  rear  yard  of  30  ft.  is  required  for  in¬ 
terior  lots  in  an  “F”  zone;  that  the  builder  has  apparently 
elected  to  consider  Oriental  boulevard  as  the  front  of  the 
lot;  that  on  this  basis,  there  is  only  approximately  15  ft. 
6  in.  rear  yard  provided  for.  The  builder  is  entitled  also* 
to  a  credit  for  excess  open  space  in  the  front,  but  this 
credit  is  insufficient  to  make  up  the  minimum  requirement 
of  30  ft. ;  that  the  commissioner  contends  that  the  entire 
180  ft.  along  Coleridge  street  constitute  one  corner  lot, 
and  therefore  no  rear  yard  at  all  is  required ;  that  this 
interpretation  is  in  violation  of  the  express  provisions  of 
the  Multiple  Dwelling  Law,  which  limits  a  corner  of  150 
ft.  along  any  street.  Section  4  (13)  of  the  Multiple  Dwell¬ 
ing  Law  provides : 

“When  a  corner  lot  exceeds  150  ft.  in  depth  from  the 
widest  street  on  which  it  faces,  that  portion  of  the 
corner  lot  in  excess  of  such  150  feet  shall  for  the  pur¬ 
poses  of  this  chapter,  be  considered  to  be  an  interior 
lot.” 

that  the  requirements  of  the  Multiple  Dwelling  Law,  to  the 
extent  that  they  are  more  severe  than  those  of  the  zoning 
resolution,  must  be  complied  with ;  that  the  zoning  reso¬ 
lution  may  not  diminish  the  requirements  of  the  Multiple 
Dwelling  Law  (Section  9,  Multiple  Dwelling  Law)  ;  that, 
however,  irrespective  of  said  provision  of  the  Multiple 
Dwelling  Law,  it  is  not  the  intention  of  the  Zoning  Ordi- 
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nance  to  require  a  corner  to  be  limited  to  6,000  sq.  ft.  for 
area  purposes  and  to  have  no  limit  apply  for  rear  yard 
purposes;  that  it  is  the  commissioner’s  contention  that  a 
corner  may  extend  any  number  of  feet  along  either  of  its 
sides,  or  that  a  corner  may  extend  for  several  hundred  feet 
along  a  street,  and  yet  have  no  requirement  for  a  rear 
yard;  that  any  such  construction  is  tortuous,  unreasonable 
and  contrary  to  all  accepted  real  estate  practice  and  law 
principles  of  what  a  corner  is ;  that  this  construction  obvi¬ 
ously  makes  possible  the  use  of  interior  lots,  if  they  hap¬ 
pen  to  be  contiguous  to  a  corner  lot  and  owned  by  the 
same  party,  in  such  a  manner  as  to  circumvent  and  disre¬ 
gard  all  the  provisions  of  the  zoning  resolution;  and 
Whereas,  the  applicant  contends  that  section  17  (a)  is 
violated,  which  section  provides  that  lots  which  are  back 
to  back  shall  have  rear  yards  extending  along  the  rear  lot 
lines  of  such  lots  or  portions/  of  lots,  which  shall  be,  at 
every  point  along  such  rear  lot  line,  at  least  of  the  area 
and  dimensions  required  for  the  particular  area  district- 
that  in  this  case  of  an  “F”  district,  a  30  ft.  rear  yard  is 
required;  that  it  is  clear  that  under  the  definition  in  the 
zoning  resolution  of  lots  back  to  back  that  the  lots  on 
Coleridge  street  are  back  to  back  with  the  lots  on  Beau¬ 
mont  street;  that  obviously  the  owner  of  the  Beaumont 
street  lots  would  have  to  provide  a  thirty  foot  rear  yard; 
that  it  cannot  be  said  that  the  owner  of  the  Coleridge 
street  lots,  which  by  definition  must  be  back  to  back  with 
the  Beaumont  street  lots,  is  not  subject  to  the  same  require¬ 
ments  ;  that  obviously  the  answer  must  be  that  both  owners 
are  subject  to  the  same  requirements;  that  the  law  must 
work  equally  with  respect  to  all  similar  lots;  and 
Whereas,  applicant  further  contends  that  the  proposed 
building  violates  the  Multiple  Dwelling  Law — Section  4 
(13)  of  the  Multiple  Dwelling  Law  limits  a  corner  to  150 
feet.  Having  elected  to  take  Oriental  boulevard  as  the 
front  of  the  building,  it  is  clear  that  the  30  ft.  along  Cole¬ 
ridge  street  beyond  150  ft.  from  Oriental  boulevard  is 
interior  plottage.  An  interior  lot,  under  the  Multiple  Dwell¬ 
ing  Law,  must  have  a  minimum  rear  yard  of  20  ft.  The 
plot  plan  shows  a  rear  yard  provided  of  only  15  ft.  6  in. 
There  is  a  clear  deficiency  in  this  respect  of  4  ft  6  in  • 
and  ’ 

.  Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  report  of  which  inspec¬ 
tion  was  read  at  this  hearing  and  which  report  follows ; 
REPORT  OF  COMMITTEE 
Re.  Cal.  No.  232-37-A. 

Premises:  301-323  Oriental  boulevard,  north  side,  cor¬ 
ner  of  Beaumont  and  Coleridge  streets  (Block  No. 
7516R,  Lot  Nos.  1018,  1022  and  1028),  Brooklyn. 

June  7th,  1937. 

this  is  an  appeal  to  set  aside  the  permit  issued  by 
the  commissioner  of  buildings  for  a  multiple  dwelling 
on  this  plot  on  the  ground  that  the  building  violates 
the  zoning  resolution  and  the  multiple  dwelling  law. 

The  plot  is  in  a  residential  use  district,  F  area  and 
one  times  height.  The  plot  is  irregular  with  a  front¬ 
age  of  208  ft.  on  Oriental  boulevard,  with  a  depth  of 
180  ft.  along  Coleridge  street  and  100  ft.  along  Beau¬ 
mont  street.  There  is  a  subsurface  easement  running 
through  the  centre  of  the  block  at  right  angles  to 
Oriental  boulevard  eight  feet  in  width  to  accommodate 
service  mains  and  lines  common  to  all  the  lots  in  the 
block,  which  easement  by  its  terms  precludes  any 
building  being  built  upon  or  across  it.  The  owner  has 
chosen  to  place  his  multiple  dwelling  on  the  larger 
portion  of  the  plot  on  one  side  of  the  easement  and 
to  leave  the  portion  of  the  plot  on  the  other  side 
vacant,  since  this,  easement  forms  a  divisional  barrier 
preventing  one  building  from  spreading  over  the  entire 
plot.  The  owner  has,  however,  based  the  permitted 
area  to  be  covered  by  his  building  on  the  entire  plot 
and  this,  it  is  claimed,  is  contrary  to  the  zoning  resolu¬ 
tion  and  a  device  to  circumvent  the  law  since  it  has 
resulted  in  a  concentration  of  the  building  on  part  of 
the  plot.  It  is  also  claimed  that  connecting  the  build-  and 


lng  *?  the  common  sewer  is  contrary  to  the  multiple 
dwelling  law  since  the  sewer  cannot  be  considered  as 
meeting  the  requirements  for  a  “street”  sewer. 

The  law  does  not  regulate  the  size  or  shape  of  a 
lot  or  plot  to  be  built  upon,  nor  how  a  building  shall 
be  placed  on  a  plot  provided  the  requirements  of  the 
area  district  are  complied  with.  In  placing  his  build¬ 
ing  as  he  has,  the  owner  has  observed  all  the  require¬ 
ments  of  the  zoning  resolution  and  the  multiple  dwell¬ 
ing  law  as  to  distance  back  from  street  lines  and  width 
of  yard  and  court.  In  fact,  the  building  covers  in 
area  not  what  is  permitted  at  grade  level  but  a  lesser 
coverage  as  permitted  above  a  height  of  18  ft.  The 
plot  is  a  corner  plot  both  under  the  zoning  resolution 
and  the  multiple  dwelling  law.  While  for  purposes  of 
area  computation,  the  zoning  resolution  limits  the  area 
that  may  be  considered  a  corner  lot,  the  plot  for  other 
purposes  is  no  less  a  corner  plot.  As  such,  under  the 
multiple  dwelling  law,  a  rear  yard  is  required  and  the 
rear  yard  complies ;  under  the  zoning  resolution  no 
rear  yard  is  required,  but  the  open  space  provided 
conforms  to  the  requirements  for  a  side  yard.  Insofar 
as  the  building  uses  up  the  coverage  permitted  for 
the  entire  plot,  the  open  spaces  on  the  entire  plot  must 
be  considered  as  dedicated  to  the  proposed  building. 

Until  a  few  years  ago  this  general  area  was  subject 
to  a  private  restriction  permitting  one  family  houses 
only  on  plots  having  frontages  of  sixty  feet.  All  plots, 
were  subject,  to  the  eight  foot  sewer  and  service  pipe 
easement  which  was  established  in  each  block,  provid¬ 
ing  a  net  work  of  services  for  the  entire  area.  The 
surface  of  the  easement  was  permitted  to  be  grassed 
over  but  not  built  upon  and  available  at  all  times  for 
repair  and  inspection.  The  restriction  as  to  private 
houses  was  not  renewed  but  the  easement  appears  to 
be  perpetual  and  the  City  has  taken  over  the  mainte¬ 
nance  of  the  sewer  and  water  lines.  In  view  of  these 
facts,  the  sewer  line  can  be  properly  considered  a 
street  sewer  as  required  by  the  multiple  dwelling 
law,  the  intent  of  which  was  to  preclude  the  con¬ 
nection  of  a  multiple  dwelling  to  a  private  cesspool 
or  septic  tank,  having  no  connection  with  a  general 
sewage  system  connected  to  a  street  disposal  line  This 
sewer  is  the  only  one  available  and  has  been  approved 
by  the  Dept,  of  Sewers. 

There  may  be  a  question  of  actual  ownership  of 
the  easement  through  this  plot.  There  appears  no 
doubt  that  the  title  of  record  is  with  this  owner.  He 
is  permitted  to  use  the  surface.  This  easement  is  not 
an  alley  or  a  right  of  way  over  which  anyone  has  a 
right  to  pass.  If  it  were  such,  there  might  be  a  basis 
for  determining  that  the  owner  did  not  have  one  plot 
but  instead  two  plots,  as  much  separated  as  if  a  City 
street  intervened.  But  that  is  not  the  case.  The  sur¬ 
face. of  this  easement  can  be  counted  just  as  much  for 
required  open  spaces  and  in  calculating  permitted  cov¬ 
erage  as  any  other  part  of  the  plot. 

.  Contrary  to  a  prevalent  impression,  multiple  dwell¬ 
ings  can  be  erected  in  an  F  area  district.  If  it  is  a 
mistake  to.  permit  them  the  fault  is  with  the  zoning 
resolution  in  not  being  more  restrictive.  As  the  law 
stands  in  F  districts,  inroads  of  multi-family  dwellings 
cannot  be  prevented  without  a  supplementary  private 
restriction  which  unhappily,  in  this  instance,  has  lapsed. 

In  the  opinion  of  the  committee,  the  requirements  of 
the  law,  as  to  the  points  raised  by  the  applicant,  have 
been  met.  The  committee  recommends  that  the  appeal 
f)e.1  denied  and  the  decision  of  the  commissioner  of 
buildings  affirmed. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM 
PATRICK  WALSH, 

Committee. 
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Whereas,  this  report  recommended  that  the  appeal  be 
denied  and  the  board  deemed  that  the  applicant  had  not 
substantiated  the  basis  of  his  appeal. 

Resolved,  that  the  appeal  to  revoke  permit  be  and  it 
hereby  is  denied. 


239-37-A. 

APPLICANT— Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — 5th  to  7th  avenues,  between 
41st  street  and  44th  street  (Block  No.  921,  Lot  No. 
1),  Sunset  Park,  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Francis  F.  Pannaman,  E.  A.  Sears 
and  J.  Hannegan. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(239-37-A) 

Whereas,  Francis  F.  Pannaman  for  department  of 
parks,  City  of  New  York,  owner,  filed  May  26,  1937,  an 
appeal  from  an  order  and  a  decision  of  the  fire  commis¬ 
sioner,  affecting  5th  to  7th  avenues,  btween  41st  street 
and  44th  street  (Block  No.  921,  Lot  No.  1);  (Sunset 
Park),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  fire  commissioner,  dated 
November  27,  1936,  Order  No.  69584-LC,  reads: 

“With  reference  to  your  application  dated  July  16, 
1936  for  a  permit  to  store  and  use  10  cylinders  of 
liquified  chlorine  and  3  cylinders  of  ammonia  at  Sun¬ 
set  park  (41st  to  44th  street— 5th  to  7th  avenues), 
Brooklyn,  I  regret  to  state  that  I  am  without  power 
to  grant  such  a  permit  for  the  following  reason :  Sub¬ 
division  4F,  section  214a,  chapter  10,  Code  of  Ordi¬ 
nances,  reads  as  follows : 

‘No  permit  shall  be  issued  for  the  storage  or  use 
of  liquified  chlorine  in  any  building,  used  as  a 
hotel,  lodging  house  or  dwelling  or  in  a  building, 
lot  or  enclosure  located  within  50  ft.  of  the  near¬ 
est  wall  of  a  building  occupied  as  a  hospital,  school, 
or  theatre  or  other  place  of  assembly.’ 

1.  You  are  therefore,  ordered  to  remove  all  cyl¬ 
inders  of  liquefied  chlorine  from  the  above  premises 
and  discontinue  the  further  storage  and  use  of  same 
thereon.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  May  25,  1937,  reads: 

“In  answer  to  your  request  please  be  advised  that 
this  department  does  not  rescind  an  order  and  reissue 
it  so  that  it  can  be  taken  to  the  Board  of  Standards 
and  Appeals  when  you  have  exceeded  the  time  limit 
in  which  to  file  your  appeal. 

However,  we  have  been  advised  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  for  an  appeal.  For  that  pur¬ 
pose,  this  communication  is  forwarded  and  will  certify 
that  order  No.  69584-LC  was  issued  against  the  de¬ 
partment  of  parks,  City  of  New  York,  and  reads  as 
follows : 

‘With  reference  to  your  application  dated  July  16, 
1936,  for  a  permit  to  store  and  use  10  cylinders  of 
liquefied  chlorine  and  3  cylinders  of  ammonia  at  Sun¬ 
set  park  (41st  to  44th  street — 5th  to  7th  avenues), 
Brooklyn,  I  regret  to  state  that  I  am  without  power 
to  grant  such  a  permit  for  the  following  reason  :  Sub¬ 


division  4F,  section  214a,  chapter  10,  Code  of  Ordi¬ 
nances,  reads  as  follows  : 

“No  permit  shall  be  issued  for  the  storage  or  use 
of  liquefied  chlorine  in  any  building,  used  as  a 
hotel,  lodging  house,  or  dwelling  or  in  a  building, 
lot  or  enclosure  located  within  50  ft.  of  the  nearest 
wall  of  a  building  occupied  as  a  hospital,  school  or 
theatre  or  other  place  of  assembly.” 

1.  You  are  therefore,  ordered  to  remove  all  cyl¬ 
inders  of  liquefied  chlorine  from  the  above  premises 
and  discontinue  the  further  storage  and  use  of  same 
thereon.’  ” 


Whereas,  the  premises  consists  of  a  swimming  pool, 
200  ft.  x  200  ft.  in  Sunset  park  which  is  721  by  1480  ft. 
in  area  with  a  one-story  fireproof  building,  16ft.  in  height, 
30  ft.  by  34  ft.  in  area,  and  occupied  as  a  filter  house  and 
for  the  storage  of  ten  150  lb.  containers  of  liquefied  chlor¬ 
ine  and  three  cylinders  of  ammonia;  and 

Whereas,  the  applicant  contends  that  the  chlorine  used 
and  stored  complies  with  the  liquefied  chlorine  regula¬ 
tions,  article  17,  chapter  10,  Code  of  Ordinances,  City  of 
New  York,  section  No.  214  and  request  reconsideration 
of  paragraph  F,  of  article  17,  for  the  reason  that  this  is 
a  swimming  pool,  200  ft.  0  in.  by  200  ft.  0  in.  in  size  in 
a  public  park.  The  chlorine  is  stored  in  a  fireproof  build¬ 
ing,  no  greater  than  one  story  in  height.  The  park  con¬ 
taining  the  swimming  pool  is  on  a  large  plot  of  ground 
and  is  isolated  from  any  surrounding  residences,  hospitals 
or  schools,  etc.  The  opinion  of  the  division  of  public 
assembly,  in  the  fire  department,  decreed  that  a  swimming 
pool  in  a  public  park  is  not  required  to  be  licensed,  and, 
therefore,  should  not  be  included  in  paragraph  F,  of  ar¬ 
ticle  17  of  the  Code  of  Ordinances. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
69584-LC  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  storage  and  use 
of  liquefied  chlorine  and  anhydrous  ammonia  on  the  prem¬ 
ises  for  the  purification  of  water  in  swimming  and  wad¬ 
ing  pool,  on  condition  that  such  storage  and  equipment 
shall  be  located  in  a  fireproof  building  as  shown  on  plans 
filed  with  this  appeal ;  that  not  more  than  six  105  pound 
containers  of  liquefied  chlorine  and  two  100  pound  con¬ 
tainers  of  anhydrous  ammonia  shall  be  stored  on  the 
premises  ;  that  such  containers  shall  at  all  times  be  upright 
and  secured  by  rigid  metal  braces ;  that  the  steel  cabinet 
in  which  the  containers  is  stored  shall  be  vented  to  the 
outer  air  and  equipped  with  two  open  sprinkler  heads  fed 
by  one  inch  independent  pipe  taken  from  the  water  supply 
and  controlled  by  a  valve  either  immediately  inside  or  out¬ 
side  the  door  to  the  chlorine  storage  room  and  conspicu¬ 
ously  labeled ;  that  approved  Wallace  &  Tiernan,  or 
similar  approved  apparatus  for  control  of  chlorine  and 
ammonia,  shall  be  used  ;  that  not  less  than  two  approved 
gas  masks  shall  be  furnished  and  kept  in  a  break  glass 
cabinet  in  easily  accessible  places ;  that  no  persons  shall 
be  allowed  in  the  storage  room  except  necessary  em¬ 
ployees  ;  that  employees  in  charge  of  the  apparatus  and 
water  treatment  system  shall  hold  certificates  of  fitness 
and  shall  be  trained  in  the  proper  use  of  gas  masks;  that 
during  the  winter  months  when  the  pools  are  not  in  op¬ 
eration,  all  chlorine  shall  be  removed  from  the  premises; 
that  the  police  commissioner  and  the  local  engine  com¬ 
pany  shall  be  informed  as  to  this  permitted  chlorine 
storage. 


240-37-A. 

APPLICANT — Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — East  side  of  Lorimer  street, 
bounded  by  Driggs  and  Manhattan  avenues,  Leon¬ 
ard  and  Bayard  streets  (Block  No.  1270,  Lot  No. 
1),  McCarren  Park,  Borough  of  Brooklyn. 
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APPEARANCES— 

For  Applicant :  Francis  F.  Pannaman,  E.  A.  Sears 
and  J.  Hannegan. 

For  Administration :  Inspector  Meyer  Fire  Dent 

THr^nTrF  BOARD— Appeal  granted  on  condition. 

1 1 1 JL  V  (J  1  h, — 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 

Negative  . 0 

Absent  . 0 

THE  RESOLUTION— 

(240-37-A) 

Y\  Pereas,  Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner,  filed  May  26  1937  an 

appeal  from  an  order  and  decision  of  the  Fire  Commission¬ 

er  affecting  premises  east  side  of  Lorimer  street,  bounded 
by  Driggs  and  Manhattan  avenues,  Leonard  and  Bayard 
streets  (Block  No.  1270,  Lot  No.  1);  (McCarren  Park), 

;  Borough  of  Brooklyn;  and 

.  ^  the  or(^er  of  the  Fire  Commissioner,  dated 

Nov.  27,  1936,  No.  69531-LC,  reads: 

“With  reference  to  application  dated  July  16,  1936 
for  a  permit  to  store  and  use  5  cylinders  of  liquefied 
chlorme  gas  and  3  cylinders  of  anhydrous  ammonia  at 
McCarren  Park  Swimming  Pool,  located  at  Driggs 
avenue,  Lorimer  street,  Manhattan  avenue  and  Leonard 
street,  Brooklyn,  I  regret  to  state  that  I  am  without 
power  to  grant  such  a  permit  for  the  following  rea¬ 
son— Subdivision  4F,  Section  214a,  Chapter  10 "  Code 
°f  Ordinances,  New  York,  reads  as  follows: 

No  permit  shall  be  issued  for  the  storage  or 
use  of  liquefied  chlorine  in  any  building  used  for 
a  hotel,  lodging  house,  tenement  house  or  dwelling 
or  in  a  building,  lot  or  enclosure  located  within  50 
feet  of  the  nearest  wall  of  a  building  occupied  as 
a  hospital,  school,  theatre  or  other  place  of  public 
assembly  or  amusement.’ 

You  are,  therefore,  ordered  to  remove  all  cylinders 
of  chlorine  gas  from  premises,  and  to  discontinue  the 
further  storage  and  use  of  chlorine  gas  on  said  prem¬ 
ises.” 

and 


Whereas,  the  decision  of  the  Fire  Commissioner,  dated 
May  25,  1937,  reads : 

“In  answer  to  your  request  please  be  advised  that 
this  department  does  not  rescind  an  order  and  reissue 
it  so  that  it  may  be  taken  to  the  Board  of  Standards 
and  Appeals  when  you  have  exceeded  the  time  limit  in 
which  to  file  your  appeal. 

“However,  we  have  been  advised  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  for  an  appeal.  For  that  pur¬ 
pose,  this  communication  is  forwarded  and  will  certify 
that  order  No.  69531-LC  was  issued  against  Depart¬ 
ment  of  Parks,  City  of  New  York,  and  reads  as 
follows : 

“  ‘No  permit  shall  be  issued  for  the  storage  or 
use  of  liquefied  chlorine  in  any  building  used  for 
a  hotel,  lodging  house,  tenement  house  or  dwelling 
or  in  a  building,  lot  or  enclosure  located  within  50 
feet  of  the  nearest  wall  of  a  building  occupied  as 
a  hospital,  school,  theatre  or  other  place  of  public 
assembly  or  amusement.’ 

“You  are,  therefore,  ordered  to  remove  all  cylinders 
of  chlorine  gas  from  premises,  and  to  discontinue  the 
further  storage  and  use  of  chlorine.” 

and 

Whereas,  the  premises  consist  of  a  swimming  pool  200 
ft.  x  200  ft.  in  area  in  McCarren  Park  with  a  one-story 
building,  16  ft.  in  height,  30  ft.  by  30  ft.  in  area,  erected 
in  June,  1936,  occupied  as  a  filter  house — 5  persons,  for 
which  certificate  of  occupancy  No.  82278  was  issued  on 
May  11,  1937;  and  for  the  storage  of  five  150  lb.  cylinders 
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of  chlorine  and  three  cylinders  of  ammonia;  and 
Whereas,  the  applicant  contends  that  the  chlorine  used 
and  stored  complies  with  the  Liquefied  Chlorine  Regula- 
tions,  Artjcle  17,  Chapter  10,  Code  of  Ordinances,  City  of 
New  York,  Section  No.  214,  and  request  reconsideration  of 
paragraph  F,  of  Article  17,  for  the  reason  that  this  is  a 
swimming  pool  200  ft.  0  in.  x  200  ft.  0  in.  in  size  in  a 
pu  )  ic  paik.  The  chlorine  is  stored  in  a  fireproof  building 
no  greater  than  one  story  in  height.  The  park  containing 
the  swimming  pool  is  on  a  large  plot  of  ground  and  is 
isolated  from  any  surrounding  residences,  hospitals  or 
schools,  etc.  The  opinion  of  the  Division  of  Public  Assem¬ 
bly,  in  the  hire  Department,  decreed  that  a  swimming  pool 
m  a  public  park  is  not  required  to  be  licensed  and  there¬ 
fore,  should  not  be  included  in  paragraph  F,  of  Article  17 
of  the  Code  of  Ordinances. 


Resolved ,  that  the  order  of  the  Fire  Commissioner,  No. 
69a31-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  storage  and  use 
of  liquefied  chlorine  and  anhydrous  ammonia  on  the 
premises  for  purification  of  water  in  swimming  and  wading 
pools,  on  condition  that  such  storage  and  equipment  shall 
be  located  in  a  fireproof  building  as  shown  on  plans  filed 
with  this  appeal ;  that  not  more  than  six  105  pound  con¬ 
tainers  of  liquefied  chlorine  and  two  100  pound  containers 
of  anhydrous  ammonia  shall  be  stored  on  the  premises; 
that  such  containers  shall  at  all  times  be  upright  and  se¬ 
cured  by  rigid  metal  braces ;  that  the  steel  cabinet  in  which 
the  container  is  stored  shall  be  vented  to  the  outer  air  and 
equipped  with  two  open  sprinkler  heads  fed  by  one  inch 
independent  pipe  taken  from  the  water  supply  and  con¬ 
trolled  by  a  valve  either  immediately  inside  or  outside  the 
door  to  the  chlorine  storage  room  and  conspicuously 
labeled ;  that  approved  Wallace  &  Tiernan,  or  similar  ap¬ 
proved  apparatus  for  control  of  chlorine  and  ammonia, 
shall  be  used ;  that  not  less  than  two  approved  gas  masks 
shall  be  furnished  and  kept  in  a  break  glass  cabinet  in 
easily  accessible  places ;  that  no  persons  shall  be  allowed  in 
the  storage  room  except  necessary  employees ;  that  em¬ 
ployees  in  charge  of.  the  apparatus  and  water  treatment 
system  shall  hold  certificates  of  fitness  and  shall  be  trained 
in  the  proper  use  of  gas  masks ;  that  during  the  winter 
months  when  the  pools  are  not  in  operation,  all  chlorine 
shall  be  removed  from  the  premises;  that  the  Police  Com¬ 
missioner  and  the  local  Engine  Company  shall  be  informed 
as  to  this  permitted  chlorine  storage. 


243-37-A. 

APPLICANT — Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — Ditmars  avenue,  bounded  by 
19th  street,  25th  avenue  and  East  River  (Block 
No.  891,  Lot  No.  1),  Astoria  Park,  Astoria,  Bor¬ 
ough  of  Queens. 

APPEARANCES— 

For  Applicant:  Francis  F.  Pannaman,  E.  A.  Sears 
and  J.  Hannegan. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(243-37-A) 

Whereas,  Francis  F.  Pannaman,  for  department  of 
parks,  city  of  New  York,  owner,  filed  on  May  27,  1937,  an 
appeal  from  an  order  and  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  Ditmars  avenue,  bounded  by  19th 
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street,  25th  avenue  and  East  River,  (Block  No.  891,  Lot 
No.  1),  (Astoria  park)  Astoria,  Borough  of  Queens;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
November  27,  1936,  No.  68841-LC,  reads: 

“With  reference  to  application  dated  July  24,  1936, 
for  a  permit  to  store  and  use  6  cylinders  of  liquid 
chlorine  (150  pounds  each)  at  the  swimming  pool 
located  at  Astoria  Park,  Ditmars  avenue,  19th  street 
and  25th  avenue,  East  River,  I  regret  to  state  that  I 
am  without  power  to  issue  such  a  permit  for  the  fol¬ 
lowing  reason: 

‘Section  214a,  Subdivision  4F,  Chapter  10,  Code  of 
Ordinances  N.  Y.  provides  that  no  permit  shall  be 
issued  for  the  storage  and  use  of  liquefied  chlorine 
in  any  building,  dwelling  or  in  any  building,  lot  or 
enclosure  located  within  50  feet  of  the  nearest  wall 
of  a  building  occupied  as  a  hospital,  school,  theatre 
or  other  place  of  public  amusement  or  assembly.’ 

1.  You  are,  therefore,  ordered  to  remove  all  drums 
of  liquefied  chlorine  from  the  premises  and  to  dis¬ 
continue  the  further  storage  and  use  of  liquefied  chlor¬ 
ine  on  said  premises.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
May  26,  1937,  reads  : 

“In  answer  to  your  request  please  be  advised  that 
this  department  does  not  rescind  an  order  and  reissue 
it  so  that  it  may  be  taken  to  the  Board  of  Standards 
and  Appeals  when  you  have  exceeded  the  time  limit 
in  which  to  file  your  appeal. 

However,  we  have  been  advised  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  for  an  appeal.  For  that  pur¬ 
pose,  this  communication  is  forwarded  and  will  certify 
that  order  No.  68841-LC  was  issued  against  W. 
Latham,  Dept,  of  Parks,  and  reads  as  follows : 

‘Section  214a,  Subdivision  4F,  Chapter  10,  Code  of 
Ordinances  N.  Y.  provides  that  no  permit  shall  be 
issued  for  the  storage  and  use  of  liquefied  chlorine 
in  any  building,  dwelling  or  in  any  building,  lot  or 
enclosure  located  within  50  feet  of  the  nearest  wall 
of  a  building  occupied  as  a  hospital,  school,  theatre 
or  other  place  of  public  amusement  or  assembly.’ 

1.  You  are,  therefore,  ordered  to  remove  all  drums 
of  liquefied  chlorine  from  the  premises  and  to  dis¬ 
continue  the  further  storage  and  use  of  liquefied  chlor¬ 
ine  on  said  premises.” 

and 

Whereas,  the  premises  consist  of  a  swimming  pool  200 
ft.  by  200  ft.  in  Astoria  park  with  a  one-story  building, 
16  ft.  in  height,  160  ft.  by  61  ft.  in  area,  erected  June  28, 
1936  use  occupied  as  follows :  1st  floor — filter  room — 5 
persons  ;  roof — promenade — 120  persons,  for  which  certi¬ 
ficate  of  occupancy  was  issued  on  June  26th,  1936;  and  for 
the  storage  of  six  150  pound  cylinders  of  liquefied  chlor¬ 
ine;  and 

Whereas,  the  applicant  contends  that  the  chlorine  used 
and  stored  complies  with  the  liquefied  chlorine  regulations, 
article  17,  chapter  10,  code  of  ordinances,  city  of  New 
York,  section  214,  they  request  reconsideration  of  para¬ 
graph  F,  of  article  17,  for  the  reason  that  this  is  a  swim¬ 
ming  pool,  200  ft.  0  in.  x  200  ft.  0  in.  in  size  in  a  public 
park.  The  chlorine  is  stored  in  a  fireproof  building,  no 
greater  than  one  story  in  height.  The  park  containing 
the  swimming  pool  is  on  a  large  plot  of  ground  and  is 
isolated  from  any  surrounding  residences,  hospitals  or 
schools,  etc.  The  opinion  of  the  division  of  public  assem¬ 
bly,  in  the  fire  department,  decreed  that  a  swimming  pool 
in  a  public  park  is  not  required  to  be  licensed,  and,  there¬ 
fore,  should  not  be  included  in  paragraph  F,  of  article  17 
of  the  code  of  ordinances. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
68841-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  storage  and 
use  of  liquefied  chlorine  and  anhydrous  ammonia  on  the 
premises  for  purification  of  water  in  swimming  and  wad¬ 
ing  pools,  on  condition  that  such  storage  and  equipment 


shall  be  located  in  a  fireproof  building  as  shown  on  plans 
filed  with  this  appeal ;  that  not  more  than  six  105  pound 
containers  of  liquefied  chlorine  and  two  100  pound  con¬ 
tainers  of  anhydrous  ammonia  shall  be  stored  on  the 
premises ;  that  such  containers  shall  at  all  times  be  upright 
and  secured  by  rigid  metal  braces ;  that  the  steel  cabinet 
in  which  the  container  is  stored  shall  be  vented  to  the 
outer  air  and  equipped  with  two  open  sprinkler  heads  fed 
by  one  inch  independent  pipe  taken  from  the  water  supply 
and  controlled  by  a  valve  either  immediately  inside  or 
outside  the  door  to  the  chlorine  storage  room  and  con- 
spicously  labeled ;  that  approved  Wallace  &  Tiernan,  or 
similar  approved  apparatus  for  control  of  chlorine  and 
ammonia,  shall  be  used;  that  not  less  than  two  approved 
gas  masks  shall  be  furnished  and  kept  in  a  break  glass 
cabinet  in  easily  accessible  places ;  that  no  person  shall  be 
allowed  in  the  storage  room  except  necessary  employees ; 
that  employees  in  charge  of  the  apparatus  and  water  treat¬ 
ment  system  shall  hold  certificates  of  fitness  and  shall  be 
trained  in  the  proper  use  of  gas  masks;  that  during  the 
winter  months  when  the  pools  are  not  in  operation,  all 
chlorine  shall  be  removed  from  the  premises ;  that  the 
police  commissioner  and  the  local  engine  company  shall  be 
informed  as  to  this  permitted  chlorine  storage. 


242-37-A. 

APPLICANT — Samuel  Rosenblum,  for  62-64  William 
Street,  Realty  Co.,  Inc.,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED — 62-64  William  street,  south¬ 
east  corner  of  Cedar  street  (Block  No.  41,  Lot 
No.  24),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(242-37-A) 

Whereas,  Samuel  Rosenblum,  for  62-64  William  Street 
Realty  Co.,  Inc.,  owner,  filed  on  May  25,  1937,  an  appeal 
from  an  order  and  a  decision  of  the  commissioner  of 
buildings,  affecting  premises  62-64  William  street,  south¬ 
east  corner  of  Cedar  street  (Block  No.  41,  Lot  No.  24) 
Borough  of  Manhattan;  and 

Whereas,  the  order  of  the  commissioner  of  buildings. 
No.  34364-F,  dated  March  18,  1937,  reads  as  follows: 

“You  are  hereby  ordered  and  required  within  20 
days  from  the  date  of  service  of  this  order,  to 

1,  Repair  and  paint  or  replace  the  defective  shut¬ 
ters  with  proper  iron  shutters  or  approved  fireproof 
windows  at  all  openings  in  the  exterior  wall  above 
first  story  which  are  distant  in  a  direct  line  less  than 
30  ft.  from  any  opening  in  any  other  building,  and 
not  in  the  same  plane  with  said  openings  and  which 
are  not  more  than  50  ft.  above  a  neighboring  roof 
at  south  side  of  building  or  other  approved  protec¬ 
tion,  as  per  Sec.  375,  Art.  18,  Chap.  5,  Code  of 
Ordinances.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  May  20,  1937,  reads  as  follows: 

“Re  62-64  William  St.  Manhattan 
We  have  your  communication  dated  May  12th 
wherein  you  request  rescindment  or  reissuance  of 
Order  34364-F  requiring  protection  of  exposure  win¬ 
dows. 
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and 


\  ou  will  please  be  advised  that  your  request  must 
be  denied  inasmuch  as  this  order  has  been  issued  under 
tlie  mandatory  provisions  of  the  law.” 


Whereas,  the  building  in  question  is  eight  (8)  stories 
and  penthouse,  117  ft.,  in  height,  32  ft.  2yA  in.  x  123  ft  9 
in.  area,  of  fireproof  construction;  EQUIPPED  with’  a 
sprinkler  system  and  OCCUPPIED  as  follows:  cellar 
storage;  1st  floor— mezzanine;  2nd  to  8th  floors,  inclusive’ 
offices ;  penthouse  storage,  the  occupancy  not  to  exceed 
the  capacity  of  the  exits;  and 

Whereas,  the  applicant  contends  that  while  the  order 
is  a  replacement  order,  it  would  be  actually  necessary  to 
provide  all  new  shutters  if  the  full  requirements  of  this 
order  were  to  be  complied  with ;  that  the  building  is  equip¬ 
ped  with  a  fireproof  enclosed  stairway  with  fireproof  door 
at  the  openings  and  a  party  wall  balcony  fire  escape  at  the 
rear;  that  while  there  have  been  shutters  heretofore,  it  is 
desired  to  eliminate  same  because  they  present  no  adequate 
protection  in  a  building  of  this  type,  that  the  exposures  to 
-these  windows  are  similar  office  buildings  situated  across 
an  open  court  that  at  the  westerly  end  the  adjoining  ex- 
posure  is  the  building  at  No.  48  Pine  street,  an  eight  story 
•office  building,  that  at  this  point  the  windows  that  face 
same  consist  of  a  fireproof  window  in  the  toilet  and  the 
window  from  the  stairhall,  that  this  window  would  be 
protected  in  accordance  with  the  requirements  so  that  the 
openings  facing  No.  48  Pine  street  would  comply  with  the 
regulations,  that  the  other  windows  face  across  a  court 
of  12  ft.  in  width  at  No.  50-52  Pine  street,  and  a  much 
larger  open  area  of  29  ft.  distant  from  a  five-story  office 

cne?”??  at  N°'  54  Pine  street’  that  the  building  at  No 
3U-32  Pme  street  was  heretofore  the  subject  of  an  anneal 
under  Cal.  No.  985-27-A,  at  which  time  the  question  of 
these  adjoining  windows  was  considered  and  the  Board 
of  standards  and  Appeals  granted  a  variation  insofar  as  it 
affected  these  windows  which  form  the  exposure  to  the 
present  premises  under  appeal,  that  there  was  also  an 
appeal  granted  by  the  board  under  Cal.  No  339-24-A  affect¬ 
ing  the  premises  at  No.  58-60  William  street,  which  is 
directly  to  the  south  in  juxtaposition  with  the  premises 
under  appeal,  that  these  buildings  which  face  each  other 
are  all  office  buildings  with  no  hazardous  conditions  of 
any  kind  involved,  that  from  a  practical  standpoint  it  is 
impossible  to  maintain  shutters  closed  at  night  in  a  build- 

!!\0f  IhlVy5e  cnd  rs,th-e  building  itself  is  amply  equipped 
\wth  standard  fire  fighting  equipment  and  no  conditions 
prevail  winch  would  create  any  hazardous  conditions,  it 
wou  d  be  a  tremendous  hardship  to  provide  shutters  at  this 
point;  that  there  is  no  greater  hazard  in  this  building  than 
there  is  in  the  buildings  opposite  which  have  already  re- 

tCh7Cfll  consideratlon  from  the  board,  that  the  fact  that 
the  doors  are  subdivided  into  small  office  units  which 

ie,ifrea  °n  eacb  floor>  and  the  occupancy  is  so 
ll^ht’  th^  the  general  all-around  conditions  prevalent  in 
this  building  merit  the  consideration  of  the  board  on  this 

shmiriin  Jt  *s.a.much.  mL90ted  question  as  to  whether 
shutters  in  a  building  of  this  type  are  of  any  beneficial 

value  because  the  possibilities  or  prospects  of  any  fire 
spreading  is  remote  indeed,  especially  when  one  considers 
ahmi  thfightmr  ecpnpment  existing;  that  in  view  of  the 
fhT L tbe /PPj'^t.respecffuHy  requests  consideration  of 
the  board  for  the  elimination  of  the  requirements  for  the 

m  thCr  so!11therly  8able  wall  .to  the  east  of  the 
present  fireproof  toilet  windows  shown  on  the  plans. 

^leSOlVeA  fe*  thi  0rder  No-  34364-F  of  the  commis¬ 
sioner  of  buildings  be  and  it  hereby  is  modified,  and  the 

appeal  be  and  it  hereby  is  granted  on  condition  that  the 
windows  opening  from  fireproof  enclosed  stairway  to  the 
interior  court  and  elevator  shaft  shall  be  fireproof  and 
self-closing;  that  shutters  may  be  omitted  on  all  other 
windows  opening  into  interior  court  above  the  4th  storv 
which  open  from  subdivided  offices  enclosed  in  fireproof 
partitions  with  substantial  doors  leading  thereto  glazed 
with  heavy  Florentine  glass. 


216-34- A. 

SURTFrTNT~r'  R'  Haeuser  Company,  lessee. 

Application  for  consideration — reopening  and 
extension  of  permit — re  appeal  from  order  of  the 
tire  commissioner. 

REMISES  AFFECTED— 52-64  Warren  street,  south 
t  4*t  west  of  Columbia  street  (Block  No. 

appearances-'  Borough  of  Brooklyn- 

For  U^PPhcaut :  Harold  Krulder  and  William 
bchongalla. 

A rTTnM0npASADnatiT :  Tn,spector  Meyer,  Fire  Dept. 
Cl  ION  OF  BOARD — Appeal  reopened  and  permit  ex¬ 
tended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  * 

Negative  . n 

Absent  .  n 

THE  VOTE  TO  EXTEND  PERMIT— . 

Affirmative:  Chairman  Murdock,  Commission- 

fi",s  ,  ,avage  and  Blum  and  Assistant  Chief 

Walsh  .  a 

Negative  . ”  ”  ’  *  *  ‘  ‘  ‘ .  0 

Absent  .  q 

THE  RESOLUTION— 

(216-34-A) 

.  Whereas,  this  appeal  from  an  order  of  the  fire  commis- 
S'oner  aifectlng  premises  52-64  Warren  street,  south  side, 

2  4  ft.  west  of  Columbia  street  (Block  No.  303,  Lot  No 
is  io^°Ugh  of  Brooklyn,,  was  granted  by  the  board  June 
•  ’  1Au:  °n  certain  conditions,  resolution  amended  extend¬ 
ing  until  July  7,  1936  and  appellant  requested  a  further 
extension  of  the  permit ;  and 

Whereas,  applicant  has  filed  a  copy  of  order  No.  71251- 
LC  ordering  the  removal  of  chlorine. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  adopted  on  Tune  18  1915 
amended  July  7,  1936,  so  that  as  amended  it  shall  read : 

No^65f)9b  T’r Hat  ih7i  9C11  w-  °l  theJfire  commissioner, 
b  A  ^nd  71251-LC  be  and  they  hereby  are 
modified  and  that  the  appeal  be  and  it  hereby  is 
granted,  permitting  the  use  of  liquefied  chlorine  in 
accordance  with  plans  and  application  previously  ’ap- 
Kved  iinder, plan  filed  with  the  fire  commissioner, 

1 967-32,  for  a  period  of  one  year  from  June  27, 
193/,  on  condition  that  the  additional  requirements 
incorporated  in  the  report  of  the  committee  of  the 
board,  dated  June  17,  1935,  shall  also  be  complied  with.” 


VARIATIONS  OF  LABOR  LAW 

202-37-S. 

AI  I  LICANT  Louis  DiSpalatro,  for  Antoinette  Latessa 
owner. 

SUBJECT— Variation  of  the  labor  law  as  cited  in  a  de- 
cision  of  the  Board  of  Health  of  the  Department 
of  Health. 

PREMISES  AFFECTED — 305  East  115th  street,  north 
side ,  80  ft.  east  of  2nd  avenue  (Block  No.  1687 

APPEARANCES^'  B°r0"gh  °f  Manhat,“' 

For  Applicant:  Louis  Dispalatro. 

For  Administration:  John  C.  Mahoney,  for  Tene¬ 
ment  House  Department. 

ACT  ION  OF  BOARD — Application  granted 
THE  VOTE—  S 

Affirmative .  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . q 

Absent  . q 
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THE  RESOLUTION— 

(202-37-S) 

Whereas,  Louis  DiSpalatro,  for  Antoinette  Latessa, 
owner,  filed  on  May  4,  1937,  an  application  with  the  Board 
of  Standards  and  Appeals  for  a  variation  from  the  require¬ 
ment  of  the  Labor  Law  as  cited  in  a  decision  of  the  Board 
of  Health  affecting  premises  305  East  115th  street,  north 
side,  80  ft.  east  of  2d  avenue  (Block  No.  1687,  Lot  No. 
4U>),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  Board  of  Health  on  ap¬ 
plication  No.  3888,  dated  April  13,  1937,  reads  as  follows: 

“At  a  meeting  of  the  Board  of  Health  of  the  City 
of  New  York,  held  April  13,  1937,  an  application  for 
a  Sanitary  Certificate  for  a  cellar  bakery  at  305  East 
115th  street,  Manhattan,  was  denied.” 

and 

Whereas,  the  owner  and  lessee  of  the  building  in  ques¬ 
tion  were  convicted  and  sentence  suspended  in  Municipal 
Term  Magistrates  Court,  Manhattan,  on  May  4,  1937,  for 
violation  of  the  Sanitary  Code,  in  that  of  operating  a 
bakery  without  a  permit ;  and 

Whereas,  the  building  in  question  is  4  stories,  48  ft.  in 
height,  20  ft.  by  55  ft.  3  in.  in  area  and  of  non-fireproof 
construction,  erected  prior  to  1901,  and  occupied  as  fol¬ 
lows:  Cellar  bakery,  2  persons;  first  floor,  store  and  1 
family,  2d,  3d  and  4th  floors,  2  families  each;  the  bakery 
is  8  ft.  3  in.  high  in  the  clear  and  ceiling  is  located  6  in. 
below  curb  level;  floor  of  the  cellar  is  located  7  ft.  9  in. 
below  the  level  of  rear  yard  and  the  bakery  is  ventilated 
by  means  of  a  12  in.  by  36  in.  window  at  the  rear  and  by 
a  3  ft.  by  3  ft.  fireproof  window  at  the  front.  The  bakery 
has  a  front  and  rear  exit ;  and 

Whereas,  the  applicant  has  filed  an  affidavit  by  a  flour 
merchant  which  establishes  the  existence  of  the  bakery 
since  about  1910;  and 

Whereas,  the  records  of  Tenement  House  Department 
indicate  the  occupancy  of  the  cellar  as  a  bakery  in  1903 ; 
and 

Whereas,  the  applicant  contends  that  permit  to  altera¬ 
tion  No.  452  of  1912  was  issued  for  this  work  by  the  Tene¬ 
ment  House  Department  on  August  26,  1912 ;  that  this 
cellar  bakery  has  been  in  use  since  1903  as  per  records  of 
the  Tenement  House  and  the  Building  Departments  and 
approved  therefor,  that  this  cellar  bakery  has  been  occu¬ 
pied  as  such  since  the  erection  of  same  up  to  the  present 
time. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
Labor  Law  and  that  a  certificate  of  exemption  under  Sec¬ 
tion  338  of  the  Labor  Law  for  the  cellar  bakery  be  and  it 
hereby  is  granted. 


213-37-S. 

APPLICANT— George  Haiss  Mfg.  Co.,  Inc.,  owner. 
SUBJECT— Variation  of  the  labor  law  as  cited  in  an  order 
of  the  commissioner  of  buildings. 

PREMISES  AFFECTED— 365-371  Canal  place  and  223- 
229  East  141st  street,  northwest  corner  (Block  No. 
2340,  Lot  No.  145),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  H.  Haiss. 

ACTION  OF  BOARD— Application  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(213-37-S) 

Whereas,  George  Haiss  Mfg.  Co.  Inc.,  owner,  filed  on 
May  10,  1937,  an  appeal  from  an  order  and  a  decision  of 
the  commissioner  of  buildings  affecting  premises  365-371 
Canal  place  and  223-229  East  141st  street,  northwest  cor¬ 


ner,  (Block  No.  2340,  Lot  No.  145),  Borough  of  The 
Bronx ;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
No.  76-37,  reads  as  follows : 

“1.  Discontinue  the  use  of  the  above  premises  for 
factory  purposes  until  the  said  premises  have  been 
brought  into  compliance  with  the  requirements  of  the 
Labor  Law  and  a  Certificate  of  Occupancy  permitting 
factory  use  has  been  obtained.  Section  270,  labor  law.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  13,  1937,  reads  as  follows: 

“In  response  to  your  request  of  the  6th  inst.  you 
are  herewith  notified  that  Order  No.  76-37  was  issued 
because  of  a  report  submitted  by  the  district  inspector 
of  fire  prevention,  which  cited  the  following  specific 
deviations,  from  section  270  of  the  labor  law  as  exist¬ 
ing  in  the  above  captioned  premises  namely : — 

1.  Properly  carry  north  and  south  stairway  enclos¬ 
ures,  on  the  Canal  place  front  of  the  building,  through 
the  roof  and  three  feet  above  same. 

2.  Provide  an  approved  skylight  in  north  stairway 
enclosure. 

3.  Provide  plain  grass  windows  or  an  approved  sky¬ 
light  in  the  south  stairway  enclosure. 

4.  Provide  an  intermediate  platform  on  the  west 
exterior  stairway.  Note:  This  stairway  is  now  a 
straight  run  stairway  with  more  than  12  ft.  6  in. 
between  successive  landings. 

5.  Provide  a  plain  glass  skylight  with  a  shield  of 
wire  mesh  in  substantial  frame  thereunder,  in  the  west 
exterior  stair  enclosure  on  the  141st  front. 

6.  Provide  an  enclosure  of  fireproof  partitions  on 
all  sides,  for  the  west  stair  enclosure  on  the  141st  st. 
front  extending  from  the  street  to  the  roof. 

7.  Provide  an  opening  protected  by  a  fireproof  self¬ 
closing  door  in  the  bulkhead,  of  the  westerly  stairway 
on  the  141st  street  front,  thereby  permitting  the  egress 
to  the  roof  of  the  one  story  building  on  East  141st 
street. 

Note  : — None  of  the  stairways  serving  as  required 
means  of  egress  at  present  extend  to  the  roof.” 

and 

Whereas,  the  applicant  contends  that  this  building  was 
erected  fifteen  years  ago  and  that  a  certificate  of  occu¬ 
pancy  No.  393-1924  wras  issued  March  10.  1924,  that  up 
to  the  present  time  there  has  been  no  violation  and  the  use 
that  the  building  is  put  to  at  the  present  time  is  no  differ¬ 
ent  than  it  has  been  in  the  past ;  that  to  run  the  stairway 
enclosures  or  the  stairways  themselves  to  the  roof  would 
not  be  helpful  in  any  way  for  there  is  no  adjoining  roof 
of  the  same  height  for  exit  thereon,  that  there  are  two 
stairways  that  are  adequate  for  a  building  less  than 
10,000  square  ft.  in  area,  these  stairways  are  on  the  north 
and  south  side  of  the  building  with  exit  to  Canal  place; 
that  no  point  in  this  floor  area  is  as  much  as  100  ft.  dis¬ 
tant  from  any  entrance  to  these  exits ;  that  the  third  stair¬ 
way.  situated  outside  the  building  on  the  west  side  is  an 
additional  exit  which  is  not  legally  necessary,  and  the 
run  between  landings  exceeds  the  requirements  by  only 
one  foot:  that  the  building  in  question  is  of  fireproof 
construction  with  the  exception  of  the  roof,  which  is  wood. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings  No.  76-37  be  and  it  hereby  is  modified,  and  that  the 
appeal  be  and  it  hereby  is  granted  as  to  stories  1-2-3,  5,  6, 

7  waiving  the  requirements  of  carrying  the  stairways  to 
the  roof  and  installing  skylights  over  stairway  enclosures, 
on  condition  that  the  stairway  shall  be  enclosed  in  fireproof 
partitions  with  doors  opening  in  the  direction  of  exit  to 
Canal  place  and  East  141st  street,  as  shown  on  plans  filed 
with  this  application ;  as  to  item  4  of  this  order,  same  is 
modified  so  as  not  to  require  an  intermediate  platform  on 
condition  that  there  shall  be  installed  a  door  opening  from 
the  2d  floor  leading  to  the  roof  of  the  adjoining  one-story 
building  to  the  west  and  permitting  the  continuance  of 
scuttle  as  shown  to  roof  with  double-rung  ladder  leading 
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thereto;  and  that  in  all  other  respects  the  building  shall 
comply  with  the  labor  law  and  all  other  laws  and  regula¬ 
tions  applicable  thereto. 


244-37-S. 

APPLICANT — Aaron  Friedman,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED — 1077  Willoughby  avenue,  north 
side,  162*4  ft.  west  of  Wilson  avenue  (Block  No. 
3196,  Lot  No.  40),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Benjamin  Friedman  and  Aaron 
Friedman. 

For  Administration :  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(244-37-S) 

Whereas,  Aaron  Friedman,  applicant  and  owner,  filed, 
May  27,  1937,  an  appeal  from  an  order  of  the  Commis¬ 
sioner  of  Buildings  affecting  premises  1077  Willoughby 
avenue,  north  side,  162^4  ft.  west  of  Wilson  avenue  (Block 
No.  3196,  Lot  No.  40),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  Commissioner  of  Buildings 
dated  May  5,  1937,  Order  16313-LD,  reads : 

“An  inspection  of  premises  1075-81  Willoughby 
avenue,  Borough  of  Brooklyn,  shows  that  the  follow¬ 
ing  must  be  done  to  comply  with  Section  270  of  the 
Labor  Law: 

“1.  Provide  an  additional  required  means  of  exit 
from  the  2d  story  of  the  building  remote  from  the 
interior  stairway,  preferably  located  at  the  north  side 
of  the  building  in  accordance  with  the  requirements  of 
Section  270  of  the  Labor  Law.” 

and 

Whereas,  the  building  in  question  is  two  stories,  28  ft. 
in  height,  50  ft.  by  90  ft.  in  area,  non-fireproof  construc¬ 
tion,  erected  in  1921  and  occupied  as  follows :  Cellar,  boiler 
room,  no  persons;  1st  floor,  manufacturing,  15  persons; 
2d  floor,  manufacturing,  65  persons,  for  which  certificate 
of  occupancy  No.  11050  was  issued  December  14,  1921 ;  and 
Whereas,  the  building  is  equipped  with  one  interior 
stairs,  48  in.  in  the  clear  of  fireproof  construction,  equipped 
with  fireproof  self-closing  doors,  and  one  exterior  stair¬ 
way  located  at  the  northwest  corner,  which  extends  from 
the  2d  floor  to  the  yard,  where  an  exit  can  be  had  direct 
to  the  street  by  means  o'f  a  passageway  through  stairway 
enclosure  at  the  front  of  the  building;  and 
Whereas,  the  applicant  contends  that  there  have  been 
no  structural  changes  in  the  building  since  the  issuance  of 
the  certificate  of  occupancy  on  December  14,  1921 ;  that 
since  the  issuance  of  said  certificate  of  occupancy  an 
automatic  sprinkler  system,  consisting  of  6  in.  street  con¬ 
nection  and  2-way  Siamese  connection  was  installed  in  1925 
and  approved  by  the  Fire  Department. 

Resolved,  that  the  order  of  the  Commissioner  of  Build¬ 
ings  No.  16313-LD  be  and  it  hereby  is  modified,  and  the 
appeal  be  and  it  hereby  is  granted  on  condition  that  the 
existing  exterior  steel  stairway  shall  be  reversed  in  direc¬ 
tion  so  as  to  lead  from  2d  floor  to  the  street  by  way  of 
rear  yard  and  easterly  side  yard,  which  yards  shall  remain 
unimpeded  at  all  times  to  permit  ready  exit ;  that  the 
scuttle  to  roof,  located  adjacent  to  the  woman’s  toilet  par¬ 
tition,  shall  be  provided  with  an  easily-opened  scuttle  and 
a  double-rung  ladder  leading  thereto ;  that  the  voluntary 
sprinkler  system  shall  be  maintained  in  good  working 
condition  and  the  building  shall  in  all  other  respects 


comply  with  all  the  rules  and  regulations  applicable  there¬ 
to  ;  that  the  modification  granted  by  the  Board  under  Cal. 
273-24-S  as  to  bars  on  windows  shall  be  observed. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 


144-36-SA. 

APPLICANT — The  Herman  Nelson  Corporation,  owner. 

SUBJECT — Herman  Nelson  Conversion  Oil  Burner,  Mod¬ 
els  C-1001,  C-1002,  C-3001  and  C-3002,  approval  of. 

APPEARANCES— 

For  Applicant :  None. 

ACTION  OF  BOARD — Application  withdrawn  upon  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


129-37-SA. 

APPLICANT — Charles  V.  Uhlinger,  for  Emory  L.  Bauer, 
owner. 

SUBJECT — Bauer  Oil  Burner,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  withdrawn  upon  writ¬ 
ten  request  of  applicant. 

THE  VOTE  TO  WITHDRAW— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  . • .  0 


73-37-SA. 


APPLICANT — Joseph  Kohart  for  Interborough  Engi¬ 
neering  Co.,  for  Samuel  Stamping  &  Enameling 
Co. 

SUBJECT — Samco  Oil  Space  Heater,  Models  No.  1108, 
No.  1110,  No.  1208,  No.  1508,  No.  1510,  No.  1513, 
No.  1408  and  No.  1410 — approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 


Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 


4 

0 

0 


THE  RESOLUTION— 

(73-37-SA) 

Whereas,  Joseph  Kohart  of  the  Interborough  Engineer¬ 
ing  Co.,  for  the  Samuel  Stamping  and  Enameling  Co., 
owner,  filed  February  26,  1937,  an  application  with  the 
Board  of  Standards  and  Appeals  for  approval  of  their 
device  known  as  the  Samco  Oil  Space  Heater,  Models 
1108,  1110,  1208,  1508,  1510,  1513,  1408  and  1410;  and 
Whereas,  this  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  division  of  combustibles  of  the 
fire  department  was  substantially  as  follows : 

MODELS  1108  and  1110 

These  models  were  set  up  for  inspection  and  tests, 
and  are  of  the  round  radiant  type  of  heater.  They 
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are  equipped  with  three-gallon  metal  tanks  and  the 
how  of  oil  is  regulated  by  means  of  a  metering  valve 
in  the  model  1108  and  in  the  model  1110.  An  Auto¬ 
matic  Products  consistent  level  valve  is  used. 

In  the  Model  1108  an  8  in.  pot  type  burner  is  used 
and  in  the  Model  1110  a  10  in.  pot  type  burner  is  used. 
This  burner  consists  of  a  pressed  steel  bottom  into 
which  the  oil  Hows  and  a  cylindrical  perforated  steel 
shell  located  above  the  burner  base. 

Between  the  oil  supply  container  and  the  shell  of 
the  heater  a  metal  shield  has  been  provided,  which 
affords  ample  air  circulation,  thereby  preventing  over¬ 
heating  of  the  oil  in  the  reservoir. 

The  models  1408  and  1410  are  equipped  with  ten- 
gallon  supply  containers  and  cannot  therefore  be 
recommended  for  approval  under  the  provisions  of 
RULE  4  of  the  OIL  BURNER  RULES. 

The  other  models  mentioned  in  the  application  were 
not  set  up  for  tests  and  therefore  no  inspections  were 
made  of  them. 

The  models  1108  and  1110  were  tested  for  a  period 
of  approximately  one  hour  and  it  was  found  that  the 
controls  functioned  as  designed.  These  burners  are 
equipped  with  flue  connections  and  automatic  draft  ad¬ 
justers. 

In  recommending  these  space  heaters,  Models  1108 
and  1110  for  approval,  it  is  recommended  that  the 
certain  items  be  carried  out  for  their  installation  and 
included  upon  their  instruction  cards  and  that  this 
approval  be  not  final  until  copies  of  said  instruction 
cards  are  filed  with  the  Board  of  Standards  and  Ap¬ 
peals  and  the  New  York  Fire  Department. 

Resolved ,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Samco  Oil  Space 
Heater,  Models  1108  and  1110,  for  use  with  range  oil  or  No. 
1  fuel  oil  in  domestic  and  commercial,  when  installed  in 
accordance  with  the  above  report  and  with  the  Oil  Burner 
Rules  of  the  Board  of  Standards  and  Appeals  and  with 
the  following  additional  requirements. 

1.  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

2.  The  device  shall  bear  a  label  permanently  affixed 
thereto  reading  as  follows : 

NOTICE 

APPROVED  BY  THE 

BOARD  OF  STANDARDS  AND  APPEALS 
for  Use  in  New  York  City 
UNDER  CAL.  No.  73-37- SA 

3.  Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  ^4-inch  asbestos  or  other  equivalent 
shield,  extending  at  least  12  inches  beyond  the 
outline  of  such  device. 

4.  The  manufacturer  or  installer  of  this  burner  shall, 
within  48  hours  after  each  installation,  notify  the 
Fire  Department  in  writing  of  the  name  of  the 
person  to  whom  this  burner  was  sold  and  the 
address  of  the  premises  where  installed. 


130-37-SA. 

APPLICANT — Econ-O-Heat  Burner  &  Boiler  Co.,  owner. 
SUBJECT — Econ-O-Heat  &  Kingsco  Oil  Burners,  Models 
E,  B1  and  B2,  approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accordance 
with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh  .  4 

732 


Negative  .  0 

Absent  . ' .  0 

THE  RESOLUTION— 

(130-37-SA) 


Whereas,  Econ-O-Heat  Burner  and  Boiler  Co.,  owner, 
filed  March  25,  1937,  an  application  with  the  Board  of 
Standards  and  Appeals  for  approval  of  their  device  known 
as  the  Econ-O-Hcat  and  Kingsco  Oil  Burners,  Models  E, 
B1  and  B2;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire 
department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division  of 
combustibles  was  substantially  as  follows : 

The  burner  set  up  for  inspection  and  test  at  these 
premises  was  the  Model  E,  being  sold  under  the  name 
of  The  Kingsco  Oil  Burner.  This  burner  is  of  the 
pressure  atomizing  gun-type  and  consists  of  the  fol¬ 
lowing  assembly:  One  1/6  H.P.  G.E.  Motor;  a  Tuthill 
Fuelstat  consisting  of  pump,  strainer  and  regulating 
valve;  a  sirocco  type  fan  and  a  Monarch  nozzle.  The 
burner  Model  E  has  a  range  in  capacity  of  from  1.65 
to  2)4  gallons  per  hour.  This  Model  E  burner  is  de¬ 
signed  for  use  with  Number  1,  2  and  3  commercial 
grade  fuel  oil. 

Ignition:  Electric,  General  Electric  transformer  110- 
10,000  volts. 

Controls :  Minneapolis  Honeywell  controls  are  used 
consisting  of  a  Pressuretrol  L  404  and  a  Protectorelay 
R-117-3. 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber  the  burner  was  put  into  operation  and  on  two 
successive  tests  the  controls  functioned  and  shut  the 
burner  down  at  90  and  93  seconds,  respectively.  The 
burner  was  then  put  into  normal  operation  for  a  period 
of  approximately  45  minutes  and  during  the  period  of 
tests  there  were  no  flarebacks  due  to  faulty  ignition. 
The  flame  was  clean  and  free  of  soot  and  smoke. 
Examination  of  the  combustion  chamber  and  elec¬ 
trodes  showed  no  undue  carbon  deposits. 

The  other  models,  B1  and  B2  were  not  set  up  and 
therefore  no  tests  were  made. 

As  a  result  of  this  inspection  and  test  it  is  recom¬ 
mended  that  the  Econ-O-Heat  Oil  Burner  and  Kingsco 
Oil  Burner,  Model  E,  be  approved  for  domestic  and 
commercial  use  when  installed  in  accordance  with  the 
Oil  Burner  Rules  adopted  by  the  Board  of  Standards 
and  Appeals  and  when  used”  with  fuel  oil  not  heavier 
than  Nos.  3,  U.  S.  Department  of  Commerce  stand¬ 
ards. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Econ-O-Heat  and 
Kingsco  Oil  Burners,  Model  E  for  domestic  and  commer¬ 
cial  installations,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals,  and  when  used  with  fuel  oil  not  heavier  than  No. 
3,  LT.  S.  Dept,  of  Commerce  standards,  on  condition  that 
there  shall  be  permanently  attached  to  each  burner  installed 
a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  130-37-SA. 


Adjourned,  4:45  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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OIL  BURNER  RULES 


[217-21-SR] 

NOTICE— In  this  publication  of  these  Rules,  a  new  decimal 
numbering:  system  has  been  employed,  but  for  con- 
brackets!  ^  f°rmer  donations  are  also  shown  in 


RULES  COVERING  THE  INSTALLATION  AND 
USE  OF  OIL  BURNING  EQUIPMENT  AND 
THE  STORAGE  OF  OILS  USED  IN 
CONNECTION  THEREWITH 


b/  theJ  °f  Standards  and  Appeals  June 

15,  1934,  Amended  July  12,  1935,  January  28,  1936,  and 
December  4,  1936. 


(Superseding  Fuel  Oil  Rules  adopted  by  the  Board 
of  Standards  and  Appeals,  November  6,  1919* 
amended  January  6,  1922;  January  18,  1924*  Oc¬ 
tober  19,  1926;  September  11,  1928;  JanuarV  11 
’  ™arc^  20’  1931. ;  May  12,  1931 ;  November  24, 
1931’  May  10,  1932;  June  24,  1932,  and  November 
4,  1932). 


Authority :  Section  718  A  of  the  Charter  of  the 
City  of  New  York  to  carry  into  effect  the  pro¬ 
visions  of  Chapter  X,  Code  of  Ordinances. 


Rule  1.  Scope. 

[a]  1.1  No  person  shall  install  oil-burning,  or  oil-storage 

equipment  for  use  within  the  City  of  New  York 
except  as  provided  in  these  rules. 

[b]  1.2  These  rules  shall  not  apply  to  gas  companies  stor- 

mg  °r  using  oil  in  the  manufacture  of  illuminating 
gas  for  public  use. 


Rule  2.  Definitions. 

2.1  For  the  purpose  of  these  rules  the  following  terms 
shall  be  interpreted  in  accordance  with  these  defi¬ 
nitions  : 

2.2  APPROVED:  Shall  mean  devices  hereafter  ap¬ 
proved  by  the  Board  of  Standards  and  Appeals 
and  also,  when  required  by  the  Board  of  Standards 
and  A ppeals,  approved,  listed  as  standard,  and/or 
labeled  by  any  nationally  recognized  standard 
testing  laboratory  not  operated  for  commercial 
profit  provided  all  such  devices  are  installed  in 
accordance  with  these  rules.  Such  approval  is 
subject  to  suspension  or  revocation  for  non-com- 
PtliaiT?e  ^ese  rules.  All  devices  approved  by 
the  Board  of  Standards  and  Appeals  prior  to  the 
adoption  of  these  rules  shall  be  accepted. 

2.3  AUTOMATIC  PUMP:  Shall  mean  an  automatic 
transfer  pump  operating  independent  of  the  burner 
to  provide  a  continuous  supply  of  oil. 

2.4  BURNER:  A  device  designed  for  the  purpose  of 
burning  oil. 

2.5  COMMERCIAL  INSTALLATIONS— Oil  burn- 
er  installations  in  buildings,  other  than  dwellings 
when  used  for  heating  and  generation  of  power 
for  use  on  premises. 

2.6  CONTROLS  Such  electrical  or  mechanical  de¬ 
vices  as  are  installed  for  the  purpose  of  providing 
safe  and  continuous  operation. 

2.7  DISCHARGE  LINE:  That  portion  of  the  line 
between  the  discharge  outlet  of  the  pump  and  the 
burner  oil  inlet  connection. 

2.8  DOMESTIC  INSTALLATIONS— Oil  burner  in¬ 
stallations  installed  in  dwellings  as  defined  in  these 
rules. 

2.9  DWELLINGS:  Buildings  used  exclusively  for 


dwelling  purposes  and  occupied  by  one  or  two 
families,  including  convents,  rectories  and  mon¬ 
asteries. 

2.10  ELECTRICALLY  GROUNDED:  For  protection 
against  lightning  shall  mean  storage  tanks  set 
directly  in  or  on  the  ground  and/or  with  under¬ 
ground  piping  connections.  Where  storage  tanks 
without  underground  piping  connections  are  built 
on  bases  above  the  surface  of  the  earth,  such 

ionwjtan^s  sS^a^  Srounded  at  two  (2)  points, 
180  (degrees)  apart  as  follows: 

2.10.1  The  conductor  from  tank  to  ground  con¬ 
nection  shall  be  of  copper  not  smaller  than 
No.  6  (.162")  A.W.G.  wire,  or  pipe  not 
ess  than  one-half  inch  (J4")  in  diameter. 

2.10.2  One  end  of  conductor  shall  be  permanently 
and  electrically  bonded  to  tank.  The  other 
end  shall  be  bonded  to  a  ground  connec- 
tion  consisting  of  a  water  pipe  or  a  rod, 
pipe  or  plate  having  a  surface  area  of  not 
less  than  one  hundred  and  ninety  (190) 
square  inches,  buried  in  moist  earth  not  less 
than  two  feet  (2  )  below  the  surface  of  the 
earth. 

2.11  FnLL-  PIPE:  .That  portion  of  the  line  between  the 
fill  pipe  terminal  and  the  fill  pipe  connection  in 
the  storage  tank. 

2.12  FIRE  RETARDING  MATERIALS: 

2.12.1  One-half  (y2)  inch  plaster  boards,  or  as¬ 
bestos  boards,  or  three-eighths  (j£)  inch 
gypsum  wall  boards  weighing  not  less  than 
lo  pounds  per  square  yard  with  pointed 
joints  covered  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  (1)  inch  lapped  seams 
nailed  to  the  wood  beams  when  spaced  not 
more  than  sixteen  (16)  inches  on  centers, 
or  nailed  to  furring  strips  when  the  floor 
beams  are  spaced  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.2  Two  thicknesses  of  one-quarter  (U)  inch 
asbestos  boards  laid  with  tight  staggered 
joints  and  nailed  to  the  beams,  when  spaced 
not  more  than  sixteen  (16)  inches  on  cen¬ 
ters,  or  nailed  to  furring  strips  when  the 
fioor  beams  are  more  than  sixteen  (16) 
inches  on  centers,  or 

2.12.3  Metal  lath  weighing  not  less  than  three 
pounds  per  square  yard,  attached  to  furring 
strips  and  plastered  with  Portland  cement 
mortar  at  least  three-quarters  (44)  inch 
thick. 

2.12.4  Note— All  fire  retarding  material  to  be  ap¬ 
plied  as  required  in  rules  for  fire  retarding 
material  of  the  Board  of  Standards  and 
Appeals. 

2.13  GROUND:  An  electrical  conductor  having  capac¬ 
ity  to  absorb  current.  5  p 

2. 14  INDUSTRIAL  INSTALLATIONS:  Oil  burner 
installations  for  industrial  purposes. 

2.15  OIL:  Any  liquid  mixture,  substance  or  com¬ 
pound  derived  from  petroleum,  including  kero¬ 
sene  and  fuel  oil  as  defined  in  the  Code  of  Ordi¬ 
nances,  Chapter  X,  Article  1,  Section  1. 

2.16  OIL  BURNING  EQUIPMENT:  Any  device  in¬ 
cluding  burners,  oil  burning  heaters,  internal  com¬ 
bustion  engines  used  for  heating,  power  or  other 

fnUrtPh0eSseSrueiesgned  **  Using  oil  aS  defined 

2-17  ?ILv?SLiIN?I9AJ,ING  DEVICE:  A  means 
be  indicated!  **  in  a  Storage  tank 
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2.18  OVERFLOW  PIPE:  A  pipe  which  conveys,  by 
gravity,  the  oil  from  the  maximum  level  of  an 
auxiliary  tank  to  the  storage  tank  or  from  the 
pump  to  the  storage  tank. 

2.19  PERMANENT  DEFORMATION:  Wherever 
phrase,  “without  permanent  deformation,’’  is  used 
in  these  rules  it  shall  mean  that  the  tanks  or  con¬ 
tainers  shall,  after  release  of  test  pressure,  resume 
their  original  size  and  shape. 

2.20  PERMIT :  Shall  mean  permit  for  storage  of  oil. 

2.21  PORTLAND  CEMENT  CONCRETE:  Shall 
mean  a  mixture  of  one  (1)  part  cement  and  not 
more  than  two  and  one-half  (2 1/2)  parts  sand  and 
five  (5)  parts  of  coarse  aggregate  and  complying 
in  all  other  respects  with  the  requirements  of  the 
Code  of  Ordinances,  Chapter  V,  Article  2,  Sec¬ 
tion  28. 

2.22  PREHEATER:  A  device  designed  for  heating  oil 
for  the  purpose  of  decreasing  the  viscosity. 

2.23  RELIEF  VALVE:  A  valve  held  shut  by  a  spring 
or  other  means  of  automatically  relieving  pressure 
in  excess  of  its  setting. 

2.24  RELIEF  LINE:  That  portion  of  the  line  between 
the  bypass  connection  of  the  relief  valve  and  the 
supply  line  or  storage  tank. 

2.25  REMOTE  CONTROL:  A  hand,  electric,  or  me¬ 
chanically-operated  device  to  shut  off  the  oil  sup¬ 
ply.  A  thermostat  is  not  acceptable  as  a  remote 
control. 

2.26  SCAVENGING  LINE:  A  line  installed  to  per¬ 
mit  the  removal  of  water  or  foreign  matter  from 
a  storage  tank. 

2.27  SHOP  FABRICATED:  Shall  mean  completely 
built  in  the  shop  of  the  tank  manufacturer. 

2.28  SHUT-OFF  VALVE:  A  device  that  can  be  ac¬ 
tuated  to  prevent  the  flow  of  liquid  in  a  line  of 
pipe. 

2.29  STORAGE  CONTAINER:  Any  container  for 
oil  connected  to  a  burner  or  oil-burning  heater 
and  having  a  capacity  of  ten  (10)  gallons  or  less. 

2.30  STORAGE  TANK:  Any  container  for  oil  hav¬ 
ing  a  capacity  of  two  hundred  and  seventy-five 
(275)  gallons  or  more,  having  a  fill  line  and  vent 
line  connected  thereto. 

2.31  STORAGE  TANK,  AUXILIARY:  Any  con¬ 
tainer  for  oil  having  a  capacity  of  not  over  60 
gallons  and  used  as  an  intermediary  tank  for 
gravity  feed  and  equipped  -with  an  automatic  or 
manually  operated  pump. 

2.32  SUPPLY  LINE:  That  portion  of  the  line  be¬ 
tween  the  storage  tank  and  the  pump  oil  inlet 
connection.  Where  a  pump  is  not  used,  it  shall 
be  that  portion  of  the  line  between  storage  tank 
and  burner  and  burner  oil  inlet  connection. 

2.33  TEST  WELL:  An  opening  in  the  top  of  the 
storage  tank  or  a  straight  pipe  connected  to 
such  opening  through  which  a  gauge  stick  may 
be  inserted  into  the  storage  tank. 

2.34  TRANSFER  PUMP:  An  oil  pump  that  is  not 
an  integral  part  of  the  burner  and  which  is  in¬ 
stalled  between  storage  tank  and  burner. 

2.35  VENT  PIPE:  That  portion  of  the  line  between 
vent  pipe  terminal  and  vent  pipe  connection  in 
the  storage  tank. 

Rule  3.  Oil  Permitted. 

[a]  3.1  Oil  permitted  under  these  rules  shall  be  any  liq¬ 
uid  mixture,  substance,  or  compound  derived 
from  petroleum,  shale  oil,  coal  tar,  and  the  liquid 
products  thereof,  and  shall  have  a  flash  point  not 
lower  than  100  degrees  Fahrenheit  when  tested 


in  a  Pensky-Martens  closed  cup  tester  (Ameri¬ 
can  Society  for  Testing  Materials  Method  D93- 
22)  and  marketed  under  the  following  commercial 
grades : 


Range  Oil 

SP. 

Gr. 

(A.  P.  I.)  40-44 

No.  1  Fuel  Oil  “ 

it 

“  36-40 

No.  2 

ii 

a  a 

ii 

“  32-36 

No.  3 

it 

a  a 

it 

“  28-32 

No.  4 

ii 

a  u 

a 

“  24°  + 

No.  5 

ii 

it  a 

a 

“  18°  + 

No.  6 

ii 

a  a 

a 

“  10°  + 

The  use 

of 

crankcase 

refuse 

oil  as  fuel  oil  i 

strictly  prohibited. 


Rule  4.  Burners. 

[a]  4.1  Burners,  including  oil-burning  heaters,  shall  be 

as  approved,  provided  with  suitable  safeguards 
to  prevent  abnormal  discharge  of  oil. 

[b]  4.2  Approval  of  burners  or  oil-burning  heaters  de¬ 

signed  for  installation  with  storage  of  not  more 
than  six  (6)  gallons  shall  include  approval  of 
storage  containers  and  limitations  of  installation. 
If  more  than  six  (6)  gallons’  storage  is  desired 
for  such  burners  or  oil-burning  heaters,  a  stor¬ 
age  tank  shall  be  installed  as  provided  for  in 
these  rules.  Portable  containers  of  not  more 
than  six  (6)  gallons’  capacity  may  be  filled  from 
such  storage  tanks  by  means  of  an  approved 
hand  pump  located  above  the  top  of  the  tank. 

[c]  4.3  The  requirements  of  these  rules  shall  not  apply 

to  the  use  and  installation  of  portable  burners 
not  requiring  a  connection  to  a  flue  where  such 
burners  are  of  the  type  commonly  used  for 
household  purposes  including  oil  stoves,  oil  heat¬ 
ers  and  oil  lamps  equipped  with  a  woven  wick, 
nor  do  the  requirements  of  these  rules  apply  to 
such  portable  apparatus  such  as  blow  torches, 
soldering  pots,  tar  heaters,  snow  melters,  etc. 

Rule  5.  Material  and  Construction  of  Tanks. 

5.1  Cylindrical  Tanks  (except  vertical  tanks  located 
outside  of  buildings  above  ground). 

[a]  5.1.1  All  tanks  for  the  storage  of  fuel  oil  shall 

be  built  of  steel  plates  made  by  the  open 
hearth  process  and  known  to  the  trade  as 
“tank  steel.”  Such  plates  shall  be  free 
from  physical  imperfections,  such  as  lami¬ 
nations,  cracks,  mill  scale,  etc.  All  steel 
must  be  new  in  good  condition  and  free 
from  rust.  The  thickness  of  steel  required 
and  the  size  and  spacing  of  rivets  shall  be 
as  stated  in  the  table  given  below. 

[b]  5.1.2  All  tanks  must  be  welded  or  riveted  and 

caulked,  or  riveted  and  welded.  Flanges 
or  other  pipe  connections  may  be  welded. 
All  caulking  shall  be  done  with  round  nose 
tools  and  without  injury  to  the  plates. 
Filler  of  any  kind  between  plates  is  pro¬ 
hibited. 

[c]  5.1.3  Thickness  of  cylindrical  tanks,  except 

tanks  of  275  gallons  capacity  or  less: 

Tanks  36  in.  in  diameter  and  less — in. 
shell,  *4  in-  heads. 

Tanks  37  to  72  in.  in  diameter — x/\  in. 
shell,  5/16  in.  heads. 

Tanks  73  to  120  in.  in  diameter — 5/16  in. 
shell,  in.  heads. 

Tanks  over  120  in.  in  diameter  to  be  of 
y  in.  steel  and  to  be  stiffened  by  angle 
rings  or  equivalent  members  so  as  to  re¬ 
tain  their  cylindrical  form. 
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[d]  5.1.4  All  cylindrical,  oval  or  abround  storage 
tanks  shall  have  dished  heads  with  a 
curvature  the  radius  of  which  is  not 
greater  than  the  diameter  of  the  tank. 
Dished  heads  shall  be  formed  with  an  ade¬ 
quate  cylindrical  extension  rim  to  provide 
welding  or  riveting  surface.  Should  flat 
heads  be  used  they  must  be  braced  in  the 
same  manner  as  described  for  the  bracing 
of  flat  sides  of  rectangular  tanks. 

fe]  5.1.5  Diameter  and  spacing  of  rivets: 

Riveting  in  single  lap  seams  shall  not 
exceed  a  pitch  as  follows: 

In  shell  54  in-  thick,  34  in.  in  diameter 
rivets  2 54  in.  pitch. 

In  shell  5/16  in.  thick,  54  in.  in  diameter 
rivets  234  in.  pitch. 

In  shell  54  in.  thick,  54  in.  in  diameter  riv¬ 
ets  2j4  in.  pitch. 

S.2  Rectangular  Tanks. 

[a]  5.2.1  All  rectangular  tanks  shall  be  built  of 

steel  plates  of  the  quality  required  for 
cylindrical  tanks,  and  of  a  thickness  of 
not  less  than  5/16  of  an  inch. 

[b]  5.2.2  Corners  may  be  made  up  by  bending  the 

plates  or  by  use  of  angles. 

[c]  5.2.3  Rivets  in  seams  shall  be  s/&  of  an  inch  in 

diameter  and  spaced  not  more  than  254 
inches  center  to  center. 

Id]  5.2.4  All  flat  surfaces  of  rectangular  tanks  are 
to  be  braced.  Bracing  shall  be  done  either 
by  using  structural  steel  members  which 
will  act  as  girders  and  which  will  safely 
carry  the  load  with  a  factor  of  safety  of 
five  (5),  or  by  using  bars  from  side  to 
side,  end  to  end  and  top  to  bottom  of  the 
tanks  as  the  case  may  be. 

Te]  5.2.5  When  structural  steel  members  are  used 
such  as  angle,  channels  or  beams,  etc.,  the 
distance  from  center  to  center  of  the  rivet 
lines  on  these  members  must  not  be  in 
excess  of  twenty-four  inches,  and  the  rivet 
spacing  must  be  such  that  it  will  develop 
the  full  strength  of  the  members.  In  no 
case  shall  the  rivets  be  in  excess  of  six 
(6)  inches  center  to  center  on  these  mem¬ 
bers. 

[f]  5.2.6  When  structural  steel  reinforcing  members 

are  tied  together  with  braces  in  order  to 
reduce  the  effective  length,  the  braces 
shall  not  be  stressed  higher  than  nine 
thousand  (9,000)  _  pounds  per  square  inch 
taken  in  the  minimum  net  section. 

[g]  5.2.7  If  structural  steel  members  are  omitted 

and  the  sides  of  the  tank  are  braced  by 
means  of  rods  or  bars,  these  members 
should  not  be  spaced  farther  apart  than 
twenty-four  (24)  inches  center  to  center  in 
all  directions.  The  unit  stress  permitted  in 
these  members  shall  not  be  in  excess  of  nine 
thousand  .  (9,000)  pounds  per  square  inch 
on  the  minimum  net  section. 

[hj  5.2.8  The  connection  between  these  members  and 
the  sides  of  the  tank  must  in  all  cases  be 
such  that  it  will  develop  the  full  net  sections 
of  the  bars  so  that  the  bar  will  break  before 
the  connection  will  let  go. 

5.3  All  Tanks  Except  Vertical  Above-Ground  Stor¬ 
age  Tanks. 

[a]  5.3.1  All  storage  tanks  for  oil  of  two  hundred 


and  seventy-five  (275)  gallons’  capacity  or 
less  shall  have  a  minimum  thickness  of  shell 
and  head  plates  of  U.  S.  Standard  10  gauge 
(.134").  Auxiliary  storage  tanks  of  60  gal¬ 
lons  or  less  shall  be  similarly  constructed 
but  need  not  be  of  a  gauge  thicker  than  U. 
S.  Standard  No.  14. 

[b]  5.3.2  At  time  of  installation  all  storage  tanks 

shall  bear  a  permanently  fixed  plate,  spot- 
welded  or  equivalent,  bearing  the  name  of 
tank  manufacturer,  the  gauge  of  material 
and  capacity  of  tank.  All  shop  fabricated 
storage  tanks  shall  be  installed  without 
structural  alteration. 

[c]  5.3.3  All  openings  shall  be  through  the  top  of  the 

storage  tank  except  that  275-gallon  storage 
tanks  may  be  provided  with  a  three-quarter 
inch  (54").  opening  for  gravity  discharge 
and  a  one-inch  (1")  opening  in  the  bottom 
for  cleaning  and  protection  against  corro¬ 
sion. 

[d]  5.3.4  All  buried  storage  tanks  shall  have  a  thor¬ 

ough  coating  on  the  outside  of  hot  tar,  as- 
phaltum,  or  other  equivalent  rust-resisting 
material.  All  such  tanks  shall  be  electrically 
grounded. 

[e]  5.3.5  Manholes;  where  used  for  oils  having  a  vis¬ 

coshy  less  than  500  sec.  Saybolt  Universal  at 
100  F.  shall  have  manhole  covers  bolted 
and  air  tight;  where  used  for  oils  having  a 
viscosity  greater  than  500  sec.  Saybolt  Uni¬ 
versal  at  100°  F.  (No.  5  or  No.  6  Commer¬ 
cial  Standard  grades)  shall  have  manhole 
covers  bolted  or  otherwise  secured  to  the 
tanks  and  kept  hydrostatically  tight  at  all 
times. 

5.4  Vertical  Storage  Tanks  Over  1,000  Gallon* 
Capacity  Located  Outside  of  Building  Above 
Ground. 

[a]  5.4.1  Vertical  tanks  located  outside  of  building 

above  ground  shall  be  built  of  steel  plates 
of  the  quality  required  for  cylindrical  tanks. 

[b]  5.4.2  The  minimum  thickness  of  shell  or  bottom 

plates  shall  be  54  inch  and  the  minimum 
thickness  of  roof  plates  54  inch. 

The  thickness  of  shell  plates  shall  be  figured 
in  accordance  with  the  following  formula : 

P  x  r  x  F 

t  equals - 

T  x  E 

P  equals  head  pressure  at  bottom  of  ring 
under  consideration. 

R  equals  radius  of  shell  in  inches. 

F  equals  factor  of  safety  (taken  as  5). 

T  equals  tensile  strength  of  plate  in  pounds 
per  square  inch  (55,000  pounds  per  square 
inch). 

E  equals  efficiency  of  vertical  joint  in  ring 
under  consideration  (calculations  to  be 
based  on  formulas  as  given  in  Bulletin  No. 

14  of  the  New  York  State  Industrial  Com¬ 
mission). 

[c]  5.4.3  Roof  plates  shall  have  single  riveted  water¬ 

tight  seams  and  the  roof  shall  be  built  to 
shed  water.  Bottom  plates  shall  have  single 
lap  riveted  seams.  Shell  plate  seams  shall 
be  designed  with  proper  efficiency  to  meet 
requirements  of  above  formular  for  shell 
plates. 

[d]  5.4.4  In  all  cases,  steel  tanks  for  the  storage  of 

fuel  oil  must  be  built  metal  to  metal.  No 
filler  of  any  kind  will  be  permitted. 
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5.5  Storage  Containers. 

Tal  5.5.1  Storage  containers  for  oil  of  six  (6)  gallons 
capacity  or  less  used  in  connection  with 
burners  or  oil-burning  heaters  shall  be  de¬ 
signed  to  withstand  a  hydrostatic  pressure 
test  of  five  (5)  pounds  per  square  inch 
without  permanent  deformation,  rupture  or 
leakage  and  shall  be  approved  as  provided 
in  Rule  4.2.  Glass  storage  containers  shall 
not  exceed  three  gallons  capacity,  protected 
with  a  metal  jacket  provided  with  hand 
grips  and  designed  to  be  rigidly  fastened  to 
stand  or  wall  and  shall  be  approved  as  pro¬ 
vided  in  Rule  4.2. 

Rule  6.  Location  of  Tanks. 

6.1  Inside  of  Buildings. 

[a]  6.1.1  Storage  tanks  having  a  capacity  of  two  hun¬ 

dred  and  seventy-five  (275)  gallons  and 
auxiliary  tanks  may  be  installed  above 
ground  in  or  on  the  lowest  story  of  a 
building,  provided  such  tanks  shall  be 
mounted  on  substantial  incombustible  sup¬ 
ports,  with  tank  permanently  attached  there¬ 
to,  and  located  not  less  than  seven  feet  (7'), 
measured  horizontally  from  any  furnace  or 
source  of  exposed  flame  unless  tank  is 
protected  as  provided  for  in  Rule  6.1.2. 
Such  storage  tanks  inside  buildings  shall 
be  not  less  than  two  hundred  and  sev¬ 
enty-five  (275)  gallons’  capacity  and  not 
more  than  one  such  tank  shall  be  connected 
to  one  burner.  Not  more  than  two  (2)  two- 
hundred-and-seventy-five  (275)  gallons  stor¬ 
age  tanks  shall  be  installed  in  a  building 
above  ground  without  protection  as  provided 
for  in  Rule  6.1.2. 

[b]  6.1.2  Storage  tanks  having  a  capacity  of  more 

than  two  hundred  and  seventy-five  (275) 
gallons,  when  installed  inside  of  buildings, 
shall  be  located  in  or  on  the  lowest  floor 
level  and  all  portions  of  such  tanks  above 
the  floor  shall  be  protected  by  a  continuous 
jacket  of  not  less  than  four  inches  (4")  of 
Portland  cement  concrete  reinforced  with 
not  less  than  No.  20  steel  wire  gauge  wire 
cloth  2"  x  2"  mesh,  and  extending  at  least 
four  inches  (4")  beyond  the  horizontal  out¬ 
line  of  tank  in  all  directions,  with  weep 
holes  along  the  bottom  one  inch  in  diameter 
not  more  than  3  ft.  apart. 

Each  storage  tank  may  be  placed  m  an  en¬ 
closure  having  masonry  walls  not  less  than 
eight  inches  (8")  in  thickness  and  of  di¬ 
mension  not  less  than  fifteen  inches  (15") 
greater  on  all  sides  than  the  outside  dimen¬ 
sions  of  the  storage  tank.  The  walls  of  the 
enclosure  shall  be  carried  up  to  a  height  not 
less  than  two  feet  (2')  above  the  top  of 
the  tank.  Fireproof  access  door  or  doors 
shall  be  installed  in  the  enclosure  for  every 
twenty-five  feet  (25')  along  the  longest  in¬ 
terior  wall  of  such  enclosure,  and  an  addi¬ 
tional  access  door  shall  be  installed  in  every 
additional  ten  feet  (10')  along  such  wall 
above  the  point  where  the  enclosure  has  a 
capacity  equal  to  the  tank.  The  ceiling  above 
the  tank  enclosure  shall  be  either  fireproof 
or  fire-retarded. 

[c]  6.1.3  The  capacity  of  individual  storage  tanks  lo¬ 

cated  inside  of  buildings  shall  not  exceed 
twenty  thousand  (20,000)  gallons. 


[dj  6.1.4  All  storage  containers  used  in  connection 
with  burners  or  oil-burning  heaters  shall  be 
installed  in  a  substantial  and  workmanlike 
manner  with  rigid  metal  fasteners  to  wall 
or  floor  and  protected  against  mechanical 
injury. 

6.2  Outside  of  Buildings,  Below  Ground. 

[a]  6.2.1  Storage  tanks  located  outside  of  buildings, 

below  ground,  shall  be  buried  with  the  top 
of  the  tank  not  less  than  two  feet  (2')  be¬ 
low  the  surface  of  the  ground.  Tanks 
shall  be  placed  on  firm  soil  and  shall  be 
surrounded  by  clean  sand  or  well  tamped 
earth,  free  from  ashes  or  other  corrosive 
substance,  and  free  from  stones  larger  than 
will  pass  through  a  one-inch  (1")  mesh. 
When  necessary  to  prevent  floating,  tanks 
shall  be  securely  anchored. 

[b]  6.2.2  Along  the  line  of  subways  no  tank  shall  be 

placed  within  twenty  (20')  feet  of  any  wall, 
separating  a  building  from  the  subway,  and, 
if  practicable,  tanks  shall  be  placed  in  a 
lower  position  than  the  roadbed  of  the  sub¬ 
way,  except  as  may  be  modified  in  specific 
instances  by  the  Board  of  Standards  and1 
Appeals. 

[c]  6.2.3  No  tank  shall  be  buried  so  as  to  be  nearer 

than  3  feet  to  any  foundation  wall. 

[d]  6.2.4  All  buried  storage  tanks  larger  than  two- 

hundred  and  seventy-five  gallons,  prior  to- 
or  at  the  time  of  installation,  shall  be  thor¬ 
oughly  cleaned  and  coated  on  the  outside 
with  two  (2)  coats  of  red  lead  and  coated 
at  the  site  with  hot  tar,  asphalt  or  other 
equivalent  rust  resisting  material.  All  tanks 
shall  be  electrically  grounded. 


6.3  Outside  of  Buildings,  Above  Ground. 


[a]  6.3.1  Storage  tanks  located  outside  of  buildings 
above  ground  shall  be  not  less  than  one  and 
one-quarter  (1)4)  tank  diameters  and  in  no¬ 
case  less  than  ten  feet  (10')  from  the  line 
of  adjoining  property,  the  nearest  building 
or  adjacent  tank.  Such  tanks  shall  be  elec¬ 
trically  grounded.  The  maximum  capacity 
of  individual  tanks  located  outside  of  build¬ 
ings  above  ground  shall  be  fixed  by  the  fol¬ 
lowing  schedule : 

If  distant  25  feet  from  line 
of  adjoining  property 
which  may  be  built  upon  16,000  gallons 


If  distant  30 
If  distant  40 
If  distant  50  feet 
If  distant  60  feet 
If  distant  75 


feet .  24,000 

feet .  36,000 

48,000 
60,000 
feet .  96,000 


If  distant  85  feet,  or  more  100,000 


[b]  6.3.2  Each  such  storage  tank  shall  be  protected  by 
an  embankment  or  a  dyke.  Such  protection 
shall  have  a  capacity  of  not  less  than  one 
and  one-half  (1^4)  times  the  capacity  of  the 
tank  so  surrounded  and  shall  be  at  least 
four  feet  (4')  high  but  in  no  case  higher 
than  one-fourth  ()4)  the  height  of  the  tank 
when  the  height  of  the  tank  exceeds  sixteen 
feet  (16').  Embankments  or  dykes  shall 
be  made  of  earthwork  with  clay  core  of 
masonry,  or  of  impervious  reinforced  con¬ 
crete.  Earthwork  embankments  shall  be 
firmly  and  compactly  built  of  good  earth, 
free  from  stones,  vegetable  matter,  etc.,  and 
shall  have  a  flat  section  at  the  top  of  not 
less  than  three  feet  (3')  and  a  slope  of  at 
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least  one  and  one-half  (iy2)  to  two  (2)  on 
all  sides.  _  Concrete  or  masonry  dykes  shall 
be  so  designed  as  to  safely  carry  the  entire 
volume  of  the  oil  in  the  tank  so  surrounded 
Embankments  or  dykes  shall  be  continuous 
and  unpierced.  See  Chapter  10,  Section  111, 
Code  of  Ordinances,  for  required  fire  ex¬ 
tinguishing  system. 

[c]  6.3.3  All  above  ground  storage  tanks  larger  than 
two  hundred  and  seventy-five  (275)  gallons 
pnor  to  or  at  the  time  of  installation,  shall 
be  thoroughly  cleaned  and  coated  on  the 
outside  with  two  (2)  coats  of  red  lead  and 
coated  at  the  site  with  hot  tar,  asphalt  or 
other  equivalent  rust  resisting  material.  All 
tanks  shall  be  electrically  grounded. 


Rule  7.  Piping. 

7.1  Installation  of  Piping. 

[a]  7.1.1  Piping  shall  be  run  in  a  substantial  and 

workmanlike  manner.  Exposed  piping  shall 
be  protected  against  mechanical  injury  and 
shall  be  securely  supported  with  rigid  metal 
fasteners  or  hangers.  All  pipes  connected  to 
buried  tanks  except  test  well  piping  shall  be 
provided  with  double  swing  joints  at  tank. 

[b]  7.1.2  Only  new  standard  full-weight  iron,  steel  or 

brass  pipe,  or  new  extra-heavy  copper  brass 

or  a J  1?1I1Um  alloy  tubing<  properly  marked 
and  duly  approved,  may  be  used.  Drawn 
metal  tubing  when  used  for  conveying  oil, 
sha  !  be  adequately  protected.  Such  tubing 
shall  be  used  only  in  the  same  room  in 
which  the  burner  is  installed.  Drawn  tub¬ 
ing  when  used  in  domestic  installations  shall 
be  not  less  than  three-eighths  inch  (V8") 
mside  .  diameter.  Soldered  connections  are 
prohibited.  Tubing  shall  be  submitted  for 
approval. 

[c]  7.1.3  Overflow  pipes  where  installed  shall  not  be 

smaller  in  size  than  the  supply  pipe. 

7.2  Relief  Valves. 

[a]  7.2.1  Where  a  shut-off  valve  is  installed  in  the 

discharge  line  from  an  oil  pump  a  relief 
valve  shall  be  installed  in  the  discharge  line 
between  the  pump  and  the  first  shut-off 
valve. 

[b]  7.2.2  Oil  preheaters  shall  be  provided  with  a  re¬ 

lief  valve  to  prevent  excessive  oil  pressure. 

[c]  7.2.3  Relief  valves  shall  be  set  to  discharge  at  not 

more  than  one  and  one-half  (1  y2)  times  the 
maximum  working  pressure  of  the  system, 
the  discharge  from  relief  valves  shall  be 
returned  to  storage  tank  or  to  the  supply 
line.  There  shall  be  no  shut-off  valve  in  the 
line  of  relief. 

7.3  Vent  Pipe. 

[a]  7.3.1  An  open  vent  of  iron  or  steel,  without  trap 

and  draining  to  the  tank,  shall  be  provided 
for  each  storage  tank.  The  lower  end  of 
the  vent  pipe  shall  not  extend  through  the 
toP  of  the  storage  tank  more  than  one  inch 
(1  )•  Cross  connection  between  vent  pipe 
and  fill  pipe  is  prohibited. 

[b]  7.3.2  Where  a  battery  of  storage  tanks,  designed 

to  hold  the  same  grade  of  oil,  is  installed, 
vent  pipes  may  be  run  into  a  main  header. 

[c]  7.3.3  Vents  shall  be  not  less  than  one  and  one- 

quarter  inches  (ly")  in  diameter  for  stoi- 


age  tanks  up  to  1,100  gallons’  capacity  and 
not  less  than  two  inches  (2")  in  diameter 
for  storage  tanks  of  1,100  gallons  and  more. 
Vents  for  auxiliary  storage  tanks  shall  not 
be  less  than  l/2  inch  in  diameter  and  may  be 
run  into  the  storage  tank  vent. 

[dj  7.3.4  Vent  pipes  shall  be  provided  with  Weather¬ 
ly?0-*:  hoods  and  shall  terminate  outside  the 
building  not  less  than  two  feet  (2')  from 
any  building  opening  and  not  less  than  five 
teet  (5  )  nor  more  than  twelve  feet  (12') 
above  the  fill  pipe  terminal.  If  the  vent  pipe 
terminal  is  not  visible  from  the  fill  pipe 
terminal  location,  a  one-inch  (1")  line  shall 
be  connected  to  tank  and  shall  parallel  the 
fill  pipe  and  terminate  at  the  fill  pipe  termi¬ 
nal  with  unthreaded  end.  Such  line  shall 
be  provided  with  a  check  valve  set  to  pre¬ 
vent  flow  of  surface  water  to  storage  tank. 

7 .4  Fill  Pipes. 


laj  /.4.1  Fill  pipe  shall  terminate  outside  the  build¬ 
ings  with  the  fill  pipe  terminal  located  at  or 
above  grade  at  least  five  feet  (5')  from 
any  building  opening  or  subway  grating  at 
or  below  the  level  of  the  fill  pipe  terminal. 
JNo  fill  pipe  shall  be  less  than  2  inches  in 
diameter. 

[b]  7.4.2  Each  storage  tank  shall  be  provided  with  a 

separate  fill  pipe  except  where  a  battery  of 
tanks  is  installed,  containing  the  same  grade 
of  oil,  a  common  fill  and  header  pipe  may 
be  installed  provided  the  area  of  each  branch 
fill  pipe  and  the  header  pipe  is  equal  to  the 
area  of  the  fill  pipe.  Each  branch  fill  pipe 
shall  be  provided  with  a  shut-off  valve. 

[c]  7.4.3  Where  the  top  of  the  storage  tanks  is  above 

the  fill  pipe  terminal  the  fill  pipe  shall  be 
connected  to  the  top  of  the  tank  and  be  pro¬ 
vided  with  a  shut-off  valve  and  a  swing 
check  valve  which  shall  be  located  at  the 
fill  pipe  terminal. 

[d]  7.4.4  All  fill  pipe  terminals  shall  be  of  approved 

type  constructed  of  a  suitable  material,  pro¬ 
vided  with  lugs  for  imbedding  in  concrete 
or  in  lieu  thereof  a  set  screw  to  fasten 
terminal  to  fill  pipe.  The  outer  flange  of 
the  hll  pipe  terminal  shall  be  provided  with 
letters  reading  “Fuel  Oil”  and  the  calendar 
number  under  which  the  fill  pipe  terminal 

uSn^en  aPProve(h  The  fill  pipe  terminal 
shall  be  separately  threaded  to  receive  the 
seal  cap  and  the  fill  pipe.  The  seal  cap 
shall  be  suitably  threaded  and  slotted  for 
a  special  opening  wrench.  An  oilproof 
gasket  inserted  in  a  groove  in  the  fill  pipe 
terminal  shall  be  provided  so  as  to  render 
the  hll  pipe  terminal  leakproof.  A  strainer 
is  not  required  but  if  used  must  be  of  not 
less  than  l/8  inch  mesh.  Where  there  is  a 
storage  system  of  volatile  inflammable  oil 
and  a  storage  system  for  fuel  oil  to  be 
used  in  the  same  premises,  the  terminal 
of  fuel  oil  fill  pipe  shall  be  provided  with 
a  left-handed  thread,  and  the  fill  pipe  fit- 
ting  shall  be  of  a  different  size  than  that 
required  for  the  fill  pipes  to  gasoline  tanks. 


7.5  Heating  Coils  in  Storage  Tanks. 

7.5.1  All  heating  to  reduce  viscosity  of  oils  in 
storage  tanks  shall  be  only  by  means  of 
hot  water  or  low  pressure  (ten  '(10)  pounds 
per  square  inch  maximum)  steam  coils. 
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7.6  Scavenging  Line. 

7.6.1  When  a  scavenging  line  is  installed  it  shall 
terminate  outside  of  the  building  and  shall 
be  capped  oil  tight  when  not  in  use. 

Rule  8.  Valves  and  Control  of  Oil  Flow. 

[a]  8.1  Each  supply  line  from  storage  tanks  of  two 

hundred  and  seventy-five  (275)  gallons’  capacity 
and  from  auxiliary  storage  tanks  shall  be  pro¬ 
vided  with  a  shut-off  valve  at  the  tank  and  at 
the  burner  and  when  connected  to  burners  de¬ 
signed  for  gravity  feed,  shall  be  provided  with 
an  approved  constant  level  device. 

[b]  8.2  Each  supply  line  for  storage  tanks  of  more  than 

two  hundred  and  seventy-five  (275)  gallons'  ca¬ 
pacity,  shall  be  provided  with  a  shut-off  valve  at 
the  burner  and  where  the  top  of  the  tank  is 
above  the  oil  inlet  connection  to  the  burner 
and/or  transfer  pump,  shall  be  provided  with 
an  approved  anti-syphon  device  located  at  the 
highest  point  in  supply  line,  except  that  where 
heavy  oil  (No.  6  Commercial  Standard  Grade) 
having  a  viscosity  of  one  hundred  (100)  seconds 
or  more  Saybolt  Furol  at  one  hundred  and 
twenty-two  degrees  Fahrenheit  (122°  F.)  is  used, 
the  anti-syphon  device  shall  not  be  required. 

[c]  8.3  Except  as  may  be  modified  in  specific  instances 

by  the  Board  of  Standards  and  Appeals,  oil  from 
storage  tanks  of  two  hundred  and  seventy-five 
(275)  gallons’  capacity  or  more  may  be  delivered 
to  burners  installed  above  the  lowest  floor  of  a 
business  building  only  under  the  following  pro¬ 
visions  : 

8.3.1  Plans  for  such  installations  shall  be  sub¬ 
mitted  for  approval  to  the  administrative 
official  having  jurisdiction  before  such  in¬ 
stallation  is  made. 

8.3.2  Such  burners  shall  not  be  installed  in  any 
story  of  any  building  the  floor  of  which  is 
more  than  fifty  feet  (50')  above  the  street 
level.  Only  one  oil  delivery  line  shall  be 
installed  for  each  floor. 

8.3.3  Oil  delivery  lines  to  burners  located  above 
the  lowest  floor  of  a  building  shall  not  be 
larger  than  two  inches  (2")  iron  pipe  size. 

8.3.4  The  pressure  in  oil  lines  to  burners  located 

above  the  lowest  floor  of  a  building  shall 
not  be  more  than  is  necessary  to  deliver 
oil  to  the  burners  and  such  pressure  shall 
not  in  any  case  exceed  thirty  (30)  pounds 
per  square  inch.  With  each  automatic 
burner  there  shall  be  installed  and  main¬ 
tained  in  good  working  order  a  set  of 
suitable  safety  controls  of  the  electric  or 
mechanical  type.  The  proper  control  for 

each  burner  is  to  be  listed  in  the  resolution 
under  which  the  burner  is  approved.  The 
controls  are  to  provide  the  following  func¬ 
tions  : 

Temperature  control 
Ignition  “ 

Stack  or 
Combustion  “ 

Pressure  “ 

Gravity  “ 

[d]  8.4  A  remote  control  shall  be  provided  whereby  the 

flow  of  oil  to  any  burner  can  be  stopped,  and 
such  remote  control  shall  be  located  outside  the 
entrance  to  the  room  in  which  the  burner  is  lo¬ 
cated  and  as  close  to  such  entrance  as  practical, 
except  when  outside  location  is  impractical  such 
control  mav  be  located  immediately  inside  the 


room  in  which  the  burner  is  located  if  such 
location  is  accessible  at  all  times.  All  such  con¬ 
trols  shall  be  legibly  labeled  “Remote  Control 
for  Oil  Burner.”  On  auxiliary  storage  tanks 
used  with  manually  operated  burners  such  re¬ 
mote  control  may  be  installed  on  feed  lines  be¬ 
tween  tank  and  burner. 

[e]  8.5  Except  as  provided  by  Rule  4.2  of  these  rules 

for  approved  combination  burner  and  storage 
container  devices,  pressure  in  storage  tank  or 
container  for  the  purpose  of  discharging  oil  is 
prohibited. 

[f]  8.6  In  systems  where  either  steam  or  air  is  used 

for  atomizing  the  oil,  the  oil  and  the  atomizing 
supply  shall  be  interlocked,  so  that  in  case  of 
the  interruption  of  the  atomizing  supply,  the 
supply  of  oil  will  immediately  be  cut  off.  Except 
that  this  requirement  shall  not  apply  to  air  and 
oil  supply  units  directly  connected  to  a  common 
driver. 

Rule  9.  Oil  Level  Indicating  Devices  and  Test 
Wells. 

[a]  9.1  All  tanks  located  inside  of  buildings  shall  be 

provided  with  an  oil  level  in  indicating  device.  Test 
wrells  shall  not  be  permitted  in  tanks  located 
inside  of  buildings.  Unused  tank  openings  shall 
be  permanently  sealed  to  prevent  removal  of 
plugs  or  cover. 

[b]  9.2  Oil  level  indicating  devices  shall  be  constructed 

of  substantial  materials  so  designed  that  there 
can  be  no  leakage  of  oil  or  oil  vapor. 

[c]  9.3  Test  well  shall  be  capped  oil  tight  and  kept  closed 

when  not  in  use. 

Rule  10.  Permits,  Plans,  Inspections  and  Tests 
of  Storage  Tanks  and  Piping. 

10.1  Permits. 

[a]  10.1.1  No  oil  installation  of  more  than  ten  (10) 

gallons’  capacity  shall  be  operated  until 
after  a  permit  has  been  issued  by  the  Fire 
Chief  and  Commissioner. 

[b]  10.1.2  Applications  for  permit  shall  be  made  by 

the  installer  on  forms  furnished  by  the 
Fire  Chief  and  Commissioner  and  shall 
provide  for  the  location  of  the  building 
in  which  the  installation  is  to  be  made, 
name  and  address  of  owner  and/or  oc¬ 
cupant,  name  and  address  of  installer, 
make  .and  approval  number  of  burners, 
pumps  and  other  devices,  capacity  num¬ 
ber  and  location  of  storage  tanks,  to¬ 
gether  with  approval  of  such  proposed 
installation  by  the  Commissioner  of 
Buildings  when  required  under  Rule  10.2. 

[c]  10.1.3  No  permit  shall  be  issued  by  the  Fire 

Chief  and  Commissioner  until  the  installa¬ 
tion  has  been  inspected  by  his  represen¬ 
tative. 

10.2  Plans  to  be  Filed  Where  Structural  Considera¬ 
tions  Are  Involved. 

10.2.1  Except  for  installations  in  dwellings  as 
defined  in  these  rules,  the  installer  shall 
file  with  the  Commissioner  of  Buildings 
plans  showing  the  size  and  location  of 
all  storage  tanks  having  a  capacity  greater 
than  275  gallons  where  such  tanks  are 
to  be  installed  either  inside  of  buildings 
in  or  below  the  lowest  floor  level  or  out- 
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side  of  buildings  below  ground.  Plans, 
however,  shall  be  filed  where  27 5  gallon 
tanks  are  to  be  buried  and  for  all  multi¬ 
ple  dwellings  and  for  all  places  of  public 
assembly.  All  plans,  as  in  this  section 
required,  shall  be  certified  to  by  the  Com¬ 
missioner  of  Buildings  when  approved  by 
him  as  in  compliance  with  all  structural 
requirements,  to  the  Fire  Chief  and  Com¬ 
missioner  before  any  work  is  started  and 
before  the  permit  provided  for  in  Rule 

10.1  is  issued. 

10.3  Inspection  and  Tests  of  Installations  of  Storage 
Tanks  and  Piping. 

[a]  10.3.1  Storage  tanks  not  exceeding  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  leakage  when  tank  and  all  piping 
for  oil  is  completely  filled  with  oil  when 
subjected  to  a  test  of  10  pounds  per  square 
inch  for  a  period  of  ten  (10)  minutes. 

[bl  10.3.2  Storage  tanks  of  more  than  two  hundred 
and  seventy-five  (275)  gallons’  capacity  and 
all  piping  for  oil  connected  thereto  shall 
show  no  change  in  shape,  rupture  or  leak¬ 
age  when  subjected  to  a  hydrostatic  test 
with  water  or  oil  as  follows : 

10.3.2.1  Oval,  obround,  rectangular  and 
specially  shaped  storage  tanks  and 
and  piping  connected  thereto, 
twenty-five  (25)  pounds  per 
square  inch. 

10.3.2.2  Cylindrical  storage  tanks  and  pip¬ 
ing  connected  thereto,  fifty  (50) 
pounds  per  square  inch. 

Pressure  shall  be  applied  for  a  period  of 
thirty  minutes.  When  oil  is  used  there 
shall  be  no  fire  or  flame  in  the  room  or 
rooms  in  which  the  test  is  being  conducted. 
All  tests  shall  be  conducted  in  the  presence 
of  a  representative  of  the  Fire  Chief  and 
Commissioner.  The  contractor  shall  fur¬ 
nish  all  necessary  equipment  for  conduct¬ 
ing  tests,  except  gauges  which  shall  .be 
furnished  by  the  administrative  official. 
Such  test  may  be  made  with  oil  in  freezing 
weather  for  tanks  located  outside  of  build¬ 
ing. 

[c]  10.3.3  Defective  tanks,  if  repaired  by  welding, 

shall  have  all  oil  removed  and  shall  be 
purged  of  all  explosive  gases  or  vapors. 

[d]  10.3.4  The  anti-syphon  devices,  where  used  as 

provided  for  in  these  rules,  shall  be  ap¬ 
proved  devices. 

10.4  Fee  for  Permit  and  Test  of  Storage  Tanks 
and  Piping. 

10.4.1  When  application  for  permit  is  made,  as 
provided  for  in  Rule  10.1,  a  fee  covering 
the  permit,  inspection  and  test  of  storage 
tank  and  piping  shall  be  paid  in  accordance 
with  the  schedule  given  in  the  Code  of 
Ordinances. 

Rule  11.  Inspection  of  Installations  With  Not 
More  Than  Six  (6)  Gallons’  Storage 
Capacity. 

11.1  All  installations  of  burners  with  not  more  than 
six  (6)  gallons’  storage  capacity  except  where 
such  installations  are  made  in  dwellings  shall  be 


reported  by  installer  to  the  Fire  Chief  and  Com¬ 
missioner  giving  location  of  building  in  which  in¬ 
stallation  is  made,  name  and  address  of  owner 
and/or  occupant,  name  and  address  of  installer 
and  the  make  and  approval  number  of  burner. 
Such  reported  installations  shall  be  inspected  as 
required  by  Code  of  Ordinances. 

Rule  12.  Ventilation. 

[a]  12.1  No  burner  shall  be  installed  in  any  boiler,  heater, 

range  or  stove  unless  such  boiler,  heater,  range 
or  stove  be  connected  with  a  legal  chimney,  com¬ 
plying  with  Section  392,  Article  19,  Chapter  V,  of 
the  Code  of  Ordinances. 

[b]  12.2  Adequate  ventilation,  at  least  equivalent  to  area  of 

the  smoke  pipe  at  the  point  where  it  enters  the 
flue,  shall  be  provided  in  all  rooms  in  which  burn¬ 
ers  are  installed. 

[c]  12.3  Dampers  shall  be  so  constructed  that  they  cannot 

completely  cut  off  the  passage  of  flue  gases  at  any 
time. 

Rule  13.  Automatic  Pumps. 

13.1  Automatic  pumps,  when  not  an  integral  part  of  the 
burner  shall  be  of  approved  type,  provided  with 
automatic  means  for  preventing  continuous  dis¬ 
charge  of  oil  in  case  of  pipe  breakage. 

Rule  14.  Fire  Protection. 

[a]  14.1  The  clear  distance  between  smoke  pipe  connec¬ 

tions,  of  any  boilers,  furnaces  or  other  heating 
apparatus  to  flues,  and  combustible  material  shall 
not  be  less  than  eighteen  (18)  inches,  except  that 
this  clearance  may  be  reduced  to  nine  (9)  inches 
where  a  baffle  consisting  of  not  less  than  No.  29 
gauge  sheet  metal  backed  by  Y\  inch  thick  asbes¬ 
tos  is  placed  two  (2)  inches  above  and  extending 
along  the  entire  length  of  the  smoke  pipe  connec¬ 
tions  and  twice  the  width  thereof  and  such  baf¬ 
fle  is  securely  fastened  from  the  ceiling  with  sub¬ 
stantial  hangers.  In  lieu  of  such  baffle  the  com¬ 
bustible  material  may  be  covered  with  fire-retard¬ 
ing  material  as  defined  in  these  rules. 

[b]  14.2  The  clear  distance  between  any  non-insulated 

heat-producing  parts  of  boilers,  furnaces  or  other 
heating  apparatus  and  combustible  material  shall 
not  be  less  than  twenty-four  (24")  inches.  Where 
such  parts  are  insulated  by  two  (2")  inches  of 
asbestos,  or  equivalent,  the  clear  distance  shall  be 
not  less  than  twelve  (12")  inches,  or,  in  lieu  of 
such  insulation  the  combustible  material  shall  be 
covered  with  fire-retarding  material  as  defined. in 
these  rules  extending  8  ft.  in  front  and  4  ft.  side 
and  rear  of  the  apparatus. 

[c]  14.3  No  combustible  material  shall  be  stored  or  main¬ 

tained  within  five  feet  (5')  of  heating  apparatus, 
except  where  same  is  protected  by  fire  retarding 
material. 

[d]  14.4  Burners  and  all  accessories,  including  tanks  and 

piping,  shall  be  maintained  oil  tight  and  kept 
clean  at  all  times. 

[e]  14.5  The  floor  beneath  boiler  or  furnace  and  within 

five  (5)  feet  in  all  directions  shall  be  of  fireproof 
construction. 

[f]  14.6  Oil  burning  devices  designed  for  installation  with 

storage  of  not  more  than  six  (6)  gallons  shall  be 
firmly  anchored  to  the  floor,  set  level,  and  the  floor 
beneath  the  stoves  or  any  such  heating  devices 
protected  by  a  shield  of  y2"  asbestos  or  equiva- 
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lent  extending  at  least  twelve  (12")  inches  beyond 
the  outline  dimension  of  such  device  where  re¬ 
quired  within  the  specific  approval  of  each  burner. 

[g]  14.7  Near  each  boiler  or  furnace  of  a  fuel  oil-burning 
unit  there  shall  be  kept  ready  for  use  fire  ex¬ 
tinguishing  equipment  of  not  less  than  two  quart 
capacity  approved  as  suitable  for  oil  fires  or  not 
less  than  two  pails  of  sand,  the  pails  to  have 
rounded  bottom. 

Rule  15.  Instruction  Cards  and  Certificate  of 
Fitness. 

[a]  15.1  Cards,  giving  complete  instructions  for  the  care 

and  operation  of  the  system  shall  be  permanently 
fixed  near  the  apparatus  in  readable  condition. 
Where  burners  or  oil-burning  heaters  designed 
for  use  with  storage  of  not  more  than  six  (6) 
gallons’  capacity  are  installed,  there  shall  also  be 
posted  a  copy  of  the  specifications  under  which 
it  was  approved  by  the  Board  of  Standards  and 
Appeals  in  addition  to  the  instruction  card  herein 
provided  for. 

[b]  15.2  All  heating  systems  in  which  the  oil  is  preheated 

or  systems  not  fully  automatic  shall,  when  operat¬ 


ing,  be  under  the  direct  supervision  of  a  person 
holding  a  certificate  of  fitness  issued  by  the  Fire 
Chief  and  Commissioner,  except,  that  a  person 
holding  a  certificate  of  fitness  as  a  licensed  engineer 
or  as  a  licensed  fireman  under  the  provisions  of 
Section  409  of  the  Charter  of  the  City  of  New 
York,  shall  not  be  required  to  obtain  such  certifi¬ 
cate. 

Rule  16.  Modification. 

16.1  When,  for  any  reason,  it  may  be  impracticable  to 
comply  strictly  with  the  foregoing  rules,  the  ad¬ 
ministrative  official  having  jurisdiction  shall  have 
power  to  accept  substitute  methods  provided  the 
spirit  and  substance  of  these  rules  shall  be  com¬ 
plied  with. 

Rule  17.  Existing  Installations. 

17.1  Oil  burner  systems  heretofore  installed  and  duly 
approved  as  complying  with  all  laws  and  rules  then 
applicable  thereto  shall  be  deemed  acceptable,  pro¬ 
vided  there  have  been  no  subsequent  alterations  to 
the  apparatus,  except  as  to  Rule  15.2. 


RULES 


SMOKING  IN  FACTORIES 


Adopted  by  the  Board  of  Standards  and  Appeals, 
August  12,  1918. 

RULE  1.  PERMIT. 

(a)  Prohibition.  No  person  shall  smoke,  or  carry  a 
lighted  cigar  or  cigarette  in  any  factory  as  defined  in 
Article  1,  Section  2,  of  the  State  Labor  Law,  nor  in  any 
portion  of  a  factory,  within  the  City  of  New  York,  except 
in  such  protected  portions  or  special  classes  of  occupancies 
as  are  specified  in  Rule  2  of  these  rules,  and  then  only 
after  the  issuance  of  a  permit  by  the  administrative  official. 

It  shall  be  the  joint  and  several  duty  of  the  owner  and 
of  the  lessee  or  lessees  of  the  building  containing  such  fac¬ 
tory  or  factories  to  cause  to  be  posted  in  each  and  every 
entrance  hall,  stair  hall  or  room  throughout  the  building,  as 
well  as  in  every  elevator-car,  in  English,  and  also  in  such 
other  language  or  languages  as  the  administrative  official 
shall  direct,  a  notice  of  such  prohibition,  and  the  penalty 
for  its  violation. 

(b)  Application.  Application  for  such  permit  shall  be 
made  only  by  the  owner  of  the  building  on  suitable  blank 
forms  to  be  furnished  by  the  administrative  official. 

(c)  Time  Limit.  Such  permit  shall  be  for  a  definite 
period,  not  exceeding  one  year,  and  shall  not  be  renewed 
upon  expiration  until  a  reinspection  of  the  premises  for 
which  it  is  issued  has  been  made  for  the  purpose  of  de¬ 
termining  whether  existing  conditions  warrant  a  renewal. 

(d)  Conditions.  The  permit  shall  state  the  conditions 
under  which,  the  hours  between  which,  and  the  place  or 
places  in  such  factory  where  smoking  may  be  permitted, 
and  this  permit  shall  be  framed  and  kept  posted  in  a  con¬ 
spicuous  place  in  the  factory. 

(e)  Revocation.  Violation  of  any  of  the  conditions 
specified  in  the  permit,  in  addition  to  incurring  such  pen¬ 
alties  as  are  prescribed  by  law,  shall  be  full  and  sufficient 
cause  for  the  revocation  of  such  permit  by  the  administra¬ 
tive  official,  and  he  shall  not  again  issue  a  permit  for  the 
same  premises  until  at  least  one  year  has  elapsed. 


RULE  2.  PERMISSIBLE  CASES. 

Smoking  may  be  permitted  in : — 

(a)  Factories  engaged  in  the  manufacture  of  cigars, 
cigarettes,  or  smoking  tobacco,  when  necessary  for  the 
efficient  conduct  of  the  business,  provided  that : 

(1)  No  smoking  other  than  that  for  sampling, 
testing  and  experimental  purposes  is  carried  on. 

(2)  Such  smoking  is  conducted  in  a  room 
provided  especially  for  that  purpose,  separated 
from  the  rest  of  the  building  by  fireproof  or 
fire-resisting  partitions,  with  all  openings  therein 
protected  by  self-closing  fire  doors,  and,  further, 
unless  the  building  is  of  fireproof  construction 
or  equipped  with  an  approved  automatic  sprink¬ 
ler  system,  the  floor  and  ceiling  of  such  room 
shall  be  covered  with  fire-retarding  material. 

(3)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed. 

(4)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 

(b)  Factories  devoted  entirely  to  one  of  the  following 
occupancies : 

Blacksmithing  or  horseshoeing; 

Boiler  making; 

Brick,  terra  cotta  or  artificial  stone  works ; 
Forge  shops; 

Foundries ; 

Iron,  steel,  brass  or  copper  works ; 

Machine  shops ; 

Smelting; 

Stone  or  monumental  works ; 

provided  that  in  any  case : 

(1)  The  building  is  not  of  wooden  construc¬ 
tion  ; 

(2)  Such  chemical  fire  extinguishers  as  the 
administrative  official  may  direct  are  installed ; 

(3)  All  waste  paper  and  other  inflammable 
waste  materials  are  deposited  in  fireproof  re¬ 
ceptacles. 
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APPROVED  APPLIANCES 


Name  of  Burner 


Burners  for  Domestic  and  Commercial  Use 

Calendar  No.  Name  of  Burner 


A.  B.  C.  Oil  Burner . 

A.  B.  C.  Oil  Burner,  Type  H . 

Ace  Rotary  Oil  Burner . 

Acme  Automatic  Oil  Burner  (Gun  Type) 

Model  A-l  . 

Acme  Oil  Burner,  Models  BO-1  and  BO-2.. 

Aetna  Automatic  Oil  Burner . 

Air-Blast  Oil  Burner . 

Airtemp  Oil  Burner,  Models  B-6  and  C-6. ... 

Airtemp  Oil  Burner,  Models  D,  F  and  G _ 

Alladin  Oil  Burner . 

Alexander  Oil  Burner . 

Alida  Oil  Burner . 

Alpine  Oil  Burner,  Models  A  and  H . 

American  Blue  Flame  and  Sun  Flame  Oil 
Burning  Heaters,  Models  No.  73,  86,  88 
92,  93,  94,  95,  96,  4512,  4518,  4528,  4538, 
4562,  4563,  4573,  4578,  4588,  4688,  4678, 
4668,  4666,  4683,  4663,  4653,  4673,  4674, 

.  4664,  4612,  4618,  4628  and  4638 . 

Aristocrat  Oil  B.urner . 

Associated  Oil  Burner  . ]]]]] 

Auto  Heat  Oil  Burner . 

Autocrat  Oil  Burner,  Model  B-l . 

Automatic  Airless  Oil  Burner,  Model  No.  1.. 

Baker  Automatic  House  Heating  Burner.... 

Baker  Oil  Burner,  Model  L,  Gun  Type . 

Baker  Perkins  Atomizing  Type,  Mechanical 

Draft  Oil  Burner,  Types  C  and  CD . 

Ballard  Baby  Grand  Oil  Burner . 

Ballard  Oil  Burner,  Models  B-A,  1,  2,  3  and  4 

Ballard  Super  Domestic  Oil  Burner . 

Bayard  Domestic  Fuel  Oil  Burner . 

Berggren  Oil  Burner . 

Bethlehem  Steam  Atomizing  Fuel  Oil  Burner 
Bettendorf  Automatic  Oil  Burner,  Models  D, 

F  and  G  . 

Bettendorf  High  Pressure  Oil  Burner . 

Bettendorf  Oil  Burner . 

Bettendorf  Oil  Burner,  Model  H.B . 

Bock  Oil  Burner,  Models  A,  B,  C  and  D....' 
Bock  Oil  Burner,  Models  WH-3,  WH-5  WH- 

6  and  WH-8  . 

Braden  Automatic  Fuel  Oil  Burner . 

Branford  Oil  Burner . 

Branford  Oil  Burner,  Model  “A” . ]]]]]]] 

Brighton  Oil  Burner . ]] 

Bullet  Automatic  Oil  Burners,  Models  A  and 


Caloroil  Burner,  Type  AA . 

Camel  Automatic  Oil  Burner,  Model  30,  Types 

A.  B  and  C  and  Models  J  and  A.S . 

Carboradiant  Oil  Burner,  Models  V  &  VS... 

Carboradiant  Oil  Burner,  Model  VSS . 

Carborundum  Burner  . 

Cardinal  Oil  Burner,  Model  C . . .. . 

Carter-Korth  Oil  Burner,  Model  “P” . 

Carter-Korth  Oil  Burner  . 

Carter  Oil  Burner,  Models,  4X,  5X,  6X  and 

10X . 

Ceco  Oil  Burner  . 

Central  Oil  Burner,  Models  4X,  5X,  6X  and 

10X . 

Century  Oil  Burner  . ]].. 

Century  Pressing  Machine  Oil  Burner,  Modeis 

U1  and  U2 . 

Challenger  Kleen  Heat  Burner,  Series  No.  100 

Challenger  Oil  Burner,  Model  “A” . 

Chalmers-Ace  (Rotary)  Oil  Burner . 

Chalmers  Automatic  Oil  Burner,  Models  Dl 

and  D2  . 

Citro  Oil  Burner,  Models  A  and  B . . 

Commonwealth  Automatic  Oil  Burner . 


1295-24-SA 

684-29-SA 

47-35-SA 

112-36-SA 
132-34-SA 
1547-23-SA 
579-32-SA 
139-36-SA 
88-34- SA 
298-26- S A 
65-28-SA 
124-34-SA 
110-36-SA 


298-33-SA 

222-35-SA 

178-35-SA 

284-33-SA 

297-31-SA 

53- 34-SA 

1323-22-SA 

404-29-SA 

329-35-SA 

447-32-SA 

447-32-SA 

939-24-SA 

1184-22-SA 

764-26-SA 

485-32-SA 

88-34-SA 
479-31-SA 
73 1-28-S  A 
498-32- S  A 
123-31-SA 

102-34-SA 
322-30-SA 
36-31-SA 
461-32-SA 
372-33- SA 

195-33-SA 

1361-24-SA 

229-32-SA 

16-31-SA 

49- 32-SA 
571-29-SA 

50- 37-SA 
389-32-SA 

54- 30-SA 

117-34-SA 

354-35-SA 

117-34-SA 

157-28-SA 

25-37-SA 

813-28-SA 

86-34-SA 

47-35-SA 

608-32-SA 
86-36-SA 
348-28- S  A 


Concord  Burner  . 

Continental  Oil  Burner,  Models*  A,’ B  and  C*  * 

Cook’s  Automatic  Oil  Burner . 

Cope-Swift  Safety  Automatic  Oil  Burner _ 

Craftsman  Oil  Burner  . 

Crano  Oil  Burner,  Models  H-IC  *and*H-IF! ! 

Crater  Automatic  Oil  Burner . 

Crescent  Oil  Burner . .  .  .  .  .  . 

Crescent  Type  M  Size  I  Oil  Burner  and 

Models  8,  18  and  28 . 

Crown  Oil  Burner,  Type  XA . 

Crystal  Blue  Flame  Oil  Burner . 

Dahl  Vaporizing  Oil  Burner.. 

D’Elia  Oil  Burner . .1111111111 

Delco  Heat  Oil  Burner . 

DeWalt  Oil  Burner . . 

Diesel-American  Oil  Burner,  Model  D-A-i  ’  ’ 

Diesel  Oil  Burner  . ’ 

Dist-o-matic  Oil  Burner . 

Doe  Oil  Burner . ] 

Doherty  Oil  Burner . ]]]]]*'”* 

Draft-Rite  Oil  Burner  . 

Dupont  Oil  Burner  . 

Easternoil  Automatic  Oil  Burner,  Models  A 

B  and  C  . 

Econ-O-Heat  Oil  Burner,  Model  *E*.  ]]]]]]]]  ] 

Economy  Oil  Burner,  Type  A-l . 

Edison  Oil  Burner,  Models  A,  B  and  e]]]]]] 

Eisler  Automatic  Oil  Burner . 

Elec-tro-matic  Oil  Burner,  Type  15i ]]]]]]] ] 
Electrol  Automatic  Oil  Burner  and  Model's 

BB,  C,  EA  and  TCV . 

Ember-Glo  Oil  Burner . 

Empire  Oil  Burner . ..]]] . 

Enterprise  Rotary  Fuel  Oil  Burner'.’.*.’.’.'.]’.’.'. 

Enterprise  Steam  Atomizing  Burner . 

Enterprise  Type  Junior  “W”  Oil  Burner 

Models  1,  2  and  3 . ’ 

Espo  Oil  Gas  Burner . .*..].’!.’ 

Esso  Oil  Burner,  Models  E.B.  1  and  2.  .  .  ... 
Esso  Oil  Burner,  Models  E.B.  3,  4  and  5.  .  .  . 

Evenheet  Oil  Burner . ] ' 

Everedv  Oil  Burner . !!!!!!!!.*!.*] 

Fairfield  Oil  Burner . ]].]]]]] 

Faultless  Oil  Burner . ]]]]]]’’"[ 

Fine-Glo  Oil  Burner . 

Flex-O-Gas  Oil  Burner  for  Pressing  Machine 

Model  T-2  . 

Fluid  Heat  Domestic  Oil  Burner.  Type  6... 
Fluid  Heat  (Gun  Type)  Oil  Burner, 'Model  P 

Fluid  Heat  Oil  Burner . 

Forsdraft  Oil  Burner . ]]]]]"] 

Foster  Oil  Burner . 

Franklin  Domestic  Oil  Burner..’.'.’.'.’.’.*]].'.’]' 
Freeport-Silent  Service  Oil  Burner,  Models  5. 

10  and  30 . 

Fuelo  Oil  Burner . ’ 

Gar  Wood  Oil  Burner . . 


Gar  Wood  Oil  Burner,  Models  K  and  K-3500 

General  Automatic  Oil  Burner,  Model  A _ 

General  Electric  Fuel  Oil  Burner . 

General  Electric  Oil  Burner,  Type  DA-2.’].’.’ 

Ghapco  Steam  Generator  . 

Gilbarco-Ballard  Heavy  Oil  Burner]  Models 
BM,  DM,  FM,  HM,  BS,  DS,  FS,  HS, 
BA,  DA,  FA,  HA,  BPM,  DPM,  FPM, 
HPM,  BPS,  DPS,  FPS,  HPS,  BPa] 
dpa,  FPA,  HPA,  BPW,  DPW,  FPW 

HPW,  BPH,  DPH,  FPH  and  HPH _ ’ 

Gil  bar  co  G.B.O.  Oil  Burner . 

Gilbarco  Industrial  Burner.... 


Gilbarco  Oil  Burner,  Models  G.B.  1'  and  2. . .’ 
Gilbarco  Oil  Burner,  Models  G.B.  3,  4  and  5 
Gilbert  &  Barker  Flexible  Flame  Burner.... 
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Calendar  No. 

108-35-SA 

146-31-SA 

955-27-SA 

354-31-SA 

222-35-SA 

155-37-SA 

34-34-SA 

222-29-SA 

592-31-SA 
426-29-SA 
423-29-SA 
915-26-SA 
155-31-SA 
420-3 1-S  A 
541-31-SA 
6-37-SA 
354-35-SA 
663-28- S  A 
317-31-SA 
943-26-SA 
178-35-SA 
248-36-SA 

600-31-SA 

130-37-SA 

45-31-SA 

23^37-SA 

481-27-SA 

125-33-SA 

259-25-SA 
462-32-SA 
222-35-SA 
1 149-27- S  A 
15-33-SA 

225-32-SA 

1431-23-SA 

520-31-SA 

109-31-SA 

554-32-SA 

102-33-SA 

584-31-SA 

493-24-SA 

178-35-SA 

125-36-SA 

1094-27-SA 

134-35-SA 

361-32-SA 

41-34-SA 

715-26-SA 

560-26-SA 

97-33-SA 
47-30-SA 
373-30-S A 
481-32-SA 
60-36-SA 
434-32-SA 
228-33-SA 
348-3 1-S A 


1493-22-SA 

282-33-SA 

350-32-SA 

520-31-SA 

109-31-SA 

109-31-SA 


APPROVED  APPLIANCES 


Name  of  Burner  Caleitdar  No. 

Gilbert  &  Barker  Junior  Flexible  Flame  Do¬ 
mestic  Oil  Burner .  520-31-SA 

Gilbert  &  Barker  Oil  Burner,  Model  S-l -  282-33-SA 

Gill  Oil  Burner .  1231-23-SA 

Gold  Star  Oil  Burner,  Models  F  and  S .  166-33-SA 

Goodrich  Oil  Burner,  Models  G-0,  G-l,  G-2 

and  G-3  .  441-31-SA 

Goodspeed  Automatic  Oil  Burner .  957-27-S A 

Goodspeed  Oil  Burner,  Nozzle  Type  2 .  346-33-SA 

Gould  Automatic  Oil  Burner .  178-35-SA 

Grant  Oil  Burner .  382-26-SA 

Grant  Oil  Burner,  Model  “C” .  232-32-SA 

Hardinge  Oil  Burner .  813-25-SA 

Hardinge  Oil  Burner,  Model  23 .  33-33-SA 

Harris  Fuel  Oil  Burner .  690-30-SA 

Hart  Automatic  Oil  Burner . . .  1162-24-SA 

Hart  Automatic  Oil  Burner,  Model  Series 

“DO”  .  S95-29-SA 

Hart  Oil  Burner,  Model  “H” .  221-33-SA 

Hayward  Oil  Burner .  696-30-SA 

Hayward  Oil  Burner,  Model  2000 .  118-35-SA 

Heat  King  Oil  Burner,  Model  2 .  98-35-SA 

Heat-O-Matic  Oil  Burner .  178-35-SA 

Heat-Pak  Oil  Burner,  Models  35  and  Compact  237-36-SA 

Heatiator  Oil  Burner .  1346-23-SA 

Heil  Combustion  Fuel  Oil  Burner .  1105-22-SA 

Heil  Combustion  Fuel  Oil  Burner,  Type  B...  295-29-SA 

Herco  Oil  Burner,  Models  R15  and  R35 .  21-36-SA 

Hercules  Oil  Burner .  510-29-SA 

Hercules  Oil  Burner,  Models  H  and  HF....  309-33-SA 

Hercules  Oil  Burner,  Models  M  1200  and  M 

1800  . 486-32-SA 

Herman  NeFon  Conversion  Oil  Burner .  144-36-SA 

Hipoint  Oil  Burner,  Models  A-2,  B-2  and  C-2  11-36-SA 

Hofmann  Automatic  Fuel  Oil  Burner,  Model 

41  .  274-35-SA 

Holby  Type  A  Fuel  Oil  Burner .  688-29-SA 

Holland  Type  “F”  Oil  Burner .  237-34-SA 

Homer  Domestic  Oil  Burner .  1211-25-SA 

Homestead  Oil  Burner,  Model  E .  176-36-SA 

Hupp  Oil  Burner,  Models  H,  U.  P  and  PP..  10-34-SA 

Ideal  Oil  Burner,  Models  A,  B  and  E .  23-37-SA 

Imperial  Oil  Burner .  187-33-SA 

Improved  Kres-Kno  Oil  Burner  and  Model 

MD  .  591 -29- S A 

Inferno  Oil  Burner .  82-33-SA 

International  Mechanical  Draft  Oil  Burner..  372-30-SA 

International  Oil  Burner .  1305-24-SA 

Jacobsen  Balanced  Oil  Burner,  (Model  V-l)  333-33-SA. 
Tohnson  Improved  Rotary  Fuel  Oil  Burner..  938-22-SA 

Tovce  Oil  Burner .  852-26-SA 

K.'F.  C.  Oil  Burner .  846-25-SA 

Kaytown  Quiet  Automatic  Oil  Burner,  Models 

A,  B  and  C .  146-31-SA 

Kelco  Oil  Burner .  237-33-SA 

Kelvinator  Oil  Burner .  339-31-SA 

Kelvinator  Oil  Burner,  Model  K .  105-34-SA 

KeWaNee  Oil  Burner,  Model  “C” .  518-32-SA 

Kingsco  Oil  Burner,  Model  E .  130-37-SA 

Kingswav  Centum  Oil  Burner,  Models  F  and 

G  .  369-33-SA 

Kingsway  Silent  Automatic  Oil  Burner,  Model 

A-l  .  216-36-SA 

Kleeti  Heet  Oil  Burner .  62-24-SA 

Kleen  Heet  Oil  Burner,  Type  902 .  99-35-SA 

Kleen  Heet  Oil  Burner,  Type  R .  49-33-SA 

Korth  Oil  Burner,  Models  G  and  S .  136-34-SA 

Kreager  Oil  Burner .  367-30-SA 

Kres-Kno  Oil  Burner .  443-28-SA 

Kres-Kno  Pressing  Machine  Burner,  Model 

MD.  sizes  KPF  and  KRF-1 .  354-34-SA 

Laco  Oil  Burner,  Model  NL .  670-30-SA 

Laco  Oil  Burner,  Models  F,  JF,  BF  and  D..  226-33-SA 

T.ange  Economical  Oil  Burner .  355-33-SA 

Lawrence  May  Oil  Burner .  1034-27-SA 


Name  of  Burner  Calendar  No. 

Leader  Oil  Burner .  425-31-SA 

Leiman  Brothers  Fuel  Oil  Burner .  314-30-SA 

Liberty  Automatic  Heater .  129-28-SA 

Liberty  Pressure  Oil  Burner .  75-34-SA 

Lochinvar  Oil  Burning  Unit .  142-36-SA 

Lonergan  Automatic  Oil  Burner .  208-33-SA 

Luxor  Heat  Oil  Burner .  322-30-SA 

Lynn  Power  Oil  Burner,  Models  1,  2  and  3..  166-34-SA 

“M  W”  Domestic  Oil  Burners,  Models  Nos. 

25,  26,  65,  66,  307,  308,  309,  400  and  800. .  341-32-SA 

M.  W.  Emancipator  Oil  Burner .  102-33-SA 

M.  W.  Oil  Burning  Water  Heater .  737-29-SA 

M.  W.  Water  Heater,  Model  20-D .  365-34-SA 

Magna  Fuel  Oil  Burner .  197-33-SA 

Majestic  Oil  Burner .  693-30-SA 

Major  Oil  Burner,  Models  H,  U,  P  and  PP..  10-34-SA 

Marr  Oil  Burner,  Model  H,  Type  R .  765-26-SA 

Master  Fuel  Oil  Burner .  350-32-SA  | 

Master-Kraft  Oil  Burner .  83-33-SA 

Mav  Oil  Burner .  68-24-SA 

May  Oil  Burner,  Type  BB .  46-34-SA 

Mayfield  Oil  Burner .  568-31-SA 

Mayflower  Oil  Burner . 124-29-SA 

Mcllvane  Oil  Burner .  544-29-SA  j 

Melco  Automatic  Oil  Burner,  Type  “A” .  1032-25-SA  | 

Merco  Oil  Burner .  637-29-SA 

Mercurol  Oil  Burner,  Models  4X,  5X,  6X  | 

and  10X  . . .  11 7-34- SA 

Metered  Heat  Oil  Burner,  Model  G .  136-34-SA 


Metro-Pressure  Oil  Burner,  Models  A,  B  and 


C  .  146-31-SA  , 

Micron  Oil  Burner .  345-34-SA 

Midget  Oil  Burner .  155-34-SA 

Midget  Pressing  Machine  Oil  Burner .  122-35-SA 

Mid-West  Oil  Burner,  Models  106,  108,  208,  i 

211,  311  and  114..... .  327-31-SA 

Minneapolis  Automatic  Oil  Burner .  34-34-SA 

Mohawk  Oil  Burner,  Models  A  and  H .  110-36-SA 

Monitor  Oil  Burner .  202-34-SA  1 

Morgan  Oil  Burner,  Models  A  and  H . '.  110-36-SA 

Morrissey  Oil  Burner .  673-27-SA 

Morrissey  Oil  Burner,  Models  MA-2,  MA-3, 

MA-4.  SP-1,  SP-2,  SP-3,  and  MP-1....  359-33-SA 

Morse  Conical  Type  Steam  Atomizing  Burner  938-25-SA 
Morse  Fan  Tail  Type  Steam  Atomizing  Burner  939-25-SA 

Morse  Fuel  Oil  Burner .  820-23-SA 

Moto-Heat  Oil  Burner .  195-32-SA 

Motorless  Oilheat  Burner,  Models  7,  9,  11,  13 

and  15  .  628-23- S A 

Mousette  Oil  Burner .  887-25-SA 


Nairoil  Oil  Burner,  Type  R,  Model  E .  13-35-SA 

National  Airoil  High  Pressure  Burner .  185-29-SA 

National  Airoil  Low  Pressure  Burner .  186-29-SA 

National  Airoil  Type  D-R  Rotary  Oil  Burner  548-31 -S A 

National  Barley  Rotary  Oil  Burner .  197-33-SA 

National  Clark  Rotary  Oil  Burner .  197-33-SA 

National  Devices  Oil  Burner .  184-36-SA 

National  Oil  Burner,  Model  E-J .  360-34-SA 

National  Rotary  Oil  Burner .  836-25-SA 

Nesbitt  Oil  Burner,  Models  F,  JF,  BF  and  D  226-33-SA 

New  Perfection  Oil  Burner,  Type  “C” .  518-29-SA 

New  Process  Oil  Burner .  1071-27-SA 

Nichols-McCann-Harrison  Burners  .  255-31-SA 

Noiseless  Nokol  Model  G  Oil  Burner .  801-28-SA 

Noiseless  Nokol  Rotary  Oil  Burner,  Model  R  584-28-SA 

Nokol  Automatic  Burner .  1078-24-SA 

Norge  Oil  Burner  Models  N8.  N18  and  N28.  226-34-SA 

Norge  Water  Heater,  Models  23  and  45 .  365-34-SA 

Nu-Way  Oil  Burner .  773-26-SA 

Oilbuilt  Burner  .  85-33-SA 

Oliver  Oil  Gas  Burner,  No.  30-A .  1359-24-SA 

Oreo  Oil  Burner,  Model  A-l .  216-36-SA 

Oronoque  Oil  Burner .  394-30-SA 

Orr  Fuel  Oil  Burner .  113-26-SA 
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Pacific  Oil  Burner .  343-35-SA 

Packard  Fuel  Oil  Burner .  77.34.SA 

Paragon  Oil  Burner,  Models  R-15  and  R-35..  21-36-SA 

Paramount  Oil  Burner .  1193-25-SA 

Paramount  Oil  Burner,  Model  A .  617-30-SA 

Pascoe  Oil  Burner .  1029-26-SA 

Penn  Rotary  Oil  Burner .  236-35-SA 

Peoples  Silent  Oil  Burner,  Models  O  and  G..  313-3S-SA 

Perfect  Automatic  Oil  Burner,  Models  DL-7, 

DL-8,  DL-10,  0-5,  0-7,  0-8  and  0-10 .  264-35-SA 

Perfect  Automatic  Oil  Burner  (Gun  Type), 

Model  A-l  .  112-36-SA 

Perfect-Pantex  Oil  Burner .  271-33-SA 

Petro  Domestic  Burner .  161-26-SA 

Petro  Model  T  Oil  Burner .  451-31-SA 

Petro  Model  W  Oil  Burner .  452-31-SA 

Petro  Burner,  Model  0  .  78-28-SA 

Petro  Burner,  Model  P-2 .  735-30-SA 

Petro  Oil  Burner,  Model  W-2 .  244-33-SA 

Petro  Oil  Burner,  Models  W-l  and  W-l^...  245-33-SA 

Petro  Oil  Burner,  Models  D-10,  D-ll,  D-12, 

D-13,  D-14  and  D-15 .  40-31-SA 

Petroleum  Heat  &  Power  Company  Fuel  Oil 

Burner  Model  W-AH .  614-32-SA 

Philco  Oil  Burner,  Models  AM  and  B .  27-37-SA 

Pioneer  Automatic  Oil  Burner .  1259-27-SA 

Precision  Oil  Burner,  Model  W .  137-37-SA 

Preferred  Oil  Burner  (Manual  Operation), 

Model  D.  0 .  253-35-SA 

Pressure  Oil  Burners,  Models  A  B  and  C...  146-31-SA 

Presto  Automatic  Oil  Burner .  294-34-SA 

Prize  Automatic  Oil  Burner,  Models  A,  B 

and  C  . ..  . .  600-31-SA 

Progressive  Oil  Burner,  Models  G4,  G5,  G6 

and  G7  . . .  411-32-SA 

Progressive  Press  Machine  Oil  Burner, 

Models  PMB  and  PMBS .  224-34-SA 

Public  Service  Oil  Burner,  Models  R-15  and 

R-35  .  21-36-SA 

Pyrolene  Oil  Burner .  184-36-SA 

Quiet  Ballard  Automatic  Oil  Burner .  660-30-SA 

Quiet  Heet  Oil  Burner .  49-36-SA 

Rasol  Oil  Burner .  108-34-SA 

Ray  Rotary  Fuel  Oil  Burner,  Types  A  and  B  504-23-SA 
Ray-Dio  Sunshine  Oil  Burner,  Model  C,  sizes 

12,  14  and  16 .  368-34-SA 

Rayfield  Oil  Burner .  504-26-SA 

Real  Host  Oil  Burner .  38-34-SA 

Re-Ly-On  Oil  Burner .  745-26-SA 

Remington  Domestic  Oil  Burner,  Type  B _  532-31-SA 

Remington  Oil  Burner .  891-26-SA 

Rexoil  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Reynolds  Oil  Burner,  Model  GC .  266-34-SA 

Richfield  Oil  Burner,  Pressure  Gun  Type....  73-36-SA 

Richmond  Gravity  Fuel  Oil  Burner .  1193-22-SA 

Rickard  Oil  Burner .  1011-27-SA 

Ritz  Oil  Burner,  Model  A .  378-36-SA 

Rohr  Schanck  Fuel  Oil  Burner .  583-21 -SA 

Rotoflame  Gem  Oil  Burner .  187-33-SA 

Round  Oak  Oil  Burner .  343-35-SA 

Ryan  &  Scully  Commercial  and  Domestic  Oil 

Burner  .  304-32-SA 

S.  &  K.  Mechanical  Fuel  Oil  Burner .  1115-22-SA 

S  &  K  Wide  Range  Fuel  Oil  Burner .  10-33-SA 

S-K  Oil  Burner,  Models  F  and  G .  369-33-SA 

S.  T.  Johnson  Co.,  Type  30-A,  Rotary  Fuel 

Oil  Burner  .  197-32-SA 

S.  T.  Johnson  Co.,  Type  30-H,  Rotary  Fuel 

Oil  Burner  .  198-32-SA 

S.  T.  Johnson  Oil  Heat  Servant .  157-34-SA 

Sachem  G.B.O.  Oil  Burner . 282-33-SA 

Schulse  Home  Oil  Burner .  1487-23-SA 
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Scott-Newcomb  Pioneer  Oil  Burner,  Models 

C,  CA,  CJ,  CV  and  SN  Junior .  436-32-SA 

Sealdheet  Oil  Burner,  Model  SH .  160-36-SA 

Security  Oil  Burner .  56-28-SA 

Shepard  Oil  Burner .  563-30-SA 

Shill  Oil  Burner .  315-30-SA 

Shur-Heat  Oil  Burner,  Models  R-15  and  R-35  21-36-SA 

Silent-Auburn  Fuel  Oil  Burner,  Models  A, 

B,  C  and  0 .  463-31-SA 

Silent  Automatic  Oil  Burner .  458-26-SA 

Silent  Automatic  Burner,  Model  “B” .  709-30-SA 

Silent  Automatic  Burner,  Model  “E” .  710-30-SA 

Silent  Flame  Oil  Burner,  Model  M .  172-37-SA 

Silent  Flash  Oil  Burner,  Model  Cl .  38-33-SA 

Silent  Glow  Oil  Burner,  Model  G .  600-30-SA 

Silent  Glow  Oil  Burner,  Models  600,  800, 

1000,  1200,  1800,  2800,  3800,  6800  and  8800  .  345-31-SA 

Silent  Glow  Oil  Burner,  Model  1300 .  12-37-SA 

Silent  Heet  Oil  Burner,  Models  A,  B  and  E. .  23-37-SA 

Silent  Heet  Oil  Burner,  Model  C .  96-36-SA 

Silent  Paramount  Oil  Burner,  Models  F  and  G  369-33-SA 

Simplex  Domestic  Oil  Burner,  Type  P.A....  446-30-SA 

Simplex  Domestic  Type  “S.P.”  Oil  Burner. .  145-31-SA 

Simplex  Horizontal  Rotary  Oil  Burner, 

Types  H,  H.E.G.  and  H.E.G.-H .  367-36-SA 

Simplex  Turbine  Fuel  Oil  Burner,  Models 

C. O.G.  and  M.O.G .  1203-22-SA 

Socony  Arrow  Oil  Burner .  1191-24-SA 

Standard  Automatic  Oil  Burner,  Type  14-G.  536-31-SA 

Standard  Automatic  Oil  Burner,  Type  11-G.  537-31-SA 

Standardyne  Oil  Burner .  34-34-SA 

Stephens  Oil  Burner,  Models  Nos.  1  and  2 _  146-33-SA 

Sterling  Oil  Burner  .  322-30-SA 

Stromberg  Oil  Burner,  Models  A,  B  and  E. . .  23-37-SA 

Stuhler  Oil  Burner .  618-27-SA 

Stuhler  Oil  Burner,  Model  R .  84-36-SA 

Summerheet  Oil  Burner .  581-26-SA 

Sundstrand  Automatic  Oil  Burner .  755-26-SA 

Sundstrand  Purmaco  Automatic  Oil  Burner, 

Models  A-2,  4-B,  C-5,  A-3U,  3K,  B-5U, 

B-5K  and  C-6U .  658-30-SA 

Sunflower  Model  S-l  Oil  Burner .  657-29-SA 

Sunflower  Oil  Burner,  Model  S-2 .  587-30-SA 

Sun  Heat  Oil  Burner .  603-29-SA 

Sun-Ray  Fuel  Oil  Burner .  106-33-SA 

Sunway  Oil  Burner .  624-30-SA 

Super  Automatic  Oil  Heater  Model  SSH...  715-29-SA 
Super  Automatic  Zephyr  Oil  Burner,  Model  A  463-31-SA 

Superb  Oil  Burner,  Models  A  and  B .  86-36-SA 

Superfex  Oil  Burner,  for  Warm  Air  Furnaces  400-32-SA 

Superheet  Oil  Burner,  Model  D .  254-33-SA 

Superior  Oil  Burner,  Models  A  and  H .  110-36-SA 

Supreme  Oil  Burner,  Model  G .  136-34-SA 

Sword  Automatic  Oil  Burner .  951-25-SA 

Syncro-Flame  Oil  Burner,  Models  R  and  RH  139-35-SA 

Tabor  Automatic  Oil  Heater,  Type  “D” .  778-28-SA 

Thermoil  Oil  Burner,  Model  G1 .  324-36-SA 

Thompson-Gould  Oil  Burner  .  178-35-SA 

Thoroburn  Oil  Burner,  Model  A-1-16-G .  269-33-SA 

Timken  Oil  Burner,  Model  20 .  287-28-SA 

Timken  Rotary  Oil  Burner .  297-29-SA 

Timken  Silent  Automatic  Heater  (Water 

Heater  Unit)  Models  40-A  and  50-B _  121-35-SA 

Timken  Silent  Automatic  Oil  Burner,  Model  G  266-34-SA 
Todd  Mechanical  Oil  Burner,  Type  Hex-Press  177-35-SA 
Todd  Rotary  Burner,  Models  A,  B  and  C...  454-25-SA 

Todd  Spiro  Oil  Burner .  470-31-SA 

Todd  Spiro  Burner  (pump  type) .  94-32-SA 

Toridheet  Oil  Burner  .  63-28-SA 

Toridheet  Oil  Burner,  Model  G .  17-35-SA 

Tri-Aire  Oil  Burner,  Model  C-3 .  188-36-SA 

Troian  Domestic  and  Industrial  Fuel  Oil 

Burner  .  667-28-SA 

Tropic  Heat  Oil  Burner,  Model  G .  136-34-SA 

Twin  City-on-the-Door  Oil  Burner .  129-27-SA 
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U  and  S  Oil  Burner  for  Pressing  Machine, 

Models  A,  B  and  C .  331-36-SA 

Uni-Lec-Tric  Oil  Burner .  498-29-SA 

United  States  Gun-type  Oil  Burner .  222-35-SA 

United  States  Oil  Burner .  620-28-SA 

Universal  Fuel  Oil  Burner .  6-24-SA 

Universal  Oil  Burner .  584-31-SA 

Vapomatic  Oil  Burner .  275-34-SA 

Vaporoil  Burner  .  44-32-SA 

Vesta  Oil  Burner .  451-26-SA 

Victor  Oil  Burner .  612-30-SA 

Victory  Oil  Burner .  320-30-SA 

Viking  Oil  Burner .  396-32-SA 

Vitro-Heet  Oil  Burner,  Model  MD .  591-29-SA 

Vitro-Heet  Pressing  Machine  Burner,  Mod¬ 
el  MD,  sizes  KRF  and  KRF-1 .  354-34-SA 

Volcano  Automatic  Oil  Burner .  556-29-SA 

Volcano  Automatic  Oil  Burner,  Models  EW, 

EW-1  and  EW-2 .  341-33-SA 

Warner  Oil  Burner,  Model  A .  16-34-SA 

Wayne  Oil  Burner .  1155-25-SA 


Wayne  Domestic  Oil  Burner,  Model  K .  115-32-SA 

Wayne  S-2  Domestic  Oil  Burner .  115-32-SA 

Weco  Multi  Oil  Burner,  Low  Pressure  Type.  24-36-SA 

Wheco  Oil  Burner .  108-34-SA 

White  Flame  Oil  Burner .  357-35-SA 

White  Heat  Oil  Burner .  232-36-SA 

Williams  Oil-O-Matic  Oil  Burner,  Models  J, 

JJ,  Junior,  K,  KA,  KB,  and  R .  918-22-SA 

Windsor  Oil  Burner,  Models  A-3U,  B-5U 

and  C-6U  .  658-30-SA 

Winslow  Kleen  Heet  Burner,  Models  805  and 

820  .  19-25-SA 

Wisconsin  Fuel  Oil  Burner,  Models  O,  A 

and  B  . 32-33-SA 

Wizard  Automatic  Oil  Burner .  181-33-SA 

York  Automatic  Oil  Burner .  44-29-SA 

York  Bake  Oven  Oil  Burner .  384-36-SA 

York  Horizontal  Rotary  Oil  Burner  (Type 

AP)  .  56-36-SA 

Yorktown  Oil  Burner .  166-33-SA 

Yorktown  Oil  Burner,  Model  A .  3-35-SA 

Zenith  Oil  Burner .  270-34-SA 


EXIT  RULES— REVOLVING  DOORS 


Adopted,  under  Cal.  No.  842-17-S,  Sept.  6,  1917 ; 
amended,  under  Cal.  No.  41-19-S,  Feb.  11,  1919;  under 
Cal.  No.  412-20-S,  July  8,  1920,  and  under  Cal.  No.  41-19-S, 
Jan.  8,  1924. 

Rule  1.  Classification  of  Revolving  Doors.  For  the 

purpose  of  these  rules  revolving  doors  shall  be  classified 
as  follows : 

(a)  Type  A.  “Automatic  Collapsible”  in  which  the 
individual  wings  are  maintained  in  the  normal  revolving 
position,  but  which  doors  are  so  designed  and  constructed 
that  in  the  event  of  excessive  pressure  being  exerted  on 
the  wings,  the  braces  or  other  devices  which  hold  the 
wings  in  their  normal  position  shall  be  disconnected, 
thereby  permitting  easy  egress  through  the  vestibule  at 
least  equivalent  to  that  provided  by  a  pair  of  swinging 
doors  having  the  same  width  as  the  vestibule  opening. 

No  revolving  doors  shall  be  included  in  this  classifica¬ 
tion  if  the  pressure  necessary  to  collapse  any  wing  ex¬ 
ceeds  one  hundred  and  fifty  (150)  pounds  when  exerted 
at  a  point  three  (3)  inches  from  the  outer  edge  of  the 
wing,  and  three  (3)  feet  six  (6)  inches  above  the  floor, 
but  shall  be  classified  under  type  B. 

(b)  Type  B.  “Rigid  Brace”  in  which  the  individual 
wings  are  maintained  in  the  normal  revolving  position  by 
rigid  braces  or  similar  devices,  but  which  doors  are  so 
designed  and  constructed  that  the  braces  or  other  devices 
which  hold  the  wings  in  their  normal  position  may  be 
manually  released  by  simple  mechanical  means,  thereby 
permitting  the  individual  wings  to  be  manually  collapsed 
and  so  arranged  as  to  permit  free  egress  through  the 
vestibule. 

Rule  2.  Revolving  Doors.  Prohibitions.  Revolving 
doors  shall  be  prohibited  in  exit  doorways  from  assembly 
halls,  asylums,  auditoriums,  churches,  dance  halls,  hospi¬ 
tals,  motion  picture  theatres,  schools,  theatres,  or  from 
any  room  or  space  within  a  building  where  more  than 
three  hundred  (300)  persons  congregate  for  purposes  of 
amusement,  instruction  or  worship ;  except  that  the  main 
entrance  doorway  to  a  hospital  or  sanitarium  may  be 
equipped  with  either  type  A  or  B  revolving  doors  when 
supplemented  by  swinging  doors  not  less  than  three  (3) 
feet  eight  (8)  inches  wide  at  this  or  other  paths  of  egress. 

Rule  3.  Revolving  Doors — Department  Stores.  Type 
A  revolving  doors  hereafter  installed  shall  be  accepted  in 


exit  doorways  from  department  stores  provided  doorways 
aggregating  at  least  fifty  (50)  per  cent  of  the  legal  re¬ 
quired  with,  equipped  with  swinging  doors,  are  installed, 
and  one  or  more  such  outwardly  swinging  doors  are  lo¬ 
cated  immediately  adjacent  to  each  revolving  door.  Such 
swinging  doors  need  not  be  equipped  with  handles  on  the 
outside,  and  shall  have  a  minimum  clear  width  of  three 
(3)  feet. 

Rule  4.  Existing  Revolving  Doors.  Except  where 
otherwise  prohibited  existing  Type  A  revolving  doors  may 
be  retained  as  required  means  of  exit  in  doorways  from  i 
buildings. 

Except  where  otherwise  prohibited  existing  Type  B 
revolving  doors  may  also  be  retained  as  required  means 
of  exit  in  buildings,  when,  in  the  opinion  of  the  admin¬ 
istrative  official  having  jurisdiction,  no  dangerous  exit  con¬ 
dition  exists.  If,  however,  such  dangerous  exit  condition 
is  deemed  by  him  to  exist,  they  shall  be  either  replaced  i 
by  Type  A  revolving  doors,  or  supplemented  by  at  least 
one  swinging  door  not  less  than  three  (3)  feet  wide  lo¬ 
cated  adjacent  to  the  revolving  door,  as  the  administrative 
official  may  direct. 

Rule  5.  New  Revolving  Doors.  In  buildings  other 
than  assembly  halls,  asylums,  auditoriums,  churches,  dance 
halls,  department  stores,  hospitals,  motion  picture  theatres, 
schools  and  theatres,  coming  under  the  exit  provisions  of 
the  building  code,  doorways  serving  as  required  exits  may 
hereafter  be  equipped  with  Type  A  revolving  doors  or 
with  Type  B  revolving  doors,  provided  such  revolving 
doors,  not  exceeding  three  in  a  unit,  shall  have  an  out¬ 
wardly  swinging  door  at  least  three  (3)  feet  wide  located 
immediately  adjacent  thereto. 

Rule  6.  Revolving  Doors  —  Subway  Entrances.  Re¬ 
quired  exit  doorways  from  buildings  which  serve  in  addi¬ 
tion  as  a  means  of  subway  entrance  and  exit  may  be 
equipped  with  type  A  revolving  doors,  provided  door¬ 
ways  of  the  legal  required  width  equipped  with  swinging 
doors  are  also  installed  and  one  or  more  such  outwardly 
swinging  doors  are  located  adjacent  to  each  revolving  door. 

Rule  7.  Saving  Clause.  But  nothing  in  these  rules 
shall  prevent  the  installation  on  the  exit  doors  from  a 
bank,  trust  company,  jewelry  store,  or  any  store  devoted 
to  a  single  similar  use,  of  a  locking  device,  which  may  be 
operated  by  electricity  or  other  means  from  the  interior 
of  the  building,  to  be  used  only  in  an  emergency. 
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37- A  and  199-37-A. 

C<80r22tBZS  Affecting  Calendar  Numbers  213-37-S  anc 


Rules  of  Procedure. 
Approved  Fuel  Oil  Pumps. 
Reserve  Calendar. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 
mA1J  hearings  ar^  held  in  Room  1013,  Municipal  Building, 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en- 
gin ee rS’  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon— Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk  s  Calendar  consists  of  applications  under  the 
building  Zone  Resolution,  a,nd  its  object  is  to  give  inter- 
esied  property  owners  opportunity  to  file  objections,  if  any 
and  will  be  called  in  Room  1013,  Monday,  June  21,  1937 
at  2  o  clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

1  lie  next  subsequent  Call  of  the  Calendar  will  be  on 
Monday,  June  28,  1937,  at  2  o’clock. 

Hie  Clerk's  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
■i.eek  relief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions 
HARRIS  H.  MURDOCK.  Chairman 
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DOCKET 

New  Cases  Filed  up  to  June  16,  1937. 

Cal.  No.  Department  Premises  Affected 

276-37-A . D.B.B . 663-683  Sackett  street,  north 

side,  80  ft.  east  of  Fourth 
avenue  (Block  949,  Lots  71 
&  74),  Borough  of  Brook¬ 
lyn,  15776-L.F. 


277-37-BZ . D.B.Q . Southeast  corner  of  Liberty 

avenue  and  Dunkirk  street 
(Block  1387,  Lots  17-24 
inch),  Hollis,  Borough  of 
Queens,  Applic.  2185-37. 


278-37-S . D.B.B . 78  -  82  -  84  -  86  Fulton  street, 

south  side,  15-23  Hicks 

street  and  55-67  Poplar 

street  (Block  207,  Lots  2,  3, 
4,  5,  17,  18,  19,  20  &  27), 
Borough  of  Brooklyn, 
16176-L.D.,  16180-L.D.,  & 
16181-L.D. 


279-37-BZ . D.B.Q . 41-10  28th  avenue,  south  side, 

75  ft.  east  of  41st  street 
(Block  664,  Lot  20),  As¬ 
toria,  Borough  of  Queens, 
Applic.  1184-37. 


280-37- A . D.B.B . 482-504  Driggs  avenue,  177- 

195  North  Ninth  street  and 
182-198  North  Tenth  street 
(Block  2305,  Lot  18),  Bor¬ 
ough  of  Brooklyn, 

15865-L.F. 


281- 37-SA . F.D . Todd  Rotary  Burner,  Pump 

Type,  Models  A,  B,  C,  C-l 
&  D,  Appliance. 

282- 37-SA . F.D . Lux  Model  2  Carbon  Dioxide 

(CO2)  Fire  Extinguisher, 
Appliance. 


283-37- A . D.B.B . 2036-2044  McDonald  avenue, 

west  side,  335  ft.  6  in.,  north 
of  Avenue  S  and  49-57 
Lake  street  (Block  6680, 
Lot  25),  Borough  of  Brook¬ 
lyn,  Revocation. 


284-37-A . F.D . 484-496  Fulton  street,  south¬ 

east  corner  of  Bond  street 
(Block  159,  Lot  1),  Bor¬ 
ough  of  Brooklyn, 

71050-L.C. 


285-37-A . F.D . West  side  of  Bradhurst  ave¬ 

nue  between  West  145th 
and  West  147th  streets 
(Block  2052,  Lot  1),  Co¬ 
lonial  Park,  Borough  of 
Manhattan,  4743-L.C. 


286-37-BZ . D.B.M . 428-436  West  54th  street, 

south  side,  350  ft.  west  of 
Ninth  avenue  (Block  1063, 
Lot  47),  Borough  of  Man¬ 
hattan,  Applic.  2180-37. 


287-37-SA _ 

. . .  .F.D. . . . 

.  ...Nabco  Oil  Burner, 

Appliance. 

288-37-A . 

.  ...F.D.... 

. . .  .422  Fulton  street,  south  side, 

block  bounded  by  Hoyt 
street,  Livingston  street  and 
Gallatin  place  (Block  156, 
Lot  1),  Borough  of  Brook¬ 
lyn,  71051-L.C. 


289-37-SA . F.D . Lido  Oil  Burner,  Models  D  & 

C,  Appliance. 


290-37-BZ . D.B.M . 231-233  East  64th  street,  north 

side,  130  ft.  west  of  2nd 
avenue  (Block  1419,  Lot 
19),  Borough  of  Manhat¬ 
tan,  Applic.  2067-37. 


291-37- A . F.D . 5402-5424  First  avenue,  north¬ 

west  corner  of  55th  street 
(Block  819,  Lot  1),  Bor¬ 
ough  of  Brooklyn, 

Applic.  6321-37  &  Decision. 


292-37-A . D.B.M . 25-27  West  26th  street,  north 

side,  233  ft.  west  of  Broad¬ 
way  (Block  828,  Lots  17  & 
18),  Borough  of  Manhattan, 
34985-F. 


Restored  to  Calendar 

772-28-BZ . D.B.M . 136-138  East  41st  street,  south 

side,  148  ft.  3  in.  east  of 
Lexington  avenue  (Block 
1295,  Lot  46),  Borough  of 
Manhattan,  .  Alt.  1649-37 


166-33-SA . F.D . Gold  Star  Oil  Burner,  Models 

J  and  J-l,  Appliance. 


CODE 

D.B . Department  of  Buildings 

H.D . Health  Department  ] 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan  - 

D.B.Q . Department  of  Buildings,  Queens  ' 

D.B.R . Department  of  Buildings,  Richmond  ^ 

1 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department  { 

B.B . Board  of  Buildings *  1 


CERTIORARI  ORDERS  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  June  10,  1937,  Samuels  &  Samuels,  attorneys,  served  on  board 
petition  and  order  of  certiorari,  for  La  Bouchere  Realty  Corporation, 
lessee,  in  re  decision  of  board  on  May  18,  1937,  affirming  commis¬ 
sioner  of  buildings  denial  of  curb  cut,  Cal.  No.  169-37-A;  premises 
752-754  First  avenue,  northeast  corner  East  42nd  street,  Borough  of 
Manhattan. 

*  *  * 

On  June  11,  1937,  Earl  I.  Gallant,  attorney,  served  on  board  1 
petition  and  order  of  certiorari,  for  Stelling  Realty  Corporation,  ob-  i 
jector,  in  re  decision  of  board  on  May  18,  1937,  permitting  a  parking  '! 
space  in  business  district,  under  section  7-h  of  zoning  resolution,  Cal. 
No.  207-33-BZ;  premises  3090  Webster  avenue,  southeast  corner  East 
203rd  street,  Borough  of  The  Bronx. 


746 


CALENDAR 


COURT  DECISIONS 

In  re  lenlan  Realty  Corpn.  (Board  of  Standards  and  Appeals — The 

Tufvdlle°?0?|d  thlS  fa?e  ,3nd  after  Public  hearing  on 
July  14,  1936,  amended  the  resolution  to  permit  roof 
sign,  on  business  budding  in  residence  district  under 

corner*  of  W£LTN°'  }««*«  mOT&SSS 
corner  of  West  Tremont  avenue  and  University  ave¬ 
nue,  Borough  of  The  Bronx.  Mr.  Justice  Hoffstadter 
sustained  board  (N.  Y.  L.  J.,  January  26,  1937) 
Appellate  Division  reversed  Special  Term  and  board 
(IN.  Y.  L.  J.,  June  12,  1937),  stating,  in  part:  “Fur- 

nron<»re^?eptf01«4,  shou!d  P°t  be  permitted  unless  by 
proper  proof  the  required  factual  basis  for  a  variance 
under  section  21  is  clearly  established.  Here  no  facts 
ZTe  ac^uced  t°  establish  even  a  prima  facie  claim  of 
unnecessary  hardship  on  the  part  of  the  particular 
owner  who  applied  for  the  variance.” 

*  *  * 

1320-1328  Grant  Ave.  Corporation  v.  Murdock,  et  al. — Tuly  7  1936 
board  granted  open  air  parking  and  storage  station’ 

Cal  YneS7n  f^S  [yCt’  Under  se^u>n  2i,  for  two  years; 
Yal.  No.  70-36-BZ;  premises  2692-2708  Jerome  avenue 
Borough  of  The  Bronx.  Mr.  Justice  Wasservogel  sus- 
aned  board  (N.  Y.  L.  J.,  February  S,  1937).  Appel- 

i  w/cTT.  £'7f  JcnTlS.  Ter"  ”d 

*  *  * 

In  re  Montedor  Realty  Co.,  Inc.  (Murdock) — December  IS  1933 
board  granted  garage  in  business  district,  under  sec¬ 
tion  21;  Cal.  No.  699-30-BZ;  premises  east  side  of 
Jerome  avenue,  100  ft.  south  of  East  196th  street 
Borough  of  The  Bronx.  Mr.  Justice  Wasservogel  sus- 
amed  board  (N.  Y.  L.  J.,  February  S,  1937).  Appel- 

wd  VT  Lrej'Xe°;^r19?7f).Sp“i*1 

*  *  * 

Peo.  ex  rel .  2291  Realty  Corpn.  vs.  Murdock— February  24  1937 
board  denied  stores  in  residence  district  under  section 
41  ’  Cal-  No.  366-36-BZ;  premises  2261-69  Grand  Con¬ 
course,  south  of  East  183rd  street,  Borough  of  The 

L.r°J7  '  June"'  1  l,USlt937)Mlller  reversed  the  board  (N.  Y. 


RULES 

..  Last  Publication  in  Bulletin 

Carbon  Dioxide  Liquefier  Rules. ..  .Feb.  2,  1937— Vol  22  No  s 
Certificate  of  Occupancy,  approved  W  '  5 

ConcretTVlat  Slab's, '  RuIm !  I T ! !  I !  i ! ft'  30’  Iq^Zvo!'  22  N°'  ft 

Eitvitor  j  ;?i?— if  no.  22 

!  ■'  |  P  1} 

p  srs1.!1::™'!: . ig  i  I  p  ” 

Fire  Retarding  Rules  for  Garages,  6’  1937  VoL  22>  No-  14 

Fireproof ' Wood!  TesVingoL.\\\’ j;] Apr'  13’  I937ZV0I'  22’  No  13 

8r$S„%TJim . >p|— vSi:  IS;  g*  It 

Paint,  Varnish  and  Lacquer' Spray- JUnC  15’  1937~ VoL  22>  No-  24 

S  iSfcvol:  2?:  S'.  47 

Smofc?er3''n F Systems,*  Eytra'ctGO.Ilay  u,  1  IwZyj  fi  K) 

E“!"  if  IrW  I  p 

Structural  Alff  ationl^R  "  '  V: . I1"'"  8,’  1937— Vo!.'  22,’  No.'  23 

Snt  If  g*  f7 

24’  1,36-Vo1'  «>  N°-  47 

Kule  505  of  Industrial  Code).. Apr.  10,  1923— Vol.  8,  No.  15 

LIST  OF  APPROVED  APPLIANCES 

F.v5iin«h??o«Yalve1  . Mar.  5’  1935— Vol.  20,  No.  10 

Burners3  30*7  Domestic  Vnd*^1"'  *  N«-  “ 

FuelOd^fpin17^  *••••’, . June  15>  1937— Vol.  22,  No.  24 

Fud  Oil  B*  rn^P  f  Term,lnals.-y  ••• -May  26.  1936— Vol.  21,  No.  21 

Fue  °0 it  f°r  Industnal  Use.  Apr.  20,  1937— Vol.  22,  No.  16 

Paiut,  VarXisTa'nd  Spr'a'y.JU“  *  “•  N°'  » 

“■  20’  N°- 48 

aters  . May  18,  1937— Vol.  22,  No.  20 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  21,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

364-36-BZ. 

APPLICANT— Joseph  V.  McKee,  for  Edbro  Realty  Co., 
me.,  owner. 

PREMISES  31-59  to  31-79  30th  street  and  31-64  to  31-86 
31st  street,  west  side,  100  ft.  north  of  Broadway 
(Block  No.  589,  part  of  Lot  No.  9),  Astoria,  Bor¬ 
ough  of  Queens. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

79-37-BZ. 

APPLICANT— George  Jamison  (lessee),  for  Katie  Jami¬ 
son,  owner. 

PREMISES  1015-1021  East  New  York  avenue,  northwest 
corner  of  Rochester  avenue  (Block  No.  1420  Lot 
No.  41),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

84-37-BZ. 

APPLICANT— Samuel  Karpoff  (lessee),  for  T.  A.  Clarke 
Company,  owner. 

PREMISES — 930-942  Halsey  street,  south  side,  189  ft  east 
of  Saratoga  avenue  (Block  No.  1495,  Lot  No  16) 
Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

937-26-BZ. 

APPLICANT — Evelyn  Grossman,  owner. 

PREMISES  530-542  East  95th  street,  northwest  corner 
of  Linden  boulevard  (Block  No.  4715,  Lot  Nos. 
48-53),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar  June 
2,  1936), 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  withdrawn). 

1141-27-BZ. 

APPLICANT— Albert  E.  Schaefer,  for  Harsing  Realty 
Corporation,  owner. 

PREMISES — 1567-1575  Grand  Concourse,  southwest  cor¬ 
ner  of  Mt.  Eden  avenue  (Block  No.  2837,  Lot  No 
18),  Borough  of  The  Bronx. 

APPLICATION,  under  sections  7c  and  21  of  the  building 
zone  resolution  (reopened  December  8,  1936), 

TO  PERMIT  partly  in  a  business  use  district  and  partly  in 
a  residence  use  district  the  alteration  and  change 
of  occupancy  of  portion  of  an  existing  multiple 
dwelling  from  residence  use  to  business  use 
(store). 


JUNE  22,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
aids  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June  22 
(937,  at  10  o’clock,  in  Room  1013,  Municipal  Building  on 
the  following  matters : 
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cal.  no.  374-36-BZ — Application,  December  12,  1936,  under 
sections  7c  and  21  of  the  building  zone 
resolution,  of  Peter  Wernsdorf,  appli¬ 
cant  and  lessee,  on  behalf  of  Elizabeth 
Bleser,  owner,  to  permit  in  a  business 
use  district  the  erection  and  mainte¬ 
nance  of  a  gasoline  service  station ; 
premises  80-05  Cypress  avenue,  south¬ 
east  corner  of  Cooper  avenue  (Block 
No.  3731,  Lot  No.  133),  Ridgewood, 
Borough  of  Queens. 

cal.  no.  111-37-BZ — Application,  March  11,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  181  Concourse,  Inc.,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  multiple 
dwelling  having  stores  on  the  first 
story;  premises  2151-2161  Grand  Con¬ 
course  and  161-169  East  181st  street, 
northwest  corner  (Block  No.  3162,  Lot 
Nos.  45-50),  Borough  of  The  Bronx. 

cal.  NO.  144-37-BZ — Application,  March  27,  1937,  under  sec-. 

tions  7g  and  21  of  the  building  zone 
resolution,  of  Dominic  M.  Mello,  ap¬ 
plicant,  on  behalf  of  Anthony  Passaro, 
owner,  to  permit  partly  in  a  business 
use  district  and  partly  in  a  residence 
use  district  the  extension  of  an  exist¬ 
ing  garage  for  more  than  five  (5) 
motor  vehicles ;  premises  343-345  Union 
street,  north  side,  80  ft.  west  of  Smith 
street  (Block  No.  428,  Lot  Nos.  43  and 
44),  Borough  of  Brooklyn. 

CAL.  NO.  222-37-BZ— Application,  May  15,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Fred  B.  McDuffee,  applicant  and 
engineer  for  Department  of  Sanitation, 
City  of  New  York,  owner,  to  permit 
partly  in  a  business  use  district  and 
partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles ;  premises  2302-2322  West  9th 
street,  2301-2321  West  10th  street  and 
98-120  Avenue  W,  south  side,  between 
West  9th  street  and  West  10th  street 
(Block  No.  7164,  part  of  Lot  No.  1), 
Borough  of  Brooklyn. 

cal.  no.  212-36-BZ— Application,  July  6,  1936,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
of  Joseph  Rossi,  applicant,  on  behalf 
of  Estate  of  John  E.  Miller,  owner,  to 
permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  315-325  East  103rd 
street,  north  side,  250  ft.  west  of  1st 
avenue  and  324-334  East  104th  street 
(Block  No.  1675,  part  of  Lot  No.  11), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  22,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

266  37- A — 5  South  Oxford  street,  east  side,  33  ft.  10  in. 

south  of  DeKalb  avenue  (Block  No.  2101, 
Lot  No.  33),  Borough  of  Brooklyn. 


267-37-A — 1  South  Oxford  street,  southeast  corner  of  De- 
Kalb  avenue  (Block  No.  2101,  Lot  No. 
34),  Borough  of  Brooklyn. 

185-37-A— 81-64  Dongan  avenue,  south  side,  31.38  ft.  west 
of  Poyer  avenue  (Block  No.  1540,  Lot  No. 
38),  Elmhurst,  Borough  of  Queens. 

209-37-A — 21-29  Washington  street  and  104-116  Plymouth 
street,  southeast  corner  (Block  No.  28, 
Lot  No.  5),  Borough  of  Brooklyn. 

276-37-A — 663-683  Sackett  street,  north  side,  80  ft.  east  of 
4th  avenue  (Block  No.  949,  Lot  Nos.  71- 
74),  Borough  of  Brooklyn. 

284-37-A— 484-496  Fulton  street  and  2-30  Bond  street, 
southeast  corner  (Block  No.  159,  Lot  No. 
1),  Borough  of  Brooklyn. 

66-37-A — 333-345  West  34th  street  and  334-364  West  35th 
street,  south  side,  300  ft.  south  of  8th  ave¬ 
nue  (Block  No.  758,  Lot  Nos.  16  to  22  and 
59  to  74),  Borough  of  Manhattan. 

280- 37-A — 177-195  North  9th  street,  182-198  North  10th 

street  and  482-504  Driggs  avenue,  west 
side,  between  North  9th  street  and  North 
10th  street  (Block  No.  2305,  Lot  No.  18), 
Borough  of  Brooklyn. 

291- 37-A — 5402-5424  First  avenue,  northwest  corner  55th 

street  (Block  No.  819,  Lot  No.  1,  Bor¬ 
ough  of  Brooklyn. 

292- 37-A- — 25-27  West  26th  street,  north  side,  233  ft.  west 

of  Broadway  (Block  No.  828,  Lot  Nos.  17 
and  18),  Borough  of  Manhattan. 

Appliances  Submitted  for  Approval 

281- 37-SA — Todd  Rotary  Burner  (Pump  Type),  Models 

A,  B,  C,  C-l  and  D. 

282- 37-SA — Lux  Model  2  Carbon  Dioxide  (CO2)  Fire 

Extinguisher. 

287-37-SA — Nabco  Oil  Burner. 

289-37-SA — Lido  Oil  Burner,  Models  D  and  C. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  28,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

541-24-BZ 

APPLICANT — Slee  and  Bryson,  for  The  Butler  Holding 
Co.,  owner. 

PREMISES — 33-41  Park  avenue  and  1-9  Ashland  place 
(Raymond  street)  southeast  corner  (Block  No. 
2035,  Lot  No.  4),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7 a  and  21  of  the  building 
zone  resolution  (reopened  July  10,  1936), 

TO  PERMIT  in  a  business  use  district  the  inclusion  of  a 
gasoline  service  station  in  a  garage  for  more  than 
five  (5)  motor  vehicles  (garage  previously  granted 
by  the  Board). 

j 

307-33-BZ 

APPLICANT— Samuel  Gilbert,  for  1758  Realty  Co.,  Inc., 
owner. 

PREMISES — 1754-1766  Coney  Island  avenue,  west  side, 

180  ft.  south  of  Avenue  N  (Block  No.  6592,  Lot 
Nos.  16  and  18),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  January  5,  1937),  f 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  so  as  to  include  a  gasoline  service  station ;  the 
board  having  previously  granted  the  use  of  the 
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existing  building  as  a  motor  vehicle  repair  shop 
for  a  temporary  period. 


55-37-BZ. 

APPLICANT— Isidore  Felder,  for  Long  Island  Wrecking 
Co.,  Inc.,  owner. 

I  REMISES  69-31  Astoria  boulevard,  northwest  corner 
of  70th  street  (Block  No.  1001,  Lot  Nos.  10  and 
15),  East  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


cal.  no.  85-36-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Flatbush  Sav¬ 
ings  Bank,  owner,  reopened  and  re¬ 
stored  to  calendar  February  24,  1937, 
under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  (previ¬ 
ously  withdrawn)  ;  premises  2235-224 7 
Flatbush  avenue  and  1832-1 S50  East 
48th  street,  northeast  corner  (Block 
No.  8487,  Lot  Nos.  1,  3  and  5),  Bor¬ 
ough  of  Brooklyn. 


81-37-BZ. 

APPLICANT— Harry  Cowen  (lessee),  for  Maria  L. 
Langbein,  owner. 

PREMISES— 55-67  Chester  street,  east  side,  170  ft.  north 
of  Pitkin  avenue  (Block  No.  3499,  Lot  Nos.  8, 
10  and  12),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 

87-37-BZ. 

APPLICANT — Eadie,  Nunley  and  Eadie,  for  Henry  Cor- 
rado,  owner. 

PREMISES  720-726  Targee  street,  southwest  corner  of 
Pierce  street  (Block  No.  2903,  part  of  Lot  Nos.  1 
4),  Concord,  Borough  of  Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

90-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Meeker  Oil  Co., 
Inc.,  owner. 

PREMISES  2458-2470  Cropsey  avenue,  northwest  corner 
of  Bay  38th  street  (Block  No.  6928,  part  of  Lot 
No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

185-27-BZ. 

APPLICANT  Samuel  Rosenblum,  for  Koff  &  Kantor, 
Inc.,  owner. 

PREMISES  3602-3612  Snyder  avenue,  southeast  corner 
of  Brooklyn  avenue  (Block  No.  4907,  Lot  No.  1), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  May  4,  1937), 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  (the  board 
having  previously  granted  this  gasoline  service 
station  and  also  a  garage  for  more  than  five  (5) 
motor ^  vehicles)  _  and,  also,  the  amendment  of  the 
Board’s  resolution  granting  the  previous  appli¬ 
cation. 


JUNE  29,  1937,  10  A.  M. 

Building  Zone  Applications 

EOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June 
29,  1937,  at  10  o  clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cal.  no.  712-26-BZ — Application  of  Philip  Reid,  applicant 
and  owner,  reopened  November  4,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  resi¬ 
dence  use  district  and  partly  in  a  busi¬ 
ness  use  district  the  maintenance  of  a 
gasoline  service  station,  previously 
granted  by  the  board  for  a  temporary 
period  (time  limitation  has  lapsed) 
and,  also  the  further  use  of  the  plot 
for  battery  and  brake  service  shop  and 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  2205-2211  Emmons 
avenue,  north  side,  297  ft.  yA  in.  east 
of  East  21st  street  (Kenmore  place)  ; 
(Block  No.  7496,  Lot  No.  193),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  76-37-BZ — Application,  February  25,  1937,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Albert  Edelman,  applicant  and 
lessee,  on  behalf  of  Monahan  Realty 
Company,  owner,  to  permit  in  a  busi¬ 
ness  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles;  premises 
601-611  Livonia  avenue,  northeast  cor¬ 
ner  of  Sheffield  avenue  (Block  No. 
3805,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

CAL.  NO.  77-37- BZ — Application,  February  25,  1937,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Frieda  Kaiser,  applicant  and 
lessee,  on  behalf  of  George  Bauer, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  parking  of  more  than  five  (5) 
motor  vehicles;  premises  513-517  Ralph 
avenue,  east  side,  25  ft.  south  of  Park 
place  (Block  No.  1466,  Lot  No.  10), 
Borough  of  Brooklyn. 

cal.  no.  82-37-BZ — Application,  February  26,  1937,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Jack  Wien,  applicant  and 
lessee,  on  behalf  of  Mathilde  Lehman 
and  Nathan  I.  Slutsky,  owners,  to  per¬ 
mit  partly  in  a  residence  use  district 
and  partly  in  a  business  use  district 
the  parking  of  more  than  five  (5) 
motor  vehicles;  premises  1064-1080 
East  New  York  avenue,  southeast  cor¬ 
ner  of  East  95th  street  (Block  No. 
4598,  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

cal.  no.  83-37-BZ— Application,  February  26,  1937,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Harry  Tint,  applicant  and 
lessee,  on  behalf  of  Saul  J.  Baron, 
owner,  to  permit  in  a  business  use  dis- 


749 


CALENDAR 


trict  the  parking  of  more  than  five  (5) 
motor  vehicles;  premises  4202-4230 
New  Utrecht  avenue,  entire  block,  10th 
avenue  to  New  Utrect  avenue  between 
42nd  street  and  43rd  street  (Block  No. 
5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  29,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

268-37- A— 582  4th  avenue,  northwest  corner  of  Prospect 
avenue  (Block  No.  1051,  Lot  No.  39), 
Borough  of  Brooklyn. 

283-37-A — 19-57  Lake  street  and  2036-2044  McDonald  ave¬ 
nue,  west  side,  335  ft.  6  in.  north  of  Ave¬ 
nue  S  (Block  No.  6680,  Lot  No.  25, 
Borough  of  Brooklyn. 

270-37-A— 100  West  41st  street  and  1071  (711  old  num¬ 
ber)  6th  avenue,  southwest  corner  (Block 
No.  993,  Lot  No.  36),  Borough  of  Man¬ 
hattan. 

Variation  of  Labor  Lazv 

260-37-S — 417-419  DeKalb  avenue,  north  side,  125  ft.  west 
of  Classon  avenue  (Block  No.  1923,  Lot 
No.  84),  Borough  of  Brooklyn. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
29,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  315-36-BZ — Application,  October  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Annie  Grossarth, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  42-54 
Remsen  avenue,  southwest  corner  of 
East  51st  street  (Block  No.  4591,  Lot 
No.  10  and  part  of  Lot  No.  12),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  150-33-BZ — -Application  of  Samuel  H.  Livingston, 
owner,  reopened  June  8,  1937,  for  con¬ 
sideration  as  to  extension  of  time  to 
obtain  permits  and  complete  work 
(time  having  lapsed)  re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
conversion  of  occupancy  of  an  existing 
five  (5)  car  garage  to  a  motor  vehicle 
repair  shop ;  premises  Northeast  corner 
of  Liberty  avenue  and  109th  street 
(Block  No.  541,  Lot  No.  28),  Rich¬ 
mond  Hill,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  JULY  6,  1937,  AT  2  P.  M. 

Building  Zone  Cases 


109-37-BZ. 

APPLICANT — Louis  Friedland  (lessee),  for  No.  97 
Realty  Corporation,  owner. 

PREMISES — 55-01  to  55-23  6th  avenue,  east  side,  from 
55th  street  to  56th  street  (Block  No.  833,  Lot  No. 
1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

95-37-BZ. 

APPLICANT-— George  Stone  (lessee),  for  Helen  Vollner, 
owner. 

PREMISES — 780-800  Lefferts  avenue,  south  side,  34  ft. 
6j4  in.  west  of  Schenectady  avenue  (Block  No. 
1429,  Lot  Nos.  32,  36  and  43),  Borough  of  Brook¬ 
lyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

91-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Bessie  Reibel, 
owner. 

PREMISES — 3227  Mermaid  avenue,  northeast  corner  of 
West  33rd  street  (Block  No.  7007,  Lot  No.  50), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  extension  of  a 
gasoline  service  station ;  said  station  is  located  on 
a  street  between  two  (2)  intersecting  streets,  in 
which  portion  there  exists  an  entrance  to  a  public 
school. 


326-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Isaac  Schachne, 
owner. 

PREMISES — 206-208  Boerum  street  and  296  Bushwick 
avenue,  southwest  corner  (Block  No.  3081,  Lot 
Nos.  15  and  16),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  March  16,  1937  under  new 
proposal), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  on  part 
of  a  plot  of  ground  upon  which  the  board  previ¬ 
ously  denied  an  application  for  a  gasoline  service 
station. 

118-37-BZ. 

APPLICANT — George  Goodstein,  for  Laurine  T.  Mc- 
Keon,  owner. 

PREMISES — 1890  Daly  avenue,  east  side,  166.66  ft.  north 
of  East  1 76th  street  (Block  No.  2992,  Lot  No.  15), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  conversion  of 
occupancy  of  part  of  an  existing  dwelling  to  an 
undertaking  establishment. 

558-24-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Anna  C.  Schauf, 
owner. 

PREMISES — 21-23  Lenox  road,  north  side,  166  ft.  east  of 
Flatbush  avenue  (Block  No.  5064,  Lot  No.  106), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  June  8,  1937). 
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TO  PERMIT  in  a  residence  use  district  the  alteration  and 
extension  of  one  (1)  story  in  height  of  an  existing 
garage  for  more  than  five  (5)  motor  vehicles  (the 
extension  previously  denied  by  the  board). 


JULY  7,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

229-37-A — 21-27  North  Oxford  street,  east  side,  296  ft. 

north  of  Park  avenue  (Block  No.  2029, 
part  of  Lot  No.  10),  Borough  of  Brook¬ 
lyn. 

25S-37-A — 35-55  223rd  street,  northeast  corner  of  37th 
avenue  (Block  No.  6192,  Lot  No.  60), 
Bayside,  Borough  of  Queens. 


JULY  9,  1937,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  morning,  July  9, 
1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  182-37-BZ— Application,  April  22,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants,  on 
behalf  of  George  Scheblein,  owner,  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a 
building  to  be  used  as  a  garage  for 
more  than  five  (5)  motor  vehicles  and, 
also  as  a  motor  vehicle  repair  shop ; 
premises  137-01  to  137-53  135th  avenue, 
northeast  corner  of  137th  street  and 
137-32  to  137-40  133rd  avenue  (Block 
No.  2845,  Lot  No.  6),  South  Ozone 
Park,  Borough  of  Queens. 

cal.  no.  190-37-BZ  Application,  April  27,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Dunnigan,  applicant,  on  be¬ 
half  of  Clement  H.  Smith,  Company, 
owner,  to  permit  in  a  residence  use 
district  the  alteration  and  conversion 
of  occupancy  of  an  existing  building 
occupied  as  dwelling  and  five  (5)  car 
garage  to  business  use  (stores)  ;  prem¬ 
ises  200  East  Tremont  avenue  and 


1876-1884  Monroe  avenue,  southeast 
corner  (Block  No.  2804,  Lot  No.  5), 
Borough  of  The  Bronx. 


cal.  no.  210-37-BZ — Application,  May  8,  1937,  under  sec¬ 
tion  7e  of  the  building  zone  resolution, 
of  Abraham  N.  Horwitz,  applicant,  on 
behalf  of  Michael  N.  Salmore,  receiver, 
to  permit  in  a  business  use  district  the 
conversion  of  occupancy  of  part  of  an 
existing  building  from  a  garage  for 
four  (4)  motor  vehicles  to  a  garage 
for  more  than  five  (5)  motor  vehicles; 
premises  123  West  56th  street,  north 
side,  325  ft.  west  of  6th  avenue  (Block 
No.  1009,  Lot  No.  19),  Borough  of 
Manhattan. 

cal.  no.  235-37-BZ — Application,  May  21,  1937,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
of  Samuel  Rosenblum,  applicant,  on 
behalf  of  3331  Fish  Avenue  Corpora¬ 
tion,  owner,  to  permit  in  a  business 
use  district  the  parking  of  more  than 
five  (5)  motor  vehicles;  premises  3311- 
3349  Eastchesjer  road,  west  side,  100 
ft.  north  of  Given  avenue  (Block  No. 
4743,  Lot  No.  20),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  13,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  July  13, 
1937,  at  10  o  clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter : 

cal.  no.  772-28- BZ  Application  of  Louis  E.  Ordwein,  ap¬ 
plicant,  on  behalf  of  The  Bank’  for 
Savings  in  City  of  New  York,  owner, 
reopened  June  15,  1937,  under  sections 
7e  and  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  erection  and  maintenance  of  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  136-138  East  41st 
street,  south  side,  148  ft.  3  in.  east  of 
Lexington  avenue  (Block  No.  1295, 
Lot  No.  46),  Borough  of  Manhattan! 

HARRIS  H.  MURDOCK,  Chairman. 


NOTICE 


FORMS  FOR  NOTICES  TO  PROPERTY  OWNERS 


Applicants,  under  the  building  zone  resolution,  are  en¬ 
titled  to  one  copy  of  Form  7NO. 

If  they  desire  additional  copies,  for  their  own  con¬ 
venience  in  notifying  property  owners,  they  may  obtain 


such  copies  at  the  office  of  the  Board  of  Standards  and 
Appeals,  Room  1018,  Municipal  Building,  Manhattan  at 
three  cents  each— postage  to  be  added  if  the  forms  ’are 
forwarded  by  mail 


Copies  of  the  Official  Directory  of  the  City  of  New 
York  for  the  year  1937  (The  Little  Green  Book),  contain¬ 
ing  the  latest  authentic  information  in  relation  to  City, 
State  and  Federal  Departments,  Bureaus,  Offices  and 

\ 


Courts,  are  now  on  sale  at  the  Distribution  Division  of 
the  City  Record  Office,  Room  2213,  Municipal  Building 
Manhattan.  Price  50  cents;  by  mail,  three  cents  per 
copy  must  be  added  for  postage. 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JUNE  15,  1937 

Present :  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  special  meeting  of  the  board  held  on 
Friday  morning,  June  4,  1937 ;  the  minutes  of  the  regular 
meeting  of  the  board  held  on  Tuesday  morning,  June  8, 
1937  and  the  minutes  of  the  regular  meeting  of  the  board 
held  on  Tuesday  afternoon,  June  8,  1937,  were  approved  as 
printed  in  Bulletin  No.  24,  Vol.  XXII. 


BUILDING  ZONE  CASES 

40-37-BZ. 

APPLICANT — Robert  A.  Schnepper,  for  Annie  M.  Clark, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gasoline  service 
station. 

PREMISES  AFFECTED— 158-26  to  158-32  Liberty  ave¬ 
nue  and  105-02  to  105-06  159th  street,  southwest 
corner  (Block  No.  1118,  Lot  No.  26),  Jamaica, 
Borough  of  Queens. 

APPEARANCES— 

For  Applicant:  Joseph  B.  Clark,  Joseph  P.  Rud- 
den,  Lawrence  Adikes  and  Robert  A.  Schnep¬ 
per. 

For  Oppposition:  Henry  J.  Latham,  James  Cara- 
more  and  Mary  E.  Ryan  Lynch. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 

Affirmative  . ••••••  0 

Negative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(40-37-BZ) 

Whereas,  Robert  A.  Schnepper.  for  Annie  M.  Clark, 
owner,  filed  February  3,  1937,  an  application  under  the  build¬ 
ing  zone  resolution  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  gasoline  service  station; 
Premises:  158-26  to  158-32  Liberty  avenue  and  105-02  to 
105-06  159th  street,  southwest  corner  (Block  No.  1118,  Lot 
No.  26),  Jamaica,  Borough  of  Queens,  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  15,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Liberty  avenue  to  100  ft. 
west  of  159th  street  is  in  a  residence  district;  Liberty  ave¬ 
nue,  west  of  100  ft.  west  of  159th  street,  is  in  an  unre¬ 
stricted  district;  159th  street,  from  100  ft.  north  of  South 
street  is  in  a  business  use  district  and  159th  street,  south 
100  ft.  north  of  South  street  is  in  a  business  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  January  18,  1937,  re  N.B.  Appl.  151-1937,  reads: 
“The  erection  of  a  gasoline  service  station  in  a  resi¬ 
dence  district  is  contrary  to  Art.  2,  section  4,  sub-divi¬ 
sion  46  of  building  zone  resolution.” 

and, 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  100.08  ft.  on  Liberty  avenue,  50.04  ft. 
on  159th  street  on  which  it  is  proposed  to  erect  a  one-story 
non-fireproof  building  40  ft.  4  in.  by  21  ft.  6  in.  irregular 
in  area  for  store  and  lubritorium  and  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station ;  and 


Whereas,  the  board  deemed  that  the  applicant  did  not 
substantiate  his  basis  of  appeal  under  section  21  of  the 
building  zone  resolution,  practical  difficulties  and  unneces¬ 
sary  hardship. 

Resolved ,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


224-37-BZ. 

APPLICANT - Milton  Dammann,  for  American  Safety 

Razor  Corporation,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  the  extension,  from  an  unre¬ 
stricted  use  district  into  a  business  use  district,  of 
a  proposed  100  per  cent  factory  building. 
PREMISES  AFFECTED— 77-89  Myrtle  avenue  and  78-80 
Lawrence  street,  northwest  corner  (Block  No.  142, 
Lot  Nos.  1  to  5  inclusive,  7-9  inclusive  and  31  to 
39  inclusive),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Maurice  R.  Roche,  C.  H.  Higgin- 
son. 

For  Opposition:  Maurice  F.  Miller,  Peter  H. 
Brandt,  Harry  R.  Santillo,  and  Irma  Cohen. 
ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(224-37-BZ) 

Whereas,  Milton  Dammann,  for  American  Safety  Razor 
Corporation,  owner,  filed  May  15,  1937,  an  application  un¬ 
der  the  building  zone  resolution  to  permit  in  the  extension 
from  an  unrestricted  use  district  into  a  business  use  dis¬ 
trict  of  a  proposed  100  per  cent  factory  building;  Prem¬ 
ises  :  77-89  Myrtle  avenue,  78-80  Lawrence  street,  northwest 
corner  (Block  No.  142,  Lot  Nos.  1-5,  inclusive,  7-9  inclu¬ 
sive  and  34-39  inclusive),  Borough  of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  15,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Jay  street  is  in  a  business 
use  district;  Lawrence  street  is  in  an  unrestricted  district; 
Myrtle  avenue  is  in  a  business  and  unrestricted  district, 
changed  from  unrestricted  to  business,  March  5,  1937 ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  April  29,  1937,  re  Appl.  No.  6546-37,  reads: 

“Factory  in  a  business  zone  is  contrary  to  Art.  II, 
sub.  4c  of  building  zone  resolution — denied.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  com¬ 
prising  the  entire  square  block  bounded  by  Myrtle  avenue, 
Jay  street,  Johnson  street  and  Lawrence  street,  except  lots 
21  and  lot  6,  on  which  is  located  the  manufacturing  plant 
of  the  American  Safety  Razor  Corp.  It  is  proposed  to 
erect  on  the  corner  of  Myrtle  avenue  and  Lawrence  street 
an  8  story  reinforced  concrete  factory  building  with  a 
frontage  of  110  ft.  on  Jay  street,  142.4  ft.  on  Myrtle  ave¬ 
nue  and  123  ft.  on  Lawrence  street  and  form  with  existing 
8  story  building  to  north,  one  complete  factory  building 
with  one  exit  and  entrance  to  entire  unit  in  Lawrence 
street  (a  proposed  new  2  story  building  in  rear  for  locker 
and  wash  rooms  in  unrestricted  district  not  affected  by  this 
application).  A  portion  of  the  building  with  a  frontage  of 
30  ft.  on  Myrtle  avenue  and  a  depth  oi  110  ft.  is  in  the 
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business  use  district,  the  remainder  in  the  unrestricted 
use  district;  and 

.  Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board  in  order  to  be  in¬ 
formed  prior  to  the  hearing;  and 

.  Whereas,  the  hoard  deemed  that  the  provisions  of  sec¬ 
tion  7c  of  the  building  zone  resolution,  under  which  this 
application  was  made,  empowered  the  board  to  exercise 
its  discretion  and  to  grant  this  application  under  such  con¬ 
ditions  that  would  safeguard  the  character  of  the  more 
restricted  district. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7c,  to  permit  the  plot  under  appeal  to  be  used  for  factory 
purposes  as  an  integral  part  of  a  proposed  building  to  be 
erected  on  the  adjoining  lots  in  the  unrestricted  district, 
on  condition  that  this  building  shall  not  exceed  the  height 
shown  and  shall  be  of  fireproof  construction  and  shall 
have  on  the  rear  lot  line,  a  yard  space  as  required  under 
the  zoning  resolution  for  an  inside  lot;  that  all  permits 
shall  be  obtained  and  all  work  completed  within  one  year 
from  the  date  of  this  action. 


293-36-BZ. 

APPLICANT— Lama  and  Proskauer,  for  Christina  Hin- 
den  and  Ferdinand  Nestlen,  owners. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7h  and  21  of  the 
building  zone  resolution,  to  permit  partly  in  a 
business  use  district  and  partly  in  a  residence  use 
district  the  parking  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED — 344-346  Eldert  street,  southeast 
corner  of  Irving  avenue  (Block  No.  3419,  Lot  Nos. 
31  and  37),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Benjamin  Geller  and  Salvatore 
Muscarella. 

For  Opposition  :  None. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(293-36-BZ) 

Whereas,  Lama  &  Proskauer,  for  Christina  Hinden  and 
Ferdinand  Nestlen,  owners,  filed  September  30,  1936,  an 
application  under  the  building  zone  resolution  to  permit 
partly  in  a  business  use  district  and  partly  in  a  residence 
use  district  the  parking  of  more  than  five  motor  vehicles ; 
premises :  344-346  Eldert  street,  southeast  corner  of  Irving 
avenue  (Block  No.  3419,  Lot  Nos.  31  and  37),  Borough  of 
Brooklyn ;  and 

W  hereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  15,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Irving  avenue  is  in  a  busi¬ 
ness  use  district;  Eldert  street  is  in  a  residence  use  C 
area,  1*4  times  height,  and  Halsey  street  is  in  a  business 
use  district;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  September  28,  1936,  re  Application  11576-36! 
reads : 

Parking  of  more  than  five  motor  vehicles  in  a 
business  and  residential  district  is  contrary  to  Sect.  4 
(15)  and  Sect.  3  of  the  Building  Zone  Resolution.” 

and 


Whereas,  the  premises  consist  of  a  plot  of  ground  hav- 
I'-m  a  *ronta&e  100  ft.  on  Irving  avenue  and  139  ft.  on 
Eldert  street  at  present  vacant,  which  it  is  proposed  to 
use  as  a  parking  space  for  more  than  5  motor  vehicles, 
100  ft.  of  the  plot  being  in  the  business  district  and  39  ft.  9 
in.  in  the  residence  use  district ;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board  in  order  so  as  to 
be  informed  prior  to  the  hearing;  and 

W'hereas,  the  board  deemed  that  this  was  a  proper  case 
.  .  exercise  of  its  discretion  under  section  7h  of  the 
i  mlding  zone  resolution  and  that  there  was  unnecessary 
hardship  to  justify  a  variance  under  section  21  for  the  por¬ 
tion  in  the  residence  district. 


Kesoived,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use 
district  regulations  of  the  building  zone  resolution  and 
that  the  application  be  and  it  hereby  is  granted  under  sec- 
t.on  7h  as  to  the  portion  of  the  plot  in  the  business  district 
and  under  section  21  as  to  the  residential  portion,  to  permit 
t  ic  plot  under  appeal  to  be  used  for  the  parking  of  more 
lan  five  automobiles,  for  a  period  of  two  years  from  the 
date  of  this  action,  on  condition  that  the  plot  shall  remain 
unbuilt  upon,  except  that  there  may  be  erected  a  shelter 
toi  the  attendant,  not  over  one  story  in  height  and  not 
exceeding  100  sq  ft.  in  area ;  that  the  plot  shall  be  levelled 
and  covered  with  steam  cinder^  or  other  suitable  material 
and  bound  to  prevent  dusting;  that  the  plot  shall  be  en- 
c  osed  with  a  substantial  fence  with  entrance  as  exist  from 
trying  avenue  only;  that  no  advertising  shall  be  displayed, 
o  her  than  a  sign  at  the  entrance,  advertising  the  use  of 
the  plot  tor  parking  purposes;  that  during  the  term  of 

“if  vaflance’  ,no  °ther  use  sha11  be  made  of  the  premises 
other  than  as  herein  permitted;  that  any  lights  for  general 
i  lamination  shall  be  arranged  on  pipe  standards  with  metal 
reflectors  arranged  to,  reflect  downwardly  and  away  from 
the  adjoining  residential  occupancies;  that  such  portable 
hi  e- fighting  appliances  shall  be  installed  as  the  commis¬ 
sioner  shall  direct;  that  aisles  shall  be  maintained  at  all 
times  so  as  to  permit  ready  ingress  and  egress  of  auto¬ 
mobiles  ;  that  all  permits  shall  be  obtained  within  three 
months  from  the  date  of  this  action. 


V 

-A.  J.  Simberg,  for  Benjamin  Lazaroff, 


74-37-BZ. 

APPLICANT- 

owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
extension  of  an  existing  business  use  and,  also, 
the  omission  of  the  required  rear  yard 
PREMISES  AFFECTED — 255  West  18th  street,  north 
side,  100  ft.  east  of  Eighth  avenue  (Block  No.  768 
Lot  No.  7),  Borough  of  Manhattan. 
APPEARANCES— 

F°r  Applicant:  A.  J.  Simberg  and  Benjamin  Laz¬ 
aroff. 

For  Opposition :  Elias  Low  and  Herman  Gold¬ 
berg. 

B0ARD— ■ Application  granted  on  condition. 
1  hi  h.  V  (J  1  — 


Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 


THE  RESOLUTION— 

(74-37-BZ) 

r>^YIf[TREAS’  ^  J-  Simberg,  for  Benjamin  Lazaroff,  owner, 
filed  March  1,  1937,  an  application  under  the  building  zone 
resolution  to  permit  in  a  residence  use  district  the  exten- 
tion  of  an  existing  business  building  and  use  with  the 
omission  of  the  required  rear  yard;  Premises:  255  West 
18th  street,  northside  100  ft.  east  of  Eighth  avenue  (Block 
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No.  768,  Lot  No.  7),  Borough  of  Manhattan;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  15,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Eighth  avenue  is  in  a  retail 
use  B  area,  V/2  height;  West  18th  street  is  in  a  residence 
use,  B  area,  V/2  height;  W.  19th  street  is  in  a  residence 
use,  B  area,  1J4  height;  zone  changed  from  unrestricted  to 
residence,  November  13,  1936;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  February  24,  1937,  re  Alteration  Appl.  3710-36, 
reads : 

2 — “Business  use  may  not  be  extended  in  a  residence 
district.  Art.  2  zoning  resolution.  Reconsideration 
denied.” 

4 — “A  rear  yard  must  be  provided  as  per  Art.  4,  zon¬ 
ing  resolution.  Reconsideration  denied.” 

and, 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  26  ft.  on  West  18th  street  and  a  depth 
of  67  ft.  6  in.,  irregular,  on  which  is  located  a  3  story  and 
cellar  frame  building  at  front,  27  ft.  deep  and  a  3-story 
frame  building  at  rear;  15  ft.  1  in.  deep.  It  is  proposed 
to  remove  the  rear  building  and  to  extend  the  first  story 
of  the  front  building  to  cover  entire  lot;  the  1st  story  of 
the  entire  new  structure  to  be  of  brick,  the  upper  two 
stories  of  the  front  building  to  remain  frame  and  be  occu¬ 
pied  as  dwellings.  As  the  entire  lot  will  be  covered  on 
first  story,  there  will  be  no  yard  at  this  level ;  and 

Whereas,  the  board  deemed  that  the  provisions  of  sec¬ 
tion  7,  subdivision  c  of  the  building  zone  resolution,  under 
which  this  application  was  made,  empowered  the  board  to 
exercise  its  discretion  and  to  grant  this  application  under 
such  conditions  as  would  safeguard  the  character  of  the 
more  restricted  district. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  tbe  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7-c,  permitting  the  plot  to  be  continued  for  business  uses 
and  permitting  the  rear  existing  frame  building  to  be  re¬ 
moved  and  a  one-story  extension  to  the  existing  front 
building  constructed,  as  indicated  on  plans  filed  with  this 
appeal,  on  condition  that  such  extension  shall  comply  with 
all  laws,  rules  and  regulations  applicable  thereto,  other 
than  as  herein  varied,  and  as  modified  under  calendar  No. 
220-37-A ;  that  a  rear  yard  shall  be  provided  of  the  area 
as  required  for  the  residential  district ;  that  such  rear  yard 
shall  be  cement-paved  and  properly  drained ;  that  any 
windows  in  the  rear  shall  be  fireproof  and  self-closing; 
that  the  use  of  the  premises  shall  not  include  any  use 
prohibited  in  a  business  district  under  section  4-a  or  4-b  or 
any  manufacturing  or  restaurant  use;  and  that  all  permits 
shall  be  obtained  and  all  work  shall  be  completed  within 
one  year  from  the  date  of  this  action. 


APPEAL  FROM  ADMINISTRATIVE  ORDER 
220-37-A. 

APPLICANT — A.  J.  Simberg,  for  Benjamin  Lazaroff, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 255  West  18th  street,  north 
side,  100  ft.  east  of  Eighth  avenue  (Block  No. 
768,  Lot  No.  7),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  A.  J.  Simberg. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  . i .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(220-37-A) 

Whereas,  A.  J.  Simberg,  applicant,  for  Benjamin  Laza¬ 
roff,  owner,  filed  May  14,  1937,  an  appeal  from  a  decision 
of  the  commissioner  of  buildings,  affecting  premises  255 
West  18th  street,  north  side,  100  ft.  east  of  Eighth  avenue 
(Block  No.  768,  Lot  No.  7),  Borough  of  Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
on  Alt.  App.  3710-36,  dated  February  26,  1937,  reads  as 
follows : 

“No.  3.  Frame  building  may  not  be  altered  or  en¬ 
larged  to  be  used  for  any  other  purpose  except  resi¬ 
dential  use.  Sec.  480-B.C.” 

and 

Whereas,  the  premises  in  question  consist  of  a  plot  of 
ground  having  a  frontage  of  26  ft.  on  West  18th  street, 
and  a  depth  of  67  ft.  6  in.,  irregular,  on  which  is  located 
a  3-story  and  cellar  frame  building  at  front  27  ft.  deep 
and  a  3-story  frame  building  at  rear  15  ft.  1  in.  deep. 
It  is  proposed  to  remove  the  rear  building  and  to  extend 
the  first  story  of  the  front  building  to  cover  entire  lot,  the 
1st  story  of  the  entire  structure  to  be  of  brick,  the  upper 
two  stories  of  the  front  building  to  remain  frame  and  be 
occupied  as  dwellings ;  and 

Whereas,  the  applicant  contends  that  section  480  permits 
the  extension  of  this  type  of  building  in  frame  construction 
for  residential  use  and  that  the  business  use  has  existed 
for  many  years. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  modified,  and  the  appeal  be  and  it 
hereby  is  granted  on  condition  that  the  conditions  imposed 
in  connection  with  resolution  adopted  this  date  as  to  Cal. 
No.  74-37-BZ  shall  be  complied  with. 


Adjourned,  12:25  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


NOTICE 


MULTIPLE  DWELLING  LAW  ON  SALE 
Copies  of  the  Multiple  Dwelling  Law  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  50c;  by  mail  54c. 


Copies  of  the  Supplemental  Rules  and  Regulations  of 
the  Tenement  House  Department  on  Fire  Retarding,  Fire 
Escapes,  Fire  Stairs  and  Fire  Towers  are  now  on  sale  at 
the  Distribution  Division  of  the  City  Record  Office,  Room 
2213,  Municipal  Building,  Manhattan.  Price  10c;  by  mail  12c. 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JUNE  15,  1937 

Present.  Chairman  Murdock,  Commissioners  Savage  and 
Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

1S2-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  George  Scheb- 
lein,  owner. 

SUBJECI  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  building  to  be  used  as 
a  garage  for  more  than  five  (5)  motor  vehicles 
and,  also  as  a  motor  vehicle  repair  shop 

PREMISES  AFFECTED — 137-01  to  137-53  135th  avenue, 
northeast  corner  of  137th  street  and  137-32  to  137- 
40  133rd  avenue  (Block  No.  2845,  Lot  No.  6), 
South  Ozone  Park,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  July  9,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 
registered  mail  not  later  than  June  24,  1937 

^HE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


190-37-BZ. 

APPLICANT — John  J.  Dunnigan,  for  Clement  H.  Smith 
Co.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
alteration  and  conversion  of  occupancy  of  an  ex¬ 
isting  building  occupied  as  dwelling  and  five  (5) 
car  garage  to  business  use  (store). 

PREMISES  AFFECTED — 200  East  Tremont  avenue  and 
1876-1884  Monroe  avenue,  southeast  corner  (Block 
No.  2804,  Lot  No.  5),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  J.  F.  Dusenbury. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  July  9,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  bv 
registered  mail  not  later  than  June  24,  1937 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


210-37-BZ. 

APPLICANT— Abraham  N.  Horwitz,  for  Michael  N.  Sal- 
more,  receiver. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7e  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
conversion  of  occupancy  of  part  of  an  existing 
building  from  a  garage  for  four  (4)  motor  ve¬ 
hicles  to  a  garage  for  more  than  five  (5)  motor 
vehicles. 


PREMISES  AFFECTED — -123  West  S6th  street,  north 
T  xt  west  of  Sixth  avenue  (Block  No. 
APPEARANCES—0'  19)’  B°r0Ugh  of  Manhattan. 

a  r'mr™  °ATTAR^icant :  Abraham  N.  Horwitz. 

AC1  ION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  July  9,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 

Tur  _  Titered  mail  not  later  than  June  24,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . .  0 

Absent  .  '  .  q 


235-37-BZ. 

APPLICANT— Samuel  Rosenblum,  for  3331  Fish  Avenue 
Corporation,  owner. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED  —  3311-3349  Eastchester  road, 
west  side,  100  ft.  north  of  Given  avenue  (Block 

APPEARANCES—01  N°'  20)’  Borough  of  The  Bronx- 

.  Applicant:  Samuel  Rosenblum. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  July  9,  1937,  at  10  A.M.  Applicant  to 
notify  property  owners  in  the  affected  area  by 

TTTr.  ^e£lstered  maiI  not  Iater  than  Tune  24,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . 0 

Absent  .  n 


772-28-BZ. 

APPLICANT  Louis  E.  Ordwein,  for  The  Bank  for  Sav- 
^  mgs  in  City  of  New  York,  owner. 

SUBJECT — Application  for  consideration — reopening — re 
(decision  of  the  commissioner  of  buildings)  under 
sections  7e  and  21  of  the  building  zone  resolution, 
to  permit  in  a  business  use  district  the  erection 
and  maintenance  of  a  garage  for  more  than  five 
(5)  motor  vehicles. 

I  REMISES  AFFECTED — 136-138  East  41st  street,  south 
side,  148  ft.,  3  in.,  east  of  Lexington  avenue  (Block 

APPEARANCES  ^  N°’  Borough  of  Manhattan. 

For  Applicant :  David  Weinberg. 

ACTION  OF  BOARD — Application  reopened  calendar 
call  waived  and  set  for  hearing,  July  13,  1937,  at 
10  A.M.  Applicant  to  notify  property  owners  in 
the  affected  area  by  registered  mail  not  later  than 
Tuly  1,  1937. 

THE  VOTE  TO  REOPEN— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  . ’  q 


Absent 


0 


335-36-BZ. 

APPLICANT— Lama  and  Proskauer,  for  L.  &  F.  Realty 
Corporation,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment— re  application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
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building  zone  resolution,  permitting  in  a  business 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED— 2417-2437  Fulton  street  and 

28-48  Norman  place,  northwest  corner  (Block  No. 

1546,  Lot  No.  29),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Request  to  reopen,  withdrawn. 

THE  VOTE  TO  WITHDRAW— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


346-24-BZ. 


APPLICANT — Samuel  Rosenblum,  for  Steinwell  Realty 
Corporation,  owner. 

SUBJECT — Application  for  consideration — reopening  on 
new  facts — re  (decision  of  the  commissioner  of 
buildings)  under  sections  7e  and  21  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 173-177  West  89th  street,  north 
side,  80  ft.  east  of  Amsterdam  avenue  (Block  No. 
1220,  Lot  No.  5),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Samuel  Rosenblum. 

ACTION  OF  BOARD — Application  to  reopen,  denied. 


THE  VOTE  TO  REOPEN— 

Affirmative  .  0 

Negative :  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Absent  .  0 


THE  RESOLUTION— 

(346-24-BZ) 

Whereas,  this  request  was  for  a  reopening  to  permit  a 
garage  for  more  than  five  motor  vehicles  on  a  street  be¬ 
tween  intersecting  streets  in  which  portion  there  exists  an 
entrance  to  or  an  exist  from  a  public  school,  affecting  prem¬ 
ises  173-177  West  89th  street  (Block  No.  1220,  Lot  No.  5), 
Borough  of  Manhattan;  and 

Whereas,  the  same  conditions  were  passed  upon  by 
the  board  under  this  Cal.  No.  346-24-BZ  on  April  29,  1924 
and  denied,  because  of  the  existence  of  a  public  school, 
which  denial  was  upheld  by  the  Courts  in  the  decision 
rendered  in  Peo.  ex  rel.  Boyd  v.  Walsh,  217  A.D.  461. 

Resolved,  that  the  request  to  reopen  be  and  it  hereby  is 
denied. 


272-36-BZ. 

APPLICANT — Goldschlag  and  Kron,  for  Mayjay  Realty 
Corp.,  owner. 

SUBJECT — Application  (re  decision  of  the  commis¬ 
sioner  of  buildings)  under  section  7h  of  the  build¬ 
ing  zone  resolution,  to  permit  in  a  business  use 
district  the  parking  of  more  than  five  (5)  motor 
vehicles. 

PREMISES  AFFECTED— 1-5  Second  avenue  and  98-112 
East  Houston  street,  northwest  corner  (Block  No. 
456,  Lot  No.  34),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Charles  Fleece  and  Herman  Kron. 
For  Opposition  :  Arthur  Miller. 

ACTION  OF  BOARD — Application  granted  on  condition. 


THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(272-36-BZ) 

Whereas,  Goldshlag  &  Kron,  for  Mayjay  Realty  Corp., 
owner,  filed  September  14,  1936,  an  application  under  the 
building  zone  resolution  to  permit  in  a  business  use  dis¬ 
trict  the  parking  of  more  than  five  (5)  motor  vehicles, 
Premises:  1-5  Second  avenue  and  98-112  East  Houston 
street,  northwest  corner  (Block  No.  456,  Lot  No.  34),  Bor- 
Giigh  of  Manhattan ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  15,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and' 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  Houston  street  is  in  a 
business  and  unrestricted  use  district ;  that  Bowery  is  in 
an  unrestricted  and  business  use  district ;  that  Second' 
avenue  is  in  a  business  use  district ;  and 

Whereas,  the  zoning  violation  No.  16 — 1936  of  the  com¬ 
missioner  of  buildings,  rendered  August  3,  1936,  reads: 

“You  are  hereby  notified  that  the  building  situate  on 
all  of  the  lot  on  the  west  side  of  2nd  avenue,  north¬ 
west  corner  of  East  Houston  street  and  2nd  avenue, 
being  a  one-story  frame  building,  about  100  feet  front, 
125  feet  rear,  200  feet  deep,  and  10  feet  in  height,  and’ 
occupied  as  a  parking  lot  and  service  and  known  as 
Number  1-5  Second  avenue — 98-112  East  Houston 
street  and  located  in  a  business  district  in  the  Borough 
of  Manhattan,  in  The  City  of  New  York,  does  not 
conform  to  section  4-15  of  the  BUILDING  ZONE 
RESOLUTION  of  the  Board  of  Estimate  and  Appor¬ 
tionment  adopted  July  25,  1916,  in  the  respects  noted 
below : 

“In  that  of  occupying  the  ground  floor  as  park¬ 
ing  space  and  service  station  in  a  business  district 
where  prohibited.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  September  4,  1936,  reads : 

“In  reference  to  your  letter  of  Sept.  2nd,  1936,  please- 
be  informed  that  since  the  above  plot  is  located  in  a 
business  district,  a  parking  space  would  be  contrary  to 
Section  4,  subdivision  15,  of  the  Zoning  Law.” 

and 

Whereas,  the  premises  consist  of  an  irregular  shaped 
plot  of  ground  having  a  frontage  of  231  feet  on  E.  Hous¬ 
ton  street  and  70  ft.  9  in.  along  2nd  avenue  (Lot  38  having 
a  frontage  of  21  ft.  9  in.  on  E.  Houston  street  is  not  part 
of  premises  in  question),  the  westerly  portion  of  the  plot 
extends  into  the  unrestricted  use  district  for  a  distance  of 
approximately  30  ft.— the  remainder  of  the  plot  is  in  the 
business  use  district.  There  are  gasoline  storage  tanks  and 
pumps  on  the  west  portion  of  the  plot ;  on  the  2nd  avenue 
front  of  the  plot  there  is  a  6  ft.  by  12  ft.  accessory  build¬ 
ing  and  office;  it  is  proposed  to  use  the  plot  for  parking 
more  than  five  (5)  motor  vehicles;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report 
follows : 

REPORT  OF  COMMITTEE. 

Cal.  No.  272-36-BZ, 

Premises:  1-5  Second  Ave.  &  98-112  East 
Houston  St.,  northwest  corner  (Block 
456,  Lot  34),  Manhattan. 

June  14th,  1937. 

It  is  desired  to  occupy  this  plot  for  parking  and  a 
zoning  variance  is  requested  under  Sections  7h  and  21. 
The  plot  is  unbuilt  upon  and  is  now  and  has  been  used 
for  several  years,  since  the  widening  of  East  Houston 
street,  for  parking  and  for  storage  of  cars  offered  for 
sale  and  for  sale  of  gasoline.  Except  for  a  permit 
issued  for  a  gasoline  station  on  the  westerly  thirty  feet 
of  this  plot,  which  is  zoned  for  unrestricted  use,  there 
is  no  certificate  of  occupancy  for  the  use  of  the  balance 
of  the  plot  zoned  for  business  uses,  but  a  violation  is 
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pending,  No.  16  of  1936-,  not  only  for  lllegcil  purkinc  moliilp^  i  ..  . 

but  for  extending  the  gasoline  service  station  upon  the  of  plot  shall  be  leveled C0nd\\l0n  that  the  said  portion 
business  use  area  to  Second  avenue  where  gasoline  has  Houston  .  7  ^  £eneralIy  the  grade  of  East 

been  offered  for  sale  from  portable  tanks  permitted  to  a  substantial  f  nd  s!j‘l  surr°unded  on  all  sides  with 
be  used  by  the  fire  commissioner  In  addition  the  e  ?o?  street  nl  T  entra?ce  only  from  East  Hous- 

uses  have  extended  to  Lot  1,  located  at  the  corner  of  shall  also  he  WWCnty  f<^  in,width!  tha*  a  fence 

Bowery  and  East  Houston  street  and  to  Lot  38,  a  small  service  station  within?!??' sepa|‘atlfn^  the  existing  gasoline 
parcel  approximately  20  ft.  by  22  ft.  located  alone  East  ing  lot  -  that  tl  '  n, unrestricted  area,  from  this  park- 
Houston  street  near  Second  avenue  Both  thes!  lots  use  V,.  5  £ark.,nB  spa“  sha"  be  used  for  no  other 

No.  1  anti  No.  38,  are  owned  by  the  Sinking  Fu„d  arf  variance  St,1?"  perm,tted  during  tllc  peri™'  °f 
untier  the  control  of  the  Board" of  Transpoftation  who  from  the  premfes  eToLhere T'T  sha-"  be  r/movfd 
•advise  that  the  parking  lot  operators  are  trespassing  entrance  on  F«t  H™,?  there  may  be  maintained  at  the 
and  have  been  notified  to  vacate  after  a  refusal  to  ant  not  m  m  Houston  street  a  shelter  for  the  attend- 

grant  a  lease  for  parking  use  to  the  operator  and  100  sq.  ft  in  area -That anv  Hirht??  “S  ^  m°re  t,ha" 
applicant  for  such  lease,  Evelyn  Austin  Klinger  be  erected  on  iron  *  *  £  ,ghts  •  l°r  illumination  shall 

The  objectors  are  the  Park  Commissioner,  because  arranged  to  reflect  downwa’JdfvlnfT'J *  m?a  redector?.  .so 
of  adjacent  playgrounds  and  adjoining  and  adjacent  ing  buildings  to  the  norTh  that  th eiW,  P°  h  °  adJom" 
owners,  who  object  to  the  noise.  tiding  signs  maintain^  1  ’  that  ther.e  sbab  be  no  adver- 

In  the  opinion  of  the  Committee,  after  inspection,  a  advertising'  the‘  parking  useTnd  Vtin"  at  theffent7nfce- 
hrnited  parking  use  and  storage  of  automobiles  offered  sale-  that  a  harrir^J8^  n  k  d  Stl?g  cars  offered  for 
for  sale  should  be  permitted  on  the  portion  of  the  plot  and ’sS' spac?  shaH  no^b  uVdTo^V  k^  ^  N°'  38 
zoned  for  business  use,  excluding  the  portion  where  in  mitted  under  a  Variation  granted  bv  thl^h^’ PuT' 
the  unrestricted  use  a  gasoline  permit  exists,  provided  all  permits  shall  be  obtained  Ind^l  1°^  ^  3t 
the  area  is  separately  fenced  off  with  substantial  fenc-  pleted  within  one  month  from  the  H ^ ? h a  1 1  .b e  com¬ 
ing  with  one  entrance  only  to  the  parking  and  storage  the  date  of  th,s  actlon- 

area  from  East  Houston  street,  this  entrance  to  be  the  _ 

existing  curb  cut  easterly  of  the  curb  cut  used  and  75"37~ BZ. 

permitted  under  permit  No.  2394  to  the  gasoline  sta-  APPLICANT— Leo  Sussman  Cl  essefA  f  rs  .  XT 
tion.  The  gasoline  station  should  be  fenced  off  to  York  Savings  Bank  owner  EaSt  New 

separate  it  from  the  parking  lot  so  as  to  preclude  SUBJECT-Applicafion  (re  dedsion  of  ,he  •  • 

extension  of  the  gas  selling  area  beyond  the  confines  of  buddings)  under  seS  oM  7h  Ld  T‘SSr°^r 

of  the  unrestncted  use  district.  Fences  should  also  be  building  zone  resolution  to  „  '  •  21 ,  ',f  tl,c 

erected  to  separate  all  parts  of  tile  plot  from  the  lots  use  district  the  , '  "r  a  busl"ess 

under  control  of  the  Board  of  Transportation.  None  five  (5)  motor  vehicles  °f  m°re  tba" 

ut  jueasure  type  cars  capable  of  operation  should  be  PREMISES  AFFECTED  TS  40  t;.a  • 

permuted  to  be  parked  or  stored.  These  condition!  west  corner  of  ftFretf  sw? All^t"^  "To'!' 

the1  subwayPan(i "elevated  ‘emraS  APPEARANCES—  “d  M>’  °f  ’ 

~Vh^  SSSd  u*dS  For  Sa«-  a"d 

,/h  °n!y>  aS  ther^  ha*  been  no  hardship  shown  ACTION  OF  BOARD-Application  denied 
to  justify  any  grant  under  Section  21.  The  property  THE  VOTE  TO  GRANT- 

under  appeal  is  owned  by  the  Mayjay  Realty  Corpora-  Affirmative  .  n 

and  ’  if  isUstadedr  that  it' Is  leased  h^KV  Compa!ly  Negative  :  Chairman  Murdock,'  Commissioners 

Aust*"11  Walsh" .  “d. . Blum.  .and  .  .*?.«*"* .  C1’ie£  4 

in  inger.  The  Committee  sees  no  excuse  for  Absent  .  n 

the  issuance  of  permits  to  operate  posable  gas  tanks,  THF  RFSOT  TTTTDM  .  0 

some  of  which  have  been  kept  at  the  curb  No  curb  KtbOLUHON— 

pump  would  be  permitted  and  to  use  portable  tanks  at  (75-37-BZ) 

tin  ,C  tro  1S  ,a?  improper  evasion  of  the  law  and  a  dis-  Whereas,  Leo  Sussman,  for  East  New  York  Savins 
Unct  hazard  to  pedestrians  and  traffic.  Bank,  owner,  filed  February  25,  l“?‘  anTppHcalion  tmdS 

sjoner  .  re^ommends  to  the  Fire  Commis-  tbe  building  zone  resolution  to  permit  in  a  business  use 

rescinded  ‘  P  Tmit  f°r  portable  £asoIine  tanks  be  district  the  parking  or  storage  of  more  than  five  (5)  motor 
/c-  ttatvt-.  r-  vehicles;  Premises:  38-48  Livonia  avenue  southwest  cor- 

(Signed)  HARRIS  H.  MURDOCK,  ner  of  Barrett  street  (Block  No.  3581,  Lot  Nos.  32  and 

Chairman.  do),  Borough  of  Brooklyn;  and 

CHARLFS*  M  Ilum™’  brAhe^R  d  PUfb‘iC,  he,a™g  was  held  on  ,Ws  application 

PATRICK  WAT  cw’  55  ?  Bi°ard  ,°ef  Standards  and  Appeals,  at  its  regular 

f  A  1  KICK  WALSH,  meeting,  June  15,  1937,  after  due  notice  by  publication  hi 

and  Committee  the  bulletin  of  the  Board  of  Standards  and  Appeals  •  and 

mm piils  iilliSII 

Section  21  ard'h'P  eX'S‘ed  '°  WarraPt  gran,ing'  “"der  Whereas,  the  decision  of  the  commissioner  of  buildings 
Resolved,  that  the  Board  of  Standards  and  t  rendered  January  26  1937,  re  App.  No.  1128-1937,  reads:  ’ 

'}}'  f°r.  a  Pen?d  °f  two  (2)  years  from  the  date  of  this  and 

ion,  to  permit  that  portion  of  the  plot  within  the  busi-  Wwf-pfac 
ness  use  area  to  be  used  for  parking  of  more  than  file  •  Wh?reas,  the  premises  consist  of  a  plot  of  ground  hav- 

automobiles  of  the  pleasure-type  and  storage  of  such  auto!  ‘of  LrrXJt-^  £  £ 
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the  parking  or  storage  of  more  than  five  (5)  motor  ve¬ 
hicles.  There  is  a  6  ft.  6  in.  by  6  ft.  6  in.  office  on  the 
site ;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  Board,  report  of  which 
inspection  was  read  at  the  hearing  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE 
Cal.  No.  75-37-BZ 

38-48  Livonia  avenue  S.W.  cor.  Barrett  street,  Brook- 
lyn. 

After  inspection  and  hearing,  the  committee  is  of  the 
opinion  that  it  is  not  desirable  to  permit  this  plot  to 
be  continued  as  a  parking  lot.  There  appears  to  be 
no  real  need  for  it  and  the  appearance  and  the  com¬ 
plaints  registered  indicate  that  it  is  a  deteriorating 
influence  on  the  area. 

The  committee  recommends  that  the  board  does  not 
exercise  its  discretion  to  grant  the  desired  use  under 
section  7-H. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM,  . 

Committee. 

PATRICK  WALSH, 

Concurring. 

and 

Whereas,  this  report  in  substance  recommended  the  de¬ 
nial  of  the  application  and  the  board  deems  that  this  is  not 
a  proper  case  in  which  to  exercise  its  discretion  to  grant 
under  Section  7-H  of  the  building  zone  resolution  and  that 
the  applicant  failed  to  substantiate  the  basis  of  his  appli¬ 
cation  under  Section  21,  hardship. 

Resolved,  that  the  decision  of  the  Commissioner  of  Build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


181-37-BZ. 

APPLICANT — Irving  M.  Fenichel,  for  Sarah  Kargman 
Estate,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  building  to  be  used 
as  a  blacksmith  shop  and,  also,  as  a  dwelling. 
PREMISES  AFFECTED — 639-641  Neptune  avenue,  north¬ 
east  corner  of  Shell  road  (Block  No.  7269,  Lot  No. 
17),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Irving  M.  Fenichel,  Meyer  Karg¬ 
man,  Alex  Kargman  and  Jacob  Kirschenbaum. 
For  Opposition :  Frank  A.  Kister. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE—  . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(181-37-BZ) 

Whereas,  Irving  M.  Fenichel,  for  Sarah  Kargman  Es¬ 
tate,  owner,  filed  April  21,  1937,  an  application  under  the 

building  zone  resolution  to  permit  in  a  business  use  district 
the  erection  and  maintenance  of  a  building  to  be  used  as  a 
blacksmith  shop  and  dwelling;  Premises:  639-641  Neptune 
avenue,  northeast  corner  Shell  road  (Block  No.  7269,  Lot 
No.  17),  Borough  of  Brooklyn;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  15,  1937,  after  due  notice  by  publication  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Neptune  avenue  is  in  a  busi¬ 


ness  district;  that  Shell  road  is  in  a  business  district;  “D” 
area  1  times  height,  except  at  junction  of  Sheepshead  Bay 
road,  where  it  is  unrestricted ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  22,  1937,  in  acting  on  N.  B.  Applic.  No. 
17867-1936,  reads: 

“Proposed  blacksmith  shop  to  be  located  in  business 
use  district  is  contrary  to  Art.  II,  Sect.  4a  of  zone 
resolution.  Denied.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  36  ft.  4f&  in.  on  Neptune  avenue,  80  ft. 
4  in.  on  Shell  road,  triangular  in  shape,  on  which  it  is 
proposed  to  erect  a  2  story  non-fireproof  building,  to  be 
occupied  as  a  blacksmith  shop ;  first  story  and  dwelling  for 
2  families  above,  the  building  to  occupy  all  but  a  very 
small  portion  of  apex  of  plot;  and 

Whereas,  the  site  under  appeal,  as  well  as  the  present 
shop  occupied  by  this  owner  on  West  8th  street,  was  in¬ 
spected  by  a  committee  of  the  board  in  order  to  be  in¬ 
formed  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  applicant  was  entitled 
to  relief  under  Section  21  on  the  grounds  of  practical 
difficulty  and  unnecessary  hardship. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does; 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  under  Section- 
21,  to  permit  the  plot  under  appeal  to  be  developed  with  a 
two-story  building  as  indicated  on  plans  filed  with  this 
appeal  and  permitting  the  street,  floor  to  be  used  for  manu¬ 
facturing  purposes  for  body-building  and  repair,  including 
a  blacksmithing  forge  and  necessary  equipment  therefor, 
on  condition  that  the  main  entrance  to  this  first  floor  occu¬ 
pancy  shall  be  from  Neptune  avenue,  as  shown,  and  that 
the  windows  along  Shell  road  shall  be  subdivided  panes,  as 
indicated  on  elevation  drawings;  that  the  entire  ceiling  of' 
1st  story  shall  be  fire-retarded  in  accordance  with  the 
Pules  of  the  Board  of  Standards  and  Appeals  and  that  the 
2nd  story  shall  be  used  for  residential  occupancy  for  not 
over  two  families;  that  the  building  shall  not  exceed  two 
stories  in  height  and  shall  be  constructed  of  face  brick 
with  terra  cotta  or  stone  trimmings  on  the  street  eleva¬ 
tions;  that  signs  shall  be  restricted  to  a  permanently  at¬ 
tached  sign  on  the  main  entrance  excluding  roof  and 
temporary  signs;  that  other  than  as  varied  herein,  all  other- 
laws,  rules  and  regulations  applicable  to  construction  and 
use  of  this  building  shall  be  complied  with;  and  that  all 
permits  shall  be  obtained  and  all  work  completed  within 
one  year  from  the  date  of  this  action. 


39-37-BZ. 

APPLICANT — Cafiero  and  Lacerenza  for  Margaret  J. 
Quinn,  Marguerite  E.  Quinn  and  Bessie  Schwartz! 
owners. 

SUBJECT— Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
extension  of  an  existing  gasoline  service  station 
aLo  the  inclusion  of  a  brake  testing  service. 
1  REMISES  AFFECTED — 2-8  Matthews  place,  1-5  Slo¬ 
cum  place  and  619-641  Coney  Island  avenue,  east 
side,  between  Matthews  place  and  Slocum  place 
(Block  No.  5141,  Lot  Nos.  53  and  74),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Q.  Parcella  and  William  A.  La¬ 
cerenza. 

For  Opposition:  Thomas  H.  Low. 

ACTION  OF  BOARD — Application  granted  on  condition. 
Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  Q 
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THE  RESOLUTION— 

(39-37-BZ) 

WhereaS  Cafiero  &  Lacerenza,  for  Margaret  J.  Quinn 

Janimrv^O  W7T  anc|.  Bessie  Schwartz,  owners,  filed 
January  30,  1937,  an  application  under  the  building  zone 
resolution  to  permit  in  a  business  district  the  extension  of 
(  eXKStl,ng  gas?hne  service  station  and,  also,  the  inclusion 
ofabmlce  testing  service;  Premises:  2-8  Matthews  place 
U5  Slocum  place  and  619-641  Coney  Island  avenue  east 
Matthews  place  and  Slocum  place  (Block 
^  wll4pp4L  Nos  S3  and  74),  Borough  of  Brooklyn;  and 

bv^hfp  ’  ^  pl5bcC  hean?g  was  held  on  this  application 
b>  the  Board  of  Standards  and  Appeals,  at  its  reeailar 

™et'ng’  JUD%  15d  1P?7’  after  dlle  n°tice  by  pubhcatMn  in 
it  bulletin  of  the  Board  of  Standards  and  Appeals-  and 
.  Whereas,  the  use  district  maps  accompanying  the  bud d- 
ing  zone  resolution  show  that  Coney  Island  avenue  is  in 
a  business  use  district;  that  Stratford  road  is  in  a  resi¬ 
dence  use  district ;  that  Slocum  place  is  in  a  residence  and 
business  use  district;  and  that  Matthews  place  is  in  a  resL 
dtnce  and  business  use  district ;  and 

hereas,  the  decision  of  the  commissioner  of  buildings 
tendered  June  2,  1937,  re.  Applic.  No.  15045-1936,  reads  f  ’ 

business  distrS^sHconlrarrto3"^^6^1^^0^  Tub* 

-  -o^ionS%pLtt 

and 

•  Whereas,  the  premises  consist  of  a  plot  of  ground  hav 
mg  a  frontage  of  200  ft.  6/2  in.  on  Coney  Islfnd  avenue' 
63  ft.  7  in.  on  Matthews  place  and  48  ft.  10^  in  on  Slocum 
place  and  comprises  Lots  53  and  74  On  T  Vi  ca  V  •  u  T 

loc«nTge  °f  r0  ft  3  in‘  0,1  Co™y  iSand  avenuI  there “ 

rated  daa2gstOTvefSerV'CedStan°ni  on  Lot  74  ,here  ls  lo- 
cated  a  2-story  frame  dwelling  and  also  a  three-car 

Lot&74  ’tn  h  prop(?sed  to  demolish  the  frame  dwelling  on 
Lot  74  to  change  the  occupancy  of  the  three-car  ?anw  tc 
brake  service  and  to  erect  on  Lot  S  an  a!  i,g  §  to 
a  brake  service  station  and  also  gasoLe  storage  ZksTd 

Si  7nV°  “Se  ,hC  emire  as  a  «JSb fetVfce 

.  ^  hereas,  the  site  under  appeal  was  the  subiect  nf 
inspection  by  a  committee  of  the  board  renort  If  1  u 

lowse:Ctl0n  WaS  rCad  at  this  hearing  and  ’which  report  foh 

report  of  committee 

Ravenue  ^N  E39cf‘Bsf  Premi,ses  dlQ-bMCoJiey  UUnd 
avenue,  N.E.  cor.  Slocum  place,  Brooklyn. 

Block  SuTZTth  Untr  appeal  rare  know"  as  Lot  74 
on  t  f  a  a  fr0ntage  °f  approximately  100  ft 

c  i  iey,  fs^and  avenue  and  approximately  49  ft  on 

auto  laundry  and  auto  greasing”  fofX 
Iron?  on  C  S°  °CTCU,Plef  bei"S  the  Glance  ofthe  block 

of  Ma«he»°ne„>iarean^aV're  ?'  the  'cS 

^dLwhkhais7oprr*eden'' avenJe 

,Pt  7ff  r  ment  ot  tber  Commissioner  of  Buildings  to  be 
fence  pCT^k,  °£-  a  concrete  and  w"S  cable 

sS-^KSSSS 

AppealY  £"*  -°£ 


sioncr  of  Rin'M  C°U  P°n,lted  OUt  that  the  Cofnmis- 
cades  for  ,  lnRS  was  without  power  to  order  barri- 
Th.r  ft  ■  < ,purpose  of  separating  such  uses. 

adiolJin1  three-car  garage  is  an  extension  of  the 

de  ermhferfbSv0  r  6  T!/°n  and  a  part  thereof  is  Nearly 

if decisions' particuiariy  in  the  mat- 

*s  !low  Proposed  to  eliminate  the  fence  barrier 
af  ivhlTCar  -garage  for  brake-testing  and  to  erect 
a  toS  OT"1  SCCtl0n  f°r  brake-testing  so&as  to  provfde 
a  total  of  seven  testing  racks  and  on  the  corner  of 

&fc°ne-Sny  naUt°  showroom>  setnback: 

ft  so  that  thl  ^nney  L  and  avenue  approximately  22 
be’ used  for  add!?? ace  a  0^- C°ney  Island  avenue  can 
entrance  frnm^  gas°lme  pumps  with  a  curb  cut 
XV&S  P£”eand  ap  addd»"a'  curb 

uses  ....  fr0.l?t  as  a  Srasolme  station  including  tile 

bSLsrwh  cite  co“tr  hwasugd car  greasipg' 

Ses  a"d  a  ca?  shohwroomnda„^  TcesUr) 

The  W  C  °ne  ,C°Jntr°l  and  management  7 

ihe  objectors  include  adjacent  owners  in  comneti 

ne  s  "area  auYXW  .°^ers  in  thc  ^  £  the  bust 
nlace  i  j  d,  the  •  adJoming  residential  area.  Slocum 
plaee  i5  entirely  given  over  to  residential  uses  eSceS 

s^Tssssass 

(Signed)  HARRIS  H.  MURDOCK, 

rtTTmkT .  Chairman. 

BERNARD  A.  SAVAGE 
CHARLES  M.  BLUM  ’ 
PATRICK  WALSH,  ’ 

Committee., 

tiorl Jfsubdivlshant'^oftftbuilding  zf  °f  S«' 

a,SheWB°^dSaotIF dd  4S  “d  dSS 

hereby  make  a  variation  m  t h t  i'.n  U Jir, n''  1  f  )  1  p‘;a  1  ^  does 
tnct  regulations  of  thp  k,,; u-  PPtication  of  the  use  dis- 

the  application  be  and  it  herebv  L°ne  r^s°lutl°j’  ar|d  that 
7-C,  to  permit  the  existing  X  granted,  under  Section 
rear  of  Lot  74  to  be  used  for  h  tuCV  ?arage  building  at 
the  removal  of  the  existinp-  and  Permitting 

between  Lots  74  and  53  provider^  and  wire"cabIe  fence 
ance  of  Lot  74  for  thp  f„’liP  °  uf  ?  the^?  1S  erected  on  bal- 
to  the  rear  and  from  the  three  lu  r°m  ^oney  LNnd  avenue 
a  building  to  be Tsed  "for  *?  Sl°CUm  place’ 

accessory  store,  not  exceeding  ZpS  6-S  ag^ncy  and 
constructed  of  fireoronf  St°ry  ln  height  and 

beams  and  roof  ^  tke  r°«f 

ceiling  is  plastered-  thnAhl  f  5  f  »°?d’  Provided  the 
with  stone  or  terra  cotTa  trimiS?*  l  be  °f  face  brick 

adjoining  accessory  buildings  of  HdV0  harmonize  with  the 
all  working  plans'  shall  he  V  K  •  gas°hne  station;  that 

approved  bV  ^Tch^Lnin  &  b°uartd  rand 

same  are  filed  with  nenair  ot  the  board  before 

such  plans  shall  be  filed  wlthh^8510061"  ^  buildings;  that 

shall  be  obtained  and  all  worWnmTl^  ^  a^  perm'ts. 
after  approval.  k  completed  within  a  year 


and 
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95-35-BZ. 

APPLICANT— Frank  V.  Laspia,  for  Stanley  Gorski, 
owner. 

SUBJECT— Application  for  consideration— reopening  and 
extension  of  permit — re  Application  (decision  of 
the  commissioner  of  buildings)  under  section  7a 
of  the  building  zone  resolution,  permitting  in  a 
residence  use  district  the  change  of  occupancy  of 
an  existing  building  (located  on  the  rear  on  the 
lot)  to  a  knitting  mill  for  a  temporary  period. 
PREMISES  AFFECTED— 423  Barbey  street,  east  side, 
150  ft.  north  of  Belmont  avenue  (Block  No.  4013, 
Lot  No.  3),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  Michael  Agusta. 

ACTION  OF  BOARD— Application  reopened  and  permit 
extended. 

THE  VOTE  TO  REOPEN—  .  . 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  . 

THE  VOTE  TO  EXTEND  PERMIT— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  ^ 

THE  RESOLUTION— 

(95-35-BZ) 

Whereas,  this  application  affecting  premises  423  Barbey 
street,  east  side,  150  ft.  north  of  Belmont  avenue  (Block 
No  4013  Lot  No.  3),  Borough  of  Brooklyn,  was  granted 
by  the  board  July  16,  1935,  on  certain  conditions  and 
applicant  requested  an  amendment  of  the  resolution  as  to 
extending  the  permit. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  resolution  adopted  by  the  Board  on  July  16, 
1935,  only  so  far  as  it  has  reference  to  term  of  this  permit, 
so  that  as  amended  it  shall  read : 

“Resolved,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulation  and  that  the  application  be  and 
it  hereby  is  granted  under  Section  7-a  for  a  period  of 
two  years  from  the  date  of  this  amended  resolution, 
permitting  the  extension  of  the  existing  business  use, 
namely,  knitting  mill,  into  the  rear  building  which  was 
approved  by  the  commissioner  of  buildings  under  N. 
B.  8910-1932  as  a  private  garage  accessory  to  the  resi¬ 
dential  building,  on  condition  that  this  rear  building 
shall  not  be  increased  in  height  or  area ;  that  any  lot 
line  windows  opening  on  adjacent  property  shall  be 
fireproof  and  self-closing  and  glazed  with  wire  glass  ; 
that  the  ceilings  shall  be  fire  retarded  in  accordance 
with  the  rules  of  the  Board  of  Standards  and  Appeals ; 
that  this  building  shall  not  be  used  for  any  purpose 
other  than  the  present  use,  namely,  as  a  knitting  mill; 
that  all  machinery  shall  be  removed  from  the  first 
floor  of  the  existing  three-story  building  on  the  front 
of  the  lot,  except  sewing  machines  and  similar  light 
machines;  that  the  front  of  the  three-story  building 
shall  not  be  altered  and  no  signs  advertising  the  non- 
conforming  use  shall  be  displayed  on  the  front  of  the 
building  or  elsewhere  on  the  exterior  of  the  premises ; 
that  all  permits  shall  be  obtained  within  three  months 
and  all  work  completed  within  six  months  from  the 
date  of  this  resolution. 


254-35-BZ.  • 

APPLICANT — Scacchetti  and  Siegel,  for  Winter,  Mead 
and  R.  Hawley  Truax,  as  Trustees  of  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  7 a  of  the 


building  zone  resolution,  permitting  in  a  business 
use  district  the  alteration  of  an  existing  building 
now  occupied  as  a  storage  garage  for  more  than 
five  (5)  motor  vehicles  and  stores,  so  as  to  create 
a  gasoline  service  station  from  a  portion  of  the 
existing  garage  and  stores,  a  portion  of  the  garage 
having  been  previously  granted  by  the  board. 
PREMISES  AFFECTED— 300-318  Cathedral  parkway, 
486-489  Central  Park  West  and  1-11  West  109th 
street  (Block  No.  1845,  Lot  No.  36),  Borough  of 
Manhattan. 

APPEARANCES— 

For  Applicant :  Max  Siegel. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(254-35-BZ) 

Whereas,  this  application  affecting  premises  300-318 
Cathedral  parkway,  486-489  Central  Park  West  and  1-11 
West  109th  street  (Block  No.  1845,  Lot  No.  36),  Borough 
of  Manhattan,  was  granted  by  the  board  January  28,  1936, 
on  certain  conditions,  plans  approved  March  24,  1936,  and 
applicant  requested  an  amendment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  action  of  March  24,  1936,  approving  plans 
by  adding  thereto : 

“that  in  addition  to  the  sign  shown  on  the  plans  here¬ 
with  approved,  there  may  be  erected  an  additional  cir¬ 
cular,  illuminated  sign  attached  to  the  existing  lighting 
standard,  as  shown  on  plans  marked  “Received  June 
3,  1937”;  this  lighting  standard  shall  be  at  a  point 
approximately  40  ft.  west  of  the  building  line  of  Cen¬ 
tral  Park  West ;  that  this  sign  shall  be  similar  in 
design  and  in  distance  beyond  the  building  line,  as  the 
illuminated  sign  shown  on  approved  plans  to  be  located 
at  the  northwesterly  portion  of  the  property  along 
Cathedral  parkway.” 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 

229-37-A. 

APPLICANT— Francis  Valva,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 21-27  North  Oxford  street, 
east  side,  296  ft.  north  of  Park  avenue  (Block  No. 
2029,  part  of  Lot  No.  10),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  George  W.  Winell. 

ACTION  OF  BOARD — Laid  over  to  July  7,  1937  at  2 
P.M.  on  request  of  applicant’s  representative.  The 
premises  were  inspected  by  a  committee  of  the 
board,  whose  recommendation  was  that  because  of 
the  hazardous  occupancy,  a  sprinkler  system  should 
be  installed,  the  committee  finding  that  a  partly 
dismantled  sprinkler  system  exists  in  the  building 
and  applicant  requested  further  adjournment  so  as 
to  obtain  estimates  and  to  file  plans  for  a  sprinkler 
system  for  approval  of  the  board. 


258-37-A. 

APPLICANT — Jane  Baylee  Stevens,  for  James  G.  Cof¬ 
fin,  owner. 
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I  SUBJECoT  wrdpie„ai£r0m  a  deCiSi0n  0f  ,he  cornm'ssioner  APPEARANCES-  - 

PREMISES  AFFECTED — 35-55  223r<l  street,  northeast  For  Applicant :  Benjamin  Saltzman,  Paul  Fried- 

corner  of  37th  avenue  (Block  No.  6192,  Lot  No  ™an’  SSfretary  to Commissioner ;  Mrs.  Sund- 

Annn.n^’  Bayside,  Borough  of  Queens.  t-  sj^om’  Peter  M.  Eriksen. 

APPEARANCES —  ~  '  ArTTnMnr^A5'1'0111  Louis  Galumbeck. 

For  Applicant:  Jane  Baylee  Stevens.  11  pMF  BOARD— Laid  over  to  June  29,  1937,  at  2 

ACTI°  p  SF,  B0ARD-Laid  over  lo  July  7,  1937  at  2  sen  his  cal*  °W"Cr  may  °b'ain  a,torney  to  ',re- 

P.M.  for  inspection  by  committee  of  the  board. 

-  249-37— A. 

APPLICANT  r  M  n  l-  ,  SUmFCTNT^De,re?hun  Realty  c°-  owner- 

]  '  SawJg7Jow“er  ,nger'  £°r  S“me'’'S  Ba"k  for  “  dedsion  o£  the  commissioner 

SUBJECT—Appeal  from  a  decision  of  the  commissioner  PREMISES  AFFECTED-179-1S  Grand  Central  parkway 

PREMISES  AFFFCTFD  e  9  ,n  m  06  f'i  “st  "f  Tudor  road  ( Block  No! 

siHp  u  tJ  i7ED  5  South  Oxford  street,  east  if39’  Lot  Nos-  78  and  82),  Jamaica,  Borough  of 

side  33  ft.  10  in.  south  of  Dekalb  avenue  (Block  A  Queens.  g 

APPEAR ANCFS  LOt  N°‘  33)’  Borough  o£  Brooklyn.  APPEARANCES— 

APPEARANCES—  Applicant :  Banton  Moore. 

P°r  Applicant :  C.  I.  Goldman  and  J.  M.  Berlinger.  JS  SL0/  BOARD— Appeal  granted  on  condition 
For  Administration:  Assistant  Engineer,  Benjamin  THE  V9F~ 

ArTTnM  ^;Ja™an.  Department  of  Buildings.  Affirmative:  Chairman  Murdock,  Commission- 

ACTION  OF  BOARD— Laid  over  to  June  22,  1937  at  2  w  i  u Vage  and  Blum  and  Assistant  Chief 

P.M.  for  final  disposition.  ’  ,T  walsh  .  . 

Negative  .  .  2 

- -  Absent  .  . .  ^ 

267- 37-A.  THE  RESOLUTION— 

|  APPLI(^^F~J-  Berlinger,  for  Seamen’s  Bank  for  (249-37-A) 

SUBJET*UL  a  dedsim  °£  *>“  — ?reoThaUndeRcSlo‘„y 

appeaEIB' — — ,rk « 

For  Applicant:  C.  I.  Goldman  and  J.  M.  Berlinger.  daje  aTO/vlS?1 Sj?T„°£  buildings' 

For  ife Be"jami"  ■  “y  l— 

ACTION  OF  BOA JID-Lari  orer  to  June  22,  1937,  at  2  known  as  179-15  Grand  Cemral  parkway  BorougTof 

P.M.  for  final  d.spos.t.on.  Queens,  first,  second  and  third  iWs(’  fo?  nursing 

_  b°T  Purposes,  be  advised  that  inspeciion  has  been 

268- 37-A.  DENTFD Lfc  “/T.1''  yonr  application  is  hereby 

APPLICANT— Rubinton  and  Coleman,  for  Morris  Rosen,  the  building  code  of  theTUlTNUMrk'  fo/pro- 

owner.  ’  posed  use.  p 

SUBJECT— Appeal  from  a  decision  of  the  commissioner  an,d  ,  , 

ot  buildings.  Whereas,  the  building:  in  nuestinn  ic  ?i/  .1  • 

PREMISES  AFFECTED  582  Fourth  avenue,  northwest  ft-)jn  height,  63  ft.  x  25  ft.  6  in.  in  area,  on  a  lotTeo'  ft 
Nrn^m0fT5PrOSPuCtravT;enue  (Block  No-  1051>  Lot  fons S  /*'  m  fea’  Iocated  in  a  ^sidence  F  zone,  erected  in 
APPEAR^ES-™^  °f  Br00klyn'  proof  0=^0^  “  *  SCh001  “d  is 

For  Applicant:  Leonard  Acker  and  Alfred  A.  Whereas,  the  applicant  contends  that  the  first  two  floors 
p  Lama‘  .  .  f"eE°f  fir,eProof,  construction  and  these  are  the  only  floods 

For  Administration :  Assistant  Engineer,  Benjamin  *?  bef  fed  tbe  arsing  home.  The  basement  walls  are 
Saltzman  Department  of  Buildings;  Paul  about  two  feet  thick,  of  fieldstone  and  concrete  Allnar- 
Friedman,  Secretary  to  Commissioner.  tihons  from  ce  lar  to  second  floor,  inclusive  are  hollow 

ACTION  OF  BOARD-Laid  over  to  June  29  1  937  at  2  w  The  r°°l  1S  tiIed;  and  ’  h°Il0W 

oPfliidingsdditi0nal  information  from  ’department  Gf  thTboard.^656  prem'Ses  were  mspected  by  a  committee 

ini^h °lved<  that  die  decision  of  the  commission  or  build- 

283  37  A  '  Infl  it hndh  -hereby  ls,mod*fied  and  that  the  appeal  be 

283-3/-A.  and  it  hereby  is  granted,  permitting  the  premises  under 

APPLICANT— Benjamin  Saltzman,  Assistant  Engineer,  years  from6  thJedl  f  a  fnuf?ing  home  foJ  a  Period  of  five 

or  Edwin  H.  Thatcher,  commissioner  of  build-  ments  of  section  72  nf°tt  1  Vs .  ac:tlon.  waiving  the  require- 
^  mgs.  ments  ot  section  72  of  the  building  code,  on  condition  that 

0  EIhekF  PREMISES  AFFECTED-Louis  Galum-  ffie  pSSs^shall  no?  he  &  f°r  aged  Pe°ple ;  that 

SUBJECT-Application  for  revocation  of  certificate  of  thA*”'  “f*  SCC°f  ^  .o^th^buSS?6*”^ 

Ssluda^  NO'  61564  and  PCrmitS  Na  1603/28  and  ^at  no  hos^taliz'atTon  shalt^'S^on'Se  presses "thai 
PREMISES  AFFECTED — 49-57  Lake  street  and  2036-  7?  nWpthr •m-SpectSJthai?,  as  modified  herein  as  to  section 

2044  McDonald  avenue,  west  side,  335  ft.  north  applicable  to  Pdf'  hLM'3  °ther.  rules>  laws  and  regulations 
of  Avenue  S  (Block  No.  6680,  Lot  No.  25),  Bor-  P  2ied  with  tha^lf^  ,tS.*USe  and  occupancy  shall 
ough  of  Brooklyn.  !  .  complied  w  th ,  that  all  permits  required  shall  be  ob¬ 

tained  within  six  months  from  the  date  of  this  action 
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253-37-A. 

APPLICANT— Oliver  W.  Holmes,  for  Farragut  Pool, 
Inc.,  owner. 

SUBJECT _ Appeal  from  an  order  of  the  nre  commis¬ 

PREMISES  AFFECTED— 1525  Albany  avenue  (East 
41st  street),  east  side,  115  ft.  south  of  Farragut 
road  (Block  No.  5016,  Lot  No.  13),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  Oliver  W.  Holmes. 

For  Administration:  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD— Appeal  granted  on  condition. 

THF  vote _ 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chiei 

Walsh  .  q 

Negative  .  n 

Absent  . 


THE  RESOLUTION— 

(253-37-A) 

Whereas,  Oliver  W.  Holmes,  for  Farragut  Pool,  Inc., 
owner  filed  June  2,  1937,  an  appeal  Horn  an  order  of  the 
fire  commissioner,  affecting  premises  1525  Albany  avenue 
(East  41st  street),  east  side,  115  ft.  south  of  Farragut 
road  (Block  No.  5016,  Lot  No.  13),  Borough  of  Brooklyn; 

^Whereas,  the  order  No.  70922-LC  of  the  fire  commis¬ 
sioner,  dated  May  6,  1937,  reads  as  follows: 

“1.  Discontinue  the  storage  and  use  of  hquihed 
chlorine  on  above  premises  for  the  reason  that  same  is 
prohibited  by  Code  of  Ordinances,  City  of  New  Yi ork, 
in  a  place  of  public  assembly,  Section  214-A-4-K 
“You  are,  therefore  ordered  forthwith  to  remove  all 
cylinders  of  liquified  chlorine  from  above  premises. 


Whereas,  the  building  in  which  the  chlorine  is  stored  is 
one  story  in  height,  20  ft.  by  20  ft.  in  area,  and  used  as  a 
filterhouse  in  connection  with  the  swimming  pool  on  a 
plot  200  ft.  by  500  ft.  in  area,  located  in  a  business  use 
district  for  which  Certificate  of  Occupancy  No.  53611  was 
issued  November  12,  1928;  and 

Whereas,  permission  is  requested  to  continue  the  storage 
and  use  of  one  150  lb.  cylinder  of  chlorine  in  the  niter 
house  for  use  in  connection  with  the  swimming  pool  lo¬ 
cated  on  the  same  plot  ;  and 

Whereas,  the  applicant  contends  that  the  chlorine  is 
contained  in  commercial  containers  and  stored  out  of  the 
public’s  reach  in  a  building  of  concrete  blocks  to  which  no 
one  is  admitted  and  which  is  locked  at  all  times,  that  this 
building  is  thoroughly  ventilated  by  louvre  windows,  which 
insure  adequate  circulation  of  air  within  the  building,  that 
for  the;  last  eight  or  nine  years,  the  Fire  Department  has 
approved  and  granted  permission  to  use  this  chlorine  in 
the  same  manner  and  their  action  in  declining  to  continue 
this  policy  has  not  been  explained ;  and 

Whereas,  these  premises  were  the  subject  of  an  inspec¬ 
tion  by  a  committee  of  the  board,  prior  to  the  hearing,  in 
order  to  be  informed. 

Resolved,  that  the  Order  No.  70922-LC,  of  the  commis¬ 
sioner  of  buildings  be  and  it  hereby  is  modified  and  that 
the  appeal  be  and  it  hereby  is  granted,  permitting  the  use 
and  storage  of  one  105  lb.  cylinder  of  liquefied  chlorine 
for  the  purification  of  water  in  swimming  and  wading 
pools  for  the  period  of  one  year  from  the  date  of  this 
action,  on  condition  that  such  storage  and  equipment  shall 
be  located  in  the  building  as  indicated  on  plans  marked 
filed  with  this  appeal  and  the  container  itself  shall  be  stored 
at  all  times  in  a  steel  cabinet,  the  container  to_  be  held 
upright  and  secured  by  rigid  metal  braces ;  that  this  cabinet 
shall  be  vented  to  the  outer  air  and  protected  by  a  sprinkler 
head  fed  by  a  one-inch  pipe  taken  from  the  water  supply 
and  controlled  by  a  conspicuously  labeled  valve  immedi¬ 
ately  inside  or  outside  the  door  to  the  storage  building; 
that  if  such  control  pipe  is  located  outside,  that  it  shall 


be  of  sufficient  height  to  be  out  of  immediate  reach  of 
the  public ;  that  there  shall  be  an  approved  Wallace  & 
Tiernan,  or  similar  approved  apparatus  for  control  of  the 
chlorine ;  that  an  approved  gas  mask  shall  be  furnished 
and  kept  in  a  break  glass  cabinet  in  an  easily  accessible 
place ;  that  no  persons  shall  be  allowed  in  the  storage  room 
except  necessary  employes  and  that  the  door  to  such  stor¬ 
age-room  shall  normally  be  kept  locked ;  that  employes 
in  charge  of  the  apparatus  and  water  treatment  system 
shall  hoM  certificates  of  fitness  and  shall  be  trained  in  the 
proper  use  of  gas  masks  ;  that  during  the  winter  months 
when  the  pools  are  not  in  operation,  the  chlorine  cylinders 
shall  be  removed  from  the  premises ;  that  the  police  com¬ 
missioner  and  the  local  engine  company  shall  be  informed 
as  to  this  permitted  chlorine  storage. 


255-37-A. 

APPLICANT — Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — East  side  of  First  avenue  to 
East  River,  between  East  111th  and  East  114th 
streets  (Block  No.  1705,  Lot  No.  1),  Thomas  Jef¬ 
ferson  Park,  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  F.  Pannaman,  E.  Sears,  and  J. 
Hannegan. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(255-37-A) 

Whereas,  Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner,  filed  on  June  3,  1937,  an 
appeal  from  an  order  and  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  east  side  of  First  avenue  to 
East  River,  between  East  111th  and  East  114th  streets, 
Thomas  Jefferson  Park,  (Block  No.  1705,  Lot  No.  1), 
Borough  of  Manhattan ;  and 

Whereas,  the  order  No.  4746-LC  of  the  fire  commission¬ 
er,  dated  December  30,  1936,  reads: 

“In  reference  to  applications  filed  with  this  depart¬ 
ment  to  store  and  use  liquefied  chlorine  at  the  loca¬ 
tions  referred  to  above,  I  regret  to  inform  you  that 
owdng  to  the  restrictions  governing  the  subject  matter 
(Sec.  214  A-4-F,  Chapter  10,  Code  of  Ordinances) 
permits  requested  by  your  department  may  not  be  is¬ 
sued. 

The  disapproval  of  the  applications  in  question  is 
not  without  reluctance  on  the  part  of  this  department 
as  it  fully  realizes  that  the  proposed  use  of  liquefied 
chlorine  is  for  and  in  the  interest  of  the  public.  Chap¬ 
ter  10  of  the  Code  of  Ordinances,  however,  is  de¬ 
signed  to  encompass  the  same  the  objective  but  the 
restriction  referred  to  proceeds  in  that  direction  from 
a  different  reason  which  this  department  may  not 
disregard. 

Will  you  therefore,  kindly,  notify  this  department 
of  the  calendar  number  assigned  to  your  appeal  by  the 
Board  of  Standards  and  Appeals.  It  being  assumed 
that  your  department  will  pursue  that  course.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
June  1,  1937,  reads : 

“The  purpose  of  this  communication  is  to  advise 
that  this  department  does  not  reissue  an  order  so  that 
it  can  be  taken  before  the  Board  of  Standards  and 
Appeals  when  the  time  limit  in  order  to  file  the  appeal 
has  expired.” 
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We  have  been  advised  that  the  Board  of  Standards 
and  Appeals  will  accept  a  letter  from  this  department 
as  a  basis  for  the  appeal  and  for  that  purpose  this 
letter  is  forwarded  and  will  certify  that  order  num¬ 
ber  4746-LC  reading : 

‘1 — Application  for  liquefied  chlorine  disapproved 
Sec.  214-A-4-F,  Chapter  10,  Code  of  Ordinances,’ 
was  issued  against  the  storage  of  liquefied  chlorine 
used  in  connection  with  the  swimming  pool  in  Thomas 
Jefferson  Park,  113th  street  and  First  avenue,  on  De¬ 
cember  30,  1936.” 

and 

Whereas,  the  building  in  which  the  chlorine  is  stored 
is  one  story,  16  ft.  in  height,  225  ft.  by  212  ft.  irregular  in 
area,  erected  June,  1936,  in  a  residence  use  district  and 
occupied  as  filter  room,  5  persons  and  bath  house,  in  con¬ 
junction  with  the  swimming  pool  in  Thomas  Jefferson 
Park ;  and 

Whereas,  the  applicant  contends  that  the  chlorine  used 
and  stored  complies  with  the  Liquefied  Chrlorine  Regula¬ 
tions,  Article  17,  Chapter  10,  Code  of  Ordinances,  City  of 
New  York,  Section  214,  they  request  reconsideration  of 
paragraph  F,  of  Article  17,  for  the  reason  that  this  is  a 
swimming  pool,  in  a  public  park ;  that  the  park  containing 
the  swimming  pool  is  a  large  plot  of  ground  and  is  iso¬ 
lated  from  any  surrounding  residences,  hospitals  or 
schools,  etc. ;  that  the  opinion  of  the  Division  of  Public 
Assembly,  in  the  fire  department,  was  that  a  swdmming 
pool  in  a  public  park  is  not  required  to  be  licensed,  and, 
therefore,  should  not  be  included  in  paragraph  F,  of  article 
17  of  the  Code  of  Ordinances. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
4746-LC,  be  and  it  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  use  and  storage 
of  liquefied  chlorine  and  anhydrous  ammonia  on  the  prem¬ 
ises  for  the  period  of  one  year  from  the  date  of  this  ac¬ 
tion,  for  the  purification  of  water  in  swimming  and  wad¬ 
ing  pools,  on  condition  that  such  storage  and  equipment 
shall  be  located  in  a  fireproof  building,  as  shown  on  plans 
filed  with  this  appeal ;  that  not  more  than  six  105  pound 
containers  of  liquefied  chlorine  and  two  100  lb.  containers 
of  anhydrous  ammonia  shall  be  stored  on  the  premises; 
that  such  containers  shall  at  all  times  be  held  upright  and 
secured  by  rigid  metal  braces ;  that  the  steel  cabinet  in 
which  the  container  is  stored  shall  be  vented  to  the  outer 
air  and  equipped  with  two  open  sprinkler  heads  fed  by 
one  inch  independent  pipe  taken  from  the  water  supply 
and  controlled  by  a  valve  either  immediately  inside  or  out¬ 
side  the  door  to  the  chlorine  storage  room  and  conspicu¬ 
ously  labeled;  that  approved  Wallace  &  Tiernan,  or  simi¬ 
lar  approved  apparatus  for  control  of  chlorine  and  am¬ 
monia,  shall  be  used ;  that  two  approved  gas  masks  shall 
be  furnished  and  kept  in  a  break  glass  cabinet  in  easily 
accessible  places ;  that  no  persons  shall  be  allowed  in  the 
storage  room  except  necessary  employes ;  that  employes 
in  charge  of  the  apparatus  and  water  treatment  system 
shall  hold  certificates  of  fitness  and  shall  be  trained  in  the 
proper  use  of  gas  masks;  that  during  the  winter  months 
when  the  pools  are  not  in  operation,  all  chlorine  shall  be 
removed  from  the  premises ;  that  the  police  commissioner 
and  the  local  engine  company  shall  be  informed  as  to  this 
permitted  chlorine  storage. 


256-37-A. 

APPLICANT — Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — East  side  of  Fulton  avenue, 
opposite  East  173rd  street  (Block  No.  2941,  part 
of  Lot  No.  1),  Crotona  Park,  Borough  of  The 
Bronx. 

APPEARANCES— 

For  Applicant:  F.  Pannaman,  E.  Sears,  and  J. 
Hannegan. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 


ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(256-37-A) 

Whereas,  Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner,  filed:  on  June  3,  1937,  an 
appeal  from  an  order  and  decision  of  the  fire  commissioner, 
affecting  premises  east  side  of  Fulton  avenue,  opposite 
East  173rd  street  (Block  No.  2941,  part  of  Lot  No.  1), 
Crotona  Park,  Borough  of  Thei  Bronx ;  and 
Whereas,  the  order  No.  4742-LC,  of  the  fire  commis¬ 
sioner,  dated  December  30,  1936,  reads : 

“In  reference  to  applications  filed  wfith  this  depart¬ 
ment  to  store  and  use  liquefied  chlorine  at  the  loca¬ 
tions  referred  to  above,  I  regret  to  inform  you  that 
owing  to  the  restrictions  governing  the  subject  matter 
(Sec.  214  A-4-F,  Chapter  10,  Code  of  Ordinances) 
Permits  requested  by  your  Department  may  not  be 
issued. 


“1  he  disapproval  of  the  applications  in  question  is 
not  without  reluctance  on  the  part  of  this  department 
as  it  fully  realizes  that  the  proposed  use  of  liquefied 
chlorine  is  for  and  in  the  interest  of  the  public.  Chap¬ 
ter  10  of  the  Code  of  Ordinances,  however,  is  de¬ 
signed  to  encompass  the  same  objective  but  the  re¬ 
strictions  referred  to  proceeds  in  that  direction  from  a 
different  reason  which  this  department  may  not  dis¬ 
regard. 

“Will  you  therefore,  kindly  notify  this  Department 
of  the  calendar  number  assigned  to  your  appeal  by 
the  Board  of  Standards  and  Appeals,  it  being  assumed 
that  your  department  will  pursue  that  course.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
June  1,  1937,  reads: 

“The  purpose  of  this  communication  is  to  advise 
that  this  department  does  not  reissue  an  Order  so 
that  it  can  be  taken  before  the  Board  of  Standards 
and  Appeals  w'hen  the  time  limit  in  order  to  file  the 
appeal  has  expired. 


We  have  been  advised  that  the  Board  of  Standards 
and  Appeals  will  accept  a  letter  from  this  Department 
as  a  basis  for  the  appeal  and  for  that  purpose  this 
letter  is  forwarded  and  will  certify  that  Order  Num¬ 
ber  4742-LC  reading, 

Application  for  liquefied  chlorine  disapproved. 

Sec.  214-A-4-F,  Chapter  10,  Code  of  Ordinances.” 
was  issued  against  the  storage  of  liquefied  chlorine 
used  in  connection  with  the  swimming  pool  in  CRO¬ 
TONA  PARK,  173rd  street  and  Fulton  avenue,  on 
December  30,  1936.” 

.  Whereas,  the  building  in  which  the  chlorine  is  stored 
is  one-story,  16  ft.  in  height,  150  ft.  by  30  ft.  in  area 
erected  in  June,  1936,  in  a  residence  use  district  and  occu¬ 
pied  as  filter  room — 6  persons,  in  conjunction  with  the 
swimming  pool  in  Crotona  Park;  and 
Whereas,  the  applicant  contends  that  the  chlorine  used 
and  stored  complies  with  the  Liquefied  Chlorine  Regula¬ 
tions,  Article  17,.  Chapter  10,  Code  of  Ordinances,  City  of 
blew  York  section  214,  that  they  request  reconsideration 
of  paragraph  F,  of  Article  17,  for  the  reason  that  this  is 
a  swimming  pool,  200  ft.  0  in.  by  200  ft.  0  in.  in  size  in  a 
public  park;  that  the  chlorine  is  stored  in  a  fireproof 
building ,  that  the  park  containing  the  swimming  pool  is  on 
a  large  plot  of  ground  and  is  isolated  from  any  surround¬ 
ing  residences,  hospitals  or  schools,  etc.;  that  in  the 
opinion  of  the  Division  of  Public  Assembly,  in  the  Fire 
Department,  a  swimming  pool  in  a  public  park  is  not  re- 
quired  to  be  licensed,  and,  therefore,  should  not  be  in¬ 
cluded  in  paragraph  F,  of  Article  17  of  the  Code  of  Ordi 
nances. 
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Resolved,  that  the  order  of  the  fire  commissioner,  No. 
4742-LC,  be  and  is  hereby  is  modified  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  use  and  storage 
of  liquefied  chlorine  and  anhydrous  ammonia  on  the  prem¬ 
ises  for  the  period  of  one  year  from  the  date  of  this  ac¬ 
tion,  for  the  purification  of  water  in  swimming  and  wading 
pools,  on  condition  that  such  storage  and  equipment  shall 
be  located  in  a  fireproof  building,  as  shown  on  plans  filed 
with  this  appeal ;  that  not  more  than  six  105  pound  con¬ 
tainers  of  liquefied  chlorine  and  two  100  lb.  containers  of 
anhydrous  ammonia  shall  be  stored  on  the  premises;  that 
such  containers  shall  at  all  times  be  held  upright  and 
secured  by  rigid  metal  braces ;  that  the  steel  cabinet  in 
which  the  container  is  stored  shall  be  vented  to  the  outer 
air  and  equipped  with  two  open  sprinkler  heads  fed  by 
one  inch  independent  pipe  taken  from  the  water  supply 
and  controlled  by  a  valve  either  immediately  inside  or 
outside  the  door  to  the  chlorine  storage  room  and  con¬ 
spicuously  labeled;  that  approved  Wallace  &  Tiernan,  or 
similar  approved  apparatus  for  control  of  chlorine  and 
ammonia,  shall  be  used ;  that  two  approved  gas  masks  shall 
be  furnished  and  kept  in  a  break  glass  cabinet  in  easily 
accessible  places ;  that  no  person  shall  be  allowed  in  the 
storage  room  except  necessary  employes ;  that  employes  in 
charge  of  the  apparatus  and  water  treatment  system  shall 
hold  certificates  of  fitness  and  shall  be  trained  in  the 
proper  use  of  gas  masks ;  that  during  the  winter  months 
when  the  pools  are  not  in  operation,  all  chlorine  shall  be 
removed  from  the  premises;  that  the  police  commissioner 
and  the  local  engine  company  shall  be  informed  as  to  this 
permitted  chlorine  storage. 


259-37-A. 

APPLICANT — Ansonia  Fire  Prevention  Engineering  Co., 
Inc.,  for  Chesebrough  Building  Company,  owner. 
SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 17-19  $tate  street  and  2-8 
Pearl  street,  southeast  corner  (Block  No.  9,  Lot 
No.  14),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Herman  E.  Horwood. 

For  Administration :  Inspector  Maher,  Department 
of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(259-37-A) 

Whereas,  Ansonia  Fire  Prevention  Engineering  Co., 
Tnc.,  for  Chesebrough  Building  Company,  owner,  filed  June 
3,  1937  an  appeal  from  an  order  and  a  decision  of  the  com¬ 
missioner  of  buildings,  affecting  Premises  17-19  State 
street  and  2-8  Pearl  street,  southeast  corner  (Block  No. 
9,  Lot  No.  14),  Borough  of  Manhattan;  and 

Whereas,  the  order  No.  34184-F,  of  the  commissioner 
of  buildings,  dated  March  11,  1937,  reads  as  follows: 

“1.  Provide  approved  fireproof  windows  or  iron 
shutters  at  all  openings  in  the  exterior  wall  above  1st 
story  which  are  distant  in  a  direct  line  less  than  30 
ft.  from  any  opening  in  any  other  building  and  not  in 
the  same  plane  with  said  openings  and  which  are  not 
more  than  50  ft.  above  a  neighboring  roof  at  east  and 
south  sides  of  building,  or  other  approved  protection, 
as  per  section  375,  art.  18,  chapter  5  of  the  Code  of 
Ordinances.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  May  5,  1937,  reads  as  follows : 

“Replying  to  your  communication  of  April  20th,  re¬ 
questing  rescindment  of  Order  34184-F,  you  are  ad¬ 


vised  that  your  request  must  be  denied  inasmuch  as 
this  item  has  been  issued  under  the  mandatory  provi¬ 
sions  of  the  code.” 

and 

Whereas,  the  building  in  question  is  11  stories  (142  ft. 
6  in.)  in  height,  140  ft.  6  in.  by  108  ft.  3  in.  in  area;  of 
fireproof  construction;  EQUIPPED  with  a  standpipe  sys¬ 
tem  ;  located  in  business  use  district ;  erected  in  1899  and 
occupied  as  an  office  building  throughout — maximum  oc¬ 
cupancy  150  persons  per  story;  and 

Whereas,  applicant  contends  that  the  tenants  in  the 
building  are  practically  all  engaged  in  marine  insurance 
and  steamship  business,  there  being  no  stock  or  materials 
of  any  kind  stored  in  the  building;  that  the  order  is  issued 
due  to  the  fact  that  immediately  adjoining  at  the  east 
there  is  a  two  story  building  which  affects  the  window’s 
on  the  easterly  gable  wall  and  also  on  the  southerly  court 
w’all  and  on  the  south  there  is  a  five-story  brick  dwelling 
which  has  no  windows  in  the  wall  facing  the  building  in 
question  but  which  affects  all  the  windows  in  the  south 
wall  above  the  roof  of  this  building  and  also  in  the  east¬ 
erly  wall  immediately  adjoining;  that  the  two  buildings 
forming  the  exposures  are  principally  from  the  roofs  of 
said  buildings  as  the  only  openings  consist  of  a  fireproof 
door  and  window  on  the  second  story  wall  of  the  two- 
story  building  which  forms  a  right  angle  exposure ;  that 
in  1917  the  building  department  issued  an  exit  order  on 
the  above  premises  which  w7as  complied  with  and  dismissed 
in  1918  and  neither  at  that  time  nor  at  any  time  since  was 
any  question  raised  as  to  these  windows ;  that  it  w'ould  be 
a  great  hardship  were  the  owmers  compelled  to  make  the 
heavy  expenditure  which  would  be  involved  in  complying 
with  the  order  at  this  time. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  34184-F,  be  and  it  hereby  is  modified,  and  that 
the  appeal  be  and  it  hereby  is  granted,  so  long  as  the  build¬ 
ing  under  appeal  is  used  for  general  office  work  and  the 
adjoining  buildings  to  the  east  and  south  are  not  increased 
in  height  and  remain  under  the  same  ownership  as  the 
building  under  appeal  on  condition  that  no  additional 
openings  are  installed  in  the  vertical  walls  of  the  buildings 
adjoining  the  interior  court;  that  no  additional  skylights 
or  openings  are  constructed  in  the  roofs  of  these  adjoin¬ 
ing  buildings,  other  than  those  now  existing  and  that 
such  existing  skylights  shall  have  metal  frames  and  sash, 
glazed  with  wire  glass. 


241-37-A. 

APPLICANT — Hayward  Oil  Burner  Sales,  Inc.,  owner. 
SUBJECT- — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner — re  Transportation  of  fuel  oil 
in  tank  truck  in  New  York  City. 
APPEARANCES— 

For  Applicant :  Ribello  Perotto. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(241-37-A) 

Whereas,  Hayward  Oil  Burner  Sales,  Inc.,  applicant  and 
owner,  filed  May  26,  1937,  an  appeal  from  an  order  and  a 
decision  of  the  fire  commissioner  affecting  transportation 
of  No.  1,  2,  3  and  4  Fuel  Oil  within  the  limits  of  the  city 
of  New  York;  and 

Whereas,  the  order  No.  7692-LC  of  the  fire  commis¬ 
sioner,  dated  October  17,  1935,  reads  as  follows: 

“Discontinue  the  use  of  chassis  for  the  reason  that 
it  is  less  than  the  minimum  weight  allowab’e.  Sec. 
15.2.” 

and 
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Whereas,  the  decision  of  the  fire  commissioner,  dated 
April  30,  1937,  reads  as  follows : 

“Replying  to  your  favor  of  March  22,  1937,  we  are 
forwarding  this  letter  which  we  understand  the  Board 
of  Standards  and  Appeals  will  accept  when  an  appli¬ 
cant  has  exceeded  the  time  limit  in  which  to  file  his 
appeal  and  which  will  certify  that  on  October  17,  1935, 
we  issued  Order  No.  7692-LC  against  your  tank’ truck 
No.  7,  which  order  read  as  follows : 

“1.  Discontinue  the  use  of  chassis  for  the  reason 
that  it  is  less  than  the  minimum  weight  allowable 
Sec.  15.2’” 

and 


Whereas,  the  truck  in  question,  applicant’s  No.  7,  chassis 
No.  1342340  is  stored  at  Premises  91-32 — 75th  street, 
Woodhaven,  Queens  (residence  use  district)  and  the  speci¬ 
fications  are  as  follows : 

Weight  of  Chassis — 6,000  pounds 
Weight  of  tank — 1,000  pounds 
Weight  of  load — 4  tons 
Weight  of  cab — 800  pounds 
Weight  of  hose — 75  pounds 
Weight  of  gas — 120  pounds 
Overall — length — 20  ft. 
height — 7  ft. 
width — 7  ft.  6  inches 
Tank  Dimension  Depth — 44  in. 

Length — 5  ft.  11  in. 

Width — 5  ft.  6  in. 

Height — 3  ft.  10  in. 

Hose  Compartment — 5  ft.  5  in. 

Capacity  1,000  gallons  in  2 — 500  gal. 
compts. 


and 

Whereas,  applicant  contends  that  this  truck  was  pur¬ 
chased  and  delivered  April  22,  1935,  prior  to  the  date  that 
the  ordinance  went  into  effect ;  that  these  trucks  must  be 
specially  constructed  in  regards  to  tank  and  pump  equip¬ 
ment  and  chassis  reinforcements  and  this  work  was  in 
operation  at  least  two  months  prior  to  the  delivery  date ; 
that  the  truck  is  known  as  a  Ford  Model  No.  51,  V-8, 
which  is  slightly  heavier  than  some  of  the  later  models ; 
that  the  tank  has  deep  fish  plating  and  extra  heavy  springs 
with  helper  springs  in  the  rear  and  front;  that  this  truck 
has  been  in  operation  continually  for  the  past  two  years, 
in  all  kinds  of  weather  and  all  kinds  of  road  conditions; 
that  it  has  operated  satisfactorily  in  regard  to  manage¬ 
ability  and  lack  of  accidents ;  that  this  truck  represents  a 
sizeable  capital  investment  and  was’  purchased  in  good 
faith ;  that  the  delivery  of  the  truck,  before  a  set  of  rules 
were  established  in  this  city  to  which  this  truck  would  not 
conform,  makes  the  applicant  feel  it  is  being  unduly  penal¬ 
ized  ;  that  as  soon  as  the  new  rules  went  into  effect  the 
applicant  did  everything  possible  to  comply  with  these  regu¬ 
lations,  as  evidence  by  the  fact  it  has  purchased  and  put 
into  operation  five  additional  trucks,  all  of  which  are  in 
accordance  with  the  rules  and  regulations. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
7692-LC,  be  and  it  hereby  is  modified,  and  that  the  appeal 
be  and  it  hereby  is  granted,  permitting  the  tank  truck 
under  appeal,  namely  Ford  Model  V-8  No.  51  chassis  No. 
1342340,  to  be  used  as  reinforced  in  the  manner  stated  in 
this  appeal,  during  the  life  of  the  chassis. 


254-37— A. 

APPLICANT— Horlacher  Delivery  Service,  Inc.,  lessee. 

SUBJECT — Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED— 606  West  47th  street,  south 
side,  125  ft.  west  of  11th  avenue  (Block  No.  1094, 
Lot  No.  38),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Abraham  N.  Horwitz. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 


AC  FION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(254-37-A) 

V  hereas,  Horlacher  Delivery  Service,  Inc.,  applicant 
and  lessee,  filed  June  2,  1937,  an  appeal  from  an  order  of 
the  fire  commissioner,  affecting  Premises:  606  West  47th 
street,  south  side,  125  ft.,  west  of  11th  avenue  (Block  No. 
1094,  Lot  No.  38),  Borough  of  Manhattan;  and 

V  hereas,  the  order  of  the  fire  commissioner  No.  7336- 
LC,  dated  May  26,  1937,  reads : 

Before  a  permit  may  be  issued  for  your  storage 
garage,  the  following  must  be  done : 

1.  Discontinue  the  practice  of  transferring  inflam¬ 
mable  motion  picture  film  on  these  premises  from 
one  vehicle  to  another  or  from  a  vehicle  to  platform 
thence  to  another  vehicle  for  the  reason  that 

A.  Building  is  not  equipped  with  an  approved 
sprinkler  system. 

B.  Vault  or  cabinet  is  not  provided  to  receive 
such  film. 

Sec.  242,  Ch.  10,  Code  of  Ordinances.” 

and 

Whereas,  the  building  in  question  is  2  stories  (28  ft.) 
in  height,  25  ft.  by  115  ft.  4  in.  in  area;  non-fireproof  con¬ 
struction;  erected  in  1936;  located  in  unrestricted  district; 
occupied  as  follows:  Cellar — boiler  room,  no  persons;  1st 
floor— storage  garage  for  four  cars,  5  persons ;  2nd  floor- 
offices — 5  persons;  for  which  certificate  of  occupancy  No. 
22067  was  issued  January  23,  1937;  and 

Whereas,  the  applicant  contends  that  they,  as  lessee  of 
the  garage  portion  of  the  building,  are  engaged  in  the 
transportation  and  delivery  service  business  and  incidental 
thereto,  transport  inflammable  motion  picture  film  in 
I.C.C.”  containers;  that  a  permit  for  the  storage  garage 
has  been  denied  applicant  for  the  reason  that  the  building 
is  not  equipped  with  an  approved  sprinkler  svstem  and  no 
vault  or  cabinet  is  provided  to  receive  the  film;  that  the 
applicant  at  the  outset  desires  to  point  out  that  Chapter 
10,  Art.  11  of  the  Code  of  Ordinances,  relating  to  the  use 
and  operation  of  storage  garages,  contains  no  prohibition 
against  the  use  of  the  storage  garage  in  this  instance;  that 
none  of  the  film  containers  are  open  or  exposed,  when 
transferred  from  its  incoming  motor  vehicles  to  its  out¬ 
going  motor  vehicles  for  further  delivery,  to  points  in  and 
out  of  the  State;  that  at  times,  during  loading  and  un¬ 
loading  of  cases,  use  is  made  of  a  loading  platform  on  the 
premises ;  that  the  nature  of  applicant’s  business  is  such 
as  requires  delivery  to  meet  theatre  schedules  and  does 
not  permit  of  a  layover  on  the  premises;  that  at  no  time 
is  any  film  stored,  used  or  exposed  on  the  premises,  and 
the  premises  is  used  solely  as  a  transfer  point  of  delivery; 
that  in  addition,  all  deliveries  of  film  by  applicant  is  made 
in  approved  containers  to  conform  with  the  requirements 
of  the  fire  department  and  Interstate  Commerce  Commis¬ 
sion;  that  should  conditions  beyond  control  of  applicant 
prevent  transferring  and  shipping  as  outlined  above,  the 
applicant  will  at  such  times  make  arrangements  to  trans¬ 
fer  at  its  own  expense  such  film  to  an  authorized  vault 
operating  under  permit  from  the  fire  department;  that  in 
the  conduct  of  its  shipping  business,  applicant  receives  an 
average  of  ten  to  fifteen  metal  “I.C.C.”  shipping  contain¬ 
ers  (with  locking  devices)  per  day;  in  each  locked  ship¬ 
ping  container  there  are  four  individual  metal  closed  con¬ 
tainers  ;  in  each  metal  closed  container  there  is  a  standard 
reel  (2,000  ft.)  of  wound  film,  a  total  of  120,000  ft.  of 
wound  film. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
7336-LC,  be  and  it  hereby  is  modified,  and  that  the  a’ppeai 
be  and  it  hereby  is  granted,  permitting  the  incidental  han- 
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dling,  of  motion  picture  films,  in  connection  with  the  exist¬ 
ing  transportation  and  delivery  service,  when  packed  in 
shipping  containers,  as  approved  by  the  Interstate  Com¬ 
merce  Commission  and  in  compliance  with  the  Code  of 
Ordinances  and  the  rules  of  the  fire  commissioner,  on  con¬ 
dition  that  at  no  time  shall  there  be  more  than  fifteen  (15) 
such  shipping  containers  on  the  premises ;  that  these  ship¬ 
ping  containers  shall,  at  all  times,  be  kept  locked  and  not 
opened  on  the  premises;  that  no  shipping  containers  shall 
be  permitted  to  remain  on  the  premises  beyond  the  day 
on  which  they  are  received;  that  if  it  becomes  necessary 
to  hold  the  containers  beyond  that  time  they  shall  be  taken 
from  the  premises  and  stored  in  an  adjacent  film  storage 
vault  duly  approved  for  such  use;  that  while  such  ship¬ 
ping  containers  are  on  the  premises,  they  shall  be  segre¬ 
gated  on  the  shipping  platform  from  other  materials. 


273-37-A. 

APPLICANT— Starrett  &  Van  Vleck,  for  F.  W.  Wool- 
worth  Co.,  lessee. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 445  Fifth  avenue  and  1-3  East 
39th  street,  northeast  corner  (Block  No.  869,  Lot 
No.  1),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Frank  Gaertner. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  _  .  . 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  ~ 

Absent  .  0 

THE  RESOLUTION— 

(273-37-A) 

Whereas,  Starrett  &  Van  Vleck,  for  F.  W.  Woolworth 
Co.,  lessee,  filed  on  June  8,  1937,  an  appeal  from  a  decision 
of  the  commissioner  of  buildings  affecting  premises  445 
Fifth  avenue  and  1-3  East  39th  street,  northeast  corner 
(Block  No.  869,  Lot  No.  1),  Borough  of  Manhattan;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings 
on  N.  B.  App.  No.  96-37,  dated  May  25,  1937,  reads  as 
follows : 

“3.  Cellar  egress  is  inadequate.  All  stairs  from 
cellar  should  be  enclosed  in  fireproof  partitions  and 
lead  directly  to  street.” 

and 

Whereas,  the  proposed  building  will  be  of  fireproof  con¬ 
struction  5  stories  (85  ft.)  in  height,  84  ft.  6  in.  by  152  ft. 
in  area,  equipped  with  a  standpipe  and  sprinkler  system ; 
located  in  a  retail  use  district,  “B”  area,  1J4  and  2  times 
height  district ;  to  be  occupied  as  follows :  Cellar — sales 
space.  405  persons ;  1st  floor — sales  space,  320  persons ; 
2nd  floor — sales  space,  295  persons;  3rd  floor — kitchen  and 
stock  room,  45  persons ;  4th  floor — stock  room,  6  persons ; 
5th  floor — stock  room,  6  persons ;  and 

Whereas,  applicant  contends  that  the  entire  cellar  is  one 
sales  room,  containing  15,364  sq.  ft.,  and  is  served  by  four 
remotely  placed  stairways ;  that  there  is  provided  adequate 
means  of  egress  from  the  cellar  by  the  four  stairs ;  two  of 
these  stairways  are  enclosed  and  have  a  rated  capacity  of 
356  persons,  computed  on  the  basis  of  the  New  York  City 
Building  Code,  Article  8,  Section  153,  Sub-Paragraph  3, 
that  these  two  stairways  lead  directly  to  the  street ;  that 
the  other  two  stairways  are  referred  to  on  the  Drawings 
as  Stairs  No.  3  and  Stairs  No.  4,  and  are  monumental  open 
stairs,  leading  to  street  through  sales  area.  Stairs  No.  3 
has  a  varying  width  from  8  ft.  0  in.  to  15  ft.  0  in.  and 
Stairs  No.  4  has  a  total  width  of  10  ft.  10  in. ;  computed 
on  the  basis  of  enclosed  stairs,  the  capacity  of  these  stairs 
would  be  464  persons,  which  addition  to  the  356  persons 
accommodated  by  the  enclosed  stairs,  gives  a  total  capacity 
of  820  persons;  both  of  these  stairways  have  intermediate 
hand-rails. 


Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  in  acting  on  N.B.  Applic.  No.  96-37,  item  No.  3,  be 
and  it  hereby  is  modified,  and  that  the  appeal  be  and  it 
hereby  is  granted,  permitting  the  arrangement  of  exit  and 
open  stairs,  as  indicated  on  plans  filed  with  this  appeal, 
on  condition  that  the  building  shall  be  occupied  by  one 
tenant,  shall  be  of  fireproof  construction  throughout  and 
protected  with  a  two-source  sprinkler  system  complying 
with  the  rules  of  the  Board  of  Standards  and  Appeals; 
that  there  shall  be  constructed  exit  doors  with  a  total  ef¬ 
fective  width  of  not  less  than  five  feet  in  the  exterior  wall 
leading  to  39th  street  from  the  landing  platform  on  the 
street  floor  between  the  stairways  leading  to  the  cellar  and 
second  floor;  that  there  shall  be  constructed  steel  baffle 
plates  extending  not  less  than  24  inches  from  the  ceiling 
around  the  stairwells  on  the  basement  and  first  story,  this 
arrangement  applying  as  well  to  Stair  No.  4,  located  at  the 
easterly  end  of  the  building;  that  if  escalators  are  con¬ 
structed  to  run  from  the  1st  floor  to  the  2nd  floor,  rofler 
shutter  enclosures  shall  be  installed  at  top  of  guard  rail¬ 
ing  at  the  2nd  floor,  and  arranged  to  be  manually  operated 
by  means  of  permanently  attached  chains  in  the  event  of 
fire  or  smoke ;  that  operators  shall  be  trained  to  close 
such  shutters  immediately  upon  receiving  bell  signal,  which 
signal  shall  be  located  on  the  first  floor  and  cellar  floor. 


274-37-A. 

APPLICANT — Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner. 

SUBJECT — Appeal  from  an  order  and  a  decision  of  the 
fire  commissioner. 

PREMISES  AFFECTED — North  side  of  Lorraine  street, 
between  Clinton  street  and  Henry  street  (Block 
No.  528,  Lot  No.  1),  Red  Hook  Park,  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  F.  Pannaman,  E.  Sears  and  J. 
Hannegan. 

For  Administration :  Inspector  Meyer,  Fire  Dept. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(274-37-A) 

Whereas,  Francis  F.  Pannaman,  for  Department  of 
Parks,  City  of  New  York,  owner,  filed  on  June  8,  1937, 
an  appeal  from  an  order  and  decision  of  the  fire  commis¬ 
sioner,  affecting  premises  north  side  of  Lorraine  street, 
between  Clinton  and  Henry  streets  (Block  No.  528,  Lot 
No.  1),  Red  Hook  Park,  Borough  of  Brooklyn;  and 

Whereas,  the  order  No.  69522-LC  of  the  fire  commis¬ 
sioner,  dated  November  27,  1936,  reads: 

“Subdivision  4f,  Section  214a,  Chapter  10,  Code  of 
Ordinances,  New  York,  reads  as  follows:  No  permit 
shall  be  issued  for  the  storage  of  liquefied  chlorine  in 
any  building  used  for  a  hotel,  lodging  house,  tenement 
house  or  dwelling  or  in  a  building,  lot  or  enclosure 
located  within  50  ft.  of  the  nearest  wall  of  a  building 
occupied  as  a  hospital,  school  theatre  or  other  place 
of  public  amusement  or  assembly.” 

and 

Whereas,  the  decision  of  the  fire  commissioner,  dated 
May  25,  1937,  reads: 

“In  answer  to  your  request  please  be  advised  that 
this  department  does  not  rescind  an  order  and  reissue 
it  so  that  it  may  be  taken  to  the  Board  of  Standards 
and  Appeals  when  you  have  exceeded  the  time  limit, 
in  vdvch  to  file  your  appeal. 

“However,  we  have  been  advised  that  the  Board  of 
Standards  and  Appeals  will  accept  a  letter  from  this 
department  as  the  basis  for  an  appeal.  For  that  pur- 
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pose,  this  communication  is  forwarded  and  will  certify  28S-37-A 

that  order  No.  69522-LC  was  issued  against  Depart-  APPLICANT  F  •  t? 

ment  of  Parks,  City  of  New  York,  and  reads  as  J  d  , £rancirs  Pannaman,  for  Department  of 

follows:  ,  {  arks,  City  of  New  York. 

“With  reference  to  application  dated  August  17  BUBJECT— Appeal  from  an  order  and  a  decision  of  the 

1936,  for  a  permit  to  store  and  use  six  150  pound  cyl-  PREMTSF^,  'Sn'rn  „  „ 

inders  of  liquefied  chlorine,  and  cylinders  of  anhy-  wtouibLb  AhhECTLD— Bradhurst  avenue,  west  side 
drous  ammonia  in  Red  Hook  Park  Swimming  Pool  $®£wcen  \\  est  145th  and  147th  streets  (Block  No. 

located  at  Bay  street,  Clinton  street,  Lorraine  street  2U6-,  Lot  No.  1),  Colonial  Park,  Borough  of  Man- 

and  Henry  street,  Brooklyn,  I  regret  to  state  that  I  A P P F A RAWTF c 

am  without  power  to  grant  such  a  permit  for  the  fol-  J  1  AARARCES— 

lowing  reason:  Eor  Applicant:  F.  Pannaman,  E.  Sears  and  J. 

“‘Subdivision  4f,  Section  214a,  Chapter  10,  Code  n  Hat?e,ga11' . 

of  Ordinances,  New  York,  reads  as  follows — No  \  rTtnxT  °ru7  T3^T1S>t^tlo»n  :  InsPector  Meyer,  Fire  Dept, 

permit  shall  be  issued  for  the  storage  of  liquefied  im  umT  BOARD— Appeal  granted  on  condition, 

chlorine  in  any  building  used  for  a  hotel,  lodging  ™  . 

house,  tenement  house  or  dwelling  or  in  a  building  ^  rmative:  Chairman  Murdock,  Commission- 

lot  or  enclosure  located  within  50  ft.  of  the  nearest  w  ,Ravage  and  Blum  and  Assistant  Chief 

wall  of  a  building  occupied  as  a  hospital,  school,  m  V-a  sh  .  4 

theatre  or  other  place  of  public  amusement  or  ^ga  ‘ve  .  0 

“You  are  therefore  ordered  to  remove  all  cylinders  THE  RESOLUTION— 
ot  chlorine  gas  and  anhydrous  ammonia  from  the 

premises  and  to  discontinue  the  further  storage  and  w  t-  •  t^oo-j/-A; 

use  of  chlorine  gas  and  anhydrous  ammonia  on  said  pa,l?ErhS’  PTt”018  J7-  , Pannaman.  for  Department  of 

premises.”  1  arks-  City  of  New  York,  owner,  filed  June  11,  1937  an 

and  .  _  aPPeal  from  an  order  and  decision  of  the  fire  commiss’ion- 

Whereas,  the  building  in  which  the  chlorine  is  stored  is  i\Lt  uclu2  PnerV*\SeS  Bradhurst  avenue  between 

one  story  14  ft  in  height,  158  ft.  by  51  ft.  in  area,  erected  n  r  i  a"d,  147th  streets-  <Block  No.  2 052,  Lot 

September,  1936,  in  a  residence  use  district  and  occupied  ^°’  Colonial  Park,  Borough  of  Manhattan;  and 

as  filter  room,  6  persons,  storage  and  toilets,  in  conjunction  •  Whereas  the  order  No.  4743-LC  of  the  fire  commis- 

■with  a  swimming  pool  in  Red  Hook  Park;  and  sioner,  dated  December  30,  1936,  reads- 

the  aPPbcant  contends  that  the  chlorine  used  01  l‘AAPPjTati°"  for  bquefied  chlorine  disapproved  Sec. 

.  °1(j.  c°rnplies  with  the  Liquefied  Chlorine  Regula-  214  A  4-F,  Chapter  10,  Code  of  Ordinances.” 

tions,  Article  17,  Chapter  10,  Code  of  Ordinances,  City  of  and 

W  *hey  re9uest  reconsideration  of  Whereas,  the  decision  dated  June  2,  1937,  of  the  fire 
paragraph  F,  of  Article  17,  for  the  reason  that  this  is  a  commissioner  reads: 

mrk^W  S?Ol’M0°-ft  °  in'  by,  2-00  £t  0  in-  in  a  Pubbc  “Tto-  P“rP°se  0f  this  communication  is  to  advise 

f,a  U  That  tbe  chlorine  is  stored  in  a  fireproof  building;  ?at  thlf  department  does  not  reissue  an  order  so  that 

nlot  of  containing  the  swimming  pool  is  a  large  A  can,  be  taken  before  the  Board  of  Standards  and 

5  ° 1  ° f  ground  and  is  isolated  from  any  surrounding  resi-  APPeals,  when  the  time  limit  in  order  to  file  the  ap- 

dtnces,  hospitals  or  schools,  etc.,  that  the  opinion  of  the  peaI, has  expired.  P 

th/t^T  -°f  ■  bllc  Assembly,  in  the  Fire  Department,  is  yVe.  have,  bee.n,  advised  that  the  Board  of  Standards 

IRense d  a^IHh  P°°f  m  a  ,pub!\c  park  is  not  required  to  be  a”d  Appeals  will  accept  a  letter  from  this  department 

'mnh  F  n?dort1Mreif7rei  i°U'd  ,not  be  included  in  para-  as  a-  basis  for,tbe  aPPeal.  and  for  that  purpose  this  let-  ' 

5  V,P  r  c,  arUcle  17  of  the  Code  of  Ordinances  ter  ls  forwarded  and  will  certify  the  order  No  4743- 

(m?2°[Vrdh  that.  tbe,  orc!er  .of  the  fire  commissioner,  No  LC>  ,,rfadir^  :  .  . 

be  and  ,T  h,rlnd-  hen?VS  modified  and  that  the  appeal  .  APPllEaB°n  for  liquefied  chlorine  disapproved, 

of  UatlJ  u/  ?S  granted,  permitting  the  use  and  storage  Se(i-  214-A-4-F,  Chapter  10,  Code  of  Ordinances.’ 

Up,  tor  a d  h  o?ner  and  anhydrous  ammonia  on  the  prem-  ^as  lssued  aSai.n,st  storage  of  liquefied  chlorine  used 

for’ the  n„rto10(!-°f  °nre  year  fr-om  the  date  °f  this  action,  the  swimming  P°ol  in  COLONIAL 

noeic  Purlbcatlon  of  water  in  swimming  and  wading  PAkk-  Brad,burst  avenue  between  West  145th  and 

L  toU  fill  c°ndltt°n  that  such  storage  and  equipment  shad  ,  147th  street’  Manhattan,  on  December  30,  1936” 

bdth  to'  m  a  ,  epr0of  building,  as  shown  on  plans  filed  and 

tainers  ofaiton?fiithM  "0t  morf  than  six  105  Pound  con-  Whereas,  the  building  in  which  the  chlorine  is  stored  is 
an’hvdrnnc  LP  fi  •  ch  and  two  100  Ib'  containers  of  one  story,,  16  ft.  in  height,  420  ft.  7  in.  by  60  ft.  in  area 

such  containerT°shallSat  lll’efSt°re^  °p  m6  premises that  ere£®d  June’  19?6’U1T}  a  residence  use  district  and  occupied 
cured  bv  riOd  mlt*  h *  imes  ,be  beld  uPnght  and  se-  as  filter  room,  bath  house  and  lockers  in  conjunction  with 
the6 container  i?  15  \at  the  ste,el  cabinet  in  which  the  swimming  pool  in  Colonial  Park;  and 

and  equipped  with  two  open  sprinkle^heads1^^0^ b^  ^  and^fto^d3’  the  ,appbcai?t  contends  that  the  chlorine  used 
inch  independent  pine  taken  f!!  1  h  ?  fed  b,y  one:  f-nd  stAred  ,conlphes  with  the  Liquefied  Chrlorine  Regula- 

controlled  by  a  valte  ei^“imSSiSpl  W  SUpply  an,d  Bons,  Artude  17,  Chapter  10,  Code  of  Ordinances,  City  of 

the  door  to'  the  chlorine  stor££  n  or.  outside  New  York  Section  214;  that  reconsideration  of  paragraph 

labeled ;  that  approved  Wallace  &  Tiernan  con?P1.cuously  U  of  Article  17,  is  requested  for  the  reason  that  this  is  a 

proved  apparatus  for  control  of  I,  -  ’  or/lmilar  ap-  swimming  pool,  200  ft.  0  in.  x  200  ft.  0  in.  in  a  public 

shall  be  used  -  th-n  ™  °i  cblorme  and  ammonia,  park;  that  the  chlorine  is  stored  in  a  fireproof  hnildimr 

nished  and  kept  in  a  brea^gHs^  dblnS^n §  be  fU-"  ”°  gtoatCr  -than-  °ne  Stor^  in  heiSbti  that  the  park  contain- 

ble  places;  that  no  persons  shall  be  afioled  fn'lh  ^CeSS1"  uS  wt  sTimmm^  P°o1  ,s  plot  of  ground  and  is 

room  except  necessary  employes  -  that  emnlnve^  St,°rage  ^?  a^d  ^r01” !,  any .  surrounding _  residences,  hospitals  or 

of  the  apparatus  and  water  tiit  "  »  PVye  “  charge  schools;  that  the  opinion  of  the  Division  of  Public  Assem- 

certificates  of  fitness  and  shall  be  trafnpd  TS  to”  Sbad  bold  b  tb^  ^re  department,  is  that  a  swimming  pool  in  a 

of  gas  masks  •  that  tob-toRn  b  trained  111  the  proper  use  public  park  is  not  required  to  be  licensed  and'  therefore 

pools  are  not  ’in  opertt^  a  11 6 chlorine  Tn  th1  r°HUld  "°^be  included  in  paragraph  F  of  ’article  17  of  the 

from  the  premise,  that  to  chlorine  shall  be  removed  Code  of  Ordinances. 

local  engine  company  shall  be  informed1Ias1°toerthIsCloere  474^7 0j?e?’  tbat  ,tbc  order  of  the  fire  commissioner,  No 
mitted  chlorine  storage.  1  th  pe  f743'hC-’  and  11  hereby  is  modified  and  that  the  appeal 

be  and  it  hereby  is  granted,  permitting  the  use  and  storage 
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of  liquefied  chlorine  and  anhydrous  ammonia  on  the  prem¬ 
ises  for  a  period  of  one  year  from  the  date  of  this  action, 
for  the  purification  of  water  in  swimming  and  wading 
pools,  on  condition  that  such  storage  and  equipment  shall 
be  located  in  a  fireproof  building,  as  shown  on  plans  filed 
with  this  appeal ;  that  not  more  than  six  105  pound  con¬ 
tainers  of  liquefied  chlorine  and  two  one  hundred  pound 
containers  of  anhydrous  ammonia  shall  be  stored  on  the 
premises ;  that  such  containers  shall  at  all  times  be  held 
upright  and  secured  by  rigid  metal  braces ;  that  the  steel 
cabinet  in  which  the  container  is  stored  shall  be  vented  to 
the  outer  air  and  equipped  with  two  open  sprinkler  heads 
fed  by  one-inch  independent  pipe  taken  from  the  water 
supply  and  controlled  by  a  valve  either  immediately  inside 
or  outside  the  door  to  the  chlorine  storage  room  and  con¬ 
spicuously  labeled ;  or  there  may  be  installed  in  lieu  of 
sprinkled  heads,  a  one-and-a-half  inch  perforated  brass 
pipe  for  flooding,  as  indicated  on  plans  filed  with  this  ap¬ 
peal  marked  “Received  June  15,  1937”;  that  approved  Wal¬ 
lace  &  Tiernan  or  similar  approved  apparatus  for  control 
of  chlorine  and  ammonia,  shall  be  used;  that  two  ap¬ 
proved  gas  masks  shall  be  furnished  and  kept  in  a  break 
glass  cabinet  in  easily  accessible  places ;  that  no  persons 
shall  be  allowed  in  the  storage  room  except  necessary  em¬ 
ployees  ;  that  employes  in  charge  of  the  apparatus  and 
water  treatment  system  shall  hold  certificates  of  fitness 
and  shall  be  trained  in  the  proper  use  of  gas  masks;  that 
during  the  winter  months  when  the  pools  are  not  in  oper¬ 
ation,  all  chlorine  shall  be  removed  from  the  premises; 
that  the  police  commissioner  and  the  local  engine  com¬ 
pany  shall  be  informed  as  to  this  permitted  chlorine  stor¬ 
age. 


164-30- A. 


APPLICANT— M.E.  Podufaly,  for  Ferro-Co.  Corp.,  lessee. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Appeal  from  a  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 153-165  North  14th  street,  50- 
58  North  15th  street  and  20-38  Wythe  avenue,, 
west  side,  between  North  14th  street  and  North 
15th  street  (Block  No.  2613,  Lot  No.  28),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant:  M.  E.  Podufaly  and  A.  G.  Jack- 
son. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 


THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  . .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

((164-30- A) 

Whereas,  Thomas  Murcott,  owner,  filed  March  7,  1930, 
an  appeal  from  a  decision  of  the  superintendent  of  build¬ 
ings,  affecting  premises  46-58  North  15th  street  and  20-32 
Wythe  avenue,  southwest  corner  (Block  No.  2613,  Lot  No. 
28),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  superintendent  of  build¬ 
ings  reads : 

“This  building  is  not  a  fireproof  bldg,  and  exceeds 
10,000  square  feet  in  area,  therefore,  standpipe  system 
is  required  by  S.  581-1-C  of  Building  Code” ; 

and 

Whereas,  the  building  is  non-fireproof,  two  stories  (36 


ft  3  in.)  in  height,  115  ft.  by  120  ft.,  irregular  (approxi¬ 
mately  13,000  sq.  ft.)  in  area;  Occupied:  1st  story,  manu¬ 
facture  of  steel  products,  50  persons ;  2nd  story,  bronze 
work,  40  persons  ;  and 

Whereas,  this  appeal  was  granted  by  the  board  July  1, 
1930,  on  certain  conditions  and  owner,  through  his  repre¬ 
sentative,  requested  an  amendment  of  the  resolution,  the 
building  having  been  extended  in  area ;  and 

Whereas,  the  Commissioner  of  Buildings  has  issued 
order  No.  13344-L.F.,  dated  December  28,  1936,  reading  as 
follows :  “Install  an  approved  standpipe  system  *  *  *” 
and 

Whereas,  this  resolution  was  amended  February  2,  1937 
and  owner  requested  a  further  amendment  as  to  occupancy. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  amend  its  resolution  of  July  1,  1930,  to  read  as 
follows  : 

“Resolved,  that  the  decision  of  the  superintendent 
of  buildings,  dated  February  17,  1930,  acting  on  Appli¬ 
cation  No.  1430  and  decision  of  the  commissioner  of 
buildings  in  order  No.  13344-LF,  dated  December  28, 
1936,  be  and  they  hereby  are  modified  and  the  appeal 
is  hereby  granted  on  condition  that  the  entire  building 
shall  be  protected  with  a  two-source  sprinkler  system, 
complying  with  the  rules  of  the  Board  of  Standards 
and  Appeals  ;  that  the  building  shall  be  of  the  height 
and  area  indicated  on  plans  marked  “Received  January 
28,  1937”;  that  the  building  shall  not  be  further  in¬ 
creased  in  height  but  may  be  increased  in  area  by  one- 
story  extension  along  North  14 th  street,  as  indicated  on 
plans  marked  “Received  June  4,  1937,”  provided  such 
extension  is  also  protected  by  an  extension  of  the  two- 
source  sprinkler  system  herein  required,  and  granted 
only  so  long  as  the  use  and  occupancy  are  not  con¬ 
sidered  unduly  hazardous.” 


VARIATIONS  OF  LABOR  LAW 

260-37-S. 

APPLICANT — Peper  Brothers,  Inc.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  orders 
of  the  commissioner  of  buildings. 

PREMISES  Ah  FECTED — 417-419  DeKalb  avenue,  north 
side,  125  ft.  west  of  Classon  avenue  (Block  No. 
1923,  Lot  No.  84),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant :  William  Homan. 

For  Administration :  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  June  29,  1937,  at  2 
p.m.,  for  inspection  by  a  committee  of  the  board. 


278-3.7-S. 

APPLTCANT — Harry  M.  Sushan,  for  Cameron  Machine 
Co.,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  orders 
and  a  decision  of  the  commissioner  of  buildings. 
PREMISES  AFFECTED — 78-86  Fulton  street,  south  side, 
144  ft.  5  in.  east  of  Hicks  street,  15-23  Hicks 
street  and  55-67  Poplar  street  (Block  No.  207,  Lot 
Nos.  2,  3,  4,  5,  17,  18,  19,  20  and  27),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Harry  M.  Sushan. 

For  Administration :  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 
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THE  RESOLUTION— 

(278-37-S) 

Whereas,  Harry  M.  Sushan  for  Cameron  Machine  Co., 
owner,  filed  June  10,  1937,  an  application  for  a  variation 
of  the  Labor  Law  as  cited  in  orders  and  decision  of  the 
Commissioner  of  Buildings  affecting  Premises  78-86  Ful¬ 
ton  street,  south  side,  144  ft.  5  in.  east  of  Hicks  street, 
15-23  Hicks  street,  and  55-67  Poplar  street  (Block  No.  207,’ 
Lot  Nos.  2,  3,  4,  5,  17,  18,  19,  20  and  27),  Borough  of 
Brooklyn  ;  and 

Whereas,  the  order  No.  16176-LD  of  the  Commissioner 
of  Buildings,  dated  March  1,  1937,  reads: 

“Extend  the  interior  stairway  at  the  west  side  of 
Fulton  street  to  the  roof. 

‘‘Note: — All  structural  changes  must  be  approved  by 
this  department.  Have  contractor  submit  evidence  of 
Workmen’s  Compensation  required  by  Workmen’s 
Compensation  Law  before  work  is  started.  Sec  271  ” 

and 

Whereas,  order  No.  16180-LD  of  the  Commissioner  of 
Buildings,  dated  March  1,  1937,  reads : 

“Remove  panic  bolt  from  door  leading  to  street  from 
termination  of  fireproof  enclosed  stairway.” 

and 

Vv  hereas,  order  No.  16181-LD  of  the  Commissioner  of 
Buildings,  dated  March  1,  1937,  reads: 

“Remove  panic  bolts  from  all  doors  leading  to  street 
from  building  78  Fulton  street.” 

and 

.  Whereas,  the  decision  of  the  Commissioner  of  Build¬ 
ings,  dated  June  8,  1937,  reads: 


Whereas,  the  building  is  equipped  with  a  sprinkler  sys- 
tem  and  a  fire  alarm  system,  two  interior  stairs,  one  in 
i\o.  /8  hulton  street  and  one  at  rear  of  No.  19  Hicks 
street;  the  stairway  at  rear  of  No.  19  Hicks  street  is  fire¬ 
proof  and  extends  to  the  roof;  there  is  one  Labor  Law 
hie-escape  at  front  of  78  Fulton  street,  which  extends  to 
street  by  means  of  counterbalanced  stairs  and  will  be  ex¬ 
tended  to  the  roof  by  ladder;  with  fireproof  windows  on 
the  course  of  the  fire  escape;  and 

\\  hereas,  applicant  contends  as  to  Order  No.  16176-LD 
September  9,  1927,  a  permit  was  obtained  for  the 

ti!°n  °f.  7?  fult°n  street  incorporating  this  building 
with  the  rest  of  the  factory,  Permit  No.  11523/27  that  the 
“.reproof  stairway  with  an  exit  on  Hicks  street  was  at  that 
time  accepted  as  the  required  stair  for  78  Fulton  street 
and  the  stairway  in  question  was  considered  an  auxiliary 
fcfrLc  WaS  n0t  rTeqlJired:  that  the  secondary  means  of 
front  £  u6W  Labor  Law  fire-escape  erected  on  the 

onnnl-  ^  78  Fult°n  stre,et ;  at  that  time  the  fourth  floor  was 
occupied  as  paper  and  record  files  storage;  that  on  No- 

verted'  to  ’  192^’  fthe-  fourtrh  flo0r  occupancy  was  con- 
1?^7/9Q  nanufact"r'nS  of  machines  by  permit  No. 
tarrWt  the  Question  of  exit  again  arose  and  a  fire  re¬ 
tarded  passage  to  the  fireproof  stair  was  accepted  as  the 

waSUthee ^hanST°f  T*  and  the-  secondary  means  of  egress 
tD,t  tZHb°r  LaW  fire'escaPe  m  front  of  78  Fulton  street; 
bHIdin  •  P^eventl0n  division  of  the  department  of 
na  men?  ^  the  aPProvals  of  the  building  de- 

Pn~  Clted  above  are  not  valid  because  the  department 

with  the  kfbn  dl1d  n0t  examine  Plans  for  their  conformity 
the  labor  law;  an  examination  of  the  n Ho-inal 


“In  reP^eto  Vour  Jetffir  of  June  7,  1937,  advising  that  wiH  show  ffia?  pfens  wer'eexSed  a^dall  w'o^k  w 
>u  have  been  retained  bv  the  owners  to  n  1  examined  and  all  work  was  done 


and 


-  ^  ~  J  ,  ,  a  ,  dU-VICMIlg  Uldl 

you  have  been  retained  by  the  owners  to  appeal  from 
requirements  of  Order  Nos.  16176-LD,  16180-LD  and 
16181-LD,  and  that  you  are  unable  to  do  so  due  to  the 
fact  that  the  Board  of  Standards  and  Appeals  will  not 
accept  an  appeal  for  the  reason  that  the  time  limit, 
thirty  days,  had  elapsed,  and  request  dismissal  and 
re-issuance  of  the  above  orders,  vou  are  advised  that 
the  orders  cannot  be  dismissed  or  reissued.  Therefore 
your  request  is  denied.” 


Whereas,  the  premises  in  question  consists  of  a  number 
ol  interconnected  buildings  erected  prior  to  1913  of  non- 

AoerP/°,01f.CO"struction’'  2  and  4  stories  in  height,  23  ft.  bv 
<  ft.  11  in.  in  area  and  No.  15-23  Hicks  street  being  125  ft 
b  in.  by  1UU  ft.  in  area;  occupied  as  follows: 

No.  78  Fulton  Street. 

Cellar,  storage,  no  persons;  1st  floor,  locker  and 
washroom,  no  persons  ;  2nd  floor,  office,  9  persons ;  3rd 
floor  manufacturing,  3  persons;  4th  floor,  manufactur¬ 
ing,  12  persons. 

No.  19-23  Hicks  Street. 

Cellar,  storage,  no  persons;  1st  floor,  manufacturing, 
33  persons;  2nd  floor,  manufacturing,  2  persons 
No.  15-17  Hicks  Street. 


in  -.7  VT  duu  an  worn:  was  done 

16180  LD  and  16$  i  n  iab°J  'aW;  that  as  t0 

th«  t  nd  16181-LD,  the  doors  in  question  are  those 
H  .tbe,  termination  of  the  fire  passage  on  19  Hicks  street 

FnhnthOSte  °Penjng  the  Street  on  the  first  floor  of  78 
Fulton  street  ;  that  the  owner  has  removed  all  panic  bolts 
from  other  doors  leading  to  labor  law  fire-escape  on  78 
Fulton  street;  that  the  first  floor  at  78  Fulton  street  is 
used  as  a  locker  and  wash  room;  that  during  the  dav 
iere  are  no  employees  stationed  in  this  room  and  as  this 
floor  is  below  the  level  of  any  of  the  other  parts  of  hi 
facJ?ry  ,lt  cannot  be  watched  unless  a  watchman  is  posted 

to  he  ioTA/  a"  ti,nes'  ‘l’21  ,lle  S2me  condftiotUappdy 
..the  long  fire  passage,  and  moreover  here  access  bv  out 

of  ,CC°ld  ,be  to  •>«  various  floors  a?d  ceiiari 

v.ZZmA  Wl‘h  ,OSSes  resulting  from  theft  or  fire  as 

iPinmn 

opening  to  the  street  which  firemen  fan  use>  Due”  toX 
favorable  position  of  other  means  of  ingress  and 

4W  the 


Cellar,  storage  no  persons;  Uthoor.  manufacturing,  °™r  be/ehe/ed  of°  S'r7„|'  0“t  ^3“, 

2  persons;  2nd  floor,  manufacturing,  6  persons.  the  orders  y  g  the  work  caIled  for 


and 

is3dETune’  ofnoccuPancy  No.  82579,  which  was 

issued  June  i  1937  for  premises  75  Fulton  street  for  the 
following  occupancy: 

1st  story,  locker  and  washroom,  no  persons;  2nd 
S'i^JL^  .3'ls,or*  manufacturing  of 


in 


gtn.eiT;s;iru,aNto.,h1e6Ia7ffhatr  bv,ndTh« 

terior  stair  shall  (ioup  r  0n  condihon  that  the  in- 

street  from  No* 74,7'  fa**  to 


and 


following  occupancy : 

1st  story,  machine  shop,  30  persons, 
and 

Whereas,  ,the  °w"er . was  convicted  and  sentence  sus- 

Uw  of°AnCHiar2ie  1Q17IO  ati?i  S.e?tion  272  of  the  Labor 

Law  0t  April  21,  1937,  in  Municipal  Term  Maffistratec’ 

Court,  Borough  of  Brooklyn;  and  Magistrates 
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street  from  No.  78  Fulton  street  and'  L  T  Tadl.ng  to 

Hi  clef  street  S  hfireP/<>“f-«-clos«l  sta  kwfyT  No”  W 

ir,  the  direction  of  exit  a  t  a/  / in  c  s  t  h  a  fa  f 1 1  * '  ”  g  °?cl?in£ 
ladder  to  roof  shall  be  constructed  on  rLg°fi0Se'neck  iron 
the  front  of  No,  78  Fulton”^,'?  £  %  tcu^ 


on 
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each  floor  of  No.  78  Fulton  street  shall  not  exceed  the 
legal  occupancy  permitted  by  the  legal  exits ;  and  that  in 
all  other  respects  the  labor  law  and  all  other  rules  and 
regulations  applicable  to  the  construction  and  occupancy  of 
this  building  shall  be  complied  with. 


84-29-S. 

APPLICANT — Myer  Wool,  owner. 

SUBJECT— App’ication  for  consideration — reopening  and 
amendment — re  Variation  of  the  labor  law  as  cited 
in  decision  of  the  superintendent  of  buildings  and 
order  of  the  fire  commissioner. 

PREMISES  AFFECTED— 1018  Lexington  avenue,  west 
side,  34  ft.  2  in.  south  of  East  73rd  street  (Block 
No.  1407,  Lot  No.  58),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Meyer  Wool. 

ACTION  OF  BOARD— Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(84-29-S) 

Whereas,  Croker  National  Fire  Prevention  Engineering 
Co.,  for  Myer  Wool,  owner,  filed,  February  7,  1929,  a  peti¬ 
tion  for  a  variation  from  the  requirements  of  the  labor 
law,  as  cited  in  an  order  of  the  fire  commissioner  and  a 
decision  of  the  superintendent  of  buildings,  affecting  prem¬ 
ises  1018  Lexington  avenue,  west  side,  34  ft.  2  in.  south  of 
East  73rd  street  (Block  No.  1407,  Lot  No.  58),  Borough 
of  Manhattan ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated  June 
22,  1928  (Order  No.  3961 1-LD).  reads: 

“1.  Provide  an  outside  iron  balcony  fire  escape  on 
the  front  of  building  with  balconies  4  ft.  in  width  con¬ 
nected  by  stairways  not  less  than  22  in.  wide,  placed  at 
an  incline  of  not  more  than  45°,  extending  from  the 
ground  to  the  highest  story,  constructed  as  per  Section 
273  of  the  Labor  Law  and  the  rules  of  the  Board  of 
Standards  and  Appeals,  or  carry  out  a  proper  alterna¬ 
tive  method  of  complying  with  Section  271  of  the 
Labor  Law. 

“2.  Extend  the  interior  stairway  at  the  south  side 
of  the  building  to  the  roof,  as  per  Section  271  of  the 
Labor  Law” ; 

and 

Whereas,  the  decision  of  the  superintendent  of  buildings, 
rendered  February  1,  1929  (App.  No.  2602-1928),  reads: 
“5.  Interior  stair  must  extend  to  roof.  Sec.  271 
Labor  Law. 

“6.  All  openings  on  course  of  fire  escape  must  be 
fireproof.  Fireproof  passage  must  be  provided  from 
termination  of  fire  escape  to  street.  Sec.  233  of  Labor 
Law.” ; 

and 

Whereas,  the  building  is  non-fireproof,  four  stories  in 
height,  17  ft.  by  62  ft.  3  in.  in  area  at  first  and  second 
stories  and  17  ft.  by  53  ft.  3  in.  in  area  above;  OCCU¬ 
PIED:  1st  story,  milliner,  2  persons;  2nd  story,  ladies’ 
tailor,  4  persons;  3rd  story,  workroom,  10  persons;  4th 
story,  living  apartment ;  EXITS :  an  interior  wood  stair¬ 
way,  extending  from  the  first  story  to  top  story,  enclosed 
in  wood  stud,  metal  lath  and  cement  mortar  partitions  with 
fireproof  doors  at  openings  except  the  fourth  story  which 


are  non-fireproof ;  a  fire  escape  on  the  rear  of  the  building, 
having  fireproof  openings  along  the  course  thereof,  extend¬ 
ing  from  yard  level  to  roof,  with  EGRESS  from  the 
termination  of  the  fire  escape  bv  means  of  gate  in  fence  to 
yard  adjoining  at  south;  ROOFS  of  adjoining  buildings: 
same  level  at  north  and  south ;  and 

Whereas,  the  petitioner  claims,  as  to  Item  1  of  the  fire 
department  order,  that  the  fire  escapes  on  rear  of  building 
comply  with  the  labor  law  except  as  to  egress  from  the 
termination,  which  may  be  had  through  gate  in  fence  to 
yard  adjoining  at  south  and  through  adjoining  building  to 
Lexington  avenue ;  as  to  Item  2  of  the  order,  it  is  proposed 
to  maintain  a  double-rung  iron  ladder  in  closet  on  top 
story,  public  hall,  leading  to  scuttle  in  roof ;  furthermore, 
the  petitioner  contends  that  the  exits  are  adequate ;  and 

Whereas,  this  petition  was  granted  by  the  Board  June 
11,  1929,  on  certain  conditions  and  owner  requested  an 
amendment  as  to  occupancy. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  requirements  of  the  labor 
law,  and  that  the  petition  be  and  it  hereby  is  granted,  as  to 
Item  1,  fire  department  Order  No.  39611,  and  Objection  6, 
of  the  bureau  of  buildings,  on  condition  that  an  approved 
labor  law  fire  escape  be  erected  on  the  rear  of  the  building, 
with  egress  from  the  termination  through  open  yard  of 
premises  immediately  to  the  south,  and  that  the  consent  of 
the  adjoining  owner  be  filed  with  the  fire  commissioner 
and  the  bureau  of  buildings;  granted,  as  to  Item  2  of 
Order  No.  39611  of  the  fire  department,  and  Objection  5 
of  the  bureau  of  buildings,  on  condition  that  a  fixed  double¬ 
rung  iron  ladder  be  provided  from  the  stairhall  closet  of 
top  story  to  roof ;  granted  on  condition  that  the  existing 
doorway  in  the  stairway  passage  of  the  third  story  be 
removed  forthwith,  so  long  as  occupancy  does  not  exceed 
the  occupancy  legally  permitted  for  the  primary  means  of 
exit. 


169-21 -S. 

APPLICANT— Robt.  R.  Rainey  Co.,  Inc.,  agents  for  Es¬ 
tate  of  David  S.  Walton,  owner. 

SLIBJECT — Application  for  consideration — reopening  and 
amendment — re  Variation  of  the  labor  law  as  cited 
in  an  order  of  the  commissioner  of  buildings. 

PREMISES  AFFECTED — 132-142  Franklin  street  and  1-9 
Varick  street,  northwest  corner  (Block  No.  189, 
Lot  No.  1),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Y.  Pierce  Brundin. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . 0 

Absent  .  0 

THE  VOTE  T(3  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(169-21-S) 


Whereas,  Samuel  Rosenblum,  consulting  engineer,  for 
D.  S.  Walton  &  Co.,  owner,  filed,  February  7,  1921,  a 
petition,  with  the  Board  of  Standards  and  Appeals,  for 
variation  of  the  requirements  of  the  labor  law  as  cited 
in  orders  of  the  fire  commissioner,  affecting  premises  132-42 
Franklin  street  and  1-9  Varick  street,  northwest  corner 
(Block  No.  189,  Lot  No.  1),  Borough  of  Manhattan;  and 
Whereas,  the  orders  of  the  fire  commissioner  read: 

“No.  17722-LD.  1.  Enclose  the  interior  stairways 

at  northwest  corner  of  132-4  and  west  side  of  136-42 
buildings,  serving  as  a  required  means  of  exit,  and  the 
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and 


landings,  platforms  and  passageways  connecting  there¬ 
with  on  all  sides,  with  partitions  of  fire  resisting  ma¬ 
terial  extending  continuously  from  the  1st  story  to  3 
ft.  above  the  roof,  constructed  as  per  sections  79-B-2 
and  /9-B-3  of  the  labor  law,  or  carry  out  a  proper 
alternative  method  of  complying  with  the  requirements 
of  section  79-B-l  of  the  labor  law. 

2.  Extend  the  interior  stairways  at  northwest  cor¬ 
ner  of  132-4,  west  side  of  136-42  buildings  to  the  roof 
as ( per  sections  79-B-2  and  79-C-l  of  the  labor  law. 

“3;  Extend  the  interior  stairway  at  the  west  side 
of  136-42  building  from  the  2nd  story  to  the  1st  story, 
said  stairways  and  the  landings,  platforms  and  passage¬ 
ways  connecting  therewith  to  be  enclosed  on  all  sides 
with  partitions  of  fire  resisting  material  extending  con¬ 
tinuously.  from  the  2nd  story  to  3  ft.  above  the  roof 
and  provide  a  fire  resisting  passageway  leading  from 
the  termination  of  the  stairway  to  the  street  as  per 
sections  79-B-2  and  79-B-3  of  the*  labor  law,  or  carry 
out  a  proper  alternative  method  of  complying  with 
the  requirements  of  section  79-B-l  of  the  labor  law.”; 


Whereas,  the  premises  consists  of  two  buildings  each 
n°n:51rePro°f-  Slx  stories  in  height,  with  a  total  frontage 
of  121  ft.  9  in.  and  a  depth  of  100  ft.  and  80  ft  respec¬ 
tively,  occupied  in  the  1st  story,  stores  and  shipping;  upper 
I  flcois  storage  and  printing  of  paper  bags  and  stock,  num¬ 
ber  of  empoyees,  No  132-34;  2nd  floor,  25  persons;  3rd 
^°?r>  25  ’  4th  fl°or>  0;  5th  floor,  0;  6th  floor,  0;  No  136-4? 
2nd  floor  one  person ;  3rd  floor,  8  persons ;  4th  floor  6 
persons;  5th  floor,  6  persons;  6th  floor,  14  persons;  the 
buildings  being  equipped  with  a  sprinkler  system  and  a 
hie  alarm  signal  system;  the  means  of  egrees  consisting  of 
an  interior  stairway  in  the  westerly  building  extending 
iiom  the  2nd  story  to  the  6th  story,  enclosed  in  wood 
board  partitions;  an  interior  stairway  in  the  easterly  build- 
mg  extending  from  the  1st  story  to  the  2nd  story  at  the 
front  and  from  the  2nd  story  to  the  6th  story  at  rear ; 

-K  m  the.^th  st0ry  only ;  two  openings  in  the  division 
wall  between  the  easterly  and  westerly  buildings  in  each 

ti?PeonCeP-t  hC  1S£  St°ry  Wlth  seIf-closing  fireproof  doors 
a i  the  openings;  a  fire  escape  on  the  rear  accessible  to  both 

ui  dings  and  a  party  wall  fire  escape  on  the  front  of  the 

at1IthetlgSon(!!IneCVng  b°th  brUildinP’  a  fire  escape  balcony 
with  rJ,T  ue,St  C0/ner  °f  the  building  in  tbe  2nd  story 
with  counterbalanced  stairs  to  the  street,  serving  as  egress 

for  the  interior  stairs;  the  roofs  of  the  buildings  adjoining 
being  at  same  height  as  roof  of  building  in  question  -  and 
Whereas,  petitioner  contends  that  owing  to  the  snrink- 

“  fir<f  a  arm  SlgnaA,lyStem  and  the  horizontal 
exits,  the  means  of  egress  should  be  deemed  adequate;  and 

meetiWEAnrilhlq  WaS  R-anted  b-v  the  hoard  at  its 

meeting  April  5,  1921  on  certain  conditions  and  owner’s 

JESei  a  iVet  re9uested  a  modification  of  these  conditions 
which  request  w-as  granted  by  vote  of  the  board  and  he 
now  requests  a  further,  modification  as  to  stair  enclosures 

as  tJ ^horlzonml  °f  ?*Ku21’  1937,  ^nested  an  amendment 
?  1  horizontal  exits,  the  commissioner  of  buildings  hav¬ 
ing  issued  order  No.  31120-LD,  reading-  g 

271  iaboflaw.  'he  in,erior  S,airwai'  to  roof'  Secti°" 

•If  fiEnclose.tbe  interior  stairway  from  cellar  to  roof 
re  resisting  partitions,  doors  fireproof  seif- 
cI?(sm^  °pening  outw-ardly,  Section  ?7l  labor  law. 

a.  Bxtend  stairway  to  street  through  an  unob¬ 
structed  passageway  enclosed  with  fire  resisting  parti- 

^riawtaw001^8  £r°m  Stairway  to  open  out-  Section 

4.  Arrange  party  iron  balconies  front  of  building 
to  conform  with  section  274  labor  law.” 

Resolve  that  the  Board  of  Standards  and  Appeals  does 
ercby  make  a  variation  from  the  requirements  of  the 
* ,aw  and  that  the  Petition  be  and  it  hereby  is  granted 
wa  Tdfltwn.  ,that  an  enclosure  making  a  continuous  hall- 
^ay  3  “■  ™.de  ™  the  eiear,  be  provided  around  the  stair¬ 
ways  extending  from  the  second  story  to  the  sixth  story  in 
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building  No  136-142  and  from  the  first  story  to  the  sixth 

retarded  I  ft  1S'134>.  theSe  encl°sures  to  be  fire 

material  i  the  !°ft  Sld<T  W'th  approved  fire  retarding 
materia  in  accordance  with  the  rules  for  fire  retarding 

™  er'al  adopted  by  the  Board  of  Standards  and  Appeals 
counterben,d00rH  ^  a11  .opeilings.  that  a  scuttle  properly 
vided  fn  th^d  aft  arJ  iron,ladder  ieading  thereto  be  pro- 
passagewavftiJnft  ft  each  building,  that  an  enclosed 
ftot  m  the  ft1  ary  fir,e  retarded  be  provided  from  the 
136-1-P  to  the  UI(S  1f1  1  fie  second  story  of  building  No. 

/  ,  142  to  the  street  wall  connecting  with  the  exterior 

mUshnir  Pf  h'hT  N° '  ?™SLD'  issued  b?  ,he  «»- 
*  buddings  under  date  of  May  18,  1937  be 

edrefif0 l,Z  ^T'  that  ^uirementsof  the  amend- 

and  that  th,  ft  17'  1922<  ^all  be  complied  with 

Franklin  firC~escaPe  Party-wall  balcony  on 

ankltn  street  shall  be  reconstructed  so  as  to  comply  with 

the  requirements  of  the  labor  law  for  an  exterior  Sl- 

ladder  10  StrCCt  (md  Priding 
inereto  legal  exit  from  the  areas  on  either  side  of  Hip 

al’'  door,  Wl  il  °hd  tkat  thC  °Penin9s  in  the  fire  wall  on 

Ur:: eS\£  jfZZrth  fireproof'  seif-d°™° 


appliances  submitted  for  approval 

248-37-SA. 

APPLICANT— Samuel  W.  Ross,  for  Paragon  Oil  Burner 
tnc.,  owner. 

A P P EAR ANCE S— "  0d  BUrnCr’  M°del  A'25’  approval  of- 

For  Applicant:  Samuel  W  Rose 
ACTION  OF  BOARD-Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


261-37-SA. 

SUBTECT^-V~wrki  0llrv?Urrner  Co”  Inc->  owner. 

appearances-  er'  approval  of- 

For  Applicant:  None. 

ACTION  OF  BOARD— Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


265-37-SA. 

SFRIFrTNpftadlam  Utilities  Corp.,  owner. 
SUBJECT— Radiant  Oil  Burner,  Models  1G,  2G,  3G  4G 
and  oG,  approval  of.  ’ 

APPEARANCES— 

For  Applicant:  Jacob  G  Goldbero- 
ACTION  OF  BOARD-XppHcation  placeTon  reserve  cal¬ 
endar  and  reterred  to  engineer  of  the  board. 

166-33-SA. 

APPLICANT— Felix  Sposito,  Pres.,  Gold  Star  Oil  Burner 
Mig.  Co.,  Inc.,  owner. 

SUBJECT— App.icatiun  .or  reopening— amendment— Gold 

APPEARArNCES-rner’  M°de'S  J  and  ^-^al  of. 
AppIicant:  Felix  Sposito. 

ACT  ION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission- 

^rrS ,  ^avage  and  BIum  and  Assistant  Chief 
v  v  alsh .  a 

Negative  . ’  ’  .  ’ .  q 

Absent  .  ’  ’  .  q 


491-31  -SA. 

APPLICANT — Perfection  Stove  Co.,  owner. 
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SUBJECT — Application  for  reopening  —  amendment  —  re 
approval  of  Superfex  Oil  Burning  Heaters  and 
Heat  Projectors. 

APPEARANCES— 

For  Applicant :  W.  C.  Beadle. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  . '• .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(491-31-SA) 

Whereas,  the  Perfection  Stove  Co.,  owner,  filed  October 
6,  1931,  an  application  with  the  Board  of  Standards  and 
Apppeals,  for  approval  of  their  device,  known  as  the  Super¬ 
fex  Oil  Burning  Heater ;  and 
Whereas,  this  device  was  approved  by  the  board  July  8, 
1932,  under  the  Rule  22  of  the  Fuel  Oil  Rules  then  in 
force ;  and 

Whereas,  the  applicant  requested  an  amendment  of  the 
resolution  so  that  the  approval  of  the  burner  would  be  ef¬ 
fective  under  the  Oil  Burner  Rules  adopted  June  15,  1934; 
and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  bureau  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  and 
of  the  representatives  of  the  division  of  combustibles,  ap¬ 
proved  by  the  acting  deputy  chief  of  department  in  charge 
of  division  of  combustibles,  recommended  the  amendment 
of  the  resolution,  provided  certain  recommendations  were 
incorporated  in  the  resolution ;  and 

Whereas,  the  applicant  requested  a  further  amendment 
of  the  resolution  to  include  the  Model  No.  1051,  known  as 
the  Superfex  Heat  Projector;  and 
Whereas,  this  model  was  also  submitted  to  the  engineer 
of  the  board  and  the  bureau  of  combustibles  of  the  fire 
department  and  a  similar  report  filed  with  the  board ;  and 
Whereas,  the  applicant  requested  an  amendment  of  the 
resolution  to  include  model  numbers  of  these  devices;  and 
Whereas,  this  matter  was  submitted  to  the  engineer  of 
the  board  and  the  report  of  the  engineer  was  as  follows: 

Under  date  of  July  8,  1932,  the  board  approved  the 
Superfex  Oil  Burning  Heater,  Cal.  No.  491-31-SA,  the 
applicant,  the  Perfection  Stove  Company,  owner,  has 
requested  a  reopening  of  the  case  and  an  amendment 
of  the  resolution  to  include  the  Superfex  Heat  Pro¬ 
jector  Model  No.  1051.  The  resolution  was  amended 
to  include  this  model,  October  15,  1935;  request  is 
now  made  to  further  amend  the  resolution  so  as  to 
cover  specific  model  number  of  the  Superfex  Oil  Burn¬ 
ing  heater  and  heat  projector. 

Oil  Burning  heater  models  are  No.  1031 — brown  por¬ 
celain  finish,  3  gallon  fuel  reservoir,  1032 — has  constant 
level  valve  in  lieu  of  3  gallon  tank,  1035  two  tone 
brown  porcelain  5  gallon  capacity.  1036,  the  same 
model  with  constant  level  valve. 

Radiating  Heaters— 1107  polished  steel  finish,  3  gal¬ 
lon  reservoir. 

1108 —  same  with  constant  level  valve. 

1117 —  polished  steel  5  gallon  reservoir. 

1118 —  same  constant  level  valve. 

1109 —  brown  porcelain  enamel — 3  gallon  reservoir. 

1110 —  same  constant  level  valve. 

1119 —  brown  porcelain  enamel  finish  black  trim,  3 
gallon  reservoir. 


1120 — same  with  constant  level  valve. 

Heat  projectors. 

Model  1051 — already  approved. 

Model  1052 — same  as  1051  with  constant  level  valve. 

Model  1053 — same  as  1051  except  as  to  top  which  has 
connection  for  a  duct  system. 

1054  same  as  1053  with  a  constant  level  valve.  It  is 
recommended  that  these  models  be  approved  on  the 
same  conditions  as  the  original  resolution. 

Resolved,  that  the  Board  of  Standard  and  Appeals  here¬ 
by  amends  its  resolution  of  July  8,  1932,  as  amended  Octo¬ 
ber  15,  1935,  and  approves  the  devices  known  as  the  Super¬ 
fex  Oil  Burning  Heaters  Model  Nos.  1031,  1032,  1035,  1036, 
1107,  1108,  1117,  1118,  1109,  1110,  1119  and  1120  and  Super¬ 
fex  Heat  Projector  Models  1051,  1052,  1053  and  1054, 
for  use  in  domestic,  commercial  and  industrial  installations, 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
of  the  Board  of  Standards  and  Appeals  with  the  following 
additional  requirements : 

“1 — That  the  instruction  card  furnished  with  this 

burner  to  all  users  shall  contain  the  following: 

NOTICE 

Approved  by  the  Board  of  Standards  and  Appeals 
under  Cal.  No.  491-31-SA 
For  Use  in  New  York  City. 

Only  an  Approved  Safety  Can  Shall  Be  Used  In 
Filling  This  Storage  Container. 

“2 — The  storage  container  shall  bear  a  label  perma¬ 
nently  affixed,  reading  as  above. 

“3 — Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  shield  of  J4  in.  asbestos  or  other  equivalent 
material,  extending  at  least  12  in.  beyond  the  outline 
of  heating  device. 

“4 — Only  approved  safety  cans  shall  be  used  for  the 
storage  and  filling  of  oil  containers. 

“5 — This  burner  shall  be  connected  to  a  legal  chim¬ 
ney,  complying  with  the  requirements  of  Section  403 
of  Chapter  V  of  the  Code  of  Ordinances;  said  chimney 
to  have  a  readily  accessible  cleanout  door;  the  flue 
connection  to  the  chimney  shall  be  equipped  with  auto¬ 
matic  damper. 

“6— The  fuel  oil  used  in  this  device  shall  be  range 
oil  or  No.  1  or  No.  2  fuel  oil. 

“7 — The  manufacturer  or  installer  of  this  burner 
shall  within  48  hours  after  each  installation,  notify  the 
fire  department  in  writing  of  the  name  of  the  person 
to  whom  this  burner  was  sold  and  the  address  of  the 
premises  where  installed. 


225-37-SA 

APPLICANT — David  Kaufman,  for  Holland  Furnace 
Co.,  owner. 

SUBTECT — Holland  Gun  Type  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant:  David  Kaufman. 

ACTION  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  the  engineer  of  the  board. 
THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(225-37-SA) 

Whereas,  David  Kaufman,  for  Holland  Furnace  Co., 
owner,  filed,  May  17,  1937,  an  application  of  the  Board  of 
Standards  and  Appeals,  for  approval  of  the  device  known 
as  the  Holland  Gun  Type  Oil  Burner;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 
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T-his  burner  was  installed  in  a  hot  air  heating  fur¬ 
nace  and  is  of  the  pressure  atomizing  gun  type.  The 
burner  assembly  consists  of  the  following: — A  Leland 
1/8  hp.  motor;  a  Viking  pump;  strainer  and  pressure 
regukiting  vaWe ;  a  sirocco  type  fan  and  a  Benjamin 
Air  Rifle  Company  nozzle. 

The  capacity  of  the  burner  is  from  1.35  to  2  gallons 
per  hour  and  the  burner  is  so  designed  that  it  may  use 
either  one,  two  or  three  commercial  grades  of  fuel 

innn?IT^?N  VThe  e!ectric  Jefferson  transformer  110- 
10,000  volts  Controls :  Minneapolis-Honeywell  Pro- 
tectorelay  R-117-3,  Pressuretrol  L-404 

The  burner  comes  in  two  types.  One,  with  a  short 
blast  tube  for  mounting  in  unit  type  installations,  and 
the  standard  _  pedestal  type  burner  with  a  long  blast 
tube  tor  use  in  conversion  installations 

With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  on  two  succes¬ 
sive  tests,  the  controls  shut  the  burner  down  in  seventy 
and  seventy-two  seconds  respectively.  The  burner 
then  was  put  in  normal  operation  for  approximately 
one  hour.  During  the  period  of  this  test  there  werj 
no  flarebacks  due  to  faulty  ignition  and  the  flame  was 
clean  and  flee  of  soot  and  smoke.  Examination  of 
the  electrodes  and  combustion  chamber  showed  no 
undue  carbon  deposits. 


As  a  result  of  this  inspection'  and  test,  it  is  recom¬ 
mended  that  the  Holland  Gun  Type  Oil  Burner  be 
approved  for  domestic,  industrial  and  commercial  in¬ 
stallations,  when  installed  in  accordance  with  the  Oil 
Burner  Rules,  adopted  by  the  Board  of  Standards  and 
.  ppeals.and  when  used  with  Fuel  Oil  not  heavier  than 
i\o.  Z,  U.  S.  Dept,  of  Commerce  Standards. 

hef/hv^ff’  that.,the. B?ard  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Holland  Gun  Type 

otJn  B-urner  fuor  d?mesitlG  commercial  and  industrial  in- 
tallations,  when  installed  in  accordance  with  the  Oil 

Anneals  \d°ptecI  ^  th,e  Board  of  Standards  and 

Appeals  and  when  used  with  fuel  oil  not  heavier  than 

that  th  prp  i  uk  °f  Commerce  standards,  on  condition 

installed^  labe"  reJ^T"^  '°  eacb  b“™r 

NOTICE 

Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  225-37-SA. 


Adjourned  6:40  P.M.  to  June  16,  1937,  at  2:00  P.M. 

Edward  V.  Barton,  Chief  Clerk. 
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BOARD  OF  STANDARDS  AND  APPEALS 

SPECIAL  MEETING  Mo(1pl  n„  T,  .  .  .  ,  . 

WEDNESDAY  AFTERNOON,  JUNE  16,  1937  of  a  cabin*  which  contafnl  ta  thT.opJwo'coolT 

-  '  S  °^CaPMCltymetal  tank  and  the  outer  shell  of  cabi- 

APPLIANCE  SUBMITTED  FOR  APPROVAL  u  j Tao  'tv  metaI  shield  is  provided- 

264-36- S  A.  7,TI?1S  1S,a  7ir.culating  heater  32  in.  in  height, 

■\PPI  IfANT _ n  q  l  tt  at  r  at  •  fi?  ??/d  ^WO  ln-  diameter  burners.  Between 

LICART  Charles  H.  Meyer,  for  National  Enameling  the  l3A  gallon  capacity  metal  tank  and  the  outer  shell 

Comply,  owner.  of  cabinet  a  double  air  space  metal  shield  is  nrovid^ 

SUBJECT -Nesco  Circulating  Heater,  Models  041,  41,  042,  .  Model  042-This  is  similar  to  Model  42  but  the 

APPEAR  A  Nrt°|2~aPPrOVal  °f'  bUJ?e5S,ar,e  0n^  in-  i"  diameter.  ‘  'he 

I  EA RANGES-  Models  41  and  041 — These  burners  are  the  samp  py 

ACTION 0OFAROARnn  A  harIeS  H'  Meyer'  •  !rpt  ±0r  ish  and  Color’  ecluiPPed  with  a  single  5  in 

AC  1  ION  or  BOARD— Appliance  approved  in  accordance  diameter  burner  and  the  oil  supply  in  from  t  nnp 

THE  VOTE  **  **  ^  **  a"  a" ^ 

^^'ers'savage'^anYBlunf'amf'A'ss^taiE^Chief  GENERAL  DESCRIPTION : 

XT  Walsh  .  4  .  The  burner  base  has  a  collar  of  pressed  steel  hav- 

Abfenr  .  °  Mg  \  T5  gr°T-  iTit>  into  which  the  wick  is  inserted. 

.  0  Mounted  upon  this  base  is  a  cylindrical  drum,  consist- 

THE  RESOLUTION—  mg  of  an  outer  enameled  metal  shell  and  an  inner  per- 

(264-36-SA)  fo.*?ted  st^el.she11-  The  diameter  of  the  drum  varies 

Whereas  Charles  H.  Meyer,  for  National  Enameling  &  Tbive  A  metfl  tube  “connected  SXCol,  descr,ibfd 

Stamping  Company,  owner,  filed  September  10,  1936  an  groove  ii,  tee  bale  of the collar a  ,d  the  twT  a  7 

SsSSfiSS?" ^  ~  safe 

-sasSas;  T  T”ot  thefbocard  was  fcf’iS 

A  committee  of  flic  board  consisting  of  Commis-  downward  so  that  the  inner  tube  comine  from  the 

sioner  Savage  and  Chief  Engineer  Huber  visited^  the  burner  is  immersed  in  oil.  The  oil  then  flows  Howard 

ninv1  °tr1t^ie  Natlonal  Enameling  &  Stamping  Com-  to  the  groove  in  the  burner  base.  When  it  is  desired 

pany  and  inspected  and  tested  the  Nesco  Circulating  to  extinguish  the  burner  and  the  handle-  R  mn  Ci  <■ 

wefetCS  41  °41’  42’  042  and  °52-  T5esc  the  “our  position  in  whRh  position  the  burned  is 

were  set  up  for  examination  in  an  upper  floor  of  the  raised  and  no  oil  can  then  flow  to  it.  The  intensity  of 

1  g‘  the  flame  is  regulated  by  varying  the  height  of  the 
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burner.  There  are  two  spirit  levels  on  the  cabinet  so 
that  the  whole  heater  may  be  properly  leveled.  The 
stuffing  box  is  in  the  form  of  a  special  nut  and  wrench 
is  provided  by  the  manufacturer  to  tighten  this  nut  to 
prevent  the  leaking  of  oil. 

This  burner  has  been  approved  by  the  Underwriters 
Laboratories. 

These  burners  have  been  improved  since  the  first 
examination  by  a  committee  of  the  board  so  as  to 
comply  with  the  recommendations  made  by  the  com¬ 
mittee  as  follows : 

The  stuffing  box  has  been  provided  with  a  heavy 
steel  spring  which  keeps  the  packing  tight  and  prevents 
leakage. 

The  cabinets  have  been  provided  with  handles  to 
make  them  portable,  and  these  handles  are  so  arranged 
that  if  the  cabinets  are  moved  the  oil  flows  back  to  the 
container,  due  to  cabinet  tipping  backward  as  heaviest 
portion  is  at  rear. 

The  cabinets  have  been  provided  with  a  fifth  leg, 
under  the  oil  reservoir,  making  them  very  stable  and 
not  easily  overturned. 

The  cabinets  have  been  provided  with  an  overflow 
attachment  leading  to  a  glass  reservoir  so  that  any  oil 
that  overflows  is  immediately  visible  and  may  be  re¬ 
moved. 

It  is  recommended  that  Model  052  for  cooking  be 
not  approved;  that  the  Nesco  Circulating  Heater, 
Models  41  and  041,  Models  42  and  042  be  approved, 
when  installed  and  constructed  in  accordance  with  the 
above  report  and  with  certain  additional  recommenda¬ 
tions. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Nesco  Circulating 
Heater,  Models  041,  41,  042  and  42  for  use  in  domestic  and 
commercial  installations  with  fuel  oil  not  heavier  than  No. 
1,  U.  S.  Dept,  of  Commerce  Standards  when  installed  in 
accordance  with  the  above  report  and  with  the  following 
additional  requirements : 

That  when  the  burner  base  is  in  the  lowest  position, 
the  oil  shall  not  rise  more  than  %  in.  beyond  the  body 
thereof ;  that  the  dial  plate  shall  bq  notched  to  make 
stuffing  box  nut  readily  accessible ;  that  the  packing  of 
stuffing  box  be  properly  adjusted  before  leaving  the 
factory. 

Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

The  device  shall  bear  a  label  permanently  affixed 
thereto  reading  as  follows : 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  Use  in  New  York  City 
UNDER  CAL.  J40.  264-36-SA. 

Resolved  further,  that  the  board  reserves  the  right  to 
adopt  additional  requirements  if  and  when  such  additional 
requirements  are  deemed  necessary. 


APPEALS  FROM  ADMINISTRATIVE  ORDERS 
197-37-A. 

APPLICANT — William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  Citv  of  New 
York,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — South  side  of  Flatlands  ave¬ 
nue,  approx.  200  ft.  east  of  Ralph  avenue  (Block 
No.  8012,  Lot  Nos.  1  and  300),  Borough  of  Brook¬ 
lyn. 

APPEARANCES— 

For  Applicant :  Deputy  Commissioner  Binger  and 
Nathan  I.  Kass. 


ACTION  OF  BOARD — Resolution  of  June  2,  1937  cor¬ 
rected. 

THE  VOTE  TO  CORRECT  RESOLUTION  OF  JUNE 
2,  1937- 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(197-37-A) 

Whereas,  William  F.  Carey,  commissioner  of  sanitation, 
for  the  department  of  sanitation,  city  of  New  York,  owner, 
filed  on  May  3,  1937,  an  appeal  from  a  decision  of  the 
secretary  to  the  fire  department  affecting  the  transportation 
and  use  of  chlorine  in  one-ton  containers  in  connection 
with  the  operation  of  a  sewage  treatment  plant  located  on 
the  south  side  of  Flatlands  avenue,  approximately  200  feet 
east  of  Ralph  avenue  (Block  No.  8012,  Lot  Nos.  1  and 
300),  Borough  of  Brooklyn:  and 

Whereas,  this  appeal  was  denied  bv  the  board  June  2, 
1937,  and  applicant  requested  that  the  resolution  be  cor¬ 
rected. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  correct  the  resolution  of  June  2,  1937,  so  that  as 
corrected  it  will  read : 

“Resolved,  that  the  decision  of  the  fire  commissioner 
be  and  it  hereby  is  affirmed  and  that  the  appeal  be  and 
it  hereby  is  denied  without  prejudice  to  the  filing  with 
the  fire  commissioner  of  a  new  proposal  and  the  issu¬ 
ance  of  a  permit  by  him  under  the  powers  granted  to 
him  by  Section  214 a  of  Chapter  10  of  the  Code  of 
Ordinances.” 


198-37-A. 

APPLICANT — William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — West  side  of  Hendrix  street, 
265  feet  south  of  the  center  line  of  Fairfield  ave¬ 
nue  (Block  No.  4441,  Lot  No.  9),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Deputy  Commissioner  Binger  and 
Nathan  I  hCass 

ACTION  OF  BOARD— Resolution  of  June  2,  1937  cor- 
rected. 

THE  VOTE  TO  CORRECT  RESOLUTION  OF  JUNE 
2,  1937- 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(198-37-A) 

Whereas,  William  F.  Carey,  commissioner  of  sanitation 
of  the  city  of  New  York,  owner,  filed  on  May  3,  1937,  an 
appeal  from  a  decision  of  the  secretary  to  the  fire  depart¬ 
ment,  affecting  the  transportation  and  use  of  chlorine  in 
one-ton  cylinders  in  connection  with  the  operation  of  a 
sewage  treatment  plant  located  on  the  west  side  of  Hendrix 
street,  265  ft.  south  of  the  center  line  of  Fairfield  avenue 
(Block  No  4441,  Lot  No.  9),  Borough  of  Brooklyn;  and 
Whereas,  this  appeal  was  denied  by  the  board  June  2, 
1937,  and  applicant  requested  that  the  resolution  be  cor¬ 
rected. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  correct  its  resolution  of  June  2,  1937,  so  that  as 
corrected  it  will  read : 

“Resolved,  that  the  decision  of  the  fire  commissioner 
be  and  it  hereby  is  affirmed  and  that  the  appeal  be  and 
it  hereby  is  denied  without  prejudice  to  the  filing  with 
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ihc  firc.  commissioner  of  a  new  proposal  and  the  issu¬ 
ance  of  a  permit  by  him  under  powers  granted  to  him 
by  Section  214 a  of  Chapter  10  of  the  Code  of  Ordi¬ 
nances. 

199-3 7- A. 

APPLICANT— William  F.  Carey,  Commissioner  of  Sani¬ 
tation,  for  Department  of  Sanitation,  City  of  New 
York,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — West  side  of  134th  street  195 
It  south  of  150th  avenue  (Block  No.  2720,  Lot  No 

APPEARANCES-’  B°r°Ugh  °£  Queens‘ 

For  Applicant :  Deputy  Commissioner  Binger  and 
Nathan  I.  Kass. 

ACTION  OF  BOARD — Resolution  of  June  2,  193,7  cor¬ 
rected. 

THE  VOTE  TO  CORRECT  RESOLUTION  OF  TUNE 
2,  1937 —  J 

Affii  mative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  g 

THE  RESOLUTION— 


( 199-37-A) 

Whereas,  William  F.  Carey,  commissioner  of  sanitation 
toi  the  department  of  sanitation,  city  of  New  York,  owner, 
filed  on  May  3,  1937,  an  appeal  from  a  decision  of  the 
secretary  to  the  fire  department  affecting  the  transportation 
and  use  of  chlorine  in  one-ton  containers  in  connection 
with  the  operation  of  a  sewage  treatment  plant  located  on 

ie  west  side  of  134th  street,  195  feet  south  of  150th 
avenue  (Block  No.  2720,  Lot  No.  24),  Jamaica,  Borough 
ot  Queens;  and 

Whereas,  this  appeal  was  denied  by  the  board  Tune  2, 

J  Jo/,  and  applicant  requested  that  the  resolution  be  cor¬ 
rected. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  correct  its  resolution  of  June  2,  1937,  so  that  as 
corrected  it  will  read  : 

Resolved,  that  the  decision  of  the  fire  commissioner 
be  and  it  hereby  is  affirmed  and  that  the  appeal  be  and 
it  hereby  is  dewed  without  prejudice  to  the  filing  with 
the  fire  commissioner  of  a  new  proposal  and  the  issu¬ 
ance  of  a  permit  by  him  under  poivers  granted  to  Jvm 
by  Section  214a  of  Chapter  10  of  the  Code  of  Ordi¬ 
nances.  y 


Adjourned:  2:55  P.M. 


Edward  V.  Barton,  Chief  Clerk. 


*  CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  June  8,  1937,  as  they  appeared 
in  Bulletin  No.  24,  Vol.  XXII,  are  hereby  corrected  to 
read  as  follows : 

THE  RESOLUTION— 

(213-37-S) 

,rWH1^,Geor^e  ^-a^ss  Mfg.  Co.  Inc.,  owner,  filed  on 
May  III,  1J37,  an  appeal  from  an  order  and  a  decision  of 
die  commissioner  of  buildings  affecting  premises  365-371 
Canal  place  and  223-229  East  141st  street,  northwest  cor¬ 
ner,  (Block  No.  2340,  Lot  No.  145),  Borough  of  The 
Bronx ;  and 

xt  W£EF^AS’  t!le  order  of  the  commissioner  of  buildings, 
No.  76-37,  reads  as  follows: 

1.  Discontinue  the  use  of  the  above  premises  for 
factory  purposes  until  the  said  premises  have  been 
brought  into  compliance  with  the  requirements  of  the 
Laboi  Law  and  a  Certificate  of  Occupancy  permitting 
factory  use  has  been  obtained.  Section  270,  labor  law” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildines 
dated  April  13,  1937,  reads  as  follows: 

“In  response  to  your  request  of  the  6th  inst.  vou 
are  herewith  notified  that,  Order  No.  76-37  was  issued 
because  of  a  report  submitted  by  the  district  inspector 
of  fire  prevention,  which  cited  the  following  specific 
deviations,  from  section  270  of  the  labor  law  as  exist¬ 
ing  in  the  above  captioned  premises  namely: — 

1.  Properly  carry  north  and  south  stairway  enclos¬ 
ures,  on  the  Canal  place  front  of  the  building,  through 
the  roof  and  three  feet  above  same. 

2.  Provide  an  approved  skylight  in  north  stairway 
enclosure. 

.  3.  Provide  plain  grass  windows  or  an  approved  sky¬ 
light  in  the  south  stairway  enclosure. 

4.  Provide  an  intermediate  platform  on  the  west 
exterior  stairway.  Note :  This  stairway  is  now  a 
straight  run  stairway  with  more  than  12  ft.  6  in. 
between  successive  landings. 

.5-  Provide  a  plain  glass  skylight  with  a  shield  of 
wire  mesh  in  substantial  frame  thereunder,  in  the  west 
exterior  stair  enclosure  on  the  141st  front. 


and 


6.  Provide  an  enclosure  of  fireproof  partitions  on 
ail  sides,  for  the  west  stair  enclosure  on  the  141st  st 
front  extending  from  the  street  to  the  roof. 

7.  Provide  an  opening  protected  by  a  fireproof  self- 
c  osing  door  in  the  bulkhead,  of  the  westerly  stairway 
on  the  141st  street  front,  thereby  permitting  the  egress 

to  the  roof  of  the  one  story  building  on  East  141st 
street. 

Note  :— None  of  the  stairways  serving  as  required 
means  of  egress  at  present  extend  to  the  roof.” 


*  Correction— The  word  “stories”  changed  to  “items”  in 
line  69  of  resolution. 


Whereas,  the  applicant  contends  that  this  building  was 
erected  fifteen  years  ago  and  that  a  certificate  of  occu¬ 
pancy  No.  393-1924  was  issued  March  10,  1924  that  up 

X  wi  PTSTJt  tim-e  there  has  been  no  violation  and  the  use 
that  the  budding  is  put  to  at  the  present  time  is  no  differ¬ 
ent  than  it  has  been  in  the  past;  that  to  run  the  stairway 
enclosures  or  the  stairways  themselves  to  the  roof  would 
not  be  helpful  in  any  way  for  there  is  no  adjoining  roof 
of  the  same  height  for  exit  thereon,  that  there  are  two 
^ayS  thar  are  ade9uate  for  a  building  less  than 
1U,UU6  square  ft.  in  area,  these  stairways  are  on  the  north 
arid  south  side  of  the  building  with  exit  to  Canal  place  • 
that  no  point  in  this  floor  area  is  as  much  as  100  ft  dis¬ 
tant  from  any  entrance  to  these  exits ;  that  the  third  stair¬ 
way.  situated  outside  the  building  on  the  wTest  side  is  an 
additional  exit  which  is  not  legally  necessary,  and  the 
run  between  landings  exceeds  the  requirements  by  only 
one  foot  :  that  the  building  in  question  is  of  fireproof 
construction  with  the  exception  of  the  roof,  which  is  wood. 

.  Resolved,  that  the  order  of  the  commissioner  of  build- 
mgs  No.  76-37  be  and  it  hereby  is  modified,  and  that  the 
appeal  be  and  it  hereby  is  granted  as  to  items  1-2-3,  5,  6 
7  waiving  the  requirements  of  carrying  the  stairways  to 
the  roof  and  installing  skylights  over  stairway  enclosures 
on  condition  that  the  stairway  shall  be  enclosed  in  fireproof 
partitions  with  doors  opening  in  the  direction  of  exit  to 
Canal  place  and  East  141st  street,  as  shown  on  plans  filed 
with  this  application;  as  to  item  4  of  this  order,  same  is 
modified  so  as  not  to  require  an  intermediate  platform  on 
condition  that  there  shall  be  installed  a  door  opening  from 
the  2d  floor  leading  to  the  roof  of  the  adjoining  one-story 
building  to  the  west  and  permitting  the  continuance  of 
scuttle  as  shown  to  roof  with  double-rung  ladder  leading 
thereto;  and  that  in  all  other  respects  the  building  shall 
comply  with  the  labor  law  and  all  other  laws  and  regula¬ 
tions  applicable  thereto. 
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*  CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  Tune  8,  1937,  as  they  appeared 
in  Bulletin  No.  24,  Vol.  XXII,  are  hereby  corrected  to 
read  as  follows : 

THE  RESOLUTION— 

(80-22-BZ) 

Whereas,  Scacchetti  &  Siegel,  for  Oldham  Realty  Cor¬ 
poration,  owner,  reopened  December  15,  1936,  an  applica¬ 
tion  under  the  building  zone  resolution  to  permit  partly  in 
a  business  use  district  and  partly  in  a  residence  use  dis¬ 
trict  the  conversion  of  occupancy  of  two  (2)  buildings 
located  thereon ;  the  easterly  building  to  include  a  garage 
for  more  than  five  (5)  motor  vehicles  and  the  westerly 
building  to  include  a  motor  vehicle  repair  shop.  There 
is  an  existing  gasoline  station  on  this  plot ;  premises  :  450- 
458  and  460-470  East  Fordham  road,  south  side,  95  ft. 
east  of  Third  ave.  (Block  No.  3033,  part  of  lot  No.  60), 
Borough  of  The  Bronx ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  8,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  Fordham  road  is  in 
a  business  and  residence  use  district;  that  East  189th 
street  is  in  a  business  use  district ;  that  3d  avenue  is  in  a 
business  and  unrestricted  use  district;  and  that  Washing¬ 
ton  avenue  is  in  a  residence  and  business  use  district;  and 
Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  July  20,  1936  (order  No.  564-36),  reads: 

“1.  Discontinue  use  of  premises  458  E.  Fordham 
road  for  storage  of  motor  vehicles  with  volatile  in¬ 
flammable  oil  in  their  tanks  until  the  structure  is  made 
to  conform  with  section  73,  subdivision  3,  article  4, 
code  of  ordinances  and  until  a  certificate  of  occu¬ 
pancy  for  such  use  has  been  obtained  from  this  de¬ 
partment.” 

and  decision  of  commissioner  of  buildings  dated  Novem¬ 
ber  18,  1936, 

“In  reply  to  your  request  of  the  13th  inst.,  relative 
to  the  above  captioned  premises  you  are  informed 
that  you  have  not  shown  adequate  grounds  for  the 
rescindment  of  Order  No.  564-36  for  the  following 
reasons. 

Linder  the  zoning  resolution  an  automobile  service 
station  means  a  place  for  tire  and  ignition  service 
but  does  not  permit  of  the  making  of  repairs  to  motor 
vehicles  nor  does  the  certificate  you  mention  permit 
of  the  storing  of  automobiles  with  gasoline  in  their 
fuel  tanks  on  a  wooden  floor.  In  addition  the  inspec¬ 
tor  reports  ‘that  the  west  wall  is  of  lath  and  plaster 
construction’  and  that  he  could  not  determine  with 
the  means  at  hand,  whether  or  not  the  ceiling  was 
properly  insulated  with  fire  retarding  material.” 
and  decision  of  the  commissioner  of  buildings,  dated 
December  10,  1936  re  N.B.  2615-1921  reads: 

“A  certificate  of  occupancy  for  the  stores,  auto 


*  Correction — The  words  “on  condition”  transposed  from 
line  8  of  the  last  paragraph  to  line  17  and  words  “that  the 
building  shall  not  be  increased  *  *  *  applicable  thereto” 
transposed  from  line  8,  9,  10  and  11  of  last  paragraph  to 
line  18. 


show  room  and  auto  service  station,  repairs  and  garage 
at  above  mentioned  location  is  hereby  denied  as  order 
564  of  the  fire  prevention  division  is  still  pending, 
also  as  the  location  is  within  a  business  district  where 
the  occupancy  as  a  service  station  and  auto  repair 
shop  would  be  unlawful.” 

Decision  of  the  commissioner  of  buildings  dated  De¬ 
cember  17,  1936,  reads  B.N.  Appl.  No.  1002-1936: 

1.  Proposed  change  of  occupancy  of  premises  from 
stores,  gasoline  service  station,  soda  bottling  works 
and  three  5  car  garages  to  stores,  gasoline  service  sta¬ 
tion,  soda  bottling  works  and  garage  for  more  than 
five  cars,  located  partly  in  a  residence  district  and 
partly  in  a  business  district  is  contrary  to  section  3 
and  4  of  the  building  zone  resolution.” 

and, 

Whereas  The  premises  (part  of  a  larger  plot  covering 
the  entire  block  frontage  along  East  Fordham  road)  con¬ 
sist  of  an  irregular  shaped  plot  of  ground  having  a  front¬ 
age  of  183.52  feet  on  East  Fordham  road,  a  frontage  of 
17  ft.  on  3d  avenue  and  a  distance  of  281  ft.  along  the 
south  lot  line.  Upon  this  plot  there  are  located  two  1 
story  non-fireproof  buildings;  the  easterly  building  is 
occupied  as  stores,  garage  for  more  than  5  motor  vehicles 
and  soda  bottling  works ;  the  westerly  building  is  occu¬ 
pied  for  stores,  storage  of  new  and  used  cars  and  motor 
vehicle  repair  shop ;  between  the  building  are  located 
two  550  gal.  gasoline  storage  tanks  and  two  pumps.  It 
is  proposed  to  continue  these  occupancies.  On  the  south 
part  of  the  plot  there  is  driveway  leading  to  3d  avenue. 
An  irregular  shaped  area  at  the  s.e.  portion  of  the  plot 
(approx.  5500  sq.  ft.  in  area)  is  located  in  the  residence 
use  district — the  remainder  is  in  the  business  use  district; 
and 

Whereas,  the  premises  in  question  was  the  subject  of 
an  inspection  by  a  committee  of  the  board,  in  order  to 
be  informed  prior  to  the  hearing;  and 

Whereas,  the  applicant  has  filed  the  consents  of  80% 
of  the  property  owners  in  the  area  set  down  by  the 
board  as  deemed  affected  in  this  application ;  and 

Whereas,  the  board  deemed  that  it  was  empowered  to 
use  its  discretion  under  section  7-g  as  to  garage  and  that 
applicant  was  entitled  to  relief  from  section  21  as  to 
service  station  for  minor  repairs  and  conditioning  of  auto¬ 
mobiles  in  connection  with  the  sales  agency  now  in  the 
building. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution,  and  that 
the  application  be  and  it  hereby  is  granted,  under  7-g  as  to 
garage  and  to  permit  the  one-story  buildings  on  the  east¬ 
erly  side  of  the  driveway  leading  from  Fordham  road  to 
be  used  and  occupied  as  non-storage  garages  for  more 
than  five  (5)  cars  and  granted  under  section  21  to  permit 
the  rear  section  of  the  building  on  the  westerly  side  of 
driveway  from  East  Fordham  road  to  be  used  as  a  service 
station  for  conditioning  the  new  and  used  cars  offered  for 
sale  by  the  automobile  sales  agency  occupying  the  portion 
of  the  building  on  Fordham  road,  on  condition  that  there 
shall  be  no  blacksmithing  or  acetylene-torch  work  or  the 
use  of  anvils  permitted  on  the  premises,  that  the  building 
shall  not  be  increased  in  height  or  area  and  shall,  other 
than  as  varied  herein,  comply  with  the  rules,  regulations 
and  other  requirements  applicable  thereto,  and  that  all 
permits  shall  be  obtained  and  all  work  shall  be  completed 
within  one  year  from  the  date  of  this  action. 


NOTICE 


There  is  now  on  display  in  one  of  the  rooms  in  this 
Board  a  set  of  seven  maps  of  the  City  of  New  York, 
covering  the  real  property  inventory  report,  prepared  by 


the  Mayor’s  Committee  on  City  Planning.  If  interested, 
these  maps  may  be  seen  any  week  day  and  up  to  12  o’clock 
on  Saturdays. 


776 


RULES 


Rules  of  Procedure  of  the  Board  of  Standards  and  Appeals  Adopted  February  15,  1927,  Amended 
December  2,  1S30,  APr,l  14,  1931,  June  13,  1933  and  Revised  April  30,  1935 


(89-27-SR) 

ARTICLE  I— PUBLIC  HEARING. 

L  Regular  sessions  designated  as  public  hearings  of  the 
Board  of  Standards  and  Appeals  shall  be  held  on  Tuesday 
of  each  week  at  10  A.  M.  and  2  P.  M.,  and  such  additional 
sessions  on  days  to  be  set  by  the  board  as  may  be  deemed 
necessary  to  facilitate  the  work  of  the  board. 

2.  Sessions  shall  be  devoted  to  hearings  on  applications 
for  variations  of  the  Building  Zone  Resolution;  appeals 
from  administrative  orders;  applications  for  variation  of 
the  Labor  Law;  approval  of  appliances  and  materials  and 
consideration  of  Rules,  as  such  sessions  are  published  in  the 
Bulletin  of  the  Board  of  Standards  and  Appeals. 

3.  Special  sessions  may  be  called  by  the  Chairman,  or  at 
the  request  of  three  members,  provided  that  notice  of  the 
same  has  been  mailed  to  each  member  at  least  twenty-four 
hours  before  the  time  set,  except  that  the  announcement  of 
a  special  session  at  any  session  at  which  a  quorum  is 
present  shall  be  sufficient  notice. 

4.  All  hearing  sessions  shall  be  open  to  the  public. 

5.  A  quorum  of  the  Board  of  Standards  and  Appeals 
shall  consist  of  three  members. 

6.  The  members  of  the  Board  shall  attend  sessions  in 
person,  except  that  during  absence  or  disability  a  substitute 
may  act,  as  provided  by  law  under  section  718  of  the  Char¬ 
ter  as  amended  by  Local  Law  No.  13  of  1925.  The  names 
of  such  substitutes,  designated  by  the  Mayor,  shall  have 
been  previously  filed  with  the  Chairman. 

ARTICLE  II— CASES  BEFORE  THE  BOARD. 

1.  Every  application  under  the  Building  Zone  Resolution, 
every  appeal  under  section  719  of  the  Charter  and  every 
application  under  section  718a,  subdivision  4,  of  the  Charter, 
shall  be  made  to  the  Board  on  the  forms  provided,  and  shall 
include  the  data  required  in  such  forms  so  as  to  supply  all 
information  necessary  for  a  clear  understanding  by  the 
Board  and  its  staff.  The  statements  of  essential  information 
made  by  the  applicant  and  the  determination  of  the  Board 
in  each  case  will  be  incorporated  in  a  resolution  formally 
adopted  and  published  in  the  Bulletin  of  the  Board.  Officials, 
who  are  charged  with  the  enforcement  of  the  laws,  ordi¬ 
nances  and  rules  relating  to  buildings  in  the  City  of  New 
York  will  be  bound  by  such  resolutions,  and,  before  granting 
permit  or  taking  any  other  affirmative  action,  should  see  that 
there  are  no  misstatements  as  to  facts  and  that  the  condi¬ 
tions  of  the  resolution  are  observed.  Any  administrative 
official  discovering  any  misstatement  of  essential  information 
is  requested  to  notify  the  Board,  in  order  that  it  may  take 
such  action  as  the  circumstances  require.  All  approvals  shall 
remain  valid  only  as  long  as  the  information  and  the  con¬ 
ditions  on  which  the  resolution  was  based  are  maintained. 

2.  Any  communication  purporting  to  be  an  application  or 
appeal  shall  be  regarded  as  a  mere  notice  of  intention  to 

:  seek  relief  and  shall  be  of  no  force  or  effect  until  it  is  made 
in  the  form  required  except  as  provided  in  Art.  VI. 

3.  Upon  receipt  of  any  such  communication,  the  writer 
.  shall  be  supplied  with  the  proper  forms  for  presenting  his 

application  or  appeal  and  he  shall  be  required  to  file  the 
proper  form  and  furnish  all  necessary  data  within  thirty 
days  of  the  date  of  the  order  or  decision  appealed  from 
except  as  provided  in  Art.  VI. 

4.  The  duplicate  of  each  application  or  appeal  required 
by  this  article  shall  be  forwarded  to  the  administrative 
official  whose  order  or  determination  is  appealed  from. 

5.  At  the  public  hearing  of  a  case  before  the  Board,  the 
applicant  shall  first  present  the  argument  in  support  of  the 
case  and  those  in  objection  shall  follow.  To  maintain  or- 

:  derly  procedure,  each  side  shall  proceed  without  interrup¬ 
tion  by  the  other. 


6.  Every  person  before  the  rostrum  shall  abide  by  the 
oidcr  and  direction  of  the  Chairman.  Discourteous  or  dis¬ 
orderly  conduct  shall  be  regarded  as  a  breach  of  his  privi- 
leges  and  shall  be  dealt  with  as  the  Chairman  deems  proper. 
Orders  to  maintain  discipline  shall  be  carried  out  by  the 
bergeant-at-Arms. 

Subject  to  the  direction  of  the  Chairman,  the  Chief  Clerk 
shall  enforce  the  rules  of  the  Board  and  shall  direct  and 
supervise,  the  Sergeant-at-Arms  in  maintaining  order  and 
decorum  in  the  hearing  room  and  lobbies  during  all  public 
hearings. 

7.  No  member  shall  proceed  to  question  or  discuss  an 
issue,  put  a  motion  or  offer  a  resolution  until  he  shall  have 
addressed  the  Chairman  and  shall  have  been  recognized  by 
him.  While  the  Chairman  is  putting  a  motion  or  offering 
a  resolution,  or  during  the  progress  of  a  roll  call,  no  mem¬ 
ber  shall  interrupt  or  leave  his  seat.  When  a  motion  to 
adjourn  is  carried,  the  members  of  the  Board  shall  keep 
their  seats  until  the  Chairman  declares  the  meeting  ad¬ 
journed. 

ARTICLE  III — THE  CALENDAR. 

1.  Each  case  filed  in  the  proper  form,  with  the  required 

U'  be  numbered  serially.  These  Calendar  numbers 

shall  begin  anew  on  January  1st  of  each  year,  and  shall  be 
hyphenated  with  the  number  of  the  year  and  the  initials 
indicating  the  character  of  the  case. 

2.  As  soon  as  a  case  receives  a  calendar  number,  it  shall 
be  placed  on  the  Docket.  Thereafter  the  applicant  shall  be 
notified  of  the  date  his  case  will  be  set  for  public  hearing 
in  building  zone  applications  the  applicant  shall  be  notified 
ot  the  date  when  his  case  will  be  reached  in  the  call  of  the 
Clerk  s  Calendar. 

3:  Clerk’s  Calendar  Call  shall  be  called  each  Monday 

^  ^  ■ n  Room  1013’  Municipal  Building,  Manhattan, 

by  the  Chairman  or  by  a  member  of  the  staff  detailed  to 
such  duty  by  the  Chairman,  and  a  date  for  the  public  hearing 
of  each  application  for  variation  of  the  Building  Zone 
Resolution  shall  then  be  set,  which  shall  be  full  and  suf¬ 
ficient  notice  to  all  persons  interested  in  such  case. 

Thereafter  each  case  shall  be  listed,  by  Calendar  num- 
ber  and  premises,  in  the  Hearing  Calendar  printed  in  the 
.bulletin  of  the  Board,  under  the  title  of  the  respective  pro¬ 
ceedings,  and  the  date  for  which  such  case  has  been  set. 

ARTICLE  IV — DISPOSITION  OF  CASES. 

J.-  The  final  determination  of  any  application  or  appeal 
before  the  Board  shall  be  in  the  form  of  a  resolution  either 
reversing,  varying  or  modifying  the  order,  requirement  de¬ 
cision  or  determination  appealed  from  and  granting’  the 
application  or  appeal  or  affirming  the  order  and  denying  the 
application  or  appeal  or  dismissing  the  application  or  appeal 
for  lack  of  jurisdiction  or  prosecution.  The  concurring 
vote  of  three  members  shall  be  necessary  to  a  decision.  If 
a  resolution  fails  to  receive  three  votes  in  favor  of  the 
applicant,  the  action  will  be  deemed  equivalent  to  a  denial 
and  a  resolution  denying  such  application  or  appeal  shall  be 
formally  entered  on  the  record  unless  there  be  a  member 
absent  at  the  roll  call  and  the  vote  of  the  absentee  added  to 
the  number  of  votes  for  the  applicant  would  equal  three,  in 
which  case  the  matter  will  be  laid  over  for  consideration 
and  final  determination. 

2.  Any  applicant  may  withdraw  his  application  or  appeal 
at  any  time  prior  to.  action  thereon,  with  the  consent  of  the 
Board,  but  if  a  motion  has  been  made,  and  is  pending,  either 
to  grant  or  to  dismiss,  such  motion  shall  have  precedence 

3.  No  application  dismissed  or  denied  can  be  considered 
again  except  (1)  on  a  motion  to  reconsider  the  vote  or 
(2)  on  a  request  to  restore  to  the  calendar. 

4.  No  request  to  grant  a  rehearing  can  be  entertained 
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unless  substantial  new  evidence  is  submitted.  If,  on  motion 
of  a  member  of  the  Board,  adopted  by  three  affirmative 
votes,  the  request  is  granted,  the  case  shall  be  put  on  the 
calendar  for  a  rehearing. 

In  all  cases  the  request  for  rehearing  shall  be  in  writing, 
reciting  the  reasons  for  the  request,  and  shall  be  accom¬ 
panied  by  the  necessary  data  and  diagrams.  Such  request 
shall  be  filed  with  the  Chairman.  The  Chairman  may  then 
set  a  date  when  the  request  for  restoration  to  the  calendar 
shall  be  submitted  to  the  Board,  of  which  date  the  person 
making  the  request  shall  be  notified. 

5.  The  Board  may,  on  the  motion  of  any  member,  re¬ 
view  any  decision  that  it  has  made  and  may  reverse  or 
modify  such  decision,  but  no  such  review  shall  prejudice 
the  rights  of  any  person  who  has  in  good  faith  acted 
thereon  before  it  is  reversed  or  modified. 

ARTICLE  V— BUILDING  ZONE  APPLICATIONS 

1.  No  application  for  a  variation  or  modification  of  the 
provisions  of  the  Building  Zone  Resolution  shall  be  enter¬ 
tained  by  the  Board  except  in  a  specific  case,  and  from  an 
order,  requirement  decision  or  determination  made  by  any 
Commissioner  of  Buildings  or  the  Tenement  House  Com¬ 
missioner,  on  the  ground  that  the  proposed  plan  or  use 
violates  the  Building  Zone  Resolution. 

2.  No  such  application  shall  be  entertained  unless  the 
application  is  filed  within  thirty  days  from  the  date  of  the 
action  of  the  Commissioner  of  Buildings  or  the  Tenement 
House  Commissioner. 

3.  Every  application  shall  be  made  on  Form  3BZ  and 
shall  be  accompanied  by  all  the  data  required  by  such  form, 
and  shall  be  considered  subject  to  such  rules  as  the  Board 
has  adopted  or  may  adopt  under  Article  5,  Section  21  of 
the  Building  Zone  Resolution. 

4.  As  soon  as  any  application  is  completed  by  the  filing 
of  the  data  required  in  Form  3BZ,  the  case  shall  receive  a 
calendar  number  and  shall  be  placed  on  the  Clerk’s  Calen¬ 
dar,  and  the  applicant  shall  be  notified  by  the  Board  on 
Form  6CC  of  the  time  set  for  the  call  of  the  calendar,  which 
shall  be  at  least  ten  days  after  the  mailing  of  said  notice. 
With  this  notice  the  applicant  shall  be  supplied  with  an 
official  copy  of  Form  7NO,  which  he  is  required  to  send  to 
every  property  owner  entitled  to  notice  of  the  application. 
Within  three  days  the  applicant  must  file  a  verified  state¬ 
ment  that  he  has  so  notified  each  of  such  property  owners 
either  by  personal  service  or  by  registered  mail.  Not  less 
than  fourteen  days’  notice  of  the  date  fixed  for  calendar 
call  in  each  Building  Zone  application  shall  be  given  by 
publication  in  the  Bulletin  of  the  Board. 

5.  On  the  call  of  the  Clerk’s  Calendar  the  applicant  shall 
appear  in  person,  or  by  agent  or  attorney,  and  property 
owners  affected  by  the  application  may  appear  either  in 
person  or  by  agent  or  attorney  and  present  written  objec¬ 
tions  they  may  have  to  the  granting  of  the  application, 
together  with  a  description  of  their  property  and  an  affi¬ 
davit  of  ownership.  Then  a  date  shall  be  set  for  a  public 
hearing  on  the  application  at  the  earliest  available  date 
thereafter.  Notice  of  said  hearing  shall  be  given  by  pub¬ 
lication  in  the  Bulletin  of  the  Board. 

6.  On  the  date  set  for  the  public  hearing,  the  applicant 
shall  state  his  case,  then  the  opposition  shall  be  heard,  and 
both  shall  have  an  opportunity  for  rebuttal. 

7.  Any  application  that  has  been  denied  after  a  public 
hearing  cannot  be  reheard  except  on  new  material  facts  or 
a  different  section  of  the  Building  Zone  Resolution. 

ARTICLE  VI— APPEALS. 

1.  No  appeal  from  any  order,  requirement,  decision  or 
determination  of  the  Commissioner  of  Buildings  or  the 
Board  of  Buildings  or  the  Fire  Chief  and  Commissioner  or 
from  any  rule  or  regulation  relating  to  the  construction, 
alteration,  structural  changes  in  equipment,  occupancy  or 
use  of  any  building  or  structure,  under  Section  719  of  the 


Charter,  shall  be  entertained  unless  such  appeal  is  filed  on 
Form  1A,  with  all  the  data  required  in  such  form,  within 
thirty  days  from  the  date  of  the  order  appealed  from  ex¬ 
cept  that  minor  appeals  from  orders  or  decisions  may  be 
filed  on  form  1A  accompanied  by  a  written  description  of 
the  premises  and  a  copy  of  the  order  or  decision.  What 
constitutes  minor  appeals  from  orders  or  decisions  shall  be 
determined  by  the  Chairman. 

ARTICLE  VII— LABOR  LAW  VARIATIONS,  ETC 

1.  No  application  for  variation  of  the  Labor  Law,  or  of 
any  rule  adopted  thereunder  affecting  the  construction  or 
alteration  of  buildings,  exits  therefrom,  the  installation  of 
fixtures  or  apparatus  as  authorized  by  Section  718a,  sub¬ 
division  4  of  the  Charter,  shall  be  entertained  unless  it  is 
made  on  Form  2S,  with  all  the  data  required  in  such  form, 
within  thirty  days  from  the  date  of  the  administrative  order. 

No  application  for  approval  of  a  device,  material  or 
method  of  construction  shall  be  entertained  unless  it  is  filed 
on  Form  4SA,  with  all  the  data  required. 

No  application  for  the  adoption  or  amendment  of  Rules 
shall  be  entertained  unless  the  application  is  made  in  writing. 

ARTICLE  VIII— ADOPTION  OF  RULES. 

1.  No  resolution  of  the  Board  of  Standards  and  Appeals 
adopting  or  amending  any  rule  or  regulation  under  sub¬ 
divisions  2  or  3  of  section  718-a  of  the  Charter  or  any  other 
law  shall  be  adopted  unless  such  proposed  rule  or  regula¬ 
tion  shall  have  been  published  in  the  Bulletin  of  the  Board 
for  at  least  ten  days  prior  to  a  public  hearing  thereon. 
Three  affirmative  votes  of  the  Board  .shall  be  necessary  for 
the  adoption  of  such  resolution. 

2.  Amendments  to  these  Rules  of  Procedure  may  be 
made  by  the  Board  of  Standards  and  Appeals  at  any  regu¬ 
lar  session,  providing  notice  of  such  amendment  has  been 
given  to  each  member  of  the  Board  three  days  prior  to  such 
session,  either  in  writing  or  by  publication  in  the  Bulletin. 
Any  rule  of  procedure  may  be  suspended  at  any  session 
by  the  concurring  vote  of  three  members. 

ARTICLE  IX— OTHER  RESOLUTIONS. 

1.  Every  resolution  of  the  Board  of  Standards  and  Ap¬ 
peals  suggesting  changes  or  amendments  to  the  law  under 
subdivision  5,  section  718-a  of  the  Charter  and  every  reso¬ 
lution  not  otherwise  provided  for  shall  require  at  least 
three  affirmative  votes  for  its  adoption. 

ARTICLE  X— INSPECTIONS. 

1.  In  any  case  in  which  the  Board  may  deem  it  neces¬ 
sary,  an  inspection  of  the  premises  in  question  may  be 
ordered  by  the  Board.  Such  inspection  shall  be  made  by 
the  Chairman  and  by  two  or  more  members  designated  by 
him,  and  they  shall  report  their  findings  to  the  Board. 

ARTICLE  XI— TESTS. 

1.  In  any  case  in  which  the  Board  may  order  a  test  of 
any  material  or  device,  such  test  shall  be  conducted  accord¬ 
ing  to  the  rules  adopted  by  the  Board. for  the  use,  of  such 
material  or  device.  Test  shall  be  conducted  under  the 
supervision  of  an  Assistant  Engineer  and/or  in  the  presence 
of  such  member  or  members  of  the  Board  or  staff  as  the 
Chairman  may  designate,  or  in  lieu  of  the  above,  tests  may 
be  made  of  material  and  devices  by  a  recognized  standard 
testing  laboratory,  city  or  state  department,  but  the  Board 
reserves  the  right  to  be  present  at  such  test.  The  result 
of  such  test  shall  be  reported  to  the  Board  in  writing. 
Three  affirmative  votes  of  the  Board  shall  be  necessary  for 
the  approval  of  the  use  of  such  material  or  device. 

ARTICLE  XII— RECORDS. 

1.  All  applications  and  appeals  shall  be  on  the  required 
forms,  and  all  communications,  reports,  etc.,  relative  to  any 
matter  appearing  on  the  calendar,  shall  be  on  sheets  approxi-* 
mately  8l/2  in.  by  11  in.  in  size.  Plans  shall  be  on  sheets 
8^4  in.  by  11  in.  or  multiples  thereof  unless  otherwise  ap- 
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(2) 

(3) 

(4) 

(5) 


proved  by  the  Chairman.  After  final  disposition,  all  appli- 
eations  and  appeals  and  other  papers  appertaining  thereto 
shall  be  suitably  bound  and  indexed  and  filed  numerically  in 
ca  ''nets.  All  applications  and  appeals  shall  upon  application 
to  the  clerk  in  charge  be  accessible  to  the  public  at  all  rea¬ 
sonable  hours. 

ARTICLE  XIII— THE  BULLETIN. 

,  L  /Die  ,^.u!*etjn  °f  tbe  Board  of  Standards  and  Appeals 
shall  be  published  on  Tuesday  of  each  week.  It  shall  contain  : 
(1;  Directory  of  the  Board. 

Docket. 

Clerk’s  Calendar  Call. 

The  Hearing  Calendar. 

Notlce  °f  heari,nS  on  building  zone  applications  and 
on  proposed  rules  or  the  amendment  of  rules. 

. /S  An,  ab?tract  the  minutes  of  each  meeting,  in¬ 
cluding  a  brief  statement  of  the  action  in  each  case,  with 

adopted.  “  hei"e°n  ^  the  fuI1  text  of  the  resolutions 

(7)  Rules  adopted. 

(8)  Such  other  information  as  may  be  of  value  to  the 
1  ^  IC  and  Wlthm  the  sc°Pe  of  the  work  of  the  Board. 

i  r  Jit  Pre.Paratlon  and  editing  of  material  for  the  bul- 
,  letin  shall  be  in  charge  of  such  members  of  the  staff  as  the 
Chairman  shall  designate. 

ARTICLE  XIV— OFFICERS. 

1.  The  Chairman  shall  preside  at  all  sessions.  The 
Chairman  may  designate  any  member  of  the  Board  to  pre- 

7  “tI  !>e<-rl°rm  ‘he  du'ies  of  *he  Chair  a‘  Public  sessions. 
nnTnts  nf  c,haiiman’  subject  to  these  rules,  shall  decide  all 
points  of  order  or  procedure,  unless  otherwise  directed  by  a 


majority  of  the  Board  in  session  at  that  time. 

Bo3ardVnen,?Lhairm^n  Sha?1  designate  the  members  of  the 

by  the  vom  of  mspectl(?n-  and-  unless  otherwise  directed 
oy  me  vote  of  three  members  of  the  Board  shall  annnint 
any  committee  that  may  be  deemed  necessary  ?? 

fie?iincrnhteoShaiwan  ShaU  report  at  each  sessj°n  on  all 

to  the  altentn  o£rfteaBoa;d.that  d°  n°‘  °therwis<!  c°me 

ma5n  oFffwClT'  ?“th,orny  is1vc'’te'1  solely  in  the  Chair- 
f  ii  iT-e-  ,oard  who  shall,  subject  to  these  rules  trans 

employees*  ttnd  &!, of  ‘heBoard.  engage  Venece'ssa" 
cnAm  and  direct  the  work  of  the  office.  Official  corre- 

memb“sCof  the  staff 'fib  V  * -e  Chairman  a"d  by  such 
nemDers  °±  the  staff  as  the  Chairman  may  designate 

man  the  Chief  Clerk  thue  dircction  of  the  Chair- 

see  that  thP  hi?  ^  1  have  charge  of  aI1  accounts  and 

see  that  the  files  and  indices  are  kept  in  proner  order  nnO 

up  to  date,  and  generally  supervise  the  clerical  work  of  "the 

^JtSoT^u*****  in  accordance  with  the 
lines  ot  the  oliice  and  charter  provisions. 

'•  tll%e  rales  and  the  direction  of  the  Chair- 

C  tant  Engineers  shall  examine  and  report  on 
all  applications  or  appeals,  prepare  all  proposed  rules  or  re 

astern  £ss  s 

pilic  feoCr0r,he0ffiI‘h,e  W*™  a* 

batim  transcripts  o£  sLh ArtVasAafbe  “di  ecte^  Ind 
here  shall  be  prepared,  after  each  meeting  and  In  time  for 
the  next  publication  of  the  Bulletin  tlW  ofief  *  ?  *°r 

minutes  which  is  to  appear  inlS  Billetk  ^  °£  the 


APPROVED  APPLiANCES 


Name  of  Pump 

American  Afarsh  Duplex  .  ci 

American  Alarsh  Simplex .  9  A 

Autopulse  Electric  Fuel  Oil  Pump!!! .  215-31  SA 

Autopulse  Electric  Oil  Pump  Outfit,  Model 

Na  1000  . . .  9-32-SA 

pilafidi?Dupl^X  ^lectric  Driven  Pump  Set..  1413-22-SA 

Beach  Russ  Co.  Rotary  .  li'M.??  c  a 

Blackmer  Rotary  . . 

Blake  &  Knowles  Horizontal  Simplex  Piston 

lattern  Pump  .  372-21-SA 

Century  Rotary  .  Q0R-71.SA 

Cook  Electric  Oil  Pump . .!!!!!!!!!  603-25-S  A 

Davidson  .  non  oi  c  a 

DeTavaBlTM^UoTpA^X: "  " ! ! ! ^ ! 

Denting  FuefoiPpump”8.  Pump] ; ; ; ;  jf* 

Enterprise  Oil  Pump  .  11  oo  o  a 

Exeter  Rotary . . so'SIa 

General  Electric  Oil  Pump .  475-"1?-Sa 

Goulds  Hand  Rotary  .  sa 

Goulds  Rotary  Oil  Pump . !!!!!!! .  4T7^lI§A 

moulds  Triplex  Plunger  .  257-'?2-S  A 

Hardinge  Fuel  Oil  Pump .  813-25  SA 

Cinney  Rotating  Plunger  Pump .  503-74  SA 

Cr0aeEsrgFuelOilPpUmP . 1*«5-SA 

vraissi  ruel  Uil  Pump .  60-^8  S\ 

ueiman  Rotary  .  95.24.SA 

darsh  Fuel  Oil  Pump . .  tono  21  s  A 

dcGowan  Horizontal  Duplex  Fuel'  Oil  Pump  936-23-SA 


APPROVED  FUEL  OIL  PUMPS 

Calendar  No.  Name  of  Pump 


M.  D.  Rotary  ... 

M“oeiiPCRo,a,ins  Port' ^ : ::::  ^ 

arf  Fue?  ol!  for  ,«  „  c 

Northern  Rotary  .  .  §A 

-D  „  .  1 396-24- S  A 

Pascoe  Pump  Set  .  „ 

Petro-N okol  Industrial’  OiY  Pump !!!!!!!!!! !  ^O-l-SA 
Quiet  May  Gerotor  Pump  ...  ,r, 

Quimby  Screw  Pump  .  .  i7n3  d?~£A 

n  _  .  .  1193-21-SA 

Range-O-Matic  Oil  Pump,  Model  50  and  Suc- 

tion  Model  .  ion  or  o  * 

Ray  Rotary  .  102-35-SA 

Rotary  Pressure  ’  Pump  '!!!!!! .  i  oS'Sr'o A 

Rotary  Vacuum  Pump  .  .  1c?9“5f"§^ 

Won  Magnetic  Fuel  Oil  Pump .  lfi3  ,4  oA 

S.  B  U.  Pumps,  Models  A,  B,  C  and  D. ! !  ’  ”  410  32  S A 

Sundstrand  Fuel  Unit  (Pump)  .Model  7-OB  199.36-Ia 

Iale-JoneS  .  492-21 -S  A 


f  otiS!  ™  P™P  >^f|A 

Tut3o.LFEa' iXZ™*  Mode!s ,L:. anii 

Union  Steam  Pump  for  Fuel  Oil . 

Viking  . 


568-30-SA 

705-30-SA 

438-21-SA 


Warren  Oil  Pump  .  ..,n  __  _  A 

wTe  °il  Pump  &  Fan  Set-  ••!!!!! .  ! 

Webster  Fuel  Oil  Pump,  Types  A,  Q  and  'f! ! 

W  Pumf °n  Duplex  Double-Acting  Steam 
Worthington  Show  Model"  Diipl 


1155-25-SA 

23-34-SA 


lex. 
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184-22-SA 

194-22-SA 


RESERVE  CALENDAR 


BOARD  OF  STANDARDS  AND  APPEALS 
Appliances  Submitted  for  Approval. 

1279-25-SA — Teesdale,  Automatic  Booster  Pumps,  Models 
TUX,  TUS,  KP  and  R. 

697-28-SA— Acme  Fire  Alarm  Signal  System. 

380-29-SA — Kennedy  2^4-inch  Hose  Outlet  Valve,  lype 
“A” 

63.7-29-SA — Merco  Oil  Burner,  Model  K-l. 

463-31-SA— Silent-Auburn  Fuel  Oil  Burner,  Models  A1 
and  AA. 

491-31-SA— Superfex  Oil  Burning  Heaters  and  Heat 
Projectors,  Various  Models. 

237-32- SA—D.  B.  Smith  &  Co.  Fire  Extinguishers,  Models 
Arrow  and  Oneida. 

98-33-SA— Elkhart  Siamese  Hose  Connection  for  btand- 
pipe  and  Sprinkler  Systems  3  x  3  x  6  in. 
Hush  type  of  straightway  and  90°  patterns. 

164-33-SA— Firemaster  Fire  Extinguisher. 

166-33-SA— Gold  Star  Oil  Burner,  Models  J  and  J-l. 

237-33-SA — Kelco  Oil  Burner.  ,  ,  ,  „ 

341-33-SA— Volcano  Automatic  Oil  Burner,  Model  E. 

136-34-SA — Korth  Oil  Burner,  Model  E. 

156-34-SA— Allen’s  Siamese  Connections  for  Fire  Depart¬ 
ment  use. 

221-34-SA — Metropolitan  Curb  Fill  Box  No.  138  for 
Gasoline. 

301-34-SM— “Radbur”  Flameproofing  Compound. 

7-35-S A— Harding  Float  Switch,  Type  CC  (for  Stand¬ 
pipe  Alarm  System). 

11-35-SA — N.  Y.  B.  F.  4",  5"  and  6"  Standpipe  and  Auto¬ 
matic  Sprinkler  Siamese  Connection. 

29-35-SA— Aetna  Range  Oil  Burner,  Model  27-SGD. 

39-35-SA — De  Bothezat  Bifurcator  (for  Paint  Spraying). 

43-35-SA— Universal  Water  Closet  Unit,  Models  Castle 
No.  5232  and  Climax  No.  5022. 

51-35-SA— General  Electric  Copper  Oxide  Rectifier, 
Model  6RC81Y1,  for  Fire  Alarm  Service. 

88-35-S A — Kraissl-T rumbull  Fuel  Oil  Wall  Pump,  No 
522,  for  Domestic  Oil  Burners. 

156-35-S A— Gillespie  Elevator  Shaft  Door  Switch. 

163-35-SA— United  Iron  Works  Centrifugal  Pump  for 
Gasoline  and  Fuel  Oil,  Type  Single  Stage 
Vertical  Pump. 

171-35-SA — Florence  Cabinet  Heater,  Models  CJ-1,  CJ-2, 
CJ-21  and  C-2. 

189-35-SA — Air-O-Flame  Cabinet  Heater,  Models  42,  51, 
52  and  521. 

207-35-SA— Cole  Hot  Blast  Oil  Heater,  Model  915. 

216-35-SA— Vac-O-Vent  Fill  Box  (Pressure  and  Vacuum 
Relief). 

226-35-SA — Savoil  Cabinet  Heaters  and  Cooker,  Models 
100,  200,  201  and  300. 

229-35-SA — Hardinge  Gun  Type  Oil  Burner,  Model  25. 

231-35-SA — Sealtite  Fill  Pipe  Terminal  for  Gasoline. 

238-35-SA — Garfire  Gun  (Fire  Extinguisher). 

265-35-SA— French  Automatic  Oil  Burner,  Model  5  De 
Luxe. 


93-36-SA — Wicaco  Adjustable  Oil  Burner  Pump. 
102-36-SA— Cole  Draft  Governor. 

191-36-SM — Carey  Rocktex  Insulating  Wool. 

201- 36-SA— Quick  Heat  Pot  Type  Radiant  Heater,  Models 

316-0,  319-0,  316-1,  319-1,  326-0,  329-0, 
326-1  and  329-1. 

202- 36-SA— Quick  Heat  Pot  Type  Circulating  Heater, 

Models  218-1,  218-2,  228-1,  228-2,  238-1  and 
238-2. 

219-36-SA— Bronx  Faultless  Oil  Burner  for  Pressing  Ma¬ 
chine. 

242- 36-SA — Swirling  Heat  Oil  Burner,  Models  A-S,  A-M, 

A-L  and  B. 

243- 36-SA — Victor  Circulating  Fuel  Oil  Heater,  Models 

VCH  27,  VCH  19  and  VCH  17. 

248-36-SA — Dupont  Oil  Burner. 

286-36-SA — Oil  Industrial  Laboratories,  Anti-Syphon  Oil 
Check  Valve,  Model  No.  426. 

295-36-SA — Vesta  Fuel  Oil  Meter. 

317-36-SA— Dempsey  Industrial  Oil  Burner. 

320-36-SA— Preferred  Syphon  Breaker,  Type  T. 
352-36-SA— International  Oil  Burning  Heater,  Models  95, 
90,  99,  55  and  66. 

24-37-SA— Silent  Glow  Si-Glo-La  Oil  Space  Heater, 
Models  15,  35,  60  and  80. 

29-37-SA — Borden  Oil  Burner,  Models  A  and  B. 

35-37-SA — Craig  Expansible  Fire  Hose  Reel. 

56-37-SA — Sachem  Oil  Space  Heater,  Models  GB-1315, 
GB-101S,  GB-1011,  GB-815  and  GB-811 
and  Speedy  Hot  Oil  Space  Heater,  Mod¬ 
els  GB-1315,  GB-1015,  GB-1011,  GB-815 
and  GB-811. 

1 16-37-SA — Bethlehem-Doe,  Carrier  and  Gilbert-Bethle- 
hem  Oil  Burners,  Models  CE  and  FE. 
124-37-SA— Beach  Air  Brushes  (for  Paint  Spraying 
Equipment). 

1 56-37-SA — McClintock  Automatic  Hydraulic  Sewer  Valve. 
159-37-SA— Stempel  Pressure  Type  Fire  Extinguisher. 
168-37-SA — Flex-O-Gas  Oil  Burner,  Model  FR. 

175-37-SA — Airnoil  Burner  and  Perfex  Airnoil  Burner. 
183-37-SA— Liquid  Safety  Tank  Filling  Valve.  I 

214-37-SA — Lattncr  Gravity  Oil  Burner,  Models  A,  B,  C 
and  D.  • 

234-37-S A— Volcano  Automatic  Oil  Burner,  Models  D,  H 
and  K. 

248-37-SA — Paragon  Oil  Burner,  Models  A-25. 

261-37-SA — York-Lalor  Oil  Burner. 

265-37-SA — Radiant  Oil  Burner,  Models  1G,  2G,  3G,  4G 
and  5G 


Cases  listed  in  the  Reserve  Calendar  are  cases  upon 
which  action  by  the  board  has  been  deferred  pending  com¬ 
mittee  reports  of  this  board,  court  or  department  actions 
and  will  remain  thereon  until  the  aforesaid  reports,  court 
or  departmental  actions  are  consummated.  Whereupon  the 
case  or  cases  will  be  restored  to  the  regular  calendar  and 
due  notice  of  the  date  set  for  hearing  will  be  mailed  to  the 
abbellant  or  abblicant  of  record. 


BOARD  OF  STANDARDS  AND  APPEALS, 

Room  1001,  Municipal  Building, 

New  York  City. 

Enclosed  please  find  two  dollars  and  a  half  ($2.50)  for  subscription  for  one  year  to  THE  BULLETIN 
OF  THE  BOARD  OF  STANDARDS  AND  APPEALS.  Please  mail  THE  BULLEl  IN  to 
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All  communications  should  he  addressed  to  the  chairman  of 

the  board 


CONTENTS 

This  issue  of  the  Bulletin  contains,  in  the  order  given — 

Docket. 

Certiorari  Order  Served  on  Board. 

Rules  Directory. 

Call  of  Clerk’s  Calendar. 

The  Hearing  Calendar. 

Minutes  of  Regular  Meeting,  June  22,  1937,  at  10  A.  M., 
Affecting  Calendar  Numbers  111-37-BZ,  1146-17-BZ, 
374-36-BZ,  114-37-BZ,  222-37-BZ  and  212-36-BZ. 

Minutes  of  Regular  Meeting,  June  22,  1937,  at  2  P.  M., 
Affecting  Calendar  Numbers  353-36-BZ,  79-35-BZ,  477- 
28-BZ,  149-37-BZ,  179-37-BZ,  217-37-BZ,  286-37-BZ, 
290-37-BZ,  8-37-BZ,  185-37-A,  284-37-A,  66-37-A,  176- 
37-A,  296-37- A,  26G-37-A,  267-37-A,  209-37-A,  276-37-A, 
280-37- A,  291 -37- A,  292-37- A,'  295-37- A,  297-37- A,  298- 
37-A,  300-37- A,  201-37-A,  368-36-A,  252-37-S,  294-37-S, 
165-36-S,  281-37-SA,  282-37-SA,  287-37-SA,  289-37-SA, 
696-30-SA,  23-37-SA  and  24-37-SA. 

Correction  Affecting  Calendar  Number  72-37-A. 

Sprinkler  Rules. 

Fire  Retarding  Rules  for  Garages,  etc. 


PUBLIC  HEARINGS 

Tuesdays,  at  10  a.  m.  and  2  p.  m. 

Special  meetings  as  published  in  this  Bulletin. 

Call  of  Clerk’s  Calendar,  Mondays,  at  2  p.  m. 

All  hearings  are  held  in  Room  1013,  Municipal  Building, 
Manhattan. 


HOURS  FOR  CONSULTATION 
10  A.  M.  to  1  P.  M. 

Any  person  desiring  to  consult  the  chairman  or  the  en¬ 
gineers,  pertaining  to  the  work  of  the  board,  will  be  seen 
only  between  the  hours  of  ten  in  the  morning  and  one  in 
the  afternoon — Saturdays  excepted. 


CALL  OF  CLERK’S  CALENDAR 

The  Clerk’s  Calendar  consists  of  applications  under  the 
Building  Zone  Resolution,  and  its  object  is  to  give  inter¬ 
ested  property  owners  opportunity  to  file  objections,  if  any, 
and  will  be  called  in  Room  1013,  Monday ,  June  28,  1937, 
at  2  o’clock.  At  this  call  each  case  is  set  for  hearing  on  a 
definite  day. 

The  next  subsequent  Call  of  the  Calendar  will  be  on 
Tuesday,  July  6,  1937,  at  2  o’clock. 

The  Clerk's  Calendar  is  not  to  be  confused  with  the 
calendar  of  cases  that  have  been  definitely  set  for  hearing 
on  fixed  days. 


NOTICE  TO  APPELLANTS  AND  APPLICANTS 

No  appeal  or  application  will  be  entertained  in  con¬ 
nection  with  which  court  proceedings  are  pending  or  in 
progress,  unless  exception  is  granted  by  the  Chairman,  nor 
accepted  which  is  not  filed  within  thirty  days  from  the  date 
of  the  action  of  the  Administrative  Official. 

Any  communication  purporting  to  be  an  appeal  or  appli¬ 
cation  shall  be  regarded  as  a  mere  notice  of  intention  to 
seek  rtdief  until  it  is  filed  on  the  form  required  by  the 
rules  of  this  board. 

Upon  receipt  of  any  such  communication  the  writer  will 
be  supplied  with  the  official  forms  for  presenting  his  ap¬ 
peal  or  application. 

At  the  time  of  filing  an  appeal  or  application,  the  appel¬ 
lant  or  applicant  shall  forward  a  signed  notice  of  appeal 
addressed  to  the  administrative  official  (either  commis¬ 
sioner  of  buildings  or  fire  commissioner)  and  file  with  this 
board  a  duplicate  of  said  notice. 

Appellants  and  applicants  are  advised  that  their  plans 
must  indicate  the  points  of  the  compass  so  as  to  establish 
the  true  location  and  position  of  the  property,  the  subiect 
of  the  appeal  or  application. 

Appeals  and  applications  will  be  simplified  and  disposition 
of  same  expedited  by  conforming  to  these  directions. 

HARRIS  H.  MURDOCK,  Chairman. 
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CALENDAR 


DOCKET 

New  Cases  Filed  up  to  June  23,  1937. 

Cal.  No.  Department  Premises  Affected 

293-37-SA . D.B . Conran  System  of  Standpipes, 

Appliance. 


294-37-S . D.B.Q . 27-26  Jackson  avenue,  south 

side,  75  ft.  east  of  Dutch  Kills 
street  (Block  266,  Lot  21), 
Long  Island  City,  Borough  of 
Queens, 

Viol.  147-37  &  Decision. 


295-37- A . D.B.M . 107-109  Bowery,  east  side,  150 

ft.  1  in.  north  of  Hester 
street  (Block  304,  Lot  7), 
Borough  of  Manhattan, 

Applic.  3249-37. 


296-37-A . F.D . 218-220  Livingston  street,  45-51 

Hoyt  street  and  205-209 
Schermerhorn  street  (Block 
165,  Lot  1),  Borough  of 
Brooklyn,  71097-L.C. 


297-37-A . D.B.M . 209-211  Sullivan  street,  east  side, 

125  ft.  north  of  Bleecker 
street  (Block  539,  Lot  1), 
Borough  of  Manhattan, 

Applic.  1680-37. 


298-37-A . D.B.B . 179-183  Flatbush  avenue,  619- 

621  Pacific  street  and  8-18 
Fifth  avenue  (Block  1118, 
Lots  1,  2  and  4),  Borough  of 
Brooklyn,  Applic.  1100-37. 


299-37- A . D.B.B . 1110-1118  President  street,  south 

side,  80  ft.  west  of  Rogers 
avenue  (Block  1281,  Lot  30), 
Borough  of  Brooklyn, 

Applic.  7789-37. 


300-37-A . F.D . Pleasant  Bay  Park  on  Baxter 

Creek  at  the  foot  of  Ferris 
avenue  (Ferry  Lane),  500  ft. 
off  shore,  Borough  of  The 
Bronx,  Decision. 


301-37-BZ . D.B.Bx . 1429  Franklin  avenue  and  612 

Crotona  Park  South,  south¬ 
west  corner  (Block  2932,  Lot 
14),  Borough  of  The  Bronx, 
Applic.  168-37. 


302-37-A . F.D . East  side  of  Amsterdam  avenue 

between  West  172nd  and 
West  174th  streets  (Block 
2113,  Lot  375),  Highbridge 
Park,  Borough  of  Manhattan, 
4744-L.C. 


303-37-A . F.D . Southwest  corner  of  Victory 

boulevard  and  Murray  Hul- 
bert  avenue  (Block  110,  Lots 
206-211),  Tompkinsville  Park, 
Tompkinsville,  Borough  of 
Richmond,  47411-L.C. 


304-37-S . D.B.Bx . 216-218  East  141st  street,  south¬ 

east  comer  of  Canal  place 
(Block  2340,  Lot  119),  Bor¬ 
ough  of  The  Bronx, 

Order  No.  242-37. 


305-37- A . D.B.M . 30  East  10th  street,  south  side, 

148  ft.  9  in.  east  of  University 
place  (Block  561,  Lot  9),  Bor¬ 
ough  of  Manhattan, 

Applic.  1994-37. 


306-37-BZ . D.B.M . 238-242  West  50th  street,  south 

side,  125  ft.  east  of  Eighth 
avenue  (Block  1021,  Lots  57, 
58  and  59),  Borough  of  Man¬ 
hattan,  Decision. 


Restored  to  Calendar 

1146-17-BZ....  D.B.B . 4509-4511  18th  avenue  (Block 

5439,  Lot  27),  Borough  of 
Brooklyn,  Applic.  7510-37. 


353-36-BZ . D.B.B . 2036-2052  Bedford  avenue,  south¬ 

west  corner  of  Clarkson  ave¬ 
nue  (Block  5064,  Lot  53), 
Borough  of  Brooklyn, 

Applic.  19483-36. 


79-35-BZ . D.B.Bx . 3223  Laconia  avenue,  west  side, 

81.41  ft.  north  of  Boston  road 
(Block  4613,  Lot  54),  Bor¬ 
ough  of  The  Bronx, 

Decision. 


696-30-SA . F.D . Hayward  Vertical  Rotary  Oil 

Burner,  Various  Models, 

Appliance. 


477-28-BZ . D.B.Bx . 2029  Grand  Concourse,  south¬ 

west  corner  of  East  Burnside 
avenue  (Block  2808,  Lot  82), 
Borough  of  The  Bronx, 

Sign  Applic.  24-37. 


CODE 

D.B . Department  of  Buildings 

H.D . . Health  Department 

D.B.B . Department  of  Buildings,  Brooklyn 

D.B.M . Department  of  Buildings,  Manhattan 

D.B.Q . Department  of  Buildings,  Queens 

D.B.R . Department  of  Buildings,  Richmond 

D.B.Bx . Department  of  Buildings,  Bronx 

T.H.D . Tenement  House  Department 

B.B . Board  of  Buildings 


CERTIORARI  ORDER  SERVED  ON  BOARD  OF 
STANDARDS  AND  APPEALS 

On  June  21,  1937,  Martin  Schwaeher,  attorney,  served  on  board 
petition  and  order  of  certiorari  for  Mary  Scheeler,  objector,  in  re 
decision  of  board  of  May  18,  1937,  permitting  the  extension  of 
an  existing  gasoline  service  station.  Cal.  No.  42-37-BZ,  Premises 
89-06  to  89-14  Myrtle  avenue,  southwest  corner  Woodhaven  boule¬ 
vard,  Borough  of  Queens. 
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CALENDAR 


RULES 


Carbon  Dioxide  Liquefier  Rules - 

.Feb. 

2, 

1937- 

-Vol. 

22, 

No. 

5 

Certificate  of  Occupancy,  approved 

forms  . . 

Aug. 

2, 

1932- 

-Vol. 

17, 

No. 

31 

Concrete  Flat  Slabs,  Rules . 

Mar. 

30, 

1937- 

-Vol. 

22, 

No. 

13 

Concrete  Rules  (Hydrated  Lime)... 

June 

1, 

1937- 

-Vol. 

22, 

No. 

22 

Elevator  rules  . 

Mar. 

3, 

1936- 

-Vol. 

21, 

N  o. 

9 

Exit  Rules  (Revolving  Doors).... 

Tune 

15, 

1937- 

-Vol. 

22, 

No. 

24 

Factory  Exit  Rules . 

.May 

11. 

1937- 

— Val. 

22, 

No. 

19 

Fire  Alarm  Rules  (Interior) . 

May 

25, 

1937- 

-Vol. 

22, 

No. 

21 

Fire  Drill  Rules . . 

.  Apr. 

6, 

1937- 

-Vol. 

22, 

No. 

14 

Fire  Retarding  Rules  for  Garages 

etc . 

June 

29, 

1937- 

-Vol. 

22, 

No. 

26 

Fireproof  Wood,  Testing  of . 

Apr. 

13, 

193  7- 

-Vol. 

22, 

No. 

15 

Frame  Garages,  Ruling  for . 

Jan. 

21, 

1919- 

-Vol. 

4, 

No. 

3 

Gas  Shut-Off  Rules . 

7. 

1925- 

-Vol. 

10, 

No. 

14 

Hatchway  Protection  . 

Tune 

5, 

1928- 

-Vol. 

13. 

No. 

23 

Oil  Burner  Rules . 

June 

15, 

1937- 

-Vol. 

22, 

No. 

24 

Paint,  Varnish  and  Lacquer  Spray 

ing  Rules  . 

Nov. 

27. 

1934 — Vol. 

19, 

No. 

48 

Platform  Trucks,  Specifications  for. 

Nov. 

24, 

1936- 

-Vol. 

21, 

No. 

47 

Plumbing  Rules  . 

Tune 

1, 

1937- 

-Vol. 

22, 

No. 

22 

Procedure.  Rules  of . 

June 

22, 

1937- 

-Vol. 

22, 

No. 

25 

Refrigerating  Systems,  Extract  C.O 

,May 

11, 

1937- 

-Val. 

22, 

No. 

19 

Smoking  in  Factories,  Rules  for.... 

Tune 

15, 

1937- 

-Vol. 

22, 

No. 

24 

Sprinkler  Rules  . 

June 

29, 

1937- 

-Vol. 

22, 

No. 

26 

Standpipe  Fireline  Rules . 

June 

8, 

1937- 

-Vol. 

22, 

No. 

23 

Structural  Alterations.  Reporting. . . 

June 

7, 

1932- 

-Vol. 

17, 

No. 

23 

Tank  Trucks,  Fuel  Oil,  etc . 

Nov. 

24, 

1936- 

-Vol. 

21, 

No. 

47 

Tank  Trucks,  Gasoline,  etc . 

.Nov. 

24, 

1936- 

-Vol. 

21, 

No. 

47 

Wire  Glass  Rules  (Amendment  to 

Rule  505  of  Industrial  Code).. 

Apr. 

10, 

1923- 

-Vol. 

8, 

No. 

15 

LIST  OF  APPROVED  APPLIANCES 

Anti-Siphon  Valves  . Mar.  5,  1935 — Vol.  20,  No.  10 

Fireline  Hose  Valves . Apr.  20,  1937 — Vol.  22,  No.  16 

Fuel  Oil  Burners  for  Domestic  and 

Commercial  Use  . June  15,  1937 — Vol.  22,  No.  24 

Fuel  Oil  Fill  Pipe  Terminals . May  26.  1936 — Vol.  21.  No.  21 

Fuel  Oil  Burners  for  Industrial  Use.  Apr  20,  1937 — Vol.  22.  No.  16 

Fuel  Oil  Pumps . June  22,  1937— Vol.  22,  No.  25 

Paint,  Varnish  and  Lacquer  Spray¬ 
ing  Equipment  . Nov.  26,  1935 — Vol.  20.  No.  48 

Range  Oil  Burners  and  Space 

Heaters  . . . . . May  18,  1937— Vol.  22,  No.  20 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JUNE  28,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

S41-24-BZ 

APPLICANT — Slee  and  Bryson,  for  The  Butler  Holding 
Co.,  owner. 

PREMISES — 33-41  Park  avenue  and  1-9  Ashland  place 
(Raymond  street)  southeast  corner  (Block  No. 
2035,  Lot  No.  4),  Borough  of  Brooklyn. 

APPLICATION,  under  sections  7 a  and  21  of  the  building 
zone  resolution  (reopened  July  10,  1936), 

TO  PERMIT  in  a  business  use  district  the  inclusion  of  a 
gasoline  service  station  in  a  garage  for  more  than 
five  (5)  motor  vehicles  (garage  previously  granted 
by  the  Board). 

307-33-BZ 

APPLICANT — Samuel  Gilbert,  for  1758  Realty  Co.,  Inc., 
owner. 

PREMISES — 1754-1766  Coney  Island  avenue,  west  side, 
180  ft.  south  of  Avenue  N  (Block  No.  6592,  Lot 
Nos.  16  and  18),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  January  5,  1937), 

TO  PERMIT  in  a  business  use  district  the  alteration  and 
change  of  occupancy  of  part  of  an  existing  build¬ 
ing  so  as  to  include  a  gasoline  service  station ;  the 
board  having  previously  granted  the  use  of  the 
existing  building  as  a  motor  vehicle  repair  shop 
for  a  temporary  period. 


55-37-BZ. 

APPLICANT — Isidore  Felder,  for  Long  Island  Wrecking 
Co.,  Inc.,  owner. 


PREMISES — 69-31  Astoria  boulevard,  northwest  corner 
of  70th  street  (Block  No.  1001,  Lot  Nos.  10  and 
15),  East  Elmhurst,  Borough  of  Queens. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 


81-37-BZ. 

APPLICANT — Harry  Cowen  (lessee),  for  Maria  L. 
Langbein,  owner. 

PREMISES — 55-67  Chester  street,  east  side,  170  ft.  north 
of  Pitkin  avenue  (Block  No.  3499,  Lot  Nos.  8, 
10  and  12),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  or 
storage  of  more  than  five  (5)  motor  vehicles. 

87-37-BZ. 

APPLICANT — Eadie,  Nunley  and  Eadie,  for  Henry  Cor- 
rado,  owner. 

PREA1ISES — 720-726  Targee  street,  southwest  corner  of 
Pierce  street  (Block  No.  2903,  part  of  Lot  Nos.  1 
and  4),  Concord,  Borough  of  Richmond. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

90-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Meeker  Oil  Co., 
Inc.,  owner. 

PREMISES — 2458-2470  Cropsey  avenue,  northwest  corner 
of  Bay  38th  street  (Block  No.  6928,  part  of  Lot 
No.  1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station. 

185-27-BZ. 

APPLICANT — Samuel  Rosenblum,  for  Koff  &  Kantor, 
Inc.,  owner. 

PREMISES — 3602-3612  Snyder  avenue,  southeast  corner 
of  Brooklyn  avenue  (Block  No.  4907,  Lot  No.  1), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  May  4,  1937), 

TO  PERMIT  in  a  business  use  district  the  extension  of 
an  existing  gasoline  service  station  (the  board 
having  previously  granted  this  gasoline  service 
station  and  also  a  garage  for  more  than  five  (5) 
motor  vehicles)  and,  also,  the  amendment  of  the 
Board’s  resolution  granting  the  previous  appli¬ 
cation. 


JUNE  29,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  June 
29,  1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 


cai..  no.  85-36-BZ — Application  of  Lama  and  Proskauer, 
applicants,  on  behalf  of  Flatbush  Sav¬ 
ings  Bank,  owner,  reopened  and  re¬ 
stored  to  calendar  February  24,  1937, 
under  section  21  of  the  building  zone 
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resolution,  to  permit  in  a  business  use 
district  the  erection  and  maintenance 
of  a  gasoline  service  station  (previ¬ 
ously  withdrawn)  ;  premises  2235-2247 
Flatbush  avenue  and  1832-1850  East 
48th  street,  northeast  corner  (Block 
No.  8487,  Lot  Nos.  1,  3  and  5),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  712-26-BZ — Application  of  Philip  Reid,  applicant 
and  owner,  reopened  November  4,  1936, 
under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  resi¬ 
dence  use  district  and  partly  in  a  busi¬ 
ness  use  district  the  maintenance  of  a 
gasoline  service  station,  previously 
granted  by  the  board  for  a  temporary 
period  (time  limitation  has  lapsed) 
and,  also  the  further  use  of  the  plot 
for  battery  and  brake  service  shop  and 
parking  of  more  than  five  (5)  motor 
vehicles;  premises  2205-2211  Emmons 
avenue,  north  side,  297  ft.  Y  in.  east 
of  East  21st  street  (Kenmore  place)  ; 
(Block  No.  7496,  Lot  No.  193,),  Bor¬ 
ough  of  Brooklyn. 

cal.  no.  76-37-BZ — Application,  February  25,  1937,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Albert  Edelman,  applicant  and 
lessee,  on  behalf  of  Monahan  Realty 
Company,  owner,  to  permit  in  a  busi¬ 
ness  use  district  the  parking  of  more 
than  five  (5)  motor  vehicles;  premises 
601-611  Livonia  avenue,  northeast  cor¬ 
ner  of  Sheffield  avenue  (Block  No. 
3805,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

cal.  no.  77-37-BZ — Application,  February  25,  1937,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Frieda  Kaiser,  applicant  and 
lessee,  on  behalf  of  George  Bauer, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  parking  of  more  than  five  (5) 
motor  vehicles ;  premises  513-517  Ralph 
avenue,  east  side,  25  ft.  south  of  Park 
place  (Block  No.  1466,  Lot  No.  10), 
Borough  of  Brooklyn. 

cal.  no.  82-37-BZ — Application,  February  26,  1937,  under 
sections  7h  and  21  of  the  building  zone 
resolution,  of  Jack  Wien,  applicant  and 
lessee,  on  behalf  of  Mathilde  Lehman 
and  Nathan  I.  Slutsky,  owners,  to  per¬ 
mit  partly  in  a  residence  use  district 
and  partly  in  a  business  use  district 
the  parking  of  more  than  five  (5) 
motor  vehicles ;  premises  1064-1080 
East  New  York  avenue,  southeast  cor¬ 
ner  of  East  95th  street  (Block  No. 
4598.  Lot  Nos.  1  and  4),  Borough  of 
Brooklyn. 

cal.  no.  83-37-BZ — Application,  February  26,  1937,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Harry  Tint,  applicant  and 
lessee,  on  behalf  of  Saul  J.  Baron, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  parking  of  more  than  five  (5) 
motor  vehicles ;  premises  4202-4230 
New  Utrecht  avenue,  entire  block,  10th 
avenue  to  New  Utrect  avenue  between 
42nd  street  and  43rd  street  (Block  No. 


5596,  Lot  No.  1),  Borough  of  Brook¬ 
lyn. 

HARRIS  H.  MURDOCK,  Chairman. 


JUNE  29,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

268-37-A — 582  4th  avenue,  northwest  corner  of  Prospect 
avenue  (Block  No.  1051,  Lot  No.  39), 
Borough  of  Brooklyn. 

283-37-A — 49-57  Lake  street  and  2036-2044  McDonald  ave¬ 
nue,  west  side,  335  ft.  6  in.  north  of  Ave¬ 
nue  S  (Block  No.  6680,  Lot  No.  25, 
Borough  of  Brooklyn. 

270-37-A — 100  West  41st  street  and  1071  (711  old  num¬ 
ber)  6th  avenue,  southwest  corner  (Block 
No.  993,  Lot  No.  36),  Borough  of  Man¬ 
hattan. 

299-37-A — 1110-1118  President  street,  south  side,  80  ft. 

west  of  Rogers  avenue  (Block  No.  1281, 
Lot  No.  30),  Borough  of  Brooklyn. 

302- 37-A — East  side  of  Amsterdam  avenue,  between  West 

172nd  street  and  West  174th  street  (Block 
No.  2113,  Lot  No.  375),  Highbridge  Park, 
Borough  of  Manhattan. 

303- 37-A — Southwest  corner  of  Victory  boulevard  and 

Murray  Hulbert  avenue  (Block  No.  110, 
Lot  Nos.  206  to  211),  Tompkinsville  Park, 
Tompkinsville,  Borough  of  Richmond. 

305-37-A — 30  East  10th  street,  south  side.  148  ft.  9  in.  east 
of  University  place  (Block  No.  561,  Lot 
No.  9),  Borough  of  Manhattan. 

309-37- A — 445  Fifth  avenue  and  1-3  East  39th  street,  north¬ 
east  corner  (Block  No.  869,  Lot  No.  1), 
Borough  of  Manhattan. 

Variations  of  Labor  Law 

260-37-S — 417-419  DeKalb  avenue,  north  side,  125  ft.  west 
of  Classon  avenue  (Block  No.  1923,  Lot 
No.  84),  Borough  of  Brooklyn. 

252-37-S — 708-722  Metropolitan  avenue,  south  side,  150  ft. 

east  of  Manhattan  avenue  (Block  No. 
2764,  Lot  Nos.  14  and  15),  Borough  of 
Brooklyn. 

304- 37-S — 216-218  East  141st  street,  southeast  corner  of 

Canal  place  (Block  No.  2340,  Lot  No. 
119),  Borough  of  The  Bronx. 

Appliance  Submitted  for  Approval 
250-37-SA — Penn  Automatic  Oil  Burner,  Gun  Type. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  afternoon,  June 
29,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters : 

cal.  no.  315-36-BZ — Application,  October  24,  1936,  under 
section  21  of  the  building  zone  resolu¬ 
tion,  of  Lama  and  Proskauer,  appli¬ 
cants,  on  behalf  of  Annie  Grossarth, 
owner,  to  permit  in  a  business  u$e  dis¬ 
trict  the  erection  and  maintenance  of  a 
gasoline  service  station ;  premises  42-54 
Remsen  avenue,  southwest  corner  of 
East  51st  street  (Block  No.  4591,  Lot 
No.  10  and  part  of  Lot  No.  12),  Bor¬ 
ough  of  Brooklyn. 
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cal.  no.  150-33-BZ — Application  of  Samuel  H.  Livingston, 
owner,  reopened  June  8,  1937,  for  con¬ 
sideration  as  to  extension  of  time  to 
obtain  permits  and  complete  work 
(time  having  lapsed)  re  Application, 
granted  on  condition,  under  section  21 
of  the  building  zone  resolution,  per¬ 
mitting  in  a  business  use  district  the 
conversion  of  occupancy  of  an  existing 
five  (5)  car  garage  to  a  motor  vehicle 
repair  shop ;  premises  Northeast  corner 
of  Liberty  avenue  and  109th  street 
(Block  No.  541,  Lot  No.  28),  Rich¬ 
mond  Hill,  Borough  of  Queens. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
TUESDAY,  JULY  6,  1937,  AT  2  P.  M. 

Building  Zone  Cases 

109-37-BZ. 

APPLICANT — Louis  Friedland  (lessee),  for  No.  97 
Realty  Corporation,  owner. 

PREMISES — 55-01  to  55-23  6th  avenue,  east  side,  from 
55th  street  to  56th  street  (Block  No.  833,  Lot  No. 
1),  Borough  of  Brooklyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

95-37-BZ.  ' 

APPLICANT — George  Stone  (lessee),  for  Helen  Vollner, 
owner. 

PREMISES— 780-800  Lefferts  avenue,  south  side,  34  ft. 
6y2  in.  west  of  Schenectady  avenue  (Block  No. 
1429,  Lot  Nos.  32,  36  and  43),  Borough  of  Brook¬ 
lyn. 

APPLICATION,  under  section  7h  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  parking  of 
more  than  five  (5)  motor  vehicles. 

91-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Bessie  Reibel, 
owner. 

PREMISES — 3227  Mermaid  avenue,  northeast  corner  of 
West  33rd  street  (Block  No.  7007,  Lot  No.  50), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  business  use  district  the  extension  of  a 
gasoline  service  station ;  said  station  is  located  on 
a  street  between  two  (2)  intersecting  streets,  in 
which  portion  there  exists  an  entrance  to  a  public 
school. 

326-35-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Isaac  Schachne, 
owner. 

PREMISES — 206-208  Boerum  street  and  296  Bushwick 
avenue,  southwest  corner  (Block  No.  3081,  Lot 
Nos.  15  and  16),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  March  16,  1937  under  new 
proposal), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  on  part 
of  a  plot  of  ground  upon  which  the  board  previ¬ 
ously  denied  an  application  for  a  gasoline  service 
station. 


118-37-BZ. 

APPLICANT — George  Goodstein,  for  Laurine  T.  Mc- 
Keon,  owner. 

PREMISES — 1890  Daly  avenue,  east  side,  166.66  ft.  north 
of  East  176th  street  (Block  No.  2992,  Lot  No.  15), 
Borough  of  The  Bronx. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution, 

TO  PERMIT  in  a  residence  use  district  the  conversion  of 
occupancy  of  part  of  an  existing  dwelling  to  an 
undertaking  establishment. 

558-24-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Anna  C.  Schauf, 
owner. 

PREMISES — 21-23  Lenox  road,  north  side,  166  ft.  east  of 
Flatbush  avenue  (Block  No.  5064,  Lot  No.  106), 
Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  June  8,  1937). 

TO  PERMIT  in  a  residence  use  district  the  alteration  and 
extension  of  one  (1)  story  in  height  of  an  existing 
garage  for  more  than  five  (5)  motor  vehicles  (the 
extension  previously  denied  by  the  board). 


JULY  7,  1937,  10  A.  M. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand- 
ai  ds  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  morning ,  July 
7,  1937,  at  10  o  clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  364-36-BZ — Application,  November  30,  1936,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Joseph  V.  McKee,  applicant, 
on  behalf  of  Edbro  Realty  Co.,  Inc., 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  parking  of  more  than  five  (5) 
motor  vehicles;  premises  31-59  to  31-79 
30th  street  and  31-64  to  31-86  31st 
street,  west  side,  100  ft.  north  of 
Broadway  (Block  No.  589,  part  of  Lot 
No.  9),  Astoria,  Borough  of  Queens. 

cal.  no.  79-37-BZ— Application,  February  25,  1937,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  George  Jamison,  applicant  and 
lessee,  on  behalf  of  Katie  Jamison, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  parking  of  more  than  five  (5) 
motor  vehicles;  premises  1015-1021 
East  New  York  avenue,  northwest  cor¬ 
ner  of  Rochester  avenue  (Block  No. 
1420,  Lot  No.  41),  Borough  of  Brook¬ 
lyn. 

cal.  no.  84-37-BZ — Application,  February  26,  1937,  under 
section  7h  of  the  building  zone  resolu¬ 
tion,  of  Samuel  Karpoff,  applicant  and 
lessee,  on  behalf  of  T.  A.  Clarke  Com¬ 
pany,  owner,  to  permit  in  a  business 
use  district  the  parking  of  more  than 
five  (5)  motor  vehicles;  premises  930- 
942  Halsey  street,  south  side,  189  ft. 
east  of  Saratoga  avenue  (Block  No. 
1495,  Lot  No.  16),  Borough  of  Brook¬ 
lyn. 

cal.  no.  1141-27-BZ — Application  of  Albert  E.  Schaefer, 
applicant,  on  behalf  of  Hartsing  Realty 
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Corporation,  owner,  reopened  Decem¬ 
ber  8,  1936,  under  sections  7c  and  21 
of  the  building  zone  resolution,  to  per¬ 
mit  partly  in  a  business  use  district  and 
partly  in  a  residence  use  district  the 
alteration  and  change  of  occupancy  of 
portion  of  an  existing  multiple  dwell¬ 
ing  from  residence  use  to  business  use 
(store)  ;  premises  1567-1575  Grand 
Concourse,  southwest  corner  of  Mt. 
Eden  avenue  (Block  No.  2837,  Lot  No. 
18),  Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  7,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

229-37-A — 21-27  North  Oxford  street,  east  side,  296  ft. 

north  of  Park  avenue  (Block  No.  2029, 
part  of  Lot  No.  10),  Borough  of  Brook¬ 
lyn. 

258-37-A — 35-55  223rd  street,  northeast  corner  of  37th 
avenue  (Block  No.  6192,  Lot  No.  60), 
Bayside,  Borough  of  Queens. 

Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Wednesday  af  ternoon,  July 
7,  1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building, 
on  the  following  matters,  except  cases  which  have  been 
heard  and  on  which  decision  has  been  reserved  without 
further  argument,  pending  an  inspection  and  a  report  with 
recommendation  by  the  committee  of  the  board  : 

cal.  no.  111-37-BZ — Application,  March  11,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Scacchetti  and  Siegel,  applicants,  on 
behalf  of  181  Concourse,  Inc.,  owner, 
to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  multiple 
dwelling  having  stores  on  the  first 
story;  premises  2151-2161  Grand  Con¬ 
course  and  161-169  East  181st  street, 
northwest  corner  (Block  No.  3162,  Lot 
Nos.  45-50),  Borough  of  The  Bronx. 

cal.  no.  79-35-BZ— Application  of  Denis  R.  Sheil,  attorney, 
for  Patrick  Filomio,  applicant,  on  be¬ 
half  of  Filomio  Building  Corporation, 
owner,  reopened  June  22,  1937  for  con¬ 
sideration  as  to  extension  of  permit — 
re  Application,  granted  on  condition, 
under  section  21  of  the  building  zone 
resolution,  permitting  in  a  business  use 
district  tbe  change  of  occupancy  of 
part  of  an  existing  building  to  a  motor 
vehicle  repair  shop  for  a  temporary 
period ;  premises  3223  Laconia  avenue, 
west  side,  81.41  ft.  north  of  Boston 
road  (Block  No.  4613,  Lot  No.  54), 
Borough  of  The  Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  9,  1937,  10  A.  M. 

SPECIAL  MEETING 
Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 


of  the  building  zone  resolution,  Friday  morning,  July  9, 

1937,  at  10  o’clock,  in  Room  1013,  Municipal  Building,  on 

the  following  matters : 

cal.  no.  182-37-BZ — Application,  April  22,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Lama  and  Proskauer,  applicants,  on 
behalf  of  George  Scheblein,  owner,  to 
permit  partly  in  a  business  use  district 
and  partly  in  a  residence  use  district 
the  erection  and  maintenance  of  a 
building  to  be  used  as  a  garage  for 
more  than  five  (5)  motor  vehicles  and, 
also  as  a  motor  vehicle  repair  shop ; 
premises  137-01  to  137-53  135th  avenue, 
northeast  corner  of  137th  street  and 
137-32  to  137-40  133rd  avenue  (Block 
No.  2845,  Lot  No.  6),  South  Ozone 
Park,  Borough  of  Queens. 

cal.  no.  190-37-BZ — Application,  April  27,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  John  J.  Dunnigan,  applicant,  on  be¬ 
half  of  Clement  H.  Smith,  Company, 
owner,  to  permit  in  a  residence  use 
district  the  alteration  and  conversion 
of  occupancy  of  an  existing  building 
occupied  as  dwelling  and  five  (5)  car 
garage  to  business  use  (stores)  ;  prem¬ 
ises  200  East  Tremont  avenue  and 
1876-1884  Monroe  avenue,  southeast 
corner  (Block  No.  2804,  Lot  No.  5), 
Borough  of  The  Bronx. 

cal.  no.  210-37-BZ — Application,  May  8,  1937,  under  sec¬ 
tion  7e  of  the  building  zone  resolution, 
of  Abraham  N.  Horwitz,  applicant,  on 
behalf  of  Michael  N.  Salmore,  receiver, 
to  permit  in  a  business  use  district  the 
conversion  of  occupancy  of  part  of  an 
existing  building  from  a  garage  for 
four  (4)  motor  vehicles  to  a  garage 
for  more  than  five  (5)  motor  vehicles; 
premises  123  West  56th  street,  north 
side,  325  ft.  west  of  6th  avenue  (Block 
No.  1009,  Lot  No.  19),  Borough  of 
Manhattan. 

cal.  no.  235-37-BZ — Application,  May  21,  1937,  under  sec¬ 
tion  7h  of  the  building  zone  resolution, 
of  Samuel  Rosenblum,  applicant,  on 
behalf  of  3331  Fish  Avenue  Corpora¬ 
tion,  owner,  to  permit  in  a  business 
use  district  the  parking  of  more  than 
five  (5)  motor  vehicles;  premises  3311- 
3349  Eastchester  road,  west  side,  100 
ft.  north  of  Given  avenue  (Block  No. 
4743,  Lot  No.  20),  Borough  of  The 
Bronx. 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  9,  1937,  2  P.  M. 

SPECIAL  MEETING 
Building  Zone  Applications 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Friday  afternoon,  July  9, 
1937,  at  2  o’clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matters : 

cal.  no.  477-28-BZ — Application  of  John  J.  Dunnigan,  ap- 
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plicant,  on  behalf  of  Cabin  Holding 
Corporation,  owner,  reopened  June  22, 
1937,  under  section  21  of  the  building 
zone  resolution,  to  permit  partly  in  a 
business  use  distrcit  and  partly  in  a 
residence  use  district  the  erection  and 
maintenance  of  a  roof  sign  on  a  busi¬ 
ness  building  (stores  and  motion  pic¬ 
ture  theatre)  previously  granted  by 
the  board;  premises  2029  Grand  Con¬ 
course,  southwest  corner  of  Burnside 
avenue  (Block  No.  2808,  Lot  No.  82), 
Borough  of  The  Bronx. 

cal.  no.  179-37-BZ— Application,  April  21,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Charles  G.  Luloff,  applicant,  on  be¬ 
half  of  Louis  M.  Brann,  et  ah,  owners, 
to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  garage 
for  more  than  five  (5)  motor  vehicles; 
premises  461  Bay  street,  east  side, 
434.23  ft.  north  of  Wave  street  (Block 
No.  488,  Lot  No.  18),  Stapleton,  Bor¬ 
ough  of  Richmond. 

cal.  no.  217-37-BZ — Application,  May  12,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Daniel  Marshall,  applicant,  on  be¬ 
half  of  Lillian  Lehrich,  owner,  to  per¬ 
mit  in  a  residence  use  district  the  erec¬ 
tion  and  maintenance  of  a  building  to 
be  used  as  lubritorium,  auto  laundry 
and  office  replacing  an  office  located 
on  an  existing  gasoline  service  station ; 
premises  8202-8212  7th  avenue  and  682- 
690  82nd  street,  southwest  corner 
(Block  No.  6010,  Lot  No.  47),  Borough 
of  Brooklyn. 

cal.  no.  286-37- BZ — Application,  June  11,  1937,  under  sec¬ 
tion  7c  of  the  building  zone  resolution, 
of  Edwin  H.  Snackenberg,  applicant, 
on  behalf  of  New  York  Savings  Bank, 
owner,  to  permit  in  a  residence  use  dis¬ 
trict  the  extension  of  an  existing  laun¬ 
dry  ;  premises  428-436  West  54th  street, 
south  side,  350  ft.  west  of  9th  avenue 
(Block  No.  1063,  Lot  No.  47),  Borough 
of  Manhattan. 


cal.  no.  290-37-BZ  Application,  June  14,  1937,  under  sec¬ 
tion  21  of  the  building  zone  resolution, 
of  Wm.  A.  White  &  Sons,  applicants, 
on  behalf  of  Rosina  C.  Boardman, 
owner,  to  permit  in  a  business  use  dis¬ 
trict  the  conversion  of  occupancy  of  an 
existing  building  to  a  motor  vehicle  re¬ 
pair  shop;  premises  231-233  East  64th 
street,  north  side,  130  ft.  west  of  2nd 
avenue  (Block  No.  1419,  Lot  No.  19), 
Borough  of  Manhattan. 

HARRIS  H.  MURDOCK,  Chairman. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  JULY  12;  1937,  AT  2  P.  M. 

Building  Zone  Case 

189-36-BZ. 

APPLICANT — William  Richter,  for  Solo  Linder,  owner. 
PREMISES — 2994  Coney  Island  avenue  and  3366-3374 


Guider  avenue,  southwest  corner  (Block  No.  7264, 
part  of  Lot  No.  49),  Borough  of  Brooklyn. 
APPLICA1  ION,  under  section  21  of  the  building  zone 
resolution  (reopened  May  18,  1937), 

TO  PERMIT  in  a  business  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  and,  also 
a  brake  testing  station. 


JULY  13,  1937,  10  A.  M. 

Building  Zone  Application 

NOTICE  IS  HEREBY  GIVEN  by  the  Board  of  Stand¬ 
ards  and  Appeals  of  a  public  hearing  under  the  provisions 
of  the  building  zone  resolution,  Tuesday  morning,  July  13, 
1937,  at  10  o  clock,  in  Room  1013,  Municipal  Building,  on 
the  following  matter: 


cal.  no.  772-28-BZ — Application  of  Louis  E.  Ordwein,  ap¬ 
plicant,  on  behalf  of  The  Bank  for 
Savings  in  City  of  New  York,  owner, 
reopened  June  15,  1937,  under  sections 
7e  and  21  of  the  building  zone  resolu¬ 
tion,  to  permit  in  a  business  use  dis¬ 
trict  the  alteration  and  conversion  of 
occupancy  of  an  existing  building  to  a 
garage  for  more  than  five  (5)  motor 
vehicles;  premises  136-138  East  41st 
street,  south  side,  148  ft.  3  in.  east  of 
Lexington  avenue  (Block  No.  1295, 
Lot  No.  46),  Borough  of  Manhattan! 

HARRIS  H.  MURDOCK,  Chairman. 


JULY  13,  1937,  2  P.  M. 

Appeals  from  Administrative  Orders 

185-37-A — 81-64  Dongan  avenue,  south  side,  31.38  ft.  west 
of  Poyer  avenue  (Block  No.  1540,  Lot  No. 
38),  Elmhurst,  Borough  of  Queens. 

284-3 7- A— 484-496  Fulton  street  and  2-30  Bond  street, 
southeast  corner  (Block  No.  159,  Lot  No! 
1),  Borough  of  Brooklyn. 

66-37-A— 333-345  West  34th  street  and  334-364  West  35th 
street,  south  side,  300  ft.  south  of  8th  ave¬ 
nue  (Block  No.  758,  Lot  Nos.  16  to  22  and 
59  to  74),  Borough  of  Manhattan. 

176-37-A — 10-40  Flatbush  avenue,  southwest  corner  of 
Nevins  street  (Block  No.  162,  Lot  No. 
6),  Borough  of  Brooklyn. 

296-37-A  218-220  Livingston  street,  205-209  Schermerhorn 
street  and  45-51  Hoyt  street,  east  side, 
from  Livingston  street  to  Schermerhorn 
street  (Block  No.  165,  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 


CALL  OF  CLERK’S  CALENDAR 
MONDAY,  SEPTEMBER  13,  1937,  AT  2  P.  M. 


937-26-BZ. 


Building  Zone  Case 


APPLICANT — Evelyn  Grossman,  owner. 

PREMISES — 530-542  East  95th  street,  northwest  corner 
of  Linden  boulevard  (Block  No.  4715,  Lot  Nos. 
48-53),  Borough  of  Brooklyn. 

APPLICATION,  under  section  21  of  the  building  zone 
resolution  (reopened  and  restored  to  calendar  lune 
2,  1936), 

TO  PERMIT  in  a  residence  use  district  the  erection  and 
maintenance  of  a  gasoline  service  station  (previ¬ 
ously  withdrawn). 
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MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 
TUESDAY  MORNING,  JUNE  22,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 

The  minutes  of  the  regular  meeting  of  the  board  held 
on  Tuesday  morning,  June  15,  1937  and  the  minutes  of 
the  regular  meeting  of  the  board  held  on  Tuesday  after¬ 
noon,  June  15,  1937,  and  the  minutes  of  the  special  meet¬ 
ing  of  the  board  held  on  Wednesday  afternoon,  June  16, 
1937,  were  approved  as  printed  in  Bulletin  No.  25,  Vol. 
XXII. 


BUILDING  ZONE  CASES 

111-37-BZ. 

APPLICANT — Scacchetti  and  Siegel,  for  181  Concourse, 
Inc.,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district 
the  erection  and  maintenance  of  a  multiple  dwell¬ 
ing  having  stores  on  the  first  story. 

PREMISES  AFFECTED— 2151-2161  Grand  Concourse 
and  161-169  East  181st  street,  northwest  corner 
(Block  No.  3162,  Lot  Nos.  45-50),  Borough  of 
The  Bronx. 

APPEARANCES— 

For  Applicant:  Max  Siegel. 

For  Opposition :  Ebben  Schramm  and  Harry 
Wilson. 

ACTION  OF  BOARD— Laid  over  to  July  7,  1937,  at  2 
p.m.,  for  report  by  committee  of  the  board  and 
decision  without  further  argument. 


1146-17-BZ. 

APPLICANT — William  Sparago,  for  Vincenza  Montana, 
owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment— (re  decision  of  the  commissioner  of 
buildings)  to  include  a  motor  vehicle  repair  shop 
— re  Application  previously  granted  on  condition, 
permitting  in  a  business  use  district  the  extension 
of  an  existing  garage  for  more  than  five  (5) 
motor  vehicles. 

PREMISES  AFFECTED — 4509-451 1  18th  avenue  (Block 
No.  5429,  Lot  No.  27),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  William  Sparago. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


374-36-BZ. 

APPLICANT — Peter  Wernsdorf  (lessee),  for  Elizabeth 
Bleser,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  sections  7-C  and  21  of  the 
building  zone  resolution,  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station. 

PREMISES  AFFECTED — 80-05  Cypress  avenue,  south¬ 
east  corner  of  Cooper  avenue  (Block  No.  3731, 
Lot  No.  133),  Ridgewood,  Borough  of  Queens. 


APPEARANCES— 

For  Applicant:  Henry  Schober,  Peter  Wernsdorf 
and  Walter  Bleser. 

For  Opposition :  Otto  W.  Gabler,  Henry  A.  Geis- 
ler  and  Harry  B.  Richard. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 


THE  RESOLUTION— 

(374-36-BZ) 

Whereas,  Peter  Wernsdorf  (lessee),  for  Elizabeth 
Bleser,  owner,  filed  December  12,  1936,  an  application 
under  the  building  zone  resolution  to  permit  in  a  business 
use  district  the  erection  and  maintenance  of  a  gasoline 
service  station ;  Premises :  80-05  Cypress  avenue,  southeast 
corner  of  Cooper  avenue  (Block  No.  3731,  Lot  No.  133), 
Ridgewood,  Borough  of  Queens ;  and 
Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  Tune  22,  1937  after  due  notice  by  publication  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals ;  and 
Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Cypress  avenue  is  in  a  busi¬ 
ness  use  district;  Cooper  avenue  is  in  a  business  district; 
except  frontage  along  Evergreen  Cemetery,  which  is  resi¬ 
dential.  “C”  Area — 1  times  height ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  November  12,  1936,  in  acting  on  App.  No.  5596- 
1936,  reads : 

“The  erection  of  a  gasoline  service  station  in  a 
business  district  is  contrary  to  the  Zone  Law.  Art.  2, 
Sec.  4,  subdiv.  46,  Building  Zone  Resolution.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  41.12  ft.  on  Cypress  avenue,  98.85  ft.  on 
Cooper  avenue,  triangular  in  shape,  on  which  it  is  pro¬ 
posed  to  erect  a  one-story  frame  building  12ft.  6  in.  by  28 
ft.  6  in.,  irregular  in  area,  for  an  accessory  store,  hydrau¬ 
lic  lift  equipment  for  greasing,  and  the  necessary  tanks 
and  pumps  for  a  gasoline  service  station;  and 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board  in  order  to  be 
informed  prior  to  the  hearing;  and 
Whereas,  the  board  deemed  that  there  was  no  basis  for 
the  use  of  its  discretion  under  the  provisions  of  section  7, 
subdivision  C  of  the  building  zone  resolution,  and  that  the 
applicant  was  not  entitled  to  relief  under  section  21  on  the 
grounds  of  practical  difficulty  and  unnecessary  hardship; 
and  to  permit  a  variance  would  not  be  in  harmony  with 
the  general  purpose  and  intent  of  the  building  zone  reso¬ 
lution. 

Resolved,  that  the  decision  of  the  commisisoner  of 
buildings  be  and  it  hereby  is  affirmed,  and  the  application 
be  and  it  hereby  is  denied. 


144-37-BZ. 

APPLICANT — Dominic  M.  Mello,  for  Anthony  Passaro, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the 
extension  of  an  existing  garage  for  more  than 
five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 343-345  Union  street,  north 
side,  80  ft.  west  of  Smith  street  (Block  No.  428, 
Lot  Nos.  43  and  44),  Borough  of  Brooklyn. 
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APPEARANCES— 

For  Applicant:  Dominic  M.  Mello  and  Anthony 
Passaro. 

For  Opposition:  Jacob  Hertz,  Harry  Nathanson 
and  others. 

For  Administration:  Assistant  Engineer  Benja¬ 


min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Application  denied. 

THE  VOTE  Tp  GRANT— 

Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(144-37-BZ) 


Whereas,  Dominic  M.  Mello,  for  Anthony  Passaro, 
owner,  filed  March  27,  1937,  an  application  under  the 
building  zone  resolution  to  permit  partly  in  a  business  use 
district  and  partly  in  a  residence  use  district  the  extension 
of  an  existing  garage  for  more  than  five  motor  vehicles ; 
Premises :  343-345  Union  street,  north  side,  80  ft.  west  of 
Smith  street  (Block  No.  428,  Lot  Nos.  43  and  44),  Borough 
of  Brooklyn ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  22,  1937,  after  due  notice  by  publication  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  Union  street  west  of  a  point 
100  ft.  west  of  Smith  street  is  in  a  residence  use  district; 
and  Smith  street  is  in  a  business  district,  C  area,  1  times 
height;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  March  3,  1937,  re  Alt.  14981-1936,  reads : 

“Proposition  to  alter  existing  public  garage  under 
the  Dept,  of  C.  of  O.  No.  56594  at  343  Union  street 
located  in  a  residential  district  is  contrary  to  Art.  2, 
Sec.  6  of  Zone  Resolution.  Proposition  to  demolish 
present  dwelling  located  at  345  Union  street  located  in 
a  business  district  and  to  erect  a  one-story  structure 
as  an  extension  to  the  above  public  garage  is  contrary 
to  Art.  2,  Sec.  4  of  the  Zone  Resolution.  This  appli¬ 
cation  is  therefore  denied  for  the  above.” 
and 

.  Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  45  ft.  on  Union  street  and  a  depth  of 
100  ft.,  the  easterly  20  ft.  of  the  plot  is  in  the  business 
use  district  and  the  westerly  25  ft.  in  the  residence  use 
district.  On  the  easterly  portion  there  is  an  existing  3- 
story  dwelling;  on  the  westerly  portion  an  existing  two- 
story  garage  for  more  than  5  motor  vehicles.  It  is  proposed 
to  alter  the  existing  garage  by  removing  the  rear  portion  of 
the  2nd  story  and  reducing  this  story  to  55  ft.  in  depth, 
the  2nd  story  to  be  used  for  storage,  later  as  a  dwelling 
and  to  remove  portion  of  easterly  wall  1st  story  and  to 
demolish  existing  3-story  and  basement  dwelling  at  345  Un¬ 
ion  street  and  to.  erect  a  one-story  structure  to  be  connected 
as  a  side  extension  to  the  existing  garage;  and 
.  Whf.reas,  the  site  under  appeal  was  the  subject  of  an 
inspection  prior  to  this  hearing  in  order  that  the  board 
might  be  informed;  and 

Whereas,  the  application  does  not  come  properly  within 
the  purview  of  section  7-G  (as  filed)  since  the  applicant 
did  not  file  80%  consents;  and  that  there  is  no  basis  for  a 
variance  under  section  7-E,  inasmuch  as  the  existing  gar¬ 
age  to  which  the  extension  is  denied,  was  permitted  by  the 
commisisoner  of  buildings  to  be  altered  from  a  former 
stable  and  the  owner  is  therefor  now  enjoying  every  ad- 
vantage  intended  under  the  building  zone  resolution ;  and 
Whereas,  the  board  deems  that  the  applicant  did  not 
substantiate  his  basis  for  a  variance  under  section  21  of 
the.  building  zone  resolution;  as  no  hardship  was  shown 
to  indicate  that  the  plot  under  appeal  could  not  be  used 
conformmgly. 
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Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed  and  that  the  application 
be  and  it  hereby  is  denied. 


222-37-BZ. 

A1  I  LICANT — Fred  B.  McDuffee,  Engineer,  for  Depart- 
ment  of  Sanitation,  City  of  New  York,  owner. 
SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7-C  of  the  building 
zone  resolution,  to  permit  partly  in  a  business  use 
district  and  partly  in  an  unrestricted  use  district 
the  erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED— 2302-2322  West  9th  street, 
2301-2321  West  10th  street  and  98-120  Avenue  W, 
south  side,  between  West  9th  and  West  10th 
streets  (Block  No.  7164,  part  of  Lot  No.  1),  Bor¬ 
ough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  E.  B.  Sullivan  and  Fred  B.  Mc¬ 
Duffee. 

For  Opposition :  Sandy  A.  Ehrman,  Antonette 
Indelicata  and  others. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE  TO  GRANT— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  Q 


THE  RESOLUTION— 

(222-37-BZ) 

Whereas,  Fred  B.  McDuffee,  engineer,  for  department 
of  sanitation,  city  of  New  York,  owner,  filed  May  15,  1937 
an  application  under  the  building  zone  resolution  to  permit 
the .  extension  from  an  unrestricted  use  district  into  a 
business  use  district  of  a  proposed  garage  for  more  than 
five  motor  vehicles;  premises  98-120  Avenue  W,  south  side, 
between  West  9th  and  West  10th  streets,  2302-2321  West 
10th  street  (Block  No.  7164,  part  of  Lot  No.  1),  Borough 
of  Brooklyn;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  22,  19o7,  after  due  notice  by  publication  in 
the  bulletin  of  the  Board  of  Standards  and  Appeals;  and 
.  Whereas,  the  use  district  maps  accompanying  the  build- 
mg  zone  resolution  show  that  Avenue  W  is  a  business 
use  district ;  West  9th  and  West  10th  streets,  from  a  point 
100  ft.  south  of  Avenue  W — an  unrestricted  use  district* 
D  area  1  times  height;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
rendered  April  19,  1937,  re  N.B.  App.  5909-1937,  reads:  ’ 
“Proposed  garage  for  more  than  5  motor  vehicles 
part  in  a  business  use  district  and  part  in  an  unre¬ 
stricted  use  district  is  contrary  to  Art.  II,  Sect.  4-A 
15  and  is  therefore  denied.” 

and 

.  Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  20  ft.  on  Avenue  W  and  180  ft.  on 
West  9th  and  on  West  10th  streets,  on  which  it  is  pro¬ 
posed  to  erect  a  two-story  fireproof  garage  for  more  than 
five  motor  vehicles  100  ft.  of  the  frontage  on  West  9th  and 
West  10th  street  is  in  the  business  use  district,  remainder 
in  the  unrestricted  use  district;  and 

Whereas,  the  premises  and  the  area  were  inspected  by 
a  committee  of  the  board  so  as  to  be  informed  prior  to 
the  hearing;  and 

Whereas,  the  board  deemed  that  the  provisions  of  sec¬ 
tion  7c. of  the  building  zone  resolution,  under  which  this 
application  is  made,  empowered  the  board  to  exercise  its 
discretion  and  to  grant  this  application  under  such  condi¬ 
tions  that  would  safeguard  the  character  of  the  more  re¬ 
stricted  district  and  that  a  variance  should  be  granted. 
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Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  in  the  application  of  the  use  dis¬ 
trict  regulations  of  the  building  zone  resolution  and  that 
the  application  be  and  it  hereby  is  granted  under  section 
7c,  permitting  the  proposed  garage  to  be  extended  from 
the  unrestricted  district  into  the  business  district,  as  in¬ 
dicated  on  plans  filed  with  this  appeal,  on  condition  that 
the  building  shall  be  fireproof  throughout  and  shall  not 
exceed  in  height,  the  area  or  dimensions  shown  on  plans 
filed  with  this  appeal ;  that  this  variance  is  granted  only 
so  long  as  the  garage  is  used  and  occupied  for  housing 
trucks  and  snow  removal  equipment  belonging  to  the  de¬ 
partment  of  sanitation  of  the  city  of  New  York;  that  any 
gasoline  stored  in  the  building  shall  be  in  approved  tanks 
with  dispensing  pumps  within  the  building;  that  no  ent¬ 
rance  to  the  garage  shall  be  from  Avenue  W ;  that  all 
permits  shall  be  obtained  and  all  work  completed  within  one 
year  from  the  date  of  this  action. 


212-36-BZ. 

APPLICANT— Joseph  Rossi,  for  Estate  of  John  E.  Miller, 
owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7h  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
parking  of  more  than  five  (5)  motor  vehicles. 
PREMISES  AFFECTED — 315-325  East  103rd  street, 
north  side,  250  ft.  west  of  1st  avenue  and  324-334 
East  104th  street  (Block  No.  1675,  part  of  Lot 
No.  11),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Joseph  J.  Furman  and  Joseph 
Rossi. 

For  Opposition :  Ernest  Zema,  Sydney  Smith  and 
Charles  Tilgner. 

ACTION  OF  BOARD — Application  denied. 

THE  VOTE  TO  GRANT— 


Affirmative  .  0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 


THE  RESOLUTION— 

(212-36-BZ) 

Whereas,  Joseph  Rossi,  for  Estate  of  John  E.  Miller, 
owner,  filed  July  6,  1936,  an  application  under  the  building 
zone  resolution  to  permit  in  a  business  use  district  the 
maintenance  of  a  parking  space  for  more  than  five  motor 


vehicles ;  premises  315-325  East  103rd  street,  north  side, 
250  ft.  west  of  1st  avenue,  and  324-334  East  104th  street 
(Block  No.  1675,  part  of  Lot  No.  11),  Borough  of  Man¬ 
hattan  ;  and 

Whereas,  a  public  hearing  was  held  on  this  application 
by  the  Board  of  Standards  and  Appeals,  at  its  regular 
meeting,  June  22,  1937,  after  due  notice  by  publication  in 
the  Bulletin  of  the  Board  of  Standards  and  Appeals ;  and 

Whereas,  the  use  district  maps  accompanying  the  build¬ 
ing  zone  resolution  show  that  East  103rd  street  is  in  a 
business  use  B  area,  1(4  times  height  and  East  104th  street 
is  in  a  business  use,  B  area,  ll/2  times  height;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
rendered  May  10,  1937,  reads : 

“Answering  your  letter  of  May  8,  1937,  and  your 
application  for  a  certificate  of  occupancy  for  a  parking 
space  for  more  than  5  cars,  you  are  advised  same  has 
been  denied  as  premises  are  in  a  business  district.” 

and 

Whereas,  the  premises  consist  of  a  plot  of  ground  hav¬ 
ing  a  frontage  of  150  ft.  on  East  103rd  and  East  104th 
street  and  a  depth  of  200  feet — on  each  side  of  this  plot  is 
a  four  story  loft  building  on  each  street  front  37(4  ft. 
in  width  and  leaving  a  vacant  space,  75  ft.  by  200  ft.  on 
which  it  is  proposed  to  erect  a  small  office  and  maintain 
a  parking  space  for  more  than  five  motor  vehicles,  there 
being  an  existing  high  brick  wall  on  each  street  front,  the 
wall  on  East  104th  street  having  an  opening  which  will  be 
bricked  up  and  the  wall  on  East  103rd  street  having  a 
sliding  door,  12  ft.  by  12  ft.;  and 

Whereas,  the  premises  were  inspected  hy  a  committee 
of  the  board  so  as  to  be  informed  prior  to  the  hearing;  and 

Whereas,  the  board  deemed  that  in  view  of  the  existence 
of  a  public  school  and  a  parochial  school  in  the  same  por¬ 
tion  of  the  street  between  the  intersecting  streets  as  this 
proposed  parking  lot  and  because  of  decisions  of  the  courts 
interpreting  the  prohibition  under  section  21,  it  is  without 
power  to  grant;  and 

Whereas,  the  plot  is  not  vacant,  but  is  developed  with 
factory  buildings  of  which  the  open  yard  on  which  parking 
is  proposed  is  a  part ;  and 

Whereas,  the  board  also  deemed  that  under  section  7-h 
there  is  no  power  to  grant. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  affirmed,  and  that  the  application 
be  and  it  hereby  is  denied. 


Adjourned,  12:50  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


MINUTES 


BOARD  OF  STANDARDS  AND  APPEALS 


REGULAR  MEETING 

TUESDAY  AFTERNOON,  JUNE  22,  1937 

Present:  Chairman  Murdock,  Commissioners  Savage 

and  Blum  and  Assistant  Chief  Walsh. 


BUILDING  ZONE  CASES 

353-36-BZ. 

APPLICANT — Lama  and  Proskauer,  for  Powell  Garage 
Co.,  Inc.,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  7a  of  the 
building  zone  resolution,  permitting  in  a  residence 


use  district  the  alteration  and  change  of  occupancy 
of  part  of  a  garage  for  more  than  five  (5)  motor 
vehicles  to  a  gasoline  service  station. 

PREMISES  AFFECTED — 2036-2052  Bedford  avenue, 
southwest  corner  of  Clarkson  avenue  (Block  No. 
5064,  Lot  No.  53),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened,  subject  to 
usual  procedure. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh  .  4 

Negative  .  0 

Absent  .  0 
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79-35-BZ. 

APPLICANT— Denis  R.  Sheil,  for  Patrick  Filomio,  for 
ruomio  Building  Corporation,  owner. 

SUBJECT— Application  for  reconsideration— reopening 
and  extension  of  permit— re  Application  (decision 
of  the  commissioner  of  buildings)  under  section 
21  of  the  building  zone  resolution,  permitting  in  a 
business  use  district  the  change  of  occupancy  of 
part  of  an  existing  building  to  a  motor  vehicle 
repair  shop  for  a  temporary  period 

PREMISES  A F FE CTE D — 3223  Laconia'  avenue,  west 
side,  81.41  ft.  north  of  Boston  road  (Block  No 

APPEARANCES-0'  54>’  B°r°"gh  °f  The  Br°nX' 

For  Applicant:  Denis  R.  Sheil. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing,  July  7,  1937,  at 
2  p.m. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  q 

Absent  .  n 


477-28-BZ. 

APPLICANT— John  J.  Dunnigan,  for  Cabin  Holding 
Corporation,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — (re  decision  of  the  commissioner  of 
buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  partly  in  a  business  use  dis¬ 
trict  and  partly  in  a  residence  use  district  the 
erection  and  maintenance  of  a  roof  sign  on  a 
business  building  (stores  and  motion  picture  thea¬ 
tre)  previously  granted  by  the  board. 

PREMISES  AFFECTED — 2029  Grand  Concourse,  south¬ 
west  corner  of  Burnside  avenue  (Block  No.  2808, 
Lot  No.  82),  Borough  of  The  Bronx 
APPEARANCES— 

For  Applicant:  Joseph  Dusenbury. 

ACTION  OF  BOARD — Application  reopened,  calendar 
call  waived  and  set  for  hearing,  July  9,  1937,  at 
2  p.m.  Applicant  to  notify  property  owners  in 
the  affected  area  by  registered  mail  not  later  than 
June  25,  1937. 

THE  VO.TE  TO  REOPEN  AND  WAIVE  CALENDAR 
CALL — 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


149-37-BZ. 


■  APPLICAN  F — Otto  F.  Semsch,  for  Ernest  Glagg,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
conversion  of  occupancy  of  part  of  an  existing 
multiple  dwelling  from  residence  to  business  use 
(dancing  studio,  office  for  same  and,  also,  music 
studio). 

PREMISES  AFFECTED — 7202-7224  Ridge  boulevard  and 
158-198  72nd  street,  southwest  corner  (Block  No. 
5906,  Lot  No.  1),  Borough  of  Brooklyn. 
APPEARANCES— 


For  Applicant:  Otto  F.  Semsch. 

ACTION  OF  BOARD — Request  to  waive  calendar  call, 
withdrawn. 


THE  VOTE  TO  WITHDRAW 
WAIVE  CALENDAR  CALL- 


REQUEST 


TO 


Affirmative  :  Chairman  Murdock,  Commissioner 

Blum  and  Assistant  Chief  Walsh . 

Negative:  Commissioner  Savage . 

Absent  . 


3 

1 

0 


179-37-BZ. 

APPLICANT  Charles  G.  Luloff,  for  Louis  M.  Brann, 
et  al.,  owners. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
erection  and  maintenance  of  a  garage  for  more 
than  five  (5)  motor  vehicles. 

PREMISES  AFFECTED — 461  Bay  street,  east  side,  434.23 
ft.  north  of  Wave  avenue  (Block  No.  488,  Lot 
No.  18),  Stapleton,  Borough  of  Richmond. 
APPEARANCES— 

For  Applicant :  Charles  G.  Luloff. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  July  9,  1937,  at  2  p.m.  Applicant  to  notify 
property  owners  in  the  affected  area  by  registered 
mail  not  later  than  June  25,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . '  q 

Absent  .  n 


217-37-BZ. 


APPLICANT — Daniel  Marshall,  for  Lillian  Lehrich, 
owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district  the 
erection  and  maintenance  of  a  building  to  be  used 
as  lubritorium,  auto  laundry  and  office,  replacing 
an  office  located  on  an  existing  gasoline  service 
station. 


PREMISES  AFFEC1 ED — 8202-8212  7th  avenue  and  682- 
690  82nd  street,  southwest  corner  (Block  No.  6010 
Lot  No.  47),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  John  F.  Meehan. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  July  9,  1937,  at  2  p.m.  Applicant  to  notify 
property  owners  in  the  affected  area  by  registered 
mail  not  later  than  June  25,  1937. 


THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  q 

Absent  . q 


286-37-BZ. 

APPLICANT — Edwin  H.  Snackenberg,  for  New  York 
Savings  Bank,  owner. 

SUBJECT  Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  7c  of  the  building  zone 
resolution,  to  permit  in  a  residence  use  district 
the  extension  of  an  existing  laundry. 

PREMISES  AFFECTED — 428-436  West  54th  street,  south 
side,  350  ft.  west  of  9th  avenue  (Block  No.  1063, 
Lot  No.  47),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant :  Edwin  H.  Snackenberg. 

A  Cl  ION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  July  9,  1937,  at  2  p.m.  Applicant  to  notify 
property  owners  in  the  affected  area  by  registered 
mail  not  later  than  June  25,  1937. 
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THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


290-37-BZ. 

APPLICANT — Wm.  A.  White  &  Sons,  Inc.,  for  Rosina 
C.  Boardman,  owner. 

SUBJECT — Application  (re  decision  of  the  commissioner 
of  buildings)  under  section  21  of  the  building  zone 
resolution,  to  permit  in  a  business  use  district  the 
conversion  of  occupancy  of  an  existing  building  to 
a  motor  vehicle  repair  shop. 

PREMISES  AFFECTED— 231-233  East  64th  street,  north 
side,  130  ft.  west  of  2nd  avenue  (Block  No.  1419, 
Lot  No.  19),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  C.  E.  Lane,  Jr.,  and  Edward 
Young. 

ACTION  OF  BOARD — Calendar  call  waived  and  set  for 
hearing  July  9,  1937,  at  2  p.m.  Applicant  to  notify 
property  owners  in  the  affected  area  by  registered 
mail  not  later  than  June  25,  1937. 

THE  VOTE  TO  WAIVE  CALENDAR  CALL— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


8-37-BZ. 

APPLICANT — Lama  and  Proskauer,  for  South  Brooklyn 
Savings  Bank,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Application  (decision  of  the  com¬ 
missioner  of  buildings)  under  section  21  of  the 
building  zone  resolution,  permitting  partly  in  a 
business  use  district  and  partly  in  an  unrestricted 
use  district  the  erection  and  maintenance  of  a 
gasoline  service  station  for  a  temporary  period. 

PREMISES  AFFECTED — 113-125  Hamilton  avenue  and 
306-314  Columbia  street,  northwest  corner  (Block 
No.  362,  Lot  No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Alfred  A.  Lama. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 


tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(8-37-BZ) 


Whereas,  this  application  affecting  premises  113-125 
Hamilton  avenue  and  306-314  Columbia  street  northwest 
corner  (Block  No.  362  Lot  No.  1),  Borough  of  Brooklyn, 
was  granted  by  the  board  May  11,  1937,  in  certain  condi¬ 
tion,  and  applicant  requested  an  extension  of  time  limit 
imposed.. 

Resolved,  that  the  resolution  adopted  by  the  board  on 
May  11,  1937  be  and  it  hereby  is  amended,  so  that  as 
amended  this  portion  of  the  resolution  will  read : 


“ Resolved ,  that  the  Board  of  Standards  and  Appeals 
does  hereby  make  a  variation  in  the  application  of  the 
use  district  regulations  of  the  building  zone  resolution, 
and  that  the  application  be  and  it  hereby  is  granted 
for  a  period  of  ten  (10)  years,  from  the  date  of  this 
action,  under  section  21,  permitting  the  plot  under 
appeal  to  be  used  for  gasoline  service  station  on  con¬ 
dition  that  the  present  buildings  on  the  site  shall  be 
completely  demolished  and  the  plot  levelled  generally 
to  the  grade  of  Hamilton  avenue ;  that  accessory 
building  shall  not  exceed  one  story  in  height  and  shall 
be  arranged  for  office,  lubritorium  and  laundry;  that 
the  accessory  building  shall  be  constructed  of  fireproof 
materials  except  that  the  roof  beams  and  roof  board¬ 
ing,  window  frames  and  windows,  door  frames  and 
doors  may  be  of  wood  provided  the  ceilings  throughout 
are  fire-retarded  in  accordance  with  the  Rules  of  the 
Board  of  Standards  and  Appeals  and  the  roof  is  sur¬ 
faced  with  non-flammable  material ;  that  there  shall  be 
no  excavation  under  this  building  except  pits  for  the 
greasing  racks ;  that  the  front  of  the  greasing  section 
shall  have  no  doors ;  that  the  balance  of  the  plot  where 
not  occupied  by  the  accessory  building  shall  be  cement- 
paved  ;  that  no  pumps  shall  be  erected  nearer  than  15 
ft.  to  the  building  line ;  that  curb  cuts  shall  not  exceed 
two  (2)  from  Hamilton  avenue,  not  exceeding  30  ft. 
in  width  each,  one  from  Columbia  street  not  exceeding 
25  ft.  and  one  from  Woodhull  street  not  ex¬ 
ceeding  25  ft. ;  that  there  shall  be  erected  on  the 
corner  formed  by  the  intersection  of  Columbia  street 
and  Hamilton  avenue  and  on  the  corner  formed  by  the 
intersection  of  Woodhull  street  and  Hamilton  avenue, 
cement  platforms  not  less  than  12  in.  in  height  and  ex¬ 
tending  along  either  street  from  intersections  a  distance 
of  not  less  than  5  ft. ;  that  advertising  shall  be  limited 
to  illuminated  globes  of  the  pumps  and  to  a  permanent 
sign  attached  to  facade  of  accessory  building,  excluding 
all  temporary  signs  and  roof  signs  but  permitting  the 
erection  within  the  building  line  of  two  (2)  post  stand¬ 
ards  to  support  signs  which  may  be  illuminated  and 
advertising  only  the  brand  of  gasoline  sold  on  the 
premises,  provided  these  signs  do  not  extend  more 
than  4  ft.  beyond  the  building  line ;  that  no  portable 
gasoline  pumps  shall  be  used  on  or  from  the  premises ; 
that  there  shall  be  no  automobile  repairing  and  no 
parking  of  cars  other  than  those  being  serviced ;  that 
revised  plans,  showing  the  rearrangement  of  accessory 
buildings  and  pump  installation,  as  herein  required, 
shall  be  filed  with  the  board  and  approved  by  the  chair¬ 
man  in  behalf  of  the  board  before  same  are  filed  with 
the  commissioner  of  buildings ;  and  that  all  permits 
shall  be  obtained  and  all  work  shall  be  completed  with¬ 
in  one  year  after  such  approval  by  the  chairman. 

APPEALS  FROM  ADMINISTRATIVE  ORDERS 
185-37-A. 

APPLICANT — Ellwyn  F.  Hayslip,  for  Marie  A.  Dury, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings.  : 

PREMISES  AFFECTED— 81-64  Dongan  avenue,  south 
side,  31.38  ft.  west  of  Poyer  street  (Block  No. 
1540,  Lot  No.  38),  Elmhurst,  Borough  of  Queens. 
APPEARANCES— 

For  Applicant:  Ellwyn  F.  Hayslip  and  Marie  A. 

Dury. 

ACTION  OF  BOARD— Laid  over  to  July  17,  1937,  at  2 
p.m.,  for  inspection  by  a  committee  of  the  board. 


284-37-A. 

APPLICANT — Donald  R.  Turnbull,  for  Frederick  Loeser 
&  Co.,  Inc.,  owner. 
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SUBJECT  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 484-496  Fulton  street  and  2-30 
Bond  street,  southeast  corner  (Block  No.  159  Lot 
No.  1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  D.  G.  Eristoff. 

ACTION  OF  BOARD— Laid  over  to  July  13,  1937,  at  2 
p.m.,  for  inspection  by  a  committee  of  the  board. 


66-37-A. 

APPLICANT— Joseph  Levine,  for  333-345  West  34th 
Street  Parking  Corporation,  lessee. 

SUBJECT— Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 333-345  West  34th  street  and 
334-364  West  35th  street,  south  side,  300  ft.  west 
of  8th  avenue  (Block  No.  758,  Lot  Nos.  16  to  22 
and  59  to  74),  Borough  of  Manhattan. 

APPEARANCES— 

A^T™°J^P^cant':  J-  J-  Stone  and  M-  Southard. 

ACTION  OF  BOARD— Laid  over  to  July  13,  1937,  at  2 
p.m.,  on  request  of  new  applicant. 


176-37-A. 

APPLICANT— Lama  and  Proskauer,  for  Fox  Fabian 
Theatres,  Inc.,  owner. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 10-40  Flatbush  avenue,  south¬ 
west  corner  of  Nevins  street  (Block  No.  162  Lot 
No.  6),  Borough  of  Brooklyn. 
APPEARANCES— 

For  Applicant:  Alfred  A.  Lama  and  Charles 
Dowe. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Laid  over  to  July  13,  1937,  at  2 
p.m.,  for  inspection  by  a  committee  of  the  board. 
No  further  argument. 


296-37-A. 

APPLICANT  Samuel  Thierman,  for  Ludwig  Baumann 
&  Co.,  lessee. 

SUBJECT  Appeal  from  an  order  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 218-220  Livingston  street,  205- 
209  Schermerhorn  street  and  45-51  Hoyt  street, 
east  side,  from  Livingston  street  to  Schermerhorn 
street  (Block  No.  165,  Lot  No.  1),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant :  Samuel  Thierman 

ACTION  OF  BOARD— Laid  over  to  July  13,  1937,  at  2 
p.m.,  for  inspection  by  committee  of  the  board. 


266-37-A. 

APPLICANT — J.  M.  Berlinger,  for  Seamen’s  Bank  for 
Savings,  owner. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 5  South  Oxford  street,  east 
side,  33  ft.  10  in.  south  of  DeKalb  avenue  (Block 
No.  2101,  Lot  No.  33),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  C.  I.  Goldman. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted 

THE  VOTE  TO  GRANT— 


Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh . 

Negative  . 

Absent  . 

THE  RESOLUTION— 

(266-37-A) 

Whereas,  J.  M.  Berlinger,  for  Seamen’s  Bank  for  Sav¬ 
ings  owner,  filed  June  7,  1937,  an  appeal  from  a  decision 
oi  the  commissioner  of  buildings,  affecting  premises  5 
South  Oxford  street,  east  side,  33  ft.  10  in.  south  of 
Dekalb  avenue  (Block  No.  2101,  Lot  No.  33),  Borough 
of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  June  1,  1937,  re  Alt.  Applic.  No.  4025-1937,  reads: 

“M.  D.  Law. 

Obj.  16.  Where  cooking  is  to  be  done  in  furnished 
rooms  same  to  have  cooking  recess  as  per  Sec  33  ” 
and 

Whereas,  the  premises  in  question  consists  of  a  four- 
^or-^,3r'.d  basement,  (50  ft.)  in  height  non-fireproof  build¬ 
ing,  22  ft.  by  46  ft.  6  in.  in  area  on  a  plot  22  ft.  by  100  ft. 
irregular,  located  in  a  business  use  “B”  area  district* 
erected  approximately  1890  and  used  as  at  present  since 
prior  to  January  1,  1929,  as  a  Class  “B”  heretofore  con¬ 
verted  dwelling;  occupied:  cellar— boiler  room;  basement- 
one  apartment;  1st  floor — apartment  and  sleeping  rooms; 
2nd,  3rd  and  4th  floors — sleeping  rooms.  The  sleeping 
rooms  referred  to  are  furnished  rooms.  The  building  con¬ 
tains  less  than  15  sleeping  rooms,  and  no  certificate  of 
occupancy  has  been  issued;  and 

Whereas,  plans  have  been  filed  to  make  the  building 
conform  to  the  provisions  of  Article  6  of  the  Multiple 
Dwelling  Law,  no  structural  changes  being  involved;  and 
Whereas,  applicant  contends  that  this  appeal  is  based 
upon  the  fact  that  neither  Sec.  33  or  Section  176  of  the 
Multiple  Dwelling  Law  as  referring  to  Converted  Dwell¬ 
ings  differentiates  between  Class  “A”  and  Class  “B”  Con¬ 
verted  Dwellings,  and  further,  Sec.  33,  Sub.  2  of  said  law 
specifies  that  cooking  may  be  done  in  any  space  as  such 
space  exists  at  the  time  of  the  passage  of  said  law  pro¬ 
vided  such  space  conforms  to  any  of  the  sub-sections  of 
the  above  mentioned  subdivision  2 ;  that  the  conditions  as 
indicated  on  the  plans  filed  herewith  are  in  conformity 
^  ith  the  quoted  sections,  inasmuch  as  the  provisions  of 
**,ec*  'P’  subdivision  2,  paragraph  “a”  are  complied  with, 
that  therefore,  the  applicant  requests  the  board  to  clarify 
the  interpretaion  of  Sec.  33  of  the  Multiple  Dwelling  Law 
so. that  the  objection  and  decision  of  the  commissioner  of 
buildings  of  the  Borough  of  Brooklyn  may  be  rescinded* 
and  ’ 

Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report 
follows: 

REPORT  OF  COMMITTEE 
Re:  Cal.  No.  266-37-A 

Premises:,  5  South  Oxford  street,  E.  S.,  33  ft.  10  in. 
south  of  DeKalb  avenue  (Block  No.  2101,  Lot  No 
33),  Borough  of  Brooklyn. 

i  .  .  ,  .  ,  .  June  17,  1937. 

the  building  involved  in  this  appeal  is  a  four  story 
and  basement  house  apparently  formerly  used  for  one 
family  but  since  before  the  adoption  of  the  Multiple 
Dwelling  Law,  occupied  as  a  furnished  room  house 
and  as  such,  is  a  heretofore  converted  class  “B”  mul¬ 
tiple  dwelling  under  section  170  of  article  6  of  the 
Multiple  Dwelling  Law.  The  house  is  arranged  gen¬ 
erally  for  one  and  two  room  apartments.  Several  of 
the  one  room  apartments  have  gas  ranges  out  in  the 
room  not  in  a  separate  compartment  or  in  a  recess 
The  rooms  are  labeled  “chamber”  on  the  plan  and  the 
commissioner  of  buildings  requires  that  cookine-  re¬ 
cesses  should  be  provided. 
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too 
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Section  176  provides  that  every  converted  dwelling 
where  space  is  provided  for  cooking  shall  comply 
with  section  33.  If  the  building  is  correctly  classified 
as  “heretofore  erected”  then  the  requirements  of  sec¬ 
tion  33,  subdivision  2  applies.  Under  paragraph  “A” 
of  that  subdivision,  the  condition  as  to  cooking  space 
is  met  by  the  windows  to  the  outer  air,  provided  they 
are  of  the  size  required  and  provided  the  walls  behind 
the  cooking  apparatus  are  fireproof  or  fire  retarded. 
If  such  cooking  space  is  in  a  room  meeting  the  re¬ 
quirements  for  a  room  in  a  heretofore  converted  class 
“B”  dwelling,  then  such  room  is  a  living  room,  which 
may  be  also  used  for  sleeping  purposes. 

Section  33-2a  describes  a  kitchen  without  calling  it 
such.  There  is  nothing  in  the  Multiple  Dwelling  Law 
that  precludes  a  kitchen  from  being  used  for  other 
living  purposes  besides  cooking. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 

and 

Whereas,  this  report  interprets  the  requirements  of  the 
Multiple  Dwelling  Law  as  to  the  question  involved. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  reversed,  and  the  appeal  be  and  it 
hereby  is  granted  in  accordance  .with  report  of  committee. 


267-37-A. 

APPLICANT — J.  M.  Berlinger,  for  Seamen’s  Bank  for 
Savings,  owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 1  South  Oxford  street,  south¬ 
east  corner  of  DeKalb  avenue  (Block  No.  2101, 
Lot  No.  34),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant :  C.  I.  Goldman. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted. 

THE  VOTE  TO  GRANT— 


Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(267-37-A) 

Whereas,  J.  M.  Berlinger,  for  Seamen’s  Bank  for  Sav¬ 
ings,  owner,  filed  June  7,  1937,  an  appeal  from  a  decision 
of  the  commissioner  of  buildings,  affecting  premises  1 
South  Oxford  street,  southeast  corner  of  DeKalb  avenue 
(Block  No.  2101,  Lot  No.  34),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  June  1,  1937,  re  Alt.  Applic.  No.  4026-1937,  reads: 

“M.D.  Law. 

Obj.  6.  Where  cooking  is  to  be  done  in  finished 
rooms,  same  to  have  cooking  recess  as  per  Sec.  33.” 

and 

Whereas,  the  building  in  question  is  four  stories  and 
basement,  55  ft.  in  height,  22  ft.  6  in.  by  46  ft.  6  in.  in 
area  at  first  story,  22  ft.  6  in.  by  22  ft.  6  in.  in  area  above, 
on  a  lot  33  ft.  10  in.  by  103  ft.  10)4  in-  of  non-fireproof 
construction ;  erected  about  1890  and  converted  to  its  pres¬ 
ent  use  prior  to  January  1,  1929.  OCCUPIED  as  follows: 
Cellar — boiler  room;  basement — sleeping  rooms;  1st,  2nd, 
3rd  and  4th  floors — sleeping  rooms,  the  sleeping  rooms  re¬ 
ferred  to  are  furnished  rooms,  of  which  there  are  not  more 
than  15,  no  certificate  of  occupancy  has  been  issued;  and 
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Whereas,  it  is  proposed  to  make  the  building  conform 
to  the  provisions  of  article  6  of  the  multiple  dwelling  law, 
no  structural  changes  being  involved ;  and 

Whereas,  applicant  contends  that  this  appeal  is  based 
upon  the  fact  that  neither  section  33  or  section  176  of  the 
multiple  dwelling  law  as  referring  to  converted  dwellings 
differentiates  between  Class  “A”  and  Class  “B”  converted 
dwellings,  that  further,  section  33,  subdivision  2  of  said  law 
specifies  that  cooking  may  be  done  in  any  space  as  such 
space  exists  at  the  time  of  the  passage  of  said  law  pro¬ 
vided  such  space  conforms  to  any  of  the  sub-sections  of 
the  above  mentioned  subdivision  2 ;  that  the  conditions  as 
indicated  on  the  plans  filed  herewith  are  in  conformity  with 
the  quoted  sections  inasmuch  as  the  provisions  of  section  33, 
sub-division  2,  paragraph  “a”  are  complied  with,  that  there¬ 
fore,  the  applicant  requests  the  board  to  clarify  the  inter¬ 
pretation  of  section  33  of  the  multiple  dwelling  law  so  that 
the  objection  and  decision  of  the  commissioner  of  buildings 
of  the  Borough  of  Brooklyn  may  be  rescinded ;  and 
Whereas,  the  site  under  appeal  was  the  subject  of  an 
inspection  by  a  committee  of  the  board,  report  of  which 
inspection  was  read  at  this  hearing  and  which  report  fol¬ 
lows  : 

REPORT  OF  COMMITTEE. 

Re:  Cal.  No.  267-37-A 
Premises:  1  South  Oxford  St., 
southeast  corner  of  DeKalb  Ave., 

(Block  No.  2101,  Lot  No.  34), 

Borough  of  Brooklyn. 

June  17,  1937. 


The  building  involved  in  this  appeal  is  a  four  story 
and  basement  house  apparently  formerly  used  for  one 
family  but  since  before  the  adoption  of  the  Multiple 
Dwelling  Law  occupied  as  a  furnished  room  house,  and 
as  such,  is  a  heretofore  converted  class  “B”  Multiple 
Dwelling  under  section  170  of  Article  6  of  the  Multiple 
Dwelling  Law.  The  house  is  arranged  generally  for 
one  and  two  room  apartments.  Several  of  the  one 
room  apartments  have  gas  ranges  out  in  the  room  not 
in  a  separate  compartment  or  in  a  recess.  The  rooms 
are  labeled  “chamber”  on  the  plan  and  the  Commis¬ 
sioner  of  Buildings  requires  that  cooking  recesses 
should  be  provided. 

Section  176  provides  that  every  converted  dwelling 
where  space  is  provided  for  cooking  shall  comply  with 
section  33.  If  the  building  is  correctly  classified  as 
“heretofore  erected”  then  the  requirements  of  section 
33,  subdivision  2  applies.  Under  paragraph  “A”  of 
that  subdivision,  the  condition  as  to  cooking  space  is 
met  by  the  windows  to  the  outer  air,  provided  they  are 
of  the  size  required  and  provided  the  walls  behind  the 
cooking  apparatus  are  fireproof  or  fire  retarded.  If 
such  cooking  space  is  in  a  room  meeting  the  require¬ 
ments  for  a  room  in  a  heretofore  converted  class  “B” 
dwelling,  then  such  room  is  a  living  room,  which  may 
also  be  used  for  sleeping  purposes. 

Section  33- 2a  describes  a  kitchen  without  calling  it 
such.  There  is  nothing  in  the  Multiple  Dwelling  Law 
that  precludes  a  kitchen  from  being  used  for  other 
living  purposes  besides  cooking. 

(Sgd.)  HARRIS  H.  MURDOCK, 

Chairman. 

BERNARD  A.  SAVAGE, 
CHARLES  M.  BLUM, 
PATRICK  WALSH, 

Committee. 


and 


Whereas,  this  report  interprets  the  requirements  of  the 
multiple  dwelling  law  as  to  the  question  involved. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings  be  and  it  hereby  is  reversed,  and  the  appeal  be  and  it 
hereby  is  granted  in  accordance  iaith  report  of  Committee. 


209-37- A. 

APPL™uArniaR 7 ?revention c°- 

SUB TFCT— A  nn  S  /  Realty  Corporation,  owner.  3rd  floor,  repair  of  electric  equipment  and  salesroom  4 

J  ^LmiLToner TbuddWs1"  *  ^  °f  **  5th  T* '  ^  kn^tting  stockings-  borage  candy  boxes; 

PREMISES  AFFECTED  21-29  Washington  street  and 

K6  K&”A:s;  (BI-k  ”  “rtific"e  which 

APPEARANCES-  rooklyn.  Whereas,  the  applicant  contends  that  the  entire  prem- 

For  Applicant:  Herman  E.  Horwood  pipped  with  a  sprinkler  system,  central  office 

For  Administration:  Inspector  Carroll  Depart-  5™  and  the  company’s  own  watchman  who 

ment  of  Buildings.  ’  P  ST  Vh  entire  ,gro“?  of  buildings  and  after  a  lapse  of 

^CTION  OF  BOARD— Appeal  granted  on  condition.  ered^haf  the^hn^6  ^  PrFventloJn  Division  has  discov- 

THE  VOTE —  e.  t.hat  ,the  hose  running  from  the  present  6  in.  stand- 

Affirmative  :  Chairman  Murdock,  Commission-  1S|  ??  sufficiePt  to  cover  a11  portions  of  the  main 

ers  Savage  and  Blum  and  Assistant  Chief  mg  LoneTs  kssfen^ft  1  heif[ht  of  main  build- 

Walsh .  4  'ng  f  nf,  1S  less  than  75  ft-  above  the  grade  and  were  it 

Negative  .  0  7  \  lfl°r  the  excess  in  area  principally  in  the  cellar,  1st  and 

Absent  . ‘  ‘ '  Q  ,  ,“00rs  whei:e  the  extension  exists  the  standpipe  would 

THF  RFFOT  TTTTnxr  i'  y  e.  reQulred ;  that  it  is  proposed  to  add  25  ft  of 

THE  RESOLUTION-  Lose  to  the  existing  100  ft.  length  on  the  southwest  riser 

(209-37-A)  wh'<*  Plus  the  20  ft.  allowance  for  the  throw  of  stream 

Whereas,  Ansonia  Fire  Prevention  Engr.  Co.,  Inc  for  th  COVur  p£actlcall.3f  the  entlre  area  of  both  buildings’ 

Gair  Realty  Corporation,  owner,  filed  May  7  1937  an  an,dflthere  has  been  indicated  with  a  red  mark  on  the  typi- 

appeai  from  an  order  and  a  decision  of  the  commissioner  mffiht  Lt  hi  hC  ^7  tr,lfhng  ar<^a  of  the  extension  which 

of  buildings,  affecting  premises  21-29  Washington  street  gJv  1  ,be  covered;  that  in  view  of  the  fact  that  this 

"no6  a„Tr  <B,0Ck  N°-  WF  Z 

NoWS'-SLFt,hL°drsd  as  follows  •*  buildings.  ^  EdlnJ  ““f 

w -  ““  -  -  s=l£~=S“H» 

~sr„ raSSfSIsFSS 

With  reference  to  your  recent  inquiry  relative  to  Jat  11  would  be  a  great  expense  to  install  a  new  riser 

Order  No.  12268-LF  issued  against  the  above  premises  throughout  the  entire  six-story  building,  merely  to  take 

by  the  Division  of  Fire  Prevention  requiring  the  in-  canr.  °  .  th<:  two-story  portion,  it  is  requested  that  this 
stallation  of  an  approved  4-in.  standpipe  system,  you  appIl,cna!10rn  be  granted  to  add  25  ft.  of  hose  onto  the  exist- 
are  advised  that  I  am  in  receipt  of  a  report  from  the  !?g.  ldU  ,  ftk,length  on  the  existing  6-in.  standpipe  riser- 
said  Division  stating.  that  the  main  building  7  stories  *hat  Rule  °f,  the  Standpipe  Rules  specifically  exempts 
in  height  (75  ft.)  mill  construction,  covering  an  area  systems  7hlch  have  been  previously  accepted  from  anv 
of  95  ft.  x  120  ft.,  with  a  3-story  fireproof  extension  urther  alteration. 

irregular  in  area  and  both  buildings  are  protected  by  .  Resolved,  that  the  order  of  the  commissioner  of  hniFI 
an  a„,omat,c  sprmkler  system.  utgs,  No.  12268-LF  be  and  it  hJebyTZTfie^  Li  lhl 

.  report  further  shows  that  there  is  a  4-in.  stand-  appea*  be  and  it  hereby  is  granted  on  condition  that  the 
pipe  in  fireproof  stair  enclosure  at  the  southwest  cor-  existing  standpipe  riser  in  the  stairway  at  the  southwest 
ner  ot  building  with  100  ft.  of  approved  2J4  in.  hose  corner  of  building  shall  have  not  less  than  125  ft  of 
on  each  story.  However,  said  hose,  allowing  a  20-in.  aPPr°ved  hose  on  such  floors  as  the  extension  to  the  east 
stream,  will  not  reach  every  portion  of  the  floor  area  exlstsJ  that  in  all  other  respects  the  standpipe-fire  line 
°  <‘mi?  mam  building  or  the  3-story  extension.  system  shall  comply  with  the  requirements  of  Rule  91  of 

Ihereiore,  if  a  4-in.  riser  is  provided  in  fireproof  t  ie,  Standpipe-Fire  Line  Rules  of  the  Board  of  Standards 
hio'Hj-  enc  osure  at  northeast  corner  of  building  with  anc  Appeals;  that  the  sprinkler  system  and  the  fire  alarm 
ltU  tt.  of  approved  2)4- in.  hose  on  each  story,  then  system  shall  be  maintained  in  accordance  with  the  reauire- 
every  portion  of  the  floor  area  of  main  building,  also  mentU  and  that  the  fireproof  doors  at  the  openings  be- 
the  extension,  would  be  covered  by  the  standpipe  sys-  tween  the  main  building  and  the  easterly  extension^  shall 
teJ?T  ie  mf*ntain.ed  in  satisfactory  operating  condition  and  shall 

Inasmuch  as  the  above  order  is  necessary  in  ac-  self-closing, 
cor  dance  with  Section  581,  Chapter  5,  of  the  Code  of 
Ordinances,  I  would  suggest  that  you  immediately  pro-  vi  a 

ceed  to  comply  with  same.  <s/o-o/-a. 

“However,  if  you  consider  conditions  in  the  above  APPLICANT— Ansonia  Fire  Prevention  Engineering  Co 
premises  warrants  any  further  consideration,  you  may  Inc>  for  Jac°b  Morganthaler’s  Sons  owner, 

file  an  appeal  with  the  Board  of  Standards  and  Ap-  SUBJECT— Appeal  from  an  order  and  decisions  of  the 

a  d  PCa  S  ^°r  any  ac^lon  ^ey  may  deem  necessary.”  commissioner  of  buildings. 

Wkereas,  the  building  in  question  is  6  and  2  stories,  PREMIfy®  SO^tt 71  of'WaraL^’trdock  No'Vloi 

7  a VL  of  APPEARANCES—'  B°r0USh  *  Br“k,y"'  '  ’ 

fireproof  and  mill  construction,  erected  in  1901  in  an  nn-  F^r  u  r  Tt 

restricted  use  district;  EQUIPPED  with  standpipe  and  For  Admhfis  ratira- "“Inspector0"^'.!  n 

a  sprinkler  system;  and  OCCUPIED  as  follows:  cellar,  me„t  of  Buildtags.  ’  C  °  ’  Depar,‘ 
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ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  .  . 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

N  egative  .  ^ 

THE  RESOLUTION— 

(276-37-A) 

Whereas,  Ansonia  Fire  Prevention  Eng.  Co.,  Inc.,  f°r 
Jacob  Morganthaler’s  Sons,  owners,  filed  June  9,  1937,  an 
appeal  from  an  order  and  decisions  of  the  commissioner 
of  buildings,  affecting  premises  663-683  Sackett  street, 
north  side,  80  ft.  east  of  4th  avenue  (Block  No.  949,  Lot 
Nos.  71-74),  Borough  of  Brooklyn;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 

No.  15776-LF,  reads  as  follows: 

“1.  Install  an  approved  standpipe  system  in  accord¬ 
ance  with  the  rules  of  Board  of  Standards  and  Ap¬ 
peals,  Sects.  580-1,  Chap.  5,  Code  of  Ordinances.” 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  29th,  1937,  reads  as  follows: 

“With  reference  to  your  visit  to  this  office  regarding 
order  No.  15776  LF  issued  against  the  above  premises 
on  April  9th,  1937,  ‘To  install  an  approved  standpipe 
system  in  accordance  with  the  rules  of  the  Board  of 
Standards  and  Appeals,’  please  be  advised  that  the 
records  show  that  the  premises  is  divided  into  3  units 
with  unprotected  openings  in  the  division  walls,  hav¬ 
ing  a  combined  area  of  more  than  17,000  square  feet. 

Therefore,  Order  No.  15776  LF  is  applicable  and 
must  be  complied  with,  unless  some  of  the  openings 
in  the  division  walls  are  bricked  up  and  the  other  open¬ 
ings  be  protected  on  each  side  of  the  opening  by  self¬ 
closing  fireproof  doors,  thereby  reducing  the  area  in 
any  one  of  the  units  to  less  than  10,000  square  feet  in 
area,  which  will  not  require  a  standpipe. 

and  . 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  May  10,  1937,  reads  as  follows: 

“Relative  to  the  above  order,  please  be  advised  that 
I  have  looked  into  this  order. 

The  letter  of  J.  F.  Gannon  of  the  Fire  Prevention 
Division  of  this  department  under  date  of  April  19th 
covers  this  matter.  I  do  not  believe  that  you  have 
considered  the  last  part  of  this  letter  sufficiently. 

Look  it  over  and  should  you  care  to  call  I  will  be 
glad  to  go  over  the  matter  with  you.” 

and 

Whereas,  the  building  in  question  is  3  stories,  45  ft.  3  in. 
in  height,  188  ft.  by  100  ft.  in  area,  of  ordinary  brick  con¬ 
struction  ;  erected  'in  1902,  equipped  with  a  sprinkler  sys¬ 
tem,  located  in  an  unrestricted  use  district  and  used  as  a 
woodworking  plant,  shipping  office,  caretaker’s  office,  and 
storage,  40  persons,  throughout  since  1905,  for  which  no 
certificate  of  occupancy  has  been  issued ;  and 

Whereas,  the  applicant  contends  that  this  order  is 
issued  solely  on  acount  of  the  fact  that  the  gross  interior 
area  of  one  section  which  is  at  the  westerly  side  of  the 
fire  wall  is  approximately  11,100  square  feet,  the  area  at 
the  easterly  side  of  this  fire  wall  being  only  6,400  square 
feet;  that  all  openings  in  this  fire  wall  are  protected  with 
underwriters’  fire  doors  on  both  sides  of  the  wall,  except¬ 
ing  as  to  one  (1)  opening  in  the  2nd  story  which  leads 
to  the  office  which  has  an  underwriters’  sliding  fire  door 
on  the  westerly  side  of  the  dividing  wall  and  a  self-closing 
fireproof  door  leading  to  the  office  as  an  underwriters’ 
door  would  be  too  cumbrous  to  handle  during  the  many 
times  that  this  door  is  in  use,  that  over  the  westerly  sec¬ 
tion  there  is  a  small  3rd  story  which  is  used  for  storage 
only,  the  area  being  2,500  square  feet;  that  the  premises 
is  occupied  throughout  by  one  firm  engaged  in  woodwork¬ 
ing  and  the  entire  premises  is  protected  with  a  two-source  and 
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sprinkler  system  consisting  of  a  6  inch  conection  to  the 
city  main  and  a  20,000  gal.  gravity  tank  on  the  roof  with 
central  office  water  flow  alarm.  There  are  also  fire  pails 
distributed  throughout  the  entire  premises  and  a  caretaker 
resides  on  the  premises,  that  there  are  city  fire  hydrants 
directly  outside  of  the  building  and  as  stated  before,  were 
it  not  for  the  fact  that  the  largest  area  is  11,000  square  feet 
instead  of  10,000  square  feet  this  order  could  not  in  any 
case  apply  and  they  feel  that  the  installation  of  the  two- 
source  sprinkler  system  with  central  office  connection  far 
more  than  offsets  this  fact. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings  No.  15776-LF  be  and  it  hereby  is  modified,  and  the 
appeal  be  and  it  hereby  is  granted  on  condition  that  the 
wall  separating  the  mill  from  the  storage  section  on  the 
1st  floor  and  the  office  and  mill  section  on  the  2nd  floor 
shall  be  of  approved  thickness  and  construction  as  a  fire 
wall  and  that  all  openings  therein  shall  be  protected  on 
both  sides  with  approved  labeled,  fireproof,  self-closing 
underwriters’  doors,  except  that  the  opening  from  the 
mill  into  office  on  the  second  floor  shall  have  such  a  door 
on  the  mill  side,  but  may  have  a  swinging,  fireproof,  self¬ 
closing  door  on  the  office  side ;  that  the  sprinkler  system 
shall  be  maintained  in  accordance  with  the  Rules  of  the 
Board  of  Standards  and  Appeals  and  that  the  central 
office  connection  and  other  portable  fire-extinguishing 
equipment  shall  be  maintained  as  the  commissioner  may 
determine;  and  granted  only  so  long  as  this  building  is 
used  and  occupied  as  described  in  this  appeal  and  not 
increased  in  height  or  area. 


280-37-A. 

APPLICANT — Joseph  Atz,  for  Williamsburg  Power  Co., 
Inc.,  owner. 

SUBJECT — -Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 177-195  North  9th  street,  182- 
198  North  10th  street  and  482-504  Driggs  avenue, 
west  side,  between  North  9th  street  and  North 
10th  street  (Block  No.  2305,  Lot  No.  18),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Joseph  Atz. 

For  Administration :  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(280-37-A) 

Whereas,  Joseph  Atz,  for  Williamsburg  Power  Co.  Inc., 
owner,  filed  June  9,  1937,  an  appeal  from  an  order  of  the 
commissioner  of  buildings,  affecting  premises  482-504 
Driggs  avenue,  west  side,  177-195  North  9th  street,  south 
side,  182-198  North  10th  street,  north  side  (Block  No.  2305, 
Lot  No.  18),  Borough  of  Brooklyn;  and 
Whereas,  the  order  of  the  commissioner  of  buildings. 
No.  15865-LF,  dated  May  10,  1937,  reads  as  follows: 

1.  Provide  approved  fireproof  windows  or  iron  shutters 
at  all  openings  in  the  exterior  wall  above  1st  story 
which  are  distant  in  a  direct  line  less  than  30  ft. 
from  any  opening  in  any  other  building  and  not  in 
the  same  plane  with  said  openings  and  which  are 
not  more  than  50  ft.  above  a  neighboring  roof  at 
West  side  of  building,  or  other  approved  protection, 
as  per  Sect.  375  Art.  18,  Chap.  5  Code  of  Ordi¬ 
nances.” 
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Whereas,  the  building  in  question  is  6  stories,  28  feet  in 
height  of  non-fireproof  construction,  200  ft.  by  70  feet  in 
area,  located  in  an  unrestricted  use  district,  erected  in  1904 
equipped  with  a  two  source  sprinkler  system,  occupied  as 
follows:  Basement,— manufacturing  of  dentures  and  chair 
frames,  27  persons;  1st  floor,  storage  of  table  tons  and 
manufacture  of  paper  boxes,  19  persons;  2nd  floor— manu- 
cloTn?ni)0thlng’  HO  persons;  3rd  floor,  manufacture  of 

isn  ™g’  130  ?lrsnns;  4th  floor  manufacture  of  clothing 
180  persons;  5th  floor,  manufacture  of  clothing,  150  per- 

flf°°r’  manufa£ture  of  clothing,  100  persons,  no 
certificate  of  occupancy  having  been  issued;  and 

Whereas  the  building  in  question  was  the  subject  of  a 
variation  of  the  Code  of  Ordinances  relating  to  standpipe 
installations  under  Cal.  No.  857-28-A;  and  1 

!  Whereas,  the  applicant  contends  that  each  floor  area  is 
sq.  it.  that  there  are  no  openings  whatsoever  be¬ 
tween  floors,  that  all  stairs,  elevators  and  toilets  are  located 
in  separate  wings  with  self-closing  fire-proof  doors,  that 
the  building  is  equipped  with  100%  2-source  wet  sprinkler 
system,  with  sprinkler  tanks  on  the  roof  holding  40  000 
gallons  of  water,  that  the  only  exposure  is  the  roof  of  the 
power  house  and  glass  factory  18  ft.  high  in  the  rear  of 
this  building  under  same  ownership,  and  equipped  with 
sprinkler  system. 

.  Resolved i  that  the  order  of  the  commissioner  of  build- 
mgs  No.  15865-LF  be  and  it  hereby  is  modified,  and  the 
appeal  be  and  it  hereby  is  granted  on  condition  that  the 
one-story  building  forming  exposure  and  separated  4  ft. 
o  in.  from  the  main  building  shall  be  sprinklered  and  the 
roof  weather  surfacing  shall  be  of  non-flammable  materi- 
a  s  and  that  all  roof  skylights  shall  be  of  metal  frames 
glazed  with  wire  glass ;  that  the  main  building  and  the  ex¬ 
posure  building  shall  be  protected  with  a  two-source 
sprinkler  system  maintained  in  accordance  with  the  sprink- 
ler  rules  of  the  Board  of  Standards  and  Appeals  and  that 
the  hre  alarm  and  drill  shall  be  maintained;  and  that  the 
occupancy  of  the  building  shall  not  exceed  that  legally 
*  under  the  labor  law,  and  as  set  forth  in  Cal.  No 
857-27-A,  as  amended  May  18,  1937. 


291-37-A. 

APPLICANT— Edwin  W.  Kleinert  and  Ralph  E.  Titus 
ct ttj Ter-'?'1"  ^ngs  County  Lighting  Co.,  owner. 

J^Cl— Appeal  from  a  decision  of  the  commissioner 
of  buildings  and  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — 5402-5424  First  avenue,  north¬ 
west  corner  of  55th  street  (Block  No.  819,  Lot  No. 
1),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  Edwin  W.  Kleinert  and  Ralph  E. 
Titus. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings;  In¬ 
spector  Meyer,  Fire  Department. 

ACTION  OF  BOARD — Appeal  granted  on  condition 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  . ’  ’  *  ”  q 

Absent  . .  q 

THE  RESOLUTION— 

(291-37-A) 

Whereas,  Edwin  W.  Kleinert  and  Ralph  E.  Titus,  for 
Kings  County  Lighting  Co.,  owner,  filed  June  15,  1937,  an 
appeal  from  a  decision  of  the  commissioner  of  buildings 
fj?d  ob  tbe  bre  commissioner,  affecting  premises 

MU2-5424  First  avenue,  northwest  corner  of  55th  street 
(  lock  No.  819,  Lot  No.  1),  Borough  of  Brooklyn;  and 
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date<f  JraeS'lstl93tr0ealS£;the  coramissioner  °f  Gildings, 

Sep™ S„?Sf-e^S?^.S“bm'tted  *» 

to  rahn  d*:term’na,Jon  of  Jhe  requirements  in  relation 
anks  in  dthQ  C  fire  extinguishing  system  for  these 
tW  J  1  Proposed  locations  are  not  satisfactory  in 
that  .severe  exposure  hazards  are  present  at  these  and 
adjoining  premises.” 
and 

rea^dsH:EREAS’  Application  No-  6321-1937,  dated  June  1,  1937, 

1937^ :  i5iPyx0Tf  ?ire  Dept  Ietter>  dated  June  1st, 
and  1937  attached.  No  further  examination.” 

JUM“R1937,treadds?iSi°n  °f  ‘he  fire  commissi°ner,  dated 

tP^eqUeSt/°r  ^consideration  duly  considered,  re¬ 
ef  ?00nnbead  ah°ve-ground  storage  tanks 

premises0  d  12’°°0  ga  lon  caPacities  at  the  above 

The  determination  of  the  requirements  in  relation 

anks"  ffidtheaie  fire  ,ef] anguishing  system  for  these 
mnks  m  the  proposed  locations  cannot  be  made  due 

in  that^  that  thC  tank  locati°ns  are  not  satisfactory 
a-S-eVere  exP°.sure  hazards  are  present  at  these 
distances 'nmg  premises.  (Tanks  are  within  prohibited 

Code  of  Ordha°n«sg)”rOPerty-  ^  1U'  Chapter  10- 
and 

hwlHEREaS’  .the  premises  ^  question  consists  of  an  entire 
block  used  at  present  as  a  gas  manufacturing  plan".  It  is 
PiOposed  to  install  two  above-ground  storage  tanks  for 
the  storage  of  water  gas  tar,  of  12,000  gallons  and  50  000 

In  e°nsincaePlS  7^  plant  has  in  exLt- 

trict;  Lnd  1900  d  1S  °Cated  m  an  unrestricted  use  dis- 

W  hereas,  the  applicant  contends  that  at  this  plant  the 
company  manufactures  what  is  known  as  “Carbureted 
\\  ater  Gas  using  coke  and  oil  as  the  basic  materials  that 
the  use  of  the  oil  produces  a  by-product  known  througffi 
out  the  gas  industry  as  “Water  Gas  Tar”;  that  with  the 
only  oils  which  are  now  economically  available  for  the 
process,  larger  quantities  of  heavier  tars  are  produced 
I  an  formerly  with  the  better  grade  oils,  that  it  is  abso- 

h  s  ytanreCethatrythN  T  ^  thc  equipment  which  processes 
tms  tar ,  _  that  this  tar,  as  produced  in  gas  making  ma¬ 
chinery,  is  known  as  “Emulsion”  and  is  comnosed  of 
approximately  50%  water  and  50%  tar,  that  thisP  tar  haSf 
a  very  good  sales  value  if  the  “Emulsion”  can  be  reduced 
fiom  a  50%  water  content  to  a  2%  water  content  that 
this  drying,  or  demulsification  of  tar,  can  be  accomplished 
by  allowing  the  emulsion  to  stand  for  about  24  hours  at  a 
temperature  of  about  150°-160°  when  the  heavy  tar  settles 
to  the  bottom;  the  water  rises  to  the  top  and  the  layer  of 

practice^boffi11  S1?tP  Ttf  betw^en;  that  this  is  standard 
practice,  both  with  The  Kings  County  Lighting  Comnanv 

and  other  gas  companies  throughout  the  East,  that  no  ?new 

o  unusual  procedure  is  being  instituted,  but  due  to  the 

present  oil  situation,  it  is  found  necessary  to  enlarge  the 

74PlC'  y  °f  the,  Present  system;  that  this  plant  operates 
4  hours  per  cUy  with  three  complete  operating  shifts 
that  each  shift  is  complete  with  superintendent  watch 
engineer,  fireman,  oiler,  tar  operator,  exhauster  operator 
watchmen  etc.,  so  that  the  entire  plant  is  adequately 

iTaTnvo  ‘‘ Ph  SUpery,lscd  at  a11  times;  that  the  Company 
has  two  Phomene  generating  installations  at  this  plant 
and  it  is  proposed  to  connect  the  new  tank  to  exiting 
Phomene  installation  which  supplies  existing  similar  ta? 
tanks ;  that  there  will  be  a  fire  detector  installed  to  connect 
with  our  existing  plant  electrical  alarm  system;  that  the 
company  subscribes  to  the  National  District  Telegraph 
Company  s  watchman’s  service  with  eight  stations  located 
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within  the  plant;  that  the  tank  will  be  permanently  equip¬ 
ped  with  an  approved  non  flashback  vent  that  there  will 
be  no  open  flames  or  fires  for  heating  the  material  in  this 
tank ;  that  all  heating  done  to  the  material  will  be  accom¬ 
plished  by  permanently  located  steam  coils,  with  only  suffi¬ 
cient  heating  to  make  the  tar  fluid;  that  this  is  identical 
in  design  to  the  existing  equipment  in  the  company’s  oil 
storage  tanks  at  this  location;  that  inasmuch  as  the  reason 
for  using  the  tank  is  to  separate  the/  water  from  the  tar, 
then  there  will  always  be  a  layer  of  water  on  top  of  the 
material  in  this  tank,  that  this  layer  of  water  would  vary 
from  6  inches  in  thickness  to  a  possible  maximum  of  4 
feet. 

Resolved,  that  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  June  1,  1937  and  the  decision  of  the  fire  com¬ 
missioner,  dated  June  8,  1937,  be  and  they  hereby  are 
modified  and  that  the  appeal  be  and  it  hereby  is  granted 
to  permit  above  ground  storage  tanks  one  of  50,000  gallons 
capacity  and  one  of  12,000  gallons  capacity  for  storage  and 
treatment  of  water  gas  tar,  as  described  in  the  statement 
accompanying  this  appeal,  on  condition  that  the  construc¬ 
tion  of  the  tanks  shall  comply  with  the  requirements  there¬ 
for  and  that  concrete  dikes  shall  be  constructed  around 
each  tank,  capable  of  holding  one-and-a-half  times  the 
capacity  of  each  tank ;  that  existing  safeguards  and  fire 
protective  systems  as  described  in  the  statement  accom¬ 
panying  this  appeal  shall  be  maintained  to  the  satisfaction 
of  the  fire  commissioner,  that  these  tanks  shall  be  used 
for  no  other  storage  than  as  herein  permitted ;  that  pipe 
lines  used  for  pumping  this  material  from  other  points  on 
the  premises  and  to  pierhead  for  shipment  from  the  prem¬ 
ises  in  tank  barges  shall  be  buried. 


292-37-A. 

APPLICANT — John  J.  Gilmartin,  for  Vincent  Astor, 
owner. 

SUBJECT — Appeal  from  an  order  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 25-27  West  26th  street,  north 
side,  233  ft.  west  of  Broadway  (Block  No.  828, 
Lot  Nos.  17  and  18),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  John  J.  Gilmartin. 

ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

N  egative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(292-37-A) 

Whereas,  John  J.  Gilmartin,  for  Vincent  Astor,  owner, 
filed  June  15,  1937,  an  appeal  from  an  order  of  the  com¬ 
missioner  of  buildings  affecting  premises  25-27  West  26th 
street,  north  side,  233  feet  west  of  Broadway  (  Block  No. 
828,  Lot  Nos.  17  and  18),  Borough  of  Manhattan;  and 
Whereas,  the  order  of  the  commissioner  of  buildings, 
Order  No.  34985-F  dated  May  17,  1937,  reads: 

“1.  Provide  approved  fireproof  windows  or  iron  shut¬ 
ters  at  all  openings  in  the  exterior  wall  above  1st 
story  which  are  distant  in  a  direct  line  less  than  30 
ft.  from  any  opening  in  any  other  building  and  not 
in  the  same  plane  with  said  openings  and  which  are 
not  more  than  50  ft.  above  a  neighboring  roof  at 
north  east  and  west  sides  of  building,  or  other  ap¬ 
proved  protection,  as  per  Sec.  375,  Art.  18,  Ch.  5, 
Code  of  Ordinances.” 

and 

Whereas,  the  building  in  question  is  7  stories,  86  feet  in 
height,  58  feet  by  78  feet  6  inches  in  area,  of  fireproof 
construction,  equipped  with  a  standpipe  system,  erected  in 


1886  and  now  located  in  a  business  use  district  and  occu¬ 
pies  as  follows :  Cellar,  storage  and  boiler  room,  2  per¬ 
sons;  1st  floor,  stores,  25  persons;  2nd  floor,  manufactur¬ 
ings,  47  persons;  3rd  floor,  manufacturing,  53  persons;  4th 
floor,  manufacturing,  40  persons;  5th  floor,  manufacturng, 
50  persons;  6th  floor,  manufacturing,  50  persons;  7th  floor, 
manufacturing,  50  persons ;  and 

Whereas,  the  applicant  contends  the  order  affects  the 
following  windows :  6  windows  on  each  of  the  2nd,  3rd, 
4th,  5th,  6th  and  7th  floors  in  the  rear  of  the  building, 
making  a  total  of  36  windows  affected  in  the  rear  of  the 
building,  five  corridors  on  each  of  the  2nd,  3rd,  4th,  5th, 
6th  and  7th  floors,  on  the  westerly  shaft  making  a  total 
of  30  windows  affected  by  the  order  on  the  westerly  shaft, 
1  window  on  the  3rd,  5  windows  on  the  4th,  6  windows  on 
the  6th,  6  windows  on  the  7th  floor,  on  the  easterly  shaft 
of  the  building  making  a  total  of  24  windows  affected  by 
the  order  on  the  easterly  shaft,  that  the  grand  total  of 
windows  affected  by  the  order  is  90  windows,  that  the 
windows  in  the  rear  of  the  building  are  24  ft.  5  in.  distant 
in  a  horizontal  direction  from  the  window  openings  in  the 
building  on  the  north  and  that  building  on  the  north  is 
equipped  with  fireproof  windows,  that  the  window  open¬ 
ings  on  the  west  shaft  are  7  ft.  and  9  ft.  respectively  from 
the  building  to  the  west,  which  building  is  already  pro¬ 
vided  with  shutters,  that  the  windows  affected  by  the 
order  on  the  east  shaft  are  5  ft.  4  in.  distant  from  the 
windows  in  the  building  to  the  east ;  that  the  building  in 
question  had  been  entirely  vacant  for  the  past  several 
years  and  has  just  been  rented  by  a  business  conducted 
therein  which  cannot  be  considered  of  a  hazardous  nature 
and  as  a  result  of  the  building  being  occupied,  the  present 
order  was  issued  for  the  providing  of  the  iron  shutters, 
that  the  owner  is  willing  to  comply  with  the  order  except 
as  to  the  windows  at  rear. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  34985-F,  be  and  it  hereby  is  modified  and  that 
the  appeal  be  and  it  hereby  is  granted  as  to  the  windows 
in  the  rear  of  the  building,  on  condition  that  the  exposure, 
namely  the  windows,  in  the  rear  wall  of  the  building  in 
the  rear  facing  West  27th  street  shall  be  fireproof  wire 
glass,  self-closing  windows  and  the  building  itself  pro¬ 
tected  by  a  sprinkler  system ;  that  the  windows  in  the 
side  lot  line  walls  and  courts  shall  be  made  fireproof, 
self-closing  or  equipped  with  shutters  where  such  windows 
are  opposite  walls  of  buildings  on  adjoining  lots  having 
openings  or  within  50  feet  in  a  vertical  direction  above 
the  roofs  of  such  adjoining  buildings. 


295-37-A. 

APPLICANT^ — Benjamin  M.  Sylvan,  for  107-109  Bowery 
Holding  Corporation,  owner. 

SUBJECT— Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 107-109  Bowery,  east  side,  150 
ft.  1  in.  north  of  Hester  street  (Block  304,  Lot 
No.  7),  Borough  of  Manhattan. 
APPEARANCES— 

For  Applicant:  Benjamin  M.  Sylvan. 

ACTION  OF  BOARD— Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative:  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(295-37-A) 

Whereas,  Benjamin  M.  Sylvan,  for  107-109  Bowery 
Holding  Corporation,  owner,  filed  June  16,  1937,  an  appeal 
from  a  decision  of  the  commisisoner  of  buildings  affecting 
Premises  107-109  Bowery,  East  side,  150  ft.  1  in.  north 
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of  Hester  street (  Block  No.  304,  Lot  No.  7),  Borough  of 
Manhattan;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
on  AJt-  ApP-  No.  2249-1937,  dated  June  15,  1937,  reads: 

1.  Stair  enclosure  should  be  8  in.  brick. 

2.  Depth  of  room  should  not  exceed  30  ft.  from  near¬ 
est  window.  Sec.  29,  M.D.L. 

and 

\\  HEREAS,  the  building  in  question  is  5  stories  (58  ft  i 

94n„  by  91  ft'  2  in'  ®  ar«i  OCCUPIED 
*  -  1  1  LLOWS.  Cellar  storage  and  boiler  room;  no  per- 
sons;  1st  floor— stores,  5  persons;  2nd  and  3rd  floors— 
vacant;  and 

Whereas,  it  is  proposed  to  convert  the  present  five- 
story  building  into  a  three-story  building,  37  ft  8  in  in 
height,  to  be  OCCUPIED  AS  FOLLOWS :  Cellar- 
storage  and  boiler  room,  no  persons;  1st  floor — stores — 5 
persons;  2nd  floor— lodging  house— 70  persons;  3rd  floor 
—lodging  house— 70  persons;  and 


mooH-EREAS’  ,the  buil.dlng  in  Question  was  erected  before 
1900  is  now  located  in  an  unrestricted  use  district  and  no 
certificate  of  occupancy  has  been  issued  therefor;  and 

Whereas,  the  applicant  contends  that  it  is  proposed  “to 
remove  the  present  rear  wall  for  the  full  height  of  the 
building  above  the  first  floor  and  that  a  14  ft.  yard  will 
be  provided  above  the  first  floor  extension  roof  level  for 
the  three-story  building ;  that  the  present  wood  stairs  will 
be  removed  and  a  new  interior  3  ft.  8  in.  fireproof  stair¬ 
way  facing  the  street  will  be  installed  to  extend  from  the 
first  floor  level  to  the  roof,  enclosed  with  4  in.  T.C.  blocks 
and  1-hour  test  fire  doors;  that  stair  landings  and  plat¬ 
forms  will  be  constructed  of  T  irons  and  concrete;  that  a 
new  fire  stairs  will  be  provided  at  rear  of  building,  extend- 
mg  from  cellar  level  to  roof  level;  the  stairs  to  be  3  ft 
8  in  with  7J4  in.  risers  and  9]/2  in.  tread,  metal  mesh 
guard  6  ft.  high,  all  as  per  section  154  of  the  building 
code;  that  a  fireproof  passageway  leading  from  yard  to 
street,  enclosed  with  8  in.  brick,  3  ft.  8  in.  in  the  clear,  7 
it.  clear  height,  with  cement  floor  and  4  in.  T.C.  block 
ceiling,  will  be  provided;  that  cement  steps  from  cellar  to 
street  level  will  be  3  ft.  8  in.  in  the  clear,  7H  in.  riser  and 
v/2  in.  treads,  with  pipe  handrails  on  both  sides,  and  not 
extending  more  than  18  in.  beyond  the  building  line,  will 
be  provided ,  that  the  roof  of  the  first  floor  extension  will 
be  fireproof;  that  cellar  and  store  ceilings  will  be  fire- 
retarded  ;  that  in  every  respect  this  building  will  comply 
with  the  requirements  of  the  M.D.L.  and  the  building  code 
for  a  building  hereafter  erected  and  with  the  health  de¬ 
partment  regulations  governing  lodging  houses ;  and 

Whereas,  the  applicant  further  contends:  “no  section 
of  the  M.D.L.  prohibits  the  use  of  4  in.  T.C.  blocks  for 
enclosing  a  stairway ;  that  the  requirements  in  section  29 
of  the  M.D.L.  that  no  apartment  room  extend  in  depth 
more  than  thirty  feet  is  not  applicable  here;  that  the 
M.D.L.  omits  stating  any  such  qualifications  for  a  dor- 
mitory  consisting  of  an  entire  floor;  adequate  light  and 
\entilation  is  provided  from  the  windows  facing  the  legal 
yard  and  from  the  windows  in  the  street  wall,  which  are 
equal  to  10%  of  the  area  of  the  floor;  this  point  has  been 
previously  so  ruled  on  by  your  honorable  board  in  at  least 
the  following  two  instances : 

(1)  Cal.  No.  41-35-A,  Premises  No.  313-15  Bowery 
decision  recorded  on  page  684  of  the  Bulletin  of  the 
Board  of  Standards  and  Appeals,  dated  Tuly  9  1935 

(2)  Cal.  No.  206-36- A,  Premises  332-34  Pea’rl  St., 
Brooklyn,  decision  recorded  on  page  895  of  the  Bul¬ 
letin  of  the  Board  of  Standards  and  Appeals,  dated 
July  21,  1936. 

,  ReJ°lved,  _  that  the  decision  of  the  commissioner  of 
building,  acting  on  Alt.  App.  No.  2249-37,  be  and  it  hereby 
is  reversed,  as  to  item  2,  and  that  the  appeal  be  and  it 
ereby  is  granted,  as  to  his  decision  that  the  depth  of  the 
room  should  not  exceed  30  feet,  since  the  provisions  of  the 


multiple  dwelling  law  are  silent  as  to  occupancy  such  as 
here  proposed,  and  since  this  requirement  of  section  29 
ot  the  multiple  dwelling  law  has  no  application  to  such 
occupancy ;  that  the  decision  of  the  commissioner  of  build¬ 
ings  as  to  item  No.  1,  be  affirmed  and  the  appeal  as  to  this 
item  be  denied. 


297-37-A. 

Ab>lLICANl  Lowinson  and  Todaro,  for  Children’s  Aid 
Society,  owner. 

SUBJECT  Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED — 209-211  Sullivan  street,  east 
side,  125  ft.  north  of  Bleecker  street  (Block  No. 
A  Lot  Na  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant :  Oscar  Lowinson,  Roy  E.  Gilson 
and  Vincent  S.  Todaro. 

AC1  ION  OF  BOARD — Appeal  granted  on  condition 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  . g 

Absent  .  q 

THE  RESOLUTION— 


(297-37-A) 

Whereas,  Lowinson  &  ffodaro,  for  Children’s  Aid 
Society,  owner,  filed  June  17,  1937,  an  appeal  from  a 
decision  of  the  commissioner  of  buildings,  affecting  prem¬ 
ises  209-211  Sullivan  street,  east  side,  125  ft.  north  of 
Bleecker  street  (Block  No.  539,  Lot  No.  1),  Borough  of 
Manhattan;  and  6 

Whereas,  the  decision  of  the  commissioner  of  buildings 
dated  June  10,  1937,  re.  Alt.  Applic.  No.  1680-1937,  reads! 

“1.  Building  should  be  fireproof  as  per  section  72 
of  Building  Code.  Note:  Examination  to  be  con¬ 
tinued  when  objection  1  is  determined.” 

and 

Y\  HEREAS,  the  building  in  question  is  of  ordinary  con¬ 
struction,  five  stories,  58  ft.  in  height,  50  ft.  by  95  ft.  in 
area,  with  an  offset^  in  the  rear  on  the  south  side,  25  ft. 
by  44  ft.  in  area.  The  northerly  part  of  the  1st  tier  is  of 
fireproof  construction,  viz. :  steel  beams  and  reinforced 
concrete.  The  present  girders  in  the  upper  part  of  the 
building  are  of  wood  and  the  present  stair  enclosure  above 
the  first  story  is  brick.  The  cellar,  1st  and  2nd  floors  of 
the  building  are  used  for  boys  club  room  purposes.  The 
rear  section  has  a  gymnasium  area  two  stories  high  by 
removing  the  2nd  tier  of  beams  and  the  four  columns  in 
this  area  and  to  carry  the  3rd  floor  on  steel  girders,  ear¬ 
ned  by  the  rear  wall  at  the  rear  end  and  steel  columns  at 
the  front.  An  extra  toilet  is  to  be  placed  adjoining  the 
toilet  at  the  rear  for  use  of  children  from  the  playground 
which  adjoins  the  building  to  the  north.  The  main  stairs 
(wooden)  from  the  1st  to  the  3rd  floor  are  to  be  removed 
and  iron  stairs  substituted.  A  new  stairway  is  to  be 
provided  from  the  1st  floor  to  the  3rd  floor  for  the  rear 
section.  The  stairs  are  to  be  enclosed  in  terra  cotta 
partitions  with  self-closing  one  hour  test  doors.  The  front 
part  of  the  1st  story  is  used  for  games  for  juveniles.  The 
2nd  floor  will  have  no  alteration  other  than  removing  the 
stairway  and  removing  the  beams  of  the  rear  part  leaving 
a  balcony  over  the  office  and  toilet  rooms.  It  now  has  a 
clubroom,  arts  and  crafts  room  and  workroom.  The  3rd 
floor  which  is  now  vacant,  is  to  have  in  the  front  section, 
a  boys  scout  room,  a  group  meeting  room,  toilets  and 
living  quarters  for  the  janitor.  In  the  rear  section  it  is 
intended  to  make  a  large  games  room  similar  to  the 
gymnasium  on  the  1st  floor,  removing  the  columns  and 
the  4th  tier  of  beams  oyer  this  area.  There  will  also  be 
provided  a  toilet  and  kitchen  adjoining  this  room  The 
4th  and  5th  floors  will  remain  vacant.  The  5th  floor 
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over  the  games  room  is  to  have  steel  trusses  carrying 
the  ceiling  of  the  games  room  and  the  roof  of  the  building 
in  the  rear  section ;  and 

Whereas,  the  applicant  contends  that  the  appeal  is  made 
because  this  Is  a  charitable  institution  and  this  ^building, 
“Morosini  Boys  Club  of  the  Lower  West  Side,”  one  of 
the  many  centers  of  the  Children’s  Aid  Society,  devotes 
its  entire  energies  to  the  work  of  trying  to  keep  juveniles 
and  adolescents  off  the  streets  when  unoccupied  by  having 
workshops,  arts  and  crafts  rooms,  boys  scout  rooms,  gym¬ 
nasium,  group  meeting  rooms,  as  well  as  outside  play¬ 
grounds  under  professional  supervision ;  that  at  the  pres¬ 
ent  time  there  is  a  certificate  of  occupancy  for  the  use  of 
the  1st  and  2nd  floors,  and  the  Society  would  like  to  use 
the  3rd  floor.  It  is  the  suggestion  of  the  architects  to 
remove  the  posts  in  the  rear  section  of  the  3rd  story  and 
at  the  same  time  gain  height  by  removing  the  beams  over 
the  rear  area;  that  funds  are  not  available  to  make  the 
building  fireproof ;  that  ample  exits  in  accordance  with  the 
building  code  have  been  provided  and  as  the  building  code 
is  a  discretionary  statute,  it  is  requested  that  the  proposed 
use  of  the  3rd  floor  be  granted. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings,  in  acting  on  Alt.  App.  No.  1680-1937,  be  and  it 
hereby  is  modified  and  that  the  appeal  be  and  it  hereby 
is  granted  on  condition  that  the  front  portion  of  the  build¬ 
ing  shall  not  exceed  three  (3)  stories  or  35  feet  above 
curb ;  that  the  rear  portion  of  the  building  shall  not  exceed 
three  (3)  stories,  except  that  the  third  story  may  be 
approximately  20  feet  in  height  in  the  clear,  making  a 
total  overall  height  of  the  rear  portion  of  the  building 
not  exceeding  45  feet;  that  in  all  other  respects  the  build¬ 
ing  shall  comply  with  all  rules,  regulations  and  laws  ap¬ 
plicable  for  the  construction  and  occupancy  as  proposed. 


298-37-A. 

APPLICANT — William  B.  Linder,  for  Jacob  Mayers, 
owner. 

SUBJECT — Appeal  from  a  decision  of  the  commissioner 
of  buildings. 

PREMISES  AFFECTED— 179-183  Flatbush  avenue,  619- 
621  Pacific  street  and  8-18  Fifth  avenue  (Block 
No.  1118,  Lot  Nos.  1,  2  and  4),  Borough  of 
Brooklyn. 

APPEARANCES— 

For  Applicant:  William  B.  Linder. 

For  Administration:  Assistant  Engineer  Benja¬ 
min  Saltzman,  Department  of  Buildings. 
ACTION  OF  BOARD — Appeal  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(298-37-A) 

Whereas,  William  B.  Linder,  for  Jacob  Mayers,  owner, 
filed  on  June  18,  1936,  an  appeal  from  a  decision  of  the 
commissioner  of  buildings  affecting  premises  179-83  Flat- 
bush  avenue,  619-621  Pacific  street  and  8-18  Fifth  avenue 
(Block  No.  1118,  Lot  Nos.  1,  2  and  4)  Borough  of  Brook¬ 
lyn  ;  and 

Whereas,  the  decision  of  the  commissioner  of  buildings 
on  App.  No.  1100-37  dated  June  4,  1937,  reads  as  follows: 

“3 — Location  and  size  of  curb  cuts  are  to  be  ap¬ 
proved  by  the  commissioner,  as  per  G.O.  1-72/1937. 
As  this  has  not  been  done  this  application  is  hereby 
denied.’ 

and 

Whereas,  the  premises  in  question  consist  of  a  plot 
fronting  130  ft.  on  Fifth  avenue,  26  ft.  7  in.  on  Pacific 


street  and  74  ft.  10  in.  on  Flatbush  avenue,  upon  which  it 
is  proposed  to  erect  a  gasoline  selling  station  pursuant  to 
a  variation  of  the  building  zone  resolution  granted  by  this 
board  under  Cal.  No.  375-36-BZ;  and 

Whereas,  the  applicant  contends  that  this  is  an  appeal 
from  an  administrative  order  of  the  commisisoner  of 
buildings  of  the  Borough  of  Brooklyn,  dated  June  4th, 
1937,  wherein  the  commissioner  of  buildings  denied  the 
applicant’s  application  No.  1100-1937  for  the  approval  of 
plans  and  curb  cuts  and  the  issuance  of  a  permit  for  the 
erection  of  a  gasoline  service  station  which  had  previously 
been  granted  by  the  Board  of  Standards  and  Appeals ; 
applicant  contends  further  that  under  Cal.  No.  375-36-BZ 
this  applicant  was  granted  a  variance  by  resolution  dated 
March  9,  1937,  for  the  erection  of  a  gasoline  service  sta¬ 
tion  ;  that  thereafter  and  on  April  27,  1937,  the  Board  of 
Standards  and  Appeals  amended  its  resolution  and  therein 
granted  as  one  of  the  conditions  certain  specified  curb 
cuts  on  Flatbush  avenue,  Pacific  street  and  Fifth  avenue ; 
that  thereafter  the  Board  of  Standards  and  Appeals  ap¬ 
proved  the  applicant’s  plans  and  curb  cuts  and  these  ap¬ 
proved  plans  and  curb  cuts  were  filed  with  the  commis¬ 
sioner  of  buildings  and  a  permit  requested;  that  the  com¬ 
missioner  of  buildings  denied  said  application  on  the 
ground  that  he  refused  to  approve  the  location  and  size 
of  the  curb  cuts ;  that  by  his  action  the  commissioner  of 
buildings  has  attempted  to  nullify  the  action  of  the  Board 
of  Standards  and  Appeals  which  he  has  no  authority  to 
do ;  that  he  therefore  requests  the  Board  of  Standards 
and  Appeals  to  reverse  the  order  of  the  commisisoner  of 
buildings  of  the  Borough  of  Brooklyn  and  to  direct  him  to 
issue  a  permit  approving  the  plans  and  curb  cuts  as  here¬ 
tofore  approved  by  this  Board ;  and 

Whereas,  upon  application  to  the  board  for  a  zoning 
variance  under  calendar  No.  375-36-BZ,  the  board  permit¬ 
ted  the  premises  to  be  used  for  a  gasoline  service  station 
under  certain  conditions  among  which  were  the  limitation 
of  width  and  number  of  curb  cuts  and  the  location  thereof 
and  further  required  submission  of  final  plans  for  ap¬ 
proval  prior  to  filing  with  the  commissioner  of  buildings, 
which  were  duly  submitted  and  approved,  showing  the 
curb  cuts  which  are  the  subject  of  this  appeal;  and 

Whereas,  in  the  opinion  of  the  board,  after  inspection 
and  also  report  from  the  police  commissioner  giving  pedes¬ 
trians  and  vehicular  count  on  surrounding  streets,  there 
is  no  hazard  to  pedestrians  sufficient  to  warrant  refusal  to 
commit  such  curb  cuts ;  and 

Whereas,  in  the  decision  of  the  court  in  the  matter 
of  Winter  Mead  vs.  Fassler,  the  court  determined  that  the 
commissioner  of  buildings  was  arbitrary  in  refusing  to 
permit  curb  cuts  covered  by  conditions  imposed  by  the 
board. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  on  App.  No.  1100-37  be  and  it  hereby  is  modified 
and  that  the  appeal  be  and  it  hereby  is  granted  on  condi¬ 
tion  that  the  curb  cuts  shall  be  as  set  forth  in  resolution 
as  amended  by  the  board  under  Cal.  No.  375-36-BZ  and 
the  plans  as  approved  by  the  board  as  complying  with  such 
resolution. 


300-37-A. 

APPLICANT — S.  S.  Monte  Verde  Society,  owner. 
SUBJECT — Appeal  from  a  decision  of  the  fire  commis¬ 
sioner. 

PREMISES  AFFECTED — Pleasant  Bay  Park,  on  Baxter 
Creek  at  the  foot  of  Ferris  avenue  (Ferry  lane), 
500  ft.  off  shore,  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  Joseph  Frasca. 

For  Administration :  Inspector  Meyer,  Fire  De¬ 
partment. 

ACTION  OF  BOARD — Appeal  denied. 


800 


MINUTES 


THE  VOTE  TO  GRANT— 

Affirmative  . 0 

Negative:  Chairman  Murdock,  Commissioners 
Savage  and  Blum  and  Assistant  Chief 

Walsh  .  4 

Absent  .  0 

THE  RESOLUTION— 

(300-37-A) 

Whereas,  the  S.  S.  Monte  Verde  Society,  owner,  filed 
on  June  19,  1937,  an  appeal  from  a  decision  of  the  fire 
commissioner,  affecting  the  display  of  fireworks  at  Pleas¬ 
ant  Bay  Park,  on  Baxter  Creek  at  the  foot  of  Ferris 
avenue  (Ferry  lane)  500  ft.  off  shore,  Borough  of  The 
Bronx ;  and 

Whereas,  the  decision  of  the  fire  commissioner  dated 
June  15,  1937,  reads  as  follows:  ..  , 

“Your  application  of  June  12,  1937,  for  the  display 
of  fireworks  at  Pleasant  Bay  Park,  at  Ferry  lane, 
Unionport,  The  Bronx,  has  been  considered  and  is 
hereby  denied  for  the  reason  that  it  is  the  policy  of 
this  department  not  to  issue  permits  for  the  display 
of  fireworks.” 

and 

Whereas,  it  is  proposed  to  conduct  a  display  of  fire¬ 
works  from  a  barge  located  500  ft.  offshore  on  June  27th 
and  28th,  August  15th  and  16th,  1937,  in  connection  with 
a  celebration  by  the  applicant;  and 

Whereas,  the  applicant  contends  that  the  display  will  be 
under  the  supervision  of  a  licensed  pyrotechnist  at  all 
times;  and 

Whereas,  the  board  deemed  that  there  was  no  justifica¬ 
tion  for  reversing  or  modifying  the  decision  of  the  fire 
commissioner  in  denying  a  permit  on  the  basis  of  the 
permit  as  requested.  .  . 

Resolved,  that  the  decision  of  the  fire  commissioner  be 
and  it  hereby  is  affirmed,  and  that  the  appeal  be  and  it 
hereby  is  denied. 


201-37-A. 

APPLICANT— David  Kaufman,  for  Gottfried  Baking 

Co.,  Inc.,  owner. 

SUBJECT— Appeal  from  an  order  and  decision  of  the 
commissioner  of  buildings. 

PREMISES  AFFECTED— 1032-1054  Union  avenue,  east 
side,  127.32  ft.  north  of  East  165th  street  and 
1037-1043  Prospect  avenue  (Block  No.  2679,  Lot 
Nos.  2,  40  and  41),  Borough  of  The  Bronx. 
APPEARANCES— 

For  Applicant:  David  Kaufman.  . 

ACTION  OF  BOARD— Appeal  granted  on  condition. 

THE  VOTE—  w  J  ,  _ 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  ^ 

Negative  .  q 

Absent  . . . 


THE  RESOLUTION— 

(201-37-A) 

Whereas,  David  Kaufman,  for  Gottfried  Baking  Co., 
Inc  owner  filed  May  3,  1937,  an  appeal  from  an  order 
and’ a  decision  of  the  commissioner  of  braidings,  affecting 
premises  1032-1054  Union  avenue,  east  side,  127.32  H  norm 
of  East  165th  street  and  1037-1043  Prospect  avenue  (Block 
No.  2679,  Lot  Nos.  2,  40  and  41),  Borough  of  The  Bronx, 

Whereas,  the  order  of  the  commissioner  of  buildings, 
No.  45-34,  dated  January  10,  1934,  reads: 

“1.  Install  an  approved  standpipe  system  with  risers 
4  inches  in  diameter,  in  accordance  with  the  rules  ot 
the  Board  of  Standards  and  Appeals.  Sec.  580  38  , 
Art.  28,  Ch.  5,  Code  of  Ordinances. 

2nd 


Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  April  10th,  1937,  reads : 

“In  response  to  your  request  of  the  2nd  inst.  you 
are  herewith  informed  that  although  the  area  is  sub¬ 
divided  with  fire  walls,  the  district  inspector  of  fire 
prevention  reports  that  most  the  openings  in  these 
walls  are  only  protected  with  one  fire  door  at  each 
opening. 

In  view  of  the  provisions  of  Rule  7  of  the  Standpipe 
Fire  Line  Rules  adopted  by  the  Board  of  Standards 
and  Appeals,  this  department  has  no  alternative  but 
to  consider  the  entire  building  as  being  one  area  and 
must  therefore  of  course  deny  your  request  to  rescind 
the  standpipe  order  notwithstanding  the  sprinkler  pro¬ 
tection. 

You  still  have  the  recourse  of  making  an  appeal 
to  the  board  concerning  the  matter.” 

and 

Whereas,  the  premises  in  question  of  a  plot  of  ground 
located  in  an  unrestricted  district,  fronting  197  ft.  on 
Union  avenue  and  75  ft.  on  Prospect  avenue,  covered  by 
building  divided  into  five  areas,  as  follows :  Area  A 
with  a  total  of  21,720  square  feet  of  internal  area  and 
occupied  as  a  one  story  baking  shop,  a  shipping  room  and 
an  office  over  the  shipping  room,  with  25  people  on  the 
first  floor  and  7  people  in  the  office  j  and  a  basement  with 

1  person  in  the  boiler  room ;  Area  “B”  with  a  total  of 
9,775  square  feet  of  internal  area  and  occupied  as  a  garage 
on  the  first  floor  with  6  people  and  a  cake  room  on  the 
second  floor  with  10  people ;  Area  “C”  with  a  total  of 
3,575  square  feet  of  internal  area  and  occupied  as  a  one 
story  repair  shop  with  3  people;  Area  “D”  with  a  total 
of  3(445  square  feet  of  internal  area  occupied  on  the  first 
floor  as  a  wrapping  room  with  3  people  and  one  store  with 

2  employees,  on  the  second  floor  as  a  mechanics  office 
with  3  people  and  a  mixing  room  with  2  people,  and  on 
the  pent  house  over  the  mixing  room  housing  bread  mix¬ 
ing  machinery;  Area  “E”  with  a  total  of  1,830  square  feet 
of  internal  area,  a  one  story  in  height  and  occupied  by  4 
stores  with  2  employees  in  each  store ;  and 

Whereas,  the  applicant  contends  that  all  the  areas  are 
separated  by  12  in.  brick  firewalls  and  openings  are  pro¬ 
tected  by  fireproof  doors  as  indicated  on  the  plans ;  that 
all  areas  having  two  stories  in  height  are  under  10,000 
square  feet ;  that  the  one  story  bake  shop  is  18,000  square 
feet;  that  the  entire  building  is  equipped  with  a  100  per 
cent,  two  source  approved  sprinkler  system  with  automatic 
Siamese  connections  for  the  use  of  the  fire  department  on 
the  Prospect  avenue  and  on  the  Union  avenue  sides  of 
the  building ;  therefore  the  applicant  requests  that  the  board 
w  aive  the  requirement  of  a  standpipe  system. 

Resolved,  that  the  order  of  the  commissioner  of  build¬ 
ings,  No.  45-34  and  the  decision  dated  Apil  10,  1937  be  and 
they  hereby  are  modified,  and  that  the  appeal  be  and  it 
hereby  is  granted,  waiving  the  requirements  of  the  stand¬ 
pipe  fire-line  system,  on  condition  that  the  building  shall 
be  subdivided  as  shown  on  plans  filed  with  this  appeal, 
with  approved  fireproof  self-closing  doors  in  the  brick 
separating  fire  walls ;  doors  to  be  constructed  on  each  side 
of  each  opening:  that  the  building  shall  be  protected 
throughout  with  a  two-source  sprinkler  system  complying 
with  the  rules  of  the  Board  of  Standards  and  Appeals; 
granted  only  so  long  as  the  building  is  used  for  the  pres- 
ent  occupancy,  as  stated  in  this  appeal  and  is  not  increased 
in  height  or  area  and  complies  with  all  other  laws,  rules 
and  regulations  applicable  to  this  building  and  occupancy 
thereof. 


368-36-A. 

APPLICANT— Francis  Seaman,  for  New  York  Railways 
Corp.,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Appeal  from  a  decision  of  the 
commissioner  of  buildings. 


801 


MINUTES 


PREMISES  AFFECTED— 806-814  9th  avenue,  318-362 
West  54th  street,  southeast  corner  and  321-329 
West  53rd  street  (Block  No.  1044,  Lot  Nos.  3  and 
18),  Borough  of  Manhattan. 

APPEARANCES— 

For  Applicant:  Francis  Seaman  and  Edmond  C. 
Collins. 

ACTION  OF  BOARD — Appeal  reopened  and  resolution 
amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  () 

Absent  .  0 

THE  VOTE  Tp  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(368-36-A) 

__  Whereas,  Francis  Seaman,  for  New  York  Railways 
Corporation,  owner  filed  December  5,  1936,  an  appeal  from 
a  decision  of  the  commissioner  of  buildings,  affecting 

premises  806-814  9th  avenue,  318-362  W.  54th  street,  south¬ 
east  corner  and  321-329  West  53rd  street  (Block  No.  1044, 
Lot  Nos.  3  and  18),  Borough  of  Manhattan;  and 
•Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  November  30,  1936,  re  App.  No.  1098-1936,  reads: 

1.  Gasoline  installation  does  not  conform  to  sec. 

156,  chap.  10,  Code  of  Ordinances,  as  to  size  of  tanks, 
enclosures,  etc.  Plans  are  incomplete  and  cannot  be 
completely  examined  due  to  fact  that  alt.  5260-36  was 
disapproved  on  account  of  zone  restrictions.  An 
appeal  is  pending  before  the  Board  of  Standards  and 
Appeals  under  Cal.  No.  325-1936  building  zone.” 

and 

Y\  hereas,  the  premises  consist  of  a  2-story  fireproof 
building  525  ft.  by  135  ft.  10  in.  in  area,  erected  in  1908; 
occupied  at  present  as  follows  :  cellar — transformer  vault 
— one  person;  1st  floor — carbarn — 50  persons;  2nd  floor — 
carbarn — 5  persons.  ;It  4s  proposed  to  be  occoupied  through¬ 
out  as  a  storage  garage  for  buses;  and 

Whereas,  it  is  proposed  to  install  two  5,000  gallon 
gasoline  tanks  in  a  reinforced  concrete  vault,  which  will 
be  continuously  mechanically  ventilated;  all  safeguards 
required  for  installations  in  excess  of  550  gallons  will  be 
provided ;  and 

Whereas,  the  applicant  contends  that  the  10,000  gallons 
provided  for  is  a  minimum  required  for  the  proposed 
fleet  of  motor  buses  which  it  is  intended  to  garage  in 
and  service  from  the  premises  in  question ;  buses  will 
average  a  consumption  of  50  gallons  per  day  and  there 
will  be  approximately  200  buses  stored  on  the  premises ; 
storage  tank  vault  will  be  located  so  as  not  to  disturb 
existing  foundations ;  there  will  be  no  sale  of  gasoline 
conducted  on  or  from  the  premises.  The  presence  of  rock 
within  a  few  feet  of  the  proposed  tank  vault  wall  bottom 
will  assure  a  suitable  and  stable  foundation  and  eliminate 
possibility  of  strains  due  to  settlement.  The  building  is 
equipped  with  a  voluntary  automatic  sprinkler  installation, 
which  it  is  proposed  to  supplement  by  a  number  of  foam 
ite  or  CO2  portable  extinguishers ;  and 

Whereas,  this  appeal  was  granted  by  the  board  January 
5,  1937,  on  certain  conditions  and  applicant  requested  an 
amendment  to  the  resolution. 

Resolved,  that  the  decision  of  the  commissioner  of 
buildings  in  connection  with  App.  No.  1098-36  be  and  it 
hereby  is  modified  and  that  the  appeal  be  and  it  hereby  is 
granted,  permitting  the  installation  of  two  5,000  gallon 


gasoline  tanks  in  a  reinforced  concrete  vault,  located 
generally  as  indicated  on  floor  plans  and  detailed  draw¬ 
ings  filed  with  this  appeal  marked  “Received  December  5, 
1936,”  on  condition  that  these  tanks  shall  be  used  solely 
for  servicing  of  buses  in  this  garage,  zoning  variance  for 
which  has  been  granted  under  Calendar  No.  325-36-BZ, 
on  condition  that  the  construction  of  pits,  tanks,  piping, 
ventilation  and  other  structural  details  shall  be  executed 
in  full  accordance  with  plans  and  detailed  working  draw¬ 
ings  which  shall  be  submitted  to  this  board  for  approval 
before  same  are  submitted  to  the  commisisoner  of  build¬ 
ings;  that  the  tanks  shall  be  inspected,  monthly  record  of 
such  inspections  to  be  available  for  examination  by  the 
inspector  of  combustibles;  that  the  ventilation  system 
shall  be  kept  in  continuous  operation;  that  there  shall  be 
an  electrical  connection  to  preclude  operation  of  the  dis¬ 
pensing  pumps  unless  the  ventilating  exhaust  fan  is  being 
electrically  operated ;  that  additional  installation  consisting 
of  two  5,000  gallon  storage  tanks  may  be  made  in  the 
yard  space  toward  the  southerly  side  of  the  premises,  as 
indicated  on  plans  filed  marked  “Received  May  1,  1937” 
and  as  shown  on  plans  approved  January  22,  1937,  as 
complying  with  the  resolution  of  the  board  adopted  on 
January  5,  1937,  on  condition  that  such  tank  shall  be  in¬ 
stalled  and  maintained  similarly  to  the  tanks  hereinabove 
permitted;  that  drawings  for  this  additional  installation 
shall  be  similarly  submitted  and  approved  by  the  chairman 
in  behalf  of  the  board. 


VARIATIONS  OF  LABOR  LAW 

252-37-S. 

APPLICANT — Maxwell  Schantz,  for  Wexler  Holding 
Corporation,  owner. 

SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of  build¬ 
ings. 

PREMISES  AFFECTED — 708-722  Metropolitan  avenue, 
south  side,  150  ft.  east  of  Manhattan  avenue 
(Block  No.  2764,  Lot  Nos.  14  and  15),  Borough 
of  Brooklyn. 

APPEARANCES— 

For  Applicant :  Maxwell  Schantz. 

For  Administration:  Inspector  Carroll,  Depart¬ 
ment  of  Buildings. 

ACTION  OF  BOARD — Laid  over  to  June  29,  1937,  at  2 
p.m.,  for  further  consideration. 


294-37- S. 

APPLICANT — 320  Jackson  Ave.  F.  W.  Bldg.,  Inc.,  owner. 
SUBJECT — Variation  of  the  labor  law  as  cited  in  an 
order  and  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED — 27-26  Jackson  avenue,  south 
side,  75  ft.  east  of  Dutch  Kills  street  (Block  No. 
266,  Lot  No.  21),  L6ng  Island  City,  Borough  of 
Queens. 

APPEARANCES— 

For  Applicant:  Ambrose  Backer. 

ACTION  OF  BOARD — Application  granted  on  condition. 
THE  VOTE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4- 

Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(294-37-S) 

Whereas,  the  320  Jackson  Ave.  F.  W.  Bldg.,  Inc.,  owner, 
filed  on  June  16,  1937,  an  application  for  a  variation  of 
the  labor  law  as  cited  in  an  order  and  decision  of  the 
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commissioner  of  buildings,  affecting  premises  27-26  Jack- 
son  avenue,  south  side,  75  ft.  east  of  Dutch  Kills  street 
(Block  No.  266,  Lot  No.  21),  Long  Island  City,  Borough 
of  Queens;  and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
F.  P.  No.  147-37,  dated  April  1,  1937,  reads  as  follows: 

“You  will  please  take  notice  that  there  exists  a 
violation  of  the  building  code  at  the  premises  herein¬ 
after  decribed  in  that  building  erected  1928  is  fireproof 
construction  with  only  1  means  of  exit.  Now  used  for 
factory  purpose  over  6  at  manufacturing. 

Discontinue  the  use  of  the  above  premises  for  fac¬ 
tory  purposes.  Exits  do  not  conform  with  Section  270 
of  the  Labor  Law.” 

and 

Whereas,  the  decision  of  the  commissioner  of  buildings, 
dated  June  9,  1937,  reads  as  follows: 

“For  the  purpose  of  filing  an  appeal  with  the  Board 
of  Standards  and  Appeals,  I  inform  you  herewith  that 
the  attached  violation  is  still  in  force  on  the  records 
of  this  department  as  of  today’s  date.” 

and 

Whereas,  the  applicant  was  convicted  of  violating  Sec¬ 
tion  270  of  the  Labor  Law  and  sentence  was  suspended  on 
June  7,  1937  in  the  City  Magistrates’  Court;  and 

Whereas,  the  building  in  question  is  three  stories  (44 
ft.)  in  height,  25  ft.  by  90  ft.  in  area,  of  fireproof  con¬ 
struction  ;  erected  in  1929  and  occupied  as  follows :  cellar — 
storage,  0  persons;  1st  floor — store,  4  persons;  2nd  floor — 
repairing  and  testing,  5  persons ;  3rd  floor — manufacturing, 
7  persons ;  the  means  of  egress  consisting  of  one  interior 
fireproof  stairs  located  at  the  west  side  of  the  building, 
extending  from  the  roof  direct  to  the  street  42  in.  in  width 
enclosed  in  fireproof  partitions  with  kalamein,  self-closing 
doors  at  openings;  certificate  of  occupancy  No.  39930  was 
issued  March  4,  1929  for  store  and  offices ;  and 

Whereas,  it  is  proposed  to  construct  a  Labor  Law  fire 
escape  at  the  front  of  the  building  in  lieu  of  compliance 
with  the  order ;  and  , 

Whereas,  the  applicant  contends  that  the  plan  submitted 
shows  installation  of  a  proposed  fire  escape  which,  it  is 
felt,  wall  give  the  proper  protection  and  afford  the  neces¬ 
sary  means  of  egress. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
Labor  Law,  and  that  the  application  be  and  it  hereby  is 
granted  modifying  the  order  of  the  commissioner  of  build¬ 
ings,  acting  on  Fire  Prevention  Order  No.  147-1937,  on 
condition  that  the  second  means  of  exit  shall  be  provided 
by  means  of  a  fire-escape  erected  on  the  front  of  the 
building,  complying  with  the  requirements  of  the  Labor 
Law,  except  that  the  ladder  from  the  second  floor  level  to 
the  street  may  be  a  counterweighted  vertical  ladder ;  that 
in  all  other  respects  the  requirements  of  the  Labor  Law 
and  rules  of  the  Board  of  Standards  and  Appeals  and  all 
other  laws,  rules  and  regulations  applicable  to  the  use  and 
occupancy  of  this  building  shall  be  complied  with ;  and  that 
the  occupancy  on  each  floor  shall  not  exceed  the  legal 
permitted  occupancy  for  the  primary  means  of  exit. 


165-36-S. 

APPLICANT — James  J.  Millman,  for  Johite  Realty  Cor¬ 
poration,  owner. 

SUBJECT — Application  for  consideration — reopening  and 
amendment — re  Variation  of  the  labor  law  as  cited 
in  an  order  and  a  decision  of  the  commissioner  of 
buildings. 

PREMISES  AFFECTED— 6018-6022  18th  avenue,  west 
side,  20  ft.  north  of  61st  street  (Block  No.  5518, 
Lot  No.  45),  Borough  of  Brooklyn. 

APPEARANCES— 

For  Applicant:  James  J.  Millman. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 


THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(165-36-S) 

Whereas,  J.  Reisberg,  applicant,  for  Johite  Realty  Corp., 
owner,  filed  on  June  3,  1936,  an  application  for  a  variation 
of  the  labor  law  as  cited  in  decision  and  order  of  the 
commissioner  of  buildings,  affecting  premises  6018-6022 
18th  avenue,  west  side,  20  ft.  north  of  61st  street  (Block 
No.  5518,  Lot  No.  45),  Borough  of  Brooklyn;  and 

Whereas,  the  decision  of  the  commissioner  of  build¬ 
ings,  dated  March  26,  1936,  in  acting  on  Plan  No.  3433- 
1936,  reads  as  follows : 

“1.  Comply  with  Sec.  270  of  the  Labor  Law  (two 
fireproof  stairways). 

2.  Floors  to  carry  120  lbs.  live  load.”  • 

and 

Whereas,  the  order  of  the  commissioner  of  buildings, 
(undated)  reads  as  follows: 

An  inspection  of  premises  6018-22  18th  avenue,  Bor¬ 
ough  of  Brooklyn,  shows  that  the  following  must  be 
done  to  comply  with  Section  270  of  the  Labor  Law. 
1.  Discontinue  the  use  of  the  above  premises  for 
factory  purposes  as  same  is  in  violation  of 
Section  270  and  272  of  the  Labor  Law. 

Among  the  defects  noted  are  the  following : 

1.  Interior  stairway  does  not  extend  to  roof. 

2.  Premises  not  provided  with  two  required 
exits. 

3.  Interior  stairway  not  enclosed  in  partitions 
of  fireproof  material. 

4.  Exit  signs  and  lights  not  provided  at  all 
exits. 

NOTE: — You  are  required  to  have  your  Contractor 
submit  Certificate  of  Workmen’s  Compensation  Insur¬ 
ance  for  approval  by  this  Department  before  work  is 
started.  Sec.  27  of  the  Labor  Law. 

and 

Whereas,  the  owner  of  the  premises  in  question  was 
convicted  of  violating  section  270  of  the  labor  law  and 

sentence  was  suspended  in  the  municipal  term  of  the  city 

magistrates’  court,  Brooklyn,  on  May  27,  1936;  and 

Whereas,  the  building  was  erected  in  1925  in  a  busi¬ 
ness  use  district,  is  two  stories  (25  ft.)  in  height,  47  ft. 
%  in.  by  93  ft.  10  in.  in  area  on  the  1st  floor  and  47  ft. 

%  in.  by  58  ft.  4  in.  in  area  on  the  2nd  floor,  of  non- 

fireproof  construction,  EQUIPPED  with  one  interior 
stairs  at  the  front  of  building  extending  from  street  to 
2nd  story;  this  stairway  is  44  in.  in  the  clear,  iron  con¬ 
struction  with  marble  treads,  enclosed  in  wood  studs, 
metal  lath  and  in.  cement  plaster,  EQUIPPED  with 
wood  doors ;  Certificate  of  Occupancy  was  issued  on  Sep¬ 
tember  23,  1927,  for  cellar — ordinary  use,  1st  floor — mar¬ 
ket  ;  2nd  floor — Chinese  restaurant ;  and 

Whereas,  it  is  proposed  to  occupy  the  2nd  floor  for 
manufacturing  use ;  the  owner  intends  to  provide  new 
stairway  to  roof  with  a  bulkhead,  to  be  enclosed  in  wood 
partitions  covered  with  in.  cement  plaster  on  metal  lath 
with  tile  flooring,  EQUIPPED  with  3  ft.  8  in.  fireproof, 
self-closing  door  opening  outwardly  at  the  2nd  story  level. 
It  is  proposed  to  construct  a  4  ft.  fire-escape  at  the  front 
of  building,  southerly  end,  entrance  to  same  to  be  by 
means  of  3  ft.  8  in.  fireproof,  self-closing  door,  opening 
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on  to  balcony;  fire-escapes  to  extend  to  street  by  means 
of  counterbalanced  ladder.  It  is  proposed  to  use  existing 
3  ft.  wide  fireproof  self-closing  door  at  the  southerly  end 
of  the  rear  wall,  2nd  story  level  as  a  means  of  exit  to 
the  existing  one-story  extension  to  roof  of  premises  in 
question,  which  is  constructed  of  tar  and  gravel  and  wood 
beams  and  covered  underneath  with  standard  metal  26-inch 
gauge  and  exit  across  this  roof  to  the  roof  of  one-story 
extension  of  the  premises  to  the  south,  which  is  of  similar 
construction,  and  thence  by  means  of  a  sliding  drop  ladder 
in  guides  on  the  fire-escape  of  the  premises  to  the  south 
No.  773  61st  street;  and 

Whereas,  this  application  was  granted  by  the  board  on 
certain  conditions,  July  14,  1936,  and  the  owner,  through 
his  architect,  James  J.  Millman,  requested  an  amendment 
of  the  resolution. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  make  a  variation  from  the  requirements  of  the 
Labor  Law  and  that  the  application  be  and  it  hereby  is 
granted,  as  to  Plan  No.  3433-1936,  permitting  the  building 
under  appeal  to  be  used  for  factory  purposes,  on  condition 
that  the  building  shall  not  be  increased  in  height  or  area; 
that  the  primary  means  of  exit  consisting  of  the  main 
stairway  to  18 th  avenue  shall  be  enclosed  on  all  sides  with 
fire-retarded  partitions;  that  in  lieu  of  carrying  the  stair  to 
the  roof,  there  shall  be  installed  a  scuttle  in  the  roof  with 
a  double-rung  ladder  leading  thereto;  that  a  Labor  Law 
fire-escape  shall  be  erected  on  the  front  of  the  building, 
complying  with  all  the  rules  therefor,  except  the  ladder 
may  be  of  the  vertical  counterzvrighted  type;  that  there 
shall  be  installed  in  the  rear  wall  on  the  second  story 
where  indicated,  a  door  not  less  than  3  ft  in  width  open¬ 
ing  outwardly  upon  the  rear  roof  extension  to  provide 
access  across  same  and  to  adjoining  extension  roof  to  the 
south  having  fire-escape  and  ladder  to  the  street;  that  the 
ceiling  of  the  first  story  shall  be  covered  with  stamped 
metal  and  the  cellar  with  not  less  than  one-half  inch 
plaster  board  plastered;  that  other  than  as  varied  herein 
the  Labor  Law  and  all  other  laws,  rules  and  requirements 
of  the  building  code  shall  be  complied  with;  that  the 
occupancy  of  the  second  floor  for  factory  purposes  shall 
not  exceed  that  legally  permitted  for  the  primary  means 
of  exit;  that  the  type  of  factory  work  on  the  second  floor 
shall  be  limited  to  light  manufacturing,  such  as  needle 
work  for  the  garment  trades. 


APPLIANCES  SUBMITTED  FOR  APPROVAL 

281-37-SA. 

APPLICANT — J.  A.  Flynn,  for  Todd  Combustion  Equip¬ 
ment,  Inc.,  owner. 

SUBJECT — Todd  Rotary  Burner  (Pump  Type),  Models 
A,  B,  C,  C-l  and  D,  approval  of. 

APPEARANCES— 

For  Applicant:  J.  A.  Flynn. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


282-37-SA. 

APPLICANT — Walter  Kidde  &  Company,  Inc.,  owner. 
SUBJECT — Lux  Model  2  Carbon  Dioxide  (CO2)  Fire 
Extinguisher,  approval  of. 

APPEARANCES— 

For  Applicant:  A.  C.  Dehnel  and  D.  Leerberger. 
ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


287-37-SA. 

APPLICANT — David  Kaufman,  for  Abraham  Bernstein, 
owner. 


SUBJECT — Nabco  Oil  Burner,  approval  of. 
APPEARANCES— 

For  Applicant :  David  Kaufman. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


289-37-SA. 

APPLICANT — Erik  B.  Anderson,  for  Alida  Mfg.  Co., 
owner. 

SUBJECT — Lido  Oil  Burner,  Models  D  and  C,  approval 
of. 

APPEARANCES— 

For  Applicant:  Erik  B.  Anderson. 

ACTION  OF  BOARD — Application  placed  on  reserve  cal¬ 
endar  and  referred  to  engineer  of  the  board. 


696-30-SA. 

APPLICANT — Hayward  Manufacturing  Co.,  Inc.,  owner. 

SUBJECT — Hayward  Oil  Burner — Application  for  con¬ 
sideration — reopening  and  amendment  of  resolu¬ 
tion  to  include  approval  of  various  models. 
APPEARANCES— 

For  Applicant :  Alfred  Maggs. 

ACTION  OF  BOARD — Application  reopened,  placed  on 
reserve  calendar  and  referred  to  engineer  of  the 
board. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 


23-37-SA. 

APPLICANT— Michael  Kliegman,  for  Silent  Heet  Oil 
Burner  Co.  for  Quiet  Heet  Manufacturing  Corp., 
owner. 

SUBJECT — Application  for  reopening — amendment — re 
Silent  Heet  Oil  Burner,  Models  A,  B  and  E. 

APPEARANCES— 

For  Applicant :  Max  Ginsberg. 

ACTION  OF  BOARD — Application  reopened  and  resolu¬ 
tion  amended. 

THE  VOTE  TO  REOPEN— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 


Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  VOTE  TO  AMEND  RESOLUTION— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 

Walsh .  4 

Negative  .  0 

Absent  .  0 

THE  RESOLUTION— 

(23-37-SA) 


Whereas,  Michael  Kliegman  of  Silent  Heet  Oil  Burner 
Co.,  for  Quiet  Heet  Mfg.  Corp.,  owner,  filed  January  21, 
1937,  an  application  of  the  Board  of  Standards  and  Ap¬ 
peals,  for  approval  of  the  device  known  as  the  Silent  Heet 
Oil  Burner,  Models  A,  B  and  E;  and 

Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  Division  of  Combustible  of  the  Fire 
Department  for  test  and  report;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  Division 
of  Combustibles  was  substantially  as  follows : 

The  burner  under  test  and  inspection  was  a  Model 
B.  This  burner  was  installed  in  a  conventional  type 
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steam  heating  plant,  used  for  domestic  purposes.  It 
is  of  the  pressure  atomizing  gun  type,  consisting  of  a 
Robbins  &  Meyer  for  General  Electric  1/6  H.P.  motor, 
a  Sirocco  type  fan,  a  Webster  fuel  unit,  consisting  of 
pump,  strainer  and  regulating  valve  and  a  Harsch 
nozzle. 

Ignition  —  Electric  —  Webster  transformer,  110  to 
1 ,000  volts. 

Controls — Minneapolis-Honeywell  Protecto-Relay  R- 
117-3  and  Pressuretrol  L-404. 

The  Models  A  and  E  are  identical  with  the  above 
model  with  the  exception  that  the  Model  A  has  a 
square  base  and  the  transformer  is  mounted  directly 
upon  the  top  of  the  blower.  The  Model  B  has  a  round 
base  with  the  transformer  at  the  side.  The  capacity  of 
these  burners  is  from  ll/2  to  3x/2  gallons  per  hour. 
With  the  oil  supply  shut  off  and  a  cold  combustion 
chamber,  the  burner  was  operated  and  the  controls  on 
two  successive  tests  shut  the  burner  down  in  90  and 
94  seconds  respectively.  The  burner  was  then  put  in 
normal  operation  for  a  period  of  approximately  1 
hour.  The  controls  functioned  as  designed.  During 
the  period  of  test  there  were  no  flare  backs  due  to 
faulty  ignition,  the  flame  was  clean  and  free  of  soot 
and  smoke  and  examination  of  the  combustion  chamber 
showed  no  undue  carbon  deposits. 

As  a  result  of  this  inspection  and  test,  it  is  recom¬ 
mended  that  the  Silent  Heet  Oil  Burner,  Models  A, 
B  and  E  be  approved  for  domestic  and  commercial  use 
when  installed  in  accordance  with  the  Oil  Burner  Rules 
adopted  by  the  Board  of  Standards  and  Appeals  with 
fuel  oil  not  heavier  than  No.  3,  U.  S.  Dept,  of  Com¬ 
merce  standards, 
and 

Whereas,  this  device  was  approved  May  11,  1937,  and 
applicant  requested  an  amendment  of  the  resolution  to 
permit  the  marketing  of  the  burner  under  the  names  Edi¬ 
son,  Stromberg  and  Ideal,  Models  A,  B  and  E  and  also  as 
the  Benat  Oil  Burner  Models  A,  B  and  E. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Silent  Heet  Oil 
Burner,  Models  A,  B  and  E  for  domestic  and  commercial 
installations,  when  installed  in  accordance  with  the  Oil 
Burner  Rules  adopted  by  the  Board  of  Standards  and 
Appeals,  and  when  used  with  fuel  oil  not  heavier  than  No. 
3,  U.  S.  Dept,  of  Commerce  standards,  on  condition  that 
there  shall  be  permanently  attached  to  each  burner  installed 
a  label  reading: 

NOTICE 
Approved  by  the 

BOARD  OF  STANDARDS  AND  APPEALS 
For  use  in  New  York  City 
UNDER  CAL.  No.  23-37-SA. 

Resolved  further,  that  this  device  may  also  be  marketed 
under  the  name  of  Edison  Oil  Burner,  Models  A,  B  and  E, 
as  the  Stromberg  Oil  Burner,  Models  A,  B  and  E,  the 
Ideal  Oil  Burner,  Models  A,  B  and  E,  or  as  the  Benat  Oil 
Burner,  Models  A,  B  and  E  provided  that  under  whichever 
name  marketed  the  requirements  herein  are  complied  with. 


24-37-SA. 

APPLICANT — Irving  T.  Hecht,  for  Silent  Glow  Oil 
Burner  Corp.,  owner. 

SUBJECT — Silent  Glow  Si-Glo-La  Oil  Space  Heaters, 
Models  15,  35,  60  and  80 — approval  of. 

APPEARANCES— 

For  Applicant:  None. 

ACTION  OF  BOARD — Appliance  approved  in  accord¬ 
ance  with  report  of  engineer  of  the  board. 

THE  VOTE  TO  APPROVE— 

Affirmative  :  Chairman  Murdock,  Commission¬ 
ers  Savage  and  Blum  and  Assistant  Chief 
Walsh .  4 


Negative  .  0 

Absent  .  0 


THE  RESOLUTION— 

(24-37-SA) 

Whereas,  Irving  T.  Hecht,  for  Silent  Glow  Oil  Burner 
Corporation,  owner,  filed,  May  17,  1937,  an  application  of 
the  Board  of  Standards  and  Appeals,  for  approval  of  the 
device  known  as  the  Silent  Glow  Si-Glo-La  Oil  Space 
Heater,  Models  15,  35,  60  and  80;  and 
Whereas,  the  device  was  submitted  to  the  engineer  of 
the  board  and  the  division  of  combustibles  of  the  fire  de¬ 
partment  for  test  and  report ;  and 

Whereas,  the  report  of  the  engineer  of  the  board  sup¬ 
plemented  by  that  of  the  representatives  of  the  division 
of  combustibles  was  substantially  as  follows : 

The  four  models  were  set  up  for  inspection  and 
tests,  as  follows : 

Model  15 : 

This  is  a  single  burner  space  heater  equipped  with 
one  6-inch  Silent  Glow  range  burner.  The  oil  supply 
for  the  burner  consists  of  a  three-gallon  metal  tank, 
which  is  inverted  into  a  large  reservoir  at  the  back  of 
the  heater.  Between  the  tank  and  heater  a  metal 
shield  has  been  provided  so  as  to  give  ample  air  cir¬ 
culation  and  prevent  an  overheating  of  the  oil  in  the 
storage  tank. 

Model  35 : 

This  burner  is  identical  with  the  above,  only  being 
larger  in  size  and  is  equipped  with  a  single  eight-inch 
Silent  Glow  range  burner. 

Model  60 : 

This  is  a  cabinet  type  space  heater  equipped  with 
two  six-inch  Silent  Glow  range  burners. 

Each  burner  unit  is  equipped  with  its  own  meter¬ 
ing  valve  so  that  either  one  or  both  of  the  burners 
may  be  operated  independently  of  each  other.  The 
oil  supply  is  from  a  three-gallon  metal  tank,  located 
in  the  back  of  the  cabinet  and  protected  from  the  heat 
by  means  of  a  metal  shield. 

Model  80 : 

This  heater  is  identical  but  larger  than  the  Model 
Number  60  described  above,  in  that  it  consists  of  two 
Silent  Glow  range  burner  units,  8  in.  in  diameter.  The 
oil  supply  for  this  model  consists  of  two  three- 
gallon  tanks  connected  to  each  of  the  burners. 

In  all  of  these  burners  the  oil  supply  is  governed 
by  means  of  a  Silent  Glow  V-slot  type  metering  valve. 

Each  of  the  cabinets  are  designed  for  flue  connec¬ 
tions  and  are  equipped  with  automatic  dampers. 

The  range  burner  units  used  in  these  heaters  have 
already  been  approved  by  the  board. 

These  burners  were  tested  for  approximately  one 
hour  and  it  was  found  that  the  controls  functioned  as 
designed. 

In  recommending  these  space  heaters  for  approval, 
it  is  suggested  that  certain  items  be  carried  out  for 
their  installation  and  included  upon  their  instruction 
cards  and  that  this  approval  be  not  final  until  a  copy 
of  said  instruction  card  is  filed  with  the  Board  of 
Standards  and  Appeals  and  the  New  York  Fire  De¬ 
partment. 

Resolved,  that  the  Board  of  Standards  and  Appeals  does 
hereby  approve  the  device  known  as  the  Silent  Glow 
Si-Glo-La  Oil  Space  Heater,  Models  15,  35,  60  and  80,  for 
use  with  range  oil  or  No.  1  fuel  oil  in  domestic  and  com¬ 
mercial  installations  when  installed  in  accordance  with 
the  above  report  and  with  the  Oil  Burner  Rules  of  the 
Board  of  Standards  and  Appeals  and  with  the  following 
additional  requirements : 

1.  Only  safety  cans  approved  by  the  New  York  Fire 
Department  shall  be  used  for  the  storage  and  filling 
of  oil  containers. 

2.  The  device  shall  bear  a  label  permanently  affixed 
thereto  reading  as  follows : 
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NOTICE 

APPROVED  BY  THE 

BOARD  OF  STANDARDS  AND  APPEALS 
FOR  USE  IN  NEW  YORK  CITY 
UNDER  CAL.  No.  24-37-SA 

3.  Floor  beneath  the  oil  burning  device  shall  be  pro¬ 
tected  by  a  jZ-inch  asbestos  or  other  equivalent 
shield,  extending  at  least  12  inches  beyond  the  out¬ 
line  of  such  device. 

4.  The  manufacturer  or  installer  of  this  burner  shall, 
within  48  hours  after  each  installation,  notify  the 
Fire  Department  in  writing  of  the  name  of  the 


*  CORRECTION 

The  minutes  of  the  meeting  of  the  Board  of  Standards 
and  Appeals  held  Tuesday,  March  16,  1937,  as  they  ap¬ 
peared  in  Bulletin  No.  22,  Vol.  XXII,  are  hereby  corrected 
to  read  as  follows : 

THE  RESOLUTION— 

(72-37- A) 

Whereas,  Acme  Shellac  Products  Corporation,  applicant 
and  lessee,  filed  February  26,  1937,  an  appeal  from  an 
order  of  the  fire  commissioner,  affecting  premises  48-10 
to  48-20  30th  street,  west  side,  37  ft.  north  of  Hunters 
point  avenue  (Block  No.  115,  Lot  No.  201),  Long  Island 
City,  Borough  of  Queens ;  and 

Whereas,  the  order  of  the  fire  commissioner,  dated 
February  9,  1937,  re.  Order  No.  70089-LC,  reads : 

“L  Remove  from  the  premises  and  discontinue  the 
further  storage  and  manufacture  of  an  inflammable 
mixture  (E.Z.  Floor  Polish)  on  the  same  premises 
where  shellac,  varnish  is  manufactured  for  the  reason 
that  the  manufacture  of  an  inflammable  mixture  (E.Z. 
Floor  Polish)  on  the  same  premises  where  shellac 
varnish  is  manufactured  is  a  violation  of  Subdivision 
of  2F,  Section  131,  Chapter  10,  Code  of  Ordinances, 
New  York,  which  reads  as  follows: 

‘No  permit  for  the  manufacture  of  inflammable 
mixtures  (E.Z.  Floor  Polish)  shall  be  issued  for 
any  building  where  dry  goods  or  other  materials  of 
a  highly  inflammable  nature  are  manufactured, 
stored  or  sold.’  ” 

and 

Whereas,  the  premises  in  question  consist  of  a  two- 
story-non-fireproof  building  24  ft.  in  height  and  112  ft. 
by  90  ft.  in  area,  erected  in  1934  and  1936  and  occupied 

*  Correction — The  word  ‘other’  inserted  before  ‘respects’ 
and  word  ‘mixture’  changed  to  ‘mixtures’  in  last  line  of 
resolution. 


person  to  whom  this  burner  was  sold  and  the  ad¬ 
dress  of  the  premises  where  installed. 

5.  fl  his  burner  shall  be  connected  to  a  legal  chimney 
complying  with  the  requirements  of  Section  403  of 
Chapter  V  of  the  Code  of  Ordinances ;  said  chim¬ 
ney  to  have  a  readily  accessible  cleanout  door ;  the 
flue  connection  to  the  chimney  shall  be  equipped 
with  automatic  damper. 


\djourned,  5:10  P.M. 

Edward  V.  Barton,  Chief  Clerk. 


as  follows:  1st  floor— factory— 10  persons;  2nd  floor- 
office — 3  persons;  mezzanine — factory — 1  person,  for 
which  Certificate  of  Occupancy  No.  3637  was  issued  De¬ 
cember  31,  1936;  and 

Whereas,  the  applicant  contends  that  the  entire  build¬ 
ing  occupied  by  the  applicant  is  used  for  the  cutting,  man¬ 
ufacturing  and  packaging  of  shellac  and  shellac  products; 
that  the  fire  department  has  issued  a  permit  to  the  appli¬ 
cant  for  the  manufacture  of  shellac  and  shellac  products 
and  the  applicant  herein  has  been  manufacturing  shellac 
and  shellac  products  for  several  years;  that  one  of  the 
products  manufactured  by  the  applicant  to  which  the  fire 
department  of  the  City  of  New  York  objects  is  E.Z.  Floor 
Polish;  that  E.Z.  Floor  Polish  is  shellac  diluted  with 
alcohol ;  that  if  the  applicant  were  to  label  the  product, 
E.Z.  Floor  Polish  “Shellac,”  the  fire  department  would 
have  no  objection.  However,  to  cease  using  the  name 
“E.Z.  Floor  Polish”  would  undoubtedly  retard  the  sale  of 
this  product,  inasmuch  as  the  ultimate  consumer  will  only 
pui  chase  an  article  which  is  labelled  “polish”  for  polishing 
purposes;  that  inflammable  mixtures  are  not  sold  at  the 
premises;  that  unless  the  applicant  herein  is  permitted  to 
manufacture  E.Z.  Floor  Polish  on  the  premises  herein,  it 
will  work  an  undue  hardship  on  the  said  company,  in  that 
it  will  not  be  able  to  compete  with  the  other  shellac 
manufacturers  in  the  city,  who  are  also  manufacturing 
floor  polish  similar  in  chemical  composition  to  that  manu¬ 
factured  by  the  applicant;  and 

Whereas,  it  appears  that  “E.Z.  Floor  Polish”  is  a  di¬ 
luted  shellac  and  that  the  entire  building  is  used  for  cut¬ 
ting  shellac  and  packaging  same. 

Resolved,  that  the  order  of  the  fire  commissioner,  No. 
70089-LC,  be  and  it  hereby  is  modified,  and  that  the  ap¬ 
peal  be  and  it  hereby  is  granted,  permitting  the  manufac¬ 
ture  of  E.Z.  Floor  Polish,  on  condition  that  all  packages 
are  properly  labeled  and  that  the  manufacture  conform  in 
all  other  respects  with  the  rules  governing  inflammable 
mixtures. 


WARNING 


Notice  is  hereby  given  to  all  appellants  and  applicants, 
and  to  all  lawyers,  architects  and  engineers  representing 
owners  or  lessees  in  proceedings  before  the  board — 

First,  That  if  they  do  not  appear  in  person  or  by  rep¬ 
resentative  at  the  hearing  of  their  case,  dismissal  for  lack 
of  prosecution  is  likely  to  result. 

Second,  That  due  and  ample  notice  of  the  date  set  for 
hearing  is  provided  in  the  publication  in  this  Bulletin  of 
the  calendars  of  the  board,  each  case  being  set  down  by 
Calendar  Number  and  premises  under  the  date  of  the 
hearing. 

Third,  That  no  plea  of  ignorance  of  the  date  of  the 
hearing  can  be  entertained  in  view  of  this  publication  and 
of  the  posting  of  the  calendars  on  the  bulletin  board  in  the 


offices  of  the  board  and  of  the  further  publication  of  the 
calendars  in  the  daily  press. 

Fourth,  That  no  one  is  entitled  to  written  notice  of  the 
date  for  the  hearing  in  his  case,  and  that  the  plea  of  failure 
to  receive  such  notice  is  no  excuse  for  neglect  to  appear. 

Fifth,  That  the  business  of  the  board  is  to  dispose  of  all 
cases  promptly,  for  the  reason  that  the  pendancy  of  an 
appeal  or  application  ties  the  hands  of  the  administrative 
official  in  enforcing  his  order;  therefore,  no  appeal  or  ap¬ 
plication  will  be  held  in  abeyance  by  reason  of  failure  of 
the  appellant  or  applicant  to  file  necessary  data,  or  by  any 
other  method  of  delay. 

Sixth,  That  no  appeal  or  application  will  be  accepted  for 
filing  unless,  at  the  time  of  filing,  all  papers,  plans  and  data 
required  by  law  are  supplied,  as  specified  on  the  blank 
appeal  or  application  forms. 
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RULES  GOVERNING  FIRE ^  EXTINGUISHING  APPLIANCES  —  SPRINKLER  SYSTEMS 
BY  THE  BOARD  OF  STANDARDS  AND  APPEALS  NOVEMBER  9,  1927 


ADOPTED 


Note — In  reprinting  these  Rules,  no  changes  have  been 
made,  as  to  departmental  jurisdiction,  as  changed  by  the 
McCall  Bill  known  as  Chapter  764  of  the  Laws  of'  1933. 

General  Requirements.  The  rules  contained  herein 
cover  the  general  details  of  a  sprinkler  equipment  only. 
Before  an  _  equipment  is  installed  or  before  a  present 
equipment  is  remodeled,  involving  10  or  more  heads  on 
any  floor,  complete  working  plans  shall  be  submitted  for 
approval  to  the  Fire  Department,  with  such  specification 
forms  as  may  be  required  by  the  Fire  Commissioner, 
except  for  the  installation  of  the  connection  to  the  water 
main  service  pipe  and  meter  setting,  which  shall  be  ap¬ 
proved  by  the  Department  of  Water  Supply,  Gas  and 
Electricity. 

Plans.  These  plans  shall  be  drawn  to  an  indicated 
scale;  give  correct  address  and  points  of  compass;  show 
longitudinal  and  cross  sections  of  the  building  with  story 
heights,  and  the  essential  features  of  the  construction, 
viz.,  size,  location  and  direction  of  joists,  timbers  01- 
other  structural  members.  They  shall  also  indicate  the 
location  and  size  of  water  supplies,  connecting  pipes, 
feed  mains  and  risers,  gate,  check,  alarm  and  dry-pipe 
valves,  as  well  as  the  location,  spacing,  number  and  type 
of  sprinklers.  Plans  for  non-automatic  dry-pipe  systems 
shall  indicate  the  location  and  number  of  actuating  de¬ 
vices. 

Upon  approval  of  preliminary  plans  such  number  of 
sets  of  clean,  corrected  plans  on  cloth  as  the  Fire  Com¬ 
missioner  may  require,  not  exceeding  three  (3),  shall  be 
filed  for  final  approval  of  the  Fire  Commissioner.  A  cer¬ 
tified  copy  of  the  approved  plans  shall  be  forwarded  to 
the  Bureau  of  Buildings  by  the  Bureau  of  Fire  Preven¬ 
tion.  If  the  structure  is  equipped  with  a  standpipe  (fire 
line)  the  plans  shall  include  a  note  to  that  effect. 

When  entirely  completed  in  accordance  with  the  ap¬ 
proved  plans,  application  shall  be  made  to  the  Bureau  of 
Fire  Prevention  for  test  and  acceptance  of  the  completed 
installation.  When  the  sprinkler  equipment  is  approved 
the  applicant  will  be  so  advised  in  writing  by  the  Bureau 
of  Fire  Prevention. 

Rule  1.  Definition  of  Automatic  Extinguisher  Systems. 

Automatic  extinguisher  systems  shall  consist  of  a  system 
of  piping  connected  to  one  or  more  acceptable  sources  of 
water  supply,  provided  with  distributing  devices  so  ar¬ 
ranged  and  located  as  to  discharge  and  diffuse  automati¬ 
cally  an  effective  stream  or  spray  over  the  interior  of  the 
building  area. 

Rule  2.  Classification  of  Sprinkler  Systems.  For  the 

purpose  of  these  rules,  sprinkler  systems  shall  be  classi¬ 
fied  as : 

(a)  Automatic  Wet  Pipe  Systems,  in  which  all  pipes 
and  sprinkler  heads  are  at  all  times  filled  with  water : 

(b)  Automatic  Dry  Pipe  Systems,  in  which  the  pipes 
and  sprinkler  heads  are  filled  with  air,  either  compressed 
or  at  atmospheric  pressure,  and  the  water  supply  is  con¬ 
trolled  by  a  Dry  Pipe  Valve  as  defined  in  Rule  39  of 
these  Rules. 

(c)  Non-Automatic  Systems,  in  which  all  pipes  and 
sprinkler  heads  are  maintained  dry,  equipped  with  a 
Siamese  fire  department  connection. 

An  automatic  thermostatic  or  pneumatic  fire  alarm 
with  direct  connection  to  Central  Office  of  one  of  the 
operating  fire  alarm  companies  or  Fire  Department  Head¬ 
quarters  shall  be  provided  in  connection  with  all  non¬ 
automatic  sprinkler  systems. 

Rule  3.  Approved  Devices.  Automatic  sprinklers  and 
accessory  appliances  shall  include  all  devices  approved 
as  such  by  any  recognized  standard  research  laboratory 
on  the  endorsement  of  approval  by  resolution  of  the  Board 
of  Standards  and  Appeals. 


Rule  4.  Water  Supply.  Approved  sources  of  water 
supply  shall  be  classified  as  Automatic  and  Auxiliary. 

(a)  Automatic  Sources  shall  include  the  Gravity  Tank, 
the  Pressure  Tank,  or  direct  connection  to  the  Public 
Water  System. 

(b)  Auxiliary  Sources  shall  include  the  Fire  Pump 

and  the  Fire  Department  Siamese  connection. 

Rule  5.  Gravity  Tank.  Gravity  tanks  shall  contain  an 
available  quantity  of  water  sufficient  to  supply  twenty- 
five  per  cent.  (25%)  of  the  number  of  sprinkler  heads  in 
the  average  protected  fire  area  for  twenty  (20)  minutes, 
but  not  less  than  5,000  gallons;  and  the  bottom  of  the 
tank  shall  have  an  elevation  of  not  less  than  twenty  (20) 
feet  above  the  higest  line  of  sprinklers  below  the  main 
roof.  Gravity  tank  or  tanks  shall  not  be  required  to  be 
elevated  above  the  highest  sprinklers  in  pent  house  hav¬ 
ing  an  area  less  than  2,500  sq.  ft.,  unless  such  pent  house 
contains  a  hazardous  occupancy,  or  is  used  for  the  stor¬ 
age  of  combustible  material.  Where  a  split  system  is 
installed  the  bottom  of  the  tank  or  tanks  need  not  be 
elevated  more  than  3  feet  above  the  main  roof  or  20  feet 
above  the  highest  sprinkler  fed  from  an  intermediate  tank. 

Where  a  tank  capacity  in  excess  of  25,000  gallons  is 
required  by  this  rule,  the  amount  of  water  in  excess  of 
25,000  gallons  shall  be  provided  in  separate  tanks  not 
grouped  together  except  when  tanks  of  unlimited  capaci¬ 
ties  are  supported  on  structures  altogether  independent 
of  buildings. 

The  tank  shall  be  filled  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  (2) 
inches  in  size,  discharging  into  the  top  of  the  tank.  The 
water  supply  and  connections  shall  be  capable  of  sup¬ 
plying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute. 

The  filling  pipe  shall  be  carried  up  inside  a  frost-proof 
casing  and  may  extend  through  tank  bottom  to  discharge 
at  top  of  tank  above  full  water  level.  The  portion  of 
pipe  inside  tank  must  be  of  brass  or  copper  or  other  non- 
corrosive  material. 

Tanks  shall  not  be  fed  through  sprinkler  lines. 

The  sprinkler  and  standpipe  tanks  may  be  fed  from  a 
common  source  of  supply,  either  a  pump  or  a  direct 
service  main  connection,  provided  that  there  are  separate 
feed  mains  from  the  basement  or  lowest  story  and  a  con¬ 
trol  valve  in  each  feed  line  in  a  pump  or  engine  room. 

The  overflow  pipe  shall  be  not  less  than  two  (2) 
inches  in  diameter  for  tanks  up  to  30,000  gallons  capacity 
and  not  less  than  three  (3)  inches  in  diameter  for  larger 
tanks.  The  top  of  the  overflow  pipe  shall  be  three  (3) 
inches  below  the  top  of  the  staves  in  wooden  tanks  and 
one  (1)  inch  from  the  top  in  steel  tanks.  The  pipe  may 
extend  through  the  bottom  of  tank  provided  the  portion 
inside  tank  is  of  brass  or  copper  or  other  non-corrosive 
metal  and  without  joints  or  it  may  extend  through  side 
of  tank.  For  tanks  over  roofs  overflow  pipes  shall  termi¬ 
nate  not  more  than  twenty-four  (24)  inches  above  roof 
and  shall  be  fitted  with  a  90  degree  elbow.  At  each 
gravity  or  pressure  tank  there  shall  be  provided  a  4-inch 
emergency  drain,  and  for  gravity  tanks  in  excess  of  ten 
thousand  (10,000)  gallons  capacity  a  six-inch  (6")  emer¬ 
gency  drain  must  be  provided.  Such  drain  to  be  equipped 
with  an  O.  S.  and  Y.  gate  valve  arranged  to  discharge 
on  the  roof  of  building  not  more  than  twenty-four  inches 
(24")  above  roof  and  shall  be  fitted  with  a  90  degree 
elbow.  When  the  tank  or  tanks  are  on  a  separate  struc¬ 
ture  independent  of  buildings,  drain  connections  to  be 
arranged  to  discharge  at  ground  level. 

Rule  6.  Frott  Proofing.  The  discharge,  heating  or 
filling  pipes  where  exposed  to  the  weather  shall  be  pro¬ 
tected  from  freezing  in  the  following  manner: 
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1.  Pipes  painted  two  (2)  coats  of  red  lead  in  linseed 
oil  with  a  small  percentage  of  litharge  as  a  hardener. 

2.  One  wrapping  of  tar  paper  equivalent  to  Asphalt  Sat¬ 
urated  Wool  Felt  paper  weighing  12  lbs.  per  100  sq.  ft. 

3.  Three  (3)  layers  of  standard  1"  high  grade  long 
cow’s  hair  felt  interposed  and  covered  with  one  (1)  layer 
of  builder’s  paper  equivalent  to  red  rosin  sized  sheathing 
paper  weighing  40  lbs.  per  500  sq.  ft. 

4.  One  (1)  covering  of  8  oz.  canvas,  painted  with  two 
(2)  coats  of  waterproofed  paint. 

Application. 

a.  All  wrappings  to  be  independently  applied  and  se¬ 
curely  fastened  in  place  with  heavy  jute  twine.  Circum¬ 
ferential  and  logitudinal  joints  to  have  at  least  a  2"  lap 
staggered  with  adjacent  layers  and  opposing  leakage  to  the 
hair  felt. 

b.  In  groups  of  pipes  each  water  pipe  is  to  be  wrapped 
separately  with  the  tar  paper,  but  subsequent  layers  of  felt 
and  paper  may  be  applied  collectively  if  space  does  not  per¬ 
mit  of  individual  wrapping. 

c.  Where  a  heating  pipe  is  one  of  the  group,  the  wrap¬ 
ping  should  be  applied  so  that  the  hot  line  would  serve  all 
pipes  in  the  enclosure.  The  initial  wrapping  of  tar  paper 
around  each  water  pipe  should  be  applied  with  laps  down 
and  the  whole  group  wrapped  with  tar  paper  with  laps  up. 
If  due  to  the  position  of  the  hot  line  sufficient  air  space 
would  not  insulate  the  hair  felt,  then  protection  to  be  ef¬ 
fected  by  suitable  separators,  or  a  wrapping  of  asbestos 
paper  iwstead  of  the  tar  paper  around  the  group. 

d.  On  vertical  pipes  particular  provision  to  be  made  to 
prevent  slipping  and  tearing  of  insulation  due  to  its  weight. 

e.  To  prevent  slipping  away  of  insulation  at  point  of 
entrance  of  pipes  into  a  tank,  and  to  shed  leakage  from  slip 
joints,  a  16  oz.  duck  to  be  provided,  doubled  and  securely 
fastened  to  bottom  of  the  tank  overlapping  inside  and  out¬ 
side  the  insulation  of  the  group  for  a  distance  of  18"  below 
the  tank.  This  duck  to  be  well  coated  with  paint.  Loose 
hair  felt  to  be  packed  about  connections  at  tank  bottom  to 
safeguard  against  settling. 

Rule  7.  Tank  Ladders  and  Supports.  Easy  access  to 

top  of  each  tank  shall  be  provided  by  means  of  a  steel  or 
wrought  iron  gooseneck  ladder  substantially  constructed  of 
flat  iron  side  bars  of  not  less  than  2"  x  $4'",  or  angle  iron 
strings  not  less  than  1 34"  x  1  Ya"  x  Y\" ,  spaced  not  less  than 
14"  apart,  with  rungs  round  or  square  not  less  than  54". 
spaced  not  more  than  12"  on  centres,  the  ladder  rigidly 
braced,  and  shall  not  tip  outward  from  the  vertical  at  any 
point,  and  when  ladders  exceed  20  feet  in  height  an  iron 
platform  not  less  than  14"  square,  rigidly  secured  to  strings 
of  ladder  and  properly  braced  shall  be  provided  near  top 
of  tank. 

Tanks  above  roofs  shall  be  constructed  according  to  the 
requirements  of  the  Building  Code  and  supporting  struc¬ 
tures  shall  be  approved  by  the  Superintendent  of  Buildings. 
Tanks  not  enclosed  and  exposed  to  the  weather  shall  be 
covered  with  a  double  roof  of  acceptable  construction  con¬ 
sisting  of  a  tight  flat  cover  of  matched  boards  and  above 
this  a  conical  roof  which  shall  be  covered  with  an  ap¬ 
proved  roofing. 

Where  a  gravity  tank  is  located  on  a  structure  altogether 
independent  of  buildings  the  bottom  shall  not  be  less  than 
20  feet  above  the  highest  line  of  sprinklers  below  the  main 
roof  of  the  highest  building  in  a  group  of  buildings. 

Rule  8.  Pressure  Tank.  Pressure  tanks  shall  contair 
sufficient  water  to  supply  twelve  and  one-half  per  cent 
(12j4%)  of  the  number  of  sprinklers  in  the  average  pro¬ 
tected  fire  area  for  twenty  (20)  minutes,  but  not  less 
than  3,000  gallons  of  water  for  a  wet  pipe  system  where 
supplemented  by  an  auxiliary  water  supply,  and  not  less 
than  5,000  gallons  of  water  for  a  dry-pipe  system.  No 
single  tank  shall  have  a  capacity  greater  than  6,000  gallons 
of  water.  The  tank  shall  be  kept  two-thirds  (2/3)  full/of 
water  under  a  pressure  of  seventy-five  (75)  pounds  per 


square  inch,  and  shall  be  so  proportioned  and  located  that 
a  pressure  of  not  less  than  fifteen  (15)  pounds  per  square 
inch  will  be  available  on  the  highest  line  of  sprinklers  below 
the  main  roof. 

A  pressure  tank  or  tanks  shall  not  be  located  below  the 
highest  line  of  sprinklers  under  the  main  roof  supplied  by 
such  tank  or  tanks  and  shall  not  be  required  to  be  located 
above  the  highest  line  of  sprinklers  in  a  pent  house  having 
an  area  less  than  2,500  square  feet  unless  such  pent  house 
contains  a  hazardous  occupancy  or  is  used  for  the  storage 
of  combustible  materials.  Where  a  split  system  is  installed 
the  bottom  of  the  intermediate  tank  shall  be  located  above 
the  highest  line  of  sprinklers  fed  from  such  tanks. 

The  water  shall  be  supplied  through  a  fixed  pipe,  inde¬ 
pendent  of  the  sprinkler  piping,  not  less  than  two  inches  in 
size.  The  water  supply  and  connections  shall  be  capable  of 
supplying  the  tank  at  a  rate  of  not  less  than  sixty-five  (65) 
gallons  per  minute  without  reducing  the  pressure  in  the 
tank.  The  tank  shall  have  a  fixed  metallic  horizontal  line 
on  the  end  opposite  the  glass  gauge,  or  other  acceptable 
device,  to  indicate  the  level  of  the  water  when  the  tank  is 
two-thirds  full. 

The  air  compressor  shall  be  of  sufficient  capacity  to 
increase  the  air  pressure  at  the  average  rate  of  one  (1) 
pound  in  two  minutes  in  each  pressure  tank. 

Rule  9.  Public  Water  System.  Direct  connection  to  the 

city  water  supply  shall  be  capable  of  furnishing  water,  at 
not  less  than  fifteen  (15)  pounds  per  square  inch  static 
pressure  at  the  highest  line  of  sprinklers  below  the  main 
roof. 

(a)  Where  the  average  pressure  from  the  city  water 
supply  does  not  comply  with  this  rule  but  is  sufficient  to 
give  at  least  five  pounds  at  the  highest  line  of  sprinklers  as 
determined  by  test,  an  automatic,  electrically  driven  pump 
installed  for  the  purpose  of  boosting  or  increasing  the  city 
water  pressure  in  the  sprinkler  system  may  be  accepted 
under  the  following  conditions : 

Pump  to  be  a  single  stage,  centrifugal,  of  approved 
design,  to  be  of  not  less  than  500  gallons  per  minute  capac¬ 
ity  and  to  otherwise  comply  with  Rule  10. 

(b)  Pump  to  be  automatic,  arranged  to  maintain  25 
pounds  at  highest  line  of  sprinklers  at  rated  capacity  and 
to  be  under  the  supervision  and  directly  connected  to  the 
office  of  one  of  the  fire  alarm  companies  which  is  con¬ 
nected  to  Fire  Department  headquarters. 

(c)  The  acceptance  of  this  form  of  an  automatic  water 
supply  shall  be  limited  to  an  individual  building  not  ex¬ 
ceeding  80  feet  in  height,  requiring  not  more  than  100 
sprinklers  in  the  largest  fire  area. 

(d)  Subject  to  the  requirements  of  the  Department  of 
Water  Supply,  Gas  and  Electricity,  the  size  of  each  connec¬ 
tion  shall  be  as  large  as  that  of  the  main  riser  and  not  less 
than  four  (4)  inches,  and  shall  have  a  post  indicator  manu¬ 
ally  operated  control  valve,  painted  green,  sealed  open  in 
an  approved  manner,  located  on  the  first  story  or  at  the 
sidewalk  level  near  point  of  main  entrance  to  building, 
and  be  provided  with  a  sign  secured  to  post  reading: 
sprinkler  control  to  city  main. 

(e)  House  service  water  supply  connection  may  be 
taken  from  the  sprinkler  water  supply  connection  to  the 
city  main  on  the  inlet  side  of  the  fire  meter,  not  exceed¬ 
ing  lLt  inches  in  diameter  for  a  4-inch  connection,  and 
2  inches  in  diameter  for  a  6-inch  or  larger  connection. 

(f)  A  certificate  establishing  the  fact  that  water  sup¬ 
ply  conditions  and  pressures  are  as  may  be  required  shall 
be  submitted  to  the  Fire  Department  from  the  Department 
of  Water  Supply,  Gas  and  Electricity. 

Rule  10.  Fire  Pump.  As  auxiliary  sources  of  water 
supply,  steam  or  electric  standard  fire  pumps  shall  re¬ 
ceive  water  supply  from  a  suction  tank,  a  direct  connec¬ 
tion  to  the  city  water  main  or  other  approved  source, 
capable  of  supplying  the  pump  at  its  rated  capacity  for 
sixty  (60)  minutes.  The  rated  capacity  of  the  pump  shall 
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be  not  less  than  five  hundred  (500)  gallons  per  minute, 
and  shall  be  sufficient  to  supply  twenty-five  per  cent.  (25%) 
of  the  number  of  sprinklers  in  the  average  protected  fire 
area. 

The  pump  shall  be  located  in  a  room  of  fireproof  con¬ 
struction,  properly  ventilated,  lighted  and  drained,  en¬ 
closed  in  eight  (8)  inch  brick  or  concrete  walls  with 
approved  fire  doors  at  openings  and  with  fireproof  floor 
and  ceiling  construction.  If  located  in  the  lowest  story 
of  the  building,  the  pump  shall  be  placed  on  a  founda¬ 
tion  not  less  than  one  (1)  foot  in  height.  The  pump 
room  shall  be  readily  accessible  with  safe  egress  for  the 
attendant. 

A  reliable  source  of  energy  for  driving  the  pump  shall 
be  provided.  For  steam  pumps,  provision  shall  be  made 
for  sufficient  steam  power  to  operate  the  pumps  at  full 
rated  capacity,  and  a  steam  pressure  of  not  less  than 
fifty  (50)  pounds  shall  be  maintained  at  the  pump  at  all 
times.  Where  there  is  more  than  one  boiler,  the  pipes 
and  valves  shall  be  so  arranged  to  permit  the  cutting  out 
of  any  one  boiler  without  interrupting  the  steam  supply 
to  the  pump  from  the  other  boilers.  The  boiler  room 
shall  be  cut  off  from  the  remainder  of  the  building  by 
fireproof  floor  and  wall  construction  with  approved  fire 
doors  at  all  openings. 

Electrical  energy  from  a  public  service  plant  shall  be 
acceptable  as  a  source  of  energy  for  driving  electric  fire 
pumps.  When  local  power  plants  supply  the  energy  for 
operating  electric  pumps,  two  motor  generator  units  shall 
be  provided,  or  one  generator  unit  supplemented  by  a 
public  service  break-down  switch.  Local  electric  power 
plants  shall  be  located  in  rooms  of  fireproof  construction 
with  approved  fire  doors  at  openings. 

Rule  11.  Sprinkler  Discharge.  For  the  purpose  o 
computing  the  capacity  of  water  supplies,  standard  one- 
half  (l/2)  inch  sprinkler  heads  shall  be  assumed  to  have 
an  average  discharge  of  twenty  (20)  gallons  per  minute, 
and  the  discharge  of  larger  heads  shall  be  computed 
proportionately  in  the  ratio  of  the  areas  of  their  respec¬ 
tive  orifices. 

Rule  12.  Fire  Area.  A  fire  area  is  any  floor  spac 
enclosed  on  all  sides  by  exterior  walls  or  fire  walls  or  a 
combination  of  both. 

In  a  non-fireproof  building  with  mill  or  non-fireproof 
floors  and  roof,  such  wall  shall  be  not  less  than  8  in.  in 
thickness  if  of  brick  or  stone,  and  not  less  than  6  in.  if  of 
reinforced  concrete,  and  extending  continuously  from  the 
lowest  story  to  be  at  least  3  ft.  above  the  roof  and  be 
coped. 

In  a  fireproof  building  such  wall  or  walls  shall  be  of 
fireproof  material  not  less  than  6  in.  in  thickness,  and 
shall  extend  from  the  fireproof  floor  to  ceiling,  or  un¬ 
derside  of  fireproof  roof. 

No  opening  shall  exceed  66  in.  in  width,  or  60  sq.  ft. 
in  area,  the  centre  of  every  opening  in  such  walls  shall 
be  at  least  40  ft.  from  the  centre  of  every  other  opening 
therein  at  the  same  level. 

AJ1  openings  shall  be  provided  with  approved  auto¬ 
matic  fire  doors  on  each  side  of  openings. 

The  number  of  sprinklers  in  the  average  protected  fire 
area  shall  be  determined  by  the  number  of  sprinklered 
stories  in  such  section.  In  determining  the  required  capac¬ 
ity  of  water  supplies,  the  number  of  sprinklers  in  the 
average  protected  fire  area  need  not  include  those  located 
in  low  positions,  such  as  under  benches,  low  shelves, 
closets  and  platforms  and  between  cars  in  car  barns. 

Rule  13.  Fire  Department  Connection.  All  auto 

matic  sprinkler  systems  shall  be  provided  with  at  least 
one  two-way  Siamese  connection  on  each  street  front 
of  the  building  for  connection  to  the  fire  department  hose. 
Buildings  fronting  on  only  one  street  shall  be  provided 
with  at  least  two  Siamese  connections  when  the  street 
frontage  of  buildings  exceeds  two  hundred  (200)  feet. 


Where  buildings  have  frontages  on  more  than  one 
street  there  shall  be  a  fire  department  connection  on  each 
street  front  where  frontage  is  not  continuous  but  in  all 
cases  where  more  than  one  fire  department  connection 
is  required  they  shall  be  located  as  the  Fire  Commis¬ 
sioner  may  direct  and  shall  not  be  grouped.  The  Siam¬ 
ese  headers  shall  be  of  the  same  diameter  as  the  largest 
riser  or  cross  connection,  but  in  no  case  less  than  4 
inches  or  more  than  6  inches. 

All  Siamese  hose  connections  hereinafter  installed,  ex¬ 
cept  those  on  piers  or  _  warehouses  intended  for  fire  boat 
use,  shall  be  three  (3)  inches,  female  connection.  Siamese 
on  piers,  warehouses,  etc.,  intended  for  fireboat  use,  ex¬ 
cept  where  the  source  of  supply  is  from  a  direct  connec¬ 
tion  to  city  main,  shall  be  not  less  than  3^-inch  female 
connections  with  standard  fire  department  threads. 

.  The  Siamese  shall  be  placed  at  least  eighteen  (18) 
inches  and  not  more  than  three  (3)  feet  above  the  side¬ 
walk,  in  a  horizontal  position  accessible  to  the  fire  de¬ 
partment.  Each  inlet  shall  be  provided  with  a  clapper 
valve  machined  to  a  true  face. 


Each  Siamese  connection  shall  be  designated  by  raised 
letters  at  least  one  (1)  inch  in  size,  cast  in  the  fitting  in 
a  clear  and  prominent  manner  and  reading  for  the  service 
designated,  viz.  :  ^ “Base,  Spkr.,”  etc.,  as  the  case  may  be. 
it  the  entire  building  is  sprinklered,  the  fitting  shall  be 
marked  “Auto.  Spkr.” 


Siamese  hose  connections  may  project  through  a  street 
wall  not  more  than  twelve  (12)  inches  beyond  the  build¬ 
ing  line  except  that  where  there  is  an  angle  formed  by 
the  street  wall  and  a  check  piece  or  the  base  of  a  column, 
pilaster  or  ornamental  projection,  they  may  be  so  located 
that  no  part  extends  more  than  fifteen  (15)  inches  from 
either  side  of  such  angle  in  accordance  with  the  pro¬ 
visions  of  the  Building  Code. 

In  each  fire  department  connection  there  shall  be  an 
approved  straightway  check  valve  installed  in  a  hori¬ 
zontal  position,  the  piping  shall  be  arranged  to  drain  be¬ 
tween  the  check  valve  and  the  outside  Siamese  coupling 
by  either  a  ball  drip  having  a  one-half  ( y2 )  inch  pipe 
connection  and  one-half  (J/2)  inch  orifice  and  a  bronze 
ball  of  proper  size,  or  by  a  three-quarter  (Y)  inch  drip 
connection  arranged  to  drain  to  a  sewer. 


All  sprinkler  Siamese  street  risers,  Siamese  wall  collars 
and  adjustable  Siamese  caps  shall  be  painted  green. 

Rule  14.  Sprinkler  Systems  Classified. 

(a)  One  Source  Systems,  supplied  with  water  from 
any  one  of  the  automatic  sources  or  the  automatic  super¬ 
vised  fire  pump  specified  in  rule  nine;  and 

(b)  Two  Source  Systems,  supplied  with  water  from  a 
combination  of  any  two  of  the  automatic  sources ;  two 
pressure  tanks  with  a  total  water  capacity  twice  that  re¬ 
quired  for  a  one  source  supply;  direct  connection  to  the 
city  water  supply  on  two  different  streets,  so  located  that 
the  closing  of  the  controlling  valve  on  one  main  will  not 
eliminate  the  main  on  the  other  street;  or  a  direct  con¬ 
nection  to  the  city  water  supply  and  one  of  the  auxiliary 
sources  provided  the  water  supply  connection  is  at  least 
six  (6)  inches  in  size,  the  main  is  fed  both  ways  and  a 
two  (2)  inch  test  pipe  at  the  top  of  the  sprinkler  riser 
shows  a  flowing  pressure  of  fifteen  (15)  pounds  per 
square  inch  between  the  hours  of  six  a.m.  to  six  p.m. 

Rule  15.  Sprinkler  Spacing.  Sprinkler  heads  and  lines 
shall  be  spaced  as  herein  provided: 

Mill  Construction.  Under  mill  ceiling  (smooth  solid 
plank  and  timber  construction,  5  to  12  foot  bays)  one 
line  of  sprinklers  shall  be  placed  in  the  center  of  each 
bay  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

(a)  For  Standard  one-half  (}4)  inch  heads — 

8  feet  in  12  foot  bays; 

9  feet  in  11  foot  bays; 
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10  feet  in  10  foot  bays; 

11  feet  in  9  foot  bays; 

12  feet  in  5  to  8  foot  bays ; 

(b)  For  Conran*  one  (1)  inch  heads — 

20  feet  in  5  to  12  foot  bays. 

(c)  For  Conran*  one  and  one-quarter  (1  x/\)  inch 
heads — 

25  feet  in  5  to  12  foot  bays. 

(d)  Vaults  used  for  the  storage  of  inflammable  mo¬ 
tion  picture  films  shall  have  one  standard  one-half 
(*4)  inch  head  for  each  62j4  cubic  feet  of  available 
storage  space,  or  one  (1)  inch  Conran*  head  for  each 
250  cubic  feet  of  available  storage  space. 

Measurements  shall  be  taken  from  center  to  center  of 
timbers. 

Ceilings  of  modified  mill  construction  having  bays  less 
than  three  (3)  feet  wide  shall  be  treated  as  open  joist  con¬ 
struction  and  sprinkler  heads  and  lines  spaced  accordingly. 

Bay  timbers  spaced  three  (3)  feet  or  more  on  centers, 
but  less  than  five  (5)  feet  on  centers,  will  require  special 
ruling  by  the  administrative  official  having  jurisdiction. 

Rule  16.  Joisted  Construction.  Under  open  finish 
joisted  construction  ceilings,  floor,  decks  and  roofs,  the 
sprinkler  lines  shall  be  run  at  right  angles  to  the  joists  and 
the  heads  “Staggered  spaced”  so  that  heads  on  one  line  will 
be  opposite  a  point  halfway  between  heads  on  adjacent 
lines. 

a.  One-Half  Inch  Heads.  For  Standard  one-half  (*4) 
inch  heads  the  distance  between  lines  of  sprinklers  shall 
not  exceed  ten  (10)  feet,  and  the  distance  between  heads 
on  each  line  shall  not  exceed  eight  (8)  feet,  the  end  heads 
on  alternate  lines  being  spaced  not  more  than  two  (2) 
feet  from  wall  or  partition.  Permission  may  be  given  by 
the  administrative  official  having  jurisdiction  to  install  but 
one  line  of  sprinklers,  in  each  bay  where  girders  project 
below  the  underside  of  joists  and  divide  the  ceiling  into 
bays  ten  (10)  to  eleven  and  one-half  (11^4)  feet  wide 
from  center  to  center  of  girders,  and  the  heads  shall  then 
be  spaced  on  each  line  so  that  the  area  covered  by  a  single 
head  does  not  exceed  eighty  (80)  square  feet.  In  all  cases 
where  such  bays  are  over  eleven  and  one-half  (11*4)  feet 
wide,  two  or  more  lines  of  sprinklers  shall  be  installed  in 
each  bay  as  required  by  the  rules  for  spacing.  Where 
girders  and  joists  are  flush  at  the  bottom,  heads  shall  be 
spaced  according  to  the  general  rule. 

b.  One  Inch  Heads.  For  Conran*  one  (1)  inch  heads 
the  distance  between  adjacent  lines  shall  not  exceed  twenty 
(20)  feet  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  sixteen  (16)  feet,  the  end  heads  on 
alternate  lines  being  spaced  not  more  than  four  (4)  feet 
from  wall  or  partition.  Where  girders  project  below  the 
underside  of  joists  and  divide  the  ceiling  into  bays  not  ex¬ 
ceeding  twenty  (20)  feet  in  width,  measured  from  center 
to  center  of  girders,  one  line  shall  be  placed  in  the  center 
of  each  bay.  In  bays  exceeding  twenty  (20)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay  and  in 
no  case  shall  the  distance  between  •  adjacent  lines  exceed 
twenty  (20)  feet. 

c.  One  and  One-Quarter  Inch  Heads.  For  Conran* 
one  and  one-quarter  (1^4)  inch  heads  the  distance  be¬ 
tween  adjacent  lines  shall  not  exceed  twenty-five  (25) 
feet  and  the  distance  between  the  head  on  each  line  shall 
not  exceed  twenty  (20)  feet,  the  end  head  on  alternate 
lines  being  spaced  not  more  than  five  (5)  feet  from  wall 
or  partition.  Where  girders  project  below  the  underside 
of  joists  and  divide  the  ceiling  into  bays  not  exceeding 


*  Wherever  the  term  “Conran  head”  is  used  in  these 
Rules,  it  is  to  be  taken  as  meaning  either  a  Conran  head 
of  the  type  tested  and  approved  by  the  Fire  Department,  or 
one  that  has  passed  similar  tests  by  the  Fire  Department. 


twenty-five  (25)  feet  in  width,  measured  from  center  to 
center  of  girders,  one  line  shall  be  placed  in  the  center  of 
each  bay.  In  bays  exceeding  twenty-five  (25)  feet  in  width 
at  least  two  (2)  lines  shall  be  installed  in  each  bay,  and  in 
no  case  shall  the  distance  between  adjacent  lines  exceed 
twenty-five  (25)  feet. 

Rule  17.  Smooth  Finish,  Sheathed  or  Plastered  Ceilings. 

Under  smooth  finish,  sheathed  or  plastered  ceilings,  in  bays 
six  (6)  feet  wide  and  over  (measurements  to  be  taken 
from  center  to  center  of  timber,  girder  or  other  projection 
or  support  forming  the  bay),  sprinkler  heads  and  lines 
shall  be  spaced  as  follows: 

(a)  For  standard  one-half  (*4)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twelve  (12)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  the  following: 

8  feet  in  12  foot  bays ; 

9  feet  in  11  foot  bays; 

10  feet  in  6  to  10  foot  bays. 

Bays  in  excess  of  twelve  (12)  feet  in  width  and  less 
than  twenty-three  (23)  feet  in  width,  shall  contain  at 
least  two  (2)  lines  of  sprinklers;  bays  twenty-three  (23) 
feet  in  width  or  over  shall  have  the  lines  therein  not  over 
ten  (10)  feet  apart.  In  bays  in  excess  of  twelve  (12) 
feet  in  width,  not  more  than  one  hundred  (100)  square 
feet  of  ceiling  area  shall  be  allotted  to  any  single  head. 

(b)  For  Conran*  one  (1)  inch  heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center 
of  each  bay  for  bays  not  exceeding  twenty  (20)  feet  in 
width,  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty  (20)  feet.  Bays  in  excess  of 
twenty  (20)  feet  in  width  shall  contain  at  least  two  (2) 
lines  and  in  no  case  shall  the  distance  between  adjacent 
lines  exceed  twenty  (20)  feet. 

(c)  For  Conran*  one  and  one-quarter  (1*4)  inch 
heads — 

One  line  of  sprinklers  shall  be  placed  in  the  center  of 
each  bay  for  bays  not  exceeding  twenty-five  (25)  feet  in 
width  and  the  distance  between  the  heads  on  each  line 
shall  not  exceed  twenty-five  (25)  feet.  Bays  in  excess 
of  twenty-five  (25)  feet  in  width  shall  contain  at  least 
two  (2)  lines  and  in  no  case  shall  the  distance  between 
adjacent  lines  exceed  twenty-five  (25)  feet. 

Rule  18.  Fireproof  Construction.  The  rules  of  slow- 

burning  mill  construction  shall  apply  as  far  as  prac¬ 
ticable.  The  rule  may  be  modified,  however,  the  intent 
being  to  arrange  the  spacing  of  heads  to  protect  the 
contents  rather  than  the  ceilings ;  but  in  no.  case  shall  the 
distance  between  a  head  on  one  line  and  a  head  on  an 
adjacent  line  exceed  the  following: 

(a)  For  standard  one-half  (J4)  inch  heads,  12  feet 

(b)  For  Conran  one  (1)  inch  heads,  20  feet. 

(c)  for  Conran  one  and  one-quarter  (1^4)  inch  heads, 
25  feet. 

Rule  19.  Distance  From  Walls.  The  distance  from  wall 
or  partition  to  the  first  head  on  a  sprinkler  line  shall  not 
exceed  one-half  the  allowable  distance  between  the  heads 
on  such  line.  Additional  heads  may  be  required  in  the 
narrow  pockets  formed  by  bay  timbers  or  beams  and  wall. 
Where  beams,  girders,  columns,  walls,  partitions  or  other 
obstructions  prevent  the  effective  discharge  of  water,  addi¬ 
tional  heads  shall  be  installed  to  effectively  sprinkle  the 
area. 

Rule  20.  Vertical  Shafts.  In  vertical  shafts  having  in¬ 
flammable  sides,  heads  shall  be  provided  within  the  shaft  in 
addition  to  the  head  or  heads  at  the  tops  of  shafts,  as  fol¬ 
lows  : 

(a)  One  standard  one-half  (*4)  inch  head  for  each  200 
square  feet  of  inflammable  surface. 
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(b)  One  Conran*  one  (1)  inch  head  for  each  400  square 
feet  of  inflammable  surface. 

(c)  One  Conran*  one  and  one-quarter  (1  *4)  inch  head 
for  each  500  square  feet  of  inflammable  surface. 

Such  head  or  heads  shall  be  installed  at  each  floor  when 
practicable,  and  always  when  shaft  is  trapped.  Where 
practicable,  heads  shall  be  “staggered”  at  the  alternate  floor 
levels,  particularly  when  only  one  head  is  installed  at  each 
floor  level. 

Rule  21.  Pitched  Roofs.  Under  a  pitched  roof  sloping 
more  steeply  than  one  (1)  foot  in  three  (3)  feet,  heads 
shall  be  located  in  peak  of  roof,  and  those  on  either  side 
of  the  peak  shall  be  spaced  according  to  the  foregoing  re¬ 
quirements.  The  distance  between  heads  shall  be  measured 
on  a  line  parallel  with  the  roof.  Where  the  roof  meets 
the  side  wall  or  the  floor  line,  the  heads  shall  be  placed 
not  more  than  the  following  distance  from  such  inter¬ 
section  : 

(a)  For  standard  one-half  (l/2)  inch  heads,  3*4  feet. 

(b)  For  Conran*  one  (1)  inch  heads,  7  feet. 

(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads, 
8^4  feet. 

Heads  spaced  not  to  exceed  the  following  distance  each 
way  from  the  peak  to  roof,  measured  on  a  line  parallel  with 
the  roof,  may  be  used  in  lieu  of  heads  located  in  peak  of 
roof : 

(d)  For  standard  one-half  (*4)  inch  heads,  2^4  feet. 

(e)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(f)  For  Conran*  one  and  one-quarter  (1  yA)  inch  heads, 
6 feet. 

In  sawtooth  roof  construction,  the  end  heads  on  the 
branch  line  shall  be  spaced  not  to  exceed  the  following 
distance  from  the  peak  of  the  sawtooth : 

(g)  For  standard  one-half  (*4)  inch  heads,  2^4  feet. 

(h)  For  Conran*  one  (1)  inch  heads,  5  feet. 

(i)  For  Conran*  one  and  one-quarter  (1%)  inch  heads, 
6l/i  feet. 

Rule  22.  Special  Locations  and  Variations.  In  special 
locations,  such  as  over  electric  generating,  power  and  trans¬ 
forming  apparatus,  over  their  controlling  devices  and 
switchboards,  where  water  from  the  fire  extinguishing 
equipment  would  be  detrimental,  the  sprinkler  lines  and 
heads  may  be  omitted  at  the  discretion  of  the  administrative 
official  having  jurisdiction,  and  when  in  his  judgment  a 
slight  variation  of  this  rule  of  spacing  is  desirable  to  ef¬ 
fect  a  more  efficient  distribution  of  water  for  fire  ex¬ 
tinguishing  purposes,  the  sprinkler  lines  and  heads  shall  be 
spaced  as  he  may  direct. 

Rule  23.  Sprinkler  Position.  All  sprinkler  heads  shall 
be  located,  wherever  possible,  in  an  upright  position  on 
top  of  the  pipes,  except  that  sprinkler  heads  on  automatic 
wret  pipe  systems  may  be  pendant  on  concealed  piping  and 
when  construction  or  occupancy  of  a  room  or  enclosure 
makes  it  preferable. 

(a)  Where  standard  one-half  (*4)  inch  heads  are  in¬ 
stalled  sprinkler  deflectors  shall  be  parallel  to  ceilings, 
roofs  or  the  incline  of  stairs,  but  when  installed  in  the  peak 
of  a  pitched  roof  they  shall  be  horizontal.  Distance  of  de¬ 
flectors  from  ceilings  of  mill,  or  other  smooth  construction, 
or  bottom  of  joists  of  open  joist  construction,  shall  be  not 
less  than  three  (3)  inches  nor  more  than  ten  (10)  inches. 

In  fireproof  buildings,  the  distance  between  deflectors 
and  panel  ceilings  shall  not  exceed  fifteen  (15)  inches. 

(b)  Where  Conran*  heads  are  installed,  the  top  of  head 
shall  be  located  the  same  distance  below  joists  or  ceiling 
as  specified  for  deflectors  in  paragraph  (a)  of  this  rule; 
except  that  when  heads  are  located  under  pitched  roofs 
or  £iers  or  similar  structures,  they  shall  in  general  be  in¬ 
stalled  in  the  upright  position  (not  normal  to  slope  of 
roof)  and  three  (3)  feet  vertically  below  the  underside  of 
roof.  When  the  administrative  official  having  jurisdiction 


deems  a  variation  of  this  rule  advisable  to  obtain  a  more 
efficient  distribution  of  water,  the  heads  shall  be  located 
with  respect  to  joists  or  ceiling,  as  he  may  direct. 

Rule  24.  Spray  Clearance.  Not  less  than  eighteen  (18) 
inches  elfective  clear  space  shall  be  left  below  the  sprinkler 
heads,  so  that  they  may  discharge  an  unbroken  spray 
blanket  from  sprinkler  to  sprinkler  and  sides  of  room 
when  in  operation.  Any  stock  piles,  racks  or  other  ob¬ 
structions  interfering  with  such  action  shall  not  be  per¬ 
mitted.  Sprinkler  system  piping  shall  not  be  used  for  the 
support  of  stock,  clothing,  etc. 

Rule  25.  Pipe  Sizes.  The  number  of  heads  on  a 
given  size  pipe  in  one  fire  area  in  any  story  shall  not 
exceed  the  following: 

(a)  For  standard  one-half  (*/2)  inch  heads— 


i  of  Pipe 

44  inch  . 

Maximum  No.  of 
Heads  Allowed 

1 

a 

154 

tt 

it 

154 

tt 

it 

2 

tt 

tt 

254 

tt 

tt 

3 

tt 

it 

354 

tt 

tt 

4 

tt 

tt 

5 

tt 

it 

6 

tt 

(i 

7 

tt 

it 

8 

tt 

It 

(b)  For  Conran*  one  (1)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

1  inch  .  i  head 

1^4  “  2  heads 

154  “  3  “ 

2  4  « 

254  “  6  « 

3  “  9  <« 

4  “  . ;  is  “ 

5  “  34  “ 

6  “  51  “ 

7  “  75  “ 

8  “  105  “ 

(c)  For  Conran*  one  and  one-quarter  (1*4)  inch  heads — 

Maximum  No.  of 

Size  of  Pipe  Heads  Allowed 

154  inch  .  l  head 

154  “  2  heads 

2  “  3  “ 

254  “  4  “ 

3  “  6  “ 

4  “  12  “ 

5  “  21  " 

6  “  40 

7  “  60  “ 

8  "  84  “ 

When  it  js  desired  to  use  pipe  of  larger  size  than  eight 

(8)  inches  in  diameter,  special  ruling  will  be  required  by 

the  administrative  official  having  jurisdiction  as  to  the  per¬ 
missibility  of  its  use  and  the  number  of  heads  that  may  be 
fed  thereby. 

Where  practicable,  it  is  desirable  to  arrange  the  piping 
so  that  the  number  of  heads  on  a  branch  line  will  not 
exceed  eight. 

When  the  piping  is  arranged  on  the  “gridiron”  plan,  the 
permissible  number  of  heads  may  be  doubled,  provided  the 
feed  main  is  of  the  size  indicated  in  the  schedule  for  the 
total  number  of  heads. 
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Where  feed  mains  supply  branch  lines  of  only  two  heads 
each,  the  conditions  approach  those  of  long  single  lines. 
Such  feed  mains  shall  usually  be  centrally  supplied  where 
there  are  over  eight  (8)  or  ten  (10)  branch  lines.  Branch 
lines  up  to  fourteen  (14)  in  number  may  be  fed  from  end, 
provided  a  two  and  one-half  (2)4)  inch  pipe  does  not  sup¬ 
ply  more  than  sixteen  (16)  standard  one-half  ()4)  inch 
heads,  in  lieu  of  twenty  (20). 

Buildings  having  slatted  floors,  or  large  unprotected  floor 
openings  without  approved  stops,  shall  be  treated  as  one 
room  with  reference  to  the  pipe  sizes,  and  the  feed  main 
shall  be  of  sufficient  size  to  accommodate  the  number  of 
heads  called  for.  Larger  pipe  sizes  than  are  allowed  in  the 
schedule  for  a  given  number  of  heads  may  be  required 
wherever  the  construction  or  conditions  introduce  un¬ 
usually  long  runs  of  feed  mains  or  many  angles.  Build¬ 
ings  with  blind  attics  with  small,  unprotected  openings  to 
floor  below,  may  be  piped  from  the  system  on  the  ceiling 
of  floor  below,  provided  pipe  size  schedule  is  not  over¬ 
loaded  on  sizes  three  (3)  inches  or  under. 

Rule  26.  Feed  Mains.  The  size  of  feed  mains  shall 
not  be  less  than  the  size  of  riser  and  shall  be  arranged  to 
run  as  direct  as  possible  from  source  of  water  supply  to 
riser. 

Feed  mains  from  stair  or  other  towers  without  ap¬ 
proved  stops  between  floors,  when  piped  on  independent 
riser,  shall  be  of  sufficient  size  to  accommodate  the  total 
number  of  sprinklers  in  such  tower. 

Rule  27.  Risers.  There  shall  be  one  or  more  sep¬ 
arate  risers  in  each  building  and  in  each  section  of  the 
building  divided  by  fire  walls.  Risers  shall  be  arranged  to 
provide  “Center  Central”  or  “Side  Central”  supply  to  feed 
main.  Each  riser  shall  be  of  sufficient  size  to  supply  all  the 
heads  on  said  riser  in  one  story,  according  to  the  schedule 
of  pipe  sizes  in  Rule  15. 

If  the  conditions  warrant,  special  permission  will  be 
granted  allowing  the  heads  in  a  fire  section  of  small  area 
to  be  fed  from  the  risers  in  another  section,  provided  the 
total  number  of  heads  in  such  area  does  not  exceed  the 
following  number  per  floor : 

(a)  For  standard  one-half  ()4)  inch  heads,  48. 

(b)  For  Conran*  one  (1)  inch  heads,  12. 

(c)  For  Conran*  one  and  one-quarter  (1)4)  inch  heads, 

8. 

Risers  shall  not  be  located  close  to  windows,  properly 
protected  from  mechanical  injury  and  freezing  and  shall  be 
properly  supported  on  foundations  and  by  floor  plates, 
clamps,  couplings  or  approved  hangers. 

Rule  28.  Connection*  Prohibited.  No  connections,  such 
as  for  sill  cocks,  house  service  or  hose  outlets,  shall  be 
made  with  a  sprinkler  system  riser  or  any  part  thereof 
except  as  provided  for  in  rule  9. 

Rule  29.  Air  Lock  Adjustment.  Where  gravity  and 
pressure  tanks  feed  through  a  common  discharge  pipe  or 
“dead  riser”  to  the  foot  of  a  riser  and  an  air  lock  is  likely 
to  develop  the  discharge  pipe  of  the  gravity  tank  shall 
connect  with  the  discharge  pipe,  or  “dead  riser,”  forty  (40) 
feet  below  the  bottom  of  the  pressure  tank. 

Rule  30.  Pipe*  and  Fittings.  All  pipe  shall  be  full- 

weight  standard  wrought  iron  or  steel  threaded  pipe,  well 
reamed  and  screwed  up  tight  into  fittings  without  reducing 
the  waterway.  Fittings  shall  be  standard  cast  iron  fittings, 
and  shall  be  long  turn  pattern  on  feed  mains  and  risers. 

Such  fittings  shall  be  designed  and  guaranteed  for  a 
working  pressure  of  150  pounds  per  square  inch  and  must 
be  capable  of  withstanding  a  hydrostatic  test  pressure  of 
750  pounds  per  square  inch  without  failure. 

All  pipe  shall  be  secured  to  the  ceiling,  walls  and  other 
parts  of  the  building  with  standard  steei,  wrought  or  mal¬ 
leable  iron  hangers. 


Extra  heavy  fittings  shall  be  employed  where  the  norma* 
pressure  in  the  pipe  system  exceeds  one  hundred  and  fifty 
(150)  pounds  per  square  inch,  and  shall  be  designed  for 
a  working  pressure  of  250  pounds  per  square  inch  and  be 
capable  of  withstanding  a  hydrostatic  test  pressure  of  1,250 
pounds  per  square  inch  without  failure. 

All  underground  pipe  shall  comply  with  the  specifications 
for  cast  iron  pipe  of  the  American  Water  Works  Associa¬ 
tion. 

Rule  31.  Protection  of  Pipe*  and  Sprinklers.  When 

exposed  to  moisture,  sprinkler  pipes  and  hangers  shall  be 
protected  against  corrosion  whenever  found  necessary  by 
thoroughly  cleaning  the  pipe  of  all  scale  and  grease  and 
painting  with  a  coat  of  red  lead  and  linseed  oil  paint  or 
other  acceptable  moisture  resistive  paint.  When  exposed 
to  chemical  fumes,  the  pipe  and  fittings  shall  be  coated 
with  graphite  or  other  approved  chemical  resistive  paint. 
Care  shall  be  taken  not  to  paint  the  sprinkler  heads. 

Supply  pipes  of  risers  in  low  basements  or  low  spaces 
under  ground  floors  exposed  to  frost,  shall  be  properly 
protected  by  a  masonry  or  wood  enclosure,  properly  heated 
or  filled  with  mineral  wool,  sawdust  or  tar  mixed  with 
granulated  cork,  extending  below  bottom  of  pipe  and 
through  the  top  flooring  of  ground  floor,  or  the  pipe  shall 
be  protected  with  three  alternate  layers  of  one-inch  hair 
felt  and  building  paper  or  by  other  approved  method. 
When  of  wood,  such  enclosure  shall  be  constructed  double 
with  a  layer  of  tar  paper  between  the  two  thicknesses  of 
wood. 

Where  risers,  drains,  heating  pipes,  etc.,  pass  through 
cinder  concrete  floors  or  partitions,  they  shall  be  pro¬ 
tected  with  a  metal  sleeve  or  be  grouted  with  cement 
mortar. 

Wherever  sprinklers  are  exposed  to  corrosion,  the  heads 
shall  be  protected  with  an  approved  hermetically  sealed 
cover,  or  with  an  approved  wax  coating. 

Rule  32.  Drainage.  All  sprinkler  pipe  and  fittings 
shall  be  so  installed  that  they  can  be  thoroughly  drained, 
and  where  practicable,  all  piping  shall  be  arranged  to 
drain  at  the  main  drips. 

Drains  or  drip  pipes  shall  be  so  arranged  as  not  to  ex¬ 
pose  any  part  of  the  sprinkler  system  to  frost,  and  shall 
be  so  connected,  either  by  check  valves  or  other  means, 
that  they  will  not  overflow  domestic  service  or  other  con¬ 
nections  to  the  same  sewer  or  house  drain,  or  if  carried 
through  the  walls  and  exposed  to  the  weather,  they  shall  be 
fitted  with  hoods  or  down-turned  elbows. 

Drains,  pitched  not  less  than  one-quarter  ()4)  inch  in 
ten  (10)  feet,  shall  be  installed: 

At  the  base  of  the  main  riser; 

At  each  alarm  valve; 

At  each  dry-pipe  valve; 

At  each  gravity  tank ; 

At  each  pressure  tank; 

At  each  fire  department  connection ; 

On  each  floor,  if  independent  floor  control  valves  are 
used;  and 

At  each  supply  main,  when  the  water  in  the  same  can¬ 
not  be  removed  through  any  of  the  above  drains.  Such 
drains  shall  be  installed  with  controlling  valves  so  that 
flowing  tests  may  be  made  to  determine  if  the  water  sup¬ 
plies  or  connections  from  yard  mains  to  the  inside  of  the 
building  are  in  order  without  causing  water  damage  or 
overflowing  service  connections  to  the  same  house  drain. 
Any  such  drain  shall  be  not  less  than  two  (2)  inches  in 
size  except  the  drains  at  independent  floor  valves  shall  be 
not  less  than  1  inch  in  size  where  floor  valves  are  not  over 
2)4  inches  in  size  and  1)4  inches  where  floor  valves  are 
larger  and  connected  to  a  main  drain  riser  of  not  less  than 
1)4  inches  in  size.  The  drain  at  the  main  riser  shall  dis¬ 
charge  into  a  cone  or  sight  drain,  or  if  carried  through  the 
wall  and  exposed  to  the  weather,  it  shall  be  fitted  with  a 
hood  or  down-turned  elbow. 
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At  an  alarm  valve  at  the  top  of  a  riser  in  a  down-fed 
system  a  drain  shall  not  be  required. 

•  °n  aLut°IVatic.  wet  P^e  systems,  the  horizontal  branch 
pipes  shall  be  pitched  not  less  than  one-quarter  ( Y {)  inch 
in  ten  (10)  feet  to  drain  towards  the  sources  of  supply 
with  drip  valves  at  the  low  points. 

On  automatic  dry-pipe  systems,  branch  pipes  shall  be 
pitched  at  least  one-half  (J/2)  inch  in  ten  (10)  feet. 

Rule  33.  Test  Pipe.  In  all  wet-pipe  automatic  sprinkler 
systems  a  test  pipe  of  not  less  than  $4  inch  in  diameter 
snan  uc  connected  directly  with  each  system  but  shall  be 
connected  to  a  pipe  of  not  less  than  1%  inches  in  diam¬ 
eter  in  upper  story  and  arranged  to  discharge  through  a 
Yj-inch  brass  outlet,  preferably  to  a  point  where  it  can 
readily  be  seen.  With  long  runs  or  many  angles,  size  of 
test  pipe  should  be  increased  to  one  (1)  inch  or  larger 
Controlling  valve  should  be  located  at  a  sufficient  distance 
from  where  the  test  pipe  passes  through  the  wall  of  the 
building  so  as  to  reduce  to  a  minimum  the  chance  of  freez¬ 
ing  of  water  in  test  pipe. 

In  all  dry-pipe  automatic  sprinkler  systems  a  ^4-inch  in¬ 
spector’s  test  pipe  shall  be  installed  at  the  end  of  the  most 
distant  branch  line  and  fitted  with  ^-inch  shut-off  valve 
stopped  with  a  brass  plug. 

.  ^“1®  34.  Pressure  Gauges.  A  four  and  one-half  (4Y) 
inch  double-spring  Bourdon  pressure  gauge  shall  be  pro¬ 
vided  in  all  automatic  sprinkler  systems  as  follows: 

Above  dry-pipe  valves ; 

Below  dry-pipe  valves; 

At  the  pressure  tank; 

At  the  air  compressor; 

Above  the  alarm  valve; 

Below  the  alarm  valve;  and 

In  the  connections  from  city  water  supply. 

Provision  may  be  made  for  taking  the  pressure  both 
above  and  below  the  alarm  valve  and  the  dry-pipe  valve 
with  only  one  gauge  at  each  valve.  y  P  P 

a Sra11  n-0t  b-  rcqu,ired  at  an  alarm  valve  located 
at  the  top  of  a  riser  in  a  down-fed  system. 

Gauge  connections  shall  be  taken  from  the  supply  main 
or  riser  and  not  from  the  two-inch  drain  or  test  pip™ 

Gauges  shall  be  installed  in  a  suitable  place  protected 
men^ffn^ng-a-nd  be  controlled  by  a  valve  with  arrange- 
mfSZr*  A  plugged  outlet,  not  less  than  one- 

lSA)  h(  ln  S1ZC’  Sha11  be  located  between  each 
gauge  d  gaUgC  f°r  pUrposc  of  stalling  the  inspector’s 

anHUnnJt5'  u  u*?’  M1  valves  two  (2>  inches  in  diameter 
and  under  shall  be  of  brass  or  bronze,  or  other  approved 

non-corrodible  material.  Valves  over  two  (2)  inches  in  di 
•m«er  sMl  be  of  brass,  or  bronze  or  iron  body  brass 
mounted,  or  of  other  approved  non-corrodible  material. 

b.A”fSldC,Walk  s'amese  inlet  valves,  caps  and  chains  shall 
rodible  maVteriaLd  ^  °r  °thcr  approved  non-cor- 

va'ves  shall  be  solid  or  double  wedge  disc 
stuffing  box  pattern  with  hand  wheel,  outside  screw  and 
yoke,  or  other  approved  indicator  pattern. 

.  AH  check  valves,  shall  be  approved  straightway  regrind- 
mg  pattern,  so  built  that  the  clappers  may  be  readily  re¬ 
moved  for  repairs. 

Rule  36.  Water  Supply  Gate  Valves.  The  piping  con¬ 
necting  each  source  of  water  supply  with  the  sprinkler 
system  shall  be  provided  with  a  gate  valve  of  the  outside 
screw  and  yoke  type,  sealed  open  and  tagged  to  designate 
its  purpose,  so  located  as  to  control  each  source  of  water 
supply  except  that  from  fire  department  hose  connections. 
All  such  gate  valves  shall  be  located  within  the  building 
where  easdy  visible  and  readily  accessible  and  as  close  as 
possible  to  the  supply  inlet. 


Rule  37.  Water  Supply  Check  Valves.  The  piping 

^vf^tl"giearh  SfiUrai  of  water  suPPJy  with  the  sprinkler 
system,  including  fire  department  connections,  shall  be  pro¬ 
vided  with  a  check  valve. 

On  two-source  systems,  check  valves  shall  have  a  gate 
valve  on  each  side  to  permit  repair  of  check  without  shut¬ 
ting  off  both  supplies,  except  that  where  the  two  sources 
of  supply  consist  of  tanks  located  above  the  highest  line 
of  sprinklers,  a  gate  valve  need  only  be  provided  on  the 
downstream  side  of  each  check  valve. 

Rule  38.  Control  Valves.  All  automatic  sprinkler 
systems  shall  be  provided  with  a  main  control  or  shut-off 
valve  arranged  to  be  readily  accessible  as  near  the  stair¬ 
ways  or  fire  tower  as  possible  and  sealed  in  the  open  posi¬ 
tion ;  except  that  when  the  sprinkler  system  is  fed  from 
water  supplies  on  the  roof  of  the  building,  independent 
and  readily  accessible  floor  control  valves,  sealed  in  the 
open  position  may  be  installed. 

.  When  not  more  than  ten  (10)  standard  one-half  (V2) 
inch  sprinkler  heads  or  three  (3)  Conran*  heads  in  any 
automatic  wet  pipe  system  are  exposed  to  cold  and  subject 
o  freezing,  shut-off  valves  may  be  provided  to  discontinue 
the  water  supply  to  such  heads  between  November  1  and 
Api-ff  1.  A  greater  number  of  heads  than  specified  above 
located  in  places  which  cannot  be  properly  heated,  shall  be 
controlled  by  an  automatic  dry-pipe  valve. 

Rule ^38.  Dry-Pipe  Valves.  A  dry-pipe  valve  shall  be 

taken  to  mean  a  valve  automatically  controlling  the  water 
supply  of  the  sprinkler  system  in  such  a  manner  that  under 
normal,  conditions  its  piping  system  beyond  the  valve  is 
maintained  dry  but  in  the  event  of  fire,  the  valve  automati¬ 
cally  releases  the  water  into  the  sprinkler  system  for  fire 
extinguishing  purposes. 

i  DrWpipe  va]v,e,s  sha11-  for  the  Purpose  of  these  rules,  be 
classified  as  follows : 

Type  A,  in  which  the  valve  is  actuated  by  the  release 
of  compressed  air  in  the  sprinkler  piping  system,  due  to 
the  opening  of  a  sprinkler  head;  and 

.Type  in  which  the  valve  is  actuated  by  an  approved 
trip  under  electric  control  of  an  approved  automatic  ther¬ 
mostatic  fire  alarm  system. 

Dry-pipe  valves  shall  be  located  as  near  as  practicable 
to  the  sprinkler  system  in  an  enclosed  and  accessible  place 
protected  from  mechanical  injury  and  freezing. 

Automatic  wet-pipe  sprinkler  systems  in  which  only 
twenty-five  per  cent.  (25%)  of  the  heads  are  required  to  be 
maintained  dry  for  protection  from  freezing,  shall  have 
only  such  heads  under  dry-pipe  valve  control. 

.  (a)  When  Type  A  valve  is  installed,  the  air  pressure 
in  sprinkler  systems  under  such  dry-pipe  valve  control  shall 
not  exceed  forty  (40)  pounds  per  square  inch,  nor  be  per¬ 
mitted  to  fall  below  twenty-five  (25)  pounds  per  square 
inch,  nor  shall  it  be  less  than  one-sixth  (1/6)  of  the  water 
pressure  in  any  case. 

The  air  compressor  shall  have  a  capacity  of  not  less  than 
eleven  (11)  cubic  feet  per.  minute  and  the  air  supply  for 
the  pump  shall  be  taken,  if  possible,  from  a  room  con¬ 
taining  dry  air, .  or  it  shall  be  passed  through  a  drying 
chamber  containing  calcium  chloride,  in  order  to  avoid  the 
introduction  of  moisture  into  the  system. 

The  air  pressure  on  such  dry-pipe  systems  shall  be 
maintained  throughout  the  year. 

Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  A”  dry-pipe  valve: 

(b)  For  standard  one-half  (y2)  inch  heads .  400 

(c)  For  Conran*  one  (1)  inch  heads .  100 

(d)  For  Conran*  one  and  one-quarter  (l^)  inch 

heads  .  54 

Where  equipped  with  an  approved  quick-opening  device 
the  following  number  of  heads  may  be  controlled  by  one 
type  A’  dry-pipe  valve: 
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(e)  For  standard  one-half  (J4)  inch  heads .  600 

(f)  For  Conran*  one  (1)  inch  heads .  150 

(g)  For  Conran*  one  and  one-quarter  (1}4)  inch 

heads  .  96 


(h)  When  “Type  B”  valve  is  installed  the  actuating  alarm 
system  shall  be  designed  to  operate  at  a  temperature  lower 
than  that  required  to  open  the  sprinkler  heads,  and  all  con¬ 
nections  between  the  alarm  system  and  the  dry-pipe  valve 
shall  be  adequately  protected  against  injury  of  any  kind. 

When  required  by  the  administrative  official  having  juris¬ 
diction,  the  dead  end  of  every  feed  main  in  such  dry-pipe 
system  shall  be  provided  with  an  air  relief  valve  or  vent, 
so  constructed  as  to  be  normally  open  in  order  to  permit 
the  free  escape  of  air  from  the  system,  but  to  close  auto¬ 
matically  against  the  escape  of  water. 


Not  more  than  the  following  number  of  heads  shall  be 
controlled  by  one  “Type  B”  dry-pipe  valve : 

(i)  For  standard  one-half  (J4)  inch  heads .  600 

(j)  For  Conran*  one  (1)  inch  heads .  150 

(k)  For  Conran*  one  and  one-quarter  (1^4)  inch 

heads  .  96 


Rule  40.  Alarm  Valve.  All  automatic  wet  pipe 
sprinkler  systems  shall  be  equipped  with  an  alarm  valve  so 
constructed  that  a  flow  of  water  through  a  one-half  (*4) 
inch  orifice  will  operate  an  electric  or  mechanical  gong. 

Dry  pipe  valves  shall  be  equipped  with  a  reliable  device 
to  give  either  an  electrical  or  mechanical  alarm. 

When  an  electrically  operated  alarm  is  installed  in  con¬ 
nection  with  an  alarm  valve  or  dry  pipe  valve,  the  installa¬ 
tion  shall  be  made  in  conformity  with  the  provision  of  Rule 
41. 


Rule  41.  High  and  Low  Water.  Electric  Alarm  on 
Gravity  and  Pressure  Tanks.  All  gravity  tanks  shall  be 
equipped  with  a  device  to  indicate  when  the  water  falls  be¬ 
low  or  rises  above  the  normal  level  in  the  tank,  with  an 
indicator  and  alarm  located  in  the  engineers’  room  near 
the  pump. 

All  gravity  and  pressure  tanks  shall  be  equipped  with 
a  high  and  low  alarm  as  hereinafter  specified.  The  high 
and  low  gravity  and  the  high  and  low  pressure  electric 
alarm  shall  be  so  constructed  and  arranged  that  when 
the  water  falls  below  or  rises  above  the  normal  level  in 
the  gravity  tank,  and  when  the  pressure  falls  below  or 
rises  above  the  predetermined  level  in  the  pressure  tank,  an 
audible  and  visible  signal  will  be  given  in  either  the  pump 
room  or  engineer’s  room. 

The  audible  signalling  device  for  high  and  low  water 
and  high  and  low  pressure  electric  alarm  shall  consist 
of  a  vibrating  gong  of  at  least  3  inches  in  diameter  of 
the  enclosed  type  and  arranged  for  conduit  installation, 
the  same  to  be  operated  automatically  from  an  approved 
device  indicating  the  level  of  water  in  the  gravity  tank 
and  from  the  pressure  gauge  of  pressure  tank. 

The  audible  signalling  device  for  the  alarm  and  dry 
pipe  valves  shall  consist  of  an  enclosed  type  6-inch  vibrat¬ 
ing  gong  arranged  for  conduit  installation.  A  closed  cir¬ 
cuit  annunciator  shall  be  provided  in  connection  with  the 
alarm  system.  The  high  and  low  tell-tale  electric  connec¬ 
tions  shall  be  so  constructed  that  it  will  not  be  affected  by 
moisture  and  the  parts  shall  be  heavy  and  rugged.  The 
float  shall  be  of  approved  type. 

All  wiring  shall  be  installed  in  iron  or  steel  conduits 
and  the  installation  shall  be  in  accordance  with  the  pro¬ 
visions  of  Chapter  9  of  the  Code  of  Ordinances.  Only 
approved  closed  circuit  systems  shall  be  installed.  Con¬ 
trol  panels  to  operate  the  signalling  equipment  must  be 
approved  by  the  Board  of  Standards  and  Appeals.  The 
control  cabinet  shall  be  located  in  the  engineer’s  or  pump 
room  where  it  will  be  under  the  supervision  of  the  person 
in  charge  of  the  sprinkler  system. 


The  following  sources  of  energy  may  be  employed  and 
are  given  in  their  order  of  preference: 

1.  Public  utility  electric  light  and  power  systems. 

2.  Electric  light  or  power  system  (public  utility  or 
isolated  plant)  supplemented  by  storage  battery 
either  controlled  by  an  automatic  throw-over  device 
or  floating  on  the  line  and  protected  by  a  reverse 
current  circuit  breaker. 

3.  Storage  batteries  in  duplicate. 

4.  Primary  batteries  of  the  closed  circuit  type. 

When  the  system  is  connected  to  the  110  volt  lighting 
service  a  suitable  cut-out  is  to  be  provided  and  it  shall  be 
enclosed  in  a  locked  or  sealed  metal  cabinet.  The  con¬ 
nection  to  the  system  shall  be  the  first  connection  on  the 
house  side  of  and  as  near  as  practicable  to  the  meter. 
When  batteries  are  used  to  operate  the  system  they  shall 
be  placed  in  an  approved  cabinet  provided  with  a  lock  and 
key. 

Rule  42.  Heating  of  Tanks.  The  water  in  all  sprinkler 

tanks  subject  to  freezing  shall  be  protected  by  internally 
heating  the  water  or  enclosing  the  tank  in  a  frostproof 
house  properly  heated  and  lighted. 

Rule  43.  Concealed  Pipe  Systems.  All  pipe  in  con¬ 
cealed  pipe  systems  shall  be  of  standard  full-weight 
wrought  iron  or  steel,  painted  with  two  coats  of  protective 
paint,  one  before  and  one  after  installation.  Such  pipe  as 
shall  be  installed  in  ducts  or  be  encased  in  cement  mortar 
shall  be  inspected  prior  to  concealment.  When  installed  in 
the  concealed  space  between  floor  arches  and  ceiling,  such 
pipe  shall  be  supported  by  hangers  and  all  pipe,  fittings 
and  hangers  be  protected  with  two  coats  of  paint. 

Rule  44.  Preparation  of  Building.  Floor  or  wall  open¬ 
ings  and  other  structural  defects  which  prevent  the  banking 
up  of  heated  air  and  retard  the  automatic  action  of 
sprinkler  heads  shall  be  provided  with  the  necessary  cur¬ 
tain  boards  and  draft  stops  to  permit  specific  control  of 
the  fire  by  the  local  sprinklers. 

Curtain  boards  shall  project  at  least  three  (3)  inches  be¬ 
low  the  lowest  sprinkler. 

Rule  45.  Approval  of  Sprinkler  System.  Before  ac¬ 
ceptance  all  automatic  sprinkler  systems,  excluding  the 
water  supply  tanks,  shall  be  subjected  after  installation 
to  a  hydrostatic  pressure  test  of  at  least  one  (1)  hour’s 
duration  at  not  less  than  fifty  (50)  pounds  per  square  inch 
in  excess  of  that  which  will  be  normally  carried  and  ob¬ 
served  in  the  sprinkler  system,  such  test  pressure,  how¬ 
ever,  to  be  not  less  than  one  hundred  and  fifty  (150) 
pounds  per  square  inch  in  any  part  of  the  system. 

All  pressure  tanks  shall  be  tested  after  erection  to  a 
test  pressure  of  one  and  one-half  (1*4)  times  the  working 
pressure.  To  prevent  the  possibility  of  serious  water 
damage  in  case  of  a  break,  the  pressure  shall  be  main¬ 
tained  by  a  small  pump,  the  main  controlling  gate  being 
meanwhile  kept  shut.  Brine  or  other  corrosive  chemicals 
shall  not  be  used  for  testing  systems. 

In  automatic  dry-pipe  systems  with  "Type  A”  valve  con¬ 
trol,  an  air  pressure  of  forty  (40)  pounds  per  square  inch 
shall  be  pumped  up,  be  held  for  twenty-four  (24)  hours, 
and  all  leaks  stopped  which  allow  a  loss  of  pressure  of 
over  two  (2)  pounds  per  square  inch  for  the  twenty-four 
(24)  hours. 

In^the  case  of  automatic  dry-pipe  systems  with  differen¬ 
tial  "Type  A”  valve,  the  valve  shall  be  held  off  its  seat 
during  the  test  to  prevent  injuring  the  valve. 

Non-automatic  systems  shall  be  tested  after  installation 
at  not  less  than  fifty  (50)  pounds  per  square  inch  in  excess 
of  the  pressure  necessary  to  reach  the  highest  line  of 
sprinklers. 

All  tests  of  installed  systems  shall  be  made  by  the  con¬ 
tractor  in  the  presence  of  the  Fire  Commissioner,  or  his 
authorized  representative. 
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No  piping,  devices  nor  any  portion  of  a  newly  con¬ 
structed  sprinkler  system  shall  be  covered  up  or  perma¬ 
nently  concealed  until  tested  by  the  Bureau  of  Fire  Pre¬ 
vention  and  approved  of  in  writing,  except  piping  passing 
through  floors,  walls,  partitions  or  beams  for  distances 
equal  to  the  thickness  of  such  floors,  walls,  partitions  or 
beams. 

Rule  46.  Non-fireproof  Business  Buildings.  Automatic 
sprinklers  required  in  non-fireproof  business  buildings 
under  the  provisions  of  Chapter  5,  Article  4,  Secton  72, 
Subdivision  L,  Code  of  Ordinances,  shall  consist  of  at  least 
a  One  Automatic  Source  System,  except  buildings  used 
as  freight  depots,  car  barns,  stables,  garages,  factories  and 
grain  elevators  which  sprinkler  systems  shall  be  supplied 
by  any  two  of  the  automatic  sources  or  one  of  the  auto¬ 
matic  sources  and  a  fire  pump  as  described  in  rules  9 
and  10. 

Rule  47.  Department  Stores.  Wet  sprinkler  systems 
shall  be  required  in  all  department  stores  and  where  the 
floor  area  on  any  story  or  cellar  exceeds  20,000  square 
feet,  the  system  shall  be  supplied  by  two  of  the  auto¬ 
matic  sources  as  provided  for  in  Rule  14. 

Rule  48.  Factories  and  Other  Buildings.  Where  the 
Labor  Law  or  the  Code  of  Ordinances  require  automatic 
sprinkler  systems,  or  where  any  of  the  requirements  of 
the  Labor  Law  or  Code  of  Ordinances  are  waived  be¬ 
cause  of  the  installation  of  an  automatic  sprinkler  sys¬ 
tem,  such  sprinkler  systems,  unless  specifically  otherwise 
required  by  the  Fire  Commissioner,  Code  of  Ordinances, 
Labor  Law,  or  these  rules,  shall  have  at  least  the  fol¬ 
lowing  sources  of  supply  installed  in  accordance  with  these 
rules : 

1.  A  Gravity  tank  and  Siamese,  or 

2.  A  Pressure  tank  and  Siamese,  or 

3.  A  direct  6-inch  connection  to  the  City  water  supply 
fed  two  ways,  capable  of  furnishing  water  at  not  less 
than  15  pounds  per  square  inch  static— pressure  at  the 
highest  line  of  sprinklers  below  the  main  roof,  and  the 
required  Siamese. 

Rule  49.  Theatre  Building®.  Automatic  sprinklers 
required  in  theatre  buildings  under  the  provisions  of  Chap¬ 
ter  5,  Article  25,  Section  524,  Code  of  Ordinances,  shall 
consist  of  at  least  a  One  Source  Automatic  System. 

Rule  50.  Firework  Storage.  Automatic  sprinklers  re¬ 
quired  in  buildings  in  which  fireworks  are  stored  or  sold 
under  the  provisions  of  Chapter  10,  Article  6,  Section  92, 
Code  of  Ordinances,  shall  consist  of  either  of  the  two 
automatic  sources  as  provided  in  Rule  14. 

Rule  51.  Nitro-Cellulose  Product®.  Automatic  sprinklers 
as  required  in  buildings  in  which  nitro-cellulose  products 
are  stored  under  the  provisions  of  Chapter  10,  Article 
19,  Section  232,  Code  of  Ordinances,  shall  consist  of  a 
system  supplied  from  both  approved  gravity  tank  supply 
and  an  approved  pressure  tank  supply,  except  that  no 
change  shall  be  required  in  supplies  to  automatic  sprinkler 
equipments  previously  approved  by  the  Fire  Commissioner 
as  two  source  systems,  in  conformity  with  the  provisions 
of  this  rule  as  in  force  up  to  December  1,  1921. 

In  buildings  wherein  are  stored  or  handled  only  limited 
quantities  of  nitro-cellulose  products,  not  exceeding  500 
pounds,  the  automatic  sprinklers  may  consist  of  either  of 
the  two  automatic  sources  as  provided  for  in  Rule  14. 


Rule  52.  Inflammable  Motion-Picture  Films.  Auto¬ 
matic  sprinklers,  required  in  buildings  in  which  inflamma¬ 
ble  motion-picture  films  are  stored  under  the  provisions  of 
Chapter  10,  Article  20,  Section  241,  Code  of  Ordinances, 
shall  consist  of  a  system  supplied  from  both  an  approved 
gravity  tank  supply  and  an  approved  pressure  tank  supply 
except  that  no  change  shall  be  required  in  supplies  to  auto¬ 
matic  sprinkler  equipments  previously  approved  by  the 
Fire  Commissioner  as  two  source  systems  in  conformity 
with  the  provisions  of  this  rule  as  in  force  up  to  December 
1  f  1 921 . 

Rule  53.  Sprinkler  Protection  for  Special  Hazards  in 
Non-Sprinklered  Buildings  Not  Provided  for  by  Laws  or 
Ordinances  or  in  These  Rules. 

Sprinkler  heads  and  pipings  may  be  provided  on  ceilings 
of  enclosed  rooms,  closets,  shafts,  or  other  spaces  which 
are  used  as  carpenter  shops,  upholstering  rooms,  paint 
shops,  waste  paper  rooms,  old  record  storerooms,  trunk 
and  general  storage  rooms  in  hotels,  offices  or  other  build¬ 
ings,  and  in  stores  and  showrooms  or  where  nitro-cellu¬ 
lose  products  or  inflammable  photographic  or  X-ray  film  is 
stored  or  used,  or  in  ice  boxes  of  cold  storage  plants. 

.  The  number  and  type  of  sprinkler  heads,  spacing  and 
size  of  pipe,  location  and  number  of  valves,  method  of 
draining  lines,  water  flow  or  other  alarms,  shall  be  as  re¬ 
quired  by  the  Fire  Commissioner  to  properly  protect  the 
special  hazard. 

The  source  of  water  supply  where  required  may  be  taken 
from  the  house  supply  tank  or  other  sources  of  water 
supply,  except  that  no  connection  shall  be  taken  from 
the  standpipe  system  or  from  the  feed  line  to  boilers.  In 
all  cases  there  shall  be  sufficient  water  to  provide  20  gal¬ 
lons  of  water  per  head  for  30  minutes  and,  further,  that 
the  pressure  on  any  sprinkler  line  shall,  where  practicable, 
be  not  less  than  15  pounds  static  pressure. 

Rule  54.  Existing  Installations  and  Approval®.  Auto¬ 
matic  sprinkler  systems  and  devices  heretofore  installed 
shall  not  be  required  to  conform  to  these  rules  where  the 
fire  hazard  due  to  construction  and  occupancy  of  the 
building  is  not  increased  or  where  substantial  additions 
or  extensions  in  height  or  area  is  made  to  the  building 
when  these  rules  shall  apply  if  deemed  advisable  or  neces¬ 
sary  by  the  Fire  Commissioner. 

Rule  55.  Communicating  Openings.  When  a  building 
fully  equipped  with  sprinklers  communicates  with  another 
not  so  equipped  the  openings  must  be  protected  by  ap¬ 
proved  fire  doors,  on  both  sides  of  the  wall,  one  of  which 
must  be  automatic. 

Rule  56.  Maintenance  Inspection.  Automatic  sprinkler 
systems,  shall  be  inspected  at  least  once  a  month  by  the 
person  in  charge  of  the  building,  or  by  other  competent 
person  employed  by  the  owner,  to  see  that  all  parts  of  the 
system  are  in  perfect  working  order,  and  the  fire  depart¬ 
ment  connection  or  connections,  if  any,  ready  for  immedi¬ 
ate  use  by  the  Fire  Department.  A  detailed  record  of  each 
inspection  shall  be  kept  for  examination  by  a  representa¬ 
tive  of  the  Fire  Department. 

There  shall  be  kept  available  at  all  times  in  the  premises 
a  supply  of  extra  sprinklers,  never  less  than  six  (6),  to  re¬ 
place  promptly  any  fused  or  damaged  sprinklers.  And 
there  shall  be  one  or  more  employees  instructed  in  the 
maintenance  of  sprinkler  system. 

Saving  Clause.  A.11  rules  and  regulations  previously 
adopted  and  conflicting  with  these  rules  are  hereby  res¬ 
cinded. 


NOTICE 


BUILDING  CODE  ON  SALE. 

Copies  of  the  Building  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  $1.25;  by  mail  $1.35. 


ELECTRICAL  CODE  ON  SALE. 

Copies  of  the  Electrical  Code  are  now  on  sale  at  the  Dis¬ 
tribution  Division  of  the  City  Record  Office,  Room  2213, 
Municipal  Building,  Manhattan.  Price  30c;  by  mail  35c. 
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RULES 


FIRE  RETARDING  RULES  FOR  GARAGES,  ETC. 


Adopted  by  the  Board  of  Standards  and  Appeals  Aug. 
30,  1917;  Amended  Nov.  1,  1917,  and  Feb.  3,  1922. 

Rule  1.  Fire  Retarding  Materials  for  Garages,  Motor 
Vehicle  Repair  Shops  and  Oil  Selling  Stations.  In 

garages,  motor  vehicle  repair  shops  and  oil  selling  stations 
any  material  or  form  of  construction  shall  be  deemed  fire- 
retarding  within  the  meaning  of  §73,  subdivision  3,  of  the 
building  code,  that  resists  th<^  action  (*£  flame  and  heat 
when  subjected  to  a  continuous  dire  for  one  hour  at  an 
average  temperature  of  seventeen'liyjndred  (1700)  degrees 
Fahrenheit  without  the  "flame,  and  with  a  max¬ 

imum  temperature  rise  W;.  ±6ur  hundred  (400)  degrees 
Fahrenheit  on^  tfi^  sida^  a'way  from  the  fire.  The  point  at 
which  the  temperatuffe  of  transmitted  heat  is  measured 
shall  be  protected  from  external  air  and  weather  conditions. 

When  the  test  specimen  is  in  the  form  of  partition  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  one 
hundred  (100)  square  feet  and  least  dimension  shall  be  not 
less  than  nine  (9)  feet.  When  in  the  form  of  floor  con¬ 
struction,  the  area  under  test  shall  be  not  less  than  two 
hundred  (200)  square  feet  and  the  least  dimension  shall 
be  not  less  than  fourteen  (14)  feet. 

During  the  fire,  the  floor  construction  shall  support  the 
live  load  for  which  it  is  designed,  and  after  the  fire  shall 
safely  sustain  twice  the  designed  live  load  with  a  maximum 
deflection  of  not  more  than  one  two-hundredth  (1/200) 
part  of  the  span. 

Rule  2.  Wood  Joisted  Floor  Construction.  Wood 
jointed  floor  construction  shall  be  accepted  as  fire-retarding 
construction  in  non-fireproof  buildings  used  as  garages, 
motor  vehicle  repair  shops  or  oil  selling  stations  when  the 
beams  are  protected  on  the  upper  and  under  sides  with  the 
fire-retarding  materials  specified  in  rules  for  floor  and 
ceiling  coverings. 

Rule  3.  Floor  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  upper  sides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations. 

(a)  Seven-eighths  (24)  inch  wood  underflooring 
protected  with  a  membrane  of  two-ply  waterproofing 
covered  with  not  less  than  two  and  one-half  (2j4) 
inches  of  1 :2^4  :5  concrete  or  better,  reinforced  with 
not  less  than  one-fourth  (24)  of  one  (1)  per  cent  of 
steel  mesh ; 

(b)  Two  and  one-half  (224)  inches  of  1 :2  ;4  concrete 
applied  directly  to  the  top  of  the  joists,  with  or  without 
temporary  support,  reinforced  with  not  less  than  one- 
fourth  of  one  per  cent  steel  rods,  mesh  or  steel  lath,  and 
having  the  tops  of  the  joists  coated  with  approved 
waterproof  paint  or  protected  by  tar  paper  on  the  top 
and  on  the  sides  for  a  distance  of  three  inches  from 
the  top. 

Rule  4.  Ceiling  Covering.  Any  one  of  the  following 
forms  of  construction  shall  be  accepted  as  fire-retarding  for 
the  covering  of  the  undersides  of  wood  floor  beams  in 
joisted  floor  construction  in  non-fireproof  buildings  used  as 
garages,  motor  vehicle  repair  shops  or  oil  selling  stations: 

(a)  One-half  (24)  inch  plaster  boards,  or  three- 
eighths  ()4)  inch  gypsum  wall  boards  weighing  not  less 
than  16  pounds  per  square  yard  with  pointed  joints 
covered  with  No.  26  U.  S.  gauge  sheet  metal  with  one 
(1)  inch  lapped  seams  nailed  to  the  wood  beams  when 
spaced  not  more  than  sixteen  (16)  inches  on  centers,  or 
nailed  to  furring  strips  when  the  floor  beams  are  spaced 
more  than  sixteen  (16)  inches  on  centers; 

(b)  Two  thicknesses  of  one-quarter  (24)  inch  asbes¬ 
tos  board  laid  with  tight  staggered  joints  and  nailed  to 
the  beams,  when  spaced  not  more  than  sixteen  (16) 
inches  on  centers,  or  nailed  to  furring  strips  when  the 


floor  beams  are  more  than  sixteen  (16)  inches  on 
centers ; 

(c)  Metal  lath  weighing  not  less  than  three  pounds 
per  square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(34)  inch  thick. 

Rule  5.  Attachment  to  Ceiling.  Fire-retarding  ceil¬ 
ings  in  non-fireproof  buildings  used  as  garages,  motor  vehi¬ 
cle  repair  shops  or  oil  selling  stations  shall  be  attached  to 
wood  floor  beams  and  girders  in  such  manner  as  to  main¬ 
tain  an  air  space  between  the  wood  beams  and  all  wood 
beams  shall  be  seasoned  before  applying  the  protective  coat. 

Rule  6.  Openings  in  Fire- Retarding  Floors.  Pipes 
or  conduits  which  pass  through  floors  shall  be  fitted  with 
metal  thimbles  and  made  watertight  for  a  height  of  three 
(3)  inches  above  the  floor. 

Rule  7.  Columns.  All  structural  posts  and  columns 
in  non-fireproof  buildings  required  to  be  fire-retarded  shall 
be  protected  with  fire-retarding  materials  specified  for  ceil¬ 
ing  coverings  in  these  rules,  or  with  any  of  the  material* 
accepted  in  fireproof  construction ;  except  that  an  air  space 
shall  not  be  required  around  steel  or  cast  iron  columns. 

Where  necessary  for  protection  against  mechanical  in¬ 
jury,  the  fire-retarding  protection  on  columns  shall  be 
jacketed  to  a  height  of  five  (5)  feet  from  the  ground  with 
No.  4  U.  S.  gauge  metal. 

Rule  8.  Girders.  All  girders  in  non-fireproof  build¬ 
ings  required  to  be  fire-retarded  shall  be  protected  with  the 
fire-retarding  materials  specified  for  ceiling  coverings  in 
these  rules,  or  with  any  of  the  materials  acceptable  in  fire¬ 
proof  construction;  except  that  an  air  space  need  not  be 
provided  around  steel  girders. 

Rule  9.  Shaft  Enclosures.  Existing  stairways  and 
vertical  shafts  in  non-fireproof  business  buildings  hereafter 
converted  to  be  used  as  garages,  motor  vehicle  repair  shops 
or  oil  selling  stations  shall  be  enclosed  in  fire-retarding  par¬ 
titions  continued  through  the  non-fireproof  floor  construc¬ 
tion,  and  when  unfilled  wood  stud  partitions  are  used,  the 
space  between  the  floor  beams  shall  be  fire-stopped  with 
incombustible  materials.  All  openings  in  such  partitions 
shall  be  protected  with  accepted  metal-covered  fire  doors 
or  windows.  Wherever  necessary  for  protection  against 
mechanical  injury,  the  partition  shall  be  jacketed  to  a  height 
of  five  (5)  feet  on  the  garage  side  with  No.  4  U.  S.  gauge 
metal.  Any  one  of  the  following  forms  of  partitions  shall 
be  accepted  for  the  enclosure : 

(a)  Two  by  four  inch  wood  studs,  spaced  not  more 
than  sixteen  ( 16)  inches  on  centers,  covered  both  sides 
with  metal  lath  weighing  not  less  than  three  pounds  per 
square  yard,  attached  to  furring  strips  and  plastered 
with  Portland  cement  mortar  at  least  three-quarters 
(34)  of  an  inch  thick; 

(b)  Two  by  four  inch  wood  studs  placed  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (24)  inch  wood  sheathing,  one-half 
(24)  inch  plaster  boards  with  pointed  joints  and  No.  26 
U.  S.  gauge  sheet  metal  with  one-inch  lapped  seams ; 

(c)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  covered  both  sides 
with  seven-eighths  (24)  inch  wood  sheathing,  two 
thicknesses  of  one-quarter  (24)  inch  asbestos  boards 
laid  with  tight  staggered  joints  and  jacketed  with  No. 
16  U.  S.  gauge  metal  on  the  garage  side  to  a  height  of 
five  (5)  feet; 

(d)  Two  by  four  inch  wood  studs  spaced  not  more 
than  sixteen  (16)  inches  on  centers,  filled  in  solidly 
between  the  studs  with  four  inches  of  approved  fire¬ 
proof  materials  and  covered  on  both  sides  with  No.  26 
U.  S.  gauge  metal ; 

(e)  Existing  wood  stud,  lath  and  plaster  partitions 
covered  on  the  garage  side  with  No.  26  U.  S.  gauge 
sheet  metal  with  one  inch  lapped  seams. 
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